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HOURS  FOR  CONSULTATION. 
10  A,  M.  to  1  P.  M. 


BOARD  OF  STANDARDS  AND  XTPFlALS. ' 
WILLIAM  E.  WALSH,  Chairman. 

James  P.  Holland  John  Dowd 

Henry  L.  Connell  Joseph  B.  Gunnison 

Fire  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy 

Thomas  J.  Drennan . Fire  Commissioner 

Charles  Brady . Snpt.  of  Buildings,  Manhattan 

P.  J.  Revilt.e . Supt.  of  Buildings,  The  Bronx 
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John  W.  Moore . Supt.  of  Buildings,  Queens 

William  J.  McDermott . Supt.  of  Buildings,  Richmond 

William  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 


Ji.Ahv  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 

CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  obiect  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  919.  on  Tuesday.  January  fi,  1925, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  January  13,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
Calendar  of  cases  that  have  been  definitely  set  for  hear¬ 
ing  on  fixed  days. 


Office — Municipal  Building,  Room  914. 

Telephone — Worth  0184. 

Office  Hours — 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 

12  noon. 

All  communications  should  be  addressed  to  the  chairman 

of  the  board. 
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NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
davs  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

_  Any  communication  purporting  to  be  an  appeal,  applica 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

<  At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location 
and  position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  December  31,  1924. 

Cal.  No.  Department  Premises  Affected. 

1540-24-A . F.D . 4J2-482  Knickerbocker  ave., 

_____  Bklyn.  F-68608. 

1539-24-BZ . B.B.B.  ..1977  E.  22nd  st.,  Bklyn. 

_ .  Viol.  7566-1924. 

1 538-24-BZ . F.D . 180  Gates  ave.,  rear,  Bklyn. 

' *  L.  C.  77965. 

1537-24-A . B.B.Bx.  .1879-1883  Cedar  ave.,  rear,  Bx. 

_ _  Decision. 

1536-24-A . B.B.M.  ..42  W.  99th  st.,  Man. 

_____  Alt.  1235-1924. 

1535-24-A . F.D .  169--195  West  st.,  Bklyn. 

_  L  C.  91543. 

1534-24-BZ . B.B.B.  ...  64,-68  W.  9th  st.,  Bklyn. 

_  Applic.  25037-1924. 

1533-24-BZ . B.B.B.  .  .486-510  St.  John’s  pi.,  Bklyn. 

_  Applic.  23743-1924. 

1532-24-BZ . B.B.Bx.  .E.  S.  Jerome  ave.,  100  ft.  S.  of 

-  190th  st.,  Bx.  N.  B.  2311-1924. 

1531-24-BZ . B.B.B.  .  .116-118  Wilson  ave.,  Bklyn. 

- -  Applic.  23977-1924. 

1530-24-BZ . B.B.B.  ..225-235  Penn,  ave.,  Bklyn. 

-  Applic.  24237-1924. 

1529-24-BZ. .....  .B.B.M.  ..202-218  E.  55th  st.,  Man. 

- —  N.  B.  2874-1924. 

1528-24-BZ . B.B.B.  ..2847-2857  W.  21st  st.,  Bklyn. 

- -  Applic.  24489-1924. 

1527-24-BZ . B.B.B.  ..  S.  W.  cor.  W.  12th  st.  &  Kings 

Highway,  Bklyn. 

- -  Applic.  23692-1924. 

1526-24-S . F.D . 19  Bond  st.,  Man. 

-  L.  D.  62972. 


] 525-24-S . B.B.M.  ..107  E.  31st  st.,  Man.  _ 

- - -  Alt.  2610-1924. 

1524-24- A . F.D.  ....144-148  Academy  st.,  L.  I.  City, 

-  Q.  L.  C.  86951. 

1 523-24-BZ . B.B.Bx.  ..1665  Davidson  ave.,  Bx. 

-  Decision. 

1522-24-BZ . B.B.Q.  ..129-02  Newport  ave.,  Belle 

- -  Harbor,  Q.  Decision. 

1 521-24-S A . F.D . Croker  Fire  Alarm  Control 

- -  Board  and  Gong.  Appliance. 

1520-24-S . F.D .  125-127  W.  42nd  st.,  Man. 

- L.  D.  69576. 

1519-24-S . F.D . 25  E.  4th  st.,  Man. 

-  L.  D.  68142. 

1518-24-BZ . B.B.B.  ..1-11  E.  32nd  st.,  Bklyn. 

- -  Applic.  21251-1924. 

1517-24- A . F.D . 935-937  Courtlandt  ave.,  Bx. 

- - -  L.  C.  26540. 

1516-24-A . F.D .  502  W.  Broadway,  Man. 


-  L.  C.  25432. 

1515-24-A . F.D .  678  E.  133rd  st.,  Bx. 

-  L.  €  25951. 

Restored  to  Calendar. 

429-24- A . F.D . 137  E.  19th  st.,  Man. 

- -  L.  C.  22581. 


CODE. 


F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  January  6,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1351-24-BZ 

APPLICANT — Louis  Sheinart,  for  Bordon’s  Farm  Prod¬ 
ucts  Co.,  Inc.,  owner. 

PREMISES — 322-328  Rutledge  street  and  287-293  Hey¬ 
ward  street,  Brooklyn. 

TO  PERMIT  in  an  unrestricted  district  on  a  street  between 
two  intersecting  streets,  in  which  portion  there  ex¬ 
ists  an  exit  and  entrance  to  a  public  school,  the 
erection  and  maintenance  of  the  storage  of  more 
than  five  (5)  motor  vehicles. 

532-24-BZ. 

APPLICANT — Mrs.  John  O’Brien,  owner. 

PREMISES — 1075  Summitt  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  five  (5)  pleasure  mo¬ 
tor  vehicles,  four  (4)  spaces  rented  to  persons  not 
residing  on  the  premises. 

1389-24-BZ. 

APPLICANT — Euell  &  Euell,  for  Nora  C.  Aitkin,  Lydia 
A.  Aitken  and  Elizabeth  A.  Bull,  owners. 

PREMISES — 1281  Inwood  avenue  and  1290  Cromwell  ave¬ 
nue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1340-24-BZ 

APPLICANT — John  J.  Dunnigan,  for  Walter  S.  Thom¬ 
son,  owner. 

PREMISES — 1297  Jerome  avenue.  The  Bronx. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

1367-23-BZ. 

APPLICANT — John  J.  Dunnigan,  for  B.  R.  Construction 
Go.,  owner. 

PREMISES — 1211-1263  Boynton  avenue.  The  Bronx. 

TO  PERMIT  in  a  “B”  area  district  the  erection  and  main¬ 
tenance  of  a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area. 

849-24-BZ. 

APPLICANT — John  De  Hart,  for  Secured  Properties 
Corp.,  owner. 

PREMISES — 348-358  East  184th  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 
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1111-24-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Irene  N.  Collerd, 
owner. 

PREMISES — Northwest  corner  of  East  189th  street  and 
Washington  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1232-24-BZ. 

APPLICANT — Boris  W.  Dorfman,  for  Louis  Bergstein, 
owner. 

PREMISES — 161-191  Linden  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  January  6,  1925,  at  10  a.  tn. 

Appeals  from  Administrative  Orders. 

1230-24-A — 352  West  26th  street,  Manhattan. 

1233-24-A — West  side  of  Eighth  avenue,  519  ft.  8  in.  north 
of  155th  street,  Manhattan. 

1258-24-A — 307-313  West  79th  street,  Manhattan. 

1291-24-A — 229  East  9th  street,  Manhattan. 

1297-24-A — 1102  Myrtle  avenue,  Brooklyn. 

1306- 24-A— 276-280,  286-288.  294-296.  300,  318-320,  324,  328, 

332,  336,  338-340  Chauncey  street,  Astoria, 
Queens. 

1307- 24-A — 292  Chauncey  street,  Astoria,  Queens. 

630-24-A — 2210  Newkirk  avenue,  Brooklyn. 

744- 24- A — 100  Groton  street,  Forest  Hills,  Queens. 

745- 24-A — 9419  101st  avenue,  Woodhaven,  Queens. 
1062-24-A — 140-144  Wrest  22nd  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning.  January  6.  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters: 

cal.  no.  1170-24-BZ — Application,  September  26,  1924,  under 
the  buildine  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Henry  Becker,  owner,  to  permit 
partly  in  a  business  district  and  partlv 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  :  premises  southwest  corner  of 
Westchester  avenue.  Roberts  and  Mul- 
ford  avenues.  The  Bronx. 

cal.  no.  14-24-BZ — Application.  January  4.  1924.  under  the 
building  zone  resolution,  of  Virginia 
Mav  Mollenhauer,  applicant,  on  behalf 
of  Michael  Kellv,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4) 
spaces  rented  to  persons  not  residing 
on  the  premises:  premises  2172  Aque¬ 
duct  avenue.  The  Bronx. 

cal.  no.  1057-24-BZ— Application.  August  20.  1924.  under 
the  building  zone  resolution,  of  James 
T.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 


partly  in  a  residence  district  and  partly 
in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution ;  premises 
northwest  corner  182nd  street  and 
Folin  street,  The  Bronx. 

cal.  no.  893-24-BZ— Application,  July  3,  1924,  under  the 
building  zone  resolution,  of  Harry 
Katz,  applicant  and  owner,  to  permit 
in  a  business  district  extending  from 
an  unrestricted  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  408-414  15th  street, 
Brooklyn. 

cal.  no.  916-24-BZ— Application,  July  11,  1924,  under  the 
building  zone  resolution,  of  Emil  Guter- 
man,  applicant,  on  behalf  of  Louis 
Vopelak,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga¬ 
rage  for  the  storage  of  five  (5)  pleas¬ 
ure  motor  vehicles,  three  (3)  spaces 
rented  to  persons  not  residing  on  the 
premises;  premises  116-118  Pleasure 
place,  L.  I.  City,  Borough  of  Queens. 

cal.  no.  973-24-BZ— Application,  July  25,  1924,  under  the 
building  zone  resolution,  of  Emil  Guter- 
man,  applicant,  on  behalf  of  Tram 
Realty  Co.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1702  Eleventh  avenue,  south¬ 
west  corner  of  17th  street,  Brooklyn. 

cal.  no.  119-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  New 
York  Telephone  Company,  applicant 
and  owner,  previously  withdrawn,  to 
permit  in  a  residence  district  the  altera¬ 
tion  and  extension  of  an  existing  cen¬ 
tral  telephone  exchange  building;  prem¬ 
ises  2411-2429  Tratman  avenue,  The 
Bronx. 

cal.  no.  263-24-BZ — Application,  February  19,  1924,  under 
the  building  zone  resolution,  of  Philip 
Freshman,  architect,  on  behalf  of  Bob- 
Roy  Holding  Co.,  owner,  to  permit  in 
a  business  district  the  erection  and 
.  maintenance  of  a  garage  for  the  stor¬ 

age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  2140-46  Bergen  street, 
Brooklyn. 

cal.  no.  1083-24-BZ — Application,  August  29,  1924,  under 
the  building  zone  resolution,  of  A. 
Welles  Stump,  applicant,  on  behalf  of 
Regina  Hasenfratz,  owner,  to  permit  in 
a  business  district  the  alteration  and 
extension  of  a  poultry  slaughter  house ; 
premises  728  New  Lots  avenue,  south¬ 
east  corner  of  Warwick  street,  Brook¬ 
lyn. 

cal.  no.  1157-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  Wm. 
H.  Kehoe,  applicant,  Ralph  Market 
Peddlers’  Association,  Inc.,  owner, 
Leonard  Gold,  lessee,  to  permit  in  a 
business  district  the  alteration  and  con¬ 
version  of  occupancy  from  a  market  to 
a  steam  laundry ;  premises  488  Ralph 
avenue,  Brooklyn. 
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cal.  no.  1174-24-BZ — Application,  September  26,  1924,  under 
•  the  building  zone  resolution,  of  John 

W.  Clancy,  applicant,  on  behalf  of 
William  Buckley,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  220  West  179th  street, 
southwest  corner  of  Cedar  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  January  6,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

1132-24-A — 648  Broadway,  Manhattan. 

785-24-A — 6118  Rockaway  Beach  boulevard,  Queens. 

383-24-A — Foot  of  30th  street  and  North  River,  Manhat¬ 
tan. 

1049-24-A — Northwest  corner  of  Newtown  Creek  and  East 
avenue,  Long  Island  City,  Queens. 
1171-24-A — 1240-1249  Fifth  avenue,  Manhattan. 

1029-24-A — Foot  of  West  48th  street  and  North  River, 
Pier  No.  88,  Manhattan. 

1167-24-A — East  side  Zerega  avenue,  between  Chatterton 
and  Blackrock  avenues,  The  Bronx. 

U.nder  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  January  6.  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1045-24-BZ — Application,  August  18.  1924,  under 
the  building  zone  resolution,  of  F.  P. 
Keniston,  applicant,  on  behalf  of  Je¬ 
rome  Hatch  Realty  Corp.,  owner,  to 
permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  101-111  Lin¬ 
den  street,  Brooklyn. 

fAi..  no.  850-24-BZ— Application,  June  25.  1924.  under 

the  building  zone  resolution,  of  Philip 
J.  Sinnott.  applicant,  on  behalf  of 
Harry  Gillman,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles: 
premises  west  side  of  Broadwav.  502 
ft.  north  of  240th  street,  The  Bronx. 
Bronx. 

cal.  no.  1198-24-BZ — Application.  October  6,  1924,  under  the 
building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Es¬ 
thetic  Realty  Corp..  owner,  to  permit 
in  a  business  district  the  erection  of 
the  street  walls  of  a  building  to  a 
height  exceeding  the  limit  required  by 
the  zone  resolution;  premises  187-191 
Joralemon  street.  Brooklyn. 

cal.  no.  1155-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  Edward 
P-  Doyle,  applicant,  on  behalf  of  Mary 
McHenry,  owner,  to  permit  in  a  resi¬ 


dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  1784-1792  Park  place,  Brook¬ 
lyn. 

cal.  no.  1007-24-BZ — Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  R. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
,  erection  and  maintenance  of  a  building 

to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

cal.  no.  1038-24-BZ — Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn. 

cal.  no.  1089-24-BZ — Application,  August  30,  1924,  under 
the  building  zone  resolution,  of  Rich¬ 
ard  J.  Cullinan,  applicant,  on  behalf  of 
Zengendal  Realty  Company,  owner,  to 
perfnit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  529-533  West 
134th  street  and  532  West  135th  street, 
Manhattan. 

cal.  no.  1242-23-BZ — Application,  October  3,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Sam¬ 
uel  Harding,  owner,  previously  denied, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  242-270  East 
98th  street,  Brooklyn. 

cal.  no.  934-24-BZ— Application,  July  15,  1924,  under  the 
building  zone  resolution,  of  Thomas 
W.  Lamb,  architect,  on  behalf  of  Lex¬ 
ington  Avenue  Theatre  and  Realty 
Corp.,  owner,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  ol 
a  theatre,  store  and  office  building; 
premises  1280-1288  Lexington  avenue, 
125-131  East  86th  street  and  124-134 
East  87th  street,  Manhattan. 

cal.  no.  1 125-24-BZ — Application,  September  15,  1924,  under 
the  building  zone  resolution,  of  Eugene 
De  Rosa,  architect,  on  behalf  of  Sol 
Brill,  owner,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a 
building  to  be  used  for  theatre  and 
store  purposes;  premises  130-134  Dyck- 
man  street,  Manhattan. 

cal.  no.  1191-23-BZ — Application,  September  9,  1924,  under 
the  building  zone  resolution,  of  Nathan 
Langer,  architect,  on  behalf  of  Com¬ 
monwealth  Savings  Bank,  owner,  pre¬ 
viously  denied,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
■  .  425-431  West  209th  street,  Manhattan. 
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cal  no  922-24- BZ — Application,  July  11,  1924,  under  the 
building  zone  resolution,  of  McKim, 
Mead  and  White,  applicants,  on  behalf 
of  Savoy  Hotel  Corp.,  owner,  to  per¬ 
mit  in  a  business  two-times  height  dis¬ 
trict  the  erection  of  the  street  walls 
to  a  height  exceeding  the  limit  pre¬ 
scribed  by  the  zone  resolution;  prem¬ 
ises  761-767  Fifth  avenue,  2-14  East 
59th  street  and  1-11  East  58th  street, 
Manhattan. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  January  13,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

595-24-BZ. 

APPLICANT — Thomas  O’Rourke  Gallagher,  for  General 
Construction  Co.,  owner. 

PREMISES— 1169-1173  East  New  York  avenue,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of  a 
building  to  be  used  as  a  poultry  market. 

1371-24-BZ. 

APPLICANT— Edward  P.  Dcyle,  for  Joseph  Spektorsky, 
owner. 

PREMISES— East  side  Fox  street,  98.22  ft.  north  of  165th 
street.  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from 
a  business  district  the  erection  and  maintenance  of 
a  business  building. 

1405-24-BZ. 

APPLICANT — 'George  Fred  Pelham,  for  Castle  Realty  Co., 
owner. 

PREMISES — 442-450  West  31st  street,  Manhattan. 

TO  PERMIT  in  a  V/2  times  height  district  the  erection  of 
the  street  wall  to  a  height  exceeding  the  limit  re¬ 
quired  by  the  building  zone  resolution. 


BOARD  OF  APPEALS. 

Tuesday,  January  13,  1925,  at  10  a.  in. 

Appeals  from  Administrative  Orders. 

1277-24- A — 400  St.  Pauls  avenue,  Stapleton,  S.  I.,  Richmond. 

1315- 24-A — 1043  Fifth  avenue,  Manhattan. 

1316- 24-A — 272  Beaumont  street,  Brooklyn. 

1317- 24-A — 154  West  180th  street,  The  Bronx. 

1131 8-24- A — 290  Beaumont  street,  Brooklyn. 

868-24-A— 101  West  42nd  street  and  737-745  Sixth  avenue, 
Manhattan. 

1199-24- A — 316-318  West  46th  street,  Manhattan. 
1319-24-A — 538  West  150th  street,  Manhattan. 

1321-24-A — 533  Ovington  avenue,  Brooklyn. 

1322-24-A — 1103  Albermarle  road,  Brooklyn. 

931-24-A — 26  Myrtle  avenue,  Brooklyn. 

1370-24-A — 296-322  Vernon  avenue,  L.  I.  City,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  7  ucsday  morning ,  J anuary  13,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

CAL.  NO.  1349-24-BZ — Application,  November  14,  1924,  under 
the  building  zone  resolution,  of  Olcott, 
Olcott  and  Glass,  applicants,  behalf 


of  James  Everard’s  Breweries,  owner, 
to  permit  in  a  business  district  the  alter¬ 
ation  and  extension  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  9-15  East  133rd  street, 
Manhattan. 

cal.  no.  1352-24-BZ — Application,  November  17,  1924,  under 
the  building  zone  resolution,  of  Henry 
I.  Oser,  consulting  engineer,  on  behalf 
of  Millinery  Center  Building  Corp., 
lessee,  to  permit  in  a  business  two- 
times  height  district  the  erection  of 
the  street  wall  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution; 
premises  521-527  Seventh  avenue,  north¬ 
east  corner  of  West  38th  street,  Man¬ 
hattan. 

cal.  no.  968-24-BZ — Application,  July  24,  1924,  under  the 
building  zone  resolution,  of  Otto  Hen- 
schel,  applicant,  on  behalf  of  Michael 
E.  Pellegrino,  Nicholas  Ciago,  Dominick 
Lambiente  and  Antonette  Salomone, 
owners,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
buildings  to  be  used  for  store  purposes 
on  first  story,  residence  use  above; 
premises  1922-1926,  1930-1932  Kings 
highway  and  2110  Ocean  avenue, 
Brooklyn. 

cal.  no.  994-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  Jacob  Lu- 
broth,  architect,  on  behalf  of  Louis 
Hernstat,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house; 
premises  2269-71  59th  street,  Brooklyn. 

cal.  no.  1228-24-BZ — Application,  October  14,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
Ephraim  Johnson  and  Roy  M.  Hart, 
executors  of  Estate  of  Emmeline  C. 
Davies,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
east  side  of  Ogden  avenue,  245  ft.  north 
of  West  165th  street,  The  Bronx. 

cal.  no.  1293-24-BZ — Application,  October  31,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of 
Hyman  Morgenstein,  owner,  to  permit 
in  a  residence  district  the  alteration 
and  conversion  of  occupancy  from 
residence  to  business  purposes  on  the 
first  story ;  premises  967  Aldus  street, 
northwest  corner  of  Hoe  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  January  13,  1925,  at  2  p.  m. 

Petitions  for  Variation 

983-24-S— 6-8  West  20th  street,  Manhattan. 

1308-24-S — 55  Fulton  street,  Manhattan. 

385-24-S— 2268  Second  avenue,  Manhattan. 

1201-24-S — 45-47  West  57th  street,  Manhattan. 

1311-24-S — 108  West  46th  street,  Manhattan. 

1077-24-S — 509-11  East  18th  street,  and  508-20  East  19th 
street,  Manhattan. 
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1301-24-S — 202-204  West  28th  street  and  312  Seventh  ave¬ 
nue,  Manhattan. 

1335-24-S — 56-60  Pearl  street,  Brooklyn. 

1339-24-S — 444  East  13th  street,  Manhattan. 

1342- 24-S — 62-64  Greenpoint  avenue,  Brooklyn. 

1343- 24-S — 12-14  Greene  street,  Manhattan. 

1014-24-S — 141  Cook  street,  Brooklyn. 

1095-24-S — 37-65  Franklin  avenue  and  22-46  Skilman  street, 
Brooklyn. 

1412-24- S — 137  Greene  street,  Manhattan. 

1417-24-S — 161-165  Grand  avenue  and  205-211  Willoughby 
avenue,  Brooklyn. 

Appliances  Submitted  for  Approval. 

1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 

755-24-SA — ‘Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 

1359-24-.SA — Oliver  Oil  Gas  Burner  No.  30- A,  approval  of. 

1361-24-SA— Caloroil  Burner  Type,  A-A,  approval  of. 


BOARD  OF  APPEALS. 

Tuesday,  January  20,  1925,  at  10  a.  tn. 

Appeals  from  Administrative  Orders. 

331-24-A — 508-534  West  212th  street,  Manhattan. 

16-24-A — 1342  Park  avenue,  Manhattan. 

1490-23-A — 406  Second  avenue,  Manhattan. 

1499-23- A — 522  West  159th  street,  Manhattan. 

1323- 24-A — 2539  Davidson  avenue,  The  Bronx. 

1324- 24-A — 222  Beaumont  street,  Brooklyn. 

1328-4- A— 125  Buckingham  road,  Brooklyn. 

1331-24- A— 393  Fourth  avenue,  Brooklyn. 

1347-24-A— 445-451  West  167th  street,  Manhattan. 

588-24-A— 250  Hudson  street,  Manhattan. 

1030-24-A — 126-130  Sixth  avenue,  Manhattan. 

1267-24- A — 2065  Grand  Concourse,  The  Bronx. 

1275-24- A — 64-68  Fulton  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  January  20,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  378-24-BZ — Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 

cal.  no.  675-19-BZ — Application,  June  24,  1924,  under  the 
building  zone  resolution,  of  Szerlip  and 
Szerlip,  applicants,  on  behalf  of  Otto 
Heepe,  owner,  previously  denied,  to  per¬ 


mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage,  space  in  which  is 
rented  to  persons  not  residing  on  the 
premises;  premises  325-327  16th  street, 
Brooklyn. 

cal.  no.  1310-24-BZ — Application,  November  7,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of 
Charles  F.  Kastenhuber,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  northeast  corner  of 
Cauldwell  avenue  and  East  156th  street, 
The  Bronx. 

cal.  no.  1190-24-BZ — Application,  October  2,  1924,  under 
the  building  zone  resolution,  of  Nathan 
D.  Shapiro,  applicant,  on  behalf  of  Lib- 
land  Realty  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  extending  from 
an  unrestricted  district  the  change  of 
occupancy  of  that  portion  within  the 
business  district,  from  office  use  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  352 
Shepherd  avenue,  Brooklyn 

cal.  no.  1270-24-BZ — Application,  October  27,  1924,  under 
the  building  zone  resolution,  of  Jacob 
B.  Lindner,  applicant,  on  behalf  of 
Bertha  J.  Lindner,  owner,  to  permit 
in  an  “E”  area  district  the  erection 
and  maintenance  of  a  private  garage  on 
the  street  line  of  the  lot,  instead  of 
setting  back  ten  (10)  feet  as  required 
by  the  zone  resolution ;  premises  801 
Avenue  P,  Brooklyn. 

cal.  no.  1281-24-BZ — Application,  October  29,  1924,  under 
the  building  zone  resolution,  of  Henry 
Nordheim,  architect,  on  behalf  of 
Peter  Goldenberg,  owner,  to  permit  in 
a  business  district  the  alteration  and 
conversion  of  occupancy  from  a  busi¬ 
ness  use  to  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2637-2645  Webster  avenue, 
The  Bronx. 

cal.  no.  1312-24-BZ — Application,  November  7,  1924,  under 
the  building  zone  resolution,  of  Euell 
&  Euell,  architects,  on  behalf  of 
Ignazio  F.  Cavalluzzo,  owner,  to  per¬ 
mit  in  a  business  district  extending 
from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  1291  Inwood  ave¬ 
nue  and  1300  Cromwell  avenue,  The 
Bronx. 

cal.  no.  422-24-BZ — Application,  March  21,  1924,  under  the 
building  zone  resolution,  of  Chester 
Baffa,  applicant,  on  behalf  of  John 
Weidman  and  Katie  Weidman,  owners, 
to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  stor¬ 
age  of  four  (4)  pleasure  motor  ve¬ 
hicles,  three  (3)  spaces  rented  to  per¬ 
sons  not  residing  on  the  premises; 
premises  10139  118th  street,  Richmond 
Hill,  Borough  of  Queens. 

c.\r.  no.  676-24-BZ — Application,  May  15,  1924,  under  the 
building  zone  resolution,  of  John  C. 
Wandell  Co.,  applicant,  on  behalf  of 
Dahl  Bros.,  owners,  to  permit  in  a 
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residence  “E”  area  district  the  erection 
and  maintenance  of  buildings  nearer 
than  ten  (10)  feet  from  the  line  of  the 
street  contrary  to  section  15  of  the 
building  zone  resolution;  premises  7511- 
15-17-19  and  23  Colonial  road,  north¬ 
east  corner  of  76th  street,  Brooklyn. 
cal.  no.  1344-24-BZ — Application,  November  13,  1924,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  1212 
Fifth  Avenue  Corp.,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  a  gasoline  selling  sta¬ 
tion;  premises  1211-1214  Fifth  avenue, 
southeast  corner  of  102nd  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  January  20,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

432-24-A — 509-517  West  street,  Manhattan. 

1096-24-A — 30  Great  Jones  street,  Manhattan. 

1178- 24-A — 686  Lexington  avenue,  Manhattan. 

1179- 24-A — 417  Fifth  avenue,  Manhattan. 

969-24-A — 126  Franklin  street  and  220-224  West  Broad¬ 
way,  Manhattan. 

832-24-A — 707  Fifth  avenue,  Manhattan. 

1243-24-A — 187  Beach  146th  street,  Neponsit,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  January  20,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matter : 

cal.  no.  992-24-BZ — Application,  August  1,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Vincent  Scuderi,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  southeast  corner  of 
Trimble  place  and  Roosevelt  avenue, 
Woodside,  Queens. 

cal.  no.  996-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Wal¬ 
ton  Whyte  Realty  Corp.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  east  side  of  Jerome 
avenue,  176.66  ft.  north  of  East  Burn¬ 
side  avenue,  The  Bronx. 

cal.  no.  993-24-BZ — Application,  August  1,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  James 
A.  Flanagan  and  Frieda  H.  Heaney, 
owners,  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1714- 
24  Eleventh  avenue,  northeast  corner  of 
18th  street,  Brooklyn. 


CAL.  NO.  81 1-24-BZ— Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Duiinigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

CAL.  no.  8 12-24-BZ— Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  a  business  building  which  was 
erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx. 

CAL.  NO.  942-24-BZ— Application,  July  17,  1924,  under  the 
building  zone  resolution,  of  A.  I. 
Nova,  applicant,  on  behalf  of  John  C. 
Cochran,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  425-427  Coney  Island  avenue, 
Brooklyn. 

cal.  no.  1032-24-BZ — Application,  August  14,  1924,  under 
the  building  zone  resolution,  of  Emil 
Guterman,  applicant,  on  behalf  of  Mat- 
tie  Orlando,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  two 
(2)  garages  for  the  storage  of  four 
(4)  pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises ;  premises  344  Webster 
avenue,  Brooklyn. 

cal.  no.  1204-24-BZ — Application,  October  7,  1924,  under 
the  building  zone  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1716-1728  Fulton 
street,  Brooklyn. 

cal.  no.  1181-24-BZ — Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  James 
Kearney,  applicant,  on  behalf  of  Leo¬ 
pold  Weil  and  Mayer  S.  Ames,  owners, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1813-1815 
Jerome  avenue,  The  Bronx. 

cal.  no.  1 168-24-BZ — Application,  September  26,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Green, 
Matthews,  Taylor  Co.,  owner,  to  per¬ 
mit  in  a  business  district  the  altera¬ 
tion  and  extension  of  a  building  to  be 
used  as  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles  and 
motor  vehicle  repair  shop;  premises 
952-960  Home  street  and  1168-1172 
Southern  boulevard,  The  Bronx. 

cal.  no.  1216-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Marer,  applicant  and  owner,  to  permit 
in  a  residence  district  the  erection  and 
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maintenance  of  a  building  to  be  used 
for  business  purposes ;  prennses  2616- 
20  University  avenue,  The  Bronx. 

CAL.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 


cal.  no.  1271-24-BZ — Application,  October  27,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Wei- 
man-McGinnis  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  2966-72  Jerome  ave¬ 
nue,  The  Bronx. 


cal.  no.  1298-23-BZ— Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  3200  Villa 
avenue,  The  Bronx. 


William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  January  27,  1925,  at  10  a.  m. 


Appeals  from  Administrative  Orders. 


1019-24- A — 640  Broadway,  Manhattan. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

306-24-A — 82-86  Rutgers  slip,  Manhattan. 

1282- 24-A — 231-235  East  55th  street,  Manhattan. 

1283- 24-Ar— 737-41  West  177th  street  and  241-55  Haven 

avenue,  Manhattan. 

1284- 24- A — 320  Wadsworth  avenue,  Manhattan. 

1302-24-A — 117  Beekman  street,  Manhattan. 

1333-24-A — West  side  of  Eleventh  avenue,  from  58th  street 
to  59th  street,  Manhattan. 

1338-24-A— 154-60-64-72  West  32nd  street,  383-99  Seventh 
avenue  and  145-165  West  31st  street,  Man¬ 
hattan. 

1357-24-A — 14  West  40th  street,  Manhattan. 

1309-24-A — 8891  Seventeenth  avenue,  Brooklyn. 

1320-24- A — 32  West  76th  street,  Manhattan. 

1325-24-A — 261  East  Kingsbridge  road,  The  Bronx. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  January  27,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1068-24-BZ — Application,  August  26,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Wi- 


m 
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laura  Holding  Corp.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  1898  Se’dgwick  avenue, 
southeast  corner  of  Burnside  avenue, 
The  Bronx. 


cal.  no.  629-24-BZ — Application,  May  6,  1924,  under  the 
building  zone  resolution,  of  F.  W.  Rinn, 
architect,  on  behalf  of  Matthew  Heine, 
owner,  to  permit  in  a  residence  district 
the  maintenance  of  a  garage  for  the 
storage  of  two  (2)  pleasure  motor  ve¬ 
hicles,  two  (2)  spaces  rented  to  persons 
not  residing  on  the  premises ;  premises 
60  Buchanan  place,  The  Bronx. 

cal.  no.  287-24-BZ— Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  David 
G.  McConnell,  applicant,  on  behalf  of 
Bayie  Realty  Co.,  Inc;,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
524  Jackson  avenue,  The  Bronx. 

cal.  no.  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923 ; 
premises  712-748  Southern  boulevard, 
The  Bronx. 


cal.  no.  354-24-BZ — Application,  March  7,  1924,  under  the 
building  zone  resolution,  of  Thomas  F. 

.  Cosgrove,  applicant,  on  behalf  of  Inter- 
borough  Auto  Repair  and  Supply  Co.. 
owner,  to  permit  in  a  business  district 
the  maintenance  of  a  motor  vehicle  re¬ 
pair  shop;  premises  306-308  Broadway, 
West  New  Brighton,  S.  I.,  Richmond. 


cal  no.  479-24-BZ — Application,  April  3,  1924,  under  the 
building  zone  resolution,  of  Croker  Na¬ 
tional  Fire  Prevention  Engineering  Co., 
applicant,  Gaetano  Calandrillo,  owner, 
Petro  De  Lucca,  lessee,  to  permit  in  a 
business  district  the  maintenance  of  a 
junk  shop;  premises  46  Lewis  street, 
Corona,  Borough  of  Queens. 

cal.  no.  1266-24-BZ — Application,  October  24,  1924,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  Martha  Vanson, 
owner,  Kings  County  Milk  Co.,  lessee, 
to  permit  in  a  business  district  the  con¬ 
version  of  occupancy  of  an  existing 
building  from  a  one  family  and  garage 
for  the  storage  of  five  (5)  motor  vehi¬ 
cles  to  a  milk  distributing  station ; 
premises  5612  18th  avenue,  Brooklyn. 

cal.  no.  1345-24-BZ — Application,  November  13,  1924,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Estate  of 
Frederick  Fischer,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1160-1172  Intervale  avenue, 
southeast  corner  of  East  169th  street, 
The  Bronx. 
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cal.  no.  1346-24-BZ — Application,  November  14,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Louis 
Blumberg,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  Coney  Island  ave¬ 
nue,  150.52  ft.  south  of  Avenue  T, 
Brooklyn. 

cal.  no.  1398-24-BZ — Application,  November  24,  1924,  under 
the  building  zone  resolution,  of  G.  A. 
&  H.  Boehm,  architects,  on  behalf  of 
The  Harriman  Realty  and  Security 
Corp.,  owner,  to  permit  in  a  business 
1TA  times  height  district  the  erection  of 
the  street  wall  to  a  height  exceeding 
the  limit  required  by  the  zone  resolu¬ 
tion;  premises  523-529  Fifth  ave¬ 
nue,  southeast  corner  44th  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 


727-24-A — 36-40  John  street,  Manhattan. 

1476-24-A — 26  Buckingham  road,  Brooklyn. 

1236- 24-A — 9-14  Northern  avenue,  Manhattan. 

1237- 24-A— South  side  of  West  190th  street,  between  Wads¬ 

worth  terrace  and  Wadsworth  avenue,  Ma. 
hattan. 

359-24-A — 59-61  Reade  street,  Manhattan. 

780-20-A — 8802-8808  Jamaica  avenue,  Woodhaven,  Queens. 

352-21-A — Southeast  corner  Fulton  street  and  New  York 
avenue,  Queens. 

355-21 -A — 946-956  Kings  Highway,  southeast  corner  Coney 
Island  avenue,  Brooklyn. 

982-21-A — 2180  Third  avenue,  Manhattan. 

1 187-21-A — 640-644  Lenox  avenue,  59-71  West  142nd  street, 
52-58  West  143rd  street,  northeast  corner 
142nd  street  and  Lenox  avenue,  Manhattan. 
1585-21-A — 2152  Metropolitan  avenue,  Queens. 

39-22-A— 2005-2011  86th  street,  2006-2012  85th  street, 
Brooklyn. 

67-22-A— Block  bounded  by  138th  street  and  139th  street, 
Hamilton  place  and  Broadway,  Manhattan. 
69-22-A — 75  Ogden  avenue,  The  Bronx. 


BOARD  OF  STANDARDS  AND  APPEALS.  103-22-A— 1685-1695  78th  street,  Brooklyn. 


Tuesday,  January  27,  1925,  at  2  p.  m. 

Petitions  for  Variations. 
1251-24-S — 419-21  West  55th  street,  Manhattan. 

1278- 24-S — 106-114  West  38th  street,  Manhattan. 

1279- 24-S — 25-27  West  36th  street,  Manhattan. 

1280- 24-S — 7-9  West  36th  street,  Manhattan. 
1354-24-S — 19-21  East  55th  street,  Manhattan. 
1363-24-S — 164  Mulberry  street,  Manhattan. 
1194-24-S — 40  West  56th  street,  Manhattan. 

982-24-S — 614-618  West  131st  street,  Manhattan. 
598-24-S — 168  21st  street,  Brooklyn. 


Under  the  Building  Zone  Resolution. 

cal.  no.  1092-24-BZ— Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  331  East  184th  street,  north¬ 
east  corner  of  Tiebout  avenue,  The 
Bronx. 


BOARD  OF  APPEALS. 

Tuesday,  February  3,  1925,  at  10  a.  in. 
Appeals  from  Administrative  Orders. 

1326- 24-A — 254  West  75th  street,  Manhattan. 

1327- 24-A — 410  East  50th  street,  Manhattan. 
1355-24-A — 280  East  133rd  street,  The  Bronx. 
1364-24-A — 164  Mulberry  street,  Manhattan. 

1385- 24-A — 150  West  180th  street,  The  Bronx. 

1386- 24-A — 800  Richmond  turnpike,  S.  I.,  Richmond. 

1387- 24-A — 212  Howard  avenue,  S.  I.,  Richmond. 

1388- 24-A — 310  Chauncey  street,  Astoria,  Queens. 
429-24-A — 137  East  19th  street,  Manhattan. 

1408-24-A — 20  East  128th  street,  Manhattan. 

1411-24-A — 307  Snediker  avenue,  Brooklyn. 


cal.  no.  1180-24-BZ— Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Two  Hundred  and  Fifty-seven 
Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  \l/2  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution; 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street, 
Manhattan. 

cal.  no.  1223-24-BZ — Application,  October  14,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
Henry  Grenhar-t,  owner,  to  permit  in  a 
residence  district  the  alteration  and 
conversion  of  occupancy  from  a  motor 
vehicle  repair  shop  to  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  166-168  East  92nd 
street,  Manhattan. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 
Tuesday,  February  3,  1925,  at  2  p.  in. 

Appeals  from  Administrative  Orders. 
589-24-A — 43-45  Wooster  street,  Manhattan. 
634-24-A — 9120  89th  street,  Woodhaven,  Queens. 


cal.  no.  1156-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  982  Morris  avenue, 
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northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  1215-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Hollis 
Operating  Co.,  Inc.,  applicant  and 
owner,  to  permit  in  a  residence  dis¬ 
trict  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  building  to  be  used  for  stores,  of¬ 
fices  and  theatre  purposes ;  premises 
south  side  of  Jamaica  avenue,  60  ft. 
east  of  191st  street,  Hollis,  Borough 
of  Queens. 

cal.  no.  1230-23-BZ — Application,  October  30,  1924,  under 
the  building  zone  resolution,  of  James 
Ruburg,  applicant,  on  behalf  of  Marie 
Ruburg,  owner,  to  permit  in  a  resi¬ 
dence  district  the  installation  and  main¬ 
tenance  of  a  gasoline  selling  station ; 
premises  1-3  160th  street,  Flushing,  Bor¬ 
ough  of  Queens. 

cal.  no.  31-24-BZ — Application,  January  9,  1924,  under  the 
building  zone  resolution,  of  F.  W. 
Rinn,  architect,  on  behalf  of  Samuel 
Brenner,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a 
garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises ;  premises  2251  Grand 
avenue,  northwest  corner  of  Buchanan 
place,  The  Bronx. 

cal.  no.  887-24-BZ — Application,  July  2,  1924,  under  the 
building  zone  resolution,  of  Ferdinand 
Savignano,  architect,  on  behalf  of 
Olympia  Gentile,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  one  (D 
pleasure  and  four  (4)  commercial  mo¬ 
tor  vehicles;  premises  8715  Sixteenth 
avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  February  10,  1925,  at  10  o.  tn. 

Appeal  from  Administrative  Order 
1209-24-A — 2  Rector  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  10,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters: 

cal.  no.  1164-24-BZ — Application,  September  25,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle  and  Henry  G.  Opdycke, 
applicants,  on  behalf  of  B.  &  L.  Hold¬ 
ing  Co.,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
830-836  West  177th  street  and  831- 
835  West  176th  street,  Manhattan. 
cal.  no.  1160-24-BZ — Application,  September  23,  1924,  under 
the  building  zone  resolution,  of  James 
Kearney,  applicant,  on  behalf  of  Samuel 
Weissman,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  550-558  Warwick  street. 
Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  February  10,  1925,  at  2  p.  tn. 

Petitions  for  Variations. 

1299-24-S — 159-161  Varick  street  and  49-53  Van  Dam  street, 
Manhattan. 

1348-24-S — 222-224  West  37th  street,  Manhattan. 

1356-24-S — 14  West  40th  street,  Manhattan. 

1383-24-S — 1792  Washington  avenue,  The  Bronx. 


MINUTES 

BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  DECEMBER  30,  1924.  . 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  December  23,  1924, 
and  the  minutes  of  the  special  meeting  of  the  board  of 
appeals,  held  on  Tuesday  afternoon,  December  23,  1924, 
were  approved  as  printed  in  the  Bulletin,  No.  53,  Vol. 
IX. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
1236-24-A. 

APPELLANT — Harry  A.  Lanzner,  for  Ilbhal  Realty 
Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 2-14  Northern  avenue,  Man¬ 
hattan. 


APPEARANCES— 

For  Appellant:  W.  A.  Smith  and  Harry  A. 
Lanzner. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  2  p.  m.,  on  request  of  appellant’s  representa¬ 
tive. 


1237-24-A. 

APPELLANT — Harry  A.  Lanzner,  for  B.  L.  &  W. 
Construction  Co.,  owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — South  side  190th  street,  be¬ 
tween  Wadsworth  terrace  and  Wadsworth  ave¬ 
nue,  Manhattan. 

APPEARANCES— 

For  Appellant:  W.  A.  Smith  and  Harry  A. 
Lanzner. 

ACTION  OF  BOARD— Laid  over  to  February  3,  1925, 
at  2  p.  m.,  on  request  of  appellant’s  representa¬ 
tives. 
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359-24-A. 

APPELLANT — The  Reich  Ash  Corp.,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 59-61  Reade  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Lynch,  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  2  p.  m.,  on  written  request. 


589-24-A. 

APPELLANT — Corona  Chemical  Co.,  Inc.,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 43-45  Wooster  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Samuel  Seid  and  A.  Rosenzweid. 
For  Administration:  Inspector  Lynch,  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  2  p.  m.,  for  final  disposition  on  request  of 
appellant’s  representatives. 


634-24-A. 

APPELLANT — Emile  Bauer,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 9120  89th  street,  Wood- 
haven,  Queens. 

APPEARANCES— 

For  Administration:  Inspector  Lynch,  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  2  p.  in.;  no  appearances  for  appellant. 


727-24-A. 

APPELLANT — Frank  Klein,  lessee. 

SUBJECT— -Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 36-40  John  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Frank  Klein. 

ACTION  OF  BOARD— Laid  over  to  February  3,  1925, 
at  2  p.  m.,  on  request  of  appellant. 


1209-24-A. 

APPELLANT — Brown,  Wheelock,  Harris  Vought  & 
Company,  Inc.,  for  Two  Rector  Street  Corpo¬ 
ration,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 2  Rector  street,  Manhattan. 

APPEARANCES— 

For  Appellant:  Joseph  L.  Hernon. 

For  Administration:  Inspector  Lynch,  of  fire 
department. 

ACTION  OF  BOARD— Laid  over  to  February  10,  1925,  * 
at  10  a.  m.,  to  submit  a  substitute. 


1476-24- A. 

APPELLANT — Albert  E.  Kleinert,  superintendent  ot 
buildings,  Brooklyn. 

SUBJECT — Revocation  of  certificate  of  occupancy  No. 

2285. 

!  PREMISES  AFFECTED  —  26  Buckingham  road, 

Brooklyn. 

APPEARANCES— 

In  Opposition:  George  Rosling. 

Other  Appearances:  Thomas  Fleming  Walsh. 
For  Administration  and  Appellant:  Inspector  J. 
P.  Smithers,  of  bureau  of  buildings. 

ACTION  OF  BOARD — Laid  over  to  February  3.  1925, 
at  2  p.  m.,  on  request  of  an  adjacent  property 
owner. 

— 

1368-24-A. 

APPELLANT — Brensam  Realty  Corp.,  for  Earth  Pro¬ 
ductions  Co.,  Inc.,  lessee. 


SUBJECT — 'Appeal  from  order  of  fire  commissioner. 
PREMISES  AbbECTED — 254  West  42nd  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to 
withdraw — appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative .  o 

Absent:  Fire  Chief  Kenlon  .  l 


429-24-A. 

APPELLANT — Katherine  Van  A.  Palmer,  lessee. 

SUBJECT — Applicaion  for  reopening  re:  appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED — 137  E.  19th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  David  F.  Reilly. 

ACTION  OF  BOARD — Appeal  reopened  and  set  for 
hearing  February  3,  1925,  at  10  a.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative .  o 

Absent:  Fire  Chief  Kenlon  .  l 


1222-24-A. 

APPELLANT — Samuel  Cohen,  for  Irene  K.  Wise, 
owner. 

SUBJECT — 'Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 23  West  56th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Alexander  Mc- 
Phee,  of  bureau  of  buildings. 

ACTION  OF  BOARD — Appeal  dismissed  for  lack  of 
prosecution. 

THE  VOTE  Tp  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 


and  Fire  Chief  Kenlon  . .7 

Negative .  o 

Absent .  o 

THE  RESOLUTION: 


(1222-24-A) 

Whereas,  Samuel  Cohen,  for  Irene  K.  Wise,  owner, 
filed,  October  14,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  superintendent  of  buildings, 
affecting  premises  23  West  56th  street,  Manhattan;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
Exit  Order  No.  162-1924,  dated  July  30,  1924,  reads: 

“You  are  hereby  directed  to  enclose  interior  stairway 
at  west  side  of  building  in  partitions  of  fire  resisting 
materials.  Partitions  to  be  fire  stopped  between  floor 
beams.  Also  provide  self-closing  fireproof  doors  at  all 
openings  in  stair  enclosure  with  kalamein  trim.  Also 
make  all  fixed  sash  in  stair  enclosure  metal  or  kala- 
ineined  frames  and  wire  glass.”; 

and 

Whereas,  the  building  is  fireproof,  five  stories  and  cel¬ 
lar  in  height,  25  ft.  by  75  ft.  in  area.  OCCUPIED:  1st 
story,  factory,  12  persons ;  2nd  story,  showrooms  and  stock 
rooms,  5  persons ;  upper  stories,  dwellings ;  and 

Whereas,  appellant  contends  that  the  building  was  al¬ 
tered  in  1921  for  the  existing  occupancy  and  the  plans  ap¬ 
proved  by  the  building  department;  and  further  contends 
that  the  existing  means  of  exit  are  adequate;  and 
Whereas,  no  one  appeared  when  this  case  was  called. 
Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed  for- 
lack  of  prosecution. 
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1285-24-A. 

APPELLANT — Life  Extension  Institute,  Inc.,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 25  West  43rd  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD— Appeal  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative .  0 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(1285-24-A) 

Whereas,  Life  Extension  Institute,  Inc.,  for  Shelton 

Holding  Corp.,  owner,  filed,  October  30,  1924,  an  appeal, 

with  the  board  of  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  25  West  43rd  street,  Manhat¬ 
tan;  and 

Whereas,  applicant  has  failed  to  complete  the  papers,  al¬ 
though  duly  notified  so  to  do. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


1193-24-A. 

APPELLANT — Freitag  &  Sons,  Inc.,  lessees. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 398-400  Concord  avenue, 
The  Bronx. 


APPEARANCES— 

For  Appellant:  G.  O.  Waeterling. 

For  Administration:  Inspector  Lynch,  of  fire 
department. 

ACTION — OF  BOARD — Appeal  denied. 


THE  VOTE  TO  GRANT— 

Affirmative:  . 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and 

Holland . . 

Absent:  Fire  Chief  Kenlon  . 


0 

G 

1 


THE  RESOLUTION: 

.  (1193-24-A) 

Whereas,  Freitag  &  Sons,  Inc.,  lessees,  filed,  October 
2,  1924,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  398-400  Con¬ 
cord  avenue,  The  Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  25161- 
LC,  dated  August  15,  1924,  reads : 

“3.  All  vertical  openings  between  floors  including 
stairways  and  dumbwaiter  must  be  enclosed,  or  otherwise 
protected  as  specified  in  articles  8  and  18  of  chapter  5 
of  the  Code  of  Ordinances.” ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  48  ft.  by  96  ft.  in  area.  OCCUPIED :  1st  story, 
shipping  room  and  manufacture  of  ivory  buttons;  2nd  story, 
offices  and  manufacture  of  celluloid  articles;  and 

Whereas,  appellant  contends  that  the  building  is  sprin- 
klered  and  that  the  4  ft.  by  4  ft.  dumbwaiter  opening  and 
also  the  stairways  are  enclosed  in  wooden  partitions  and 
that  there  is  a  sprinkler  head  in  each  enclosure. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


1202-24-A. 

APPELLANT — Samuel  Cohen,  for  Beth  David  Hos¬ 
pital,  owner. 

PREMISES  AFFECTED— 1822-1828  Lexington  avenue, 
Manhattan. 


APPEARANCES— 

For  Appellant:  Max  Siegel  and  Dr.  Simon  Tan- 
nenbaum. 

For  Administration:  Inspector  Lynch,  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 


and  Fire  Chief  Kenlon .  7 

Negative .  0 

Absent .  0 


THE  RESOLUTION: 

(1202-24-A) 

Whereas,  Samuel  Cohen,  for  Beth  David  Hospital,  owner, 
filed,  October  7,  1924,  an  appeal,  with  the  board  of  appeals, 
from  an  order  of  the  fire  commissioner,  affecting  premises 
1822-28  Lexington  avenue,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  25480- 
LC,  dated  September  10,  1924,  reads : 

”1 — Provide  a  fireproof  vault,  located  outside  of  the 
building,  in  which  to  keep  all  inflammable  X-Ray  film. 
Said  vault  to  be  constructed,  located,  ventilated  and 
protected  in  accordance  with  plans  to  be  submitted  to 
and  approved  by  the  Fire  Department.” ; 
and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  20  ft.  by  50  ft.  in  area.  OCCUPIED :  1st  story, 
hospital  ward  and  X-ray  laboratory,  30  persons ;  upper 
stories,  hospital  wards,  8  persons  on  each  story;  and 

Whereas,  appellant  contends  that  the  maximum  quantity 
of  material  kept  on  the  premises  is  about  300  X-ray  films, 
each  14  in.  by  19  in.  in  dimensions,  stored  in  an  approved 
metal  cabinet  located  in  the  X-ray  laboratory. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  conditon  that  not  more  than  300  X-ray  single 
sheet  films  shall  be  maintained  on  premises,  stored  in  a  metal 
film  storage  cabinet;  that  said  cabinet  shall  be  located  at 
the  extreme  rear  on  fireproof  roof  over  laundry  of  one-story 
extension. 


1205-24-A. 

APPELLANT — Croker  National  hire  Prevention  Engi¬ 
neering  Co.,  for  Brooklyn  Labor  Lyceum  Asso¬ 
ciation,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 949-959  Willoughby  avenue, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 


and  Fire  Chief  Kenlon  .  7 

Negative .  0 

Absent .  0 


THE  RESOLUTION: 

(1205-24-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  Brooklyn  Labor  Lyceum  Association,  owner, 
filed,  October  7,  1924,  an  appeal,  with  the  board  of  appeals, 
from  an  order  of  the  fire  commissioner,  affecting  premises 
949-959  Willoughby  avenue,  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  July 
2,  1924,  reads : 
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“Order  No.  57563-F : 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch  extending  from  cellar  to  roof  *  * 

and 

Whereas,  the  building  is  fireproof,  three  stories  in  height, 
63  ft.  6  in.  by  207  ft.  in  area,  separated  into  two  sections 
by  a  brick  fire  wall  with  horizontal  openings  in  each  story 
(the  area  of  the  larger  section  being  7,000  sq.  ft.)  ;  there  is 
also  a  one-story  building  50  ft.  by  50  ft.  in  area  to  the  east; 
OCCUPIED  as  a  place  of  public  assembly;  and 

Whereas,  appellant  contends  that  the  building  is  pro¬ 
vided  with  ample  exits ;  that  there  is  a  fire  alarm  with  two 
stations  on  the  1st  story;  that  there  are  two  watchmen 
on  the  premises  at  all  times,  and  proposes  to  provide  fire 
doors  at  the  openings  in  the  dividing  wall. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and  it 
hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  a  standpipe  equipped  with  100  ft. 
of  hose  at  each  outlet  shall  be  installed  in  the  stairhall  at 
the  Willoughby  avenue  front,  connected  to  street  main  with 
Siamese  connection  at  front  of  building. 


1211-24-A. 

APPELLANT — Graff  Engineering  Corp.,  for  Standard 
Varnish  Works,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 2589  Richmond  terrace, 
Port  Richmond,  Richmond. 

APPEARANCES— 

For  Appellant:  W.  M.  Graff. 

For  Administration:  Inspector  Carroll,  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 


and  Fire  Chief  Kenlon  .  7 

Negative .  0 

Absent .  0 

THE  RESOLUTION: 

(1211-24-A) 


Whereas,  Graff  Engineering  Corp.,  for  Standard  Varnish 
Works,  owner,  filed,  October  10,  1924,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  2539  Richmond  terrace,  Richmond ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  1658-24,  dated  October  7,  1924,  reads : 

“1.  Storage  tanks  must  be  buried  underground  be¬ 
low  the  level  of  any  piping  to  which  they  may  be  con¬ 
nected.”  ; 
and 

Whereas,  the  building  is  non-fireproof,  one  story  in  height, 
50  ft.  by  61  ft.  in  area;  OCCUPIED  as  a  varnish  cook 
room;  and 

Whereas,  appellant  contends  experiments  are  being  made 
on  the  premises  relative  to  comparative  tests  of  oil  burning 
and  coke  burning  fires;  that  a  1,000-gallon  fuel  oil  tank  (6  ft. 
by  3  ft.  by  8  ft.  in  area),  located  above  ground,  is  being 
used,  and  requests  a  60-day  permit  in  order  to  complete 
tests. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  for  a  temporary  permit  for  a  period  not  exceed¬ 
ing  ninety  (90)  days  on  condition  that  capacity  of  steel  tank 
shall  be  limited  to  1,000  gallons,  located  in  open  yard  of 
premises. 


PREMISES  AFFECTED — 1920  Fowler  avenue,  The 
Bronx. 

APPEARANCES— 


For  Appellant:  Oliver  J.  Hall. 

For  Administration:  Inspector  Lynch,  of  fire 
department. 


ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  7 

Negative .  0 

Absent .  0 


THE  RESOLUTION: 


(1220-24-A) 

Whereas,  Oliver  J.  Hall,  owner,  filed,  October  11,  1924, 
an  appeal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  1920  Fowler  avenue, 
The  Bronx;  and 

Whereas,  the  order  of  the  fire  commisisoner,  No.  25597- 
LC,  dated  September  17,  1924,  reads : 

1  Encase  the  inside  storage  tank  with  four  inch 
terra  cotta,  or  eight  inches  of  approved  masonry,  as  per 
Rule  19,  Sec.  1-A  of  the  Fuel  Oil  Rules. 

2  Place  fuel  oil  storage  tank  or  tanks  in  perma¬ 
nent  position  and  make  hydrostatic  test  in  the  presence 
of  an  inspector  from  the  Fire  Department,  as  per  Rule 
7,  Sec.  l-a  of  the  Fuel  Oil  Rules. 

1<  Provide  an  automatic  by-pass  valve  between  each 
fuel  oil  pump  and  first  discharge  line,  said  by-pass  valve 
to  be  designed  so  as  to  prevent  complete  closing  by 
action  of  the  setting  mechanism,  as  per  Rule  8,  Sec.  4-b 
of  the  Fuel  Oil  Rules. 

“18 — Provide  fuel  oil  burner  or  burners  of  a  type 
approved  by  the  Board  of  Standards  &  Appeals,  as  per 
Rule  12  of  the  Fuel  Oil  Rules. 

23  Remove  all  fuel  oil  from  the  premises  until  a 
permit  has  been  issued  by  the  Fire  Commissioner,  as  per 
Rule  16  of  the  Fuel  Oil  Rules. 

“24 — File  plans  showing  the  complete  installation  of 
the  fuel  oil  burning  equipment,  as  per  Rule  16  of  the  Fuel 
Oil  Rules. 

“25.  Submit  a  Certificate  from  the  Supt.  of  Bldgs., 
approving  the  proposed  construction  of  the  tank  enclo¬ 
sure  and  location  of  the  tanks,  as  per  Rule  16  of  the  Fuel 
Oil  Rules.”; 

and 

Whereas,  the  building  is  frame,  2l/2  stories  in  height,  21 
ft.  by  44  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  55-gallon  tank,  piping  and  a  Powerlight  Oil 
Heat  Burner ;  and 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  1,  on  condition  that  the  single  55-gallon 
tank  maintained  for  interior  storage  shall  not  be  increased 
in  capacity,  and  shall  be  installed  in  accordance  with  fuel 
oil  rules  for  auxiliary  tanks;  as  to  Item  2,  on  condition 
that  the  tank  shall  be  securely  and  rigidly  braced  to  wall  of 
structure  and  that  certificate  of  factory  test  shall  be  filed; 
as  to  Items  1  1,  23  and  25,  on  condition  that  modifications 
as  to  Item  1  shall  be  complied  with ;  as  to  Item  18,  granted 
for  a  temporary  period  of  ninety  (90)  days  at  owner’s  own 
risk,  pending  determination  of  the  board  of  standards  and 
appeals  on  petition  for  approval  of  Powerlight  burner;  and 
that  the  appeal  as  to  Item  24  be  and  it  hereby  is  denied. 


1220-24-A 

APPELLANT — Oliver  J.  Hall,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 


1234-24-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Morning  Telegraph  Co.,  lessee. 
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SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 814-826  8th  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  . 

Negative . . . 

Absent . 


7 

0 

0 


THE  RESOLUTION: 

(1234-24- A) 

Whereas,  Croker  Natl.  Fire  Prev.  Eng.  Co.,  for  Morning 
Telegraph  Co.,  lessee,  filed,  October  16,  1924,  an  appeal, 
with  the  board  of  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  814-826  Eighth  avenue,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  63751-F, 
dated  August  14,  1924,  reads : 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2 J4  inch  regulation  Fire 
Department  outlets  on  each  story  (including  basements, 
cellars,  and  roofs),  placed  within  main  stairway  enclo¬ 
sure.”  ; 
and 

Whereas,  the  building  is  non-fireproof,  four  stories  (58 
ft.  4  in.)  in  height,  divided  by  fire  walls;  on  the  3rd  and 
4th  stories,  into  two  sections,  the  maximum  partial  area 
being  less  than  10,000  sq.  ft.  and  combined  area  less  than 
15,000  sq.  ft. ;  on  the  2nd  story,  into  three  sections  with 
openings  therein,  the  opening  in  the  northerly  wall  being 
protected  with  double  fire  doors,  the  partial  area  less  than 
10,000  sq.  ft.  and  the  total  area  less  than  15,000  sq.  ft. ; 
on  the  1st  story  the  premises  are  divided  into  three  sections, 
with  fire  doors  at  openings,  the  partial  areas  less  than  10,000 
sq.  ft.,  but  the  total  area  being  approximately  16,000  ft. 
ft.,  the  two  southerly  sections  being  sprinklered;  the  build¬ 
ing  being  OCCUPIED,  1st  story,  printing  newspaper,  15 
persons,  stores,  15  persons ;  2nd  story,  office  and  editorial 
room,  15  persons ;  3rd  story,  north  loft,  composing  rooms, 
38  persons;  center  loft,  vacant  at  present;  south  loft,  toilet 
preparations,  12  persons;  4th  story,  north  loft,  storage  of 
records,  2  persons;  center  loft,  vacant  at  present;  south  loft, 
mfr.  box  couches,  12  persons. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  two  rear  sections  of  building 
shall  be  equipped  with  an  approved  sprinkler  system  through¬ 
out;  that  the  50th  street  front,  for  a  depth  of  43  ft.,  shall 
be  separated  by  unpierced  walls  on  two  upper  stories ; 
that  the  stair  enclosure  in  the  centre  section  on  the  2nd 
floor  shall  be  fire  retarded  in  accordance  with  the  rules 
of  the  board  of  standards  and  appeals  for  fire  retarding 
material;  that  the  opening  between  the  two  front  sections 
of  building  on  1st  story  shall  be  equipped  with  approved 
fire  doors ;  and  granted  only  so  long  as  conditions  as  to 
occupancy  and  use  otherwise  remain  unchanged. 


1424-24-A. 

APPELLANT — R.  E.  Hawley,  representing  Department 
of  Plant  and  Structures,  for  City  of  New  York, 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED — 1-23  East  139th  street,  Man¬ 
hattan. 


APPEARANCES— 


For  Appellant:  F.  B.  McDuffee. 

For  Administration:  Inspector  Carroll,  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  . 

Negative . 

Absent . 


7 

0 

0 


THE  RESOLUTION: 


(1424-24-A) 

Whereas,  R.  E.  Hawley,  representing  the  Department  of 
Plant  &  Structures,  for  the  City  of  New  York,  owner,  filed, 
December  3,  1924,  an  appeal,  with  the  board  of  appeals, 
from  a  decision  of  the  fire  commissioner,  affecting  premises 
1-23  East  139th  street,  Manhattan;  and 
Whereas,  the  decision  of  the  fire  commissioner,  N.  B.  App. 
No.  1414-24,  dated  November  10,  1924,  reads: 

“18.  A  3500  gallon  tank  must  be  provided  on  roof 
with  a  65  gallons  per  minute  pump  in  cellar  for  fill¬ 
ing  same. 

“20.  Boiler  room  and  furnaee  room  must  be  com¬ 
pletely  isolated  from  garage  by  fireproof  walls  and  ceil¬ 
ings,  with  no  openings  in  same  other  than  those  into 
the  outer  air.” ; 

and 

Whereas,  the  building  is  fireproof,  two  stories  in  height, 
229.79  ft.  by  199.83  ft.  in  area;  OCCUPIED  as  a  housing 
station  and  destructor  plant ;  and 

Whereas,  appellant  contends  that  the  structure  is  essen¬ 
tially  composed  of  two  buildings  separated  by  a  12  in.  re¬ 
inforced  concrete  wall ;  that  the  west  building  is  the  hous¬ 
ing  station  and  the  east  building  is  the  destructor  plant ; 
that  the  boiler  and  furnace  room  is  isolated  from  the  de¬ 
structor  plant ;  that  although  trucks  drive  on  to  the  tipping 
floor  to  unload  garbage,  the  destructor  plant  should  not  be 
considered  a  garage ;  that  the  only  connection  between  the 
destructor  plant  and  the  housing  station  is  through  the 
enclosed  ramp  32  ft.  wide  which  leads  directly  to  street; 
that  the  entrance  from  the  ramp  to  2nd  floor  of  the  housing 
staiton  is  protected  with  a  fire  door ;  and  that  the  2nd  floors 
of  the  buildings  are  at  different  levels ;  and 

Whereas,  appellant  further  contends  that  the  roof  trusses 
are  not  designed  to  carry  the  tank  load,  and  requests  to 
be  permitted  to  omit  tank,  the  street  pressure  being  46 
pounds,  the  main  in  140th  street  is  12  in.  in  diameter,  fed 
one  way,  the  main  in  Fifth  avenue  is  12  in.  in  diameter, 
fed  two  ways. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  18,  on  condition  that  standpipe  sys¬ 
tem  with  street  main  connection  shall  be  provided ;  and 
as  to  Item  20,  on  condition  that  not  more  than  one  opening, 
protected  with  self-closing  fireproof  door,  shall  be  provided. 


586-24-A. 

APPELLANT — James  P.  Whiskeman,  for  Estate  of 
John  J.  Murphy,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 7  Dutch  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  James  P.  Whiskeman. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Wialsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 
Chief  Kenlon  .  6 
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Negative .  0 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 


(586-24-A) 

Whereas,  James  P.  Whiskeman,  for  Estate  of  John  J. 
Murphy,  Inc.,  owner,  filed,  April  25,  1924,  an  appeal,  with 
tire  board  of  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  7  Dutch  street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  53102- 
F,  dated  December  29,  1923,  reads : 

“1.  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  1st  story  which  are 
distant  in  a  direct  line  less  than  30  ft.  from  any  open¬ 
ing  in  any  other  building  and  not  in  the  same  plane 
with  said  openings  and  which  are  not  more  than  50  ft. 
above  a  neighboring  roof  at  the  north  and  west  sides 
of  building,  or  other  approved  protection,  as  per  Sec¬ 
tion  375,  Art.  18,  Ch.  5  of  the  Code  of  Ordinances.”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  24  ft.  3  in.  by  101  ft.  7  in.  in  area  at  the  1st  story 
and  24  ft.  3  in.  by  89  ft.  8  in.  in  area  above.  OCCUPIED : 
1st  story,  restaurant;  2nd  story,  printing,  7  persons;  3rd 
story,  stationery  store,  6  persons ;  4th  and  5th  stories,  va¬ 
cant  at  present ;  and 

Whereas,  there  is  one  opening  on  each  story  above  the 
1st  story  within  50  ft.  of  the  roof  of  a  one-storv  extension 
of  a  building  to  the  north  and  four  openings  on  each  story 
above  the  1st  story  within  50  ft.  of  the  roof  of  the  one- 
story  extension  of  a  neighboring  building  to  the  west;  and 

Whereas,  appellant  contends  that  the  windows  in  the 
north  wall  of  the  building  are  protected  by  fire  shutters  and 
the  openings  in  the  2nd  story  of  the  westerly  wall  are  pro¬ 
tected  by  fire  shutters. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  opening  in  southerly  gable 
wall  on  5th  story  shall  be  built  up  solid  with  approved  ma¬ 
sonry  ;  and  granted  only  so  long  as  conditions  otherwise 
remain  substantially  unchanged. 


1137-24- A. 

APPELLANT — Cinderella  Dancing  Palace,  Inc.,  for  S. 

&  A.  J.  Cooper  Realty  Corp.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1600  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  Harold  R.  Zeamans. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 


and  Fire  Chief  Kenlon  .  7 

Negative .  0 

Absent .  0 

THE  RESOLUTION: 

(1137-24-A) 


Whereas,  Cinderella  Dancing  Palace,  Inc.,  for  S.  &  A. 
J.  Cooper  Realty  Corp.,  owner,  filed,  September  16,  1924,  an 
appeal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  1600  Broadway,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  July 
23,  1924,  reads: 

“Order  No.  57759-LF: 

“Arrange  silk  draperies  on  ceiling  so  as  not  to  ob¬ 
struct  the  sprinkler  system  in  premises  1600  Broadway, 
2nd  story.” ; 

and 


Whereas,  the  building  is  fireproof,  ten  stories  in  height, 
113  ft.  by  121  ft.  in  area.  OCCUPIED:  Basement,  res¬ 
taurant;  1st  story,  stores;  2nd  story  by  appellant  as  a  dance 
hall;  upper  stories,  offices  and  motion  picture  film  exchanges; 
and 

Whereas,  appellant  contends  that  the  nature  of  the  goods 
used  in  the  draperies  is  so  flimsy  and  thin  that  they  would 
offer  no  obstruction  to  the  functioning  of  the  sprinkler 
system. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  ,  is  modified,  gnd  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  an  approved  sprinkler  system 
shall  be  maintained  on  these  premises;  and  granted  so  long  as 
present  conditions  as  to  use,  occupancy  and  existing  exit 
facilities  remain  substantially  unchanged. 


BUILDING  ZONE  CASES. 

1180-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Two  Hundred  and 

cttd  Tr/Tn  t^ASCVf-n  Madison  Avenue,  Inc.,  owner. 

bUiiJFCI  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  V/2  times 
height  district  the  erection  and  maintenance  of 
a  business  building  and  to  erect  the  street  walls 
to  a  height  exceeding  the  limit  required  by  the 
zone  resolution. 

PREMISES  AFFECTED— 257-261  Madison  Avenue 
Manhattan. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Edmond  L.  Baylies  and  B.  L. 
Peek 

ACTION  OF  BOARD1 — Laid  over  to  February  3,  1925, 
at  2  p.  m.,  on  request  of  applicant. 


1223-24-BZ. 

APPLICANT— Samuel  Rosenblum,  for  Henry  Grenhart 

owner. 


npynunon  (.re:  decision  ot  superintended 
of  buildings)  to  permit  in  a  residence  distric 
the  alteration  and  conversion  of  occupancy  fron 
a  motor  vehicle  repair  shop  to  a  garage  fo 
the  storage  of  more  than  five  (5)  motor  vehi 

cles. 

PREMISES  AFFECTED — 166-168  East  92nd  street 
Manhattan. 

APPEARANCES— 

For  Applicant:  Samuel  Rosenblum. 

Uor  Opposition:  Solomon  Cohen,  Pincus  Cohen 

*  ^  Moses  Swendara  and  Ambrose  McCall. 

ACTION  OF  BOARD1 — Laid  over  to  February  3,  1925 
at.2  p.  m.,  for  final  disposition,  subject  to  ob 
taming  consents  to  show  attitude  of  the  neigh 
borhood  in  connection  with  the  application." 


llOb-24-lSZ,. 


APPLICANT — John  J.  Dunnigan,  for  Cosmo  Sapo 
naro,  owner. 

SUBJECT  Application  (re:  decision  of  superintended 
of  buildings)  to  permit  partly  in  a  resident 
distnct  and  partly  in  a  business  district  th< 
erection  and  maintenance  of  a  garage  for  th< 
storage  of  more  than  five  (5)  motor  vehicles 

PREMISES  AFFECTED — 982  Morris  avenue,  Th< 
Bronx. 

APPEARANCES— 

For  Applicant:  Walter  Dunnigan. 

For  Opposition:  M.  S.  Yochelson  and  Dr.  Johr 
J.  Sinnott. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925 
at  2  p.  m.,  on  request  of  applicant’s  representa 

tive. 
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1160-24-BZ. 

APPLICANT — James  Kearney,  for  Samuel  Weissman, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehi- 

clcs. 

PREMISES  AFFECTED— 550-558  Warwick  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  James  Kearney. 

For  Opposition:  Samuel  Seid. 

ACTION  OF  BOARD— Laid  over  to  February  10,  1925, 
at  10  a.  m.,  on  request  of  applicant. 


1215-24-BZ. 

APPLICANT — Hollis  Operating  Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  building  to  be  used  for 
stores,  offices  and  theatre  purposes. 

PREMISES  AFFECTED — South  side  Jamaica  avenue, 
60  ft.  east  of  191st  street,  Queens. 
APPEARANCES— 

For  Applicant:  A.  H.  Simon. 

For  Opposition:  Rev.  A.  C.  Flandrau. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  2  p.  m.,  on  request  of  applicant’s  representa¬ 
tive,  and  to  correct  drawings. 


1230-23-BZ. 

APPLICANT — James  Ruburg,  for  Marie  Ruburg, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
installation  and  maintenance  of  a  gasoline  sell¬ 
ing  station. 

PREMISES  AFFECTED— 1-3  160th  street  (20th 

street),  northeast  corner  of  Queens  avenue, 
Queens. 

APPEARANCES— 

For  Applicant:  James  Ruburg. 

For  Opposition:  None. 

ACTION  OF  BOARD— Laid  over  to  February  3,  1925,  at 
two  p.  m.  to  substantiate  application  under  sec¬ 
tion  20. 


31-24-BZ. 

APPLICANT — F.  W.  Rinn,  for  Samuel  Brenner,  owner. 

SUBJECT — Application  (re:  order  of.  fire  commissioner) 
to  permit  in  a  residence  district  the  mainte¬ 
nance  of  a  garage  for  the  storage  of  four  O) 
pleasure  motor  vehicles,  three  (3)  spaces  /ented 
to  persons  not  residing  on  the  premises. 

PREMISES  AFFECTED — 2251  Grand  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  F.  W.  Rinn. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  2  p.  m.,  for  final  disposition,  on  request  of 
applicant. 


887-24-BZ. 

APPLICANT — Ferdinand  Savignano,  for  Olympia  Gen¬ 
tile,  owner. 

SUBJECT — Application  (re:  order  of  fire  commissioner) 
to  permit  in  a  residence  district  the  mainte¬ 
nance  of  a  garage  for  the  storage  of  one  ( l'i 
pleasure  and  four  (4)  commercial  motor  vehi- 
clcs. 

PREMISES  AFFECTED— 8715  16th  avenue,  Brooklyn. 


APPEARANCES— 

For  Applicant:  A.  W.  Lederer. 

For  Opposition:  None. 

ACTION  OF  BOARD- — Laid  over  to  February  3,  1925, 
at  2  p.  m.,  to  substantiate  basis  of  appeal  under 
section  20. 


846-24-BZ. 

APPLICANT — Thomas  W.  Golding,  for  Harben  Realty 
Corporation,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit. 

PREMISES  AFFECTED — 132-140  Washington  street, 
Jamaica,  Queens. 

APPEARANCES— None. 

ACTION  OF  BOARD— Chairman  read  request  to  with¬ 
draw — application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative .  0 

Absent:  Fire  Chief  Kenlon  .  1 


1286-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Rose  Mandel, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  building  to 
be  used  for  laundry  purposes. 

PREMISES  AFFECTED— 1466-1476  Herkimer  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle  and  Charles 


Silverstein. 

For  Opposition:  Isaac  Frank. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Wash,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland .  5 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon.  2 


THE  RESOLUTION: 

(1286-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  Rose  Mandel,  owner, 
filed,  October  30,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erection 
and  maintenance  of  a  building  to  be  used  for  a  wet  wash 
laundry;  premises  1466-1476  Herkimer  street,  Brooklyn; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  December 
30,  1924,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Herkimer  street,  Jardine 
place  and  Havens  place  are  business  districts  and  the  south¬ 
erly  side  of  Herkimer  street  east  of  Haven  place  is  an  un¬ 
restricted  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  22,  1924,  in  acting  on  Application  No. 
2115-24,  reads: 

“Proposition  contrary  to  the  Zone  Resolution,  Art.  II, 
Sec.  4.  A  factory  in  a  business  district.  A  wet  wash 
laundry  is  classed  as  a  factory.  See  Res.  of  Board  of 
Appeals,  March  16,  1920.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  four  stories  and  basement  in  height,  with 
a  frontage  of  73  ft.  and  a  depth  of  70  ft. ;  to  be  occupied 
as  a  wet  wash  laundry ;  and 
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1 


Whereas,  no  supporting  facts  were  adduced  at  the  hearing 
to  warrant  the  variation  of  the  building  zone  resolution  re¬ 
quested  and  the  applicant  not  having  substantiated  the  basis 
of  his  application  under  section  20. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


1186-24-BZ. 

APPLICANT— Emil  Buff,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  live  (5)  motor  vehicles, 
also  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED — Northeast  corner  of  Metro¬ 
politan  avenue  and  Wicks  street,  Jamaica, 
Queens. 

APPEARANCES— 

For  Applicant:  William  E.  Kennedy  and  Emil 
Bulf. 

For  Opposition:  Albert  Passetti  and  John  W. 


Parylike. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Absent:  F’ire  Chief  Kenlon  .  l 


THE  RESOLUTION: 

(1186-24-BZ) 

Whereas,  Emil  Buff,  owner,  filed,  September  30,  1924,  an 
application,  under  the  building  zone  resolution,  to  permit 
in  a  business  district  the  erection  and  maintenance  of  a 
building  to  be  used  as  a  garage  for  the  storage  of  more 
than  five  motor  vehicles  and  also  as  a  motor  vehicle  repair 
shop;  premises  northeast  corner  of  Metropolitan  avenue  and 
Wdckes  street,  Borough  of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  December 
30,  1924,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Metropolitan  avenue,  north¬ 
erly  side,  is  a  business  district,  the  southerly  side  is  an  un¬ 
restricted  district  and  Wickes  street  is  a  residence  district; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  29,  1924,  in  acting  on  N.  B.  Application 
No.  16555-1924,  reads: 

“1.  The  erection  of  a  public  garage  in  a  business 
district  is  prohibited  by  the  Zoning  Law.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  113)4 
ft.  and  a  depth  of  134  ft.  2)4  in.,  to  be  occupied  as  a  garage 
for  more  than  five  motor  vehicles  ;  and 

Whereas,  no  supporting  facts  were  adduced  at  the  hear¬ 
ing  to  warrant  the  variation  of  the  building  zone  resolution 
requested  and  the  applicant  not  having  substantiated  the  basis 
of  his  application  under  section  20. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5;  motor  vehi¬ 
cles. 

PREMISES  AFFECTED — West  side  of  Southern  boule¬ 
vard,  20  ft.  south  of  East  185th  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  John  Kadel  and  H.  Francis. 
ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Mr.  Holland  .  1 

Negative:  Chairrpan  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Dowd  and  Connell  5 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(1213-24-BZ) 

Whereas,  William  F.  Doyle,  for  Abbie  S.  Gitterman,  et 
al.,  owner,  filed,  October  10,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles ;  premises  west  side  of 
Southern  boulevard,  20  ft.  south  of  East  185th  street,  Bor¬ 
ough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  December 
30,  1924,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Southern  boulevard  and  East 
185th  street  are  residence  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  15,  1924,  in  acting  on  N.  B.  Application 
No.  2313-24,  reads: 

‘T.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  residence  district  is  con¬ 
trary  to  provisions  of  building  zone  resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  131.56 
ft.  and  a  depth  of  128.63  ft. ;  to  be  occupied  as  a  garage 
for  more  than  five  motor  vehicles ;  and 

Whereas,  no  supporting  facts  were  adduced  at  the  hearing 
to  warrant  the  variation  of  the  building  zone  resolution 
requested  and  the  applicant  not  having  substantiated  the  basis 
of  his  application  under  section  20. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed ,  and  the  application  be 
and  it  hereby  is  denied. 


AREA  FIXED. 

The  chairman  presented  and  read  a  communication 
from  Henry  I.  Perlin,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  maintenance  of  a  garage;  premises  380 
Etna  street,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Etna  street  from  Autumn  avenue 
to  a  point  400  ft.  east  of  proposed  garage;  both 
sides  of  Lincoln  avenue  from  a  point  100 'ft.  north 
of  Union  place  to  a  point  400  ft.  north  of  the  prem¬ 
ises  in  question;  also  the  west  side  of  Nichols  ave¬ 
nue  from  Etna  street  to  a  point  100  ft.  south  of 
Etna  street. 


1213-24-BZ.  ...  .  „ 

APPLICANT— William  F.  Doyle,  for  Abbie  S.  Gittcr-  Adjourned,  2  p.  m. 

man  et  al.,  owners.  William  J.  O’Gorman,  Secretary. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  DECEMBER  30,  1924. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Holland,  Connell,  Fire  Chief  Kenlon,  Super¬ 
intendents  Brady,  Reville,  Kleinert,  Moore  and  McDer- 
mott. 

The  minutes  of  the  regular  meeting  of  the  board  of 
standards  and  appeals,  held  on  Tuesday  afternoon,  De¬ 
cember  16,  1924,  were  approved  as  printed  in  the  Bulle¬ 
tin,  No.  52,  Vol  IX. 

PETITIONS  FOR  VARIATIONS. 

598-24-S. 

PETITIONER— Levy  &  Berger,  for  Rocco  M.  Agoglia, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  department  of  health. 

PREMISES  AFFECTED— 168  21st  street,  Brooklyn. 
APPEARANCES — None. 

ACTION  OF  BOARD — Laid  over  to  January  27,  1925, 
at  2  p.  m.,  for  final  disposition. 


1194-24-S. 

PETITIONER— Julia  B.  Merrill,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED1 — 40  West  56th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  Julia  B.  Merrill,  John  M.  Bovey, 
M.  Mihalyfi  and  Annie  R.  Green. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  January  27,  1925, 
at  2  p.  m.,  subject  to  petitioner’s  request  to  su¬ 
perintendent  of  buildings  for  new  certificate  of 
occupancy. 

982-24-S. 

PETITIONER— New  York  Yellow  Cab  Co.,  Sales 
Agency,  Inc.,  lessee. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  order 
of  fire  commissioner. 

PREMISES  AFFECTED1 — 614-618  West  131st  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Louis  LeVine. 

ACTION  OF  BOARD — Laid  over  to  January  27,  1925, 
at  2  p.  m.,  on  request  of  petitioner. 


1308-24-S. 

PETITIONER — Richard  R.  Nevins,  for  Violet  Beach, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 55  Fulton  street,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  January  13,  1925, 
at  2  p.  m.,  on  written  request  of  petitioner. 


1201-24-S. 

PETITIONER — Samuel  Cohen,  for  John  C.  Tomlinson, 
owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  order 
of  fire  commissioner. 

PREMISES  AFFECTED — 45-47  West  57th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Alfred  Lehr. 

ACTION  OF  BOARD — Laid  over  to  January  13,  1925, 
at  2  p.  m.,  for  final  disposition  on  request  of 
petitioner. 


385-24-S.  .  . 

PETITIONER — Michelina  Nicosia,  owner.  _  .  . 

SUBJECT— Variation  of  labor  law  as  cited  in  decision 
of  health  commissioner. 

PREMISES  AFFECTED— 2268  2nd  avenue,  Manhattan. 

APPEARANCES— 

For  Petitioner:  Bessie  Nicosia. 

ACTION  OF  BOARD — Laid  over  to  January  13,  19~o, 
at  2  p.  m.,  on  request  of  petitioner. 


PETITIONER — Building  Operation  Co.,  for  Edgord 
Realty  Corp.,  owner.  .  . 

SUBJECT — Variation  of  the  labor  law  as  cited  in  order 
of  fire  commissioner. 

PREMISES  AFFECTED— 6-8  West  20th  street,  Man¬ 


hattan. 

APPEARANCES— 

For  Petitioner:  Jacob 


Neadle  and  Alfred  Mc- 


For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  January  13,  192a, 
at  2  p.  m.,  on  request  of  representative  of  fire 
department. 


670-24-S 

PETITIONER— Philip  J.  Sinnott,  for  37-39  East  28th 
Street  Co.,  owner.  . 

SUBJECT — Variation  of  the  labor  law  as  cited  m  orders 
of  fire  commissioner. 

PREMISES  AFFECTED— 37-39  East  28th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Philip  J.  Sinnott. 

ACTION  OF  BOARD — Petition  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy.  Holland,  Connell,  Superintendents 
Brady,  Reville,  Moore  and  McDermott  8 

Negative  . . 

Absent:  Messrs.  Dowd,  Gunnison,  Fire 
Chief  Kenlon,  Deputy  Fire  Commis¬ 
sioner  Hannon  and  Superintendent 
Kleinert  .  ® 


1070-24-S. 

PETITIONER— Croker  National  Fire  Prevention  Eng. 
Co.,  for  The  Mirror,  lessee. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 605  Fifth  avenue,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Holland,  Connell,  Superintend¬ 
ents  Brady,  Reville,  Moore  and  Mc¬ 
Dermott  . 

Negative  . .  0 

Absent:  Messrs.  Dowd,  Gunnison,  _  Fire 
Chief  Kenlon,  Deputy  Fire  Commission¬ 
er  Hannon  and  Superintendent  Klein¬ 
ert  . *  •  •  5 


1218-24-S. 

PETITIONER— Frank  Elian  &  Co.,  for  Commodore 
Lunch  Co.,  Inc.,  lessee. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  order 
of  fire  commissioner. 

PREMISES  AFFECTED— 511-513  West  Broadway, 
Manhattan. 
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APPEARANCES— 

For  Petitioner:  Frederick  W.  May. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Holland,  Connell,  Superintendents 
Brady,  Reville,  Moore  and  McDermott  8 

Negative  .  C 

Absent:  Messrs.  Dowd,  Gunnison,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner 
Hannon  and  Superintendent  Kleinert..  5 

THE  RESOLUTION: 

(1218-24-S) 

Whereas,  Frank  Elian  &  Co.,  for  Commodore  Lunch  Co., 
Inc.,  lessee,  filed,  October  10,  1924,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  an  order  of  the 
fire  commissioner,  affecting  premises  511-543  West  Broad¬ 
way,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  57778- 
LD,  dated  April  12,  1924,  reads : 

“1.  Arrange  the  fire  escape  on  the  front  of  build¬ 
ing  *  *  *. 

“NOTE:  Among  the  defects  noted  on  this  fire  escape 
are  the  following : 

“No  counterbalanced  stairway  from  the  lowest  bal¬ 
cony  to  ground.” ; 
and 

Whereas,  the  building  is  lion-fireproof,  four  stories  in 
height,  31  ft  6  in.  by  26  ft.  in  area.  OCCUPIED :  Stores 
and  tenant  factory,  11  persons  above  the  1st  story,  at  the 
present  time,  the  2nd  story  being  vacant;  MEANS  OF 
EGRESS  consisting  of  an  interior  stairway  extending  from 
the  1st  story  to  roof,  enclosed  in  wood  stud  lath  and  plaster 
partitions,  with  wood  doors  at  the  openings,  a  fire  escape 
on  the  front  of  the  building;  and 

Whereas,  it  is  proposed,  in  lieu  of  a  counterbalanced 
stair  from  the  lowest  balcony  to  the  street,  to  provide 
a  drop  ladder  in  guides,  petitioner  contending  that  the  bal¬ 
cony  is  but  9  ft.  above  the  sidewalk  and  that  to  provide  a 
counterbalanced  stairway  would  bring  it  below  this  height. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  egress  from  the  termination 
of  the  lowest  balcony  of  fire  escape  on  front  of  building 
on  condition  that  a  counterbalanced  drop  ladder  in  guides 
shall  be  provided  from  the  lowest  balcony  to  the  street  and 
that  the  requirements  of  the  labor  law  shall  be  maintained  in 
all  other  respects. 


1238-24-S. 

PETITIONER — Sugarman,  Hess  and  Berger,  for  Two- 
L  Realty  Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 243-245  West  30th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Edward  Levey. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Su¬ 
perintendents  Brady,  Reville,  Moore 
and  McDermott  . 


Negative  .  0 

Absent:  Air.  Dowd,  Fire  Chief  Kenlon,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Su¬ 
perintendent  Kleinert  .  4 

THE  RESOLUTION: 

(1238-24-S) 


Whereas,  Sugarman,  Hess  &  Berger,  for  Two-L  Realty 
Co.,  Inc.,  owner,  filed,  October  17,  1924,  a  petition,  with 
the  board  of  standards  and  appeals,  for  a  variation  from 
the  requirements  of  the  labor  law,  as  cited  in  a  decision 
of  the  fire  commissioner,  affecting  premises  243-5  West  30th 
street,  Alanhattan ;  and 

Whereas,  the  decision  of  the  fire  commisioner,  N.  B.  App. 
No.  60-1924,  dated  September  10,  1924,  reads : 

“10.  Size  of  window  panes  must  conform  to  Section 
264,  of  Labor  Law.”  ; 
and 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
37  ft.  6J4  in.  by  98  ft.  9  in.  in  area;  OCCUPIED  as  stores 
and  tenant  factory,  35  persons  in  the  basement,  40  persons 
on  the  1st  story,  20  persons,  mezzanine,  and  70  persons  per 
story  above;  EQUIPPED  with  a  sprinkler  system  and  fire 
alarm  signal  system;  A1EANS  OF  EGRESS  consisting  of 
an  interior  fireproof  stairway  and  a  fire  tower.  There  are 
windows  in  the  1st  and  2nd  stories,  the  glass  area  of  which 
exceeds  720  square  inches ;  and 

\\  hereas,  petitioner  contends  that  the  windows  are  used 
for  showroom  purposes  and  that  the  building  will  comply 
with  the  labor  law  in  all  other  respects. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  windows  on  the  street  front  of 
the  two  (2)  lower  stories  on  condition  that  all  openings  shall 
be  equipped  with  approved  metal  frames,  glazed  with  polished 
plate  glass  not  less  than  *4  in.  in  thickness,  and  that  the 
labor  law  requirements  shall  be  complied  with  in  all  other 
respects. 


1260-24-S. 

PETITIONER — Sommerfeld  &  Steckler,  for  West  35th 
Street  Realty  Co.,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  de¬ 
cision  of  superintendent  of  buildings. 
PREMISES  AFFECTED— 260-262  West  35th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  William  C.  Sommerfeld. 
ACIION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Alessrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Su¬ 
perintendents  Brady,  Reville,  Moore  and 

McDermott  .  9 

Negative  .  0 

Absent:  Air.  Dowd,  Fire  Chief  Kenlon,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Su¬ 
perintendent  Kleinert  .  4 

THE  RESOLUTION: 

(1260-24-S) 

Whereas,  Sommerfeld  &  Steckler,  for  West  35th  Street 
Realty  Co.,  owner,  filed,  October  24,  1924,  a  petition,  with  the 
board  of  standards  and  appeals,  for  a  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  a  decision  of  the 
superintendent  of  buildings,  affecting  premises  260-262  West 
35th  street,  Alanhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
N.  B.  App.  No.  63-1924,  dated  October  15,  1924,  reads: 

“13.  Panes  may  not  exceed  720  square  inches  in  each 
Labor  Law,  Section  264-7.” ; 
and 


19 


MINUTES 


Whereas,  the  building  is  fireproof,  14  stories  in  height, 
50  ft.  by  98  ft.  9  in.  in  area  in  the  1st  story  and  50  ft.  by 
88  ft.  9  in.  in  area  above;  OCCUPIED  as  store  and  ten¬ 
ant  factory,  60  persons  per  story;  MEANS  Ob'  EGRESS 
consisting  of  an  interior  fireproof  stairway  and  a  fire  tower ; 
and 

Whereas,  there  are  windows  in  the  1st,  2nd  and  3rd 
stories,  the  glass  area  of  which  exceeds  720  square  inches; 
and 

Whereas,  petitioner  contends  that  the  windows  are  used 
for  showroom  purposes  and  that  the  building  will  comply 
with  the  labor  law  in  all  other  respects. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and.  it  hereby  is  granted 
only  so  far  as  it  affects  the  windows  on  the  street  front  of 
the  three  (3)  lower  stories,  on  condition  that  all  openings 
shall  be  equipped  with  approved  metal  frames,  glazed  with 
polished  plate  glass  not  less  than  %  in.  in  thickness,  and 
that  the  labor  law  requirements  shall  be  complied  with  in 
all  other  respects. 


1273-24-S. 

PETITIONER — Schwartz  &  Gross,  for  Calendar  Build¬ 
ing  Corp.,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  de¬ 
cision  of  superintendent  of  buildings. 
PREMISES  AFFECTED— 327-335  West  36th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Alfred  A.  Tearle. 

ACTION  OP-  BOARD - Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Superintendents  Brady,  Reville, 


Moore  and  McDermott .  10 

Negative  .  0 

Absent:  Fire  Chief  Kenlon,  Deputy  Fire 
Commissioiner  Hannon  and  Superin¬ 
tendent  Kleinert  .  3 


THE  RESOLUTION: 

1273-24-S. 

Whereas,  Schwartz  &  Gross,  for  Calendar  Building  Corp., 
owner,  filed,  October  28,  1924,  a  petition,  with  the  board 
of  standards  and  appeals,  for  a  variation  from  the  re¬ 
quirements  of  the  labor  law  as  cited  in  a  decision  of  the 
superintendent  of  buildings,  affecting  premises  327-335 
West  36th  street,  Manhattan;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
N.  B.  App.  No.  172-1924,  dated  October  24,  1924,  reads:* 
1.  Size  of  panes  of  glass  in  windows  must  con¬ 
form  to  Section  264  of  labor  law”; 

and 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
103  ft.  by  98  ft.  9  in.  in  area  in  the  1st  story,  and  103  ft. 
by  56  ft.  7  in.  to  88  ft.  9  in.  (irregular)  in  area  above; 
OCCUPIED  as  store  and  tenant  factory,  120  persons 
per  story;  MEANlS  OF  EGRESS  consisting  of  an  in¬ 
terior  fireproof  stairway  and  fire  tower;  building  being 
equipped  with  a  sprinkler  system.  There  are  windows 
in  the  1st  story,  the  glass  area  of  which  exceeds  720  square 
inches,  and  the  transoms  over  the  window  are  pivoted;  and 
Whereas,  petitioner  contends  the  building  complies’ with 
the  labor  law  in  all  other  respects ;  and  that  the  frames 
of  the  windows  will  be  fireproof  glazed  with  polished 
plate  glass  J4  in.  thick. 


Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirement  of  the 
labor  law  and  that  the  petition  be  and  it  hereby  is 
granted  only  so  far  as  it  alfects  the  show  windows  in  the 
1st  story,  on  condition  that  all  openings  shall  be  equipped 
vj^ith  approved  metal  frames,  glazed  with  polished  plate 
glass  not  less  than  in.  in  thickness  and  that  the  labor 
law'  requirements  shall  be  complied  with  in  all  other 
respects. 


1274-24-S. 

PETITIONER — Schwartz  &  Gross,  for  Siljour  Realty 
Corp.,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  de¬ 
cision  of  superintendent  of  buildings. 
PREMISES  AFFECTED — 248)4-250  West  40th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Alfred  A.  Tearle. 

ACTION  Ob'  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 


nell,  Superintendents  Brady,  Reville, 

Moore  and  McDermott .  10 

Negative  . 0 

Absent:  Fire  Chief  Kenlon,  Deputy  Fire 
Commissioner  Hannon  and  Superin¬ 
tendent  Kleinert  . 3 

THE  RESOLUTION  : 

( 1274-24 -lS) 


Whereas,  Schwartz  &  Gross,  for  Siljour  Realty  Corp., 
filed,  October  28,  1924,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  a  decision  of  the  superintendent 
of  buildings,  affecting  premises  248J/2  to  250  West  40th 
street,  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  27,  1924,  in  acting  on  N.  B.  Application 
No.  153-1924,  reads: 

“1.  Windows  on  the  1st,  2nd  and  3rd  floor  front 
must  comply  with  Sec.  264  of  Labor  Law  and  Rule 
503  of  the  Industrial  Code.” ; 
and 

Whereas,  the  building  is  fireproof,  14  stories  in  height, 
39  ft.  by  99  ft.  in  area;  equipped  with  a  sprinkler  system. 
OCCUPIED  as  follows:  1st  story,  store;  mezzanine,  office; 
upper  stories,  manufacturing,  60  persons  per  story ;  and 

Whereas,  there  are  openings  in  the  front  of  the  building 
on  the  1st,  2nd  and  3rd  stories,  glazed  with  %  in-  plate 
glass;  the  maximum  area  of  the  glass  on  the  1st  story  is 
5  ft.  6  in.  by  8  ft.  6  in.  and  on  the  2nd  and  3rd  stories  the 
maximum  area  is  6  ft.  6  in.  by  7  ft. ;  and 

Whereas,  petitioner  proposes  to  arrange  these  windows  so 
as  to  partially  pivot  and  partially  remain  stationary,  and 
contends,  to  comply  with  the  provisions  of  the  labor  law 
as  to  the  area  of  the  glass,  would  affect  the  architectural 
treatment  and  also  the  use  intended  for  the  lowest  three 
stories. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  windows  on  the  street  front 
of  the  three  (3)  lower  stories,  on  condition  that  all  openings 
shall  be  equipped  with  approved  metal  frames,  glazed  with 
polished  plate  glass  not  less  than  l/^  in.  in  thickness,  and 
that  the  labor  law  requirements  shall  be  complied  with  in  all 
other  respects. 


1255-24-S. 

PETITIONER — Fritz  Huberti,  for  estate  of  Jane  E. 
Duffy,  owner. 
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SUBJECT — Variation  of  the  labor  law  as  cited  in  order 
of  fire  commissioner. 

PREMISES  AFFECTED — 111  West  31st  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Fritz  Huberti. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Superintendents  Brady,  Reville, 

Moore  and  McDermott  .  10 

Negative  . 0 

Absent:  Fire  Chief  Kenlon,  Deputy  Fire 
Commissioner  Hannon  and  Superintend¬ 
ent  Kleinert  .  3 

THE  RESOLUTION: 

(1255-24-S) 


Whereas,  Fritz  Huberti,  for  Estate  of  Tane  E.  Duffy, 
owner,  filed,  October  23,  1924,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire  com¬ 
missioner,  affecting  premiess  111  West  31st  street,  Manhat¬ 
tan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  1,  1924,  reads : 

“Order  No.  65309-LD : 

“1.  Provide  safe  and  unobstructed  egress  from  the 
lower  termination  of  the  fire  escape  at  the  rear  of 
building  by  constructing  a  fireproof  passageway  with  an 
unobstructed  width  of  at  least  3  feet  throughout,  lead¬ 
ing  to  the  street  *  *  ; 

and 

W ITERF.AS,  the  building  is  non-fireproof,  four  stories  in 
height  21  ft.  10  in.  by  100  ft.  in  area  at  the  1st  storv  and 
21  ft  10  in.  bv  62  ft.  6  in.  in  area  above.  OCCUPIED: 
1st  story,  plumbinsr  store.  4  persons;  2nd  story,  clothing 
mfg.,  7  persons;  3rd  story,  fur  mfsr.,  7  oersons ;  4th  story, 
infer,  of  buttons.  8  nersons.  EXITS  :  An  interior  wooden 
stairwav  extending  from  the  1st  storv  to  the  top  story,  with 
iron  ladder  to  scuttle  in  roof,  enclosed  in  metal  covered 
wooden  partitions  with  wooden  doors  at  openings ;  a  fire 
eccane  on  the  rear  of  the  building,  extending  from  the  main 
roof  to  the  roof  of  the  1st  storv  extension  with  EGRESS 
from  the  termination  of  the.  fire  escane  bv  means  of  an 
iron  ladder  ladder  to  extension  roof  of  adioining  building  to 
west;  ROOFS  of  adjoining  buildings  three  stories  higher; 
and 

Whereas,  petitioner  contends  that  egress  may  be  had 
from  the  roof  of  the  adioining  extension  roof  to  the 
west  by  means  of  two  fire  escapes,  on  the  adjoining 
buildings,  terminating  on  this  extension  roof,  and  also 
by  means  of  a  stair  tower  opening  to  same  extension, 
and  further  contends  that  the  building  in  question  and 
the  two  buildings  to  tbe  west  running  through  from 
West  31st  street  to  West  32nd  street  are  under  one 
ownership; 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  vor'otion  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  aranted 
onlv  so  far  as  it  affects  the  egress  from  the  termination 
of  the  rear  fire  escape  on  the  roof  of  the  1st  storv  ex¬ 
tension,  on  condition  that  fixed  iron  stairs  shall  be 
provided  from  the  rear  of  the  1st  story  extension  roof 
to  extension  roof  to  west,  with  egress  therefrom  bv 
means  of  screened  stairways,  and  granted  only  so  long 
as  conditions  as  to  occupancy,  use  and  exits  remain  sub¬ 
stantially  unchanged. 


1292-24-S. 

PETITIONER — Schwartz  &  Gross,  for  Pennsylvania 
Operating  Corp.,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  de¬ 
cision  of  superintendent  of  buildings. 

PREMISES  AFFECTED— 225-241  West  34th  street 
and  234-238  West  35th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Albert  A.  Tearle. 

ACTION  OF  BOARD — Petition  granted  on  condition. 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Superintendents  Brady,  Reville, 

Moore  and  McDermott  .  10 

Negative  .  0 

Absent:  Fire  Chief  Kenlon,  Deputy  Fire 
Commissioner  Hannon  and  Superintend¬ 
ent  Kleinert .  3 

THE  RESOLUTION: 

(1292-24-S) 


Whereas,  Schwartz  &  Gross,  for  Pennsylvania  Operat¬ 
ing  Corp.,  owner,  filed,  October  31,  1924,  a  petition  with 
the  board  of  standards  and  appeals,  for  a  variation  from 
the  requirements  of  the  Labor  Law  as  cited  in  a  deci¬ 
sion  of  the  superintendent  of  buildings,  affecting  prem¬ 
ises  225-241  West  34th  street,  234-238  West  35th  street, 
Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  N.  B.  App.  No.  244-1924,  dated  October  24,  1924, 
reads : 

“7.  All  windows  in  the  building  should  be  fire¬ 
proof  and  self-closing  or  stationary — no  lights  of 
which  may  exceed  720  square  inches  in  area  or  more 
than  48  inches  in  any  dimension. — Section  264  of 
Labor  Law,  Rule  503  of  Industrial  Code.”; 

and 

Whereas,  the  building  is  fireproof,  22  stories  in  height, 
154  ft.  by  197  ft.  (irregular)  in  area;  EQUIPPED  with 
a  sprinkler  system.  OCCUPIED:  first  story,  stores; 
mezzanine,  offices;  2nd  to  12th  stories,  show  rooms  with 
25  per  cent  manufacturing,  180  persons  per  story;  upper 
stories,  office,  180  persons  per  story;  and 

Whereas,  there  are  openings  in  the  front  of  the  build¬ 
ing  on  the  1st,  2nd  and  3rd  stories,  glazed  with  J^-in. 
plate  glass;  the  maximum  area  of  the  glass  on  the  1st 
story  is  8  ft.  0  in.  by  12  ft.  0  in.,  and  on  the  2nd  and 
3rd  stories  7  ft.  0  in.  by  8  ft.  0  in.  in  area;  and 

Whereas,  petitioner  proposes  to  arrange  these  windows 
so  as  to  partially  pivot,  and  partially  remain  stationary, 
and  contends,  to  comply  with  the  provisions  of  the 
Labor  Law,  as  to  the  area  of  the  glass,  would  materially 
affect  the  architectural  treatment  of  the  building  and 
also  the  use  intended  for  the  lowest  three  stories. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
Labor  Law  and  that  the  petition  be  and  it  hereby  is 
granted  only  so  far  as  it  affects  the  windows  on  the 
street  front  of  the  1st,  2nd  and  3rd  stories,  on  condition 
that  all  openings  shall  be  equipped  with  approved  metal 
frames,  glazed  with  polished  plate  glass  not  less  than 
J4  in.  in  thickness  and  that  the  labor  law  requirements 
shall  be  complied  with  in  all  other  respects. 


1 303-24-S. 

PETITIONER — Charles  B.  Meyers,  for  Arbana  Realty 
Corp.,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  de¬ 
cision  of  superintendent  of  buildings. 
PREMISES  AFFECTED— 240-246  West  35th  street. 

Manhattan. 

APPEARANCES— 

For  Petitioner — George  L.  Wills. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
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CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell.  Superintendents  Brady,  Reville, 

Kleinert,  Moore  and  McDermott .  11 

Negative  .  < 

Absent:  Fire  Chief  Kenlon  and  Deputy  Fire 

Commissioner  Hannon  .  2 

THE  RESOLUTION: 

(1303-24-S) 

Whereas,  Charles  B.  Meyers,  for  Arbana  Realty  -Corp., 
owner,  filed,  November  6,  1924,  a  petition  with  the  board 
of  standards  and  appeals,  for  variation  from  the  re¬ 

quirements  of  the  Labor  Law,  as  cited  in  a  decision  of 
the  superintendent  of  buildings,  affecting  premises  240- 
246  West  35th  street,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  16,  1924,  reads: 

“15.  All  windows  in  the  building  should  be  fire¬ 
proof,  Sec.  264  Labor  Law. 

NOTE:  Fireproof  windows  under  the  Labor 
Law  must  be  stationary  or  self-closing  windows  oi 
wired  glass  with  panels  not  greater  than  720  square 
inches,  nor  more  than  48  inches  in  any  dimension. 
Rule  503,  Industrial  Code.”; 

and 

W hereas,  the  building  is  fireproof,  17  stories  in  height, 
100  ft.  by  98  ft.  9  in.  in  area;  EQUIPPED  with  a 
sprinkler  system  and  a  fire  alarm  signal  system;  OC¬ 
CUPIED  as  stores,  offices,  showrooms  and  factories — 
45  persons  per  story;  and 

Whereas,  there  are  openings  in  the  front  of  the  building 
on  the  1st,  2nd  and  3rd  stories,  glazed  with  in.  plate 
glass;  the  maximum  area  of  the  glass  on  the  1st  story 
is  8  ft.  0  ingby  12  ft.  0  in.  and  the  maximum  area  on 
the  2nd  and  3rd  stories  is  7  ft.  0  in.  by  8  ft.  6  in.;  and 

Whereas,  petitioner  contends  that  to  comply  with  the  pro¬ 
visions  of  the  Labor  Law  as  to  the  area  of  the  glass 
would  materially  affect  the  architectural  treatment  of 
the  building  and  also  the  use  intended  for  the  lowest 
three  stories; 

Resolved,  that  the  board  of  standards  and  appeals  does 
here  m-ake  a  variation  from  the  requirements  of  the 
Labor  Law  and  that  the  petition  be  and  it  hereby 
is  granted  only  so  far  as  it  affects  the  windows  on  the 
street  front  of  the  three  (3)  lower  stories,  on  condition 
that  all  openings  shall  be  equipped  with  approved  metal 
frames,  glazed  with  polished  plate  glass  not  less  than 
54  in.  in  thickness,  and  that  the  Labor  Law  require¬ 
ments  shall  be  complied  with  in  all  other  respects. 


966-24-S. 

PETITIONER — Samuel  Rosenblum,  for  Fifth  Avenue 
and  23rd  Street  Co.,  owner. 

SUBJECT — Application  for  reopening — variation  of  la¬ 
bor  law  as  cited  in  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1-13  East  33rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum.  * 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petiton  laid  over  to  January  13, 
1925,  at  2  p.  m.,  for  consideration  as  to  reopening. 
THE  VOTE  TO  REOPEN— 

Affirmative:  Messrs,  Dowd.  Holland,  Su¬ 
perintendents  Brady,  Reville,  Moore  and 

McDermott  .  6 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Connell  and  Superintendent 

Kleinert  . ; .  A 

Absent:  Mr.  Gunnison,  Fire  Chief  Kenlon 

and  Deputy  Fire  Commissioner  Hannon  3 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 
1295-24-SA. 

PETITIONER— Par-X-Oil  Burner  Corporation. 
SUBJECT — Approval  of  A-B-C  oil  burner. 
APPEARANCES— 

For  Petitioner:  G.  E.  Kershaw. 

ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  pending  report  of  committee  of  inspection. 


1296-24-SA. 

PETITIONER — Par-X-Oil  Burner  Corporation. 
SUBJECT — Approval  of  Chalmers  Oil  Burner. 
APPEARANCES— 

For  Petitioner:  G.  E.  Kershaw. 

ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  pending  report  of  committee  of  inspection. 


4651-24-SA. 

PETITIONER — American  Apparatus  Co. 

SUBJECT — Approval  of  American  chain  fire  ladder. 
APPEARNCES— None. 

ACTION  OF  BOARD — Petition  withdrawn  on  request 
of  petitioner. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Superintendents  Brady,  Reville, 


Kleinert  Moore  and  McDermott .  11 

Negative  .  0 


Absent:  Fire  Chief  Kenlon  and  Deputy  Fire 
Commissioner  Hannon  . . 


6-24-SA. 

PETITIONER — Universal  Oil  Burner  Corporation. 
SUBJECT — Approval  of  Universal  oil  burner. 
APPEARANCES— 

For  Petitioner:  John  J.  Lauster,  Saul  Berger. 
For  Administration:  Inspector  P.  F.  Foley,  of 
the  bureau  of  buildings. 

ACTION  OF  BOARD — Petition  approved. 

THE  VOTE  TO  APPROVE— 

Affirmative:  Messrs.  Kennedy,  Dowd.  Gun¬ 
nison,  Holland,  Superintendents  Brady- 
Reville,  Kleinert  Moore  and  McDer¬ 
mott  . .  P 

Negative:  Chairman  Walsh  and  Mr.  Connell  2 
Absent  Fire  Chief  Kenlon  and  Deputy  Fire 

Commissioner  Hannon  .  2 

THE  RESOLUTION: 

(6-24-SA) 

Whereas,  the  Universal  Oil  Burner  Corporation  filed 
January  30.  1924,  a  petition  with  the  board  of  standards 
and  appeals  for  approval  of  their  device  known  as  the 
Universal  Fuel  Oil  Burner ;  and 
Whereas,  a  committee  of  the  board  inspected  this  de¬ 
vice  in  operation  at  No.  311  100th  street,  Brooklyn,  on 
July  9,  1924,  and  made  a  reinspection  of  the  device  in 
operation  at  2342  Andrews  avenue,  The  Bronx,  on  De¬ 
cember  19,  1924;  and 

Whereas,  the  bureau  of  buildings,  Borough  of  Man¬ 
hattan,  submitted  a  report  recommending  the  approval 
of  the  device; 

Resolved,  that  the  board  of  standards  and  apoeals  does 
hereby  approve  the  device  known  as  the  Universal  FuG 
Oil  Burner  for  use  with  Grade  B  fuel  oil  in  domestic 
installations  in  the  City  of  New  York,  when  installed  in 
conjunction  with  fuel  oil  burning  equipment  in  con¬ 
formity  with  the  requirement  of  the  Fuel  Oil  Rules 
adopted  by  the  board  of  standards  and  appeals. 

95-24-SA.  ~' 

PFTTTTONER — Leiman  Bros. 

STTBTECT — Aooroval  of  the  Leiman  oil  pump  . 
APPEARANCES— 

For  Petitioner:  John  Young. 

For  Administration:  None: 

ACTION  OF  BOARD — Petition  approved. 
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THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell,  Fire 
Chief  Kenlon,  Superintendents  Brady, 
Reville  Kleinert,  Moore  and  McDer¬ 


mott  .  11 

Negative  .  . .  o 

Not  voting  Mr.  Kennedy  . 1 

Absent:  Deputy  Fire  Commissioner  Han¬ 
non  .  1 


THE  RESOLUTION: 

(95-24-SA) 

.  Whereas,  Leiman  Brothers  filed,  January  22,  1924,  a  pe¬ 
tition  with  the  board  of  standards  and  appeals  for  ap¬ 


proval  of  their  device  known  as  the  Leiman  Oil  Pump; 
and 

Whereas,  an  examination  of  the  drawings  and  model  of 
the  pump  submitted  indicates  that  the  pump  is  of  stand¬ 
ard  mechanical  construction  of  the  rotary  type  and  con¬ 
forms  with  the  requirements  of  the  fuel  oil  rules. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  Leiman  Oil  Pump  for  use  with 
Grade  “A”  or  Grade  “B”  fuel  oil  in  fuel  oil  burning 
installations  when  constructed  with  all  moving  parts  in 
contact  with  the  oil  of  brass  or  bronze. 


Adjourned  5  p.  m. 

William  J.  O’Gorman,  Secretary. 
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BOARD  OF  APPEALS. 

Appeals  from  Administrative  Orders. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 


480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19- A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

:  950-19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 

981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 


268- 20-A— Pier  36,  East  River, 

Brooklyn. 

269- 20-A— Pier  35,  East  River, 

Brooklyn. 


foot  of  Pioneer 
n.  e.  s.  Atlantic 


street, 

Basin, 


270- 20-A— Pier  34,  East  River,  foot  of  Hamilton  street 

Brooklyn. 

271- 20-A— Pier  27,  East  River,  foot  of  Baltic  street 

Brooklyn. 

272- 20-A—  Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20-A— Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A— Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A— Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A— Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20- A — Pier  20,  East  River,  Manhattan. 

420-20-A— Pier  5,  between  Poplar  and  Middagh  streets 
Brooklyn. 


421- 20-A  Pier  22,  foot  of  Atlantic  avenue.  Brooklyn. 

422- 20- A  Pier  29,  foot  of  Harrison  street,  Brooklyn. 

423- 20-A  Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A— Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 


907-21-A— East  side  South  street,  foot  of  Dover  street 
Manhattan. 

1205-21-A— Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 
1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A— Pier  3,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1542- 21-A— Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1544- 21- A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1545- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1923  .  627 

Cases  filed  up  to  and  including  December  31,  1924 . 1540 

Restored  to  calendar  .  91 


Miscellaneous  Applications. 


Requests  to  reopen  .  195 

Requests  to  amend  .  8 

Requests  for  modification  .  42 

Requests  to  rescind  . .  .  3 

Requests  for  extension  of  time .  23 

Requests  for  extension  of  permit .  39 

Requests  for  mechanical  installations  .  2 

Requests  for  approval  of  plans  .  6 

Administrative  requests  .  1 

Requests  for  interpretation  .  5 

Total  . 2582 

Disposed  of  . 1984 

Cases  pending  December  31,  1924  .  598 


DISPOSITION  OF  CASES 

Withdrawn  .  173 

Dismissed  .  169 

Denied  .  290 

Granted  .  14 

Granted  on  condition  .  953 

Appliances  approved .  28 

Appliances  dismissed,  disapproved  or  withdrawn .  24 

Rules  approved  .  8 

Rules  disapproved  or  rescinded  .  1 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  176 

Requests  to  reopen  denied .  12 

Requests  to  amend  granted  . 8 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  40 

Request  for  modification  denied  .  2 

Requests  to  rescind  granted .  8 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted .  22 

Requests  for  extension  of  time  denied .  1 

Requests  for  extension  of  permit  granted .  37 

Requests  for  extension  of  permit  denied .  2 

Requests  to  install  granted  .  2 

Requests  to  install  denied  .  0 

Plans  approved  .  6 

Plans  disapproved  .  0 

Administrative  requests  granted  .  0 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  5 

Requests  withdrawn  or  dismissed  .  7 

Total  .  1984 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
bearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


HOARD  OF  STANDARDS  AND  APPEALS, 

Room  914,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . 

P.  O . 


My  subscription  to  begin  with  the  issue  for 


1925. 

3lt 
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BOARD  OF  STANDARDS  AND  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 

James  P.  Holland  John  Dowd 

Henry  L.  Connell  Joseph  B.  Gunnison 

Fire  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy 

Thomas  J.  Drennan . Fire  Commissioner 

Charles  Brady . Supt.  of  Buildings,  Manhattan 

P.  J.  Reville . Supt.  of  Buildings,  The  Bronx 

Albert  E.  Kleinert . Supt.  of  Buildings,  Brooklyn 

John  W.  Moore . Supt.  of  Buildings,  Queens 

William  J.  McDermott . Supt.  of  Buildings,  Richmond 

William  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

Office — Municipal  Building,  Room  914. 

Telephone — Worth  0184. 

Office  Hours — 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

All  communications  should  be  addressed  to  the  chairman 

of  the  board. 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
given — 

Docket. 

Call  of  Clerk’s  Calendar, 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  January  6, 
1925. 

Minutes  of  Special  Meeting,  Board  of  Appeals,  Jan¬ 
uary  6,  1925. 

Rules. 

Progress  Report. 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  919,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon— -Saturdays  excepted. 

CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  919,  on  Tuesday,  January  13,  1925, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  January  20,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
Calendar  of  cases  that  have  been  definitely  set  for  hear¬ 
ing  on  fixed  days. 

NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
davs  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location 
and  position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CODE. 


CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  January  8,  1925. 

Cal.  No.  Department.  Premises  Affected. 

23-25-A . B.B.Bx  ...2161  Jerome  ave.,  Bx. 

-  N.  B.  19-1925. 

22-25-A . F.D . 25-29  E.  40th  st.,  Man. 

-  N. -B.  2399-1924. 

21-25-BZ . B.B.M.  ...50-54  West  144th  st.,  Man. 

-  Applic.  637-1924. 

20-25-BZ . B.B.B.  ...76-106  Terrace  pi.,  Bklvn. 

- -  N.  B.  25249-1924. 

19-25-SA . F.D . Winslow  Indus.  Burner  and 

-  Pump  Unit  Appliance. 

18-25-S . F.D . 12  East  56th  st.,  Man. 

-  LD-60073. 

17-25-S . F.D . 480  Bergen  st.,  Bklyn. 

-  LD-68622. 

16-25-BZ . B.B.Bx  ...1204-1212  Webster  ave.,  Bx. 

-  N.  B.  16-1925. 

15-25-BZ . B.B.Q.  ...E.  S.  Goodrich  st.,  100  ft.  No 

of  Potter  ave.,  L.  I.  C.,  Q. 

-  N.  B  20350-1824. 

14-25-BZ . B.B.Q.  ...W.  S.  Goodrich  st.,  100  ft.  No. 

of  Potter  ave.,  L.  I.  C.,  Q. 

-  N.-B.  20349-1924. 

13-25-S . F.D . 174  Sixth  ave.,  Man. 

-  LD-67145. 

12-25-A . F.D .  86-88  Cherry  st..  Man. 

- -  LC-25726, 

11-25-BZ . B.B.Bx.  . .  .S.  E.  C.  234th  st.  &  White  Pins. 

- .  ave.,  Bx.  N.  B.  2966-1924. 

10-25-S . F.D . 3402-3406  Park  ave.,  Bx. 

- -  LD-70132. 

9-25- A . F.D . 450-460  West  15th  st.,  Man. 

-  F-66584. 

8-25-A . F.D . 107  East  31st  st.,  Man. 

-  F-70478. 

7-25-BZ. ..  .B.B.Bx . 1896-1898  Arthur  ave.,  Bx; 

-  N.  B.  3100-1924. 

6-25-A . F.D . 241  McDonough  st.,  Bklyn. 

- .  Alt.  2033-1924. 

5-25-BZ . B.B.B.  . . .  N.  W.  cor.  Cortelyou  rd.  & 

Gravesend  ave.,  Bklyn. 

_ _  N.  B.  23368-1924. 

4-25-A . F.D .  52-54  William  st.,  Man. 

_ __  F-50266. 

3-25-S . F.D . 635-641  West  49th  st.,  Man. 

_ _  LF-66357. 

2-25-A . B.B.B.  ...564  State  st.,  Bklyn. 

_  Applic.  25016-1924. 

1-25-S . H.D . 1723  Bath  ave.,  Bklyn. 

_ — .  Sanitary  Certificate. 

Restored  to  Calendar. 

1116-24-BZ . B.B.M.  ...2906-2908  Broadway,  Man. 

_  Alt.  2106-1924. 

834-24-A . F.D . 520-528  Broome  st.,  Man. 

N.  B.  1370-1922. 


F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R  . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  January  13,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

595-24-BZ. 

APPLICANT— Thomas  O’Rourke  Gallagher,  for  General 
Construction  Co.,  owner. 

PREMISES— 1169-1173  East  New  York  avenue,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of  a 
building  to  be  used  as  a  poultry  market. 

1371-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Joseph  Spektorsky, 
owner. 

PREMISES— East  side  Fox  street,  98.22  ft.  north  of  165th 
street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from 
a  business  district  the  erection  and  maintenance  of 
a  business  building. 

1405-24-BZ. 

APPLICANT — 'George  Fred  Pelham,  for  Castle  Realty  Co., 
owner. 

PREMISES— 442-450  West  31st  street,  Manhattan. 

TO  PERMIT  in  a  ll/2  times  height  district  the  erection  of 
the  street  wall  to  a  height  exceeding  the  limit  re- 
quired  by  the  building  zone  resolution. 


BOARD  OF  APPEALS. 

Tuesday,  January  13,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1277-24-A — 400  St.  Pauls  avenue,  Stapleton,  S.  I.,  Richmond 

1315- 24-A — 1043  Fifth  avenue,  Manhattan. 

1316- 24-A — 272  Beaumont  street,  Brooklyn. 

1317- 24-A — 154  West  180th  street,  The  Bronx. 

131 8- 24- A — 290  Beaumont  street,  Brooklyn. 

868-24-A — 101  West  42nd  street  and  737-745  Sixth  avenue, 
Manhattan. 

1199-24-A — 316-318  West  46th  street,  Manhattan. 

1319- 24-A — 538  West  150th  street,  Manhattan. 

1321 - 24-A — 533  Ovington  avenue,  Brooklyn. 

1322- 24-A — 1103  Albermarle  road,  Brooklyn. 

931-24-A — 26  Myrtle  avenue,  Brooklyn. 

1370-24-A — 296-322  Vernon  avenue,  L.  I.  City,  Queens. 

Under  the  Building  Zone  Resolution . 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  January  13,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1198-24-BZ — Application,  October  6,  1924,  under  the 
building  zone  resolution,  of  Edward 
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CALENDAR 


P.  Doyle,  applicant,  on  behalf  of  Es-  BOARD  OF  STANDARDS  AND  APPEALS, 
thetic  Realty  Corp.,  owner,  to  permit  Tuesday ,  January  13,  1925,  at  2  p.  in. 

in  a  business  district  the  erection  of 

the  street  walls  of  a  building  to  a  Petitions  for  Variations . 

height  exceeding  the  limit  required  by  983-24-S— 6-8  West  20th  street,  Manhattan, 

the  zone  resolution;  premises  187-191  1308-24-S— 55  Fulton  street,  Manhattan. 

Joralemon  street,  Brooklyn.  385-24-S-2268  Second  avenue,  Manhattan. 


- 


cal.  no.  1349-24-BZ — Application,  November  14,  1924,  under 
the  building  zone  resolution,  of  Olcott, 
Olcott  and  Glass,  applicants-  behalf 
of  James  Everard’s  Breweries,  owner, 
to  permit  in  a  business  district  the  alter¬ 
ation  and  extension  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  9-15  East  133rd  street, 
Manhattan. 


cal.  NO.  1352-24 


-BZ — Application,  November  17,  1924,  under 
the  building  zone  resolution,  of  Henry 
I.  Oser,  consulting  engineer,  on  behalf 
of  Millinery  Center  Building  Corp., 
lessee,  to  permit  in  a  business  two- 
times  height  district  the  erection  of 
the  street  wall  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution; 
premises  521-527  Seventh  avenue,  north¬ 
east  corner  of  West  38th  street,  Man¬ 


hattan. 


cal.  no.  968-24-BZ— Application,  July  24,  1924,  under  the 
building  zone  resolution,  of  Otto  Hen- 
schel,  applicant,  on  behalf  of  Michael 
E.  Pellegrino,  Nicholas  Ciago,  Dominick 
Lambiente  and  Antonette  _  Salomone, 
owners,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
buildings  to  be  used  for  store  purposes 
on  first  story,  residence  use  above ; 
premises  1922-1926,  1930-1932  Kings 

highway  and  2110  Ocean  avenue, 
Brooklyn. 


cal.  no.  994-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  Jacob  Lu- 
broth,  architect,  on  behalf  of  Louis 
Hernstat,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house ; 
premises  2269-71  59th  street,  Brooklyn. 

cal.  no.  1228-24-BZ— Application,  October  14,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
Ephraim  Johnson  and  Roy  M.  Hart, 
executors  of  Estate  of  Emmeline  C. 
Davies,  owner,  to  permit  in  a.  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
east  side  of  Ogden  avenue,  245  ft.  north 
of  West  165th  street,  The  Bronx. 


CAL.  NO.  1293- 


I 


24-BZ— Application,  October  31,  1924  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of 
Hyman  Morgenstein,  owner,  to  permit 
in  a  residence  district  the  alteration 
and  conversion  of  occupancy  ^r0Jn 
residence  to  business  purposes  on  the 
first  story;  premises  967  Aldus  street, 
northwest  corner  of  Hoe  avenue,  The 
Bronx. 


William  E.  Walsh,  Chairman. 


1201-24-S — 45-47  West  57th  street,  Manhattan. 

1311-24-S — 108  West  46th  street,  Manhattan. 

1077-24-S — 509-11  East  18th  street,  and  508-20  East  19th 
street,  Manhattan. 

1301-24-S— 202-204  West  28th  street  and  312  Seventh  ave¬ 
nue,  Manhattan. 

1335-24-S — 56-60  Pearl  street,  Brooklyn. 

1339-24-S — 444  East  13th  street,  Manhattan. 

1342- 24-S — 62-64  Greenpoint  avenue,  Brooklyn. 

1343- 24-S — 12-14  Greene  street,  Manhattan. 

1014-24-S — 141  Cook  street,  Brooklyn. 

1095-24-S— 37-65  Franklin  avenue  and  22-46  Skilman  street, 
Brooklyn. 

1412-24-S — 137  Greene  street,  Manhattan. 

1417-24-S — 161-165  Grand  avenue  and  205-211  Willoughby 
avenue,  Brooklyn. 

Appliances  Submitted  for  Approval. 

1337-24-SA— Sure  Heat  Gravity  Oil  Burner,  approval  of. 

755-24-SA — 'Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 

1359-24-SA— Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1361-24-SA — Caloroil  Burner  Type,  A-A,  approval  of. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  January  20,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1037-24-BZ. 

APPLICANT— Dominick  Cancellieri,  owner. 

PREMISES— 76  Smart  avenue,  Flushing,  Borough  of 
Queens. 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  one-story  structure  to  be  used 
for  store  purposes. 

1365-24-BZ. 

APPLICANT— Nathan  D.  Shapiro,  for  Marcus  Leavitt, 
owner. 

PREMISES— 1839-1845  Cropsey  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1369-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Ida  Van  Rooyan, 
owner. 

PREMISES— 1038-1040  Lafayette  avenue.  Brooklyn. 

TO  PERMIT  in  a  business  district  the  change  of  occupancy 
from  a  garage  for  the  storage  of  five  (5)  motor 
vehicles  to  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


1393-24-BZ. 

APPLICANT— Charles  B.  Meyers,  for  Ruthie  Realty  Com¬ 
pany,  owner. 

PREMISES— 246-250  Dyckman  street,  Manhattan. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles. 
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1116-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Robert  C.  Schock, 
owner. 

PREMISES — 2906-2908  Broadway,  Manhattan. 

TO  PERMIT  in  a  business  district  the  alteration  and  en¬ 
largement  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  January  20,  1925,  at  10  <7.  m. 

Appeals  from  Administrative  Orders. 

331-24-A — 508-534  West  212th  street,  Manhattan. 

16-24-A — 1342  Park  avenue,  Manhattan. 

1490-23-A — 406  Second  avenue,  Manhattan. 

1499-23-A — 522  West  159th  street,  Manhattan. 

1323- 24-A — ‘2539  Davidson  avenue,  The  Bronx. 

1324- 24-A — 222  Beaumont  street,  Brooklyn. 

1328-24-A — 125  Buckingham  road,  Brooklyn. 

1331-24-A — 393  Fourth  avenue,  Brooklyn. 

1347-24-A— 445-451  West  167th  street,  Manhattan. 

588-24- A — 250  Hudson  street,  Manhattan. 

1030-24-A— 126-130  Sixth  avenue,  Manhattan. 

1267-24-A— 2065  Grand  Concourse,  The  Bronx, 

1275-24-A — 64-68  Fulton  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  January  20,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  378-24-BZ — Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 

cal.  no.  675-19-BZ — Application,  June  24,  1924,  under  the 
building  zone  resolution,  of  Szerlip  and 
Szerlip,  applicants,  on  behalf  of  Otto 
Heepe,  owner,  previously  denied,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage,  space  in  which  is 
rented  to  persons  not  residing  on  the 
premises;  premises  325-327  16th  street, 
Brooklyn. 

cal.  no.  1310-24-BZ — Application,  November  7,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of 
Charles  F.  Kastenhuber,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  northeast  corner  of 
Cauldwell  avenue  and  East  156th  street, 
The  Bronx. 

cal.  no.  1190-24-BZ — Application,  October  2,  1924,  under 
the  building  zone  resolution,  of  Nathan 


D.  Shapiro,  applicant,  on  behalf  of  Lib- 
land  Realty  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  extending  from 
an  unrestricted  district  the  change  of 
occupancy  of  that  portion  within  the 
business  district,  from  office  use  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  352 
Shepherd  avenue,  Brooklyn 

cal.  no.  1270-24-BZ — Application,  October  27,  1924,  under 
the  building  zone  resolution,  of  Jacob 
B.  Lindner,  applicant,  on  behalf  of 
Bertha  J.  Lindner,  owner,  to  permit 
in  an  “E”  area  district  the  erection 
and  maintenance  of  a  private  garage  on 
the  street  line  of  the  lot,  instead  of 
setting  back  ten  (10)  feet  as  required 
by  the  zone  resolution;  premises  801 
Avenue  P,  Brooklyn. 

cal.  no.  1281-24-BZ — Application,  October  29,  1924,  under 
the  building  zone  resolution,  of  Henry 
Nordheim,  architect,  on  behalf  of 
Peter  Goldenberg,  owner,  to  permit  in 
a  business  district  the  alteration  and 
conversion  of  occupancy  from  a  busi¬ 
ness  use  to  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2637-2645  Webster  avenue, 
The  Bronx. 

cal.  no.  1312-24-BZ — Application,  November  7,  1924,  under 
the  building  zone  resolution,  of  Euell 
&  Euell,  architects,  on  behalf  of 
Ignazio  F.  Cavalluzzo,  owner,  to  per¬ 
mit  in  a  business  district  extending 
from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  1291  Inwood  ave¬ 
nue  and  1300  Cromwell  avenue,  The 
Bronx. 

cal.  no.  422-24-BZ — Application,  March  21,  1924,  under  the 
building  zone  resolution,  of  Chester 
Baffa,  applicant,  on  behalf  of  John 
Weidman  and  Katie  Weidman,  owners, 
to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  stor¬ 
age  of  four  (4)  pleasure  motor  ve¬ 
hicles,  three  (3)  spaces  rented  to  per¬ 
sons  not  residing  on  the  premises ; 
premises  10139  118th  street,  Richmond 
Hill,  Borough  of  Queens. 

\i  no.  676-24-BZ — Application,  May  15,  1924,  under  the 
building  zone  resolution,  of  John  C. 
Wandell  Co.,  applicant,  on  behalf  of 
Dahl  Bros.,  owners,  to  permit  in  a 
residence  “E”  area  district  the  erection 
and  maintenance  of  buildings  nearer 
than  ten  (10)  feet  from  the  line  of  the 
street  contrary  to  section  15  of  the 
building  zone  resolution;  premises  7511- 
15-17-19  and  23  Colonial  road,  north¬ 
east  corner  of  76th  street,  Brooklyn. 

cal.  no.  1344-24-BZ — Application,  November  13,  1924,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  1212 
Fifth  Avenue  Corp.,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  a  gasoline  selling  sta¬ 
tion;  premises  1211-1214  Fifth  avenue, 
southeast  corner  of  102nd  street,  Man¬ 
hattan. 

William  E.  Wajlsh,  Chairman. 
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BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  January  20,  1925,  at  2  p.  in. 

Appeals  from  Administrative  Orders. 

432-24-A — 509-517  West  street,  Manhattan. 

1096-24- A— 30  Great  Jones  street,  Manhattan. 

1178- 24- A — 686  Lexington  avenue,  Manhattan. 

1179- 24-A — 417  Fifth  avenue,  Manhattan. 

969-24-A — 126  Franklin  street  and  220-224  West  Broad¬ 
way,  Manhattan. 

832-24-A — 707  Fifth  avenue,  Manhattan. 

1243-24-A — 187  Beach  146th  street,  Neponsit,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  January  20,  1925.  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matter : 

cal.  no.  992-24-BZ — Application,  August  1,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Vincent  Scuderi,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  southeast  corner  of 
Trimble  place  and  Roosevelt  avenue, 
Woodside,  Queens. 

cal.  no.  996-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Wal¬ 
ton  Whyte  Realty  Corp.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  east  side  of  Jerome 
avenue,  176.66  ft.  north  of  East  Burn¬ 
side  avenue,  The  Bronx. 

cal.  no.  993-24-BZ — Application,  August  1,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  James 
A.  Flanagan  and  Frieda  H.  Heaney, 
owners,  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1714- 
24  Eleventh  avenue,  northeast  corner  of 
18th  street,  Brooklyn. 

cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Du.migan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

CAL.  no.  812-24-BZ— Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  a  business  building  which  was 
erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx. 


cal.  no.  942-24-BZ — Application,  July  17,  1924,  under  the 
building  zone  resolution,  of  A.  I. 
Nova,  applicant,  on  behalf  of  John  C. 
Cochran,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  425-427  Coney  Island  avenue, 
Brooklyn. 

cal.  no.  1032-24-BZ — Application,  August  14,  1924,  under 
the  building  zone  resolution,  of  Emil 
Guterman,  applicant,  on  behalf  of  Mat- 
tie  Orlando,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  two 
(2)  garages  for  the  storage  of  four 
(4)  pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises;  premises  344  Webster 
avenue,  Brooklyn. 

no.  1204-24-BZ— Application,  October  7,  1924,  under 
the  building  zone  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1716-1728  Fulton 
street,  Brooklyn. 

cal.  no.  1181-24-BZ — Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  James 
Kearney,  applicant,  on  behalf  of  Leo¬ 
pold  Weil  and  Mayer  S.  Ames,  owners, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1813-1815 
Jerome  avenue,  The  Bronx. 

cal.  no.  1168-24-BZ — Application,  September  26,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Green, 
Matthews,  Taylor  Co.,  owner,  to  per¬ 
mit  in  a  business  district  the  altera¬ 
tion  and  extension  of  a  building  to  be 
used  as  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles  and 
motor  vehicle  repair  shop ;  premises 
952-960  Home  street  and  1168-1172 
Southern  boulevard,  The  Bronx. 

cal.  no.  121 6-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Marer,  applicant  and  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  business  purposes;  premises  2616- 
20  University  avenue,  The  Bronx. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

cal.  no.  1271-24-BZ — Application,  October  27,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Wei- 
man -McGinnis  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve- 
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hides;  premises  2966-72  Jerome  ave¬ 
nue,  The  Bronx. 

cal.  no.  1298-23-BZ — Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  3200  Villa 
avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  January  27,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1019-24-A — 640  Broadway,  Manhattan. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

306-24- A — 82-86  Rutgers  slip,  Manhattan. 

1282- 24-A — 231-235  East  55th  street,  Manhattan. 

1283- 24- A — 737-41  West  177th  street  and  241-55  Haven 

avenue,  Manhattan. 

1284- 24-A — 320  Wadsworth  avenue,  Manhattan. 

1302-24- A— 117  Beekman  street,  Manhattan. 

1333-24-A — West  side  of  Eleventh  avenue,  from  58th  street 
to  59th  street,  Manhattan. 

1338-24- A — 154-60-64-72  West  32nd  street,  383-99  Seventh 
avenue  and  145-165  West  31st  street,  Man¬ 
hattan. 

1357-24-A — 14  West  40th  street,  Manhattan. 

1309-24-A — 8891  Seventeenth  avenue,  Brooklyn. 

1320-24- A— 32  West  76th  street,  Manhattan. 

1325-24-A — 261  East  Kingsbridge  road,  The  Bronx. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  1  uesday  morning,  J anuary  27,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1068-24-BZ— Application,  August  26,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Wi- 
laura  Holding  Corp.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1898  Sedgwick  avenue, 
southeast  corner  of  Burnside  avenue, 
The  Bronx. 

cal.  no.  629-24-BZ — Application,  May  6,  1924,  under  the 
building  zone  resolution,  of  F.  W.  Rinn, 
architect,  on  behalf  of  Matthew  Heine, 
owner,  to  permit  in  a  residence  district 
the  maintenance  of  a  garage  for  the 
storage  of  two  (2)  pleasure  motor  ve¬ 
hicles,  two  (2)  spaces  rented  to  persons 
not  residing  on  the  premises;  premises 
60  Buchanan  place,  The  Bronx. 

cal.  no.  287-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  David 
G.  McConnell,  applicant,  on  behalf  of 
Bayie  Realty  Co.,  Inc.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business 


district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
524  Jackson  avenue,  The  Bronx. 

cal.  no.  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923 ; 
premises  712-748  Southern  boulevard, 
The  Bronx. 

cal.  no.  354-24-BZ — Application,  March  7,  1924,  under  the 
building  zone  resolution,  of  Thomas  F. 
Cosgrove,  applicant,  on  behalf  of  Inter¬ 
borough  Auto  Repair  and  Supply  Co., 
owner,  to  permit  in  a  business  district 
the  maintenance  of  a  motor  vehicle  re¬ 
pair  shop;  premises  306-308  Broadway, 
West  New  Brighton,  S.  I.,  Richmond. 

cal  no.  479-24-BZ- — Application,  April  3,  1924,  under  the 
building  zone  resolution,  of  Croker  Na¬ 
tional  Fire  Prevention  Engineering  Co., 
applicant,  Gaetano  Calandrillo,  owner, 
Petro  De  Lucca,  lessee,  to  permit  in  a 
business  district  the  maintenance  of  a 
junk  shop;  premises  46  Lewis  street, 
Corona,  Borough  of  Queens. 

cal.  no.  1266-24-BZ — Application,  October  24,  1924,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  JVfartha  Vanson, 
owner,  Kings  County  Milk  Co.,  lessee, 
to  permit  in  a  business  district  the  con¬ 
version  of  occupancy  of  an  existing 
building  from  a  one  family  and  garage 
for  the  storage  of  five  (5)  motor  vehi¬ 
cles  to  a  milk  distributing  station ; 
premises  5612  18th  avenue,  Brooklyn. 

cal.  no.  1345-24-BZ — Application,  November  13,  1924,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Estate  of 
Frederick  Fischer,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1160-1172  Intervale  avenue, 
southeast  corner  of  East  169th  street, 
The  Bronx. 

cal.  no.  1346-24-BZ — Application,  November  14,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Louis 
Blumberg,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles ; 
premises  east  side  Coney  Island  ave¬ 
nue,  150.52  ft.  south  of  Avenue  T, 
Brooklyn. 

CAL.  no.  1398-24-BZ — Application,  November  24,  1924,  under 
the  building  zone  resolution,  of  G.  A. 
.  &  H.  Boehm,  architects,  on  behalf  of 
The  Harriman  Realty  and  Security 
Corp.,  owner,  to  permit  in  a  business 
lT/i  times  height  district  the  erection  of 
the  street  wall  to  a  height  exceeding 
the  limit  required  by  the  zone  resolu¬ 
tion;  premises  523-529  Fifth  ave¬ 
nue,  southeast  corner  44th  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  January  27,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1251-24-S — 119-21  West  55th  street,  Manhattan. 

1278- 24-S— 106-114  Weft  38th  street,  Manhattan. 

1279- 24-S— 25-27  West  36th  street,  Manhattan. 

1280- 24-S — 7-9  West  36th  street,  Manhattan. 
1354-24-S— 19-21  East  55th  street,  Manhattan. 
1363-24-S — 164  Mulberry  street,  Manhattan. 

1194-24-S — 40  West  56th  street,  Manhattan. 

982-24-S— 614-618  West  131st  street,  Manhattan. 

598-24-S — 168  21st  street,  Brooklyn. 

1430-24-S — 41-43  East  28th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 
1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 


BOARD  OF  APPEALS. 

Tuesday,  February  3,  1925,  at  10  a.  tn. 

Appeals  from  Administrative  Orders. 

1326- 24-A — 254  West  75th  street,  Manhattan. 

1327- 24-A — 410  East  50th  street,  Manhattan. 

1355-24- A — 280  East  133rd  street,  The  Bronx. 

1364-24-A — 164  Mulberry  street,  Manhattan. 

1385- 24- A — 150  West  180th  street,  The  Bronx. 

1386- 24- A — 800  Richmond  turnpike,  S.  I.,  Richmond. 

1387- 24-A — 212  Howard  avenue,  S.  I.,  Richmond. 

1388- 24- A— 310  Chauncey  street,  Astoria,  Queens. 

429-24-A— 137  East  19th  street,  Manhattan. 

1408-24-A — 20  East  128th  street,  Manhattan. 

1411-24- A — 307  Snediker  avenue,  Brooklyn. 

630-24- A — 2210  Newkirk  avenue,  Brooklyn. 

744- 24-A — 100  Groton  street,  Forest  Hills,  Queens. 

745- 24-A— 9419  101st  avenue,  Woodhaven,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  F ebruary  3,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  14-24-BZ— Application,  January  4,  1924,  under  the 
building  zone  resolution,  of  Virginia 
May  Mollenhauer,  applicant,  on  behalf 
of  Michael  Kelly,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4) 
spaces  rented  to  persons  not  residing 
on  the  premises ;  premises  2172  Aque¬ 
duct  avenue,  The  Bronx. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution;  premises 
northwest  corner  182nd  street  and 
Folin  street,  The  Bronx. 


cal.  no.  119-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  New 
York  Telephone  Company,  applicant 
and  owner,  previously  withdrawn,  to 
permit  in  a  residence  district  the  altera¬ 
tion  and  extension  of  an  existing  cen¬ 
tral  telephone  exchange  building;  prem¬ 
ises  2411-2429  Tratman  avenue,  The 
Bronx. 

CAL.  NO.  1045-24-BZ — Application,  August  18,  1924,  under 
the  building  zone  resolution,  of  F.  P. 
Keniston,  applicant,  on  behalf  of  Je¬ 
rome  Hatch  Realty  Corp.,  owner,  to 
permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  101-111  Lin¬ 
den  street,  Brooklyn. 

cal.  no.  850-24-BZ — Application,  June  25,  1924,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of 
Harry  Gillman,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Broadway,  502 
ft.  north  of  240th  street,  The  Bronx. 
Bronx. 

cal.  no.  1007-24-BZ — Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  R. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

cal.  no.  1038-24-BZ — Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn. 

cal.  no.  1089-24-BZ — Application,  August  30,  1924,  under 
the  building  zone  resolution,  of  Rich¬ 
ard  J.  Cullinan,  applicant,  on  behalf  of 
Zengendal  Realty  Company,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  529-533  West 
134th  street  and  532  West  135th  street, 
Manhattan. 

cal.  no.  1232-24-BZ — Application,  October  16,  1924,  under 
the  building  zone  resolution,  of  Boris 
W.  Dorfman,  architect,  on  behalf  of 
Louis  Bergstein,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  Linden  street, 
95  ft.  north  of  Central  avenue,  Brook¬ 
lyn. 

cal.  no.  1389-24-BZ— Application,  November  21,  1924,  under 
the  building  zone  resolution,  of  Euell 
&  Euell,  architects,  on  behalf  of  Nora  C. 
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Aitkin,  Lydia  A.  Aitkin  and  Elizabeth  Under  the  Building  Zone  Resolution. 

A.  Bull,  owners,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles ;  premises  1281 
Inwood  avenue  and  1290  Cromwell  ave¬ 
nue,  The  Bronx. 


cal.  no.  849-24-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Se¬ 
cured  Properties  Corp.,  owner,  previ-  , 
ously  denied,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  348- 
358  East  184th  street,  The  Bronx. 
cal.  no.  1111-24-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Irene  N.  Collerd,  owner,  previously 
denied,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  northwest 
corner  of  East  189th  street  and  Wash¬ 
ington  avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  February  3,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

383-24-A — Foot  of  30th  street  and  North  River,  Manhat¬ 
tan. 

1029-24- A — Foot  of  West  48th  street  and  North  River, 
Pier  No.  88,  Manhattan. 

1167-24-A — East  side  Zerega  avenue,  between  Chatterton 
and  Blackrock  avenues,  The  Bronx. 

589-24-A — 43-45  Wooster  street,  Manhattan. 

634-24-A — 9120  89th  street,  Woodhaven,  Queens. 

727-24- A — 36-40  John  street,  Manhattan. 

1476-24-A — 26  Buckingham  road,  Brooklyn. 

1236- 24-A — 9-14  Northern  avenue,  Manhattan. 

1237- 24-A — South  side  of  West  190th  street,  between  Wads¬ 

worth  terrace  and  Wadsworth  avenue,  Man¬ 
hattan. 

359-24-A — 59-61  Reade  street,  Manhattan. 

780-20-A — 8802-8808  Jamaica  avenue,  Woodhaven,  Queens. 

352-21-A — Southeast  corner  Fulton  street  and  New  York 
avenue,  Queens. 

355-21-A — 946-956  Kings  Highway,  southeast  corner  Coney 
Island  avenue,  Brooklyn. 

982-21-A — 2180  Third  avenue,  Manhattan. 

1187-21-A — 640-644  Lenox  avenue,  59-71  West  142nd  street, 
52-58  West  143rd  street,  northeast  corner 
142nd  street  and  Lenox  avenue,  Manhattan. 

1585-21-A — 2152  Metropolitan  avenue,  Queens. 

39-22-A — 2005-2011  86th  street,  2006-2012  85th  street, 
Brooklyn. 

67-22-A — Block  bounded  by  138th  street  and  139th  street, 
Hamilton  place  and  Broadway,  Manhattan. 

69-22- A — 75  Ogden  avenue,  The  Bronx. 

103-22-A— -1685-1695  78th  street,  Brooklyn. 


cal.  no  922-24-  BZ— Application,  July  11,  1924,  under  the 
building  zone  resolution,  of  McKim, 
Mead  and  White,  applicants,  on  behalf 
of  Savoy  Hotel  Corp.,  owner,  to  per¬ 
mit  in  a  business  two-times  height  dis¬ 
trict  the  erection  of  the  street  walls 
to  a  height  exceeding  the  limit  pre¬ 
scribed  by  the  zone  resolution;  prem¬ 
ises  761-767  Fifth  avenue,  2-14  East 
59th  street  and  1-11  East  58th  street, 
Manhattan. 

cal.  no.  1092-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  331  East  184th  street,  north¬ 
east  corner  of  Tiebout  avenue,  The 
Bronx. 

cal.  no.  1180-24-BZ— Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Two  Hundred  and  Fifty-seven 
Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  \l/2  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution ; 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street, 
Manhattan. 

cal.  no.  1223-24-BZ — Application,  October  14,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
Henry  Grenhart,  owner,  to  permit  in  a 
residence  district  the  alteration  and 
’conversion  of  occupancy  from  a  motor 
vehicle  repair  shop  to  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  166-168  East  92nd 
street,  Manhattan. 

cal.  no.  1191-23-BZ — Application,  September  9,  1924,  under 
the  building  zone  resolution,  of  Nathan 
Langer,  architect,  on  behalf  of  Com¬ 
monwealth  Savings  Bank,  owner,  pre¬ 
viously  denied,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
425-431  West  209th  street,  Manhattan 

cal.  no.  1156-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo .  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  1215-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Hollis 
Operating  Co.,  _  Inc.,  applicant  and 
owner,  to  permit  in  a  residence  dis¬ 
trict  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  building  to  be  used  for  stores,  of¬ 
fices  and  theatre  purposes ;  premises 


33 


CALENDAR 


: 

CAL.  NO. 

CAL.  NO. 


CAL.  NO. 
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south  side  of  Jamaica  avenue,  60  ft. 
east  of  191st  street,  Hollis,  Borough 
of  Queens. 

1230-23-BZ — Application,  October  30,  1924,  under 
the  building  zone  resolution,  of  James 
Ruburg,  applicant,  on  behalf  of  Marie 
Ruburg,  owner,  to  permit  in  a  resi¬ 
dence  district  the  installation  and  main¬ 
tenance  of  a  gasoline  selling  station ; 
premises  1-3  160th  street,  Flushing,  Bor¬ 
ough  of  Queens. 

31-24-BZ — Application,  January  9,  1924,  under  the 
building  zone  resolution,  of  F.  W. 
Rinn,  architect,  on  behalf  of  Samuel 
Brenner,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a 
garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises;  premises  2251  Grand 
avenue,  northwest  corner  of  Buchanan 
place,  The  Bronx. 

887-24-BZ — Application,  July  2,  1924,  under  the 
building  zone  resolution,  of  Ferdinand 
Savignano,  architect,  on  behalf  of 
Olympia  Gentile,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage- for  the  storage  of  one  (D 
pleasure  and  four  (4)  commercial  mo¬ 
tor  vehicles;  premises  8715  Sixteenth 
avenue,  Brooklyn. 


William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  February  10,  1925,  at  10  o.  tn. 

Appeal  from  Administrative  Order 
1209-24-A — 2  Rector  street,  Manhattan. 

834-24-A — 520-528  Broome  street,  Manhattan 
1329-24-A — 38  West  56th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  10,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

CAL.  NO.  1164-24-BZ— Application,  September  25,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle  and  Henry  G.  Opdycke, 
applicants,  on  behalf  of  B.  &  L.  Hold¬ 
ing  Co.,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
830-836  West  177th  street  and  831- 
835  West  176th  street,  Manhattan. 

cal.  no.  1160-24-BZ — Application,  September  23,  1924,  under 
the  building  zone  resolution,  of  James 
Kearney,  applicant,  on  behalf  of  Samuel 
Weissman,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  550-558  Warwick  street. 
Brooklyn. 

cal.  no.  1242-23-BZ — Application,  October  3,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Sam¬ 
uel  Harding,  owner,  previously  denied, 


to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  242-270  East 
98th  street,  Brooklyn. 

cal.  no.  1125-24-BZ — Application,  September  15,  1924,  under 
the  building  zone  resolution,  of  Eugene 
De  Rosa,  architect,  on  behalf  of  Sol 
Brill,  owner,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a 
building  to  be  used  for  theatre  and 
store  purposes ;  premises  130-134  Dyck- 
man  street,  Manhattan. 

cal.  no.  1367-23-BZ^Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area ;  premises 
1211-12G3  Boynton  avenue,  The  Bronx. 

cal.  no.  532-24-BZ — Application,  April  14,  1924,  under  the 
building  zone  resolution,  of  Mrs.  John 
O'Brien,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  resid¬ 
ing  on  the  premises;  premises  1075 
Summitt  avenue,  The  Bronx. 

cal.  no.  1340-24-BZ — Application,  November  12,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Walter  S.  Thomson,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  1297  Jerome  avenue, 
southwest  corner  of  Clarke  place, 
The  Bronx. 

cal.  no.  1351-24-BZ — Application,  November  17,  1924,  under 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Borden’s  Farm  Products  Co,  Inc., 
owner,  to  permit  in  an  unrestricted 
district  on  a  street  between  two  in¬ 
tersecting  streets,  in  which  portion  there 
exists  an  exit  and  entrance  to  a  public 
school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
322-328  Rutledge  street  and  287-293 
Heyward  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  February  10,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1299-24-S — 159-161  Varick  street  and  49-53  Van  Dam  street, 
Manhattan. 

1348-24-S — 222-224  West  37th  street,  Manhattan. 

1356-24-S — 14  West  40th  street,  Manhattan. 

1383-24-S — 1792  Washington  avenue,  The  Bronx. 
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BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  JANUARY  6,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison,  Holland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of  ap¬ 
peals,  held  on  Tuesday  morning,  December  30,  1924,  were 
approved  as  printed  in  the  Bulletin,  No.  1,  Vol.  X| 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
1306-24-A. 

APPELLANT— Yankauer  &  Davidson,  for  Marino  L. 
Pomares,  et  al.,  owners. 

SUBJECT— Appeals  from  orders  of  fire  commissioner. 
PREMISES  AFFECTED— 276-280,  286-288,  294-296,  300, 
318-320,  324,  328,  332,  336-340  Chauncey  street,  As¬ 
toria,  L.  I.,  Queens. 

APPEARANCES— 

For  Appellant :  R.  V.  T.  Mann,  Marino  L.  Pomares 
and  others. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  February  24,  1925, 
at  10  a.  m.,  for  further  investigation. 


1307-24- A. 

APPELLANT — Yankauer  &  Davidson,  for  William  T. 
Lawler,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 292  Chauncey  street,  Astoria, 
L.  I.,  Queens. 

APPEARANCES— 

For  Appellant:  R.  V.  T.  Mann. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  February  24,  1925, 
at  10  a.  m.,  for  issuance  of  proper  order. 


630-24-A. 

APPELLANT — E.  F.  DeYoung,  owner. 

SUBJECT- — Appeal  from  order  of  superintendent  of  build¬ 
ings. 

PREMISES  AFFECTED — 2210  Newkirk  avenue,  Brook- 
•  lyn. 

For  Appellant:  None. 

For  Administration:  Inspector  Wohlstetter  of  bu¬ 
reau  of  buildings. 

ACTION  OF  BOARD' — -Laid  over  to  February  3,  1925, 
at  10  a.  m. 


744- 24- A. 

APPELLANT — Cornell  Utilities  Co.,  for  Gaston  Plaintiff, 
owner. 

SUBJECT — -Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 100  Groton  street,  Forest  Hills, 
Queens. 

APPEARANCES— 

For  Appellant :  Wm.  Porter. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925,  at 
10  a.  m.,  to  amend  appeal. 

745- 24-A. 

APPELLANT — Cornell  Utilities  Co.,  for  Clarence  F. 
Simonson,  owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 9416  101st  avenue,  Woodhaven, 
Queens. 

APPEARANCES— 

For  Appellant:  Wm.  Porter. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925,  at 
10  a.  m.,  to  amend  appeal. 


834-24- A. 

APPELLANT — The  New  York  Associated  Architects,  Inc., 
for  Tunnel  Garage  -Co.,  owner. 

SUBJECT — Application  for  reopening — appeal  from  deci¬ 
sion  of  fire  commissioner. 

PREMISES  AFFECTED — 520-528  Broome  street  and  55 
Thompson  street,  Manhattan. 

APPEARANCES-- 

For  Appellant :  George  L.  Stivers,  T.  E.  Loebbe. 
ACTION  OF  BOARD — Appeal  reopened  and  set  for  hear¬ 
ing,  February  10,  1925,  at  10  a.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Connell  6 


Negative  .  0 

Absent :  Fire  Chief  Kenlon  . .  1 


1062-24-A. 

APPELLANT — Supreme  Button  Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 140-144  West  22nd  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  withdrawn  on  written  ap¬ 
plication. 

THE  VOTE  TO  WITH  DRAW' — 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  . ; .  6 

Negative  .  o 

Absent :  Mr.  Holland  .  1 


1233-24- A.  1  1 

APPELLANT — Charles  A.  Duke,  for  National  Exhibition 
Co.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — West  side  of  Eighth  avenue, 
519  ft.  8  in.  north  of  155th  street,  Manhattan. 

APPEARANCES— 

For  Appellant :  Charles  A.  Duke. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Connell,  Holland  and  Fire  Chief 


Kenlon  . 6 

Negative  .  o 

Absent :  Mr.  Gunnison  .  i 

THE  RESOLUTION: 


(1233-24-A) 

Whereas,  Charles  A.  Duke,  for  National  Exhibition 
Co.,  filed,  October  16,  1924,  an  appeal,  with  the  board  of 
appeals,  from  ah  order  of  the  fire  commissioner,  affecting 
premises  west  side  Eighth  avenue,  519  ft.  8  in.  north  of 
155th  street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  30-A, 
dated  September  30,  1924,  reads : 

“1.  Install  standpipe  fire  line  equipment  *  *  * 

■  “2.  Provide  telegraphic  communication  with  Depart¬ 
ment  Headquarters  *  *  *. 

“3.  Provide  proper  illumination  in  that  part  of  under 
grandstand  used  as  exit  passageway;  also  directing  signs 
to  guide  patrons  using  this  passageway  *  *  * 

“4.  Provide  portable  fire  appliances  *  * 

and 

Whereas,  the  premises  consist  of  an  open  concrete  and 
steel  stadium  (the  Polo  Grounds),  covering  an  area  of  ap¬ 
proximately  740  ft.- by  519  ft. ;  OCCUPIED  as  a  place  of 
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public  assembly;  the  back  portion  of  the  underside  of  the 
stand,  which  is  used  for  the  storage  of  wooden  benches, 
etc.,  has  been  equipped  with  sprinklers  every  10  ft. ;  and 
Whereas,  appellant  contends  that  the  means  of  egress 
are  adequate,  and  that  all  lumber  of  every  description  ex¬ 
cepting  the  seat  boards  will  be  removed  immediately  after 
the  football  season,  and  if  a  standpipe  system  were  installed 
it  could  only  be  supplied  from  the  6  in.  main  in  the  street. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  1,  on  condition  that  all  partitions 
throughout  the  premises  shall  be  constructed  of  fireproof 
material  with  self-closing  fireproof  doors  at  openings  in 
same;  that  the  appeal  as  it  relates  4>  Items  2  and  3  be  and  it 
hereby  is  denied. 

1258-24-A. 

APPELLANT— Rudolph  P.  Miller,  for  Sancourt  Realty 
Corporation,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 307-313  West  79th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Rudolph  P-  Miller. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Connell,  Holland  and  Fire  Chief 

Kenlon  . •' .  6 

Negative  .  0 

Absent:  Mr.  Gunnison  .  1 

THE  RESOLUTION : 

(1258-24-A) 

Whereas,  Rudolph  P.  Miller,  for  Sancourt  Realty  Corp., 
owner,  filed,  October  23,  1924,  an  appeal,  with  the  board 
of  appeals,  from  orders  of  the  fire  commissioner,  affecting 
premises  307-313  West  79th  street,  Manhattan;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated  Octo¬ 
ber  6,  1924,  read: 

“Order  No.  65215-F : 

“1.  Arrange  the  house  water  supply  pipe  so  that 
same  will  connect  with  tank  on  the  outside  thereof 
above  the  3500  gallon  mark  only. 

“2.  Provide  a  2J4  in.  outlet  with  proper  valve  and 
sufficient  2J4  in.  hose  for  standpipe  on  top  story.” 
“Order  No.  65216-F : 

“1.  Raise  standpipe  tank  to  twenty  feet  above  the 
roof  level  and  properly  support  same,  as  per  Section 
20,  Chapter  12,  Code  of  Ordinances.”; 

and 

Whereas,  the  building  is  fireproof,  ten  stories  in  height, 
100  ft.  by  80  ft.  2  in.  in  area;  OCCUPIED  as  an  apart¬ 
ment  house ;  equipped  with  a  4  in.  standpipe  system,  in¬ 
stalled  in  1906;  and 

Whereas,  there  are  two  tanks,  on  the  roof  of  the  build¬ 
ing,  the  house  tank  of  3,500  gallons  capacity,  the  bottom 
of  the  tank  being  14  ft.  above  the  roof,  and  also  the 
standpipe  supply  tank,  3,500  gallons  capacity,  having  the 
bottom  of  the  tank  2  ft.  above  the  roof ;  and 

Whereas,  appellant  contends  that  the  standpipe  equip¬ 
ment  was  installed  in  accordance  with  the  existing  require¬ 
ments  at  the  time  of  construction,  and  that  the  building 
under  question  is  a  tenement  house  and  under  the  jurisdic¬ 
tion  of  the  tenement  house  department,  and  that  the  fire 
commissioner  is  precluded  by  par.  2  of  sec.  775  of  the 
Charter  from  issuing  any  order  relative  to  a  tenement 
house;  and 

Whereas,  the  corporation  counsel  of  the  City  of  New 
York  rendered  under  date  of  August  29,  1923,  an  opinion 


as  to  the  authority  of  the  fire  commissioner  in  matters  of 
fire  fighting  equipment  in  tenement  houses. 

Resolved,  that  the  orders  of  the  fire  commissioner  be  and 
they  hereby  are  modified,  and  the  appeal  as  to  Order  No. 
65215,  Item  1,  be  and  it  hereby  is  granted  on  condition 
that  a  tank  of  approximately  3,500  gallons  shall  be  main¬ 
tained  separate  and  independent  of  house  supply  for  the 
standpipe  system ;  as  to  Item  2,  granted  only  so  far  as 
it  affects  the  pent-house  occupancy;  and  as  to  Order  65216, 
Item  1,  the  appeal  be  and  it  hereby  is  granted. 


1291-24-A. 

APPELLANT:  Samuel  Rosenblum,  for  Sam  Meyers, 
lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 229  East  9th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Lynch,  of  fire 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Connell,  Holland  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Gunnison  .  1 

THE  RESOLUTION: 


(1291-24-A) 

Whereas,  Samuel  Rosenblum,  for  Sam.  Meyers,  lessee, 
filed,  October  30,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  229  East  9th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  24505- 
LC,  dated  June  10,  1924,  reads: 

“1.  Protect  the  ceiling  construction,  including  all 
vertical  openings  with  fire  retarding  material  as  pre¬ 
scribed  by  the  rules  of  the  Board  of  Standards  and 
Appeals. 

“3.  Remove  boiler  from  present  location  (Section  10, 
Code  of  Ordinances)  and  separate  boiler  from  the  re¬ 
mainder  of  the  building  by  an  unpierced  fireproof  wall 
consisting  of  solid  masonry  of  at  least  8  in.  in  thick¬ 
ness  or  its  equivalent.  Section  159-1,  Chapter  10,  Code 
of  Ordinances.”; 
and 

Whereas,  the  building  is  non-fireproof,  two  stories  and 
cellar  in  height,  25  ft.  by  54  ft.  4  in.  (irregular)  in  area, 
located  in  a  business  district.  OCCUPIED:  Cellar,  stable 
for  five  horses ;  1st  story,  storage  of  wagons  and  two  com¬ 
mercial  motor  vehicles,  property  of  lessee;  2nd  story,  dwell¬ 
ing  of  lessee;  and 

Whereas,  the  ceiling  of  the  1st  story  is  metal  covered 
and  there  is  a  wooden  stairway  from  the  1st  to  2nd  story, 
enclosed  in  wooden  partitions,  metal  covered  on  the  loft 
side,  with  a  wooden  and  glass  door  at  the  1st  story ;  an 
open  runway  goes  down  to  the  cellar ;  with  a  wooden  metal 
covered  bulkhead  on  the  1st  story ;  and 

Whereas,  appellant  proposes  to  shut  off  the  runway  by 
providing  fire  retarding  partitions  at  the  opening  on  the 
1st  story;  to  provide  a  fireproof  door  at  the  stair  leading 
to  the  2nd  story  and  to  enclose  the  boiler  with  a  wood 
stud  and  wire  lath  cement  partition  to  the  ceiling  and  to 
provide  a  fireproof  door  at  the  opening  therein. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  there  shall  be  no  gasoline  stor¬ 
age  equipment  maintained  on  the  premises ;  that  the  storage 
capacity  of  garage  shall  be  restricted  to  two  (2)  automo¬ 
biles,  the  property  of  the  owner,  used  in  the  conduct  of 
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his  business ;  that  the  open  runway  shall  be  enclosed  in 
fire  retarding  material,  with  self-closing  fireproof  door  at 
the  1st  story ;  that  the  stairway  shall  be  enclosed  in  fire 
retarding  material,  and  shall  lead  directly  to  the  street,  with 
not  more  than  one  opening  therefrom  to  garage  portion, 
equipped  with  self-closing  fireproof  door;  that  the  heating 
apparatus  shall  be  enclosed  in  fire  retarding  material,  vented 
to  the  outer  air,  with  metal  duct,  the  door  opening  to  be 
equipped  with  self-closing  fireproof  door. 


1230-24-A. 

APPELLANT— Joseph  Mitchell,  for  J.  Harry  Riker, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 352  West  26th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Joseph  Mitchell. 

For  Administration:  Inspector  Lynch,  of  fire 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Connell,  Holland  and  Fire  Chief 

Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Gunnison  .  1 

THE  RESOLUTION: 

(1230-24-A) 

Whereas,  Joseph  Mitchell,  for  J.  Harry  Riker,  owner, 
filed,  October  15,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  352  West  26th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Sep¬ 
tember  25,  1924,  reads  : 

“2.  Protect  floor  of  garage  with  approved  fire  re¬ 
tarding  material  as  per  Section  73  of  the  Building 

Code. 

“3.  Discontinue  use  of  living  apartments  for  dwell¬ 
ing  purposes  for  reason  that  same  are  not  occupied 
by  applicant  or  his  employee.  Sec.  154,  Chap.  10,  Code 
of  Ordinances. 

“4.  Separate  boiler  from  remainder  of  building  by 
unpierced  wall  of  solid  masonry  at  least  8  inches  in 
thickness.  Entrance  to  boiler  room  to  be  from  ex¬ 
terior  of  building  only.  Sec.  159-1,  Chap.  10,  Code  of 
Ordinances. 

“5.  Provide  a  fire  escape  or  other  secondary  means 
of  exit  for  each  story  above  the  garage.  Sec.  154, 
Chap.  10,  Code  of  Ord.”; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
cellar  in  height,  25  ft.  by  98  ft.  9  in.  in  area  at  1st  and 
2nd  stories  and  25  ft.  by  37  ft.  in  area  above.  OCCUPIED: 
Cellar,  boiler  room;  1st  story,  mason’s  storage  and  private 
garage,  2  persons ;  2nd  story,  mason’s  storage  and  dwelling, 
5  persons ;  3rd  story,  dwelling,  5  persons ;  the  center  section 
of  the  garage  floor  being  constructed  of  3  in.  planking ; 
and 

Whereas,  appellant  proposes  in  re:  Item  No.  2,  to 
remove  the  runway  to  cellar  and  to  install  a  stairway  to 
the  cellar,  provided  with  a  fireproof  door  at  openings  lead¬ 
ing  thereto ;  contends  in  re :  Item  No.  3,  the  two  upper 
stories  are  occupied  by  persons  employed  in  the  business 
carried  on  in  the  1st  story;  in  re:  Item  No.  4,  proposes 
to  enclose  the  boiler  with  an  8  in.  brick  wall  with  a  fire 
door  in  opening  therein ;  and  in  re :  Item  No.  5,  proposes 
to  enclose  the  center  stairway  with  2  in.  by  4  in.  studs 
covered  both  sides  with  metal  lath  and  in.  cement  mor¬ 
tar,  with  a  fire  door  at  the  base  of  the  enclosing  partition, 
and  asks  acceptance  of  this  stairway  as  a  secondary  means 
of  egress. 


Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is; 
granted  on  condition  that  the  garage  storage  capacity  shall 
be  restricted  to  three  (3)  automobiles,  the  property  of  the 
owner  of  the  premises,  used  in  the  conduct  of  his  busi-j 
ness ;  that  there  shall  be  no  gasoline  storage  equipmen* 
maintained  on  the  premises;  that  the  1st  story  throughout 
shall  be  fire  retarded  in  accordance  with  the  rules  of  the 
board  of  standards  and  appeals ;  that  the  existing  runway  in 
the  center  portion  of  building  shall  be  discontinued  and 
in  place  thereof  stairs  shall  be  provided,  enclosed  in  fire 
retarding  material,  with  egress  from  the  foot  of  same  to 
the  yard  of  adjoining  tenement  house,  premises  to  the  west 
with  egress  therefrom  dy-ect  to  street;  the  two  sets  of  staffs, 
shown  on  plans  filed  in  this  appeal  shall  be  provided  and 
maintained,  enclosed  in  fire  retarding  partitions,  with  fire¬ 
proof  self-closing  doors  throughout  the  1st  story;  that  the 
heating  apparatus  shall  be  located  at  the  extreme  front  of 
cellar,  enclosed  in  brick  or  stone  wall,  with  not  more  thar 
one  opening  therein,  provided  with  self-closing  fireproof 
door,  with  additional  egress  provided  from  the  boiler  room 
direct  to  the  street  by  engineer’s  ladder;  and  that  the  ceil 
ing  of  boiler  room  shall  be  fire  retarded  in  accordance  with 
the  rules  of  the  board  of  standards  and  appeals. 


1297-24- A 

APPELLANT — Emil  Guterman,  for  Pinkus  Brothers, 
owners. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 1102  Myrtle  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Emil  Guterman. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Connell,  Holland  and  Fire  Chief 


Kenlon  .  6- 

Negative  .  0 

Absent:  Mr.  Gunnison  .  1 

THE  RESOLUTION : 


(1297-24- A) 

Whereas,  Emil  Guterman,  for  Pinkus  Brothers,  owner, 
filed,  November  1,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  1102  Myrtle  avenue,  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  27,  1924,  reads : 

“A  recent  inspection  by  this  Department  shows  that 
the  standpipe  system  installed  cannot  be  accepted  for 
the  reason  that  2 in.  system  has  been  installed  in¬ 
stead  of  4  in.  system  as  called  for  in  plan  No.  272-21.”; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  195  ft.  8  in.  by  100  ft.  in  area ;  OCCUPIED  as  a 
garage;  and 

Whereas,  appellant  has  provided  a  2J^  in.  standpipe  along 
the  northerly  wall  of  the  building;  and 

Whereas,  appellant  proposes  to  supply  a  sufficient  length 
of  2 1/2  in.  approved  hose  to  cover  all  parts  of  the  premises 
with  a  hose  stream  and  requests  acceptance  of  existing; 
conditions  in  view  of  the  fact  that  permits  were  issued  in 
1922  for  the  same. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  building  shall  be  equipped 
with  a  standpipe  system  in  accordance  with  the  rules  of  the 
board  of  standards  and  appeals,  affecting  standpipe  equip¬ 
ment  for  garages  under  Cal.  No.  179-20-S,  in  force  at  the 
time  permit  was  granted  for  this  garage. 


MINUTES 


1544-22-A. 

APPELLANT— Robert  D.  Kohn,  for  R.  H.  Macy  & 
Co.,  Inc.,  owner. 

SUBJECT— Application  for  reopening— appeal  from  de¬ 
cision  of  fire  commissioner. 

PREMISES  AFFECTED* — 1323-1327  Broadway,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Edward  P.  Doyle. 

ACTION  OF  BOARD — Appeal  reopened  and  extension 

THE  VOTE  TO  REOPEN  AND  EXTEND  PERMI  1 

FOR  90  DAYS—  w  ..  * 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison,  Holland  and  Connell  6 

Negative  .  () 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION  : 

(1544-22-A) 

Whereas,  Robert  D.  Kohn,  for  R.  H.  Macy  &  Co.  Inc 
owner,  filed,  December  22,  1922,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  affect 
ing  premises  1323-27  Broadway,  Manhattan;  and 

Whereas,  the  decision  of  the  fire  commissioner  reads 
“11.  Fuel  oil  equipments  arc  not  permitted  in  build¬ 
ing  of  hazardous  occupancies.”; 

a°\V hereas,  the  building  is  fireproof  ten  and  mneteen 
stories  in  height,  197  ft.  6  in.  by  505  ft.  m  area,  OCCU¬ 
PIED  as  a  department  store,  basement  and  sub-basement, 
shipping;  1st  to  7th  stories,  department  store;  upper  stories, 

StWHE^i,  appellant  has  installed  a  fuel  oil  I burning  ■ equip- 
ment  and  claims  this  equipment  conforms  to  the  requ 

ments  of  the  fuel  oil  rules;  and  ,  „ 

Whereas,  a  committee’s  report  which  was  adopted 
ommends  that  fireproof  walls  of  approved  masonry  as 
indicated  on  plans  filed  March  20,  1923  in  this  appeal,  be 
completed  in  accordance  with  said  plans,  isolating  the 
boiler  room,  by  at  least  two  fireproof  intervening  walls, 
from  any  other  part  of  the  building  in  which  merch 
disc  is  handled  or  material  stored  as  part  of  the  depart¬ 
ment  store  business,  any  openings  in  the  said  walls  to  be 
equipped  with  self-closing  fireproof  doors,  as  indicated  on 
said  plans  and  providing  egress  from  the  boiler  room 
which  in  no  case  passes  through  any  room  used  for  mer¬ 
cantile  storage  or  purposes;  and,  on  further  condition,  m 
granting  this  appeal,  that  the  appellant  install  a  ventilat¬ 
ing  system,  separate  and  independent,  for  the  boiler  room, 
discharging,  through  metal  duct,  directly  to  the  outer  air 
above  the  roof,  and  exhausting  by  means  of  a  power 
driven  fan  of  not  less  than  25  h.  p.,  so  that  any  smoke, 
developing  from  any  cause  in  the  boiler  room,  would  dis¬ 
charge  above  the  roof  of  the  mam  building;  and  on 
further  condition  that  a  mechanical  automatic  control  be 
installed  on  the  discharge  line  from  the  pumps,  arranged 
to  close  down  the  pump  on  the  cessation  of  flame  in  the 
fire  box  or  any  fracture  of  oil  supply  line;  that  the  in¬ 
stallation  comply  in  all  other  respects  with  the  Fuel  Oil 
Rules  of  the  board  of  Standards  and  Appeals,  and  that  ap¬ 
pellant  obtain  the  necessary  permits  for  the  installation 
of  fuel  oil  burning  equipment,  in  accordance  with  said 
Fuel  Oil  Rules,  together  with  a  certificate  from  the  Su¬ 
perintendent  of  Buildings  ;  and  . 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  May  22,  1923,  but  appellant,  unable  to  finish  the 
work  within  the  60  day  period  granted,  requests  under  date 
of  February  6,  1924,  and  under  date  of  June  16,  1924,  Sep¬ 
tember  19,  1924,  and  December  22,  1924,  an  extension  of  time 
for  90  days. 


1 


Resolved,  that  the  decision  of  the  fire  commissioner,  Item 
11,  be  and  it  hereby  is  modified,  and  the  appeal  be  and  it 
hereby  is  granted  on  condition  that  the  stipulations  set  forth 
in  the  foregoing  report  be  complied  with ; 

Resolved,  further,  that  the  temporary  permit  for  the  in¬ 
stallation  pending  approval  of  plans  be  extended  for  90 
days  from  the  date  of  this  action  at  owner’s  risk. 


BUILDING  ZONE  CASES. 

14-24-BZ. 

APPLICANT — Virginia  May  Mollenhauer,  f:r  Michael 
Kelly,  owner. 

SUBJECT — Application  (re:  order  of  fire  commissioner) 
to  permit  in  a  residence  district  the  mainte¬ 
nance  of  a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4)  spaces  rented 
to  persons  not  residing  on  the  premises. 

PREMISES  AFFECTED — 2172  Aqueduct  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Harry  J.  Bower. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  10  a.  m.,  on  request  of  applicant’s  representa¬ 
tive. 


1057-24-BZ. 

APPLICANT— James  J.  Walker,  for  William  A.  Cam¬ 
eron,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district  and 
also  within  “B”  area  district,  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles,  and  also  the  omis¬ 
sion  of  the  rear  yard  required  by  the  zone  res¬ 
olution. 

PREMISES  AFFECTED — Northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  George  F.  Walker. 

For  Opposition:  Harold  F.  Smith,  Caroline  de 
Vorak  and  Sadie  George. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  10  a.  m.,  on  request  of  applicant’s  representa¬ 
tive. 


119-24-BZ. 

APPLICANT — New  York  Telephone  Company. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration  and  extension  of  an  existing  cen¬ 
tral  telephone  exchange  building. 

PREMISES  AFFECTED — 2411-2429  Tratman  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  N.  B.  Egleston. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  10  a.  m.,  on  request  of  applicant’s  representa¬ 
tive,  to  submit  plans. 


973-24-BZ. 

APPLICANT — Emil  Guterman,  for  Tram  Realty  Co., 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  distfict  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1702  11th  avenue,  Brooklyn. 
APPEARANCES— 

For  Applicant:  Emil  Guterman. 

For  Opposition:  Frank  J.  Irving. 

ACTION  OF  BOARD — Application  withdrawn. 
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MINUTES 


THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison,  Holland  and  Connell .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


1170-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Henry  Becker 
-  and  Herman  Becker,  owners. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— Southwest  corner  of  West¬ 
chester  and  Roberts  avenues,  The  Bronx. 
APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  J.  J.  O’Kennedy  and  George 
Singer. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Absent .  ® 

THE  RESOLUTION : 

(1170-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  Henry  Becker,  owner, 
filed,  September  26,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  partly  in  a  residence  district 
and  partly  in  a  business  district,  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than  five 
motor  vehicles;  premises  southwest  corner  of  Westchester 
avenue  and  Roberts  avenue,  Borough  of  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January 
6,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  used  district  maps  accompanying  the  build¬ 
ing  zone  resoultion  show  that  Westchester  avenue  is  a  busi¬ 
ness  district  and  Roberts  avenue  and  Mulford  avenue  are 
residence  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  September  5,  1924,  in  acting  on  N.  B.  Ap¬ 
plication  No.  2428-24,  reads : 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  and  residence  dis¬ 
trict,  is  contrary  to  provisions  of  Building  Zone  Reso¬ 
lution.”  ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  .118.58 
ft.  and  a  depth  of  190  ft. ;  to  be  occupied  as  a  garage 
for  more  than  five  motor  vehicles  »  and 
Whereas,  there  were  no  facts  adduced  at  the  hearing  to 
substantiate  the  basis  of  the  application  under  section  20 
of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


893-24-BZ. 

APPLICANT' — Harry  Katz,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
extending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 408-414  15th  street,  Brook¬ 
lyn. 


APPEARANCES— 

For  Applicant:  Francis  D.  McGarey. 

For  Opposition:  Frank  H.  Field,  Aaron  Hersch- 
kowitz,  Mr.  Orrell,  Max  Schneider  and 
Matthew  Feldman. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Dowd,  Holland,  Connell  and  Fire 


Chief  Kenlon  .  7 

.  Negative .  o 

Absent .  o 

THE  RESOLUTION : 


(893-24-BZ) 

Whereas,  Harry  Katz,  owner,  filed,  July  3,  1924,  an  ap¬ 
plication,  under  the  building  zone  resolution,  to  permit  the 
extension,  from  an  unrestricted  district  into  a  business 
district,  of  a  proposed  garage  for  the  storage  of  more 
than  five  motor  vehicles ;  premises  408-414  15th  street, 
Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January 
6,  1925,  after  due  notice  by  publication  in  the  Bulletin 
of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  15th  street  is  an  unrestricted 
district,  16th  street  is  a  residence  district  and  Eighth  ave¬ 
nue  is  a  business  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  28,  1924,  in  acting  on  Application  No. 
3191-24,  reads: 

“Proposed  one  story  brick  public  garage  for  more 
than  five  motor  vehicles,  partly  in  a  business  district 
and  partly  in  an  unrestricted  district  is  contrary  to 
Art.  II,  Sec.  4  (a)  of  the  Zone  Resolution.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  100  ft. 
and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
more  than  five  motor  vehicles,  a  portion  44  ft.  8)4  in.  in 
width  extending  into  the  business  district;  to  be  occupied 
as  a  garage  for  more  than  five  motor  vehicles;  and 
Whereas,  an  application  under  Cal.  No.  785-19-BZ  was 
denied  on  same  premises;  and  the  proposed  garage  differs 
from  prior  applications  by  having  a  10  ft.  by  29  ft.  court 
and  also  by  being  fireproof ;  and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
c,  the  board  is  empowered  to  act. 

Resolved ,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  building  be 
restricted  to  a  one-story  structure  in  height  above  grade 
and  that  the  easterly  gable  wall  shall  be  set  back  20  ft. 
from  the  easterly  lot  line;  that  the  rear  and  gable  walls 
shall  be  unpierced  throughout  their  entire  height  and  length ; 
that  no  skylight  shall  be  installed  within  20  ft.  of  the 
gable  or  rear  wall  lines,  and  any  skylights  installed  shall 
be  glazed  with  plain  glass,  equipped  with  wire  guards  above 
and  below;  that  any  gasoline  storage  equipment  shall  be 
placed  at  the  extreme  front  of  the  building;  that  the  front 
elevation  shall  be  finished  in  face  brick,  with  architectural 
terra  cotta  or  stone  trimmings;  that  there  shall  be  no 
vehicular  opening  within  the  business  use  area  of  the  prop¬ 
erty,  and  any  signs  installed  on  the  premises  shall  be  re¬ 
stricted  to  the  front  of  the  building; 

Resolved,  further,  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from  the 
date  of  this  action. 
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MINUTES 


916-24-BZ. 

APPLICANT — Emil  Guterman,  for  Louis  Vopelak, 
owner. 

SUBJECT — Application  (re:  order  of  fire  commissioner) 
to  permit  in  a  residence  district  the  mainte¬ 
nance  of  a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  three  (3)  spaces  rented 
to  persons  not  residing  on  the  premises. 
PREMISES  AFFECTED — 116-118  Pleasure  place,  Long 
Island  City,  Queens. 

APPEARANCES— 

For  Applicant:  Emil  Guterman. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Gunnison,  Holland  and  Connell  6 


Negative . . .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION : 

(916-24-BZ) 


Whereas,  Emil  Guterman,  for  Louis  Vopelak,  owner, 
filed,  July  11,  1924,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  five  pleasure  motor  vehicles ; 
three  (3)  spaces  rented  to  persons  not  residing  on  the  prem¬ 
ises;  premises  116-118  Pleasure  place,  L.  I.  C.,  Borough  of 
Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  6, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Pleasure  place  is  a  residence 
district  and  Twenty-second  avenue  is  a  business  district; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
17,  1924,  reads : 

“Order  No.  87362-LC: 

“1.  Discontinue  the  maintenance  of  a  garage  on  these 
premises  in  which  is  kept  motor  vehicles  that  are  not 
the  property  of  persons  residing  in  a  dwelling  on  the 
same  lot.” ; 
and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a  frontage  of  50  ft.  and  a  depth 
of  18  ft.;  occupied  as  a  garage  for  five  pleasure  motor 
vehicles,  three  spaces  rented  to  persons  not  residing  on 
premises ;  and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
F,  the  board  is  empowered  to  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  temporarily,  not  extending  beyond 
two  years  from  the  date  of  this  action  by  the  board,  on 
condition  that  the  capacity  of  the  garage  be  limited  to  four 
automobiles  of  the  pleasure  car  type,  space  for  three  of 
which  may  be  rented  to  persons  not  residing  on  the  prem¬ 
ises  ;  thaj  the  gable  walls  shall  be  unpierced  throughout 
their  entire  height  and  length ;  that  no  gasoline  storage  be 
maintained  on  the  premises;  and  that  there  shall  be  no 
signs  nor  advertising  of  any  nature  or  description  exposed 
or  displayed  on  the  premises. 


263-24-BZ. 

APLICANT — Philip  Freshman,  for  Bob-Roy  Holding 
Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 


PREMISES  AFFECTED — 2140-2146  Bergen  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Philip  Freshman. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland  and  Connell  ...  6 


Negative  .  o 

Absent:  Fire  Chief  Kenlon . . .  i 

THE  RESOLUTION: 

(263-24-BZ) 


Whereas,  Philip  Freshman,  for  Bob-Roy  Holding  Co., 
owner,  filed,  February  19,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles  ;  premises  2140-2146  Ber¬ 
gen  street,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  6, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bergen  street  and  Eastern 
parkway  are  business  districts  and  Ej^st  New  York  avenue 
is  an  unrestricted  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  25,  1924,  in  acting  on  App.  No.  13551- 
23,  reads : 

Denied  Proposition  contrary  to  Zone  Resolution 

Art.  II,  Sec.  4 

“A  public  garage  for  more  than  five  motor  vehicles 
in  a  business  district.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  75 
ft.  and  a  depth  of  127  ft.  9 J4  in.;  to  be  occupied  as  a  ga¬ 
rage  for  more  than  five  motor  vehicles ;  and  . 

Whereas,  the  applicant  has  filed  the  duly  acknowledged 
consents  of  the  owners  of  81  per  cent  of  the  property 
frontage  deemed  by  the  board  to  be  affected. 

Resolved,  X hat  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  building  be 
restricted  to  a  one-story  structure;  that  the  rear  and  gable 
walls  shall  be  unpierced  throughout  their  entire  height  and 
length ;  that  the  front  of  the  building  shall  be  finished  in 
face  brick  with  architectural  terra  cotta  or  stone  trim¬ 
mings ;  that  any  skylights  installed  shall  be  glazed  with 
p  am  glass,  equipped  with  wire  guards  above  and  below ; 
that  all  permits  necessary  for  the  prosecution  of  the  work 
shall  be  obtained  within  nine  months  and  the  building  com¬ 
pleted  within  eighteen  months  from  the  date  of  this  action 
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APPLICANT  A.  Welles  Stump,  for  Regina  Hasen- 

fratz,  owner. 

SUBJECT— Application  (re:  decision  of  board  of  health) 
to  permit  in  a  business  district  the  alteration  and 
extension  of  a  poultry  slaughter  house 
PREMISES  AFFECTED— 728  New  Lots  avenue 
Brooklyn. 

APPEARANCES— 

For  Applicant:  A.  Welles  Stump. 

For  Opposition:  A.  Korwan. 

Inspector  McCauley  for  the  health  department. 
ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 


MINUTES 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative . . .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION : 

(1083-24-BZ) 

Whereas,  A.  Welles  Stump,  for  Regina  Hasenfratz, 

owner,  filed,  August  29,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the 
alteration  and  extension  of  a  poultry  slaughter  house;  prem¬ 
ises  728  New  Lots  avenue,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  6 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  New  Lots  avenue  is  a  busi¬ 
ness  district  and 'Warwick  street  is  a  residence  district; 
and 

WKereas,  the  decision  of  the  board  of  health,  rendered 
July  29,  1924,  reads: 

“At  a  meeting  of  the  Board  of  Health  of  the  Depart¬ 
ment  of  Health,  held  July  29,  1924,  the  following  reso¬ 
lution  was  adopted : 

“RESOLVED,  That  upon  reconsideration  of  the  ap¬ 
plication  of  Regina  Hasenfratz  for  approval  of  plans 
and  specifications  for  an  extension  to  the  poultry  slaugh¬ 
ter  house  located  at  No.  728  New  Lots  Road,  Borough 
of  Brooklyn,  the  said  application  be  and  is  hereby 
DENIED. 

“The  reason  for  the  action  of  the  Board  is  the 
fact  that  the  property  is  located  in  a  business  district 
as  established  by  the  Zoning  Ordinance.” ; 

and 

Whereas,  the  existing  poultry  slaughter  house  is  non- 
fireproof,  one  story  in  height,  20  ft.  by  55  ft.  in  area;  it 
is  proposed  to  build  an  addition  to  this  building,  which  ad¬ 
dition  will  be  non-fireproof,  one  story  in  height  and  20  ft. 
by  44  ft.  in  area ;  and  to  use  the  entire  premises  as  a 
poultry  slaughter  house ;  and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
A  of  the  building  zone  resolution,  the  board  is  empowered 
to  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  proposed 
extension  for  use  as  a  chicken  market  shall  not  exceed 
a  floor  area  of  20  ft.  by  44  ft.  9  in.  and  shall  be  restricted 
to  one  story  in  height;  that  there  shall  be  no  exit  on  the 
Warwick  street  front  of  the  structure;  that  the  sills  of  any 
windows  on  the  Warwick  street  front  shall  be  at  least  5 
ft.  6  in.  above  the  sidewalk  level ;  that  there  shall  be  no 
signs  exposed  on  the  Warwick  street  front  of  the  structure; 
that  the  proposed  addition  shall  be  finished,  as  to  material 
and  design,  in  harmony  with  the  existing  structure ;  and 
on  farther  condition  that  the  necessary  permit  from  the  de¬ 
partment  of  health  be  obtained  and  that  all  other  permits 
necessary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  structure  completed  within  one 
year  from  the  date  of  this  action. 


1157-24-BZ. 

APPLICANT — Wm.  H.  Kehoe,  for  Leonard  Gold,  les¬ 
see. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
alteration  and  conversion  of  occupancy  from  a 
market  to  a  steam  laundry. 


PREMISES  AFFECTED — 488  Ralph  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Wm.  H.  Kehoe. 

For  Opposition:  Saul  J.  Berger  and  Mr.  La 
Perdus. 

ACTION  OF  BOARD— Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland..  5 

Negative:  Mr.  Connell  .  1 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(1157-24-BZ) 

Whereas,  William  H.  Kehoe,  for  Ralph  Market  Ped¬ 
dlers’  Assoc.,  Inc.,  owner,  filed,  September  22,  1924,  an 
application,  under  the  building  zone  resolution,  to  permit 
in  a  business  district  the  conversion  of  occupancy  of  a 
building  from  a  market  to  a  steam  laundry;  premises  488 
Ralph  avenue,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  6, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Ralph  avenue  is  a  business 
district  and  Prospect  place  is  a  residence  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  18,  1924,  in  acting  on  Alt.  App.  No. 
13505-24,  reads: 

“Proposed  conversion  of  present  market  to  use  as  a 
steam  laundry  is  contrary  to  Art.  II,  Sec.  4  of  the 
Zone  Resolution.” ; 

and 

Whereas,  the  building  is  of  frame  construction,  two 
stories  in  height,  with  a  frontage  of  25  ft.  and  a  depth 
of  75  ft ;  L-shaped  in  area ;  it  is  proposed  to  change  the 
occupancy  from  a  public  market  to  a  laundry;  and 
Whereas,  the  board  deemed  there  would  be  hardship  in 
preventing  applicant  from  making  proposed  conversion,  the 
proposition  being  in  fact  a  community  laundry  except 
for  the  power  employed. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that,  in  the  conduct 
and  operation  of  this  laundry,  any  machinery  and  equipment 
used  shall  be  limited  to  such  as  are  .specifically  permitted 
in  the  resolution  adopted  by  the  board  of  appeals  under 
Calendar  No.  549-17-BZ,  with  the  exception  only  as  to  steam 
motor  power;  that  all  permits  necessary  for  the  prosecution 
of  the  work  shall  be  obtained  within  ninety  days  and  the 
work  completed  within  six  months  from  the  date  of  this 
action;  and  on  further  condition  that  the  proposed  use  shall 
be  restricted  and  limited  to  the  dimensions  of  premises  indi¬ 
cated  on  the  plans  filed  in  this  case. 


1174-24-BZ. 

APPLICANT — John  W.  Clancy,  for  William  Buckley, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehi- 
cles. 

PREMISES  AFFECTED — 220  West  179th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  W.  Clancy. 

For  Opposition:  None. 
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ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDlTIONS-^-As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION : 

(1174-24-BZ) 

Whereas,  John  W.  Clancy,  for  William  Buckley,  owner, 
tiled,  September  26,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles;  premises  220  West  179th  street,  Bor¬ 
ough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  6, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  179th  street  is  a  business 
district  to  100  ft.  west  of  Cedar  avenue,  further  to  west  is 
an  unrestricted  district  and  Cedar  avenue  is  a  business 
district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  24,  1924,  in  acting  on  N.  B.  Application 
No.  2350-24,  reads : 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Bldg.  Zone  Resolution.”; 
and 

Whereas,  the  proposed  building  is  to  be  of  non- fireproof 
construction,  one  story  in  height,  witfi  a  frontage  of  100 
ft. ;  to  be  occupied  as  a  garage  for  more  than  five  motor 
vehicles ;  and 

Whereas,  applicant  has  submitted  documentary  proof 
in  affidavit  form  in  support  of  section  7,  subdivision  1, 
and  of  the  existence  of  a  stable  on  179th  street,  and  pro¬ 
posed  building  adjoins  and  is  contiguous  to  the  unrestricted 

district. 

Resolved ,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  building  be 
restricted  to  a  one-story  structure  above  grade;  that  the 
rear  walls  shall  be  unpierced  throughout  its  entire  height 
and  length ;  that  the  front  elevations  on  179th  street  and 
Cedar  avenue  shall  be  finished  with  face  brick  and  archi¬ 
tectural  terra  cotta  or  stone  trimmings ;  that  any  open¬ 
ings  on  Cedar  avenue  shall  be  restricted  to  windows,  the 
sills  of  which  shall  be  not  less  than.  5  ft.  6  in.  above 
the  average  curb  level;  that  there  shall  be  no  signs  or 
advertising  display  of  any  nature  or  description  exposed 
on  the  Cedar  avenue  front;  that  all  permits  necessary  for 
the  prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  building  completed  within  eighteen  months 
from  the  date  of  this  action;  that  a  return  shall  be  made  to 
this  board  for  approval  of  the  drawings  of  the  proposed 
elevations,  before  submitting  same  to  the  superintendent  of 
buildings  for  consideration. 


APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened;  resolu¬ 
tion  modified. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESO¬ 
LUTION— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon . * .  i 

THE  RESOLUTION  : 

(1084-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  Damox  Homes  Corp., 
owner,  filed,  August  29,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  building  to  be  used  for  busi¬ 
ness  purposes ;  premises  north  side  of  Featherbed  lane,  17 
ft.  west  of  Macombs  road,  Borough  of  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  November 
25,  1924,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Macombs  road  is  a  residence 
district  and  Featherbed  lane  is  a  business  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  August  12,  19-24,  in  acting  on  N.  B.  Application 
No.  2178-24,  reads: 

“1.  Erection  of  proposed  building  to  be  used  for 
business  purposes  in  residence  district  is  contrary  to  the 
provisions  of  the  Building  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  50  ft. 
and  a  depth  of  95  ft.;  to  be  occupied  as  stores;  and 
Whereas,  the  board  deemed,  owing  to  surrounding  condi¬ 
tions,  that  there  would  be  hardship  in  preventing  applicant 
from  making  the  proposed  use  of  his  property;  and 
Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  November  25,  1924,  on  certain  conditions  and 
applicant  requested  a  modification  of  these  conditions  in 
so  far  as  the  skylights  were  concerned. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  building  be 
restricted  to  a  one  story  structure  in  height;  that  the  gable 
walls  shall  be  unpierced  throughout  their  entire  height  and 
length;  and  rear  wall  unless  opening  on  a  rear  yard  of 
required  dimension  of  same  property  and  ownership;  that 
no  skylights  shall  be  installed  within  10  ft.  of  the  gable 
wall  and  any  skylights  installed  shall  be  equipped  with 
plain  glass,  protected  above  and  below  with  wire  guards; 
that  the  street  front  of  the  building  shall  be  finished  in 
face  material,  brick  or  stucco,  with  architectural  trimmings, 
decorative  treatment;  that  all  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  building  completed  within  eighteen  months 
from  the  date  of  this  action. 


1084-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Damox  Homes 
Corp.,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  resi¬ 
dence  district  the  erection  and  maintenance  of 
a  building  to  be  used  for  business  purposes. 

PREMISES  AFFECTED— North  side  of  Featherbed 
lane,  17  ft.  west  of  Macombs  road,  The  Bronx. 


1481-22-BZ. 

APPLICANT — William  F.  Doyle,  for  A.  S.  C.  Con¬ 
struction  Corp.,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  res¬ 
idence  district  the  erection  and  maintenance  of 
a  building  to  be  occupied  in  part  for  business 
purposes. 

PREMISES  AFFECTED — 8502-8518  Fourth  avenue, 

Brooklyn. 
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MINUTES 


APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD1— Application  reopened;  resolu¬ 
tion  modified. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESO¬ 
LUTION— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative . . .  ^ 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION : 

(1481-22-BZ) 

Whereas,  William  F.  Doyle,  for  A.  S.  C.  Construction 
Corp.,  owner,  filed,  December  8,  1922,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a  building  to  be  oc¬ 
cupied  in  part  for  business  purposes;  premises  8502-18 

Fourth  avenue,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February  20, 
1923,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fourth  avenue  and  85th  street 
are  residence  districts  and  86th  street  is  a  business  district; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  29,  1922,  in  acting  on  N.  B.  App.  20603- 
22,  reads : 

“Denied— Proposition  contrary  to  the  zone  resolution, 
Art.  11,  Sec.  3,  in  that  a  business  use  is  proposed  in  a 
residence  district.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  four  stories  in  height,  with  a  frontage  of  150 
ft.  2^  in.  and  a  depth  of  100  ft.,  to  be  occupied  in  the 
1st  story  as  stores  and  apartments  and  apartments  above ; 
and 

Whereas,  applicant  contends  that  owing  to  the  location 
of  the  subway  entrance  at  the  corner  there  would  be  great 
hardship  in  preventing  the  use  of  the  1st  story  for  store 
purposes ;  and 


Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  February  20,  1923,  on  certain  conditions,  and 
applicant  requests  a  modification  of  these  conditions  as 
to  the  size  of  store. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  entire  use 
of  the  corner  store,  an  area  of  38  ft.  front  on  Fourth  ave¬ 
nue,  shall  be  restricted  to  a  banking  business  conducted 
under  the  authority  of  the  Banking  Department  of  the  State 
of  New  York  and  be  restricted  to  the  ground  floor  on 
Fourth  avenue  front; 

Further  resolved,  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months  and 
the  building  erected  within  eighteen  months  from  the  date 
of  this  action. 


AREAS  FIXED. 

(1046-24-BZ) 

The  chairman  presented  and  read  a  communication 
from  Thomas  F.  Martin,  requesting  the  board  to  fix 
the  area  deemed  affected  and  within  which  to  obtain 
consents  for  the  erection  and  maintenance  of  a  garage; 
premises  north  side  of  Second  street,  170  ft.  9  in.  east 
of  Fourth  avenue,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Second  street  from  Fourth  avenue 
to  a  point  400  ft.  east  of  proposed  garage. 


(881-24-BZ) 

The  chairman  presented  and  read  a  communication 
from  Henry  E,  Stohldreier,  requesting  the  board  to  fix 
the  area  deemed  affected  and  within  which  to  obtain 
consents  for  the  maintenance  of  a  garage;  premises  1292 
Shakespeare  avenue,  The  Bronx. 

The  following  area  was  approved  by  the  board: 

4  Both  sides  of  Shakespeare  avenue  from  a  point 
100  ft.  south  of  169th  street  to  a  point  400  ft.  north 
of  the  garage;  also  the  properties  at  rear  and  for 
a  distance  of  50  ft.  on  either  side  of  the  side  lot 
lines  of  the  premises  in  question. 


Adjourned,  2:30  p.  m. 

William  J.  O’Gorman,  Secretary. 


MJNUTES 

BOARD  OF  APPEALS 


SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  JANUARY  6,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Connell,  Holland  and  Fire  Chief  Kenlon. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
383-24-A. 

APPELLANT — Weber,  McLaughlin  Co.,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — Foot  of  West  30th  street 
and  North  River,  Manhattan. 
APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  2  p.  m.,  for  final  disposition. 

1029-24-A. 

APPELLANT — Standard  Oil  Company,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 


PREMISES  AFFECTED — Foot  of  West  48th  street, 
Pier  88,  North  River,  Manhattan. 
APPEARANCES— 

For  Appellant :  Percy  J.  King. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  2  p.  m.,  on  request  of  appellant’s  representa¬ 
tive. 


1167-24-A. 

APPELLANT — E.  H.  Gibson,  for  Gulf  Refining  Co,, 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED — East  side  Zerega  between 
Chatterton  and  Blackrock  avenues,  The  Bronx. 
APPEARANCES— 

For  Appellant:  Albert  Conway. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  2  p.  m.,  on  request. 


42 


MINUT 


785-24-A. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED* — G118  Rockaway  Beach  bou¬ 
levard,  Arverne,  Queens. 

APPEARANCES— 

For  Appellant:  Philip  J.  Sinnott. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative . . . .  •  0 

Absent:  Mr.  Gunnison  .  1 

THE  RESOLUTION  : 

(785-24-A) 

Whereas,  Philip  J.  Sinnott,  for  Harry  Schneider,  owner, 
filed,  June  10,  1924,  an  appeal,  with  the  board  of  appeals, 
from  a  decision  of  the  fire  commissioner,  affecting  premises 
6118  Rockaway  Beach  boulevard,  Borough  of  Queens;  and 
Whereas,  the  decision  of  the  fire  commissioner,  N.  B. 
App.  No.  582-22,  dated  May  13,  1924,  reads : 

“1.  A  gravity  tank  of  3,500  gallon  capacity  must  be 
provided  *  *  *. 

“2.  Provide  an  approved  electric  pump  have  a  capacity 
of  at  least  250  gallon  per  minute  *  *  ; 

and 

Whereas,  the  building  is  fireproof,  one  story  and  roof 
garden,  28  ft.  in  height,  76  ft.  by  165  ft.  (irregular)  in 
area;  OCCUPIED  as  a  moving  picture  theatre  and  stores; 

and 

Whereas,  appellant  contends  the  building  faces  on  two 
streets  and  proposes  to  provide  6  in.  connections  to  the  city 
mains  in  Beach  62nd  street  and  in  Rockaway  Beach  boule¬ 
vard  with  two  hose  outlets  on  the  auditorium  floor  and  also 
two  hose  outlets  on  the  roof  garden — all  supplied  with  100 
ft.  of  approved  hose;  and  further  contends  that  this  instal¬ 
lation  will  afford  a  more  adequate  water  supply  than  the 
tank  and  pump. 

Resolved,  that  the  decision  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  a  standpipe  system  with  not  less 
than  two  four-inch  connections  to  city  mains  shall  be  pro¬ 
vided;  and  that  the  auditorium  and  roof  garden  shall  not 
be  used  or  operated  at  the  one  time. 


“Order  No.  253j 
“With  refc 
1924,  for  a  peJj 
above  location! 
out  power  to  c| 
sons : 

Sec.  232,  Sul] 
cellulose  produ] 
that  is  not  of 
stories  in  heigl 
equipped  with  a] 
matic  sprinklers! 
“You  are  ther' 
“1.  Forthwith 


your  application  dated  May  16, 
kore  nitrocellulose  products  at  the 
fet  to  inform  you  that  I  am  with- 
Tich  a  permit  for  the  following  rea- 

[on  2  prohibits  the  storage  of  nitro- 
any  building,  inside  the  fire  limits 
l>of  construction  of  more  than  three 
Ind  in  any  building  which  is  not 
[proved  two  source  system  of  auto- 

ordered  to 
emove  all  nitro-cellulose  products.” ; 


and 

Whereas,  the  building  is  non-fireproof,  10  stories  iq 
height,  35  ft.  by  150  ft.  (irregular)  in  area;  OCCUPIED  as 
a  tenant  factory — approximately  40  persons  per  story;  ap¬ 
pellant  occupying  part  of  the  10th  story  for  setting  stones 
in  celluloid  articles ;  and 

Whereas,  appellant  contends  that  the  building  is  equipped 
with  a  sprinkler  system  that  the  celluloid  articles  are  stored 
in  small  metal  containers  and  requests  permission  to  store  a 
maximum  amount  of  ten  lbs.  of  celluloid. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  not  more  than  five  pounds  of  cel¬ 
luloid  shall  be  maintained  on  premises,  stored  in  a  metal 
cabinet,  constructed  of  heavy  gauge  metal  and  angle-iron 
frame,  with  self-closing  door  to  same,  and  granted  so  long 
as  conditions  as  to  use,  occupancy  and  operation  otherwise 
remain  substantially  unchanged. 


1132-24-A. 

APPELLANT — John  Bennicelli  &  Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 648  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  Louis  P.  Galli. 

For  Administration:  Inspector  Lynch,  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell  and  Fire 

Chief  Kenlon  , .  6 

Negative . 0 

Absent:  Mr.  Gunnison  .  l 

THE  RESOLUTION : 

(1132-24-A) 

Whereas,  John  Bennicelli  &  Co.,  lessee,  for  J.  Romaine 
Brown,  owner,  filed,  September  15,  1924,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  648  Broadway,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Au¬ 
gust  7,  1924,  reads : 


1171-24- A. 

APPELLANT* — Fifth  Avenue  Hospital,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 1240-1249  Fifth  avenue, 

Manhattan. 

APPEARANCES— 

For  Appellant:  C.  E.  Andrews. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon . *  1 

THE  RESOLUTION : 

(1171-24-A) 

Whereas,  Fifth  Avenue  Hospital,  owner,  filed,  September 
26,  1924,  an  appeal,  with  the  board  of  appeals,  from  an  or¬ 
der  of  the  fire  commissioner,  affecting  premises  1240-1249 
Fifth  avenue,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Sep¬ 
tember  9,  1924,  reads : 

“Order  No.  25444-LC : 

“1.  Provide  a  fireproof  vault,  located  outside  of  the 
building  in  which  to  keep  all  inflammable  X-ray  films. 
Said  vault  to  be  constructed,  located,  ventilated  and  pro¬ 
tected  in  accordance  with  plans  to  be  submitted  to  and 
approved  by  the  fire  department.” ; 

Whereas,  the  building  is  fireproof,  11  stories  in  height, 
200  ft.  by  150  ft.  in  area ;  OCCUPIED  as  a  hospital ;  and 
Whereas,  appellant  proposes  to  stare  the  X-ray  films  in 
a  fireproof  room  located  in  the  tower  (12th  story)  of  the 
building  and  contends  that  the  room  is  vented  to  the  outer  air 
and  is  isolated  from  all  other  departments. 


I 

i 

* 
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Resolved ,  that  the  order  of  tl 
it  hereby  is  modified,  and  the 
granted  on  condition  that  the  c| 
premises  shall  be  restricted  to  pi 
exceeding  150  lbs.,  stored  i 
structed  of  4  in.  terra  cotta  partitil 
room  at  the  level  of  12th  story,  eq 
fireproof  door  and  ventilated  to  thq 


commissioner  be  and 
|be  and  it  hereby  is 
Jmaterial  stored  on 
■hie  X-ray  film,  not 
]f  enclosure,  con- 
fcated  in  the  cupola 
[d  with  self-closing, 
|r  air. 


1049-24-A.  _ 

APPELLANT — William  F.  Con^^Bfor  Sun  Co.,  owner. 
SUBJECT — Appeal  from  decisio^^B  fire  commissioner. 
PREMISES  AFFECTED — EasSBfenue  and  Newtown 
Creek,  Long  Island  City,  Queens. 
APPEARANCES— 

For  Appellant:  William  F.  Conran. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 
TEE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Gunnison  .  1 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(1049-24-A) 

Whereas,  William  F.  Conran,  for  iSun  Company,  owner, 
filed,  August  19,  1924,  an  appeal,  with  the  board  of  appeals, 
from  a  decision  of  the  fire  commissioner,  affecting  prem¬ 
ises  East  avenue  and  Newtown  Creek,  Long  Island  City,  Bor¬ 
ough  of  Queens;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
August  18,  1924,  reads : 

“1.  Plans  must  show  tanks  to  be  buried  before  any 
further  examination  can  be  made*  *  *.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  on 
which  is  to  be  located  a  gasoline  distributing  station  con¬ 
sisting  of  a  series  of  11  gasoline  storage  tanks  and  several 
buildings;  and 

Whereas,  appellant  contends  that  the  tanks  are  to  be  lo¬ 
cated  above  ground  surrounded  by  reinforced  concrete  re¬ 
taining  wall,  and  that  it  is  impossible  to  bury  the  tanks  ow¬ 
ing  to  high  water  and  that  the  enclosure  will  hold  ll/2 
times  the  capacity  of  the  tanks  and  that  the  tanks  will  be 
suitably  protected;  and 


therefore  recommends  the  granting  of  this  appeal  with  such 
protective  provisions  as  to  covering  that  portion  of  the  tanks 
above  grade  with  sufficient  earth  fill  and  the  erection  of  a 
reservoir  of  concrete  construction  and  such  other  reinforced 
concrete  curtain  walls,  etc.,  and  sufficient  excess  tank  storage 
to  be  maintained  empty  in  reserve  for  draw  off  from  the 
storage  tanks  in  emergency  and  such  other  protective  meas¬ 
ures  as  would  provide  a  reasonable  maximum  of  safeguard. 

(Signed)  WILLIAM  E.  WALSH, 
JAMES  P.  HOLLAND, 

JOHN  KENLON, 

HENRY  L.  CONNELL. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  gasoline  storage  shall  be  re¬ 
stricted  to  eleven  (11)  tanks,  subdivided  in  two  (2)  bat¬ 
teries  of  four  (4)  tanks  each  and  one  battery  of  three  (3) 
tanks ;  that  each  tank  shall  be  separately  enclosed  in  not 
less  than  six  inches  of  concrete;  that  the  sub-grade  of 
the  foundation  of  the  concrete  enclosure  shall  be  at  mean 
high-water  grade,  that  the  curtain  walls  subdividing  the  bat¬ 
teries  shall  be  built  of  reinforced  concrete  extending  above 
grade  at  least  10  ft. ;  that  the  rear  wall  of  the  entire  three 
batteries  shall  be  carried  to  a  height  of  not  less  than  10  ft. 
above  grade  and  that  the  end  returns  of  the  battery  enclo¬ 
sures  shall  be  carried  to  a  height  of  10  ft.  above  the  grade, 
all  walls  to  be  built  of  reinforced  concrete;  that  a  dry  pipe 
valve  standpipe  system,  equipped  with  flexible  nozzles,  two  at 
the  front  and  two  at  the  rear  of  each  battery,  shall  be  pro¬ 
vided  for  each  gasoline  storage  battery ;  that  this  water-spray 
system  shall  be  controlled  from  a  pump  house  located  not 
less  than  100  ft.  from  battery  storage  structure;  that  neces¬ 
sary  permits  shall  be  obtained  within  six  months  and  that 
the  work  prescribed  shall  be  prosecuted  without  delay  to 
completion  at  the  earliest  possible  date. 


BUILDING  ZONE  CASES. 

1045-24-BZ. 

APPLICANT — F.  P.  Keniston,  for  Jerome  Hatch 
Realty  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence  dis¬ 
trict  and  partly  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 101-111  Linden  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  W.  D.  Teese. 

For  Opposition:  Philip  Sharpe. 

ACTION  OF  BOARD— Laid  over  to  February  3,  1925, 
at  10  a.  m.,  on  request  of  applicant. 


850-24-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Harry  Gillman, 


Whereas,  a  committee  of  the  board  visited  the  premises 
and  reported : 

December  29th,  1924. 

Cal.  No.  :1049-24-A. 

Premises:  East  avenue  and  Newtown  Creek,  Long  Island 
City,  Borough  of  Queens. 

A  committee  of  the  board,  consisting  of  Chairman  Walsh, 
Fire  Chief  Kenlon,  Messrs.  Holland  and  Connell  visited  the 
premises  under  appeal,  namely,  East  avenue  and  Newtown 
Creek,  Long  Island  City,  Borough  of  Queens. 

It  is  proposed  to  develop  and  construct  an  oil  storage 
plant  on  the  aforesaid  premises  and  seeks  relief  from  the 
fire  commissioner’s  decision  requiring  complete  burial  of  all 
tanks.  The  property  is  on  the  banks  of  Newtown  Creek  run¬ 
ning  easterly  therefrom  to  the  south  side  of  First  street,  a 
public  highway  that  borders  the  Long  Island  railroad  yards. 

The  committee  believes  that  the  nature  of  the  soil  and  sur¬ 
rounding  conditions  supports  a  reasonable  modification  and 


owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — West  side  of  Broadway, 
502  ft.  north  of  240th  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  None. 

ACTION  OF  BOARD — -Laid  over  to  February  3,  1925, 
at  10  a.  m.,  on  request  of  applicant. 


1007-24-BZ. 

APPLICANT — R.  Thomas  Short,  for  Homack  Const. 
Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence 
district  extending  from  a  business  district  the 
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erection  and  maintenance  of  a  building  to  be 
used  for  theatre  and  store  purposes. 

PREMISES  AFFECTED— 103-12  to  20  East  Roose¬ 
velt  avenue,  Corona,  Queens. 

APPEARANCES— 

For  Applicant:  George  Walker. 

For  Opposition:  Hon.  Maurice  M.  Connolly. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 

at  10  a.  m.,  on  request  of  applicant. 

• 

1038-24-BZ. 

APPLICANT — Chas.  D.  Cords,  for  Quartin-Handler 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 750-760  New  York  avenue, 
Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 
at  10  a.  m.,  on  written  request  of  applicant. 

— 

1089-24-BZ. 

APPLICANT— Richard  J.  Cullinan,  on  behalf  of  Zen- 
gendal  Realty  Company,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  ior  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 529-533  West  134th  street  and 
532  West  135th  street,  Manhattan. 
APPEARANCES— 

For  Applicant:  Richard  J.  Cullinan. 

For  Opposition:  Benjamin  F.  Fanger. 

ACTION  OF  BOARD— Laid  over  to  February  3,  1925, 
on  request  of  objector. 


1242-23-BZ 

APPLICANT—' William  F.  Doyle,  for  Simon  Harding, 

owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 242-270  East  98th  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  William  F.  Doyle. 

fFor  Opposition:  George  M.  Moskowitz. 

ACTION  OF  BOARD— Laid  over  to  February  10,  1925,  at 
10  a.  m.,  to  check  consents. 


1125-24-BZ. 

APPLICANT— Eugene  De  Rosa,  for  Sol  Brice,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  the  extension,  from  a  business 
district  into  a  residence  district,  of  a  proposed 
building,  to  be  used  for  theatre  and  store  purposes. 

PREMISES  AFFECTED— 130-134  Dyckman  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Alexander  J.  McManus. 

For  Opposition:  Mr.  Gitterman. 

ACTION  OF  BOARD— Laid  over  to  February  10,  1925, 
at  10  a.  m.,  on  request  of  applicant. 


1191-23-BZ. 

APPLICANT— Nathan  Langer,  for  Commonwealth  Sav¬ 
ings  Bank,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 


buildings)  to  permit  in  a  residence  district  erection 
and  maintenance  of  a  garage  for  storage  of  more 
than  five  motor  vehicles. 

PREMISES  AFFECTED — 425-431  West  209th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Nathan  Langer. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  February  3rd,  1925, 
at  2  p.  m.,  to  substantiate  the  basis  of  appeal. 

922-24-BZ. 

■^BPLICANT  McKim,  Mead  &  WLite,  for  Savoy  Hotel 
Corp.,  owner. 

SUBJECT-  Application  (re :  decision  of  superintendent  of 
buildings)  to  permit  in  a  “business  two  times  height 
district”  the  erection  of  the  street  walls  of  a  build¬ 
ing  to  a  height  exceeding  the  limit  prescribed  by  the 
building  zone  resolution. 

PREMISES  AFFECTED— l-ll  East  58th  street;  2-14  East 
59th  street;  761-767  Fifth  avenue,  Manhattan. 
APPEARANCES— 

For  Applicant:  John  Cauldwell  Meyers,  Stewart 
Namara. 

For  Opposition :  Henry  S.  Lockwood,  Martin  Tay¬ 
lor,  C.  H.  Robinson  of  Fifth  Avenue  Asso¬ 
ciation. 

ACTION  OF  BOARD1 — Laid  over  to  February  3,  1925,  at 
2  p.  m. 


1518-23-BZ. 

APPLICANT — William  J.  McKeown,  for  Service  Realty 
Co.,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  vehi¬ 
cles. 

PREMISES  AFFECTED — Southwest  corner  Davidson  av¬ 
enue  and  181st  street,  The  Bronx. 
APPEARANCES— 

For  Applicant :  Frank  McCue. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  for  reopening  laid  over 
to  February  3,  1925,  at  10  a.  m.,  on  request  of  ap¬ 
plicant. 


1089-23-BZ. 

APPLICANT— Croker  National  Fire  Prevention  Engineer¬ 
ing  Co. 

SUBJECT — Application  for  reopening  (re:  order  of  fire 
commissioner)  to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  storage  of  four 
(4)  commercial  motor  vehicles  owned  by  the  per¬ 
son  residing  on  premises. 

PREMISES  AFFECTED— 163  McDougal  street,  Brook¬ 
lyn. 

APPEARANCES— None. 

ACTION  OF  BOARD— Request  for  reopening  Jaid  over 
to  January  13,  1925,  at  10  a.  m.,  to  complete  papers 
in  the  case. 


APPLICANT— Edward  P.  Doyle,  for  Robert  C.  Schock, 
owner.  ... 

SUBJECT— Application  for  reopening  (re:  decision  of  su¬ 
perintendent  of  buildings)  to  permit  in  a  business 
district  the  alteration  and  enlargement  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  vehi- 
cles. 

PREMISES  AFFECTED— 2906-8  Broadway,  Manhattan. 
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MINUTES 


APPEARANCES— 

For  Applicant:  E.  P.  Doyle. 

For  Opposition:  Charles  Brophy,  Henry  C.  White. 
ACTION  OF  BOARD1 — Application  reopened  and  set  for 
calendar  call  January  20,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison  and  Holland  .  5 

Negative  . . . 

Absent  Fire  Chief  Kenlon  and  Mr.  Connell....  2 


1198-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Esthetic  Realty 
Corp.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  two  times  height 
district  the  erection  of  the  street  walls  of  a  build¬ 
ing  to  a  height  exceeding  the  limit  prescribed  by 
the  zone  resolution. 

PREMISES  AFFECTED— 187-191  Joralemon  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Timothy  J.  Shea,  B.  M.  Lang- 
staff,  J.  H.  Denby,  Mr.  Ryan. 

ACTION  OF  BOARD— Laid  over  to  January  13,  1925,  10 
a.  m.,  for  full  vote  of  board. 

THE  VOTE  TO  GRANT—  . 

Affirmative :  hairman  Walsh,  Messrs.  Gunni¬ 
son,  Holland  and  Connell  .  4 

Negative:  Messrs.  Kennedy  and  Dowd  .  2 

Absent :  Fire  Chief  Kenlon  .  4 


1155-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Mary  McHenry, 
owner. 

SUBJECT — Application  (re:  decision  of  the  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles. 

PREMISES  AFFECTED— 1784-92  Park  Place,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Edward1'  P.  Doyle. 

For  Opposition :  Louis  Karasik,  Louis  Shrage, 
Max  Weprinsky,  R.  Schwartz,  J.  Rooney,  A. 
Cooper,  Ida  Berman,  F.  Horwitz. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  . . .  •  •  0 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  7 

Absent  . 

THE  RESOLUTION: 

(1155-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  Mary  McHenry  owner, 
filed  September  22,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of  more  tha 
five  motor  vehicles;  premises  1784-92  Park  Place,  Broo 

17  Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting  January  6, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 

Board  of  Standards  and  Appeals ;  and  .  ,  . 

Whereas,  th*  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Park  place  and  Sterling  place 
are  residence  districts  and  Saratoga  avenue  is  a  business 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  September  19,  1924,  in  acting  on  Application  No. 
18142-24,  reads: 


“1.  Proposition  being  contrary  to  Zone  Resolution  is 
hereby  denied  (public  garage  for  more  than  five  vehi¬ 
cles  in  residence  district  Zone  Resolution  Art.  11,  par. 
4).”; 

and 

W herf.as,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  87  ft. 
and  a  depth  of  159  ft. ;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  there  were  no  facts  adduced  at  the  hearing  to 
warrant  the  evasion  of  this  residence  district  with  non-con¬ 
forming  uses  and  there  being  no  existing  prohibited  or  non- 
conforming  structures  on  the  street. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  loe  and  it  hereby  is  affirmed  and  the  application  be  and 
it  hereby  is  denied. 


934-24-BZ. 

APPLICANT — Thomas  W.  Lamb,  for  Lexington  Avenue 
Theatre  and  Realty  Corp.,  owners. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings  to  permit  in  a  residence  district  extending 
from  a  business  district  the  erection  and  mainte¬ 
nance  of  a  theatre,  store  and  office  building. 
PREMISES  AFFECTED— 1280-1288  Lexington  avenue, 
Manhattan. 

APPEARANCES— 

For  Applicant :  J.  Henry  Walters. 

For  Opposition :  Herbert  L.  Coffin,  Irving  H. 
Greenfield,  Richard  Chism,  E.  M.  Gregory,  N. 
M.  Isaacs. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  7 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


Whereas,  Thomas  W.  Lamb,  for  Lexington  Avenue  The¬ 
atre  and  Realty  Corp.,  owner,  filed,  July  15,  1924,  an  appli¬ 
cation,  under  the  building  zone  resolution,  to  permit  the  ex¬ 
tension  from  a  business  district  into  a  residence  district,  of 
a  building  to  be  occupied  as  a  theatre  and  also  for  store  and 
office  purposes ;  premises  125-31  East  86th  street,  124-34 
East  87th  street  and  1280-1288  Lexington  avenue,  Borough 
of  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  January  6, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Lexington  'avenue  is  a  busi¬ 
ness  district  and  East  86th  street  and  East  87th  street  are 
residence  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  June  24,  1924,  in  acting  on  N.  B.  Application  No. 
372-24,  reads:  _  ^ 

“2.  No  part  of  the  building  may  extend  into  a  resi¬ 
dence  district.  Building  Zone  Resolution,  Art.  2,  Sec 
3.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  three  stories  in  height,  with  a  frontage  of  201  ft. 
5  in.  and  a  depth  of  120  ft.  6  in.  in  East  86th  street  and  134 
ft.  9  in.  on  East  87th  street ;  to  be  occupied  as  theatres,  store 
and  offices,  extending  30  ft.  6  in.  into  the  residence  district 
on  East  86th  street  and  21  ft.  7  in.  on  East  87th  street  with 
a  court  13  ft.  2  in.  wide  on  the  street;  and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
C,  the  board  is  empowered  to  act. 


MINUTES 


Resolved,  that  the  board  of  appeals  does  hereby  make  a 
'aviation  in  the  application  of  the  use  district  regulations  of 
he  building  zone  resolution,  and  that  the  application  be  and 
t  hereby  is  granted  on  condition  that  any  exit  from  the  the- 
itre  within  the  residence  area,  on  86th  and  87th  streets  shall 

i>e  restricted  to  that  for  emergency  exit  use  only,  as  re- 
ptired  by  the  Code  of  Ordinances,  and  that  there  shall  be  not 
nore  than  one  such  exit  on  each  street;  that  the  westerlj 
'able  wall  of  the  structure  shall  be  unpierced  throughout  it> 
?ntire  height  and  length  unless  opening  on  property  in  the 
same  ownership  used  in  conjunction  with  and  under  the 
operation  of  this  structure;  that  the  westerly  gable  wall 
,vhere  exposed  shall  be  finished  in  light  colored  face  brick; 
that  there  shall  be  a  solid  unpierced  wall  of  not  less  than 
ten  (10)  feet  in  height,  enclosing  the  courtway  open  to  the 
sky  on  87th  street,  westerly  gable  finished  both  sides  with 


face  brick ;  that  any  other  exit  on  87th  street  for  the  com¬ 
mercial  use,  operation  and  conduct  of  the  theatre  building 
shall  be  confined  within  fifty  (50)  feet  of  the  Lexington 
avenue  front;  that  all  exposed  masonry  of  the  three  (3) 
fronts  of  the  building  shall  be  of  finished  material,  brick, 
architectural  terra  cotta  or  natural  stone;  and  that  there 
shall  be  no  advertising  display,  signs  nor  billboards  of  any 
nature  or  description  permitted  on  the  front  of  this  prop¬ 
erty  in  the  residence  use  district ; 

Resolved,  further,  that  all  necessary  permits  for  the  pros¬ 
ecution  of  the  work  shall  be  obtained  within  eighteen  (18) 
months  from  the  date  of  this  action. 


Adjourned  6.30  p.  m. 

William  J.  O’Gorman,  Secretary. 


RULES 


SMOKING  IN  FACTORIES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
August  13,  1918. 


RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  fire  commissioner. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stairhall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  fire  commissioner  shall 
direct,  a  notice  of  such  prohibition,  and  the  penalty  for  its 
violation 

(b)  Application.  Application  for  such  permit  shall 
be  made  only  by  the  owner  of  the  building  on  suitable 
blank  forms  to  be  furnished  by  the  fire  commissioner. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factorv  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a 
conspicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
snecified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law.  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  fire  com¬ 
missioner.  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 

i  - _ 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that: 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprinkler 
system,  the  floor  and  ceiling  of  such  room  shall 
be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing ; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works; 

Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works ; 

Machine  shops ; 

Smelting ; 

Stone  or  monumental  works ; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
[j  forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 

I 

i  I  ' 

L 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  January  8,  1925 .  23 

Restored  to  calendar  .  2 

Miscellaneous  Applications. 

Requests  to  reopen  .  4 

Requests  to  amend .  0 

Requests  for  modification  .  2 

Requests  to  rescind .  0 

Requests  for  extension  of  time  .  0 

Requests  for  extension  of  permit  .  1 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans  .  0 

Administrative  requests  .  0 

Requests  for  interpretation .  0 

Total  .  630 

Disposed  of  .  27 

Cases  pending  January  8,  1925' .  603 


DISPOSITION  OF  CASES. 

Withdrawn  .  2 

Dismissed  .  0 

Denied  .  2 

Granted  .  0 

Granted  on  condition .  16 

Appliances  approved .  0 

Appliances  dismissed,  disapproved  or  withdrawn .  0 

Rules  approved  .  0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  4 

Requests  to  reopen  denied  .  0 

Requests  to  amend  granted  .  0 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  2 

Request  for  modification  denied  .  0 

Requests  to  rescind  granted  .  0 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  0 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted .  1 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  0 

Requests  to  install  denied . 0 

Plans  approved  .  o 

Plans  disapproved  .  0 

Administrative  requests  granted  .  0 

Administrative  requests  denied  or  withdrawn  .  0 

Interpretations  .  0 

Requests  withdrawn  or  dismissed  .  0 


Total  .  27 


WARNING. 

Notice  is  hereby  given  to  all  petitioners,  appellants  of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 

and  applicants  for  relief  at  the  hands  of  the  Board  of  offices  of  the  board  and  of  the  further  publication  of  the 

Standards  and  Appeals  and  of  the  Board  of  Appeals,  and  calendars  in  the  daily  press. 

to  all  lawyers,  architects  and  engineers  representing  owners  Fourth  That  no  one  is  entitled  to  written  notice  of  the 

or  lessees  in  proceedings  before  these  boards—  date  for  the  hearing  in  his  case,  and  that  the  plea  of 

First,  That  if  they  do  not  appear  in  person  or  by  rep-  faj]ure  to  receive  such  notice  is  no  excuse  for  neglect  to 

resentative  at  the  hearing  on  their  case,  dismissal  for  lack  appear 

of  prosecution  is  likely  to  result.  '  ‘ 

Second,  That  due  and  ample  notice  of  the  date  set  for  Fifth,  That  the  business  of  these  boards  is  to  dispose  ot 
hearing  is  provided  in  the  publication  in  this  Bulletin  of  all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
the  calendars  of  these  boards,  each  case  being  set  down  by  appeal  or  petition  ties  the  hands  of  the  administrative 

Calendar  Number  and  premises  under  the  date  of  the  official  in  enforcing  his  order;  therefore,  no  appeal  or 

hearing.  petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 

Third.  That  no  plea  of  ignorance  of  the  date  of  the  of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 

hearing  can  be  entertained  in  view  of  this  publication  and  any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  914,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . . 


Street 


P.  O 


My  subscription  to  begin  with  the  issue  for 


1925. 
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homas  J.  Drennan . Fire  Commissioner 

harles  Brady . Supt.  of  Buildings,  Manhattan 

J.  Reville . Supt.  of  Buildings,  The  Bronx 

lbert  E.  Kleinert . Supt.  of  Buildings,  Brooklyn 

ihn  W.  Moore . Supt.  of  Buildings,  Queens 

riLLiAM  J.  McDermott . Supt.  of  Buildings,  Richmond 

William  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

ffice — Municipal  Building,  Room  914. 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  919,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 

CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  919,  on  Tuesday,  January  20, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  January  27,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
Calendar  of  cases  that  have  been  definitely  set  for  hear¬ 
ing  on  fixed  days. 


elephone — Worth  0184. 

ffice  Hours — 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon.  ,'h'  101  v 

ll  communications  should  be  addressed  to  the  chairman 

of  the  board. 


JA  N  a  a  ■ 


CONTENTS  .. 


This  issue  of  the  Bulletin  contains,  in  the  order 
iven — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  January  13. 

1925. 

Minutes  of  Meeting,  Board  of  Standards  and  Ap¬ 
peals,  January  13,  1925. 

Reserve  Calendar.  > 

Annual  Report. 

Progress  Report. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
davs  from  the  date  of  the  action  of  the  Administrative  Of- 

a5«a1. 

‘  ^Any  communication  purporting  to  be  an  appeal,  applica 
tion  or»petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
bv  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner")  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location 
and  position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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DOCKET. 

New  Cases  Filed  Week  Ending  January  15,  1925. 

Cal.  No.  Department.  Premises  Affected. 

60-25-BZ . B.B.Bx.  .2115-2137  Webster  ave.,  Bx. 

-  N.  B.  3148-1924 

59-25-BZ . B.B.Q.  ...N.  W.  C.  Sutter  &  Pitkin  aves., 

Woodhaven,  Q. 

-  N.  B.  17029-1924. 

58-25-A . F.D . N.  Jane  st.,  from  Radde  & 

Prospect  sts.,  L.  I.  City,  Q. 

-  L.  C.  90648. 

57-25-BZ . B.B.Bx.  .1933-1935  Cedar  ave.,  Bx. 

-  N.  B.  15-1925. 

56-25-BZ . B.B.Bx.  .W.  S.  Inwood  ave.,  127.95  ft. 

N.  of  Mt.  Eden  ave.,  Bx. 

-  *  N.  B  3070-1924. 

55-25-S . B.B.M.  ..623  Broadway,  Man. 

-  Alt.  2703-1924. 

54-25-A . B.B.M.  .  .248-254  W.  60th  st.,  Man. 

-  N.  B.  355-1924. 

53-24-S.'. . F.D . 209  W.  34th  st.,  Man. 

-  L.  D.  59238. 

52-25-BZ . B.B.B.  ...266-278  Park  Circle,  Bklyn. 

-  N.  B.  24431-1924. 

51-25-BZ . T.H.D.  ...540  Audubon  ave.,  Man. 

-  N.  B.  65-1923. 

50-25-BZ . B.B.M.  ..237-239  Madison  ave.,  Man. 

-  N.  B.  9-1925. 

49-25-BZ . B.B.B.  ...1601-1613  Cropsev  ave.,  Bklyn. 

-  Applic.  20826-1924 

48-25-A . F.D . 65  Fulton  st.,  Man. 

-  F-65825-65826. 

47-25-S . F.D . 65  Fulton  st.,  Man. 

_  L.  D.  65824. 

46-25-S . B.B.M.  ..16  Horatio  st.,  Man. 

_  L.  D.  54471. 

45-25-BZ . B.B.M.  ..90-98  Park  ave.,  Man. 

_  N.  B.  696-1924. 

44-25-BZ . B.B.B.  ...4101-4111  14th  ave.,  Bklyn. 

_  Applic.  23155-1924. 

43-25-S . F.D . 141-147  W.  45th  st.,  Man. 

_ _ _  L.  D.  70012. 

42-25-S . F.D . 349-351  W.  26th  st.,  Man. 

_ _ _  L.  D.  68660. 

41-25-S . F.D . 58  Stone  st.,  Man. 

- - -  L.  D.  68731. 

40-25-A . F.D . Spuyten  Duyvil  pkway.  &  227th 

- - -  st.,  Bx.  L.  C.  27365. 

39-25-BZ . B.B.B.  ...148-152  India  st.,  Bklyn. 

— - Applic.  24122-1924. 

38-25-A . F.D .  825  Vernon  ave.,  L.  I.  City,  Q. 

-  F-29423. 

37-25-BZ . F.D .  W  S.  Sand  lane,  105  ft.  S.  of 

Old  Town  rd.,  South  Beach, 
S.  I.,  Rich. 

- - -  N.  B.  2293-1924. 

36-25-A . F.D . N.  W.  C.  Onslow  pi.  &  Austin 

st.,  Kew  Gardens,  L.  I.,  Q. 
- —  Alt.  2839-1924. 


35-25-A. . . . 


34-25-A.  ... 


33-25-A. .  . . 


32-25-A. . . . 


31-25-A. . . . 


30-25-A _ 


29-25-BZ. . . . 


28-25- S . 


27-25-BZ. . . 


.F.D.  .. 

•  F.D.  .. 

•  F.D.  .. 
.F.D.  .. 

•  F.D.  .. 

•  F.D.  .. 
.B.B.M. 
.F.D.  .. 
.B.B.Bx. 


26-25-SA . F.D. 


..50  Hay  23rd  st.,  Bklyn. 

Alt.  2639-1924. 
..231  Beaumont  st.,  Bklyn. 

Alt.  2635-1924. 
..8535  112th  st.,  Richmond  Hill, 
Q-  Alt.  2523-1924. 

. .  8  Grenfell  ave.,  Kew  Gardens, 
L.  I.,  Q.  Applic.  1895-1924. 

..382  Mott  ave.,  Bx. 

Alt.  2264-1924. 
. .  36  Beverly  rd.,  Kew  Gardens, 
L.  I.,  Q.  Alt.  2633-1924. 
..511-515  E.  80th  st.,  Man. 

N.  B.  639-1924. 
..17  E.  54th  st.,  Man. 

L.  D.  69167. 
.E.  S.  Jerome  ave.,  200  ft.  N.  of 
Clifford  pi.,  Bx. 

N.  B.  2180-1924 
..Keenan  Brilliant  Burner. 


t  Appliance. 

25-25-S . F.D . 35-37  Ormond  st.,  Bklyn 

- -  L.  D.  69835 

24-25-BZ . B.B.B.  ...229-241  E.  29th  st.,  Bklyn. 

-  Applic.  24714-1924 

Restored  to  Calendar. 

1089-23-BZ . F.D.  ,  163  McDougal  st.,  Bklyn. 

L.  C.  82274. 


CODE. 


. Fire  Department 

H-D . Health  Department 

B-B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B  B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R  . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  January  20,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1037-24-BZ. 

APPLICANT — Dominick  Cancellieri,  owner. 

PREMISES — 76  Smart  avenue,  Flushing,  Borough  of 
Queens. 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  one-story  structure  to  be  used 
for  store  purposes. 

1365-24-BZ. 

APPLICANT— Nathan  D.  Shapiro,  for  Marcus  Leavitt, 
owner. 

PREMISES — 1839-1845  Cropsey  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


1369-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Ida  Van  Rooyan, 
owner. 

PREMISES — 1038-1040  Lafayette  avenue,  Brooklyn. 
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I  fO  PERMIT  in  a  business  district  the  change  of  occupancy 
from  a  garage  for  the  storage  of  five  (5)  motor 
vehicles  to  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

393-24-BZ. 

APPLICANT — 'Charles  B.  Meyers,  for  Ruthie  Realty  Com¬ 
pany,  owner. 

5REMISES — 246-250  Dyckman  street,  Manhattan. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles. 

1116-24-BZ. 

\PPLICANT — Edward  P.  Doyle,  for  Robert  C.  Schock, 
owner. 

PREMISES— 2906-2908  Broadway,  Manhattan. 

TO  PERMIT  in  a  business  district  the  alteration  and  en¬ 
largement  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday.  January  20.  1925.  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

331-24- A — 508-534  West  212th  street.  Manhattan. 

16-24-A — 1342  Park  avenue.  Manhattan. 

1490-23- A — 406  Second  avenue.  Manhattan. 

1499-23-A — 522  West  159th  street.  Manhattan. 

1323- 24- A— 2539  Davidson  avenue.  The  Bronx. 

1324- 24- A — 222  Beaumont  street.  Brooklyn. 

1328-24-A — 125  Buckingham  road.  Brooklyn. 

1331 -24- A — 393  Fourth  avenue.  Brooklyn. 

1347-24-A— 445-451  West  167th  street.  Manhattan. 

588-24-A— 250  Hudson  street,  Manhattan. 

1030-24-A — 126-130  Sixth  avenue.  Manhattan. 

1267-24-A — 2065  Grand  Concourse.  The  Bronx. 

1275-24- A — 64-68  Fulton  street,  Manhattan. 

Under  the  Buildinq  Zone  Resolution. 

NOTICE  IS  HEREBY  GTVEN  bv  the  board  of  anneals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  momma.  January  20  1925  at 

10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  NO.  378-24-BZ — Application.  March  11.  1924.  undeu-  the 
buildinp  zone  resolution,  of  John  J. 
Dunnigan.  applicant,  on  behalf  of  Hesu 
Realtv  Co..  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  earage  for  the  storage  of 
more  than  five  (5)  motor  vehicles: 
premises  1101-1109  Union  avenue.  The 
Rronx. 

cat.,  no.  136-24-BZ — Application.  Tanuarv  29..  1924.  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan.  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  ('5')  motor  vehicles: 
premises  809  Union  avenue,  The 
Bronx. 

CAi .  NO.  675-19-BZ — Application.  June  24.  1924.  under  the 
building  zone  resolution,  of  Szerhp  and 
Szerlip.  applicants,  on  behalf  of  Otto 
Heepe.  owner,  previously  denied,  to  per- 
4  mit  in  a  residence  district  the  main¬ 

tenance  of  a  garage,  space  in  which  is 


rented  to  persons  not  residing  on  the 
premises ;  premises  325-327  16th  street, 
Brooklyn. 

cal.  no.  1310-24-BZ — Application,  November  7,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of 
Charles  F.  Kastenhuber,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  northeast  corner  of 
Cauldwell  avenue  and  East  156th  street, 
The  Bronx. 

cal.  no.  1190-24-BZ — Application,  October  2,  1924,  under 
the  building  zone  resolution,  of  Nathan 
D.  Shapiro,  applicant,  on  behalf  of  Lib- 
land  Realty  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  extending  from 
an  unrestricted  district  the  change  of 
occupancy  of  that  portion  within  the 
business  district,  from  office  use  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  352 
Shepherd  avenue,  Brooklyn 

cal.  no.  1270-24-BZ — Application,  October  27,  1924,  under 
the  building  zone  resolution,  of  Jacob 
B.  Lindner,  applicant,  on  behalf  of 
Bertha  J.  Lindner,  owner,  to  permit 
in  an  “E”  area  district  the  erection 
and  maintenance  of  a  private  garage  on 
the  street  line  of  the  lot,  instead  of 
setting  back  ten  (10)  feet  as  required 
by  the  zone  resolution ;  premises  801 
Avenue  P,  Brooklyn. 

cal.  no.  1281-24-BZ — Application,  October  29,  1924,  under 
the  building  zone  resolution,  of  Henry 
Nordheim,  architect,  on  behalf  of 
Peter  Goldenberg,  owner,  to  permit  in 
a  business  district  the  alteration  and 
conversion  of  occupancy  from  a  busi¬ 
ness  use  to  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2637-2645  Webster  avenue, 
The  Bronx. 

CAL.  no.  1312-24-BZ— Application,  November  7,  1924,  under 
the  building  zone  resolution,  of  Euell 
&  Euell.  architects,  on  behalf  of 
Ignazio  F.  Cavalluzzo,  owner,  to  per¬ 
mit  in  a  business  district  extending 
from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicies ;  premises  1291  Inwood  ave¬ 
nue  and  1300  Cromwell  avenue,  The 
Bronx. 

cat.,  no.  422-24-BZ — Application,  March  21,  1924,  under  the 
building  zone  resolution,  of  Chester 
Baffa,  applicant,  on  behalf  of  John 
Weidman  and  Katie  Weidman,  owners, 
to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  stor¬ 
age  of  four  (4)  pleasure  motor  ve¬ 
hicles,  three  (3)  spaces  rented  to  per¬ 
sons  not  residing  on  the  premises ; 
premises  10139  118th  street,  Richmond 
Hill,  Borough  of  Queens. 

,\m.  no.  676-24-BZ — Application,  May  15.  1924,  under  the 
building  zone  resolution,  of  John  C. 
Wandell  Co.,  applicant,  on  behalf  of 
Dahl  Bros.,  owners,  to  permit  in  a 
residence  “E”  area  district  the  erection 
and  maintenance  of  buildings  nearer 
than  ten  (10)  feet  from  the  line  of  the 
street  contrary  to  section  15  of  the 
building  zone  resolution;  premises  7511- 
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15-lr. -19  and  23  Colonial  road,  north¬ 
east  corner  of  76th  street,  Brooklyn. 
cal.  no.  1344-24-BZ — Application,  November  13,  1924,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  1212 
Fifth  Avenue  Corp.,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  a  gasoline  selling  sta¬ 
tion;  premises  1211-1214  Fifth  avenue, 
southeast  corner  of  102nd  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  January  20,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

432-24-A — 509-517  West  street,  Manhattan. 

1096-24-A — 30  Great  Jones  street,  Manhattan. 

1178- 24- A— 686  Lexington  avenue,  Manhattan. 

1179- 24-A — 417  Fifth  avenue,  Manhattan. 

969-24-A — 126  Franklin  street  and  220-224  West  Broad¬ 
way,  Manhattan. 

832-24-A — 707  Fifth  avenue,  Manhattan. 

1243-24-A — 187  Beach  146th  street,  Neponsit,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  January  20,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matter : 

cal.  no.  992-24-BZ — Application,  August  1,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Vincent  Scuderi,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  southeast  corner  of 
Trimble  place  and  Roosevelt  avenue, 
Woodside,  Queens. 

cal.  no.  996-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Wal¬ 
ton  Whyte  Realty  Corp.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  east  side  of  Jerome 
avenue,  176.66  ft.  north  of  East  Burn¬ 
side  avenue,  The  Bronx. 

cal.  no.  993-24-BZ — Application,  August  1,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  James 
A.  Flanagan  and  Frieda  H.  Heaney, 
owners,  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1714- 
24  Eleventh  avenue,  northeast  corner  of 
18th  street,  Brooklyn. 

cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Duiinigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 


tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

cal.  no.  812-24-BZ— Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  a  business  building  which  was 
erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx. 

cal.  no.  942-24-BZ — Application,  July  17,  1924,  under  the 
building  zone  resolution,  of  A.  I. 
Nova,  applicant,  on  behalf  of  John  C. 
Cochran,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  425-427  Coney  Island  avenue, 
Brooklyn. 

cal.  no.  1032-24-BZ — Application,  August  14,  1924,  under 
the  building  zone  resolution,  of  Emil 
Guterman,  applicant,  on  behalf  of  Mat- 
tie  Orlando,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  two 
(2)  garages  for  the  storage  of  four 
(4)  pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises ;  premises  344  Webster 
avenue,  Brooklyn. 

cal.  no.  1204-24-BZ — Application,  October  7,  1924,  under 
the  building  zone  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1716-1728  Fulton 
street,  Brooklyn. 

cal.  no.  1181-24-BZ — Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  James 
Kearney,  applicant,  on  behalf  of  Leo¬ 
pold  Weil  and  Mayer  S.  Ames,  owners, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1813-1815 
Jerome  avenue,  The  Bronx. 

cal.  no.  1168-24-BZ — Application,  September  26,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Green. 
Matthews,  Taylor  Co.,  owner,  to  per¬ 
mit  in  a  business  district  the  altera¬ 
tion  and  extension  of  a  building  to  be 
used  as  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles  and 
motor  vehicle  repair  shop ;  premises 
952-960  Home  street  and  1168-1172 
Southern  boulevard.  The  Bronx. 

cal.  no.  1216-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Marer,  applicant  and  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  business  purposes;  premises  2Ri«- 
20  University  avenue,  The  Bronx. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  M  permit 
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in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  live  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

CAL.  NO.  1271-24-BZ— Application,  October  27,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Wei- 
man-McGinnis  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  2966-72  Jerome  ave¬ 
nue,  The  Bronx. 

cal.  no.  1298-23-BZ — Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  3200  Villa 
avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  January  27,  1925,  at  2  p.  tn. 

Building  Zone  Cases. 

861-24-BZ. 

APPLICANT— Hackenburg  &  Schwartz,  for  Bernard  Cor¬ 
rigan,  owner. 

PREMISES— Southwest  corner  of  Thwaites  place  and  Bos¬ 
ton  road,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  construction  and 
maintenance  of  a  gasoline  filling  station. 

1404-24-BZ. 

APPLICANT— John  De  Hart,  for  Helen  Weinstock,  owner. 

PREMISES— 3-5  Cottage  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  five  (5) 
commercial  motor  vehicles,  owned  and  used  by  the 
person  residing  on  the  premises. 

1428-24-BZ. 

APPLICANT — John  De  Hart,  for  Zivie  Bender,  owner. 

PREMISES— 1223-1229  Intervale  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1442-24-BZ.  „  t  ^  _  L  . 

APPLICANT— William  F.  Doyle,  for  Joen  E.  Roeser,  et  al., 

owners.  ... 

PREMISES — Northwest  corner  of  Jerome  avenue  and  Lin¬ 
ford  place,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1089-23-BZ. 

APPLICANT— Croker  National  Fire  Prevention  Engineer¬ 
ing  Co.,  for  Frank  Mitchell,  owner. 

PREMISES— 163  McDougal  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
J  garage  for  the  storage  of  two  (2)  pleasure  and 
two  (2)  commercial  motor  vehicles,  owned  by  the 
person  residing  on  the  premises. 


BOARD  OF  APPEALS. 

Tuesday,  January  27,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1019-24-A — 640  Broadway,  Manhattan. 

1 175-24-A — 628-642  West  45th  street,  Manhattan. 

306-24-A— 82-86  Rutgers  slip,  Manhattan. 

1282-24-A — 231-235  East  55th  street,  Manhattan. 

1302-24-A — 117  Beekman  street,  Manhattan. 

1333-24-A — West  side  of  Eleventh  avenue,  from  58th  street 
to  59th  street,  Manhattan. 

1338-24-A— 154-60-64-72  West  32nd  street,  383-99  Seventh 
avenue  and  145-165  West  31st  street,  Man¬ 
hattan. 

1357-24-A — 14  West  40th  street,  Manhattan. 

1309-24-A — 8891  Seventeenth  avenue,  Brooklyn. 

1320-24-A — 32  West  76th  street,  Manhattan. 

1325-24- A — 261  East  Kingsbridge  road,  The  Bronx. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  January  27,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

CAL.  NO.  1068-24-BZ — Application,  August  26,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Wi- 
laura  Holding  Corp.,  owner,-  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1898  Sedgwick  avenue, 
southeast  corner  of  Burnside  avenue, 
The  Bronx. 

cal.  no.  629-24-BZ — Application,  May  6,  1924,  under  the 
building  zone  resolution,  of  F.  W.  Rinn, 
architect,  on  behalf  of  Matthew  Heine, 
owner,  to  permit  in  a  residence  district 
the  maintenance  of  a  garage  for  the 
storage  of  two  (2)  pleasure  motor  ve¬ 
hicles,  two  (2)  spaces  rented  to  persons 
not  residing  on  the  premises;  premises 
60  Buchanan  place,  The  Bronx. 

cal.  no.  287-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  David 
G.  McConnell,  applicant,  on  behalf  of 
Bayie  Realty  Co.,  Inc.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
524  Jackson  avenue,  The  Bronx. 

cal.  no.  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923; 
premises  712-748  Southern  boulevard, 
The  Bronx. 

cal.  no.  354-24-BZ — Application,  March  7,  1924,  under  the 
building  zone  resolution,  of  Thomas  F. 
Cosgrove,  applicant,  on  behalf  of  Inter¬ 
borough  Auto  Repair  and  Supply  Co.. 
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owner,  to  permit  in  a  business  district 
the  maintenance  of  a  motor  vehicle  re¬ 
pair  shop;  premises  306-308  Broadway, 
West  New  Brighton,  S.  1.,  Richmond. 

cal  no.  479-24-BZ — Application,  April  3,  1924,  under  the 
building  zone  resolution,  of  Croker  Na¬ 
tional  Pire  Prevention  iingineering  Co., 
applicant,  Gaetano  Calandrillo,  owner, 
Petro  Be  Lucca,  lessee,  to  permit  in  a 
business  district  the  maintenance  of  a 
junk  shop;  premises  46  Lewis  street, 
Corona,  Borough  of  Queens. 

cal.  no.  1266-24-BZ — Application,  October  24,  1924,  under 
the  building  zone  resolution,  ot  Philip 
J.  Binnott,  applicant,  Martha  Vanson, 
owner,  Kings  Gounty  Milk  Co.,  lessee, 
to  permit  in  a  business  district  the  con¬ 
version  of  occupancy  of  an  existing 
building  from  a  one  lanuly  and  garage 
tor  the  storage  of  five  (5 )  motor  vehi¬ 
cles  to  a  milk  distributing  station ; 
premises  5612  18th  avenue,  Brooklyn. 

cal.  no.  1345-24-BZ — Application,  November  13,  1924,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Lstate  of 
bredencK  Pischer,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  ot  a  garage  for  the  storage  of 
more  than  five  (5J  motor  vehicles; 
premises  1160-1172  intervale  avenue, 
southeast  corner  of  East  169th  street, 
The  Bronx. 

cal.  no.  1340-24-BZ — Application,  November  14,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Louis 
Blumberg,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  live  (5)  motor  vehicles; 
premises  east  side  Coney  Island  ave¬ 
nue,  150.52  ft.  south  of  Avenue  T, 
Brooklyn. 

cal.  no.  1405-24-BZ — 'Application,  November  26,  1924,  under 
the  building  zone  resolution,  of  George 
Fred  Pelham,  architect,  on  behalf  of 
Castle  Realty  Co.,  owner,  to  permit  in 
a  1  y2  times  height  district  the  erec¬ 
tion  of  the  street  wall  to  a  height 
exceeding  the  limit  required  by  the 
zone  resolution;  premises  442-450  West 
31st  street,  Manhattan. 

cal.  no.  1398-24-BZ — Application,  November  24,  1924,  under 
the  building  zone  resolution,  of  G.  A. 
&  H.  Boehm,  architects,  on  behalf  of 
The  Harriman  Realty  and  Security 
Corp.,  owner,  to  permit  in  a  business 
1*4  times  height  district  the  erection  of 
the  street  wall  to  a  height  exceeding 
the  limit  required  by  the  zone  resolu¬ 
tion;  premises  523-529  Fifth  ave¬ 
nue,  southeast  corner  44th  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 

BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  January  27,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

983-24-S— 6-8  West  20th  street,  Manhattan. 

1308-24-S — 55  Fulton  street,  Manhattan. 

385-24-S — 2268  Second  avenue,  Manhattan. 


I201-24-S — 45-47  West  57th  street,  Manhattan. 

1095-24-S — 37-65  Franklin  avenue  and  22-46  Skilman  street, 
Brooklyn. 

1412-24- S — 137  Greene  street,  Manhattan. 

1251-24-iS — 419-21  West  55th  street,  Manhattan. 

1278- 24-S — 106-114  West  38th  street,  Manhattan, 

1279- 24-S — 25-27  West  36th  street,  Manhattan. 

1280- 24-S — 7-9  West  36th  street,  Manhattan. 

1354-24-S — 19-21  East  55th  street,  Manhattan. 

1363-24-S — 164  Mulberry  street,  Manhattan. 

1194-24-S — 40  West  56th  street,  Manhattan. 

982-24-S — 614-618  West  131st  street,  Manhattan. 

598-24-S — 168  21st  street,  Brooklyn. 

1430-24-S — 41-43  East  28th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 


BOARD  OF  APPEALS. 

Tuesday,  February  3,  1925,  at  10  a .  m. 

Appeals  from  Administrative  Orders. 

1326- 24-A — 254  West  75th  street,  Manhattan. 

1327- 24-A — 410  East  50th  street,  Manhattan. 

1355-24-A — 280  East  133rd  street,  The  Bronx. 

1364-24-A — 164  Mulberry  street,  Manhattan. 

1385- 24- A — 150  West  180th  street,  The  Bronx. 

1386- 24-A — 800  Richmond  turnpike,  S.  I.,  Richmond. 

1387- 24-A — 212  Howard  avenue,  S,  I.,  Richmond. 

1388- 24-A — 310  Chauncey  street,  Astoria,  Queens. 

429-24-A — 137  East  19th  street,  Manhattan. 

1408-24- A — 20  East  128th  street,  Manhattan. 

1411-24-A — 307  Snediker  avenue,  Brooklyn. 

630-24-A — 2210  Newkirk  avenue,  Brooklyn. 

741-24-A — 100  Groton  street,  Forest  Hills,  Queens. 

745-24- A — 9419  101st  avenue,  Woodhaven,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  3,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  14-24-BZ — Application,  January  4,  1924,  under  the 
building  zone  resolution,  of  Virginia 
May  Mollenhauer,  applicant,  on  behalf 
of  Michael  Kelly,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  five  (.5) 
pleasure  motor  vehicles,  four  (4) 
spaces  rented  to  persons  not  residing 
on  the  premises;  premises  2172  Aque¬ 
duct  avenue,  The  Bronx. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution;  premises 
northwest  corner  182nd  street  and 
Folin  street,  The  Bronx. 
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cal.  no.  119-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  New 
York  Telephone  Company,  applicant 
and  owner,  previously  withdrawn,  to 
permit  in  a  residence  district  the  altera¬ 
tion  and  extension  of  an  existing  cen¬ 
tral  telephone  exchange  building ;  prem¬ 
ises  2411-2429  Tratman  avenue,  The 
Bronx. 

CAL.  NO.  1045-24-BZ — Application,  August  18,  1924,  under 
the  building  zone  resolution,  of  F.  P. 
Keniston.  applicant,  on  behalf  of  Je¬ 
rome  Hatch  Realty  Corp.,  owner,  to 
permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  101-111  Lin¬ 
den  street,  Brooklyn. 

cal.  no.  850-24-BZ — Application,  June  25,  1924,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of 
Harry  Gillman,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Broadway,  502 
ft.  north  of  240th  street,  The  Bronx. 
Bronx. 

cal.  no.  1007-24-BZ— Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  R. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

cal.  no.  1038-24-BZ— Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn. 

cal.  no.  1089-24-BZ— Application,  August  30,  1924  under 
the  building  zone  resolution,  of  Rich¬ 
ard  J.  Cullinan,  applicant,  on  behalf  of 
Zengendal  Realty  Company,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  529-533  West 
134th  street  and  532  West  135th  street, 
Manhattan. 

cal.  no.  1232-24-BZ — Application,  October  16,  1924,  under 
the  building  zone  resolution,  of  Boris 
W.  Dorfman,  architect,  on  behalf  of 
Louis  Bergstein,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  Linden  street, 
95  ft.  north  of  Central  avenue,  Brook¬ 
lyn. 

cal.  no.  1389-24-BZ — Application,  November  21,  1924,  under 
the  building  zone  resolution,  of  Euell 
&  Euell,  architects,  on  behalf  of  Nora  C. 
Aitkin,  Lydia  A.  Aitkin  and  Elizabeth 


A.  Bull,  owners,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles ;  premises  1281 
Inwood  avenue  and  1290  Cromwell  ave¬ 
nue,  The  Bronx. 

cal.  no.  849-24-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Se¬ 
cured  Properties  Corp.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  348- 
358  East  184th  street,  The  Bronx. 

cal.  no.  1111-24-BZ— Application,  Decerpber  23,  1924,  under 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Irene  N.  Collerd,  owner,  previously 
denied,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  northwest 
corner  of  East  189th  street  and  Wash¬ 
ington  avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  February  3,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

383-24-A— Foot  of  30th  street  and  North  River,  Manhat¬ 
tan. 

1029-24-A— Foot  of  West  48th  street  and  North  River, 
Pier  No.  88,  Manhattan. 

1167-24- A — East  side  Zerega  avenue,  between  Chatterton 
and  Blackrock  avenues,  The  Bronx. 

589-24-A— 43-45  Wooster  street,  Manhattan. 

634-24- A — 9120  89th  street,  Woodhaven,  Queens. 

727-24-A — 36-40  John  street,  Manhattan. 

1476-24-A — 26  Buckingham  road,  Brooklyn. 

1236- 24-A — 3-14  Northern  avenue,  Manhattan. 

1237- 24-A— South  side  of  West  190th  street,  between  Wads¬ 

worth  terrace  and  Wadsworth  avenue,  Ml. 
hattan. 

1283- 24-A — 737-41  West  177th  street  and  241-55  Haven 

avenue,  Manhattan. 

1284- 24-A — 320  Wadsworth  avenue,  Manhattan. 

359-24-A — 59-61  Reade  street,  Manhattan. 

780-20- A — 8802-8808  Jamaica  avenue,  Woodhaven,  Queens. 
352-21-A — Southeast  corner  Fulton  street  and  New  York 
avenue,  Queens. 

355-21- A— 946-956  Kings  Highway,  southeast  corner  Coney 
Island  avenue,  Brooklyn. 

982-21-A — 2180  Third  avenue,  Manhattan. 

1187-21-A — 640-644  Lenox  avenue,  59-71  West  142nd  street, 
52-58  West  143rd  street,  northeast  corner 
142nd  street  and  Lenox  avenue,  Manhattan. 

1585-21-A — 2152  Metropolitan  avenue,  Queens. 

39-22-A — 2005-2011  86th  street,  2006-2012  85th  street, 
Brooklyn. 

67-22-A — Block  bounded  by  138th  street  and  139th  street, 
Hamilton  place  and  Broadway,  Manhattan. 

69-22-A — 75  Ogden  avenue,  The  Bronx. 

103-22-A— 1685-1695  78th  street,  Brooklyn. 
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Under  the  Building  Zone  Resolution. 

cal.  no.  922-24- BZ— Application,  July  11,  1924,  under  the 
building  zone  resolution,  of  McKim, 
Mead  and  White,  applicants,  on  behalf 
of  Savoy  Hotel  Corp.,  owner,  to  per¬ 
mit  in  a  business  two-times  height  dis¬ 
trict  the  erection  of  the  street  walls 
to  a  height  exceeding  the  limit  pre¬ 

scribed  by  the  zone  resolution;  prem¬ 
ises  761-767  Fifth  avenue,  2-14  East 

59th  street  and  1-11  East  58th  street, 
Manhattan. 

cal.  no.  1092-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 

W.  Clancy,  applicant,  on  behalf  of 

Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  331  East  184th  street,  north¬ 
east  corner  of  Tiebout  avenue,  The 
Bronx. 

cal.  no.  1180-24-BZ— Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Two  Hundred  and  Fifty-seven 
Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  1  Yz  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution ; 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street, 
Manhattan. 

cal.  no.  1223-24-BZ — Application,  October  14,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
Henry  Grenhart,  owner,  to  permit  in  a 
residence  district  the  alteration  and 
conversion  of  occupancy  from  a  motor 
vehicle  repair  shop  to  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  166-168  East  92nd 
street,  Manhattan. 

cal.  no.  1191-23-BZ — Application,  September  9,  1924,  under 
the  building  zone  resolution,  of  Nathan 
Langer,  architect,  on  behalf  of  Com¬ 
monwealth  Savings  Bank,  owner,  pre¬ 
viously  denied,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
425-431  West  209th  street,  Manhattan 

cal.  no.  1156-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  1215-24-BZ — Application,  October  10.  1924,  under 
the  building  zone  resolution,  of  Hollis 
Operating  Co.,  Inc.,  applicant  and 
owner,  to  permit  in  a  residence  dis¬ 
trict  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  building  to  be  used  for  stores,  of¬ 
fices  and  theatre  purposes ;  premises 
south  side  of  Jamaica  avenue,  60  ft. 


east  of  191st  street,  Hollis,  Borough 
of  Queens. 

cal.  no.  1230-23-BZ — Application,  October  30,  1924,  under 
the  building  zone  resolution,  of  James 
Ruburg,  applicant,  on  behalf  of  Marie 
Ruburg,  owner,  to  permit  in  a  resi¬ 
dence  district  the  installation  and  main¬ 
tenance  of  a  gasoline  selling  station; 
premises  1-3  160th  street,  Flushing,  Bor¬ 
ough  of  Queens. 

cal.  no.  31-24-BZ — Application,  January  9,  1924,  under  the 
building  zone  resolution,  of  F.  W. 
Rinn,  architect,  on  behalf  of  Samuel 
Brenner,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a 
garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises;  premises  2251  Grand 
avenue,  northwest  corner  of  Buchanan 
place,  The  Bronx. 

cal.  no.  887-24-BZ — Application,  July  2,  1924,  under  the 
building  zone  resolution,  of  Ferdinand 
Savignano,  architect,  on  behalf  of 
Olympia  Gentile,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  one  (D 
pleasure  and  four  (4)  commercial  mo¬ 
tor  vehicles;  premises  8715  Sixteenth 
avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  February  10,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order 
1209-24-A — 2  Rector  street,  Manhattan. 

834-24-A — 520-528  Broome  street,  Manhattan 
1329-24- A — 38  West  56th  street,  Manhattan. 

1315-24- A — 1043  Fifth  avenue,  Manhattan. 

868-24- A — 101  West  42nd  street  and  737-745  Sixth  avenue, 
Manhattan. 

1390-24-A — 311-315  East  170th  street,  The  Bronx. 

1431-24- A — 3294  Hull  avenue,  The  Bronx. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  10,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1164-24-BZ — Application,  September  25,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle  and  Henry  G.  Opdycke, 
applicants,  on  behalf  of  B.  &  L.  Hold¬ 
ing  Co.,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
830-836  West  177th  street  and  831- 
835  West  176th  street,  Manhattan. 
cal.  no.  1160-24-BZ — Application,  September  23,  1924,  under 
the  building  zone  resolution,  of  James 
Kearney,  applicant,  on  behalf  of  Samuel 
Weissman,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  550-558  Warwick  street. 
Brooklyn. 
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cal.  no.  1242-23-BZ— Application,  October  3,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Sam¬ 
uel  Harding,  owner,  previously  denied, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  242-270  East 
98th  street,  Brooklyn. 

cal.  no.  1125-24-BZ — Application,  September  15,  1924,  under 
the  building  zone  resolution,  of  Eugene 
De  Rosa,  architect,  on  behalf  of  Sol 
Brill,  owner,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a 
building  to  be  used  for  theatre  and 
store  purposes;  premises  130-134  Dyck- 
man  street,  Manhattan. 

cal.  no.  1367-23-BZ— Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area ;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

cal.  no.  532-24-BZ— Application,  April  14,  1924,  under  the 
building  zone  resolution,  of  Mrs.  John 
O’Brien,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  resid¬ 
ing  on  the  premises;  premises  1075 
Summitt  avenue,  The  Bronx. 

cal.  no.  1340-24-BZ — Application,  November  12,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Walter  S.  Thomson,,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  1297  Jerome  avenue, 
southwest  corner  of  Clarke  place, 
The  Bronx. 

cal.  no.  1351-24-BZ — Application,  November  17,  1924,  under 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Borden’s  Farm  Products  Co,  Inc., 
owner,  to  permit  in  an  unrestricted 
district  on  a  street  between  two  in¬ 
tersecting  streets,  in  which  portion  there 
exists  an  exit  and  entrance  to  a  public 
school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
322-328  Rutledge  street  and  287-293 
Heyward  street,  Brooklyn. 

cal.  no.  595-24-BZ — Application,  April  28,  1924,  under  the 
building  zone  resolution,  of  Thomas 
O’Rourke  'Gallagher,  applicant,  on  be¬ 
half  of  General  Construction  Co., 
owner,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a 
building  to  be  used  as  a  poultry  mar¬ 


ket;  premises  1169-1173  East  New 
York  avenue,  Brooklyn. 

cal.  no.  1371-24-BZ — Application,  November  20,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Joseph  Spektorsky,  owner,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  business  building ;  premises 
east  side  of  Fox  street,  98.22  ft.  north 
of  165th  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  February  10,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1299-24-S — 159-101  Varick  street  and  49-53  Van  Dam  street, 
Manhattan. 

1348-24-S — 222-224  West  37th  street,  Manhattan. 

1356-24-S — 14  West  40th  street,  Manhattan. 

1383-24-S — 1792  Washington  avenue,  The  Bronx. 

1313-24-S — 243  Canal  street,  Manhattan. 

1440- 24-S — 3639  Holland  avenue,  The  Bronx. 

1441- 24-S — 44  West  56th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

1396-24-SA — Northern  Rotary  Pump,  approval  of. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  February  17,  1925,  at  2  p.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  February  17,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  968-24-BZ — Application,  July  24,  1924,  under  the 
building  zone  resolution,  of  Otto  Hen- 
schel,  applicant,  on  behalf  of  Michael 
E.  Pellegrino,  Nicholas  Ciago,  Dominick 
Lambiente  and  Antonette  Salomone, 
owners,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
buildings  to  be  used  for  store  purposes 
on  first  story,  residence  use  above ; 
premises  1922-1926,  1930-1932  Kings 
highway  and  2110  Ocean  avenue, 
Brooklyn. 

cal.  no.  994-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  Jacob  Lu- 
broth,  architect,  on  behalf  of  Louis 
Hernstat,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house; 
premises  2269-71  59th  street,  Brooklyn. 

William  E-  Walsh,  Chairman. 


MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  JANUARY  13,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison,  Holland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  January  6,  19.25,  were 
approved  as  printed  in  the  Bulletin,  No.  2,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
1315-24-A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  Mrs.  Helen 
M.  Byrne,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 1043  Fifth  avenue,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant :  William  Porter. 

ACTION  OF  BOARD — Laid  over  to  February  10,  1925,  at 
10  a.  m.,  on  request  of  appellant’s  representative. 


868-24-A. 

APPELLANT — Edward  P.  Doyle,  for  Unity  Fee  Company, 
Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 101  West  42nd  street  and  737- 
745  Sixth  avenue,  Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  February  10,  1925,  at 
10  a.  m.,  on  written  request  of  appellant’s  repre¬ 
sentative. 


1277-24- A. 

APPELLANT — Ernest  W.  Zentgraf,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 400  iSt.  Paul  avenue,  Staple- 
ton,  S.  I.,  Richmond. 

APPEARANCES — 

For  Appellant:  Edward  A.  Pierce  and  Foster  J. 
Hagan. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 


Gunnison,  Connell  and  Holland .  5 

Negative  .  0 


Absent :  Mr.  Kennedy  and  Fire  Chief  Kenlon  . .  2 

THE  RESOLUTION: 

(1277-24- A) 

Whereas,  Ernest  W.  Zentgraf,  owner,  filed,  October  29, 
1924,  an  appeal,  with  the  board  of  appeals,  from  a  decision 
of  the  fire  commissioner,  affecting  premises  400  St.  Pauls 
avenue,  Borough  of  Richmond ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  1053-24,  dated  October  15,  1924,  reads: 

“8.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals. 

“13.  Capacity  of  buried  tank  may  not  exceed  1100 
gallons.” ; 
and 

\\  hereas,  the  building  is  frame,  two  stories  in  height, 
50  ft.  by  60  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  2,000-gallon  storage  tank  buried  outside  the 
building',  an  auxiliary  tank  and  a  Caloroil  burner *  and 


Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules  excepting  that  the  burner  is 
not  an  approved  burner  and  that  the  capacity  of  the  stor¬ 
age  tank  exceeds  the  permissible  limit  set  by  the  fuel  oil 
rules. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  herebj 
is  granted,  as  to  Item  8,  on  condition  that  the  cellar 
ceiling  of  the  boiler  room  shall  be. fire  retarded  through¬ 
out  in  accordance  with  the  rules  of  the  board  of  stand 
ards  and  appeals ;  that  the  fire  box  of  boiler  shall  bf 
equipped  with  self-closing  device;  that  the  fuel  oil  burn 
ing  system  installation  otherwise  shall  comply  with  the 
fuel  oil  rules  in  all  respects ;  as  to  Item  13,  granted  o, 
condition  that  the  quantity  of  fuel  oil,  stored  in  burie 
tank  below  grade,  outside  of  building,  shall  not  excee 
1,100  gallons;  and  that  all  permits  necessary  shall  b 
obtained. 


1316-24-A. 

APPELLANT — 'Cornell  Utilities  Co.,  Inc.,  for  D.  Mel- 
man,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 372  Beaumont  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 


Gunnison,  Connell  and  Holland . ".....  5 

Negative  .  0 


Absent :  Mr.  Kennedy  and  Fire  Chief  Kenlon  . .  2 

THE  RESOLUTION: 

(1316-24-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  D.  Melman, 
owner,  filed,  November  8,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  affect- 
ing  premises  2 <2  Beaumont  street,  Borough  of  Brooklyn* 
and 

Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  1741-23,  dated  October  16,  1924,  reads: 

“1.  Tank  will  be  tested  in  presence  of  Fire  Depart¬ 
ment  representative  and  afterwards  coated  with  suit¬ 
able  rust  resisting  material. 

“2.  Piping  must  be  tested  in  presence  of  a  Fire  De¬ 
partment  Representative. 

“4.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  non-fireproof,  2 stories  in 
height,  38  ft.  by  43  ft.  in  area;  OCCUPIED  as  a  dwelling; 
and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  700-gallon  fuel  oil  tank  buried  outside  the 
building,  a  55-gallon  auxiliary  tank  and  a  NoKol  Auto¬ 
matic  Burner  with  the  necessary  valves  and  piping ;  and 

Whereas,  appellant  contends  that  inasmuch  as  the  tank  is 
buried  and  covered  with  12  in.  of  concrete  and  that  the 
tank  and  piping  were  installed  under  the  1922  fuel  oil  rules, 
requests  that  a  sworn  affidavit  to  the  fact  that  the  tank 
has  undergone  a  shop  test,  be  accepted;  and  further  con¬ 
tends  that  otherwise  the  installation  conforms  with  the  fuel 
oil  rules  excepting  in  that  the  burner  is  not  an  approved 
burner,  and  requests  a  temporary  permit  for  90  days. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  as  to  Item  1  on  condition  that  a  certificate  of 
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factory  test  shall  be  filed  with  the  fire  commissioner ;  that 
the  tank  shall  be  buried  below  grade,  located  outside  of 
building,  enclosed  in  12  in.  of  concrete;  as  to  Item  2  on 
condition  that  all  piping  throughout  the  installation  shall 
be  of  standard  wrought-iron ;  as  to  Item  4,  on  condition 
that  door  of  the  fire-box  shall  be  equipped  with  self-clos- 
ng  device;  and  that  the  installation  of  fuel  oil  burning 
equipment  shall  comply  with  the  rules  of  the  board  of 
standards  and  appeals  in  all  other  respects. 


1317-24-A. 

\PPELLANT — Cornell  Utilities  Co.,  Inc.,  for  C.  I.  Miller, 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 

'  PREMISES  AFFECTED— 154  West  180th  street,  The 
Bronx. 

;  APPEARANCES— 

For  Appellant :  William  Porter. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 

Gunnison,  Connell  and  Holland  .  o 

Negative  . .  0 

Absent :  Mr.  Kennedy  and  Fire  Chief  Kenlon  . .  2 

THE  RESOLUTION: 

(1317-24-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  C.  L.  Miller, 
owner,  filed,  November  8,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  affect¬ 
ing  premises.  154  West  180th  street,  The  Bronx;  and 

Whereas,*  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  585-24,  dated  October  20,  1924,  reads: 

“2.  Note  on  plan  that  tank  will  be  tested  in  pres¬ 
ence  of  F’ire  Department  Representative  and  afterwards 
coated  with  suitable  rust  resisting  material. 

“4.  Piping  must  be  tested  in  presence  of  a  Fire  De¬ 
partment  Representative. 

“6.  Burner  must  be  of  a  type  approved  by  the  Board 
of  'Standards  &  Appeals. 

“10.  File  a  copy  of  Burner  as  approved  by  the  Board 
of  Standards  and  Appeals.’’ ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stones  in 
height,  24  ft.  by  42  ft.  in  area;  OCCUPIED  as  a  dwelling; 

and  , 

Whereas,  a  fuel  oil  burning  system  has  been  installed, 

consisting  of  a  500-gallon  fuel  oil  tank  buried  outside  the 
building,  a  55-gallon  auxiliary  tank  and  a  NoKol  Auto¬ 
matic  Burner  with  the  necessary  valves  and  piping,  and 
Whereas,  appellant  contends  that  inasmuch  as  the  tank 
is  buried  and  covered  with  12  in.  of  concrete  and  that  the 
tank  and  piping  were  installed  under  the  1922  fuel  oil  rules, 
requests  that  a  sworn  affidavit  to  the  fact  that  the  tank 
has  undergone  a  shop  test  .be  accepted;  and  further  con- 
tends  that  otherwise  the  installation  conforms  with  the 
fuel  oil  rules  excepting  in  that  the  burner  is  not  an  ap¬ 
proved  burner,  and  requests  a  temporary  permit  for  90  days. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  2,  on  condition  that  factory  certificate 
shall  be  filed  with  fire  commissioner ;  that  the  tank  shall  be 
buried  below  grade,  outside  the  building,  enclosed  in  12  in 
of  concrete;  as  to  Item  4,  on  condition  that  standard 
wrought-iron  pipes  shall  be  used  throughout  the  installa¬ 
tion;  as  to  Items  6  and  10,  on  condition  that  the  door  ot 
fire-box  of  boiler  shall  be  equipped  with  self-closing  de¬ 
vice-  and  that  the  installation  of  the  fuel  oil  burning  equip¬ 
ment  shall  comply  with  the  fuel  oil  rules  of  the  board  of 
standards  and  appeals  in  all  other  respects. 


1318-24-A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  Adolph 
Heinemann,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 290  Beaumont  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant :  William  Porter. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Holland  6 


Negative  .  0 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(1318-24-A) 


Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Adolph  Heine¬ 
mann,  owner,  filed,  November  8,  1924,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  290  Beaumont  street,  Brooklyn ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  279-24,  dated  October  20,  1924,  reads: 

“1.  Note  on  plan  that  tank  will  be  tested  in  presence 
of  Fire  Department  Representative  and  afterwards 
coated  with  suitable  rust  resisting  material. 

“2.  Piping  must  be  tested  in  presence  of  a  Fire  De¬ 
partment  Representative. 

“3.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  non-fireproof,  1*4  stories  in 
height,  33  ft.  by  43  ft.  in  area;  OCCUPIED  as  a  dwell¬ 
ing  ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed, 
consisting  of  a  500-gallon  fuel  oil  tank  buried  outside  the 
building,  a  55-gallon  auxiliary  tank  and  a  NoKol  Automatic 
Burner  with  the  necessary  valves  and  piping ;  and 

Whereas,  appellant  contends  that  inasmuch  as  the  tank 
is  buried  and  covered  with  12  in.  of  concrete  and  that  the 
tank  and  piping  were  installed  under  the  1922  fuel  oil 
rules,  requests  that  a  sworn  affidavit  to  the  fact  that  the 
tank  has  undergone  a  shop  test,  be  accepted;  and  further 
contends  that  otherwise  the  installation  conforms  with  the 
fuel  oil  rules,  excepting  in  that  the  burner  is  not  an  approved 
burner,  and  requests  a  temporary  permit  for  90  days. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  as  to  Item  1  on  condition  that  factory  certificate 
shall  be  filed  with  fire  commissioner;  that  the  tank  shall  be 
buried  below  grade,  outside  of  building,  enclosed  in  12  in. 
of  concrete;  as  to  Item  2  on  condition  that  standard 
wrought-iron  piping  shall  be  used  throughout ;  as  to  Item 
3  on  condition  that  the  door  of  fire-box  shall  be  equipped 
with  self-closing  device;  and  that  the  fuel  oil  rules  shall 
be  complied  with  in  all  other  respects. 


1199-24-A. 

APPELLANT— Fables  Pictures,  Inc.,  lessee. 

SUBJECT— Appeal  from  ordei  of  fire  commissioner. 
PREMISES  AFFECTED— 316-318  West  46th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  J.  Henry  Walters. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment.  .  . 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Gunnison,  Connell  and  Holland  6 

Negative  .  ® 

Absent:  Fire  Chief  Kenlon  .  1 
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THE  RESOLUTION: 

(1199-24-A) 

Whereas,  Fables  Pictures,  Inc.,  lessee,  filed,  October  6, 
1924,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  316-318  West 
46th  street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  25593- 
LC,  dated  September  17,  1924,  reads : 

“*  *  *  no  permit  for  the  storage  of  inflammable  mo¬ 
tion  picture  films  shall  be  issued  for  any  building  which 
is  situated  within  50  ft.  of  the  nearest  wall  of  any 
building  occupied  as  a  school,  theatre  or  other  place  of 
public  amusement  or  assembly. 

“You  are  therefore,  hereby,  ordered  to: 

“1.  Discontinue  the  storage  of  inflammable  motion 
picture  film  in  quantities,  aggregating  more  than  5,000 
feet  in  length.  Section  240,  Chapter  10,  Code  of  Ordi¬ 
nances.”  ; 

and 

Whereas,  the  building  is  fireproof,  six  stories  in  height, 
44  ft.  by  100  ft.  in  area;  OCCUPIED  for  offices  and 
showrooms,  average  of  6  persons  per  story,  appellant  oc¬ 
cupying  the  6th  story  for  offices  and  the  storage  of  nitro¬ 
cellulose  products  consisting  of  99,000  feet  of  motion  pic¬ 
ture  film  and  also  75  pounds  of  celluloid;  and 

Whereas,  appellant  contends  that  plans  for  film  storage 
vaults  were  filed  in  the  bureau  of  buildings  in  January, 
19,23 ;  that  the  storage  vaults  were  completed  and  a  certificate 
of  occupancy  was  issued  (No.  376  of  1923)  and  that  the 
fire  commissioner  also  issued  a  permit  on  February  15,  1923, 
to  store  99  reels  of  motion  picture  film;  and  further  con¬ 
tends  that  the  church  and  parish  house  were  erected  subse¬ 
quent  to  the  construction  of  said  storage  vaults;  and 

Whereas,  permits  have  been  issued  for  this  occupancy 
antedating  the  erection  of  the  church,  alleged  to  be  public 
assemblage,  with  a  dwelling  intervening  between  this  build¬ 
ing  and  church  structure. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  film  occupancy  shall  be 
restricted  to  the  top  story,  limited  to  the  quantity  covered 
by  original  permit  issued  by  fire  commissioner;  and  that 
the  use,  occupancy  and  storage  of  the  celluloid  film  shall  be 
maintained  otherwise  strictly  in  accordance  with  the  require¬ 
ments  of  the  code  of  ordinances. 


1319-24- A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Hugo  New¬ 
man,  owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 538  West  150th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Gunnison,  Connell  and  Holland  6 

Negative  . .  0 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(1319-24- A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Hugo  Newman- 
owner,  filed,  November  8,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  affect¬ 
ing  premises  538  West  150th  street,  Manhattan;  and  • 
Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  174-24,  dated  October  24,  1924,  reads : 

“2.  Tank  will  be  tested  in  presence  of  Fire  Depart¬ 
ment  Representative  and  afterwards  coated  with  suit¬ 
able  rust  resisting  material. 


“3.  Piping  must  be  tested  in  presence  of  Fire  Depart¬ 
ment  Representative. 

“5.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  15  ft.  by  55  ft.  in  area ;  OCCUPIED  as  a  dwelling ; 
and 

Whereas,  a  fuel  oil  burning  system  has  been  installed, 
consisting  of  a  200-gallon  fuel  oil  storage  tank  and  a  55- 
gallon  auxiliary  tank,  located  in  a  vault  at  the  front  of  the 
building,  and  a  NoKol  Automatic  Burner  with  the  neces¬ 
sary  valves  and  piping;  and 

Whereas,  appellant  contends  that  inasmuch  as  the  tank 
is  enclosed  in  12  in.  of  concrete  and  that  the  tank  and 
piping  were  installed  under  the  1922  fuel  oil  rules,  requests 
that  a  sworn  affidavit  to  the  fact  that  the  tank  has  under¬ 
gone  a  shop  test  be  accepted;  and  further  contends  that 
otherwise  the  installation  conforms  with  the  fuel  oil  rules 
excepting  in  that  the  burner  is  not  an  approved  burner, 
and  requests  a  temporary  permit  for  90  days. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  as  to  Item  2  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  fire  department;  that  the  ca¬ 
pacity  of  tank  shall  be  restricted  to  200  gallons,  tank  en¬ 
closed  in  12  in.  of  concrete;  as  to  Item  3,  on  condition 
that  standard  wrought-iron  piping  shall  be  used  through¬ 
out  the  installation ;  as  to  Item  5,  on  condition  that  the 
door  of  the  fire-box  of  boiler  shall  be  equipped  with  self- 
closing  device;  and  that  the  fuel  oil  burning  equipment 
otherwise  shall  be  in  accordance  with  the  rules  of  the 
board  of  standards  and  appeals. 


1321-24-A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Frank  J. 
Doyle,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 533  Ovington  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Gunnison,  Connell  and  Holland  6 

Negative  .  0 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

•  (1321-24-A) 

Whereas,  Cornell  Utilities  Co.,  for  Frank  J.  Doyle, 
owner,  filed,  November  8,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  533  Ovington  avenue,  Brooklyn;  and 
Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  583-24,  dated  October  20,  1924,  reads: 

“1.  Note  on  plan  that  tank  will  be  tested  in  presence 
of  Fire  Department  Representative  and  afterwards 
coated  with  suitable  rust  resisting  material. 

“3.  Piping  must  be  tested  in  presence  of  a  Fire  De¬ 
partment  Representative. 

“4.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  .20  ft.  by  55  ft.  in  area;  OCCUPIED  as  a  dwell¬ 
ing;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  550-gallon  fuel  oil  storage  tank  buried  out- 
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side  the  building,  a  55-gallon  auxiliary  tank  and  a  NoKol 
Automatic  Burner  with  the  necessary  valves  and  piping ; 

Whereas,  appellant  contends  that  inasmuch  as  the  tank 
is  buried  and  covered  with  12  in.  of  concrete  and  that  the 
tank  and  piping  were  installed  under  the  1922  fuel  oil  rules, 
requests  that  a  sworn  affidavit  to  the  fact  that  the  tank 
has  undergone  a  shop  test  be  accepted ;  and  further  con¬ 
tends  that  otherwise  the  installation  conforms  with  the  fuel 
oil  rules  excepting  in  that  the  burner  is  not  an  approved 
burner,  and  requests  a  temporary  permit  for  90  days. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  as  to  Item  1  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  fire  commissioner;  that  the  tank 
shall  be  enclosed  in  12  in.  of  concrete,  buried  outside  of 
house,  below  grade ;  as  to  Item  3,  on  condition  that  stan 
ard  wrought-iron  piping  shall  be  used  throughout  the  in¬ 
stallation;  and  granted  as  to  Item  4  on  condition  that  the 
fire-box  of  boiler  shall  be  equipped  with  self-closing  de¬ 
vice  ’  and  that  the  fuel  oil  burning  equipment  shall  comply 
with’  the  rules  of  the  board  of  standards  and  appeals  in 
all  other  respects. 


1322-24-A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  M.  L.  Seid- 

man,  owner.  _  .  . 

SUBTECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 1103  Albermarle  road,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  William  Porter 
For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment.  ... 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  V Affirmative:  Chairman  Walsh,  Messrs.  Ken- 

nedy,  Dowd,  Gunnison,  Connell  and  Holland  6 

Negative  . •••••••; .  i 

Absent :  Fire  Chief  Kenlon  . . . 

THE  RESOLUTION : 

(1322-24-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  M:  L.  Seidman 
owner  filed,  November  8,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  a  - 
fecting  premises  1103  Albemarle  road,  Brooklyn,  and 

Whereas,  the  decision  of  the  fire  commissioner,  A  •  -  PP- 
No.  1601-23,  dated  October  23,  1924,  reads : 

“2.  Piping  must  be  tested  in  presence  of  a  hire  ue 

panme^tuRepr«enta^u  ^  ^  type  approved  by  the  Board 
of  Standards  and  Appeals.” 

ailWHKRF\s  the  building  is  non-fireproof,  2J4  stories  m 
heigh“Tft.  by  30  ft.  in  area;  OCCUPIED  as  a  dwelling; 

^Whereas,  a  fuel  oil  burning  system  has  been  installed 

consisting  of  a  500-gallon  fuel  oil  tank  buried ^AutomaLc 
building,  a  55-gallon  auxiliary  tank  and  a  NoKol  Automatic 
Burner  with  the  necessary  valves  and  piping,  anc 

Whereas,  appellant  contends  that  inasmuch  as  the  tank 
is  buried  and  covered  with  12  in.  of  concrete  and  that  the 
tank  and  piping  were  installed  under  the  1922  fuel  oil  rules, 
requests  fhSt  a  sworn  affidavit  to  the  f-t  that  the  tank 
has  undergone  a  shop  test  be  accepted,  and  further  con 
tends  that  otherwise  the  installation  conforms  with  the  fuel 
oil  rules  excepting  in  that  the  burner  ,s  not  “  aPt>roved 
burner,  and  requests  a  temporary  permit  for  90  days. 

Resolved  that  the  decision  of  the  fire  commissioner 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  as  to  Item  2  on  condition  that  a  standard  wrought- 


iron  piping  shall  be  used  throughout  the  installation;  as  to 
Item  4  on  condition  that  the  door  to  fire-box  shall  be 
equipped  with  self-closing  device,  and  that  the  fuel  oil 
burning  equipment  shall  comply  with  the  fuel  oil  rules  in 
all  other  respects. 


931-24-A. 

APPELLANT — Henry  J.  Nurick,  for  Arrow  Tailors, 
Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED— 26  Myrtle  avenue,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Henry  J.  Nurick. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Gunnison,  Connell  and  Holland  6 


Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(931-24-A) 


Whereas,  Henry  J.  Nurick,  for  Arrow  Tailors,  Inc., 
owner,  filed,  July  14,  1924,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of  the  superintendent  of  buildings, 
affecting  premises  26  Myrtle  avenue,  Brooklyn;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
dated  June  6,  1924,  waiting  on  amendment  to  plan  No.  666- 
24,  which  read : 

‘‘Proposed  to  omit  fireproofing  floor  of  passageway 
second  floor  to  stairway.” 
reads 

“Denied.” ; 

and  . 

Whereas,  an  application  was  filed  in  the  bureau  of  build¬ 
ings  to  change  the  occupancy  of  an  existing  frame  building, 
three  stories  in  height,  25  ft.  by  52  ft.  in  area  in  the  1st 
story  and  25  ft.  by  36  ft.  in  area  above;  OCCUPIED, 
store  and  two  families  above,  into  stores  in  the  1st  and 
2nd  stories  and  dwelling  on  the  3rd  story;  the  MEANS 
OF  EGRESS  to  consist  of  an  interior  stairway  extending 
from  the  1st  story  to  the  2nd  story  on  the  Myrtle  avenue 
front,  an  interior  stairway  extending  from  the  1st  story 
to  the  3rd  story  on  the  Adams  street  front,  enclosed  in 
angle  iron  studs,  covered  with  metal  lath  and  plaster,  and 
a  fire  escape  on  the  rear  of  the  3rd  story ;  and 

Whereas,  appellant  contends  it  would  be  a  hardship  to 
fireproof  the  floor  of  the  hallway  in  the  2nd  story,  as  the 

entire  building  is  frame.  .  , 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  the  appeal  be  and  it 
hereby  is  granted  on  condition  that  the  stairhall  at  the 
southerly  end  of  building  shall  be  enclosed  throughout  with 
not  less  than  2  in.  approved  fireproof  partition,  with  all 
openings  therein  equipped  with  self-closing  fireproof  doors, 
that  a  balcony  fire  escape  shall  be  provided  at  the  rear 
of  building,  with  a  gooseneck  ladder  to  roof  and  a  sliding 
ladder  in  guides  from  lowest  balcony  to  ground ;  and  that 
all  necessary  permits  shall  be  obtained  within  60  days  and 
the  building  completed  within  six  months. 


1370-24-A. 

APPELLANT— U.  S.  E.  Corporation,  lessee. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 296-322  Vernon  avenue,  L.  1. 

City,  Queens. 

APPEARANCES— 

For  Appellant :  E.  H.  Barbe  and  G.  BJumel. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment.  .  . 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
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MINUTES 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 


Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(1370-24- A) 

Whereas,  U.  S.  E.  Corporation,  lessee,  filed,  November 
19,  1924,  an  appeal,  with  the  board  of  appeals,  from  a  de¬ 
cision  of  the  fire  commissioner,  affecting  premises  296-322 
Vernon  avenue,  Borough  of  Queens ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  2421-24,  dated  November  12,  1924,  reads: 

“1.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  162  ft.  by  200  ft.,  irregular  in  area;  OCCUPIED 
for  the  manufacture  of  auto  bumpers ;  and 

Whereas,  it  is  proposed  to  install  a  fuel  oil  burning  sys¬ 
tem,  consisting  of  a  1,500-gallon  fuel  oil  tank,  a  Viking 
pump.  Tate-Jones  burners  and  the  necessary  valves  and 
piping;  to  be  used  for  the  heat  treatment  of  metal. 

Resolved ,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  restricting  the  use  and  operation  of  the  burner 
to  industrial  operation  of  annealing  and  metal  treating 
furnaces,  including  the  use  of  the  Viking  pump,  on  condi¬ 
tion  that  all  moving  parts  of  the  pump  in  contact  with  the 

oil  shall  be  of  bronze  or  brass ;  that  the  fuel  oil  installa¬ 
tion  otherwise  throughout  shall  comply  with  the  fuel  oil 

rules  of  the  board  of  standards  and  appeals;  and  that  all 

necessary  permits  shall  be  obtained  within  ninety  (90)  days. 


491-24-A. 

APPELLANT — John  T.  Briggs,  for  Anahma  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  for  reopening — appeal  from  deci¬ 
sion  of  fire  commissioner. 

PREMISES  AFFECTED — 730  Fifth  avenue,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
modified  to  permit  storage  in  one  vault. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESOLU¬ 
TION— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 


Dowd,  Gunnison,  Holland  and  Connell .  6 

N  egative  .  0 

Absent :  Fire  Chief  Kenlon . .» .  1 

THE  RESOLUTION : 

(491-24-A) 


Whereas,  James  F.  Delany,  for  Anahma  Realty  Corp., 
owner,  filed,  April  5,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  730  Fifth  avenue,  Manhattan ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
April  3,  1924,  reads : 

“3.  Entire  building  must  be  provided  with  an  ap¬ 
proved  sprinkler  equipment  having  two  sources  of  sup¬ 
ply  consisting  of  an  approved  pressure  tank  supply  and 
an  approved  gravity  tank  supply.” ; 
and 

Whereas,  the  building  consists  of  two  sections — the  Fifth 
avenue  section  is  100  ft.  6  in.  by  162  ft.  6  in.  in  area  and 
six  stories  and  pent  house  in  height,  and  the  56th  street 
section  is  100  ft.  by  100  ft.  6  in.  in  area  and  23  stories  in 
height  (both  buildings  having  a  total  area  of  about  25,000 
sq.  ft.);  OCCLTPIED  as  offices;  and 
Whereas,  it  is  proposed  to  erect  a  pent  house  on  the 
roof  of  the  56th  street  section  for  the  storage  of  motion 
picture  films;  and 


Whereas,  appellant  proposes  to  install  a  gravity  and 
pressure  sprinkler  system  for  the  pent  house ;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  May  23,  1924,  on  certain  conditions,  and  appellant 
requested  a  modification  of  these  conditions  to  permit  one 
vault  instead  of  two  as  shown  on  plan. 

Resolved,  that  the  order  of  the  fire  commissioner,  Item 
3,  be  and  it  hereby  is  modified,  and  the  appeal  be  and  it 
hereby  is  granted  on  condition  that  the  structure  be  located 
on  the  roof  deck  of  the  six-story  extension;  that  it  shall 
be  constructed  of  fireproof  material  and  equipped  with  one 
vault ;  that  an  air  space  of  not  less  than  18  inches  shall 
be  provided  by  the  installation  of  an  unpierced  floor  of  fire¬ 
proof  construction  between  existing  roof  deck  and  floor  of 
this  proposed  pent  house ;  that  the  exterior  openings  in  the 
.walls  of  this  structure  shall  be  equipped  with  double  fire¬ 
proof  windows  with  air  spaces ;  that  the  film  vault  and 
operating  booth  and  cutting  room  shall  be  equipped  with  an 
approved  two-source  sprinkler  system;  that  a  self-closing 
fireproof  door  shall  be  provided  at  the  rear  between  the 
projecting  room  and  passageway  in  the  northeast  corner 
of  this  room  ;  that  the  opening  between  the  main  structure 
and  the  roof  structure  shall  be  protected  with  self-closing 
fireproof  door ;  that  the  aggregate  amount  of  film  stored 
or  maintained  on  this  premises  shall  at  no  time  exceed  75,- 
000  feet;  that  all  reels  shall  be  maintained  in  metal  con¬ 
tainers,  stored  in  vault ;  that  any  windows  wifthin  30 
feet  of  the  main  structure  shall  be  made  stationary ;  the 
receipt  and  delivery  of  film  to  these  premises  shall  be 
made  through  the  freight  exit  at  the  southwest  corner  of 
the  six-story  structure^  and  that  all  necessary  permits  as 
to  approval  of  the  sprinkler  system  shall  be  obtained  from 
the  fire  department. 


BUILDING  ZONE  CASES. 

968-24-BZ. 

APPLICANT — Otto  Henschel,  for  Michael  E.  Pellegrino, 
Nicholas  Ciago,  Dominick  Lambiente  and  Antonette 
Salomone,  owners. 

SUBJECT — Application  (re:  decisions  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  buildings  to  be  used  for 
store  purposes  on  1st  story,  residence  use  above. 

PREMISES  AFFECTED— 1922-1926  and  1930-1932  Kings 
highway,  2110  Ocean  avenue,  Brooklyn, 

APPEARANCES— 

For  Applicant :  Otto  Henschel. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925,  at 
2  p.  m.,  on  request  of  applicant. 


994-24-BZ. 

APPLICANT — Jacob  Lubroth,  for  Louis  Hernstat,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  extending 
from  an  unrestricted  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house. 

PREMISES  AFFECTED1 — 2269-71  59th  street,  Brooklyn. 

APPEARANCES— 

For  Applicant :  None. 

For  Opposition :  J.  M.  Burke  and  others. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925,  at 
2  p.  m.,  for  final  disposition. 


1089-23-BZ. 

APPLICANT — Croker  National  Fire  Prevention  Engineer¬ 
ing  Co . 

SUBJECT — Application  for  reopening  (re:  order  of  fire 
commissioner)  to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  storage  of  four 
(4)  commercial  motor  vehicles  owned  by  the  per¬ 
son  residing  on  premises. 
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MINUTES 


PREMISES  AFFECTED— 163  McDougal  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Herman  E.  Horwood. 

For  Opposition :  None. 

ACTION  01*  BOARD — Application  reopened  and  set  for 
calendar  call  January  27,  1925,  at  2  p.  m 

THE  VOTE  TO  RESTORE  TO  CALENDAR— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland  and  Connell  ....  6 


Negative  . 0 

Absent :  Fire  Chief  Kenlon .  1 


119S-24-BZ. 

APPLICANT — ’Edward  P.  Doyle,  for  Esthetic  Realty 
Corp.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  two  times  height 
district  the  erection  of  the  street  walls  of  a  build¬ 
ing  to  a  height  exceeding  the  limit  prescribed  by  the 
zone  resolution. 

PREMISES  AFFECTED — 187-191  Joralemon  street, 

Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition :  Wm.  H.  Goode,  Mr.  Langstaff. 
ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Gunni-> 
son,  Connell,  Holland  and  Fire  Chief  Ken¬ 


lon  .  5 

Negative  :  Messrs.  Dowd  and  Kennedy .  2 

Absent  .  0 


THE  RESOLUTION : 

(1198-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  Esthetic  Realty  Corp., 
owner,  filed,  October  6,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  two  itmes  height 
district  the  erection  of  the  street  walls  of  a  building  to  a 
height  exceeding  the  limit  required  by  the  zone  resolution ; 
premises  187-191  Joralemon  street,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  13, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  Joralemon  street,  Remsen  street 
and  Court  street  are  business  use  and  two  times  height  dis¬ 
tricts  ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  July  10,  1924,  in  acting  on  Application  No.  14221- 
24,  reads : 

“1.  Building  exceeds  the  height  allowed  by  Build¬ 
ing  Zone  Res.  Art.  Ill,  Sec.  8-2,  in  a  two  times  dis¬ 
trict.”  ; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  12  stories  in  height,  with  a  frontage  of  66  feet 
and  a  depth  of  87  feet;  to  be  occupied  as  stores  and  offices; 
it  is  proposed  to  erect  the  street  wall  to  a  height  of  143  ft. 
the  allowable  height  due  to  the  width  of  street  and  excess 
heights  of  adjoining  buildings  within  50  feet  of  the  street 
front  and  across  the  street  being  127  ft. ;  and 

Whereas,  the  board  deemed  that  the  variation  requested 
should  be  granted  for  but  an  additional  6  feet  in  excess  of 
height  restrictions  on  basis  of  allowable  excess  height  ex¬ 
ceptions  provided  for  under  section  9  subdivision  E  of  the 
building  zone  resolution. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  height  district  regulations 


of  the  building  zone  resolution,  and  that  the  application  be  and 
it  hereby  is  granted  on  condition  that  the  freight  of  street 
wall  shall  not  exceed  133  ft.,  that  the  building  zone  reso¬ 
lution  shall  be  complied  with  in  all  other  respects ;  and 
that  all  permits  necessary  for  the  prosecution  of  the  work 
shall  be  obtained  within  nine  months  and  the  building  com¬ 
pleted  within  eighteen  months  from  the  date  of  this  action. 


1349-24-BZ. 

APPLICANT — James  Everard’s  Breweries,  owner. 
SUBJECT  Application  (re:  decision  of  the  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
alteration  and  extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 9-15  East  133rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Nelson  Olcott. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland  and 


Fire  Chief  Kenlon .  7 

Negative  .  q 

Absent  .  q 

THE  RESOLUTION: 


(1349-24-BZ) 

Whereas,  Olcott,  Olcott  &  Glass,  for  James  Everard’s 
Breweries,  owner,  filed,  November  29,  1924,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  business 
district  the  alteration  and  extension  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  premises  9-11-13 
and  15  East  133rd  street,  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application  by 
the  board  of  appeals,  at  its  regular  meeting,  January  13, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  133rd  street  and  Fifth 
avenue  are  business  districts  and  East  134th  street  is  an  un¬ 
restricted  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  October  31,  1924,  in  acting  on  Alteration  Applica¬ 
tion  2532-24,  reads : 

“(l).  Garage  prohibited  in  a  business  district.”; 

Whereas,  the  existing  garage  is  non-fireproof,  three  sto¬ 
ries  in  height,  52  ft.  2  in.  by.  94  ft.  1  in.  in  area;  it  is  pro¬ 
posed  to  alter  and  extend  this  garage  by  the  addition  of  a 
non-fireproof  building,  2  stories  in  height  and  47  ft.  10  in. 
by  94  ft.  1  in.  in  area  and  to  use  the  entire  premises  as  a 
garage  for  the  storage  of  more  than  five  motor  vehicles. 

Whereas,  there  existed  on  this  street  between  the  inter¬ 
secting  streets  on  July  25,  1916,  for  a  garage  for  more  than  5 
motor  vehicles. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations  of 
the  building  zone  resolution,  and  that  the  application  be  and 
it  hereby  is  granted  on  condition  that  the  building  be  lim¬ 
ited  in  height  to  two  stories ;  that  the  easterly  gable  wall  be 
unpierced  throughout  its  entire  height  and  length ;  that  the 
front  elevation  shall  be  finished  in  face  brick  or  cement 
concrete  stucco,  with  architectural  terra  cotta  or  stone  trim¬ 
mings ;  and  that  all  permits  neessary  for  the  prosecution  of 
the  work  shall  be  obtained  within  nine  months  and  the  build¬ 
ing  completed  within  eighteen  months  from  the  date  of  this 
action. 


1352-24-BZ. 

APPLICANT— Henry  I.  Oser,  for  Millinery  Center  Build¬ 
ing  Corp.,  lessee.  -  ..  .  ' 


MINUTES 


SUBJECT— Application  (re:  decision  of  the  superintendent 
of  buildings)  to  permit  in  a  business  two  times 
height  district  the  erection  of  the  street  wall  to  a 
height  exceeding  the  limit  required  by  the  zone  reso- 
lution. 

PREMISES  AFFECTED — 521-527  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES—  _  T  cu  . 

For  Applicant:  Henry  I.  Oser,  Thomas  I.  Sheri¬ 
dan,  Mr.  Warren. 

For  Opposition:  None.  . 

ACTION  OF  BOARD— Application  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  ,  ,  „ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon  .  1 

Negative  . . .  j? 

Absent  . 

THE  RESOLUTION: 

(1352-24-BZ) 

Whereas,  Henry  I.  Oser,  for  Millinery  Center  Building 
Corp.  owner,  filed,  November  17,  1924,  an  application,  un¬ 
der  the  building  zone  resolution,  to  permit  in  a  business,  two- 
times  height  district  the  erection  of  a  street  wall  of  a  build¬ 
ing  to  a  height  exceeding  the  limit  required  by  the  zone 
resolution;  premises  521-527  Seventh  avenue,  Borough  ot 

Manhattan;  and  • 

Whereas,  a  public  hearing  was  held  on  this  application 

by  the  board  of  appeals,  at  its  regular  meeting  January  13 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 

Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Seventh  avenue  and  West  38th 
street  are  business  and  two-times  height  districts;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  November  8,  1924,  in  acting  on  N.  B.  Application 

No.  606-24,  reads:  ......  .  ,  , 

“1  Easterly  50  ft.  of  proposed  building  is  of  unlaw¬ 
ful  height.  Section  9b  and  9h  Building  Zone  Resolu¬ 
tion.”  ; 

^Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  ,22  stories  in  height,  with  a  frontage  of  98% 
feet  and  a  depth  of  200  feet;  to  be  occupied  as  stores  i show¬ 
rooms  and  manufacturing,  the  street  wall  on  West  38t 
street  to  be  erected  to  a  height  of  200  ft.  for  the  entire 

de Whereas,  on  the  basis  of  a  reasonable  adjustment  pro¬ 
vided  for  under  the  exceptions  permitted  by  section  9  sub¬ 
division  H  of  the  building  zone  resolution  and  by  the  map 
interpretation  there  would  be  practical  difficulties  and  hard¬ 
ship  in  carrying  out  the  strict  letter  of  the  law 
‘  Resolved  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  height  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  e 
and  it  hereby  is  granted  on  condition  that  the  requirements 
of  the  building  zone  resolution  be  complied  with  in  all  other 
respects  and  that  all  permits  necessary  for  the  prosecution 
of  ffie  work  be  obtained  within  nine  months  and  the  work 
of  building  prosecuted  to  completion  without  unnecessary 
suspension  or  delay. 


1293-24-lBZ. 

APPLICANT — John  De  Hart,  for  Hyman  Morgenstein, 

SUBJECT— Application  (re:  decision  of  the  superinten¬ 
dent  of  buildings)  to  permit  in  a  residence  district 
the  alteration  and  conversion  of  occupancy  from 
residence  to  business  purposes  on  the  first  story. 

PREMISES  AFFECTED1— 967  Aldus  street,  The  Bronx. 
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APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition  :  Samuel  Sobel. 

ACTION  OF  BOARD- — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison,  Holland  and  Connell .  6 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(1293-24-BZ) 


Whereas,  John  De  Hart,  for  Hyman  Morgenstein,  owner, 
filed,  October  31,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit,  in  a  residence  district,  the  altera¬ 
tion  and  also  the  conversion  of  occupancy  from  a  residence 
to  a  business  use,  of  the  first  story  of  a  building ;  premises 
967  Aldus  street,  Borough  of  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  13, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Aldus  street  and  Hoe  avenue 
are  residence  districts  and  Southern  boulevard  is  a  business 
district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  October  27,  19,24,  in  acting  on  Alt.  Application  No. 
582-24,  reads : 

“1.  Proposed  alteration  and  conversion  of  building 
in  residence  district  to  be  used  for  business  purposes  is 
contrary  to  provisions  of  building  zone  resolution.” ; 

and 

Whereas,  the  existing  building  is  non-fireproof,  five  sto¬ 
ries  in  height,  106  ft.  by  42  ft.  in  area;  OCCUPIED  as  an 
apartment  house.  It  is  proposed  to  alter  the  entire  1st  story 
from  dwelling  use  to  stores ;  and 

Whereas,  the  applicant  failed  to  establish  the  basis  of  his 
application  under  section  20  and  the  board  deemed  that  the 
invasion  of  the  residential  district  by  business  uses  should 
not  be  permitted. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  the  application  be  and 
it  hereby  is  denied. 


1228-24-BZ. 

APPLICANT— Samuel  Rosenblum,  for  Ephraim  Johnson 
and  Roy  M.  Hart,  executors  of  Estate  of  Emmeline 
C.  Davies,  owner. 

SUBJECT— Application  (re:  decision  of  the  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— East  side  Ogden  avenue,  245  ft. 
north  of  West  165th  street,  The  Bronx. 

APPEARANCES— 

For  Applicant :  Samuel  Rosenblum. 

For  Opposition:  Henry  Massey,  David  M.  Jones, 
Herman  Strauss,  William  Deucher,  Louis  M. 
Enfuso,  Rev.  Leland  Carey,  Peter  Braschoss, 
Cohn  L.  Liemes,  Thomas  Depalter. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Kennedy,  Dowd,  Gunnison 

and  Holland  .  4 

Negative:  Chairman  Walsh,  Mr.  Connell  and 

Fire  Chief  Kenlon  .  3 

Absent  .  ® 

THE  RESOLUTION : 

(1228-24-BZ) 

Whereas,  Samuel  Rosenblum,  for  Ephraim  Johnson  and 
others,  owner,  filed,  October  14,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit,  in  a  business  district, 
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the  erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles;  premises  east  side  of 
Ogden  avenue,  245  ft.  north  of  West  165th  street,  Borough 
of  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  13, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Ogden  avenue  and  West  165th 
street  are  business  districts  and  Nelson  avenue  is  a  residence 
district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  September  22,  1924,  in  acting  on  N.  B.  Application 
No.  2555-1924,  reads; 

“1.  Erection  of  public  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  building  zone  resolution.” ; 

and  ...  , 

Whereas,  the  proposed  building  is  to  be  of  non-fireproot 
construction,  two  stories  in  height,  with  a  frontage  of  100 
ft.  and  a  depth  of  100  ft. ;  and  . 

Whereas,  there  was  opposition  to  the  granting  of  this 
application  on  the  part  of  neighboring  property  owners. 

Resolved ,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  the  application  be  and 
it  hereby  is  denied. 


1128-.23-BZ. 

APPLICANT— William  F.  Doyle,  for  Pearl  Campbell  and 


Maria  Cassino,  owners. 

SUBJECT— Application  for  approval  of  elevation  (re :  de¬ 
cision  of  superintendent  of  buildings)  to  permit  in 
an  unrestricted  district  extending  into  a  residence 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  vehi- 

cles.  ,  _  , 

PREMISES  AFFECTED— 363-371  Prospect  place,  Brook¬ 


lyn. 

APPEARANCES— 

For  Applicant :  Martin  C.  Ort. 

For  Opposition:  None. 

ACTION  OF  BOARD — Approval  of  elevation  in  return 
drawings  as  in  substantial  conformity  with  resolu¬ 
tion,  and  extension  of  time  granted  for  thirty  days 
to  obtain  necessary  permits. 

THE  VOTE  TO  APPROVE  DRAWINGS  AND  EX¬ 
TEND  TIME  TO  OBTAIN  PERMITS  THIRTY 


DAYS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 


nell  . 

Negative  . 

Absent:  Fire  Chief  Kenlon 


6 

0 

1 


THE  RESOLUTION : 

(1128-23-BZ) 

Whereas,  William  F.  Doyle,  for  Pearl  C  ampbell  and 
Maria  Cassino,  owners,  filed,  September  28,  1923,  an  ap¬ 
plication,  under  the  building  zone  resolution,  to  permit  the 
extension,  from  an  unrestricted  district  into  a  residence  dis- 
trict  of  a  proposed  garage  for  the  storage  of  more  than 
five ’(5)  motor  vehicles;  premises  363-371  Prospect  place, 

Brooklyn;  and  . 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  18, 
1924,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and  . 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Prospect  place  is  a  residence 
district,  St.  Marks  avenue  is  an  unrestricted  district  and 
Washington  avenue  is  a  business  district ;  and 


Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  19,  1923,  in  acting  on  App.  No.  17179- 
23,  reads : 

“Denied' — Proposition  contrary  to  the  Zone  Resolu¬ 
tion,  Art.  II,  Sec.  3.  A  public  garage  in  a  residential 
district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  75  ft. 
and  a  depth  of  176  ft.  4  in. ;  to  be  occupied  as  a  garage 
for  more  than  five  motor  vehicles ;  and 
Whereas,  a  committee  of  the  board  reports: 

TO  THE  BOARD  OF  APPEALS: 

On  February  15,  1924,  a  Committee  of  this  Board, 
consisting  of  Chairman  Walsh,  Chief  Kenlon,  Messrs. 
Beatty,  Boulton,  Connell  and  Holland,  visited  and  per¬ 
sonally  inspected  the  above  mentioned  premises. 

The  property  is  located  on  the  Northerly  side  of 
Prospect  Place,  approximating  150  ft.  Westerly  from 
Washington  Avenue,  has  a  frontage  of  75  feet  and  a 
depth  of  176  feet,  irregular  at  the  rear  and  extending 
in  triangular  shape. 

Prospect  Place  is  a  residence  use  district;  St.  Marks 
Avenue,  the  street  to  the  North,  is  unrestricted,  with 
no  outlet  from  the  said  property  to  St.  Marks  Ave¬ 
nue. 

The  premises  is  at  present  occupied  to  the  front  and 
on  the  Westerly  side  by  a  one  story  brick  structure 
used  as  a  stable,  with  eight  standing  stalls  and  a  one 
story  open  shed.  To  the  extreme  rear  of  the  property 
is  one  three-story  brick  dwelling,  one  three-story  frame 
dwelling,  and  one  two-story  frame  dwelling.  The  entire 
plot,  with  its  stable  and  wagon  shed,  presents  an  un¬ 
orderly,  unkempt  condition,  and  it  cannot  be  denied  that 
almost  any  new  building  would  be  an  improvement  to 
this  street. 

To  the  rear  of  these  premises,  opening  on  St.  Marks 
Avenue,  there  is  at  present  a  vacant  plot.  Prospect 
Place,  from  Underhill  Avenue  to  Washington  Avenue, 
is  occupied,  almost  in  its  entirety,  with  dwellings  and 
tenement  houses,  with  the  exception  of  the  pumping  sta¬ 
tion  at  the  corner,  facing  on  Underhill  Avenue. 

There  is  in  course  of  erection  on  this  street  a  very 
attractive  and  modern  apartment  or  tenement  house; 
and  almost  directly  opposite  the  properties  are  developed 
with  rather  modern,  attractive  apartments. 

The  committee  is  not  disposed  to  recommend  the 
erection  of  a  permanent,  modern  structure  for  garage 
use  opening  on  Prospect  Place.  The  applicant,  for  at 
least  a  portion  of  the  plot,  has  a  non-conforming  use 
in  the  nature  of  a  stable  for  five  horses,  but  the  basis 
of  hardship  should  be  indisputably  established  at  the 
hearing  on  this  case,  before  the  Board  reaches  a  final 
determination;  and  under  no  circumstances  does  the 
Committee  recommend  granting  a  vehicular  use  or  open¬ 
ing  on  the  Prospect  Place  front. 

(Signed)  WILLIAM  E.  WALSH, 

ALFRED  J.  BOULTON, 

JAMES  P.  HOLLAND, 

JNO.  J.  BEATTY  (dissenting), 
HENRY  L.  CONNELL. 

Whereas,  this  application  was  granted  by  the  board  at  its 
meeting  March  18,  1924,  on  certain  conditions  and  applicant 
requested  a  modification  of  the  time  limit  to  obtain  permits. 

Resolved,  that  the  board  of  appeals  does  hereby  wake  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  height  of 
structure  shall  not  exceed  two  stories  above  grade;  that 
the  gable  walls  shall  be  unpierced  throughout  their  entire 
height  and  length,  unless  opening  on  property  in  the  same 
ownership  as  these  premises;  that  the  Prospect  Place  front 
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shall  be  restricted  from  any  vehicular  opening,  and  that 
any  openings  on  the  Prospect  Place  front  shall  be  restricted 
to  one  doorway  not  exceeding  3  ft.  8  in.  in  width,  and  to 
windows  of  the  double-hung,  self-closing,  fireproof  type, 
glazed  with  translucent  glass ;  that  the  elevation  shall 
be  finished  with  face  brick  of  light  buff  color,  with  a 
stone  water  table  of  not  less  than  1,2  in.  in  height,  stone 
sills  to  all  window  openings,  and  stone  coping  and  trim¬ 
ming;  that  the  applicant  shall  make  a  return  to  this  board 
for  approval,  before  submitting  drawings  to  the  superin¬ 
tendent  of  buildings  of  the  elevation  on  Prospect  Place 
front. 

Resolved,  further,  that  all  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  within  30  days 
from  the  date  of  this  action  and  the  building  completed 
within  18  months  from  Mar.  18,  1924. 


AREAS  FIXED. 

(1413-24-BZ) 

The  Chairman  presented  and  read  a  communication  from 
Walter  B.  Wills,  requesting  the  board  to  fix  the  area  deemed 
affected  and  within  which  to  obtain  consents  from  the  erec¬ 
tion  and  maintenance  of  a  garage ;  premises  1180  Myrtle 
avenue,  Brooklyn. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  Myrtle  avenue  from  Charles  place  to 
a  point  400  ft.  west  of  proposed  garage.  Both  sides  of 
Bushwick  avenue  from  a  point  100  ft.  west  of  Myrtle 
avenue  to  a  point  400  ft.  east  of  Myrtle  avenue.  Both 
sides  of  Ditmars  street  from  Broadway  to  Myrtle  ave¬ 
nue,  also  the  west  side  of  Willoughby  avenue  from 
Bushwick  avenue  to  a  point  165  ft.  south  of  Bushwick 
avenue. 


(1149-24-BZ) 

The  Chairman  presented  and  read  a  communication  from 
Walter  B.  Wills,  requesting  the  board  to  fix  the  area  deemed 
affected  and  within  which  to  obtain  consents  for  the  erec¬ 
tion,  alteration  and  conversion  of  occupancy  from  stable  to 
garage;  premises  63  Schaeffer  street,  Brooklyn. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  Schaeffer  street  from  a  point  100  ft. 
south  of  Bushwick  avenue  to  Evergreen  avenue,  also 
the  properties  at  rear  and  for  a  distance  of  50  ft.  on 
either  side  of  the  side  lot  lines  of  the  premises  in  ques¬ 
tion. 


(1448-24-BZ) 

The  Chairman  presented  and  read  a  communication  from 
George  Nordham,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for  the 
erection  and  maintenance  of  a  garage;  premises  east  side 
of  Webster  avenue,  123  ft.  south  of  East  183rd  street, 
Bronx. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  Webster  avenue  from  a  point  100  ft. 
north  of  183rd  street  to  a  point  400  ft.  south  of  pro¬ 
posed  garage.  Both  sides  of  Ford  street  from  Webster 
avenue  to  a  point  200  ft.  west  of  Webster  avenue,  also 
the  properties  at  rear  and  for  a  distance  of  50  ft.  on 
either  side  of  the  side  lot  lines  of  the  premises  in  ques¬ 
tion. 


Adjourned  2  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JANUARY  13,  1925. 

Present :  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 

Gunnison,  Holland,  Connell,  Deputy  Fire  Commissioner  Han¬ 
non,  Superintendents  Brady,  Reville,  Kleinert,  Moore  and 
McDermott.  The  minutes  of  the  regular  meeting  of  the 
board  of  standards  and  appeals  held  on  Tuesday  afternoon, 
December  30,  1924,  were  approved  as  printed  in  the  Bulle¬ 
tin  No.  1,  Vol.  X. 


The  Board  records  with  deep  regret  the  demise, 
on  January  13,  1925,  of  our  late  associate  member, 
Chief  Joseph  Crawley. 

On  the  announcement  of  his  death  the  Board 
adjourned,  out  of  respect  to  his  memory,  extend¬ 
ing  to  his  bereaved  family  its  profound  sympathy. 


PETITIONS  FOR  VARIATIONS. 

983-24-S. 

PETITIONER — Building  Operation  Co.,  for  Edgord  Realty 
Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 6-8  West  ,20th  street,  Manhat¬ 
tan. 


APPEARANCES— 

For  Petitioner  :  Alfred  McCowan. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD1 — Laid  over  to  January  27,  1925,  at 
2  p.  m.,  on  request  of  Inspector  Maher. 


1308-24-S. 

PETITIONER — Richard  R.  Nevins,  for  Violet  Beach, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 55  Fulton  street,  Manhattan. 
APPEARANCES— 

For  Petitioner :  None. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  January  27,  1925,  at 
2  p.  m. 


385-24-S. 

PETITIONER, — Michelina  Nicosia,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
health  commissioner. 

APPEARANCES— 

For  Petitioner:  Bessie  Nicosia,  Sarah  Murphy. 
ACTION  OF  BOARD — Laid  over  to  January  27,  1925,  at 
2  p.  m.,  on  request  of  petitioner. 


1.201-24-S. 

PETITIONER — Samuel  Cohen,  for  John  C.  Tomlinson, 
owner. 
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SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 45-47  West  57th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  A.  L.  Libman. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION.  OF  BOARD— Laid  over  to  January  27,  1925,  at 
2  p.  m.,  for  final  disposition,  on  request  of  peti¬ 
tioner. 


1095-24-S.  „  _  . 

PETITIONER— Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  The  Gutta  Pcrcha  &  Rubber  Mfg. 

Co.,  owner.  . 

SUBJECT — Variation  of  labor  law  as  cited  in  order  ot  tire 
commissioner. 

PREMISES  AFFECTED— 35-65  Franklin  avenue  and  22- 
46  Skilman  street,  Brooklyn. 

APPEARANCES— 

For  Petitioner — None. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  January  27,  1925,  at 
2  p.  m.,  on  request  of  Inspector  Maher. 


1412-24-S.  ,  _  u  . 

PETITIONER — F.  P.  Keniston,  for  William  C.  rlart, 

owner.  .  .  .  ,  r 

SUBJECT— Variation  of  labor  law  as  cited  in  order  ot  nre 

.  commissioner.  , 

PREMISES  AFFECTED— 137  Greene  street,  Manhattan. 

APPEARANCES— 

For  Petitioner :  F.  P.  Keniston. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — 'Laid  over  to  January  27,  19.25,  at 
2  p.  m.,  to  submit  corrected  plans. 


PETITIONER— Samuel  Rosenblum,  for  Fifth  Avenue  and 
33rd  Street  Co.,  owner. 

SUBJECT— Application  for  reopening— variation  of  labor 
law  as  cited  in  order  of  fire  commissioner. 

PREMISES  AFFECTED— 1-13  East  33rd  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum. 

ACTION  OF  BOARD— Laid  over  to  January  27,  1924,  at 
2  p.  m. 


PETITIONER— Philip  Steigman,  for  Rachel  Steigman, 
owner.  .  ,  ,  ,  , 

SUBJECT— Variation  from  the  requirements  of  labor  law 
as  cited  in  order  of  fire  commissioner. 

PREMISES  AFFECTED— 141  Cook  street  (rear),  Brook¬ 
lyn. 

APPEARANCES— 

For  Petitioner  :  Philip  Steigman. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Petition  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Gunnison,  Holland,  Connell, 
Deputy  Fire  Commissioner  Hannon,  Super¬ 
intendents  Brady,  Reville,  Moore  and  Mc¬ 
Dermott  .  o 

Negative  .  ® 

Absent:  Fire  Chief  Kenlon  and  Superintendent 
Kleinert  .  2 


1339-24-S. 

PETITIONER — Anna  Riscili,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
health  commissioner. 

PREMISES  AFFECTED — 444  East  13th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  John  M.  Lewis. 

For  Administration :  None. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative :  Mr.  Holland,  Superintendents 

Brady,  Kleinert,  Moore  and  McDermott....  5 
Negative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Deputy  Fire  Com¬ 
missioner  Hannon,  Superintendent  Reville..  7 
Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(1339-.24-S) 

Whereas,  Anna  Riscili,  owner,  filed,  November  12,  1924, 
a  petition,  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  a  decision  of  the  Department  of  Health, 
affecting  premises  444  East  13th  street,  Manhattan;  and 
Whereas,  the  decision  of  the  Department  of  Health, 
dated  September  23,  1924,  reads : 

“At  a  meeting  of  the  Board  of  Health  of  the  De¬ 
partment  of  Health  of  The  City  of  New  York  held 
Sept.  23,  1924,  your  application  for  a  permit  to  sanitary 
certificate  for  a  cellar  bakery  at  444  East  13th  street, 
Manhattan,  was  denied.” ; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  and 
basement  in  height,  24.3  ft.  by  90.3  ft.  in  area.  OCCUPIED: 
Cellar,  bakery ;  upper  stories  occupied  as  dwellings.  The 
height  of  the  bakery  from  floor  to  ceiling  being  8  feet;  the 
ceiling  being  at  the  curb  level  and  the  floor  is  at  the  same 
level  as  the  side  court;  the  means  of  ventilation  consisting 
of  one  window  opening  to  the  side  court  and  one  to  front 
area,  also  two  ventilating  flues ;  and 

Whereas,  petitioner  contends  that  the  bakery  has  been 
continuously  used  since  1906  and  is  in  use  at  the  present 
time,  that  the  owner,  through  ignorance,  did  not  take  ad¬ 
vantage  of  the  exemption  law  in  1913,  and  requests  a  permit 
so  as  to  continue  the  use  of  bakery. 

Resolved,  that  the  decision  of  the  commissioner  of  the 
Department  of  Health  be  and  it  hereby  is  affirmed  and  the 
petition  be  and  it  hereby  is  denied. 


1311-24-S. 

PETITIONER — Samuel  Cohen,  for  Charles  Geoly,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 108  West  46th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner :  A.  L.  Liebman,  Charles  Geoly. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Superin¬ 
tendents  Reville,  Kleinert,  Moore  and  Mc¬ 


Dermott  .  9 

Negative  .  0 

Absent:  Mr.  Dowd,  Fire  Chief  Kenlon,  Deputy 
Fire  Commissioner  Hannon  and  Superinten¬ 
dent  Brady  .  4 
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THE  RESOLUTION: 

(1311-24-S) 

Whereas,  Samuel  Cohen,  for  Charles  Geoly,  owner,  filed, 
November  7,  1924,  a  petition,  with  the  board  of  standards 
and  appeals,  for  variation  from  the  requirements  of  the  la¬ 
bor  law  as  cited  in  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  108  West  46th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  53766- 
LD,  dated  January  19,  1924,  reads: 

“1.  Provide  safe  and  unobstructed  egress  from  the 
lower  termination  of  the  fire  escape  at  rear  of  building 
by  constructing  a  fireproof  passageway  with  an  unob¬ 
structed  width  of  at  least  3  feet  throughout,  leading  to 
the  street,  as  per  Section  273  of  the  Labor  Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  20  ft.  by  100  ft.  in  area  at  1st  story ;  20  ft.  by  90  ft. 
in  area  at  2nd  story;  20  ft.  by  50  ft.  on  3rd  and  4th  story; 
and  20  ft.  by  40  ft.  in  area  at  top  story.  OCCUPIED : 
Offices  and  tenant  factory,  24  persons  above  1st  story. 
EXITS:  An  interior  stairway  extending  from  1st  story  to 
5th  story,  enclosed  in  fireproof  partitions  with  fireproof 
doors  at  openings.  A  party  fire  escape  on  the  rear  of  the 
building  extending  from  5th  story  to  yard  with  EGRESS 
from  the  termination  of  fire  escape  by  re-entering  building 
No.  16  West  46th  street;  and 

Whereas,  petitioner  contends  he  is  the  owner  of  both 
buildings  No.  106  and  108  West  46th  street,  that  the  rear 
party  fire  escapes  are  accessible  to  either  building  and  egress 
to  street  may  be  had  through  either  building  from  the  ter¬ 
mination  of  rear  fire  escapes ;  he  claims  the  exits  are  ade¬ 
quate  and  requests  to  be  relieved  of  the  order  to  provide  a 
fireproof  passageway  from  termination  of  rear  fire  escapes. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  egress  from  termination,  on  condi¬ 
tion  that  egress  from  yard  level  shall  be  maintained  through 
buildings  No.  106  and  108,  both  premises  in  the  one  owner¬ 
ship,  and  that  the  labor  law  requirements  shall  be  complied 
with  in  all  other  respects,  and  granted  only  so  long  as  con¬ 
ditions  as  to  occupancy  and  use  otherwise  remain  substan¬ 
tially  unchanged. 


1077-24-S. 

PETITIONER — Chas.  Hvass  &  Co.,  Inc.,  lessee. 
SUBJECT — Variation  from  requirements  of  labor  law  as 
cited  in  an  order  of  fire  commissioner. 

PREMISES  AFFECTED— 509-11  East  18th  street  and  508- 
20  East  19th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner :  B.  C.  Hvass. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Superin¬ 
tendents  Brady,  Reville,  Kleinert,  Moore  and 


McDermott  .  10 

Negative  .  0 

Absent :  Mr.  Dowd,  Fire  Chief  Kenlon  and 

Deputy  Fire  Commissioner  Hannon  .  3 

THE  RESOLUTION: 

(1077-24-S) 


Whereas,  Charles  Hvass  &  Co.,  Inc.,  for  Estate  of  Wm. 
Bozenhardt  and  Charles  Hvass,  owner,  filed,  August  27, 
1924,  a  petition,  with  the  board  of  standards  and  appeals  for 
variation  from  the  requirements  of  the  labor  law  as  cited 
in  decision  of  fire  commissioner,  affecting  premises  509-511 
East  18th  street,  508-20  East  19th  street,  Manhattan  ;  and 


Whereas,  the  decision  of  the  fire  commissioner  reads: 

“1.  Arrange  the  fire  escape  on  the  north  side  of 
building  and  the  openings  leading  thereto  and  the  win¬ 
dows  opening  on  the  course  thereof  so  that  same  are  in 
compliance  with  the  provisions  of  section  273  and  274 
of  the  labor  law  and  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals. 

“NOTE:  Among  the  defects  noted  on  this  fire 
escape  are  the  following : 

“No  stairway  from  the  lowest  balcony  to  the'  ground. 

“No  safe  passageway  to  street  from  the  termina¬ 
tion.”  ; 
and 

Whereas,  the  premises  consist  of  two  non-fireproof  four 
story  buildings,  50  ft.  by  92  ft.  in  total  area,  No.  509  hav¬ 
ing  a  one  story  extension  to  rear,  OCCUPIED  as  an  iron 
works,  seven  persons  above  the  1st  story.  EXITS :  A 
wooden  stairway  in  each  building  extending  from  the  1st 
story  to  the  roof,  enclosed  in  wooden  partitions  with  wooden 
doors  at  the  openings,  a  fire  escape  on  the  side  of  No.  509 
extending  from  the  top  story  to  the  roof  of  the  2nd  story 
extension  of  No.  511  and  also,  a  stairway  on  the  rear  of 
No.  509  extending  from  top  story  to  platform  on  roof  of 
1st  story  extension;  and 

Whereas,  petitioner  proposed  to  provide  an  iron  ladder 
from  the  roof  of  the  2nd  story  extension  of  No.  511  to  the 
roof  of  the  1st  story  extension,  with  a  metal  platform  on 
extension  roof,  to  balcony  of  fire  escape  in  the  rear  of  No. 
509  and  to  continue  the  proposed  platform  across  the  roof 
of  the  one  story  extension  of  No.  509  to  premises  to  rear — 
thence  through  stairway  to  street. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law  and  that  the  petition  be  and  it  hereby  is  granted  on  con¬ 
dition  that  a  slatted  iron  platform  shall  be  provided  at  the 
level  of  the  1st  story  roof,  supported  independent  of  the 
roof  extending  from  east  fire  escape  to  east  lot  line  thence 
running  north  to  508  E.  19th  street  with  egress  down  stair¬ 
way  to  street ;  that  a  casement  sash  shall  be  provided  on 
the  top  story  balcony  of  said  fire  escape  in  substitution  of 
the  existing  double  hung  window;  that  60  degree  iron  stair¬ 
ways  shall  be  provided  from  roof  of  1st  story  extension  to 
platform  at  2nd  story  extension  roof  level  and  to  4th  story 
balcony  and  granted  only  so  long  as  conditions  as  to  occu¬ 
pancy  and  use  remain  substantially  unchanged. 


1301-24-S. 

PETITIONER — William  I.  Hohauser,  for  Longlast  Realty 
Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 202-204  West  28th  street  and 
31J2  Seventh  avenue,  Manhattan. 
APPEARANCES— 

For  Petitioner:  William  I.  Hohauser. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Gunnison,  Holland,  Connell,  Deputy 
Fire  Commissioner  Hannon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and  Mc¬ 


Dermott  .  li 

Negative  .  o 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon .  2 

THE  RESOLUTION: 

(1301-24-S) 


Whereas,  William  I.  Hohauser,  for  Longlast  Realty 
Corp.,  owner,  filed,  November  5,  1924,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the  re¬ 
quirements  of  the  labor  law,  as  cited  in  a  decision  of  the 
superintendent  of  buildings,  affecting  premises  202-204 
West  28th  street  and  312  Seventh  avenue,  Manhattan;  and 
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Whereas,  the  decision  of  the  superintendent  of  buildings, 
Alt.  App.  No.  449-1924,  dated  October  10,  1924,  reads: 

“21.  These  windows  should  be  fireproof  automatic 
with  panes  not  exceeding  720  square  inches  each — La¬ 
bor  Law— Sections  272-764.  A  Board  of  Appeals  ap¬ 
proval  should  be  filed  for  proposed  change ; 

and  .  . 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
40  ft.  4  in.  by  61  ft.  4  in.  in  area;  OCCUPIED  as  follows: 
1st  story,  stores;  upper  stories,  light  manufacturing,  45  per¬ 
sons  on  each  story.  EQUIPPED  with  a  sprinkler  and  fire 
alarm  signal  system;  and 

Whereas,  there  are  openings  in  the  front  of  the  building 
on  the  1st,  2nd  and  3rd  stories,  glazed  with  plate  glass ;  the 
maximum  area  of  the  glass  on  the  1st  story  is  8  ft.  by  10  ft. ; 
on  the  2nd  story  6  ft.  by  10  ft.  and  on  the  3rd  story  5  ft. 
by  10  ft. ;  and 

Whereas,  petitioner  contends  that  to  comply  with  the  la¬ 
bor  law  as  to  the  area  of  the  glass  would  naturally  affect  the 
use  intended  for  the  lower  three  stories. 

Resolved,  that  the  board  of  standard's  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law  and  that  the  petition  be  and  it  hereby  is  granted  only  so 
far  as  it  affects  the  windows  on  the  street  front  of  the  three 
(3)  lower  stories  on  condition  that  all  openings  shall  be 
provided  with  metal  frames,  glazed  with  polished  plate  glass, 
not  less  than  J4  in-  >n  thickness,  and  that  the  labor  law  re¬ 
quirements  shall  be  complied  with  in  all  other  respects. 


1335-24-S. 

PETITIONER— Samuel  Rosenblum,  for  L.  H.  Stern,  Inc., 


owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED— 56-60  Pearl  street,  Brooklyn. 
APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Gunnison,  Holland,  Connell, 
Deputy  Fire  Commissioner  Hannon,  Super¬ 
intendents  Brady,  Reville,  Kleinert,  Moore 

and  McDermott  .  12 

Negative  . •_ .  ® 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(1335-24-S) 

W hereas,  Samuel  Rosenblum,  for  L.  H.  Stern,  Inc., 
owner,  filed,  November  10,  1924,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  order  of  the  fire  com¬ 
missioner,  affecting  premises  56-60  Pearl  street,  Brook¬ 
lyn;  and  .  .  , 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“Enclose  both  the  interior  stairways  serving  as  a 
required  means  of  exit,  and  the  landings,  platforms 
and  passageways  connecting  therewith  on  all  sides,  with 
partitions  of  fire  resisting  material  extending  continu¬ 
ously  from  the  cellar  to  3  feet  above  the  roof,  con¬ 
structed  as  per  section  271  of  the  labor  law,  or  carry 
out  a  proper  alterative  method  of  complying  with 
the  requirements  of  section  271  of  the  labor  law. 

“2  Remove  the  substandard  fire  escapes  on  the  east 
and  west  sides  or  reconstruct  same  as  per  section  274 
of  the  labor  law  and  rule  3  amended  May  9th,  1924.  ; 


m Whereas,  the  building  is  non-fireproof  six  stories  in 
weight  47  ft.  by  75  ft.,  irregular  in  area;  OCCUPIED  on 
he  1st  to  5th  story  for  the  manufacture  of  smoking  pipes, 
ind  the  6th  story  for  the  manufacture  of  tin  boxes,  149  per- 
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sons  above  the  1st  story;  EQUIPPED  with  a  sprinkler  sys¬ 
tem  and  a  fire  alarm  signal  system.  EXITS:  Two  interior 
wooden  stairways,  the  northerly  one  extending  from  the 
1st  story  to  the  top  story  and  the  southwesterly  stairway 
extending  from  the  1st  story  to  the  roof,  both  stairways  en¬ 
closed  in  4  in.  wooden  plank  partitions  with  fireproof  doors 
at  openings.  A  straight  run  fire  escape  on  the  Pearl  street 
front  of  the  building  extending  from  the  top  story  to  the  2nd 
story,  with  drop  ladder  to  street ;  and  also  a  60  degree  stair¬ 
way  on  the  Anchorage  place  front  of  the  building  extending 
from  the  top  story  to  the  2nd  story,  with  counterbalanced 
stair  to  street;  windows  along  course  of  fire  escape  are  non- 
fireproof,  and  roof  of  adjoining  building  to  the  north  is 
five  stories  lower ;  and 

Whereas,  petitioner  contends  in  view  of  the  fact  that 
•the  building  is  of  very  substantial  character  and  sprinklered, 
that  the  existing  means  of  exit  are  adequate. 

Resolved ,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
as  to  Item  No.  1  on  condition  that  the  enclosure  of  the 
stairs  shall  comply  with  the  requirements  of  the  industrial 
code  by  covering  the  existing  partition  both  sides  with  26 
gauge  metal,  and  granted  only  so  long  as  conditions  as  to 
use  and  occupancy  remain  unchanged;  denied  as  to  Item 
No.  2. 


1342-24-S. 

PETITIONER — Samuel  Rosenblum,  for  Wm.  F.  Corwith, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner.  7 

PREMISES  AFFECTED— 62-64  Greenpoint  avenue, 

Brooklyn. 

APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE — 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Gunnison,  Holland,  Connell, 
Deputy  Fire  Commissioner  Hannon,  Super¬ 
intendents  Brady,  Reville,  Moore  and  Mc¬ 


Dermott  .  H 

Negative:  Superintendent  Kleinert  .  1 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(1342-24-S) 


Whereas,  Samuel  Rosenblum,  for  Wm.  F.  Corwith, 
owner,  filed,’  November  13,  1924,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  62-4  Greenpoint  avenue, 
Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
October  24,  1924,  reads: 

“Order  No.  66692-LD : 

“1.  Arrange  the  fire  escape  on  the  front  of  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof  so  that  same  are  in 
compliance  with  the  provisions  of  Sections  273  and 
274  of  the  Labor  Law  and  the  rules  of  the  Board  of 
Standards  and  Appeals,  or  carry  out  a  proper  altera¬ 
tive  method  of  complying  with  the  requirements  of 
Section  271.  of  the  Labor  Law. 

“Among  the  defects  noted  are  the  following : 

“1.  No  counterbalanced  stairway  from  lowest  bal¬ 
cony  to  ground.  2.  Windows  on  course  not  fireproof 
and  self-closing. 

“2.  Remove  the  substandard  fire  escape  on  the  rear 
of  building  or  reconstruct  same  as  per  Section  274 
of  the  Labor  Law  except  that  in  lieu  of  a  counterbal- 
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anced  stair  a  drop  ladder  in  guides  from  the  lowest  bal- 
cony  to  the  ground  may  be  provided,  also  proper  egress 
to  a  point  of  safety  shall  be  provided. 

“3.  Extend  the  interior  stairway  at  the  east  side  of 
building  to  the  roof  as  per  Section  271  of  the  Labor 
Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  42  ft.  by  95  ft.  in  area  at  the  1st  story  and  42 
ft.  by  50  ft.  in  area  above.  OCCUPIED:  1st  story,  crockery 
store,  4  persons ;  upper  stories,  mfr.  of  chairs  and  daven¬ 
ports,  7  persons  above  1st  story.  EXITS :  An  interior 
wooden  stairway  extending  from  the  1st  story  to  the  top 
story,  with  iron  ladder  to  scuttle  in  roof,  partly  enclosed 
in  wooden  partitions  with  wooden  doors  at  the  openings ; 
a  60  degree  fire  escape  on  the  front  of  the  building  ex¬ 
tending  from  the  top  story  to  the  2nd  story,  with  a  drop 
ladder  in  guides  to  ground,  the  windows  in  the  2nd  and 
3rd  stories  along  the  course  of  the  fire  escape  are  fire¬ 
proof  ;  a  sub-standard  fire  escape  on  the  rear  of  the  build¬ 
ing,  extending  from  the  top  story  to  the  roof  of  the  1st 
story  extension,  with  egress  across  adjoining  one-story  ex¬ 
tensions;  ROOFS  of  adjoining  buildings,  to  east  at  same 
level,  to  west  two  stories  lower ;  and 

Whereas,  petitioner  proposes  to  counterweight  the  scut¬ 
tle  to  roof  in  order  to  make  it  readily  openable,  and  con¬ 
tends  that  in  view  of  the  light  occupancy  and  the  small  area 
of  the  building,  that  the  existing  means  of  egress  are 
adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  action  of  the  board  of  review  of  the 
fire  department,  dated  January  14,  1919,  shall  be  ratified, 
and  the  petition  be  and  it  hereby  is  granted  only  so  far  as 
it  affects  Items  1  and  3,  only  so  long  as  conditions  as  to 
occupancy  and  use  remain  substantially  unchanged ;  denied 
as  to  Item  No.  2. 


1343-24-S. 

PETITIONER— -JSamuel  Rosenblum,  for  Max  Abrahams 
lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 12-14  Greene  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell,  Deputy 
Fire  Commissioner  Hannon,  Superintendents 


Brady,  Reville  and  McDermott  .  10 

Negative  .  0 

Absent :  Fire  Chief  Kenlon,  Superintendents 
Kleinert  and  Moore  .  3 


THE  RESOLUTION: 

(1343-24-S) 

Whereas,  Samuel  Rosenblum,  for  Max  Abrahams,  lessee, 
filed,  November  13,  1924,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  12-14  Greene  street,  Manhattan ; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  3,  1924,  in  acting  on  Order  No.  65655-LD,  reads : 

“1.  Enclose  the  interior  stairway  at  the  north  side 
of  building  serving  as  a  required  means  of  exit,  and  the 


landings,  platforms  and  passageways  connecting  there¬ 
with  on  all  sides,  with  partitions  of  fire  resisting  ma¬ 
terial,  extending  continuously  from  the  cellar  to  3  feet 
above  the  roof  *  *  *. 

“2.  Arrange  the  fire  escape  on  the  front  of  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof  so  that  same  are  in 
compliance  with  the  provisions  of  sections  273  and 
274  of  the  Labor  Law,  *  *  *. 

“NOTE:  Among  the  defects  noted  are  the  following: 
Windows  on  course  not  fireproof,  self-closing.  No 
counterbalanced  stairway  from  lowest  balcony  to  street. 

“3.  Extend  the  interior  stairway  at  the  north  side 
of  building  to  the  roof,  as  per  Section  271  of  the 
Labor  Law,  said  extension  and  the  landings  and  pas¬ 
sageways  connecting  therewith  to  be  enclosed  on  all 
sides  with  partitions  of  fire  resisting  material  extending 
at  least  3  ft.  above  the  roof,  as  per  Sections  271  and 
272  of  the  Labor  Law.” ; 

and 

Whereas,  the  premises  consist  of  two  non-fireproof 
buildings,  each  five  stories  in  height,  28  ft.  by  100  ft.  in 
area  at  the  1st  story  and  28  ft.  by  90  ft.  in  area  above; 
separated  into  two  sections  by  a  fore  and  aft  partition 
wall  with  openings  protected  with  double  fire  doors  on 
each  story  above  the  1st  story;  OCCUPIED  for  the  manu¬ 
facture  of  radio  horns,  35  persons  above  the  1st  story  in 
No.  12  and  46  persons  above  the  1st  story  in  No.  14. 
EQUIPPED  with  a  fire  alarm  signal  system  in  No.  14 
only.  EXITS :  An  interior  wooden  sttairway  in  each 
building,  extending  from  the  1st  story  to  the  roof  in  No. 
12  and  extending  from  the  1st  story  to  the  top  story,  with 
iron  ladder  to  scuttle  in  roof  in  No.  14 ;  enclosed  in  fire- 
resisting  partitions  with  fire  doors  at  the  openings  in  No. 
12 ;  stairway  in  No.  14  is  an  open  stairway ;  a  fire  escape 
with  fireproof  windows  along  the  course  thereof  on  the 
front  of  building  No.  12,  extending  from  roof  to  balcony 
at  2nd  story,  and  counterbalanced  stair  to  street,  and  also 
a  substandard  fire  escape  on  the  front  of  building  No.  14; 
ROOFS  of  adjoining  buildings  approximately  7  ft.  higher; 
and 

Whereas,  petitioner  contends,  in  view  of  the  horizontal 
exits,  that  the  existing  means  of  egress  are  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
as  to  Item  No.  1  on  condition  that  the  fire-resisting  en¬ 
closed  stairway  in  building  No.  12  shall  be  maintained  ac¬ 
cessible  from  No.  14  on  all  floors  above  the  1st  story; 
that  all  horizontal  openings  between  No.  12  and  No.  14  on 
all  floors  above  the  1st  story  shall  be  provided  on  each 
side  with  automatic  fire  doors ;  granted  as  to  Item  No.  2 
on  condition  that  an  approved  party  wall  fire  escape  shall 
be  provided  on  the  front  of  the  building,  with  a  counter¬ 
balanced  drop  ladder  to  the  street  on  the  north  end,  in 
addition  to  the  counterbalanced  stairway  on  the  south  end; 
granted  as  to  Item  No.  3  on  condition  that  a  60  degree 
iron  stairway  shall  be  provided  from  the  top  story  of  No. 
14  to  scuttle  in  roof ;  and  granted  on  the  further  condi¬ 
tion  that  No.  12  and  No.  14  shall  remain  in  single  occu¬ 
pancy  above  the  1st  story  and  that  the  present  occupancy 
be  not  increased. 


1417-24-lS. 

PETITIONER — Frank  T.  Bassett,  Jr.,  for  Self  Winding 
Clock  Company,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED* — 161-165  Grand  avenue  and  205- 
211  Willoughby  avenue,  Brooklyn. 
APPEARANCES— 

For  Petitioner :  Sidney  Madison. 

For  Administration:  Inspector  Maher  of  fire 
partment. 
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ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Deputy  Fire 


■Commissioner  Hannon,  Superintendents 

Brady,  Reville  and  Moore  .  9 

Negative  .  0 


Absent:  Mr.  Connell,  Fire  Chief  Kenlon,  Su¬ 
perintendents  Kleinert  and  McDermott  ....  4 

THE  RESOLUTION: 

(1417-24-S) 

Whereas,  Frank  T.  Bassett,  Jr.,  for  Self  Winding  Clock 
Co.,  owner,  filed,  December  1,  1924,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  an  order  of  the 
fire  commissioner,  affecting  premises  161-165  Grand  avenue 
and  205-211  Willoughby  avenue,  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  67953- 
LD,  dated  November  13,  1924,  reads : 

“1.  Arrange  iron  bars  on  windows  in  cellar  to  east, 
west,  north  &  south  sides  of  building,  so  as  to  be 
readily  movable  or  removable  from  both  sides  in  such 
a  manner  as  to  afford  the  free  and  unobstructed  use 
of  such  windows  for  purposes  of  egress  as  per  Sec¬ 
tion  272  of  the  Labor  Law.”; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  and 
basement  in  height,  95  ft.  by  103  ft.  in  area;  OCCUPIED 
for  the  manufacture  of  self-winding  clocks,  165  persons 
in  the  entire  building;  6  persons  occupying  the  basement. 
EQUIPPED  with  a  sprinkler  system  and  a  fire  alarm  signal 
system.  EXITS  from  the  basement  being  a  fireproof  stair¬ 
way  to  yard  and  also  a  horizontal  exit  to  an  adjoining  build¬ 
ing  to  the  east  in  the  northerly  wall;  a  double  hinged 
door  leading  to  area  and  iron  ladder  to  street  in  the 
westerly  wall  and  hinged  bars  over  the  three  windows 
used  as  exits  in  the  southerly  wall ;  and 

Whereas,  petitioner  contends  that  the  windows  other  than 
the  three  exit  windows  in  the  basement  are  10  ft.  above  the 
floor  level  and  are  too  small  to  afford  ready  egress  from 
basement. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  exits  as  indicated  on  plans  filed  in  this 
case  shall  be  maintained,  marked  with  signs  and  red  lights ; 
granted  only  so  long  as  conditions  otherwise  remain  un¬ 
changed. 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 
1337-24-SA. 

PETITIONER — Sure  Heat  Oil  Burner  Co. 

SUBJECT — Approval  of  Sure  Heat  Gravity  Oil  Burner. 
APPEARANCES— None. 

ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  pending  report  of  committee  of  inspection. 


755-24-SA. 

PETITIONER — Wills  Engineering  Company. 

SUBJECT — Approval  of  Wills  Automatic  Gas  Shut-off 
Valve. 

APPEARANCES— 

For  Petitioner :  E.  C.  Wills. 

ACTION  OF  BOARD— Petition  placed  on  reserve  cal¬ 
endar  pending  notice  of  compliance  with  regula¬ 
tions. 


1314-24-iSA. 

PETITIONER— U.  S.  E.  M.  Company. 

SUBJECT— Approval  of  the  USEM  A.  C.  Fire  Alarm 
Panel. 

APPEARANCES— 

For  Petitioner:  R.  C.  Coffin. 

ACTION  OF  BOARD— Petition  placed  on  reserve  cal¬ 
endar  pending  inspection  and  report  of  fire  de¬ 
partment. 


1359-24-SA. 

PETITIONER— Oliver  Oil-Gas  Burner  Co. 

SUBJECT— Approval  of  Oliver  Oil-Gas  Burner  No.  30-A. 
APPEARANCES— 

For  Petitioner:  George  Olsen. 

ACTION  OF  BOARD— Petition  placed  on  reserve  cal¬ 
endar  pending  report  of  committee  of  inspection. 


1361-24-SA. 

PETITIONER— Caloroil  Burner  Corporation. 

SUBJECT— Approval  of  Caloroil  Burner,  Type  A  A. 

APPEARANCES— 

For  Petitioner:  A.  A.  Pierce. 

ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  pending  report  of  committee  of  inspection. 


Adjourned  5.05  p.  m. 

William  J.  O’Gorman,  Secretary. 


RESERVE  CALENDAR 


BOARD  OF  APPEALS. 

Appeals  from  Administrative  Orders. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A— Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A— Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 


880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A _ Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A— Pier  27,  North  River,  Manhattan. 

883- 19-A— Pier  29,  North  River,  Manhattan. 

884- 19-A— Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 


890-19-A — Pier  70,  East  River,  Manhattan. 


37-19-A— Piers  37  and  38,  East  River,  Manhattan. 

48-19-A— Pier  121,  foot  of  West  131st  street,  North 
River.  Manhattan.  (Order  No.  95587-F.) 


949-19- A — Pier  121, 
River, 


foot  of  West  131st  street,  North 
Manhattan.  (Order  No.  95586-F.) 
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950-19-A — Pier  121,  foot  of  West  131st  street,  North 
River,  Manhattan.  (Order  No.  95585-F.) 

981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20- A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A— Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20-A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A — Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20-A — Pier  20,  East  River,  Manhattan. 

420- 20-A — Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue,  Brooklyn. 

422- 20-A — Pier  29,  foot  of  Harrison  street,  Brooklyn. 

423- 20-A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20- A — Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 

907-21-A — East  side  South  street,  foot  of  Dover  street, 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541 - 21-A — Pier  3,  between  Main  and  Dock  streets  Brook¬ 

lyn. 

1542- 21-A — Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1544- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1545- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 
337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 


357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of 

392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 

447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 

1 173-22-S — Anti-Syphon  Valve,  approval  of. 

1230- 22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 

approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA — '“Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — 'Cornell  Falat  Oil  Burner,  approval  of. 

392- 23-SA — “Billow”  Class  G.  R.  Oil  Burner,  approval  of. 

393- 23-SA — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

397-23-SA — Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 
525-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA — Domestic  Fuel  Oil  Burner,  approval  of. 
628-23-SA — Powerlight  Oil  Heat  Burner,  approval  of. 
820-23-SA — Morse  Fuel  Oil  Burning  System,  approval  of 
888-23  SA — Lewis  Oil  Burner,  approval  of. 

898-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-SA — Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

1050-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 
1169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA — Ziegler  Oil  Burner,  approval  of. 

1180-23-SA — Viking  Pump,  approval  of. 

1231- 23-SA — Gill  Oil  Burner,  approval  of. 
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6-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 
19-23-SA— National  Light  Service  Oil  Pump,  approval  of. 

16-23-SA— Heatiator  Oil  Burner,  approval  of. 

58-23-SA — Worthington  Oil  Burner,  approval  of. 
51-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 
64-23-SA— Staples  &  Pfeiffer  Oil  Burner,  approval  of. 
15-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

29-23-SA— Kerrihard  Oil  Burner,  approval  of. 
44-23-SA— Tate-Jones  No.  6  Oil  Burner,  approval  of. 
484-23-SA — Universal  G.  P.  O.  Burner,  approval  of. 
193-23-SA— Newport  Rotary  Oil  Burner,  approval  of. 
,38-23-SA— Lillibridge  Oil  Vapor  Burner,  approval  of. 
■,50-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 

68-24-SA— May  Burner,  approval  of. 

254-24-SA — Sherman  Oil  Burner,  approval  of. 
269-24-SA— Universe  Oil  Burner,  approval  of. 

365-24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-SA— Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24- S A — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA — Faultless  Oil  Burner,  approval  of. 
501-24-SA — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA — Kinney  Rotating  Plunger  Pump,  approval  of. 
536-24-SA — Climax  Oil  Burner,  approval  oi. 

654-24-SA— Marvel  Oil  Burner,  approval  of. 

673-24-SA — Samson  No.  76  Break  Glass  Fire  Alarm 
Box,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 
735-24-SA — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-SA — 'Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 


826-24-SA — Heyms  field  Low  Pressure  Burner,  approval  of. 
860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

872-24-SA — Ostrander  A.C.-D.C.  Control  Panel,  approval 
of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

10J6-24-SA — Milnes  Oil  Burner,  approval  of. 

1078-24-SA — Nokol  Automatic  Burner,  approval  of. 
1108-24-SA— Simplicity  Fuel  Oil  Burner,  approval  of. 
1134-24-S A— Peerless  Automatic  Oil  Burner,  approval  of 
1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 
1146-24-SA— Salvo  Fire  Extinguisher,  approval  of. 
1162-24-SA— Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA— Kemp  Oil  Burner,  approval  of. 

1 197-24-SA — Yankee  Oil  Burner,  approval  of. 
1254-24-SA— Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA-A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA— Chalmers  Oil  Burner,  approval  of. 
1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 
1337-24-SA— Sure  Heat  Gravity  Oil  Burner,  approval  of. 
1359-24-SA— Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 
1361-24-SA — Caloroil  Burner  Type,  A-A,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  zvill  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  zvill  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


CONCRETE  RULES 


USE  OF  HYDRATED 

Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement. 


LIME  IN  CONCRETE 

1-1J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-21/2-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O'Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 
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ANNUAL  REPORT 


City  of  New  York 
Board  of  Standards  and  Appeals 

WILLIAM  E.  WALSH.  Chairman 
MUNICIPAL  BUILDING 

January  20,  1925. 

Hon.  John  F.  Hylan, 

Mayor,  New  York  City. 

Sir  ; — i  have  the  honor  to  submit  for  your  information  the  annual  report  of  the  Board  of  Appeals  and  Board  of 
Standards  and  Appeals,  combined,  for  the  year  ending  December  31,  1924,  which  is  set  forth  as  follows : 


CASES  FILED  AND  PENDING,  1924. 


FOURTH  QUARTER. 

Appeals  from  Administrative  Orders  . 

Applications  under  Building  Zone  Resolution  . 

Petitions  for  Variation  of  Labor  Law  . 

Petitions  for  Approval  of  Appliances  and  Materials  . 

Petitions  for  Adoption  of  Rules  . 

Reopened  and  Restored  to  Calendar  . 

Miscellaneous  Docket  . . 

Cases  filed,  restored,  etc.,  4th  Quarter  . . 

Cases  filed,  restored,  etc.,  3rd  Quarter . . 

Cases  filed,  restored,  etc.,  2nd  Quarter  . . 

Cases  filed,  restored,  etc.,  1st  Quarter . . 

Cases  pending  December  31,  1923  . . 

/  f:! 

Total  Cases  filed  and  pending  up  to  and  including  December  31,  1924 


2582 


SUMMARY. 


DOCKET. 

Cases  pending  December  31,  1923  .  627 

Cases  filed  up  to  and  including  December  31,  1924  ....1540 
Restored  to  calendar  .  91 

Miscellaneous  Applications. 

Requests  to  reopen  .  195 

Requests  to  amend  .  8 

Requests  for  modification  .  42 

Requests  to  rescind  .  3 

Requests  for  extension  of  time .  23 

Requests  for  extension  of  permit  .  39 

Requests  for  mechanical  installations  .  2 

Requests  for  approval  of  plans  . . .  i .  6 

Administrative  requests .  1 

Requests  for  interpretation  .  5 


Total  . 2582 

Disposed  of  . 1984 


DISPOSITION  OF  CASES. 

Withdrawn  . 

Dismissed  .  ,fiq 

Denied  .  2qn 

Granted  . .14 

Granted  on  condition  .  953 

Appliances  approved  .  28 

Appliances  dismissed,  disapproved  or  withdrawn  .  24 

Rules  approved  .  g 

Rules  disapproved  or  rescinded  .  1 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  176 

Requests  to  reopen  denied  .  12 

Requests  to  amend  granted  .  8 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  40 

Requests  for  modification  denied  .  2 

Requests  to  rescind  granted  .  3 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  22 

Requests  for  extension  of  time  denied .  1 

Requests  for  extension  of  permit  granted  .  37 

Requests  for  extension  of  permit  denied  .  2 

Requests  to  install  granted  .  2 

Requests  to  install  denied  .  0 

Plans  approved .  g 

Plans  disapproved  .  q 

Administrative  requests  granted  .  0 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  . .  -n 

Requests  withdrawn  or  dismissed .  7 

Total  . 1984 


Cases  pending  December  31  1924 


598 
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ANNUAL  REPORT 


MEETINGS  OF  THE  BOARDS. 


BOARD  OF  APPEALS.  BOARD  OF  STANDARDS  AND  APPEALS. 

First  Second  Third  Fourth  First  Second  Third  Fourth 

Quarter  Quarter  Quarter  Quarter  Total  Quarter  Quarter  Quarter  Quarter  Total 

18  21  14  20  73  Meetings .  12  11  6  7  36 

9  g  3  8  28  Inspections  ....  0  20  1  4  25 


Combined  Total  of  Meetings  . 
Combined  Total  of  Inspections 


Meetings  . 
Inspections 


CASES  DISPOSED  OF  BY  BOARD  OF  APPEALS. 


Appeals  from  Administrative  Orders  . 

Applications  under  Building  Zone  Resolution  . 

Miscellaneous  Applications  . 

Total  disposed  of . 

Board  of  Appeals  cases  pending  December  31,  1924 

CASES  DISPOSED  OF  BY  BOARD 


First 

Second 

Third 

Fourth 

Grand 

Quarter 

Quarter 

Quarter 

Quarter 

Total 

186 

212 

144 

202 

744 

135 

154 

96 

125 

510 

49 

78 

80 

49 

256 

370 

444 

320 

376 

1510 

402 


OF  STANDARDS  AND  APPEALS. 


Petitions  for  Variation  of  Labor  Law  . .  •  •  • 

Petitions  for  Approval  of  Appliances  and  Materials 

_ a! ^ ! a  T? iil 


Petitions  for  Adoption  of  Rules 
Miscellaneous  Applications  . 


Total  disposed  of  . 

Board  of  Standards  and  Appeals  cases  pending  December  31,  1924 


First 

Second 

Third 

Fourth 

Grand 

Quarter 

Quarter 

Quarter 

Quarter 

Total 

94 

112 

54 

85 

345 

0 

22 

12 

18 

52 

7 

1 

1 

0 

9 

19 

31 

8 

10 

68 

120 

166 

75 

113 

474 

196 


CASES  PENDING  BEGINNING  OF  FIRST  QUARTER  1925. 


Appeals  from  Administrative  Orders  - 

Applications  under  Building  Zone  Resolution 

Petitions  for  Variation  of  Labor  Law  . 

Petitions  for  Approval  of  Appliances  . 

Petitions  for  Adoption  of  Rules  . 


215 

187 

86 

110 

0 


Total 


Subscriptions  to  Bulletin  . 

Cash  Sales  of  Bulletin  . 

Total  (Paid  to  Chamberlain) 


i; 


Year 

Cases 

Filed 

1916 

502 

1917 

2620 

1918 

1734 

1919 

1005 

1920 

793 

1921 

1720 

1922 

1575 

1923 

1562 

1924 

1540 

Total 

13051 

Requests 

Pending 

Previous 

Filed 

Year 

32 

0 

35 

136 

160 

1232 

73 

70 

114 

90 

176 

90 

405 

389 

308 

435 

415 

627 

1718_ 3069 

WILLIAM  J.  O'GORMAN.  Secretary. 
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MONEYS  RECEIVED. 


First 

Second 

Third 

Fourth 

Grand 

Quarter 

Quarter 

Quarter 

Quarter 

Total 

$322.50 

$328.75 

$176.25 

$191.25 

$1,018.75 

26.72 

15.35 

12.85 

12.45 

67.37 

$349.22 

$344.10 

$189.10 

$203.70 

$1,086.12 

REVIEW  (1916  TO  1924). 


Total 

to  Dis- 

With- 

pose  of 

drawn 

534 

39 

2791 

291 

3126 

803 

1148 

105 

997  - 

84 

1986 

102 

2369 

171 

2305 

149 

2582 

173 

17838 

1917 

Dis- 

Disposed  of 
Cases  Granted 

as  Follows: 
Request  Total 

Pending 

missed 

Denied 

etc. 

Actions  Cases 

Dec.  31st 

64 

59 

204 

32 

398 

136 

154 

241 

838 

35 

1559 

1232 

666 

418 

1009 

160 

3056 

70 

47 

271 

594 

41 

1058 

90 

100 

233 

457 

33 

907 

90 

296 

337 

827 

35 

1597 

389 

195 

262 

1025 

281 

1934 

435 

189 

193 

928 

219 

1678 

627 

194 

290 

1003 

324 

1984 

598 

1905 

2304 

6885 

1160 

14171 

3667 

Respectfully  submitted,  .  T  • 

WILLIAM  E.  WALSH.  Chairman. 


PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  January  15,  1925  ....  60 

Restored  to  calendar  .  3 

Miscellaneous  Applications. 


Requests  to  reopen  .  6 

Requests  to  amend .  0 

Requests  for  modification  .  3 

Requests  to  rescind .  0 

Requests  for  extension  of  time  .  0 

Requests  for  extension  of  permit  .  1 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans .  1 

Administrative  requests  .  0 

Requests  for  interpretation .  0 

Total  .  67,2 

Disposed  of  .  55 

Cases  pending  January  15,  1925  . .  617 


DISPOSITION  OF  CASES. 

Withdrawn  .  3 

Dismissed  .  0 

Denied  .  5 

Granted  .  0 

Granted  on  condition  .  36 

Appliances  approved .  0 

Appliances  dismissed,  disapproved  or  withdrawn .  0 

Rules  approved  .  0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  6 

Requests  to  reopen  denied  .  0 

Requests  to  amend  granted .  0 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  3 

Request  for  modification  denied  .  0 

Requests  to  rescind  granted .  0 

Requests  to  rescind  denied  .  o 

Requests  for  extension  of  time  granted  .  0 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted .  1 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  0 

Requests  to  install  denied  .  0 

Plans  approved  .  1 

Plans  disapproved  .  o 

Administrative  requests  granted  .  o 

Administrative  requests  denied  or  withdrawn  .  o 

Interpretations  .  0 

Requests  withdrawn  or  dismissed .  o 


Total  .  55 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth ,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be«hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


HOARD  OF  STANDARDS  AND  APPEALS, 

Room  914,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . 

P.  O . 

My  subscription  to  begin  with  the  issue  for .  1925. 

36-2000-25-O’C 
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BOARD  OF  STANDARDS  AND  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 

James  P.  Holland  John  Dowd 

Henry  L.  Connell  Joseph  B.  Gunnison 

Fire  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy 

Thomas  J.  Drennan . Fire  Commissioner 

Charles  Brady . Supt.  of  Buildings,  Manhattan 

P.  J.  Reville . Supt.  of  Buildings,  The  Bronx 

Albert  E.  Kleinert . Supt.  of  Buildings,  Brooklyn 

John  W.  Moore . Supt.  of  Buildings,  Queens 
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William  J.  O’Gorman,  Secretary 
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Office — Municipal  Building,  Room  914. 

Telephone — Worth  0184. 

Office  Hours— 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

All  communications  should  be  addressed  to  the  chairman 

of  the  board. 

CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals.  January  20, 
1925. 

Minutes  of  Special  Meeting,  Board  of  Appeals,  Jan¬ 
uary  20,  1925. 

Reserve  Calendar. 

Annual  Report. 

Progress  Report. 

Correction. 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  ;n  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  919,  Municipal  Building, 
Manhattan. 


m  r  f  ~  . 

HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chafrfDa?  q&  the-  **• 
gineers,  pertaining  to  the  work  of  either  hoard,  wirt~rfc 
seen  only  between  the  hoijrs  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturddls  excepteiMlVEKiij ,  \  ut  ■  irJOIS 

CALL  OF  CLfeRK’S  CALENDAR. 

The  Clerk’s  Calendar  ?ftnsists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  919,  on  Tuesday,  January  27, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  February  3,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 

NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 


y 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  January  22,  1925. 
Cal.  No.  Department.  Premises  Affected. 


88-25-BZ. . 

. B.B.B. 

...2108  Ave.  P,  Bklyn. 

Applic.  24326-1924. 

87-25-BZ. . 

. B.B.B. 

...617-633  Brooklyn  ave.,  Bklyn. 

Applic.  25211-1924. 

86-25-S . . . 

. B.B.M. 

..33  W.  56th  st.,  Man. 

Alt.  2465-1924. 

85-25-BZ. . 

. F.D.  .. 

..332  W.  57th  st.,  Man. 

L.  C.  27441. 

84-25-S .  . . 

. F.D.  .. 

. .  10  Mangin  st.,  Man. 

L.  D.  320371. 

83-i25-A.  . . 

. F.D.  .. 

.  .491-501- Forrest  st.,  Bklyn. 

Applic.  555-1923. 

82-25-BZ. . 

. B.B.Bx. 

,.N.’  E.  C.  Bronx  blvd.  &  219th 
st.,  Bx.  N.  B.  2957-1924. 

81-25-BZ. . 

. B.B.Q. 

...10  Marc  pi.,  Astoria,  Q. 

Alt.  3427-1924. 

80-25-S . .  . 

. F.D.  .. 

..23  W.  56th  st.,  Man. 

Decision. 

79-25-A. . . 

. F.D.  .. 

..6-16  W.  16th  st.,  Man. 

L.  C.  27250. 

78-25-A. . . 

. B.B.B. 

...411-417  Rodney  st.,  Bklyn. 

N.  B.  2609-1924. 

77-25-SR. . 

. F.D.  .. 

..Proposed  Amendments  to  Rules 
for  Sprinkler  System. 

76-25-BZ. . 

. B.B.B. 

...968-972  Fulton  st.,  Bklyn. 

N.  B.  25217-1924. 

75-25-S . . . . 

. B.B.M. 

..128-136  W.  31st  st.,  Man. 

N.  B.  179-1924. 

74-25-BZ. . 

. B.B.B. 

.  ..549  17th  st.,  Bklyn. 

Applic.  24371-1924. 

73-.25-S. . . . 

. F.D.  .. 

..533  Greenwich  st.,  Man. 

L.  D.  65916-65918. 

72-25-A. . . 

. F.D.  .. 

..189  Water  st.,  Man. 

L.  C.  27131. 

71-25- A. . . 

. F.D.  .. 

..81-83  Fulton  st.,  Man. 

F-67279. 

70-25-S . . . , 

. F.D.  .. 

..9  Van  Brunt  st.,  Bklyn. 

L.  D.  67964. 

69-25- A. . . 

. F.D.  .. 

..2  W.  106th  st.,  Man. 

F-59224. 

68-25-A .  . . 

. F.D.  .. 

. .  N.  E.  C.  Schooley  pi.  &  Beau¬ 
fort  st.,  Jamaica,  Q. 

C-898311. 

67-25-BZ... 

_ F.D.  .. 

..127-129  W.  53rd  st.,  Man. 

F-50358. 

66-25- A _ 

. F.D.  .. 

..245  W.  55th  st.,  Man. 

L.  C.  26291 

65-25-A _ 

....B.B.M. 

..22  E.  57th  st.,  Man. 

Alt.  1375-1921. 

64-25-A _ 

....F.D.  .. 

..35  Steuben  st.,  Bklyn. 

.  C-91984-L.  F.  69695. 

63-25-A _ 

....F.D.  ... 

..109-121  W.  56th  st.,  Man. 

F-69013-6901 4-69015. 

62-25-S _ 

....B.B.M.  . 

..24-30  W.  39th  st.,  Man. 

Viol.  410-1924. 

61-25-BZ. . . 

....B.B.B.  . 

..3313  Tilden  ave.,  Bklyn. 

N.  B.  25328-1924. 

Restored  to  Calendar. 

1002-24-A . F.D . 401-417  7th  ave.,  Man. 

- -  N.  B.  1091-1916. 

588-24-A . F.D . 250  Hudson  st.,  Man. 

-  L.  C.  23459. 

470-24- A . F.D . 52-62  Ellery  st.,  Bklyn. 

'  F-41910. 


F.D.  .. 

H.D.  . 

B.B.B. 

B.B.Bx 

B.B.M. 

B.B.Q. 

B.B.R 

T.H.D. 


CODE. 


. Fire  Department 

. Health  Department 

■  Bureau  of  Buildings,  Brooklyn 
....Bureau  of  Buildings,  Bronx 
Bureau  of  Buildings,  Manhattan 
...Bureau  of  Buildings,  Queens 
Bureau  of  Buildings,  Richmond 
. .  .Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  January  27,  1925,  at  2  b.  rn. 

Building  Zone  Cases. 

861-24-BZ. 

APPLICANT— Hackenburg  &  Schwartz,  for  Bernard  Cor¬ 
rigan,  owner. 

PREMISES— Southwest  corner  of  Thwaites  place  and  Bos¬ 
ton  road,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  construction  and 
maintenance  of  a  gasoline  filling  station. 


PDrKwcc^  ^art’  f°r  Helen  Weinstock,  owner. 

PREMISES — 3-5  Cottage  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  five  (5) 
commercial  motor  vehicles,  owned  and  used  by  the 
person  residing  on  the  premises. 


1428-24-BZ. 

APPLICANT  John  De  Hart,  for  Zivie  Bender  owner. 
PREMISES— 1223-1229  Intervale  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


1442-24-BZ. 

APPLICANT  William  F.  Doyle,  for  Joen  E.  Roeser,  et  al., 
owners. 

PREMISES— Northwest  corner  of  Jer.ome  avenue  and  Clif¬ 
ford  place,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1089-23-BZ. 

APPLICANT— Croker  National  Fire  Prevention  Engineer¬ 
ing  Co.,  for  Frank  Mitchell,  owner. 

PREMISES — 163  McDougal  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
garage  for  the  storage  of  two  (2)  pleasure  and 
two  (2)  commercial  motor  vehicles,  owned  by  the 
person  reading  on  the  premises. 
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CALENDAR 


432-24 

1019-24 

1175-24 

306-24 

1282-24 

1302-24 

1333-24 

1338-24- 


1357-24 

1309-24 

1320-24 

1325-24 


BOARD  OF  APPEALS. 

Tuesday,  January  27,  1925,  at  10  a.  ttt. 

Appeals  from  Administrative  Orders. 

•A— 509-517  West  street,  Manhattan. 

A— 640  Broadway,  Manhattan. 

A.— 628-642  West  45th  street,  Manhattan. 

A— 82-86  Rutgers  slip,  Manhattan. 

•A— 231-235  East  55th  street,  Manhattan. 

•A — 117  Beekman  street,  Manhattan. 

.A — West  side  of  Eleventh  avenue,  from  58th  street 
to  59th  street,  Manhattan. 

A— 154-60-64-72  West  32nd  street,  383-99  Seventh 
avenue  and  145-165  West  31st  street,  Man¬ 
hattan. 

A— 14  West  40th  street,  Manhattan. 

■A— 8891  Seventeenth  avenue,  Brooklyn. 

.A— 32  West  76th  street,  Manhattan. 

.A — 261  East  Kingsbridge  road,  The  Bronx. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  January  27,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1181-24-BZ — Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  James 
Kearney,  applicant,  on  behalf  of  Leo¬ 
pold  Weil  and  Mayer  S.  Ames,  owners, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1813-1815 
Jerome  avenue,  1  he  Bronx. 

cal.  no.  1068-24-BZ — Application,  August  26,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Wi- 
laura  Holding  Corp.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1898  Sedgwick  avenue, 
southeast  corner  of  Burnside  avenue, 
The  Bronx. 

CAL.  NO.  629-24-BZ— Application,  May  6,  1924,  under  the 
building  zone  resolution,  of  F.  W.  Finn, 
architect,  on  behalf  of  Matthew  Heine, 
owner,  to  permit  in  a  residence  district 
the  maintenance  of  a  garage  for  the 
storage  of  two  (2)  pleasure  motor  ve- 
.  hides,  two  (2)  spaces  rented  to  persons 
not  residing  on  the  premises ;  premises 
60  Buchanan  place,  The  Bronx. 

cal.  no.  287-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  David 
G.  McConnell,  applicant,  on  behalf  of 
Bayie  Realty  Co.,  Inc.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
524  Jackson  avenue,  The  Bronx. 

cal.  no.  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 


modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923 ; 
premises  712-748  Southern  boulevard, 
The  Bronx. 

cal.  no.  354-24-BZ — Application,  March  7,  1924,  under  the 
building  zone  resolution,  of  Thomas  F. 
Cosgrove,  applicant,  on  behalf  of  Inter¬ 
borough  Auto  Repair  and  Supply  Co., 
owner,  to  permit  in  a  business  district 
the  maintenance  of  a  motor  vehicle  re¬ 
pair  shop;  premises  306-308  Broadway, 
West  New  Brighton,  S.  I.,  Richmond. 

cal  no.  479-24-BZ — Application,  April  3,  1924,  under  the 
building  zone  resolution,  of  Croker  Na¬ 
tional  Fire  Prevention  Engineering  Co., 
applicant,  Gaetano  Calandrillo,  owner, 
Petro  De  Lucca,  lessee,  to  permit  in  a 
business  district  the  maintenance  of  a 
junk  shop;  premises  46  Lewis  street, 
Corona,  Borough  of  Queens. 

cal.  no.  1266-24-BZ — Application,  October  24,  1924,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  Martha  Vanson, 
owner,  Kings  County  Milk  Co.,  lessee, 
to  permit  in  a  business  district  the  con¬ 
version  of  occupancy  of  an  existing 
building  from  a  one  family  and  garage 
for  the  storage  of  five  (5)  motor  vehi¬ 
cles  to  a  milk  distributing  station ; 
premises  5612  18th  avenue,  Brooklyn. 

cal.  no.  1345-24-BZ — Application,  November  13,  1924,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Estate  of 
Frederick  Fischer,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1160-1172  Intervale  avenue, 
southeast  corner  of  East  169th  street, 
The  Bronx. 

cal.  no.  1346-24-BZ — Application,  November  14.  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Louis 
Blumberg,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  Coney  Island  ave¬ 
nue,  150.52  ft.  south  of  Avenue  T, 
Brooklyn. 

cal.  no.  1405-24-BZ— Application,  November  26,  1924,  under 
the  building  zone  resolution,  of  George 
Fred  Pelham,  architect,  on  behalf  of 
Castle  Realty  Co.,  owner,  to  permit  in 
a  \l/i  times  height  district  the  erec¬ 
tion  of  the  street  wall  to  a  height 
exceeding  the  limit  required  by  the 
zone  resolution;  premises  442-450  West 
31st  street,  Manhattan. 

cal.  no.  1398-24-BZ— Application,  November  24,  1924,  under 
the  building  zone  resolution,  of  G.  A. 
&  H.  Boehm,  architects,  on  behalf  of 
The  Harriman  Realty  and  Security 
Corp..  owner,  to  permit  in  a  business 
V/A  times  height  district  the  erection  of 
the  street  wall  to  a  height  exceeding 
the  limit  required  by  the  zone  resolu¬ 
tion;  premises  523-529  Fifth  ave¬ 
nue,  southeast  corner  44th  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  January  27,  1925,  at  2  />.  m. 

Petitions  for  Variations. 

983-24-S — 6-8  West  20th  street,  Manhattan. 

1308-24-S — 55  Fulton  street,  Manhattan. 

385-24-S — 2268  Second  avenue,  Manhattan. 

1201-24-S — 45-47  West  57th  street,  Manhattan. 

1095-24-S — 37-65  Franklin  avenue  and  22-46  Skilman  street, 
Brooklyn. 

1412-24-S — 137  Greene  street,  Manhattan. 

1251-24-S — 419-21  West  55th  street,  Manhattan. 

1278- 24-S — 106-114  West  38th  street,  Manhattan. 

1279- 24-S — 25-27  West  36th  street,  Manhattan. 

1280- 24-S — 7-9  West  36th  street,  Manhattan. 

1354-24-S — 19-21  East  55th  street,  Manhattan. 

1363-24-S — 164  Mulberry  street,  Manhattan. 

1194-24-S — 40  West  56th  street,  Manhattan. 

982-24-S — 614-618  West  131st  street,  Manhattan. 

598-24-S — 468  21st  street,  Brooklyn. 

1430-24-S — 41-43  East  28th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Friday,  January  30,  1925,  at  2  p.  m. 

Appeal  from  Administrative  Order 

1096-24-A — 30  Great  Jones  street,  Manhattan. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  February  3,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1457-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Fred  Cineatti, 
owner. 

PREMISES— 220-226  East  117th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1445-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Brecher  Building 
Corp.,  owner. 

PREMISES — Southeast  corner  Hunter  avenue  and  Cres¬ 
cent  street,  L.  I.  City,  Borough  of  Queens. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  and  within  200  ft.  of  a  hospital 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

1210-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Damax  Homes  Corp., 
owner. 

PREMISES — 1407-15  West  8th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

1294-24-BZ. 

APPLICANT — Carl  J.  Itzel,  for  Fordhof  Realty  Co.,  Inc., 
owner. 

PREMISES — 2385-2389  Grand  Concourse,  The  Bronx. 


TO  PERMIT  in  a  residence  district  the  alteration  and 
conversion  of  occupancy  from  residence  use  to 
store  purposes  on  first  story. 

1450-24-BZ. 

APPLICANT — George  L.  Donnellan,  for  Louise  Hart, 
owner. 

PREMISES — 67  West  130th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  from  a  residence  use  to  an  undertaking 
business. 

1384-24-BZ. 

APPLICANT — Edwin  H.  Denby,  for  Albert  Freeman, 
owner. 

PREMISES — 515  Park  avenue,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  alteration  and 
change  of  occupancy  from  residence  to  business 
purposes. 

1443-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Estate  of  Henry 
■  Moeller,  owner. 

PREMISES — 52  East  55th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  change  of  occupancy  from 
residence  to  business  purposes. 

1470-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Walluner  Construc- 
.  tion  Co.,  owner. 

PREMISES — 238-44  86th  street,  Brooklyn. 

TO  PERMIT  in  a  residence  “E”  area  district  the  erec¬ 
tion  and  maintenance  of  residence  buildings  nearer 
than  10  ft.  to  the  line  of  the  street,  and  also  to 
occupy  more  than  50  per  cent  of  the  area  of  an 
interior  lot  by  the  aggregate  buildings ;  contrary 
to  section  15  of  the  zone  resolution. 

1400-24-BZ. 

APPLICANT— Walter  H.  Volckening,  for  Walter  S. 
Thomson,  owner. 

PREMISES — 2-10  East  169th  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  February  3,  1925,  at  10  a.  rn. 
Appeals  from  Administrative  Orders. 

1326- 24- A — 254  West  75th  street,  Manhattan. 

1327- 24- A — 410  East  50th  street,  Manhattan. 

1355-24- A — 280  East  133rd  street,  The  Bronx. 
1364-24-A — 164  Mulberry  street,  Manhattan. 

1385- 24-A — 150  West  180th  street,  The  Bronx. 

1386- 24- A — 800  Richmond  turnpike,  S.  I.,  Richmond. 

1387- 24-A — 212  Howard  avenue,  S.  I.,  Richmond. 

1388- 24-A — 310  Chauncey  street,  Astoria,  Queens. 
429-24- A — 137  East  19th  street,  Manhattan. 

1408-24- A — 20  East  128th  street,  Manhattan. 

1411-24-A — 307  Snediker  avenue,  Brooklyn. 

630-24-A — 2210  Newkirk  avenue,  Brooklyn. 
741-24-A — 100  Groton  street,  Forest  Hills,  Queens. 
745-24-A— 9419  101st  avenue,  Woodhaven,  Queens. 
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Under  the  Building  Zone  Resolution. 


to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 


NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  3,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  14-24-BZ — Application,  January  4,  1924,  under  the 
building  zone  resolution,  of  Virginia 
May  Mollenhauer,  applicant,  on  behalf 
of  Michael  Kelly,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4) 
spaces  rented  to  persons  not  residing 
on  the  premises ;  premises  2172  Aque¬ 
duct  avenue.  The  Bronx. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution;  premises 
northwest  corner  182nd  street  and 
Folin  street,  The  Bronx. 

cal.  no.  119-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  New 
York  Telephone  Company,  applicant 
and  owner,  previously  withdrawn,  to 
permit  in  a  residence  district  the  altera¬ 
tion  and  extension  of  an  existing  cen¬ 
tral  telephone  exchange  building  ;  prem¬ 
ises  2411-2429  Tratman  avenue,  The 
Bronx. 

CAL.  NO.  1116-24-BZ — Application,  September  11,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Robert  C.  Schock,  owner,  to  permit 
in  a  business  district  the  alteration  and 
enlargement  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  2906-2908  Broadway, 
Manhattan. 

cal.  no.  1045-24-BZ — Application,  August  18.  1924,  under 
the  building  zone  resolution,  of  F.  P. 
Keniston,  applicant,  on  behalf  of  Je¬ 
rome  Hatch  Realty  Corp.,  owner,  to 
permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  101-111  Lin¬ 
den  street,  Brooklyn. 

CAL.  no.  850-24-BZ — Application,  June  25,  1924,  under 

the  building  zone  resolution,  of  Philip 
J.  Sinnott.  applicant,  on  behalf  of 
Harry  Gillman,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Broadway,  502 
ft.  north  of  240th  street,  The  Bronx. 
Bronx. 

cal.  no.  1007-24-BZ — Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  R. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 


cal.  no.  1038-24-BZ — Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn. 

cal.  no.  1089-24-BZ — Application,  August  30,  1924,  under 
the  building  zone  resolution,  of  Rich¬ 
ard  J.  Cullinan,  applicant,  on  behalf  of 
Zengendal  Realty  Company,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  529-533  West 
134th  street  and  532  West  135th  street, 
Manhattan. 

cal.  no.  1232-24-BZ — Application,  October  16,  1924,  under 
the  building  zone  resolution,  of  Boris 
W.  Dorfman,  architect,  on  behalf  of 
Louis  Bergstein,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  Linden  street, 
95  ft.  north  of  Central  avenue,  Brook¬ 
lyn. 

cal.  no.  1389-24-BZ — Application,  November  21,  1924,  under 
the  building  zone  resolution,  of  Euell 
&  Euell,  architects,  on  behalf  of  Nora  C. 
Aitkin,  Lydia  A.  Aitkin  and  Elizabeth 
A.  Bull,  owners,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1281 
Inwood  avenue  and  1290  Cromwell  ave¬ 
nue,  The  Bronx. 

cal.  no.  849-24-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Se¬ 
cured  Properties  Corp.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  348- 
358  East  184th  street,  The  Bronx. 

cal.  no.  1111-24-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Irene  N.  Collerd,  owner,  previously 
denied,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  northwest 
corner  of  East  189th  street  and  Wash¬ 
ington  avenue,  The  Bronx. 

cal.  no.  1216- 24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Marer,  applicant  and  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  business  purposes;  premises  2016- 
70  University  avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 
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BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  February  3,  1925,  at  2  p.  tn. 

Appeals  from  Administrative  Orders. 

383-24-A— Foot  of  30th  street  and  North  River,  Manhat¬ 
tan. 

588- 24-A — 250  Hudson  street,  Manhattan. 

1029-24- A — Foot  of  West  48th  street  and  North  River, 
Pier  No.  88,  Manhattan. 

1167-24-A — East  side  Zerega  avenue,  between  Chatterton 
and  Blackrock  avenues,  The  Bronx. 

589- 24-A — 43-45  Wooster  street,  Manhattan. 

634-24-A — 9120  89th  street,  Woodhaven,  Queens. 

7&7-24-A — 36-40  John  street,  Manhattan. 

1476-24-A — 26  Buckingham  road,  Brooklyn. 

1236- 24-A — 9-14  Northern  avenue,  Manhattan. 

1237- 24-A — South  side  of  West  190th  street,  between  Wads¬ 

worth  terrace  and  Wadsworth  avenue,  Ma. 
hattan. 

1283- 24-A — 737-41  West  177th  street  and  241-55  Haven 

avenue,  Manhattan. 

1284- 24-A — 320  Wadsworth  avenue,  Manhattan. 

359-24-A — 59-61  Reade  street,  Manhattan. 

780-20-A — 8802-8808  Jamaica  avenue,  Woodhaven,  Queens. 

352-21-A — Southeast  corner  Fulton  street  and  New  York 
avenue,  Queens. 

355-21-A— 946-956  Kings  Highway,  southeast  corner  Coney 
Island  avenue,  Brooklyn. 

982-21-A — 2180  Third  avenue,  Manhattan. 

1187-21-A — 640-644  Lenox  avenue,  59-71  West  142nd  street, 
52-58  West  143rd  street,  northeast  corner 
142nd  street  and  Lenox  avenue,  Manhattan. 

1585-21-A — 2152  Metropolitan  avenue,  Queens. 

39-22-A— 2005-2011  86th  street,  2006-2012  85th  street, 
Brooklyn. 

67-22-A — 'Block  bounded  by  138th  street  and  139th  street, 
Hamilton  place  and  Broadway,  Manhattan. 

69-22-A — 75  Ogden  avenue,  The  Bronx. 

103-22-A — 1685-1695  78th  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

cal.  no.  922-24- BZ — Application,  July  11,  1924,  under  the 
building  zone  resolution,  of  McKim, 
Mead  and  White,  applicants,  on  behalf 
of  Savoy  Hotel  Corp.,  owner,  to  per¬ 
mit  in  a  business  two-times  height  dis¬ 
trict  the  erection  of  the  street  wall* 
to  a  height  exceeding  the  limit  pre¬ 
scribed  by  the  zone  resolution;  prem¬ 
ises  761-767  Fifth  avenue,  2-14  East 
59th  street  and  1-11  East  58th  street, 
Manhattan. 

aal.  no.  1092-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  331  East  184th  street,  north¬ 
east  corner  of  Tiebout  avenue,  The 
Bronx. 

<al.  no.  1180-24-BZ — Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Two  Hundred  and  Fifty-seven 


Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  \l/2  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution; 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street, 
Manhattan. 

cal.  no.  1223-24-BZ — Application,  October  14,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
Henry  Grenhart,  owner,  to  permit  in  a 
residence  district  the  alteration  and 
conversion  of  occupancy  from  a  motor 
vehicle  repair  shop  to  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  166-168  East  92nd 
street,  Manhattan. 

cal.  no.  1191-23-BZ — Application,  September  9,  1924,  under 
the  building  zone  resolution,  of  Nathan 
Langer,  architect,  on  behalf  of  Com¬ 
monwealth  Savings  Bank,  owner,  pre¬ 
viously  denied,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles ;  premises 
425-431  West  209th  street,  Manhattan. 

cal.  no.  1156-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  1215-24-BZ— Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Hollis 
Operating  Co.,  Inc.,  applicant  and 
owner,  to  permit  in  a  residence  dis¬ 
trict  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  building  to  be  used  for  stores,  of¬ 
fices  and  theatre  purposes ;  premises 
south  side  of  Jamaica  avenue,  60  ft. 
east  of  191st  street,  Hollis,  Borough 
of  Queens. 

CAL.  NO.  1230-23-BZ — Application,  October  30,  1924,  under 
the  building  zone  resolution,  of  James 
Ruburg,  applicant,  on  behalf  of  Marie 
Ruburg,  owner,  to  permit  in  a  resi¬ 
dence  district  the  installation  and  main¬ 
tenance  of  a  gasoline  selling  station; 
premises  1-3  160th  street,  Flushing,  Bor¬ 
ough  of  Queens. 

cal.  no.  31-24-BZ — Application,  January  9,  1924,  under  the 
building  zone  resolution,  of  F.  W. 
Rinn,  architect,  on  behalf  of  Samuel 
Brenner,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a 
garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises;  premises  2251  Grand 
avenue,  northwest  corner  of  Buchanan 
place,  The  Bronx. 

cal.  no.  887-24-BZ — Application,  July  2,  1924,  under  the 
building  zone  resolution,  of  Ferdinand 
Savignano,  architect,  on  behalf  of 
Olympia  Gentile,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  one  (1) 
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pleasure  and  four  (4)  commercial  mo¬ 
tor  vehicles;  premises  8715  Sixteenth 
avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


i 
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BOARD  OF  APPEALS. 

Tuesday,  February  10,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1209-24-A — 2  Rector  street,  Manhattan. 

834-24-A— 520-528  Broome  street,  Manhattan 
1329-24-A — 38  West  56th  street,  Manhattan. 

1315-24- A — 1043  Fifth  avenue,  Manhattan. 

868-24-A — 101  West  42nd  street  and  737-745  Sixth  avenue, 
Manhattan. 

1390-24-A— 311-315  East  170th  street,  The  Bronx. 

1431-24-A — 3294  Hull  avenue,  The  Bronx. 

6-25- A — 241  McDonough  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  10,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1164-24-BZ — Application,  September  25,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle  and  Henry  G.  Opdycke, 
applicants,  on  behalf  of  B.  &  L.  Hold¬ 
ing  Co.,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
830-836  West  177th  street  and  831- 
835  West  176th  street,  Manhattan. 
cal.  no.  1160-24-BZ — Application,  September  23,  1924,  under 
the  building  zone  resolution,  of  James 
Kearney,  applicant,  on  behalf  of  Samuel 
Weissman,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  550-558  Warwick  street. 
Brooklyn. 

c\i  no  1242-23-BZ — Application,  October  3,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Sam- 
uei  Harding,  owner,  previously  denied, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  242-270  East 
98th  street,  Brooklyn. 

cal  no  1125-24-BZ — Application,  September  15,  1924,  under 
the  building  zone  resolution,  of  Eugene 
De  Rosa,  architect,  on  behalf  of  Sol 
Brill,  owner,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a 
building  to  be  used  for  theatre  and 
store  purposes;  premises  130-134  Dyck- 
man  street,  Manhattan. 

cal.  no.  1367-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
'  B.  R.  Construction  Co.,  owner,  previ¬ 

ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 


cal.  no.  532-24-BZ — Application,  April  14,  1924,  under  the 
building  zone  resolution,  of  Mrs.  John 
O’Brien,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  resid¬ 
ing  on  the  premises;  premises  1075 
Summitt  avenue,  The  Bronx. 

cal.  no.  1340-24-BZ — Application,  November  12,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Walter  S.  Thomson,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  1297  Jerome  avenue, 
southwest  corner  of  Clarke  place, 
The  Bronx. 

cal.  no.  1351-24-BZ — Application,  November  17,  1924,  under 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Borden’s  Farm  Products  Co,  Inc., 
owner,  to  permit  in  an  unrestricted 
district  on  a  street  between  two  in¬ 
tersecting  streets,  in  which  portion  there 
exists  an  exit  and  entrance  to  a  public 
school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
322-328  Rutledge  street  and  287-293 
Heyward  street,  Brooklyn. 

cal.  no.  595-24-BZ — Application,  April  28,  1924,  under  the 
building  zone  resolution,  of  Thonjas 
O’Rourke  Gallagher,  applicant,  on  be¬ 
half  of  General  Construction  Co., 
owner,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a 
building  to  be  used  as  a  poultry  mar¬ 
ket;  premises  1169-1173  East  New 
York  avenue,  Brooklyn. 

cal.  no.  1371-24-BZ — Application,  November  20,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Joseph  Spektorsky,  owner,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  business  building ;  premises 
east  side  of  Fox  street,  98.22  ft.  north 
of  165th  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  February  10,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1299-24-S— 159-161  Varick  street  and  49-53  Van  Dam  street, 
Manhattan. 

1348-24-S— 222-224  West  37th  street,  Manhattan. 

1356-24-S — 14  West  40th  street,  Manhattan. 

1383-24-S— 1792  Washington  avenue,  The  Bronx. 

1 313-2 4-S — 243  Canal  street,  Manhattan. 

1440- 24-S — 3639  Holland  avenue,  The  Bronx. 

1441- 24-S — 44  West  56th  street,  Manhattan. 
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1380-24-S — 141  Kosciusko  street,  Brooklyn. 
1464-24-S — 128-138  Mott  street,  Manhattan. 
1392-24-S — 297  Fulton  street,  Brooklyn. 

Appliance  Submitted  for  Approval. 
1396-24-SA — Northern  Rotary  Pump,  approval  of. 


BOARD  OF  APPEALS. 

Tuesday,  February  17,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1436-24- A — 2501-5  Grand  Concourse,  The  Bronx. 

1420-24-A — 910  East  138th  street,  The  Bronx. 

1374-24-A — 305-309  Broadway,  Manhattan. 

669-24-A— 37-39  East  28th  street,  Manhattan. 

1373-24-A — 291-293  Bowery,  Manhattan. 

1401-24-A — 6701  Ridge  boulevard,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  17,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1037-24-BZ — Application,  August  14,  1924,  under 
the  building  zone  resolution,  of  Domi¬ 
nick  Cancellieri,  applicant  and  owner, 
to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  one-story 
structure  to  be  used  for  store  purposes ; 
premises  76  Smart  avenue,  Flushing, 
Borough  of  Queens. 

cal.  no.  1365-24-BZ — Application,  November  18,  1924, 

under  the  building  zone  resolution,  of 
Nathan  D.  Shapiro,  applicant,  on  be¬ 
half  of  Marcus  Leavitt,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1839-1845  Cropsey 
avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  February  17,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

16-24-A — 1342  Park  avenue,  Manhattan. 

1490-23-A — 406  Second  avenue,  Manhattan. 

1499-23-A — 522  West  159th  street,  Manhattan. 

1267-24-A — 2065  Grand  Concourse,  The  Bronx 
470-24-A — 52-62  Ellery  street,  Brooklyn. 

1002-24- A — 401-417  Seventh  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  February  17,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

CAL.  NO.  968-24-BZ— Application,  July  24,  1924,  under  the 
building  zone  resolution,  of  Otto  Hen- 
schel,  applicant,  on  behalf  of  Michael 
E.  Pellegrino,  Nicholas  Ciago,  Dominick 
Lambiente  and  Antonette  Salomone, 
owners,  to  permit  in  a  residence  dis¬ 


trict  the  erection  and  maintenance  of 
buildings  to  be  used  for  store  purposes 
on  first  story,  residence  use  above; 
premises  1922-1926,  1930-1932  Kangs 
highway  and  2110  Ocean  avenue, 
Brooklyn. 

CAL.  NO.  994-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  Jacob  Lu- 
broth,  architect,  on  behalf  of  Louis 
Hernstat,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house; 
premises  2269-71  59th  street,  Brooklyn. 

•  u  .  no.  676-24-BZ — Application,  May  15,  1924,  under  the 
building  zone  resolution,  of  John  C. 
Wandell  Co.,  applicant,  on  behalf  of 
Dahl  Bros.,  owners,  to  permit  in  a 
residence  “E”  area  district  the  erection 
and  maintenance  of  buildings  nearer 
than  ten  (10)  feet  from  the  line  of  the 
street  contrary  to  section  15  of  the 
building  zone  resolution;  premises  7511- 
15-11-19  and  23  Colonial  road,  north¬ 
east  corner  of  76th  street,  Brooklyn. 

cal.  no.  992-24-BZ — Application,  August  1,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Vincent  Scuderi,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  southeast  corner  of 
Trimble  place  and  Roosevelt  avenue, 
Woodside,  Queens. 

CAL.  NO.  996-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Wal¬ 
ton  Whyte  Realty  Corp.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  east  side  of  Jerome 
avenue,  176.66  ft.  north  of  East  Burn¬ 
side  avenue,  The  Bronx. 

cal.  no.  1204-24-BZ— Application,  October  7,  1924,  under 
the  building  zone  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1716-1728  Fulton 
street,  Brooklyn. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valhalla  Corporation,  owner,  f  ->  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue! 
The  Bronx. 

cal.  no.  1271-24-BZ— Application,  October  27,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis, _  applicant,  on  behalf  of  Wei- 
man-McGinnis  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles:  premises  2966-72  Jerome  ave¬ 
nue,  The  Bronx. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


BOARD  OF  APPEALS. 

Tuesday,  February  24,  1925,  at  10  a.  m. 
Appeals  from  Administrative  Orders. 


1307-24- A — 292  Chauncey  street,  Astoria,  Queens. 
1306-24-A— 276-280,  286-288,  294-296.  300,  318-320,  324,  328, 
332,  336,  338-340  Chauncey  street,  Astoria, 
Queens. 


cal.  no.  1298-234BZ — Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  3200  Villa 
avenue,  The  Bronx. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Friday,  February  27,  1925,  at  2  p.  m. 

Appeal  from  Administrative  Order. 

331-24-A— 508-534  West  212th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Friday  afternoon,  February  27,  192j,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  378-24-BZ— Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

cal.  no.  136-24-BZ— Application,  January  29,  1924  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi- 
•  ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 

CAL.  no.  811-24-BZ— Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

CAL.  NO.  812-24-BZ— Application,  June  17.  1924  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  a  business  building  which  was 
erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx. 


cal.  no.  1369-24-BZ — Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  March  3,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

1446-24-A — 63  Fulton  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  March  3,  1925,  at  10 
o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

CAL.,  no.  675-19-BZ — Application,  June  24,  1924,  under  the 
building  zone  resolution,  of  Szerlip  and 
Szerlip,  applicants,  on  behalf  of  Otto 
Heepe,  owner,  previously  denied,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage,  space  in  which  is 
rented  to  persons  not  residing  on  the 
premises;  premises  325-327  16th  street, 
Brooklyn. 

cal.  no.  1393-24-BZ — Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 

William  E.  Walsh,  Chairman. 


FORMS  for  notices  to  property  owners 


l/ 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13 A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  borm 
13A,  properly  filled  out. 


[f  he  desires  additional  copies  for  his  own  convenience 
notifying  property  owners,  he  can  obtain  suc" 
im  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
ee  cents  each,  postage  to  be  added  if  the  forms  are  o 
supplied  bv  mail. 
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MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  JANUARY  20,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief  Kenilon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  January  13,  1925, 
were  approved  as  printed  in  the  Bulletin,  No.  3,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

33 1-24- A. 

APPELLANT — Board  of  Education,  City  of  New  York, 
owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED— 508-534  West  212th  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  February  27, 
1925,  at  2  p.  m.,  on  request  of  appellant’s  rep¬ 
resentative. 


16-34- A. 

APPELLANT — David  M.  Jones,  for  Phillip  Wald  and 
S.  Buchman,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 1342  Park  avenue,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  David  M.  Jones. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925, 
at  2  p.  m.,  on  request  of  appellant’s  representa¬ 
tive. 


1490-23-A. 

APPELLANT — Patrick  J.  Cuskley,  trustee  of  estate 
of  Henry  Hunt,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 406  Second  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Louis  C.  Haggerty. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925, 
at  2  p.  m. 


1499-23-A. 

APPELLANT — J.  Anthony  Probst,  for  Gold  &  Green- 
hut,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 5.22  West  159th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  H.  A.  Bettigole. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925, 
at  8  p.  m. 


1267-I24-A. 

APPELLANT — B.  L.  Kraus,  for  North  Town  Realty 
Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 2965  Grand  Concourse,  The 
Bronx. 

APPEARANCES— 

For  Appefllant:  David  Goldman. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925, 
at  2  p.  m.,  for  final  disposition,  on  request  of 
appellant’s  representative. 


1002-24-A. 

APPELLANT — Campbell  and  Boland,  for  New  York 
Statler  Co.,  lessee. 

SUEJECT— Application  for  reopening — appeal  from  de¬ 
cision  of  fire  commissioner. 


PREMISES  AFFECTED — 401-417  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  F.  A.  K.  Boland. 

ACTION  OF  BOARD — Appeal  reopened  and  set  for 
hearing  February  17,  1926,  at  2  p.  m. 

THE  VOTE  TO  REOPEN  AND  SET  FOR  HEAR¬ 
ING— 

Affirmative:  Chairman  Walsh,  Messrs,  Dowd, 


Gunnison,  Holland  and  Connell  .  5 

Negative  .  0 


Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


470-24-A. 

APPELLANT — Barney  Scher,  owner. 

SUBJECT — Application  for  reopening — appeal  from  or¬ 
der  of  fire  commissioner. 

PREMISES  AFFECTED — 5,2-62  Ellery  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

ACTION  OF  BOARD — Appeal  reopened  and  set  for 
hearing  February  17,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN  AND  SET  FOR  HEAR¬ 
ING— 

Affirmative:  Chairman  Walsh,  Messrs1.  Dowd, 


Gunnison,  Holland  and  Connell .  5 

Negative  .  0 


Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


1 288-24-A. 

APPELLANT — F.  P.  Keniston,  for  H.  Goldstein,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 548  Broadway,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO-  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Kennedy,  Gunnison,  Holland  Connell..  6 


Negative  .  o 

Absent:  Fire  Chief  Kenlon .  1 


688M24-A. 

APPELLANT — Nathaniel  Seaman,  for  Olivett  Distrib¬ 
uting  Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 250  Hudson  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant :  O.  Rosensweig. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Hearing  adjourned  to  foot  of 
calendar.  No  one  appeared  at  that  time  to  pre¬ 
sent  case.  Appeal  dismissed  for  lack  of  prose¬ 
cution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 


Gunnison,  Holland  and  Connell .  5 

Negative  .  o 


Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(588-24-A) 

Whereas,  Nathaniel  Seaman,  for  Olivett  Distributing  Co., 
lessee,  filed,  April  25,  1924,  an  appeal,  with  the  board  of 
appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  250  Hudson  street,  Manhattan ;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  23459- 
LC,  dated  March  20,  1924,  reads: 

“1.  Provide  a  separate  and  distinct  system  of  Auto¬ 
matic  Sprinklers  throughout  the  building  *  * 

and 
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Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  40  ft.  by  73  ft.  in  area;  OCCUPIED  for  the  de¬ 
naturing  of  alcohol;  the  maximum  amount  of  alcohol  on 
the  premises  being  300  (50-gallon)  barrels;  10  persons  above 
the  1st  story;  and 

Whereas,  appellant  contends  that  there  is  no  open  flame 
on  the  premises;  that  the  boiler  room  is  enclosed  by  brick 
walls,  with  fireproof  door  at  opening;  and  that  the  means 
of  egress  are  adequate ;  and 

Whereas,  the  inspector  of  the  bureau  of  fire  prevention 
stated  that  there  was  a  large  quantity  of  alcohol  on  the  prem- 

ises. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


1323-24- A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Henry 
Staats,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 2539  Davidson  avenue,  The 

Bronx. 

APPEARANCES— 

For  Appeillant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

CONDITIONS— As  specified  in  resolution. 


THE  VOTE — 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell  and  Holland .  5 

Negative  . .  •  •  ••  •••  •••  •  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


boiler  shall  be  provided  with  a  self-closing  device;  as  to 
Item  3  on  condition  that  certificate  of  factory  test  shall  be 
filed  with  the  fire  commissioner ;  and  that  the  fuel  oil  rules 
shall  be  complied  with  in  all  other  respects. 


1324-24-A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Mrs.  S. 
Hess,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 222  Beaumont  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs,  Dowd, 

Gunnison,  Connell  and  Holland .  5 

Negative  . .  0 

•  Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(1324-24-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Mrs.  S.  Hess, 
owner,  filed,  November  8,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  222  Beaumont  street,  Brooklyn;  and 
Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  842-24,  dated  October  20,  1924,  reads : 

“1.  Tanks  shall  preferably  be  built  with  dished  heads. 
If  Flat  heads  are  used  they  must  be  braced  as  per  Rule 


THE  RESOLUTION: 

(1323-24-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Henry  Staats, 
owner,  filed,  November  8,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  2539  Davidson  avenue,  The  Bronx;  and 
Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  375-24,  dated  November  3,  1924,  reads: 

“1.  Auxiliary  supply  tank  shall  not  be  located  with¬ 
in  10  ft.  of  any  fire  or  flame,  as  per  Rule  No.  22, 


Section  5 

“2.  Burners  must  be  of  a  type  approved  by  the  Board 

of  Standards  and  Appeals. 

“3.  Tank  will  be  tested  in  presence  of  a  hire  De¬ 
partment  Representative  and  afterwards  coated  with 
suitable  rust  resisting  material.”; 

a°W herf.as,  the  building  is  non-fireproof,  2J4  stories  in 
height,  27  ft.  by  39  ft.  in  area;  OCCUPIED  as  a  dwell- 

m  Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  550-gallon  fuel  oil  tank  buried  outside  the 
building,  a  55-gallon  auxiliary  tank  (located  8  ft-  from 
the  burner)  and  a  NoKol  Automatic*  Burner  with  the 

necessary  valves  and  piping ;  and  #  . 

Whereas  appellant  contends  that  inasmuch  as  the  tank 
is  buried  and  covered  with  13  in  of  concrete  and  that 
the  tank  and  piping  were  installed  under  the  _ 
oil  rules,  requests  that  a  sworn  affidavit  to  the  fact  that 
the  tank  has  undergone  a  shop  test  be  accepted ;  and  fur¬ 
ther  contends  that  otherwise  the  installation  conforms  with 
the  fuel  oil  rules  excepting  that  the  burner  is  not  an 
approved  burner,  and  requests  a  temporary  permit  for  90 

^Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  as  to  Item  1  on  condition  that  the  door  of  gas 
water  heater  nearest  the  auxiliary  oil  tank  shall  be  per¬ 
manently  closed  and  rigidly  fixed ;  as  to  Item  2  on  condi¬ 
tion  that  the  rules  of  the  board  of  standards  and  appeals 
shall  be  complied  with  and  that  the  door  of  fire  box 


No.  5. 

“2.  Tank  will  be  tested  in  presence  of  Fire  Depart¬ 
ment  Representative  and  afterwards  coated  with  suitable 
rust  resisting  material.  Show  same  on  plan. 

“3.  Piping  must  be  tested  in  presence  of  a  Fire 
Department  Representative. 

“5.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  28  ft.  by  36  ft.  in  area;  OCCUPIED  as  a  dwelling; 
and 

Whereas,  a  fuel  oil  burning  system  has  been  installed  con¬ 
sisting  of  a  1,000-gallon  fuel  oil  tank  buried  in  accordance 
with  the  fuel  oil  rules,  a  55-gallon  auxiliary  tank  and  a 
NoKol  Automatic  Burner  with  the  necessary  valves  and  pip¬ 
ing;  and 

Whereas,  appellant  contends  that  inasmuch  as  the  tank 
is  buried  and  covered  with  12  in.  of  concrete  and  that  the 
tank  and  piping  were  installed  under  the  1922  fuel  oil  rules, 
requests  that  a  sworn  affidavit  to  the  fact  that  the  tank 
has  undergone  a  shop  test  be  accepted ;  and  f  urther  contends 
that  otherwise  the  installation  conforms  with  the  fuel  oil 
rules  excepting  that  the  burner  is  not  an  approved  burner, 
and  requests  a  temporary  permit  for  90  days. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  as  to  Item  1  on  condition  that  the  tank  shall 
be  buried  not  less  than  3  ft.  below  grade,  outside  of  build¬ 
ing  enclosed  in  12  in.  of  cement  concrete;  as  to  Items  2, 
3  and  5  on  condition  that  certificate  of  factory  test  shall  be 
filed  with  the  fire  commissioner ;  and  that  the  fuel  oil  rules 
shall  be  complied  with  in  all  other  respects. 


1328-24-A.  .  .  ,  .  „ 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Hane 
Brassller,  owner.  #  . 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 125  Buckingham  road, 

Brooklyn. 


87 


MINUTES 


APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  bu¬ 
reau  of  buildings,  fire  department. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs,  Dowd, 
Gunnison,  Connell,  Holland  and  Fire 

Chief  Kenllon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1328-24-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Hans  Brassier, 
owner,  filed,  November  8,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  125  Buckingham  road,  Brooklyn;  and 

Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  29-24,  dated  October  9,  1924,  reads: 

“1.  Note  on  plan.  Tank  will  be  tested  in  the  pres¬ 
ence  of  Fire  Department  Representative  and  afterwards 
coated  with  suitable  rust  resisting  material. 

“4.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  frame,  2 J4  stories  in  height,  42 
ft.  by  59  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  700-gallon  fuel  oil  tank,  a  55-gallon  auxiliary 
tank  and  a  NoKol  Automatic  Burner  with  the  necessary 
valves  and  piping ;  and 

Whereas,  appellant  contends  that  inasmuch  as  the  tank 
is  buried  and  covered  with  12  in.  of  concrete  and  that 
the  tank  and  piping  were  installed  under  the  1922  fuel 
oil  rules,  requests  that  a  sworn  affidavit  to  the  fact  that 

the  tank  has  undergone  a  shop  test  be  accepted ;  and  fur¬ 

ther  contends  that  otherwise  the  installation  conforms  with 
the  fuel  oil  rules  excepting  in  that  the  burner  is  not  an 
approved  burner,  and  requests  a  temporary  permit  for  90 
days. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  as  to  Item  1  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner ;  that  the 
tank  shall  be  buried  below  grade,  located  outside  of  build¬ 
ing,  enclosed  in  12  in.  of  cement  concrete ;  as  to  Item  4 

on  condition  that  door  of  fire  box  shall  be  equipped  with 

self-closing  device ;  and  that  the  fuel  oil  rules  shall  be 
complied  with  in  all  other  respects. 


1331-24-A. 

APPELLANT — William  F.  Doyle,  for  Francis  Devlin, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 393  Fourth  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  William  F.  Doyle. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 


Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent:  Mr.  Kennedy  . 

THE  RESOLUTION: 


6 

0 

1 


(1331-24-A) 

Whereas,  William  F.  Doyle,  for  Francis  Devlin,  owner, 
filed,  November  10,  1924,  an  appeal,  with  the  board  of 
appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  393  Fourth  avenue,  Brooklyn ;  and 


Whereas,  the  order  of  the  fire  commissioner,  No.  81919- 
LC,  dated  August  4,  1923,  reads : 

“1.  Discontinue  the  maintenance  of  Motor  Vehicle 
Repair  Shop  on  these  premises.”; 

and 

Whereas,  the  building,  located  in  a  business  street,  is 
non-fireproof,  one  story  in  height,  25  ft.  by  97  ft.  10  in. 
in  area;  OCCUPIED  for  the  sale  and  placing  on  of  rubber 
tires  for  motor  vehicles;  and 

Whereas,  appellant  contends  that  the  premises  are  not 
used  as  a  motor  vehicle  repair  shop,  but  for  the  sale  of 
rubber  tires  and  placing  of  the  same  in  motor  vehicles. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  occupancy  shall  be  restricted 
to  present  use  and  work  conducted  on  premises,  namely, 
placing  and  replacing  of  automobile  tires  only. 


1347-24-  A. 

APPELLANT:  John  Marsa,  for  656  West  177th  Street 
Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 445-451  West  167th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  L.  B.  Angelo. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland  and  Fire 


Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy .  1 

THE  RESOLUTION: 


(1347-24-A) 

Whereas,  John  Marsa,  for  656  West  177th  Street  Corp., 
owner,  filed,  November  14,  1924,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  af¬ 
fecting  premises  445-51  West  167th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  26170- 
LC,  dated  October  25,  1924;  reads : 

“3.  Provide  automatic  sliding  rolling  iron  shutters 
from  ceiling  with  fusible  links  on  1st  story  at  foot 
of  ramp  leading  to  second  story  and  leading  to  garage, 
first  story,  as  per  approved  plan  729-1924.” ; 
and 

Whereas,  the  building  is  non-fireproof,  two  stories  and 
basement  in  height,  164  ft.  by  121  ft.  (irregular)  in  area; 
OCCUPIED  as  a  public  garage;  and 

Whereas,  appellant,  in  lieu  of  installing  rolling  iron 
shutters,  proposes  to  provide  a  kalameined  door  at  top  of 
ramp  leading  to  1st  story  and  also  a  kalameined  door  with 
fusible  link  in  ramp  leading  to  2nd  story,  contending  that 
if  the  rololing  irofi  shutters  were  installed  there  would  be 
insufficient  room  for  an  automobile  to  pass  beneath  same. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  self-closing  fireproof  doors, 
equipped  with  fusible  links  shall  be  installed  in  the  ramps 
at  the  1st  and  2nd  stories,  approximately  at  floor  levels. 


1030-24-A. 

APPELLANT — E.  A.  Lee,  for  Durant  Motor  Cover 
Co.,  Inc.,  lessee. 

SUBJECT — -Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 126-128-130  Sixth  avenue, 
Manhattan. 

APPEARANCES— 

For  Appellant:  E.  A.  Lee. 

For  Administration:  Inspector  Lynch  of  fire 
department. 
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ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland  and  Fire 

Chief  Kenlon  .  6 

Negative  .  9 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1030-24-A) 

Whereas,  E.  A.  Lee,  for  Haig  Realty  Corp.,  Inc.,  owner, 
filed,  August  13,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  126,  128  and  130  Sixth  avenue,  Borough  of  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
18,  1924,  reads: 

“Order  No.  24585-LC: 

“1.  All  the  vertical  openings  between  floors,  includ¬ 
ing  stairways,  elevators,  dumbwaiters,  etc.,  must  be  en¬ 
closed  or  otherwise  protected  throughout  the  building  as 
specified  in  Articles  8  and  18  of  the  Building  Code.” ; 

and  _  ... 

Whereas,  the  building  is  non-fireproof,  six  stones  in 
height,  65  ft.  by  78  ft.  in  area,  the  stair  enclosure  cement 
plaster  on  metal  lath,  metal  frames  and  kalameined  doors; 
passenger  elevator  and  freight  elevator  openings,  12  in. 
brick  walls  with  self-closing  kalameined  doors  at  openings ; 
OCCUPIED  as  a  tenant  factory,  appellant  occupying  the 
5th  story  for  the  manufacture  of  automobile  tops  and  slip 
covers ;  and 

W^hereas,  appellant  contends  that  the  maximum  amount 
of  celluloid  is  40  pounds,  all  material  not  in  actual  use  is 
stored  in  approved  metal  cabinet,  vented  to  the  outer  air , 
that  all  scraps  and  clippings  are  immediately  immersed  in 
water;  and  that  any  change  of  address  or  removal  would 
work  a  great  hardship. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  celluloid  maintained  on  the 
premises  shall  be  restricted  to  sheet  celluloid,  not  exceeding 
25  pounds,  stored  in  a  double-walled  metal  cabinet,  vented 
to  outer  air  and  located  on  5th  story. 


1275-24- A. 

APPELLANT— Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  S.  Kaplan  &  Co.,  Inc.,  owner. 
SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 64-68  Fulton  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department.  .  . 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland  and  Fire 

Chief  Kenlon  .  6 

Negative  .  ® 

Absent:  Mr.  Kennedy .  1 

THE  RESOLUTION: 

(1275-24-A) 

Whereas,  Croker  Natl.  Fire  Prev.  Eng.  Co.,  for  S.  Kap¬ 
lan  &  Co.,  Inc.,  owner,  filed,  October  28,  1924,  an  appeal, 
with  the  board  of  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  64-68  Fulton  street,  Manhat¬ 
tan;  and  . 

Whereas,  the  order  of  the  fire  commissioner,  No.  62425-k, 

dated  July  28,  1924,  reads: 


“1.  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  1st  story  which  are  dis¬ 
tant  in  a  direct  line  less  than  30  ft.  from  any  opening 
in  any  other  building  and  not  in  the  same  plane  with 
said  openings  and  which  are  not  more  than  50  ft.  above 
a  neighboring  roof  at  east  and  south  sides  of  building, 
or  other  approved  protection,  as  per  Sec.  375,  Article 
18,  Chapter  5  of  the  Code  of  Ordinances.”; 

and 

Whereas,  the  building  is  fireproof,  11  stories  in  height, 
59  ft.  by  79  ft.  in  areaj  OCCUPIED  as  offices  and  light 
manufacturing,  mostly  jewelry,  averaging  30  persons  per 
story;  EQUIPPED  with  a  standpipe  system;  and 

Whereas,  there  are  five  windows  in  the  southerly  wall 
on  each  story  above  the  6th  story  within  50  ft.  of  a  neigh¬ 
boring  roof  to  the  south  and  also  other  windows  in  this 
wall  which  are  within  30  ft.  of  an  opening  at  the  5th  story 
of  the  building  to  the  south  and  there  are  two  windows 
in  the  east  wall  on  ,2nd  to  4th  story,  inclusive,  and  also 
eight  windows  on  the  5th  to  9th  stories,  inclusive,  above 
the  main  roof  and  extension  roof  of  a  building  to  the  east ; 
and 

Whereas,  appellant  contends  that  the  building  which 
constitutes  the  exposure  to  the  south  is  fireproof  and  also 
sprinklered  and  that  the  hazard  therefrom  is  practically 
negligible;  and  in  regard  to  the  exposure  to  the  east,  pro¬ 
poses  to  provide  fireproof  windows  in  the  easterly  wall  along 
the  stairhall  of  the  premises  in  question. 

Resolved ,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  all  windows  in  the  stairhall  in 
easterly  gable  wall  shall  be  equipped  with  approved  fireproof 
windows ;  and  granted  so  long  as  occupancy  of  adjoining 
building  remains  substantially  unchanged,  and  that  the  use 
and  occupancy  of  this  building  remain  substantially  un¬ 
changed. 


BUILDING  ZONE  CASES. 

378-24-BZ. 

APPLICANT— John  J.  Dunnigan,  for  Hesu  Realty  Co., 
Inc.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  motor  vehicles. 

PREMISES  AFFECTED— 1101-1109  Union  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  Arthur  G.  Bash,  David  M. 

Jones  and  others. 

ACTION  OF  BOARD— Laid  over  to  February  27,  1925, 
at  2  p.  m.,  on  request  of  applicant’s  representa¬ 
tive  and  consent  of  opposition. 


136-24-BZ. 

APPLICANT— John 


J.  Dunnigan,  for  Max  Katz, 


SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  motor  vehicles. 

PREMISES  AFFECTED— 809  Union  avenue,  The 
Bronx. 

appfaR ANTES _ 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  Jacob  Silversteen,  David  M. 

Jones. 

ACTION  OF  BOARD— Laid  over  to  February  27,  192d, 
at  2  p.  m.,  on  request  of  applicant  s  representa¬ 
tive  and  consent  of  opposition. 


675-19-BZ. 

APPLICANT— Sidney  Szerlip,  for 


Otto  Heepe,  owner. 
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SUBJECT — Application  (re:  order  of  fire  commis¬ 

sioner)  to  permit  in  a  residence  district  the 
maintenance  of  a  garage  space  in  which  is 
rented  to  persons  not  residing  on  the  premises. 
PREMISES  AFFECTED— 325-327  16th  street,  Brooklyn. 
APPEARANCES— 

For  Applicant:  Charles  Sprenger,  Otto  Heepe. 
For  Opposition:  None. 

ACTION  OF  BOARD— Laid  over  to  March  3,  1925, 
at  10  a.  m.,  on  request  of  applicant. 


67Q424-BZ. 

APPLICANT— John  C.  Wandell  Co.,  for  Dahl  Bros., 
owners. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  “E”  area 
district  the  erection  and  maintenance  of  build¬ 
ings  nearer  than  ten  (10)  feet  from  the  Hire  of 
the  street,  contrary  to  section  115  of  building 
zone  resolution. 

PREMISES  AFFECTED— 7511-15-17-19  and  23  Col¬ 
onial  road,  Brooklyn. 

APPEARANCES— 

For  Applicant:  John  C.  Wandell. 

For  Opposition:  Names  not  taken,  on  request 
for  adjournment. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925, 
at  2  p.  m.,  on  request  of  applicant. 


632-23-BZ. 

APPLICANT— Thomas  O’Rourke  Gallagher,  for  An¬ 
tonio  Guigliano,  owners. 

SUBJECT — Application  for  approval  of  plans  (re:  de¬ 

cision  of  superintendent  of  buildings)  to  permit 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  motor  vehicles. 

PREMISES  AFFECTED— 1711-1729  Neptune  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  M.  Perlstein. 

For  Opposition:  None. 

ACTION  OF  BOARD— Approval  of  return  drawings 
of  elevation,  excepting  imitation  stone,  as  being 

in  substantial  accordance  with  requirements  of  reso¬ 
lution  adopted. 

THE  VOTE  TO  APPROVE  ELEVATION  EX¬ 

CEPTING  IMITATION  STONE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon. 


1054-24-BZ. 

APPLICANT— William  F.  Doyle,  for  Joseph  A.  Lewin, 
owner. 

SUBJECT — Application  for  reopening  (re :  .  decision  of 
superintendent  of  buildings)  to  permit  in  a  resi¬ 
dence  district  extending  from  an  unrestricted 
district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5‘ 
motor  vehicles. 

PREMISES  AFFECTED — <2201-17  59th  street,  Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Albert  Singer. 

ACTION  OF  BOARD — Request  to  reopen  application 
laid  over  for  full  vote  of  the  board  on  calendar 
for  special  order  of  business  January  27,  1925,  at 
10  a.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Whllsh,  Messrs.  Hol¬ 
land  and  Connell  . . .  3 

Negative:  Messrs.  Dowd  and  Gunnison  ....  2 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


700-24-BZ. 

APPLICANT — Gustave  Bernhardt,  owner. 

SUBJECT — Application  (re:  order  of  fire  commis¬ 
sioner)  to  permit  in  a  business  district  the  main¬ 
tenance  of  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED — South  side  Locust  avenue, 
548  ft.  west  of  Merrick  road,  Jamaica  South, 
Queens. 

APPEARANCES— None. 

ACTION  OF  BOARD — Application  dismissed  for  lack 
of  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Kerv- 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(700-24-BZ) 


Whereas,  Gustave  Bernhardt,  owner,  filed,  May  19,  1924, 
an  application  under  the  building  zone  resolution,  to  permit 
in  a  business  district  the  maintenance  of  a  motor  vehicle 
repair  shop,  premises  south  side  of  Locust  avenue,  548  ft. 
west  of  Merrick  road,  Jamaica,  South,  Borough  of  Queens; 
and 

Whereas,  applicant  failed  to  complete  his  papers,  although 
duly  notified  to  do  so. 

Resolved,  that  the  application  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


1344-24-BZ. 

APPLICANT — John  De  Hart,  for  1212  Fifth  Avenue 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  gasoline  sell¬ 
ing  station. 

PREMISES  AFFECTED— 1211-1214  Fifth  avenue, 
Manhattan. 

APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  John  M.  Kyle,  Charles  A.  Tilg- 
ner,  Willis  Holly,  C.  H.  Robinson,  Andrew  A. 


Peterson,  C.  H.  Brewster. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 

Gunnison,  Holland  and  Connell .  5 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(1344-24-BZ) 


Whereas,  John  De  Hart,  for  1212  5th  Avenue  Corp., 
owner,  filed,  November  13,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  gasoline  selling  station ; 
premises  1211-1214  Fifth  avenue,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  20, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  arid  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fifth  avenue  is  a  residence 
district,  Madison  avenue  is  a  business  district  and  East 
102nd  street  is  an  unrestricted  district -  between  points  100 
ft.  east  of  Fifth  avenue  and  100  ft.  west  of  Madison  ave¬ 
nue  ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  8,  1924,  in  acting  on  N.  B.  Application 
No.  613-24,  reads : 

“1.  Location  of  proposed  use  is  contrary  to  the  pro¬ 
visions  of  Section  3  of  the  Building  Zone  Resolution.”; 
and 
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Whereas,  the  proposed  building  is  to  be  of  lion-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  32 
ft.  and  a  depth  of  29  ft. ;  the  building  and  the  premises 
on  which  proposed  building  is  to  be  erected  to  be  occupied 
as  a  gasoline  selling  station ;  and 

Whereas,  the  applicant  failed  to  substantiate  the  basis  of 
his  application  under  sectiop  20. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


APPLICANT— William  F.  Doyle,  for  Charles  F.  Kas- 
tenhuber,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — Northeast  corner  of  Cauld- 
well  avenue  and  East  156th  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Myron  Krieger,  Aaron  Rush, 
Bernard  BJoch,  Frank  Kaufman,  John 
O’Leary,  Hyman  Lindenur  and  Nathan 
Messinger. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT  ON  CONDITION— 

Affirmative:  Mr.  Holland  . 1 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell  and  Fire  Chief  Ken- 

Ion  .  5 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1310-24-BZ) 

Whereas,  William  F.  Doyle,  for  Charles  Kastenhuber, 
owner,  filed,  November  7,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles ;  premises  northeast  corner 
of  East  156th  street  and  Cauldwell  avenue,  Borough  of 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  20, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Cauldwell  avenue,  East  156th 
street  and  Trinitv  avenue  are  business  districts; 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  3,  1924,  in  acting  on  N.  B.  Application 
No.  .2829-24,  reads : 

“1.  Proposed  erection  of  garage  for  storage  ot  more 
than  five  (5)  motor  vehicles  in  business  district  is  con¬ 
trary  to  provisions  of  Building  Zone  Resolution.  , 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  ot 
90  ft.  and  a  depth  of  100  ft.;  to  be  occupied  as  a  garage 
for  more  than  five  motor  vehicles ;  and  _  , 

Whereas,  the  applicant  failed  to  substantiate  the  basis 
of  his  application  under  section  7,  subdivision  E. 

Resolved,  that  the  decision  of  the  superintendent  ot  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


APPLICANT — Henry  Nordheim,  for  Peter  Golden- 

berg,  owner.  .  .  .  .  .  . 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  alteration  and  conversion  of  ocCuptancy 
from  a  business  use  to  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 


PREMISES  AFFECTED— 2637-2645  Webster  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  Henry  Nordheim. 

For  Opposition:  Joseph  I.  Berry,  Michael  Salo¬ 


mon  and  John  O’Leary. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Conndll  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Kennedy  .  1 


THE  RESOLUTION: 

(1281-24-BZ) 

Whereas,  Henry  Nordheim,  for  Peter  Goldenberg,  owner, 
filed,  October  29,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  altera¬ 
tion  and  also  the  conversion  of  occupancy  of  a  building  from 
a  business  use  to  a  garage  for  the  storage  of  more  than 
five  motor  vehicles;  premises  2637-2645  Webster  avenue. 
Borough  of  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  20, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Webster  avenue,  East  194th 
street  and  Decatur  avenue  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  10,  1924,  in  acting  on  Alt.  Application 
No.  597-24,  reads : 

“Proposed  alteration  and  conversion  of  a  business 
building  to  be  used  as  a  garage  for  the  storage  of  more 
than  five  motor  vehicles  is  contrary  to  provisions  of 
Building  Zone  Resolution.” ; 

and 

Whereas,  the  existing  building  used  for  store  purposes  is 
non-fireproof,  one  story  and  basement  in  height,  100.48  ft. 
by  85  ft.  in  area ;  it  is  proposed  to  alter  this  building  and 
to  change  the  store  occupancy  to  that  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles;  and 

Whereas,  the  applicant  failed  to  substantiate  the  basis 
of  his  application  under  section  7-E. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1190-24-BZ. 

APPLICANT— Nathan  D.  Shapiro,  for  Libland  Realty 
Co.,  Inc.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
extending  from  an  unrestricted  district  the  change 
of  occupancy  of  that  portion  within  the  business 
district,  from  office  use  to  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 352  Shepherd  avenue, 

Brooklyn. 

APPEARANCES— 

For  Applicant:  Nathan  D.  Shapiro. 

For  Opposition:  None 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland.  Connell  and  Fire 

Chief  Kenlon  .  r’ 

Negative  . 1  •  •  •  0 

Absent:  Mr.  Kennedy  .  1 
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THE  RESOLUTION: 

(1190-24-BZ) 

Whereas,  Nathan  Shapiro,  for  Libland  Realty  Co.,  Inc., 
owner,  filed,  October  2,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  the  maintenance  and 
use  of  an  extension  (located  in  a  business  district)  of  an 
existing  garage,  in  an  unrestricted  district,  for  the  stor¬ 
age  of  more  than  five  motor  vehicles ;  premises  352  Shepherd 
avenue,  Borough  of  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  20, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Shepherd  avenue  is  an  unre¬ 
stricted  district  to  within  100  ft.  of  Glenmore  avenue;  and 
Glenmore  avenue  is  a  business  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  11,  1924,  in  acting  on  Application- No. 
18034-1924,  reads  : 

“1.  Extension  of  public  garage  into  a  business  dis¬ 
trict  contrary  to  Art.  II,  Sect.  4,  Zoning  Resolution”; 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a  frontage  of  100  ft.  and  a  depth 
of  100  ft.;  occupied  as  a  garage  for  more  than. five  motor 
vehicles,  a  portion  15  ft.  in  width  now  unoccupied  extend¬ 
ing  into  the  business  district;  it  is  proposed  to  use  this  por¬ 
tion  also  for  garage  purposes ;  and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
C,  the  board  is  empowered  to  act,  and  a  permit  to  erect 
the  structure  having  been  issued  by  the  building  superin¬ 
tendent. 

Resolved,  that  the  board  of  appeals  does,  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  granted  on  condition  that  the 
store  use  shall  be  maintained  in  the  corner  of  this  structure 
within  the  business  district,  covering  an  area  not  less  than 
14  ft.  by  19  ft.  6  in.;  that  the  southerly  gable  wall  and 
the  rear  wall  shall  be  unpierced  throughout  their  entire 
height  and  length;  that  there  shall  be  no  vehicular  exit  or 
entrance  within  the  business  area  of  the  property ,  that  all 
necessary  permits  for  the  prosecution  of  the  work  shall 
be  obtained  within  thirty  days  and  the  work  completed 
within  sixty  days  from  the  date  of  this  action. 


APPLICANT— Jacob  B.  Lindner,  for  Bertha  J.  Lindner, 
owner. 

SUBJECT— Application  re :  decision  of  superintendent 
of  buildings)  to  permit  in  an  “E”  area  district 
the  erection  and  maintenance  of  a  private  ga¬ 
rage  on  the  street  line  of  the  lot,  instead  of 
setting  hack  ten  (10)  feet  as  required  by  the 
zone  resolution. 

PREMISES  AFFECTED— 801  Avenue  P,  Brooklyn. 

APPEARANCES— 

For  Applicant:  Jacob  B.  Lindner. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  ,  ^  , 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  . 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1270-24-BZ) 

Whereas.  Jacob  Lindner,  for  Bertha  Lindner,  owner,  filed. 

October  27,  1924,  an  application,  under  the  building  zone 
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resolution,  to  permit  in  an  “E”  area  district  the  maintenance 
of  a  private  garage  located  on  the  street  line  of  the  lot 
instead  of  setting  back  ten  (10)  feet  as  required  by  the 
zone  resolution;  premises  801  Avenue  P,  Borough  of 
Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  20, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  8th  street  and  Avenue 
P  are  residence  and  “E”  area  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  22,  19i24,  reads : 

“Your  request  for  re-denial  of  revocation  of  permit 
2166-24  for  a  private  garage,  premises  801  Ave.  P 
on  account  of  violating  the  10  ft.  set  back  required  in 
E  Zone  districts  in  order  to  make  your  appeal  to  the 
Board  of  Appeals  within  the  prescribed  time,  is  hereby 
granted  as  of  today’s  date,  July  22,  1924.”; 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a  frontage  of  18  ft.  and  a  depth 
of  18  ft.;  located  at  front  of  lot,  occupied  as  a  private 
garage  for  two  pleasure  motor  vehicles ;  and 

Whereas,  the  building  was  constructed  in  accordance 
with  plans  filed  and  approved  by  the  superintendent  of 
buildings  and  there  would  be  hardship  in  compelling  ap¬ 
plicant  to  remove  his  building. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  area  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  all  necessary 
permits  be  obtained  within  thirty  days  from  the  date  of 
this  action;  and  that  the  garage  use  be  restricted  and 
maintained  exclusively  as  accessory  private  use  of  the  oc¬ 
cupants  of  the  dwelling  on  the  same  property. 


1312-24-BZ. 

APPLICANT — Euell  &  Euell,  for  Ignazio  E.  Caval- 
luzzo,  owner. 

SUBJECT — Application  (re:  Decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
extending  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 1291  Inwood  avenue  and 
1300  Cromwell  avenue,  The  Bronx. 
APPEARANCES— 

For  Applicant:  George  R.  Euell. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE — 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 


Gunnison,  Holland  and  Connell .  5 

Negative  .  0 


Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(1312-24-BZ) 

Whereas,  Euell  &  Euell,  for  Ignazio  Cavalluzzo,  owner, 
filed,  November  7,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  district,  of  a  proposed  ga¬ 
rage  for  the  storage  of  more  than  five  motor  vehicles ; 
premises  1291  Inwood  avenue  and  1300  Cromwell  avenue, 
Borough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  20, 
1925.  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Cromwell  avenue  to  a  point 
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100  ft.  north  of  West  169th  street  is  a  business  district; 
Cromwell  avenue  north  to  a  point  100  ft.  north  of*  West 
169th  street  is  an  unrestricted  district  and  West  169th  street 
is  a  business  district  and  Inwood  avenue  to  a  point  100 
ft  north  of  Wrest  169th  street  is  a  business  district  and 
Inwood  avenue  north  of  a  point  100  ft.  north  of  West 
160th  street  is  an  unrestricted  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  27,  1924,  in  acting  on  N.  B.  Application 
No.  2786,  reads: 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  unrestricted  district  extend¬ 
ing  into  business  district  is  contrary  to  provisions  of 
Building  Zone  Resolution.” ; 


Whereas,  the  proposed  building  is  to  be  of  non-fircproof 
construction,  one  story  in  height,  with  a  frontage  of  56.75 
ft.  on  Cromwell  avenue,  50  ft.  on  Inwood  avenue  and  a 
depth  of  97  ft. ;  to  be  occupied  as  a  garage  for  more  than 
five  motor  vehicles,  a  portion  15.2  ft.  in  width  extending 

into  the  business  district;  and  .  ,.  .  . 

Whereas,  under  the  provisions  of  section  7,  subdivision 

B,  the  board  is  empowered  to  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  souther  y 
cable  wall  be  unpierced  throughout  its  entire  height  and 
fength;  that  there  be  no  vehicular  exit  or  entrance  within 
the  business  area  of  the  plot;  and  that  all  permits  nece - 
sary  for  the  prosecution  of  the  work  be  obtained  \x 
nine  months  and  the  building  completed  within  eighteen 
months  from  the  date  of  this  action. 


PPLI CANT— Chester  Baffa,  attorney,  for  John  Weid- 
man  and  Katie  Weidman,  owners. 

UBJECT— Application  (re:  order  of  fire  commission- 
er)  to  permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  three  (3)  spaces  rented 
to  persons  not  residing  on  the  premises. 
’REMISES  AFFECTED — 10139  118th  street,  Rich¬ 
mond  Hill,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Chester  Batia. 

For  Opposition:  None.  , 

ACTION  OF  BOARD— Application  granted  on  con 

dition.  ,  .  ... 

CONDITIONS — As  specified  in  resolution. 

?HE  ^Affirmative :  Chairman  Walsh  Messrs.  Dowd, 

Gunnison,  Holland  and  Connell .  ® 

Absent^6 Mr."  Kennedy  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(422-24-BZ) 

Whereas  John  Weidman,  owner,  filed,  March  21,  1924 
„  ap&,  under  the  huUding  rone  reso  uttom  to  perm, 
n  a  residence  district  the  maintenance  of  a  .Sarage  t 
he  storage  of  four  (4)  pleasure  motor  vehicles,  three 
paces  rented  to  persons  not  residing  on  the  premises ;  prem- 
sPes  10139  118th  street,  Richmond  Hill,  Borough  of  Quee  , 

’^Vhereas,  a  public  hearing  was  held  on  this  application 
iv  the  l>oard  of  appeals,  at  its  regular  meeting,  January  20 
[925,  after  due  notice  by  publication  in  the  Bulletin  of 
;he  Board  of  Standards  and  Appeals ;  and 
Whereas  the  use  district  maps  accompanying  the  bull 
[no-  70ne  resolution  show  that  118th  street  is  a  residence 
iistrict  and  Jerome  avenue  and  Kimball  avenue  are  business 

districts ;  and 


Whereas,  the  order  of  the  fire  commissioner,  dated 
March  1,  1924,  reads: 

"Order  No.  867671-C: 

“2.  Discontinue  the  maintenance  of  a  garage  in  which 
are  kept  motor  vehicles  that  are  not  the  property  of 
persons  residing  in  a  dwelling  on  the  same  lot.” ; 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a  frontage  of  39  ft.  and  a  depth 
of  18  ft.;  occupied  as  a  four-car  garage,  three  spaces  rented 
to  persons  not  residing  on  premises ;  and 

Whereas,  the  applicant  has  filed  the  duly  acknowledged 
consents  of  the  owners  of  92  per  cent  of  the  property 
frontage  deemed  by  the  board  to  be  affected. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  uses  district  regulation 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  capacity 
of  the  garage  be  limited  to  four  automobiles  of  the  pleas¬ 
ure  car  type,  space  for  three  of  which  may  be  rented  to 
persons  not  residing  on  the  premises;  that  no  gasoline  stor¬ 
age  equipment  shall  be  installed  on  the  premises ,  that 
the  rear  and  gable  walls  shall  be  unpierced  throughout  their 
entire  height  and  length;  that  there  shall  be  no  sign,  ad¬ 
vertisement,  display  or  lettering  of  any  nature  or  descrip¬ 
tion  maintained  on  the  premises ;  and  that  all  necessary 
permits  shall  be  obtained  within  sixty  days  from  the  date 
of  this  action. 


636-20-BZ.  .  ,  _ 

APPLICANT — Magnuson  and  Kleinert,  for  Constant 
Motor  Service  Corp.,  owner. 

SUBJECT— Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a 
business  district  the  erection  of  a  public  garage. 
PREMISES  AFFECTED— 437-483  66th  street  and  6502- 
6520  Fifth  avenue,  Brooklyn. 
APPEARANCES— 

For  Applicant:  Hugo  E.  Magnuson. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  modified  as  to  sub¬ 
division  and  skylights. 

CONDITIONS— As  specified  >n  resolution 
THE  VOTE  TO  REOPEN  AND  MODIFY  RESO¬ 
LUTION—  „r  ,  .  _  „ 

Affirmative j  Chairman  Walsh,  Messrs.  Ken- 
nedy,  Dowd,  Gunnison,  Holland  and  Con 

nell  .  I 

Negative  . 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(636-20-BZ) 

Whereas,  Ebling,  Magnuson  &  Kleinert,  architects,  for 
the  Constant  Motor  Service  Corp.,  owner,  hied,  Septem¬ 
ber  15,  1920,  with  the  board  of  appeals, .  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
district  the  erection  of  a  garage  for  more  than  five  motor 
vehicles;  premises  437-483  66th  street  and  6502-20  Fifth 

avenue,  Brooklyn;  and  ..  . 

Whereas,  a  public  hearing  was  held  on  this  application 

by  the  board  of  appeals,  at  its  regular  meeting,  January  4 
1921,  after  due  notice  by  publication  in  the  Bulletin  ot 
the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  the  premises  are  located  in 

a  business  district;  and  ,  ,  , 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  1,  1920,  in  acting  on  N.  B.  10722-20, 

“Proposition  contrary  to  Article  II,  Section  4,  of 
the  Zone  Resolution.  Denied.”  ; 
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Whereas,  it  is  proposed  to  erect  a  series  of  buildings 
of  non-fireproof  construction,  one  story  in  height,  on  a 
plot  164  ft.  by  392  ft.  2  in.  in  area,  arranged  in  groups 
of  individual  garages  inside  a  fence;  and 
Whereas,  the  applicant  has  filed  the  duly  acknowledged 
consents  of  all  the  property  owners  except  the  City  of 
New  York  within  the  area  deemed  affected  and  has  filed 
a  statement  from  the  park  commissioner  that  he  has  no 
objection  to  the  erection  of  said  garage;  and 
Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  January  4,  1921,  on  certain  conditions,  and  ap¬ 
plicant  requested  a  modification  of  the  resolution  as  to  par¬ 
tition  separating  portions  of  the  garages  and  as  to  skylights. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
varaition  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  every  five 
cars  shall  be  housed  in  a  separate  compartment,  separated 
from  each  other  by  a  partition  built  of  angle  iron,  with 
metal  lath  and  cement  mortar,  or  of  4  in.  cement  or  terra 
cotta  blocks,  with  a  4  ft.  by  6  ft.  skylight  over  each  five-car 


compartment,  glazed  with  sheet  glass  and  wire  screened  above 
and  below ;  that  each  group  of  ten  of  such  enclosures  shall 
be  enclosed  by  an  8  in.  brick  or  8  in.  hollow  tile  wall,  which 
shall  be  carried  up  as  a  parapet  above  the  roof,  and  prop¬ 
erly  coped;  that  the  frontage  on  Fifth  avenue  shall  be  con¬ 
fined  to  stores  with  fronts  ornamental  in  design  and  sash 
and  doors  glazed  with  plate  glass ;  that  the  brick  wall  on  the 
Parkway  front  shall  be  constructed  of  tapestry  brick  with 
stone  trim  and  to  be  of  ornamental  design;  that  any  gas 
selling  station  shall  be  within  the  building  lines  and  not 
on  the  roadway  in  front  of  the  premises ;  that  a  2J<4-in. 
pipe  connected  with  the  city  main  by  a  2-in.  tap  shall  be 
carried  the  length  of  the  plot  with  outlets  for  hose  con¬ 
nections  not  over  100  ft.  apart,  controlled  by  the  neces¬ 
sary  valves  and  with  50  ft.  lengths  of  hose  at  each  outlet ; 
and  that  on  completion  of  the  structure  the  architect-ap¬ 
pellant  shall  certify  that  the  conditions  as  above  laid  down 
have  been  observed  in  spirit  as  well  as  the  letter. 


Adjourned  1.30  p  m. 

William  J.  O’Gorman,  Secretary 
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BOARD  OF  APPEALS 


SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  JANUARY  20,  1925. 
Present :  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison,  Holland,  Connell  and  Fire  Chief  Kenlon. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
43,2-24- A. 

APPELLANT — John  T.  Dooling,  for  Listeroel  Realty 
Co.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 509-517  West  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  John  T.  Dooling. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  January  27,  1925, 
at  10  a.  m.,  on  request  of  applicant. 


1096-24hA. 

APPELLANT — Frederick  Fox  &  Co.,  Inc.,  for  Esther 
Polsky,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 30  Great  Jones  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Martin  H.  Murphy,  assist¬ 
ant  corporation  counsel,  for  fire  department. 
ACTION  OF  BOARD — Laid  over  to  Friday,  January 
30,  1925,  at  2  p.  m. 


969-24-A. 

APPELLANT — Grinnell  Co.,  Inc.,  for  Walter  Shuttle- 
worth,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 126  Franklin  street  and 
220-224  West  Broadway,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925, 
at  2  p.  m.,  on  written  request. 


11 10-24- A. 

APPELLANT — Julius  Forstman,  owner. 

SUBJECT — Application  for  reopening — appeal  from  or¬ 
der  of  fire  commissioner. 

PREMISES  AFFECTED — 208  East  63rd  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Request  for  reopening  laid  over 
to  January  27,  1925,  special!  order  of  business. 


5 88-24- A. 

APPELLANT — Nathaniel  Seaman,  for  Olivett  Dis¬ 
tributing  Co.,  lessee. 

SUBJECT— Application  to  restore  to  calendar — appeal 
from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 250  Hudson  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  John  Vincent. 

ACTION  OF  BOARD — Appeal  restored  to  calendar 
and  set  for  hearing  on  February  3rd,  1925,  at 
2  p.  m. 

THE  VOTE  TO  RESTORE  TO  CALENDAR— 
Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 


Gunnison,  Holland  and  Connell .  5 

Negative  .  0 


Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


8 3 2-2 4- A. 

APPELLANT — Kazanjian  Studios,  Inc.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 707  Fifth  avenue,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Clarence  P.  Moses. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 


Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy',  Gunnison,  Connell,  Holland  and 

Fire  Chief  KenJlon  . 

Negative  . 

Absent:  Mr.  Dowd  . 


6 

0 
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1178-24-A. 

APPELLANT — James  Picker,  Inc.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 686  Lexington  avenue, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Clarence  P.  Moses,  M.  B.  Hodg¬ 
son  and  Mr.  McNamara. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Connell,  Holland  and 

Fire  Chief  KenUon  .  6 

Negative  .  0 

Absent:  Mr.  Dowd .  1 

THE  RESOLUTION: 

(1178-24-A) 

Whereas,  James  Picker,  Inc.,  for  Picker  Service  Bldg. 
Corp.,  owner,  filed,  September  29,  1924,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  686  Lexington  avenue  Manhattan ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated 
September  10,  1924,  reads : 

“1.  Provide  a  separate  and  distinct  system  of  Auto¬ 
matic  Sprinklers  throughout  building  having  at  least  two 
sources  of  water  supply,  arranged  and  equipped  as  pro¬ 
vided  in  the  rules  for  fire  extinguishing  appliances 
adopted  by  the  Board  of  Standards  and  Appeals  May 
24,  1917,  as  amended  May  2,  1918,  and  January  21, 
1919,  effective  February  17,  1919. 

“2.  Provide  an  approved  fireproof  vault  constructed 
as  prescribed  by  Sec.  232-3,  Chapter  10,  Code  of  Ordi¬ 
nances,  for  the  storage  of  nitro-cellulose  products.  Sec. 
232,  Ch.  10,  Code  of  Ord.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  33  ft.  4  in.  by  85  ft.  in  area;  OCCUPIED  as  a 
business  building,  15  persons  per  story ;  appellant  occupy¬ 
ing  basement  and  3rd  story  for  the  sale  of  X-ray  film  and 
apparatus ;  and  ^  . 

Whereas,  appellant  contends  that  the  X-ray  film,  having 
a  nitro-cellulose  base  is  being  replaced  by  a  “safety  film ; 
that  as  quickly  as  possible  the  substitution  will  be  made ; 
meanwhile  it  is  necessary  to  store  750  pounds  of  celluloid 
base  films  in  their  original  packages,  and  appellant  proposes 
to  provide  for  the  storage  of  same  a  fireproof  vault,  lo¬ 
cated  outside  the  building  line,  in  the  basement  of  the 
premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified ,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  1.  on  condition  that  a  vault  of  approved 
masonry,  as  indicated  on  plans  filed  in  this  appeal,  equipped 
with  one  jumbo  sprinkler  head,  supplied  from  the  street 
main,  shall  be  erected  in  the  rear  yard ;  any  opening  in  vault 
shall  be  equipped  with  self-closing  fireproof  door;  that  vault 
shall  be  vented  to  outer  air  by  metal  duct,  extending  above 
roof  of  main  building;  that  not  more  than  750  pounds  of 
celluloid  photographic  film  shall  be  stored  on  these  prem¬ 
ises,  for  a  temporary  period  of  six  mouths  from  the  date 
of  this  action ;  and  granted  as  to  Item  2,  on  condition  that 
the  above  stipulations  shall  be  complied  with. 


APPEARANCES— 

For  Appellant:  Clarence  P.  Moses. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Dowd .  1 

THE  RESOLUTION: 

(1179-24-A) 

Whereas,  Underwood  &  Underwood,  for  Bonwit  I  ellcr 
&  Co.,  lessee,  filed,  September  29,  1924,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  417  Fifth  avenue;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  25463- 
LC,  dated  September  9,  1924,  reads : 

“1.  Provide  a  fireproof  vault,  constructed,  vented 
and  sprinklered  as  prescribed  by  Sec.  232,  Sub-divi¬ 
sion  3,  Chapter  10  of  Article  19  of  the  Code  of  Ordi¬ 

nances  for  the  storage  of  negative  and  raw  stock  of 
nitro-cellulose  film.” ; 

and 

Whereas,  the  building  is  fireproof,  ten  stories  in  height, 
95  ft.  by  180  ft.  in  area.  OCCUPIED :  1st  to  4th  stories, 
department  store;  5th  to  10th  stories,  tenant  factor}';  11th 
story,  photographer ;  and 

Whereas,  appellant  proposes  to  entirely  substitute  as 
quickly  as  practicable  “safety  film”  instead  of  the  nitro¬ 
cellulose  base  film  now  in  use  and,  meanwhile,  requests 
permission  to  store  250  pounds  of  celluloid  base  film  in 
a  metal  fireproof  cabinet. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  quantity  of  photographic 
film  stored  on  premises  shall  not  exceed  100  pounds,  main¬ 
tained  in  a  double-walled  metal  cabinet,  vented  to  the 
outer  air ;  and  granted  for  a  temporary  period  not  exceeding 
six  months  from  the  date  of  this  action. 


1179-24-A. 

APPELLANT — Underwood  and  Underwood,  for  Bon¬ 
wit  Teller  Co.,  lessee. 

SURTF.CT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 417  Fifth  avenue,  Manhattan. 


1243-24-A. 

APPELLANT — Cornell  Utilities  Co.,  for  A.  F.  Dick¬ 
son,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 187  Beach  146th  street,  Ne- 
ponsit,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Lynch  of  fire 

department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon  .  6 

Nepative  .  0 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 

( 1243-24-A) 

W hereas,  Cornell  Utilities  Co.,  for  A.  F.  Dickson,  owner, 
filed,  October  18,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  187  Beach  146th  street,  Neponsit,  Borough  of 
Queens ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  30,  1924,  in  acting  on  Alteration  Application  No. 
2650-24,  reads : 

“3.  Note  on  tank  drawing,  tank  will  be  tested  in 
the  presence  of  a  Fire  Department  representative  and 
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afterwards  coated  with  a  suitable  rust  resisting  mate¬ 
rial. 

“6.  Note  on  plan :  ‘Piping  will  be  tested  in  presence 
of  a  Fire  Department  Representative.’ 

“9.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  frame  and  stucco,  2J4  stories 
in  height,  33  ft.  by  30  ft.  in  area;  OCCUPIED  as  a  dwell¬ 
ing  ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  NoKol  Automatic  Burner,  a  550-gallon  fuel 
oil  tank  and  a  55-gallon  auxiliary  tank;  and 

Whereas,  appellant  contends  that  the  tank  was  installed 
under  the  fuel  oil  rules  of  1922,  and  requests  the  acceptance 
of  an  affidavit  that  the  tank  has  undergone  a  shop  test,  and 
further  contends  that  otherwise  the  installation  conforms 
with  the  fuel  oil  rules,  excepting  that  the  burner  is  not 
an  approved  burner. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  as  to  Item  3  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner ;  that 
the  tank  shall  be  located  outside  of  the  building,  buried 
below  grade  and  enclosed  in  12  in.  of  concrete ;  as  to  Item 
6  on  condition  that  standard  wrought  iron  pipe  shall  be 
used  throughout  the  fuel  oil  burning  installation ;  as  to 
Item  9  on  condition  that  door  of  fire  box  of  boiler  shall 
be  equipped  with  self-closing  device;  and  that  the  fuel  oil 
rules  shall  be  complied  with  in  all  other  respects. 


BUILDING  ZONE-  CASES. 

996-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Walton  Whyte 
Realty  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  motor  vehicles. 

PREMISES  AFFECTED — East  side  Jerome  avenue, 
176.66  ft.  north  of  E.  Burnside  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Henry  C.  White,  William  B. 

LeLacy,  W.  Smith. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925, 
at  2  p.  m.,  on  request  of  applicant,  for  final 
disposition. 


992-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Vincent  Scuderi, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  motor  vehicles. 

PREMISES  AFFECTED — Southeast  corner  of  Trimble 
place  and  Roosevelt  avenue,  Ridgewood, 
Queens. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925, 
at  2  p.  m.,  on  request  of  applicant. 


811-124-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hattie  W.  Ayer, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 


PREMISES  AFFECTED — 495-499  East  171st  street, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  February  27,  1925, 
at  2  p.  m.,  on  request  of  applicant’s  representa¬ 
tive. 


81I2H24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Sadie  Corn, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration  and  extension  of  a  business  building 
which  was  erected  under  a  previous  resolution  of 
the  board. 

PREMISES  AFFECTED — -University  avenue,  west  side, 
360.16  ft.  south  of  190th  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  February  27,  1925, 
at  2  p.  m.,  on  request  of  applicant’s  representa¬ 
tive. 


1204-24-BZ. 

APPLICANT — Charles  B.  Meyers,  for  Stuyvesant  Ful¬ 
ton  Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1716-1728  Fulton  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Charles  B.  Meyers. 

For  Opposition:  Charles  H.  Levy. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925, 
at  2  p.  m.,  on  request  of  applicant’s  representa¬ 
tive. 


1216-24-BZ. 

APPLICANT — Samuel  Marer,  owner.  , 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to 
be  used  for  business  purposes. 

PREMISES  AFFECTED — East  side  of  University  ave¬ 
nue,  279.78  ft.  north  of  West  192nd  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Maurice  Derches. 

For  Opposition:  Harry  R.  Kohn. 

ACTION  OF  BOARD — Laid  over  to  February  3,  1925. 

at  10  a.  m.,  on  request  of  objector’s  representa¬ 
tive. 


1091-24-BZ. 

APPLICANT — John  W.  Clancy,  for  Valballa  Corpora¬ 
tion,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  . 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 341  East  184th  street,  The 
Bronx. 

APPEARANCES—. 

For  Applicant:  Morris  A.  Sachs. 

For  Opposition:  Nathan  Schwartz. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925, 
at  2  p.  m.,  on  request  of  applicant’s  representa¬ 
tive. 
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1271-24-BZ. 

APPLICANT — Joseph  McGinnis,  for  Weiman-McGin- 
nis  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 2966-2972  Jerome  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  William  T.  White. 

For  Opposition:  Henry  Margoshes. 

ACTION  OF  BOARD— Laid  over  to  February  17,  1925, 
at  2  p.  m.,  on  request  of  objector’s  representa¬ 
tive. 


1298-23-BZ. 

APPLICANT — Nathan  Langer,  for  Vincenzo  Gargiulo, 
owner. 

SUBJECT — Applicaiton  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  partly  in 
a  business  district  and  partly  in  a  residence  dis- 

Btrict  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 3200  Villa  avenue,  The 

Bronx. 

APPEARANCES— 

For  Applicant:  Rose  Fahnar. 

For  Opposition:  Abraham  M.  Schwartz. 
ACTION  OF  BOARD — Laid  over  to  February  27,  1925, 
at  2  p.  m.,  on  request  of  applicant’s  representa¬ 
tive. 

— 

1181-24-BZ. 

APPLICANT — James  Kearney,  for  Leopold  Weil  and 
Mayer  S.  Ames,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 1813-1815  Jerome  avenue. 

The  Bronx. 

APPEARANCES— 

For  Applicant:  James  Kearney. 

For  Opposition:  George  H.  Porter,  Charles 

Preneder,  Mary  Marek. 

ACTION  OF  BOARD— Laid  over  to  January  27,  1925, 
at  10  a.  m.,  for  full  vote  of  board. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison  and  Holland  .  4 

Negative:  Chairman  Walsh  and  Mr.  Connell  2 
Absent:  Fire  Chief  Kenlon  .  1 

1032-24-BZ. 

APPLICANT— Emil  Guterman,  for  Mattie  Orlando, 

owner. 

SUBJECT— Application  (re:  order  of  fire  commission¬ 
er)  to  permit  in  a  residence  district  the  main¬ 
tenance  of  two  (2)  garages  for  the  storage  of 
four  (4)  pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing  on  the 
premises. 

PREMISES  AFFECTED— 344  Webster  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Emil  Guterman. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . •••• 

Negative:  Chairman  Walsh,  Messrs.  Ken- 
*  nedy,  Dowd,  Gunnison,  Holland  and 

Connell  . 

Absent:  Fire  Chief  Kervlon  . 


THE  RESOLUTION: 

(1032-24-BZ) 

Whereas,  Emil  Guterman,  for  Mattie  Orlando,  owner, 
filed,  September  14,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  district  the 
maintenance  of  two  garages  for  the  storage  of  four  pleas¬ 
ure  cars,  three  spaces  rented  to  persons  not  residing  on 
the  premises;  premises  344  Webster  avenue,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  January  20, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Webster  avenue  and  hirst 
avenue  are  residence  districts  and  Coney  Island  avenue  is  a 
business  district ;  and 

Whereas,  the  order  of  the  file  commissioner,  dated  Sep¬ 
tember  10,  1924,  reads : 

“Order  No.  82464-LC : 

“Discontinue  the  maintenance  of  garage  on  these 
premises  in  which  is  kept  motor  vehicles  that  are  not 
the  property  of  persons  residing  on  the  same  lot.”; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  on 
which  is  located  a  two-story  frame  dwelling  at  the  front 
and  two  one-story  two-car  non-fireproof  garages,  each  20 
ft.  by  20  ft.,  at  the  rear;  it  is  proposed  to  rent  three  spaces 
for  the  storage  of  pleasure  motor  vehicles  to  persons  not 
residing  on  the  premises ;  and 

Whereas,  applicant  failed  to  substantiate  the  basis  of 
his  application  under  section  20. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  application  be  and  it  hereby 
is  denied. 


1168-24-BZ. 

APPLICANT — John  De  Hart,  for  Green,  Matthews, 
Taylor  Co.,  owner. 

SUBJECT — Applicatoin  (re :  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
alteration  and  extension  of  a  building  to  be  used 
as  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles  and  motor  repair  shop. 
PREMISES  AFFECTED— 952-960  Home  street  and 
1168-1172  Southern  Boulevard,  The  Bronx. 
APPEARANCES— 

For  Applicant:  John  De  Hart.  Mr.  Matthews. 
For  Opposition:  Beatrice  Tunick,  Dr.  Tunick, 
Samuel  Abrahams,  Jenny  Roberts,  Marion 
Grant. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland  and  Connell .  5 

Not  voting:  Mr.  Gunnison .  1 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(1168-24-BZ) 

Whereas,  John  De  Hart,  for  Green,  Matthews,  Taylor 
Co.,  owner,  filed,  September  26,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  dis¬ 
trict  the  alteration  and  extension  of  a  buliding  to  be  used 
as  a  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles ;  premises  952-960  Home  street  and  1168-72  Southern 
boulevard,  Borough  of  Bronx ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  tht  board  of  appeals,  at  its  special  meeting,  January  20, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  builrl- 
6  ing  zone  resolution  show  that  Home  street  and  Southern 
1  boulevard  are  business  districts;  and 
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MINUTES 


Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  27,  1924,  in  acting  on  Alt.  Application 
No.  542-24,  ana  rendered  December  22,  1924,  in  acting  on 
amendment  to  this  application,  reads  : 

“Proposed  alteration  and  extension  of  building  in 
business  district  to  be  occupied  as  garage  for  storage 
of  more  than  five  motor  vehicles  and  repair  shop  for 
motor  vehicles  is  contrary  to  provisions  of  Building 
Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  and  basement  in  height,  with  a 
frontage  of  125J4  ft.  and  a  depth  of  89..23  ft.;  to  be  oc¬ 
cupied  as  a  garage  for  more  than  five  motor  vehicles  and 
a  motor  vehicle  repair  shop ;  and 

Whereas,  the  applicant  failed  to  substantiate  the  basis 
of  his  application  under  section  7,  subdivisions  E  and  C. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


993-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  James  Flanagan 
and  F.  H.  Heaney,  owners. 

SUBJECT — Application  (re:  Decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
(previously  before  the  board  as  partly  in  a 
residence  district  and  partly  in  a  business  dis¬ 
trict)  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 1714-24  Eleventh  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyde. 

For  Opposition:  None. 

ACTION  OF  BOARD — -Application  denied. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 


TEE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  . 

Negative  . 

Absent :  Mr.  Dowd  . 

THE  VOTE  TO  GRANT— 

Affirmative  . 

Negative:  Chairman  Walsh.  Messrs,  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon . 

Absent  . 


6 

0 

1 

0 


7 

0 


THE  RESOLUTION: 

(993-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  James  Flanagan  and  F. 
H.  Heaney,  owners,  filed,  August  1,  1924,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles ;  premises 
1714-24  Eleventh  avenue.  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  January  20, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Eleventh  avenue  is  a  business 
district  and  18th  street  and  Terrace  place  are  residence 
districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  18,  1924,  in  acting  on  Application  No. 
26411-24,  reads: 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
..,  Sec.  4.  The  erection  of  a  public  garage  for  more 
than  five  motor  vehicles  in  a  business  district.” ; 


and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  100 
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ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
more  than  five  motor  vehicles ;  and 

W  hereas,  a  committee  of  the  board  visited  the  premises 
and  reports : 

Cal.  No.  993-24-BZ. 

Premises  1714-1724  Eleventh  Avenue,  Brooklyn. 

December  29th,  1924. 

On  December  26th,  1924,  a  committee  of  the  Board 
consisting  of  Chairman  Walsh,  Fire  Chief  Kenlon, 
Messrs.  Holland,  Connell  and  Dowd  made  an  inspec¬ 
tion  of  the  premises  1714-1724  Eleventh  Avenue,  Brook¬ 
lyn. 

This  appeal  is  brought  under  sections  7-E  and  20 
and  seeks  to  obtain  a  permit  for  a  public  garage  on 
the  northwest  corner  of  11th  Avenue  and  18th  Street, 
a  plot  100  ft.  by  100  ft.  in  area. 

There  is  a  substantial  grade  to  11th  Avenue,  which 
on  18th  Street  may  be  characterized  as  the  brow  of 
this  hill,  overlooking  the  neighborhood  north  and  south. 
On  the  southwest  corner  of  18th  Street  and  11th  Avenue 
there  is  in  existence  a  one  story  stucco  finished  garage; 
to  the  rear  on  18th  Street  a  row  of  frame  shacks  or 
sheds,  occupied  in  one  instance  as  a  factory,  a  one  story 
stable  and  a  storage  shed.  The  property  to  the  rear 
of  proposed  garage,  100  ft.  square  on  18th  Street,  is 
now  vacant.  Directly  to  the  north  on  11th  Avenue  there 
is  a  vacant  plot  100  ft.  by  200  ft.  and  the  entire  11th 
Avenue  street  front  opposite  is  vacant.  18th  Street, 
west  of  11th  Avenue  is  now  substantially  developed  and 
improved  with  attractive  two  story  modern  dwellings,  the 
block  below  to  the  north  on  11th  Avenue,  opposite  the 
11th  Avenue  front  of  existing  laundry,  there  exist  at¬ 
tractive  two  story  private  dwellings  finished  in  lime 
stone  facades. 

There  is  no  basis  of  appeal  under  section  7-e  because 
of  the  garage  on  the  southerly  side  of  18th  Street,  front¬ 
ing  on  11th  Avenue,  as  that  does  not  lie  between  the 
intersecting  streets,  17th  and  18th.  As  to  the  considera¬ 
tion  under  section  20,  under  the  general  application — 
“equally  well  accomplished  means  so  accomplished 
for  the  benefit  of  the  community  and  not  for  the 
benefit  of  the  applicant” 

it  appears  to  the  committee  contraverts  any  argument 
on  this  score. 

The  committee,  believing  that  the  affirmative  consider¬ 
ation  of  the  appeal  under  hardship  would  carry  with 
it  the  same  privilege  to  the  owners  of  the  adjacent 
vacant  properties  of  extensive  area,  therefore  commit¬ 
ting  the  entire  street  front  to  prohibitive  uses,  unwar¬ 
ranted  by  circumstances  or  surroundings,  and  the  com¬ 
mittee  therefore  recommends  denial  of  this  application. 

(Signed)  WILLIAM  E.  WALSH, 

JAMES  P.  HOLLAND, 

JOHN  DOWD, 
fOHN  KENLON, 

HENRY  L.  CONNELL, 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


942-24-BZ. 

APPLICANT — A.  I.  Nova,  for  John  C.  Cochran, 
owner. 

SUBJECT — Application,  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles. 

PREMISES  AFFECTED — 425-427  Coney  Island  ave¬ 
nue,  Brooklyn. 

APPEARANCES— 

For  Applicant:  A.  I.  Nova. 

For  Opposition:  Peter  B.  Hanson. 


MINUTES 


ACTION  OF  BOARD— Application  granted  on  condi¬ 
tion. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE  TO  ADOPT  REPORT.  OF  COMMIT¬ 
TEE _ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken- 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  G 

Negative:  Mr.  Dowd  .  j- 

Absent  .  ® 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  ^ 

Negative:  Mr.  Dowd  . 

Absent  . 

THE  RESOLUTION: 

(94,2-24-BZ) 

Whereas,  A.  I.  Nova,  for  John  C.  Cochran,  owner,  hied, 
July  17,  1924,  an  application,  under  the  building  zone  reso¬ 
lution,  to  permit  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  vehicles; 
premises  425-447  Coney  Island  avenue,  Borough  of  Brook- 

y  Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  January  20, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and  .. , 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  the  east  side  of  Coney  isl¬ 
and  avenue  is  a  business  district  and  the  west  sHe  of  Coney 
Island  avenue  is  an  unrestricted  district  and  East  10th  street 
is  a  residence  district  and  Church  avenue  is  a  business  dis- 

tr  Whereas,  the  decision  of  the  superintendent  of  budd¬ 
ings,  rendered  June  27,  1924,  in  acting  on  Application  No. 

13334-24,  reads:  0  , 

“Denied — Proposition  contrary  to  the  Zone  Resolu¬ 
tion  \rt  II,  Sec.  3  and  4.  A  public  garage  for  more 
than  five  motor  vehicles  in  a  business  district  and  into 
a  residential  district.’  ; 

a°W hereas,  the  proposed  building  is  to  be  of  non'fir^r°^ 
construction,  one  story  in  height,  with  a  frontage  of  200 
ft.  and  a  depth  of  90  ft.  5)4  in.  and  103  ft.  24  m  i. 
regular  in  area;  to  be  occupied  as  a  garage  for  more  than 

five  motor  vehicles;  and  .  .  ,  ,  nrpm;.PR 

Whereas,  a  committee  of  the  board  visited  the  premises 

and  reports : 

Cal.  No.  942-24-BZ. 

Premises  425-7  Coney  Island  A^bBJ“^V1924. 

On  December  2Gth,  1924,  a  committee  of  the  Board, 
consisting  of  Chairman  Walsh,  Fire  Chief  Ken  on 
Messrs.  Holland,  Connell  and  Dowd,  made  an  inspection 
of  the  premises  425-427  Coney  Island  Avenue,  Lrook- 

ly  This  appeal  is  brought  under  sections  7-e  and  20  and 
seeks  to  obtain  a  permit  for  a  public  garage  on  the 
east  side  of  Coney  Island  Avenue  between  Church  and 

CThe  westerly  side  of  Caton  Avenue,  between  C  hurch 
and  Caton  Avenues  is  now  invaded  with  public  garages 
o?  siStantial  area  and  also  business  buildings  in  the  na¬ 
ture  of  stores  on  the  ground  floors  with  d\vell.ngs, 
evidently,  above.  However,  the 

Island  Avenue  for  a  distance  of  100  ft.  north  trom 
Church  Avenue  and  100  ft.  south  from  Caton  Avenue 
is  designated  on  the  zone  maps  as  unr^fneted  area 
the  easterly  side  of  Coney  Island  Avenue  other  than 
than  plot  embraced  in  this  appeal,  is  fronted  with  sma 
l.r^Ps  accessory  to  the  private  dwellings  on  East  10th 
Street.  These  private  garages  of  one  story  height,  o 


not,  by  design,  finish  or  construction,  indicate  or  main¬ 
tain  the  business  influence  or  character  of  the  Coney 
Island  Avenue  front.  On  East  10th  Street,  south  of 
the  proposed  plot,  there  is  in  existence  three  small 
garages. 

The  committee  believes  that  the  erection  of  a  public 
garage  fronting  on  Coney  Island  Avenue,  restricted  to 
one  story  in  height,  certainly  cannot  be  held  to  be  in¬ 
appropriate  to  the  Coney  Island  Avenue  front  in  view 
of  the  conditions  as  described  above,  and  believe  that 
substantial  justice  and  equities  would  be  maintained 
by  permitting  this  garage  of  but  one  story  height,  at¬ 
tractively  finished  with  architectural  embellishment  on 
the  East  10th  Street  elevation,  in  harmony  with  the 
finish  and  design  of  the  dwellings  on  this  street  and  set 
back  to  the  line  of  existing  street  walls  of  the  dwelling; 
that  there  shall  be  no  doorways  of  any  nature,  kind  or 
description  and  the  windows  to  be  of  substantial  height 
above  grade,  which  would  give  and  maintain  to  the 
people  on  the  easterly  side  of  East  10th  Street  an  ex¬ 
ceptional  breadth  of  sunlight  which  they  would  be  de¬ 
prived  of  by  the  erection  of  a  business  structure  of 
four  or  five  stories  on  Coney  Island  Avenue. 

The  committee,  therefore,  believes  this  to  be  an  equit¬ 
able  and  reasonable  use  o7  the  property  embraced  in 
this  appeal  and  recommends  the  granting  of  this  varia¬ 
tion  with  substantial  restrictions  as  to  commercial  dis¬ 
play  on  East  10th  Street  and  as  to  architectural  treat¬ 
ment  of  same,  a  return  to  be  made  to  the  Board  for 
approval  of  the  proposed  design  substantially  in  accord¬ 
ance  wtih  the  foregoing  outline. 

(Signed)  WILLIAM  E.  WALSH, 

JAMES  P.  HOLLAND, 

JOHN  DOWD,  dissenting, 
JOHN  KENLON, 

HENRY  L.  CONNELL. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
shall  be  restricted  to  a  structure  one  story  in  height  above 
grade;  that  the  gable  walls  shall  be  unpierced  through¬ 
out  their  entire  height  and  length;  that  the  exterior  of  the 
street  walls  on  East  10th  street,  shall  be  finished  in  face 
brick  laid  up  in  white  mortar  joints  with  flemish  bond; 
that  any  openings  in  the  10th  street  wall  shall  be  restricted 
to  windows,  glazed  with  translucent  glass,  the  sills  to  be  not 
less  than  5  ft.  6  in.  above  grade,  that  the  front  elevation  on 
Coney  Island  avenue  shall  be  finished  in  a  like  manner  as 
to  material  and  design ;  that  no  signs  of  any  nature  or  de¬ 
scription  shall  be  erected  or  maintained  on  any  part  of 
the  roof;  that  no  signs  of  any  nature  or  description  shall 
be  maintained  on  any  part  of  the  street  front  of  the  build¬ 
ing  on  East  10th  street;  and  that  the  face  of  the  street 
wall  on  East  10th  street  shall  be  set  back  from  the  build¬ 
ing  line  on  a  line  with  the  street  walls  of  the  1st  story  of 
the  dwellings  abutting  to  the  north ;  that  any  gasoline  stor¬ 
age  equipment  installed  shall  be  located  approximately  at 
the  center  of  the  structure  on  the  Coney  Island  avenue  front 
of  the  building;  that  no  skylights  shall  be  installed  within 
15  ft.  of  the  10th  street  front  of  the  building  and  shall 
be  glazed  with  plain  glass,  protected  with  wire  guards  above 
and  below;  that  the  architect  shall  make  a  return  of  the 
design  of  the  elevations  in  accordance  with  the  foregoing 
stipulations  to  this  board  for  approval  before  submitting  to 

building  bureau.  .  ,  . 

Resolved,  further,  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 


Adjourned  6  p.  m. 


William  J.  O’Gorman,  Secretary. 
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RESERVE  CALENDAR 


BOARD  OF  APPEALS. 

Appeals  from  Administrative  Orders. 


The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19- A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19- A — Pier  78,  North  River,  Manhattan. 

886- 19- A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 

981-19-A— Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20- A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20- A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

3 18-20- A— Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20- A — Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 


383  20-A — -Pier  20,  East  River,  Manhattan. 

420- 20-A— Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A  Pier  22,  foot  of  Atlantic  avenue.  Brooklyn. 

422- 20- A — Pier  29,  foot  of  Harrison  street,  Brooklyn. 

423- 20-A— Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A— Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 

907-21-A  East  side  South  street,  foot  of  Dover  street, 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A— Pier  3,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1542- 21-A— Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1544- 21- A  Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1545- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — bord  hire  Line  Reducing  Valve,  approval  of. 

337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 

392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 

44/-22-S  Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S— Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 

957-22-S — Burn  well  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S  Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S— Anti-Syphon  Valve,  approval  of. 

1230-22-S  Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — 'Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S— .Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 

57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-S A — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  buel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA- — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
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275-23-S A — Wm.  E.  Toelle  Manual  &  Automatic  Gas 
Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 

297-23-SA — •“Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 

392- 23-S A — “Billow”  Class  G.  R.  Oil  Burner,  approval  of 

393- 23-SA — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

397-23-SA — Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

443-23-S A — Automatic  Gas  Shut-Off,  approval  of. 

525-23- S A — Tilman- White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA— Domestic  Fuel  Oil  Burner,  approval  of. 
628-23-SA — Power  light  Oil  Heat  Burner,  approval  of. 
820-23-SA— Morse  Fuel  Oil  Burning  System,  approval  of 
888-23-SA— Lewis  Oil  Burner,  approval  of. 

898-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-S A — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-SA— Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

1050-23- S A — 'Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of 
1169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

11 76-23-S A— Ziegler  Oil  Burner,  approval  of. 

1180-23-SA— Viking  Pump,  approval  of. 

1231-23-SA — Gill  Oil  Burner,  approval  of. 

1246-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 
1339-23-SA — National  Light  Service  Oil  Pump,  approval  of. 

1346-23-SA — Heatiator  Oil  Burner,  approval  of. 

1358-23-S A — Worthington  Oil  Burner,  approval  of. 
1361-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 
1364-23-SA— Staples.  &  Pfeiffer  Oil  Burner,  approval  of. 
1415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1429-23-SA — Kerrihard  Oil  Burner,  approval  of. 
1444-23-SA — Tate- Jones  No.  6  Oil  Burner,  approval  of. 
1484-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 
1493-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
1538-23-SA— Lillibridge  Oil  Vapor  Burner,  approval  of. 
1550-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 

68-24-SA— May  Burner,  approval  of. 

254-24-S A — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365-24-S A — Koaless  Oil  Burner,  approval  of. 

379-24-SA — 'Sure  Heat  Automatic  Oil  Burner,  approval  of. 


492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA— Faultless  Oil  Burner,  approval  of. 

501-24-S A — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-S A — Kinney  Rotating  Plunger  Pump,  approval  of. 

536-24-S A — Climax  Oil  Burner,  approval  of. 

654-24-S A — Marvel  Oil  Burner,  approval  of. 

673-24-SA — Samson  No.  76  Break  Glass  Fire  Alarm 
Box,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 

735-24-S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-SA — 'Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-S A— Holmes- Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

872-24-SA— Ostrander  A.C.-D.C.  Control  Panel,  approval 
of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1078-24-SA — Nokol  Automatic  Burner,  approval  of. 

1108-24-S A— -Simplicity  Fuel  Oil  Burner,  approval  of. 

1134-24-S A — Peerless  Automatic  Oil  Burner,  approval  of 

1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 

1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA— Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1 191- 24-S A — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1 197-24-SA — Yankee  Oil  Burner,  approval  of. 

1 254-24-S  A — T  ate- J  ones  “L"  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1 295- 24- S A — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA— Chalmers  Oil  Burner,  approval  of. 

1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 

1337-24-SA— Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1361-24-SA — Caloroil  Burner  Type,  A-A,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  trill  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  $1;  by  mail.  $1.08. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  25c;  by  mail,  27c. 
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ANNUAL  REPORT 


City  of  New  York 
Board  of  Standards  and  Appeals 

WILLIAM  E  WALSH.  CHAIRMAN 


MUNICIPAL  BUILDING 

January  20,  1925. 

Hon.  John  F.  Hylan, 

Mayor,  New  York  City. 

Sir : — I  have  the  honor  to  submit  for  your  information  the  annual  report  of  the  Board  of  Appeals  and  Board  of 
Standards  and  Appeals,  combined,  for  the  year  ending  December  31,  1924,  which  is  set  forth  as  follows: 


CASES  FILED  AND  PENDING,  1924. 


FOURTH  QUARTER. 

Appeals  from  Administrative  Orders  .  141 

Applications  under  Building  Zone  Resolution  .  110 

Petitions  for  Variation  of  Labor  Law  .  81 

Petitions  for  Approval  of  Appliances  and  Materials  .  23 

Petitions  for  Adoption  of  Rules  . .  0 

Reopened  and  Restored  to  Calendar  . .  20 

Miscellaneous  Docket  . 59 


Cases  filed,  restored,  etc.,  4th  Quarter  . .  434 

Cases  filed,  restored,  etc.,  3rd  Quarter . .  420 

Cases  filed,  restored,  etc.,  2nd  Quarter  . .  546 

Cases  filed,  restored,  etc.,  1st  Quarter . .  555 

Cases  pending  December  31,  1923  . .  627 

/  _ 

Total  Cases  filed  and  pending  up  to  and  including  December  31,  1924  .  2582 


SUMMARY. 


DOCKET. 

Cases  pending  December  31,  1923  .  627 

Cases  filed  up  to  and  including  December  31,  1924  ....1540 
Restored  to  calendar  .  91 

Miscellaiseous  Applications. 


Requests  to  reopen  .  195 

Requests  to  amend  .  8 

Requests  for  modification  .  42 

Requests  to  rescind  .  3 

Requests  for  extension  of  time .  23 

Requests  for  extension  of  permit .  39 

Requests  for  mechanical  installations  .  2 

Requests  for  approval  of  plans  .  6 

Administrative  requests .  1 

Requests  for  interpretation  .  5 

Total  . 2582 

Disposed  of  . 1984 

598 


DISPOSITION  OF  CASES. 

Withdrawn  .  473 

Dismissed  .  459 

Denied  .  290 

Granted  . 44 

Granted  on  condition  .  953 

Appliances  approved  .  28 

Appliances  dismissed,  disapproved  or  withdrawn  .  24 

Rules  approved  . 8 

Rules  disapproved  or  rescinded  .  j 

• 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  476 

Requests  to  reopen  denied  .  42 

Requests  to  amend  granted  .  8 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  40 

Requests  for  modification  denied  .  2 

Requests  to  rescind  granted  .  3 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  22 

Requests  for  extension  of  time  denied .  1 

Requests  for  extension  of  permit  granted  .  37 

Requests  for  extension  of  permit  denied  .  2 

Requests  to  install  granted  .  2 

Requests  to  install  denied  .  0 

Plans  approved .  6 

Plans  disapproved  .  0 

Administrative  requests  granted  .  0  ^ 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  . . .  5 

Requests  withdrawn  or  dismissed .  7 


Total  . 4984 


Cases  pending  December  31.  1924 
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Inspections 
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MEETINGS  OF  THE  BOARDS. 


BOARD  OF  APPEALS.  BOARD  OF  STANDARDS  AND  APPEALS. 

First  Second  Third  Fourth  hirst  Second  Third  Fourth 

Quarter  Quarter  Quarter  Quarter  Total  Quarter  Quarter  Quarter  Quarter  Total 

..18  21  14  20  73  Meetings .  12  11  6  7  36 

..9  8  3  8  28  Inspections  -  0  20  1  4  25 


Combined  Total  of  Meetings  .  109 

Combined  Total  of  Inspections  .  53 


CASES  DISPOSED  OF  BY  BOARD  OF  APPEALS. 


Appeals  from  Administrative  Orders  . 

Applications  under  Building  Zone  Resolution  . 

Miscellaneous  Applications  . 

• 

Total  disposed  of  . 

Board  of  Appeals  cases  pending  December  31,  1924 


First 

Second 

Third 

Fourth 

Grand 

Quarter 

Quarter 

Quarter 

Quarter 

Total 

186 

212 

144 

202 

744 

135 

154 

96 

125 

510 

49 

78 

80 

49 

256 

370 

444 

320 

376 

1510 

402 


CASES  DISPOSED  OF  BY  BOARD  OF  STANDARDS  AND  APPEALS. 


Petitions  for  Variation  of  Labor  Law  . 

Petitions  for  Approval  of  Appliances  and  Materials  .... 

Petitions  for  Adoption  of  Rules  . 

Miscellaneous  Applications  . 

Total  disposed  of  . 

Board  of  Standards  and  Appeals  cases  pending  December  31,  1924 


First 

Second 

Third 

Fourth 

Grand 

Quarter 

Quarter 

Quarter 

Quarter 

Total 

94 

112 

54 

85 

345 

0 

22 

12 

18 

52 

7 

1 

1 

0 

9 

19 

31 

8 

10 

68 

120 

166 

75 

113 

474 

196 


CASES  PENDING  BEGINNING  OF  FIRST  QUARTER  1925. 


Appeals  from  Administrative  Orders  . 

Applications  under  Building  Zone  Resolution 

Petitions  for  Variation  of  Labor  Law  . 

Petitions  for  Approval  of  Appliances  . 

Petitions  for  Adoption  of  Rules  . 


215 

187 

86 

110 

0 


Total  . . 

MONEYS  RECEIVED. 


598 


First 

Second 

Third 

Fourth 

Grand 

Quarter 

Quarter 

Quarter 

Quarter 

Total 

Subscriptions  to  Bulletin  . . 

.  $322.50 

$328.75 

$176.25 

$191.25 

$1,018.75 

Cash  Sales  of  Bulletin  . 

.  26.72 

15.35 

12.85 

12.45 

67.37 

Total  (Paid  to  Chamberlain)  . 

$344.10 

$189.10 

$203.70 

$1,086.12 

REVIEW  (1916  TO  1924). 


Pending 

Total 

Disposed  of 

as  Follows : 

Cases 

Requests 

Previous 

to  Dis- 

With- 

Dis- 

Cases 

Granted 

Request  Total 

Pending 

Year 

Filed 

Filed 

Year 

pose  of 

drawn 

missed 

Denied 

etc. 

Actions 

Cases 

Dec.  31st 

1916 

502 

32 

0 

534 

39 

64 

59 

204 

32 

398 

136 

1917 

2620 

35 

136 

2791 

291 

154 

241 

838 

35 

1559 

1232 

1918 

1734 

160 

1232 

3126 

803 

666 

418 

1009 

160 

3056 

70 

1919 

1005 

73 

70 

1148 

105 

47 

271 

594 

41 

1058 

90 

1920 

793 

114 

90 

997  -1 

84 

100 

233 

457 

33 

907 

90 

1921 

1720 

176 

90 

1986 

102 

296 

337 

r- 

o* 

00 

35 

1597 

389 

1922 

1575 

405 

389 

2369 

171 

195 

262 

1025 

281 

1934 

435 

1923 

1562 

308 

435 

2305 

149 

189 

193 

928 

219 

1678 

627 

1924 

1540 

415 

627 

2582 

173 

194 

290 

1003 

324 

1984 

598 

Total 

13051 

1718 

3069 

17838 

1917 

1905 

2304 

6885 

1160 

14171 

3667 

WILLIAM  T.  O’GORMAN.  Secretary. 


Respectfully 


submitted. 

WILLIAM  F..  WALSH.  Chairman 


= 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  January  22,  1925  ....  88 


Restored  to  calendar  .  6 

Miscellaneous  Applications. 

Requests  to  reopen  .  10 

Requests  to  amend .  0 

Requests  for  modification  .  4 

Requests  to  rescind .  0 

Requests  for  extension  of  time  .  0 

Requests  for  extension  of  permit  .  1 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans  .  2 

Administrative  requests  .  0 

Requests  for  interpretation .  0 

Total  .  709 

Disposed  of  .  86 

Cases  pending  January  22,  1925  .  623 


DISPOSITION  OF  CASES. 

Withdrawn  .  5 

Dismissed  .  2 

Denied  .  11 

Granted  .  0 

Granted  on  condition  .  51 

Appliances  approved .  0 

Appliances  dismissed,  disapproved  or  withdrawn .  0 

Rules  approved  .  0 

Rules  disapproved  or  rescinded . 0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  . 10 

Requests  to  reopen  denied  .  0 

Requests  to  amend  granted .  0 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  4 

Request  for  modification  denied  .  0 

Requests  to  rescind  granted  .  0 

Requests  to  rescind  denied  .  o 

Requests  for  extension  of  time  granted  .  0 

Requests  for  extension  of  time  denied  . .•■ .  0 

Requests  for  extension  of  permit  granted .  1 

Requests  for  extension  of  permit  denied .  0 

Requests  to  install  granted  .  0 

Requests  to  install  denied  .  0 

Plans  approved  . .'....  2 

Plans  disapproved  .  o 

Administrative  requests  granted  .  o 

Administrative  requests  denied  or  withdrawn  .  o 

Interpretations  .  0 

Requests  withdrawn  or  dismissed .  o 


Total  .  86 


^CORRECTION. 


The  minutes  of  the  meeting  of  the  board  of  standards 
and  appeals,  held  Tuesday  afternoon,  December  30,  1924, 
as  they  appeared  in  Bulletin  No.  1,  Vol.  X,  are  hereby  cor¬ 
rected  to  read  as  follows : 

12,38-24-S. 

PETITIONER — Sugarman,  Hess  and  Berger,  for  Two- 
L  Realty  Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED— 243-245  West  30th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Edward  Levey. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Su¬ 
perintendents  Brady,  Reville,  Moore 

and  McDermott  .  9 

Negative  .  0 

Absent :  Mr.  Dowd,  Fire  Chief  Kenlon,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Su¬ 
perintendent  Kleinert .  4 

THE  RESOLUTION: 

(1238-24-S'l 

Whereas,  Sugarman,  Hess  &  Berger,  for  Two-L  Realty 
Co.,  Inc.,  owner,  filed,  October  17,  1924,  a  petition,  with 

*Correction — Word  "fire  commissioner”  in  lines  3,  27  and 
29  changed  to  “superintendent  of  buildings ” 


the  board  of  standards  and  appeals,  for  a  variation  from 
the  requirements  of  the  labor  law,  as  cited  in  a  decision 
of  the  superintendent  of  buildings,  affecting  premises  243-5 
West  30th  street,  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
N.  B.  App.  No.  60-1924,  dated  September  10,  1924,  reads: 

“10.  Size  of  window  panes  must  conform  to  Section 
264,  of  Labor  Law.”; 

and 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
37  ft.  6 in.  by  98  ft.  9  in.  in  area;  OCCUPIED  as  stores 
and  tenant  factory,  35  persons  in  the  basement,  40  persons 
on  the  1st  story,  20  persons  mezzanine,  and  70  persons  per 
story  above;  EQUIPPED  with  a  sprinkler  system  and  fire 
alarm  signal  system;  MEANS  OF  EGRESS  consisting  of 
an  interior  fireproof  stairway  and  a  fire  tower.  There  are 
windows  in  the  1st  and  2nd  stories,  the  glass  area  of  which 
exceeds  720  square  inches ;  and 

Whereas,  petitioner  contends  that  the  windows  are  used 
for  showroom  purposes  and  that  the  building  will  comply 
with  the  labor  law  in  all  other  respects. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  wdndows  on  the  street  front  of 
the  two  (2)  lowrer  stories  on  condition  that  all  openings  shall 
be  equipped  with  approved  metal  frames,  glazed  with  pol¬ 
ished  plate  glass  not  less  than  in.  in  thickness,  and  that 
the  labor  law  requirements  shall  be  complied  with  in  all 
other  respects. 

104 


36-2000-25-O’C 


52 .05 

£  WtHt 


BULLETIN 


OF  THE 


BOARD  >‘4DF  STANDARDS  AND  APPEALS 


ILLIHOIS 


CITY  OF  NEW  YORK 

Issued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  Chap.  503,  Laws  of  1918 
Published  weekly  by  the  Board  of  Standards  and  Appeals  at  Room  914,  Municipal  Building,  New  York  City 


/ol.  X 


Subscription 
$2.50  a  year 


FEBRUARY  3,  1925 


Single  Copies,  5  cents 
By  mail,  7  cents 


No.  5 


DIRECTORY 


BOARD  OF  APPEALS. 

WILLIAM  E.  WALSH,  Chairman. 

James  P.  Holland  John  Dowd 

Henry  L.  Connell  Joseph  B.  Gunnison 

Fire  Chief  John  Kenlon  J.  Sarsfield  Kennedy 

BOARD  OF  STANDARDS  AND  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 

James  P.  Holland  John  Dowd 

Henry  L.  Connell  Joseph  B.  Gunnison 

Fire  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy 

Thomas  J.  Drennan . Fire  Commissioner 

Charles  Brady . Supt.  of  Buildings,  Manhattan 

P.  J.  Reville . Supt.  of  Buildings,  The  Bronx 

Albert  E.  Kleinert . Supt.  of  Buildings,  Brooklyn 

John  W.  Moore . Supt .  of  Buildings,  Queens 

William  J.  McDermott.  ..  .Supt.  of  Buildings,  Richmond 
William  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

Office — Municipal  Building,  Room  914. 

Telephone — Worth  0184. 

Office  Hours— 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

All  communications  should  be  addressed  to  the  chairman 

of  the  board. 

}  .  _  —  _ - 

CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 

given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  January  27, 

1925. 

Minutes  of  Meeting,  Board  of  Standards  and  Ap¬ 
peals,  January  27,  1925. 

Correction. 

Notice  of  Amendments  to  Building  Zone  Resolu¬ 
tion. 

Reserve  Calendar. 

Progress  Report. 


IMPORTANT  NOTICE 

AMENDMENTS  TO  BUILDING  ZONE  RESOLUTION 

Notice  is  hereby  given  that  the  Board  of  Estimate  and  Ap¬ 
portionment  adopted  on  October  3,  1924,  and  amended 
on  January  9,  1925,  a  Resolution  Regulating  and  Limiting 
the  Height  and  Bulk  of  Buildings  Hereafter  Erected  and 
Regulating  and  Determining  the  Area  of  Yards,  Courts 
and  Other  Open  Spaces,  and  Regulating  and  Restricting 
the  Location  of  Trades  and  Industries  and  the  Location  of 
Buildings  Designed  for  Specified  Uses  and  Establishing  the 
Boundaries  of  Districts  for  the  Said  Purposes. 

See  page  130. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  919,  on  Tuesday,  February  3, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  February  10,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 

NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  Tor  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  sunerintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 


New  Cases  Filed  Week  Ending  January  29,  1925. 


Cal.  No. 

Department. 

Premises  Affected, 

128-25-A. . . 

. F.D . 

379-385  DeKalb  ave.,  Bklyn. 

F-65577. 

127-25- A. .  . 

. F.D . 

644-648  Eighth  ave.,  Man. 

F-70285. 

126-25-S .  .  . 

. F.D . 

14  East  55th  st.,  Man. 

L.  D.  58894. 

125 -26 -A.  . . 

. F.D . 

W.  S.  Malba  Drive,  intersec¬ 
tion  of  4th  ave.,  Malba,  Q. 

Alt.  2694-1924. 

124-25-A. .  . 

. F.D . 

13  Van  Dam  st.,  Man. 

Alt.  2698-1924. 

123-25-A. . . 

. F.D . 

132  West  74th  st.,  Man. 

Alt.  2693-1924. 

122-25-A .  . . 

. F.D . 

57  East  72nd  st.,  Man. 

Alt.  2695-1924. 

121-25- A... 

. F.D . 

230  Corbin  pi.,  Bklyn, 

- -  Alt.  2640-1924. 

120-25-BZ . B.B.M.  .  232  Madison  ave.,  Man. 

-  N.  B.  710-1924. 

119-25-S . F.D .  302-322  Butler  st.,  Bklyn. 

- -  L.  D.  69108. 

118-25-S . B.B.M.  ...225-241  West  34th  st.,  Man. 

- -  N.  B.  244-1924. 

117-25-A . F.D . 119  Fourth  ave.,  Man. 

- —  L.  C.  27595. 

116-25-A . F.D . 54  West  57th  st..  Man. 

-  F-70501. 

115-25-S . F.D . 54  West  57th  st.,  Man. 

7 -  L.  D.  70498-70499. 

114-^25-BZ . B.B.B.  ..342-352  C.  Isl.  ave.,  Bklyn. 

-  Applic.  67-1925. 

113-25-S . F.D . 51  Vesey  st.,  Man. 

-  L.  F.  66708-60710. 

112-25-S . F.D .  333  Seventh  ave.,  Man. 

-  L.  D.  68994. 

111-25-S . F.D . 260-262  West  41st  st.,  Man. 

- -  L.  D.  68510,  68511-68522. 

110-25-BZ . B.B.Q.  ...S.  E.  cor.  Wash.  &  5th  aves., 


L.  I.  City,  Q.  N.  B.  286-1924. 

109-25-A .  . . . 

....F.D.  .. 

. .  21  Luydig  pi.,  Corona,  Q. 

Alt.  2643-1924. 

108-2  5- A _ 

....F.D.  .. 

. .  960  Boulevard,  L.  I.  City,  Q. 

Alt.  2647-1924. 

107-25- A _ 

....F.D.  .. 

. .  155  Beach  148th  st.,  Neponsit, 
Q.  Alt.  2635-1924. 

106-25-A. . . . 

....F.D.  .. 

. .  E.  S.  West  Drive,  155  ft.  N. 
of  Ardsley  rd.,  Douglaston, 
Q.  Alt.  2652-1924. 

105-25- A _ 

....F.D.  .. 

. .  128  Maple  ave.,  Flushing,  Q. 

Alt.  2644-1924. 

104-25-A . . . . 

....F.D.  .. 

. .  12  Smart  st.,  Flushing,  Q. 

Alt.  2642-1924. 

103-25-A _ 

....F.D,  .. 

. .  S.  S.  250th  st.,  128  ft.  W.  of 
Goodridge  ave.,  Bx. 

Alt.  2660-1924. 

102-25-A . . . . 

....F.D.  .. 

. .  2597  Gr.  Concourse,  Bx. 

Alt.  2658-1924. 

101 -26 -A . F.D .  727  Avenue  L,  Bklyn. 

-  Alt.  2641-1924. 

100-25-A . F.D . W.  S.  Spuyten  Duyvil,  104.14 

ft.  N.  of  W.  231st  st.,  Bx. 

- - -  Alt  2656-1924. 

99-25-A . F.D .  220  Corbin  pi.,  Bklyn. 

- -  Alt.  2651-1924. 

98-25-BZ . B.B.M.  .  305-313  West  67th  st,  Man. 

- -  N.  B.  30-1925. 

97-25-BZ . B.B.M.  ..13  West  36th  st.,  Man. 

- -  N.  B.  499-1924. 

96 -25 -A . F.D .  78-88  Prince  st.,  Bklyn. 

- * -  F-66204. 

95 -25 -A . F.D .  216-224  Seigel  st.,  Bklyn. 

- ’ -  F-68140. 

94-25 -A . F.D . S.  E.  cor.  4th  ave.  &  18th  st., 

Whitestone,  Q. 

- - - -  Alt.  2258-1924. 

93-25-BZ . B.B.M.  ..  308-309  West  154th  st.,  Man. 

-  N.  B.  645-1924. 

92-215-BZ . B.B.Bx.  .217-223  West  230th  st.,  Bx. 

-  Viol.  2046-1924. 

91-25-A . F.D .  738-744  Third  ave.,  front,  and 

702-744  Third  ave.,  extreme 

-  rear,  Bklyn.  L.  C.  90692. 

90-25-S . B.B.M.  ..5  East  19th  st.,  Man. 

-  Alt.  2743-1924. 

89-25-BZ . B.B.M.  ..  110  West  51st  st.,  Man. 

-  N.  B.  714-1924. 


F.D.  .. 

H.D.  . 

B.B.B. 

B.B.Bx 

B.B.M. 

B.B.Q. 

B.B.R 

T.H.D. 


CODE. 

. Fire  Department 

. Health  Department 

. .  Bureau  of  Buildings,  Brooklyn 

. Bureau  of  Buildings,  Bronx 

.Bureau  of  Buildings,  Manhattan 
....Bureau  of  Buildings,  Queens 
.Bureau  of  Buildings,  Richmond 
. . .  .Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  February  3,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1457-24-BZ. 

APPLICANT  William  F.  Doyle,  for  Fred  Cineatti, 
owner. 

PREMISES— 220-226  East  117th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1445-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Brecher  Building 
Corp.,  owner. 

PREMISES — 'Southeast  corner  Hunter  avenue  and  Cres¬ 
cent  street,  L.  I.  City,  Borough  of  Queens. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  and  within  200  ft.  of  a  hospital 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

1210-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Damax  Homes  Corp., 
owner. 
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CALENDAR 


PREMISES — 1407-15  West  8th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

1294-24-BZ. 

APPLICANT— Carl  J.  Itzel,  for  Fordhof  Realty  Co.,  Inc., 
owner. 

PREMISES— 2385-2389  Grand  Concourse,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  alteration  and 
conversion  of  occupancy  from  residence  use  to 
store  purposes  on  first  story. 

1450-24-BZ. 

APPLICANT— George  L.  Donnellan,  for  Louise  Hart, 
owner. 

PREMISES— 67  West  130th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  from  a  residence  use  to  an  undertaking 
business. 

1384-24-BZ. 

APPLICANT— Edwin  H.  Denby,  for  Albert  Freeman, 
owner. 

PREMISES— 515  Park  avenue,  Manhattan. 

I  TO  PERMIT  in  a  residence  district  the  alteration  and 
change  of  occupancy  from  residence  to  business 
purposes. 

1443-24-BZ.  , 

APPLICANT— Edward  P.  Doyle,  for  Estate  of  Henry 
Moeller,  owner. 

PREMISES— 52  East  55th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district-  extending  from  a 
business  district  the  change  of  occupancy  from 
residence  to  business  purposes. 

1470-24-BZ. 

APPLICANT— William  F.  Doyle,  for  Walluner  Construc¬ 
tion  Co.,  owner. 

PREMISES— 238-44  86th  street,  Brooklyn.  _ 

TO  PERMIT  in  a  residence  “E”  area  district  the  erec¬ 
tion  and  maintenance  of  residence  buildings  nearer 
than  10  ft.  to  the  line  of  the  street,  and  also  to 
occupy  more  than  50  per  cent  of  the  area  of  an 
interior  lot  by  the  aggregate  buildings;  contrary 
to  section  15  of  the  zone  resolution. 


APPLICANT— Walter  H.  Volckenmg,  for  Walter  S. 
Thomson,  owner. 

PREMISES— 2-10  East  169th  street,  The  Bronx 
TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  February  3,  1925,  at  10  a.  m. 
Appeals  from  Administrative  Orders. 

1326- 24-A — 254  West  75th  street,  Manhattan. 

1327- 24- A — 410  East  50th  street,  Manhattan. 

1355-24- A — 280  East  133rd  street,  The  Bronx. 
1364-24-A — 164  Mulberry  street,  Manhattan. 

1385- 24-A — 150  West  180th  street,  The  Bronx. 

1386- 24- A — 800  Richmond  turnpike,  S.  I.,  Richmond. 

1387- 24-A — 212  Howard  avenue,  S.  I.,  Richmond. 


1388-24- A — 310  Chauncey  street,  Astoria,  Queens. 

429-24-A — 137  East  19th  street,  Manhattan. 

1408-24-A — 20  East  138th  street,  Manhattan. 

1411-24-A — 307  Snediker  avenue,  Brooklyn. 

630-24-A — 2210  Newkirk  avenue,  Brooklyn. 

744- 24-A — 100  Groton  street,  Forest  Hills,  Queens. 

745- 24-A— 9419  101st  avenue,  Woodhaven,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  3,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1266-24-BZ — Application,  October  24,  1924,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  Martha  Vanson, 
owner,  Kings  County  Milk  Co.,  lessee, 
to  permit  in  a  business  district  the  con¬ 
version  of  occupancy  of  an  existing 
building  from  a  one  family  and  garage 
for  the  storage  of  five  (5)  motor  vehi¬ 
cles  to  a  milk  distributing  station ; 
premises  5612  18th  avenue,  Brooklyn. 

cal.  no.  14-24-BZ — Application,  January  4,  1924,  under  the 
building  zone  resolution,  of  Virginia 
May  Mollenhauer,  applicant,  on  behalf 
of  Michael  Kelly,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4) 
spaces  rented  to  persons  not  residing 
on  the  premises;  premises  2172  Aque¬ 
duct  avenue.  The  Bronx. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution ;  premises 
northwest  corner  182nd  street  and 
Folin  street,  The  Bronx. 

cal.  no.  119-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  New 
York  Telephone  Company,  applicant 
and  owner,  previously  withdrawn,  to 
permit  in  a  residence  district  the  altera¬ 
tion  and  extension  of  an  existing  cen¬ 
tral  telephone  exchange  building;  prem¬ 
ises  2411-2429  Tratman  avenue,  The 
Bronx. 

cal.  no.  1116-24-BZ — Application,  September  11,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Robert  C.  Schock,  owner,  to  permit 
in  a  business  district  the  alteration  and 
enlargement  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  2906-2908  Broadway, 
Manhattan. 

cat.,  NO.  1045-24-BZ — Application,  August  18.  1924.  under 
the  building  zone  resolution,  of  F.  P. 
Keniston.  applicant,  on  behalf  of  Je¬ 
rome  Hatch  Realty  Corp..  owner,  to 
permit  partly  in  a  residence  district 
and  partly  in  a  ,business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 


I 


107 


CALENDAR 


motor  vehicles;  premises  101-111  Lin¬ 
den  street,  Brooklyn. 

cal.  no.  850-24-BZ — Application,  June  25,  1924,  under 

the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of 
Harry  Gillman,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Broadway,  502 
ft.  north  of  240th  street,  The  Bronx. 
Bronx. 

cal.  no.  1007-24-BZ — Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  R. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

cal.  no.  1038-24-BZ — Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn. 

cal.  no.  1089-24-BZ — Application,  August  30,  1924,  under 
the  building  zone  resolution,  of  Rich¬ 
ard  J.  Cullinan,  applicant,  on  behalf  of 
Zengendal  Realty  Company,  owner,  to 
permit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  529-533  West 
134th  street  and  532  West  135th  street, 
Manhattan. 

cal.  no.  1232-24-BZ — Application,  October  16,  1924,  under 
the  building  zone  resolution,  of  Boris 
W.  Dorfman,  architect,  on  behalf  of 
Louis  Bergstein,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  Linden  street, 

*  95  ft.  north  of  Central  avenue,  Brook¬ 
lyn. 

cal.  no.  1389-24-BZ — Application,  November  21,  1924,  under 
the  building  zone  resolution,  of  Euell 
&  Euell,  architects,  on  behalf  of  Nora  C. 
Aitkin,  Lydia  A.  Aitkin  and  Elizabeth 
A.  Bull,  owners,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1281 
Inwood  avenue  and  1290  Cromwell  ave¬ 
nue,  The  Bronx. 

cal.  no.  849-24-BZ— Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Se¬ 
cured  Properties  Corp.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  348- 
358  East  184th  street,  The  Bronx. 

cal.  no.  1111-24-BZ— Application,  December  23,  1924,  under 

the  building  zone  resolution,  of  Louis 


A.  Sheinart,  architect,  on  behalf  of 
Irene  N.  Collerd,  owner,  previously 
denied,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage.  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  northwest 
corner  of  East  189th  street  and  Wash¬ 
ington  avenue,  The  Bronx. 

cal.  no.  1216-  24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Marer,  applicant  and  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  business  purposes;  premises  2mft- 
20  University  avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 

BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  February  3,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

383-24-A — Foot  of  30th  street  and  North  River,  Manhat¬ 
tan. 

588- 24-A — 250  Hudson  street,  Manhattan. 

1029-24-A — Foot  of  West  48th  street  and  North  River, 
Pier  No.  88,  Manhattan. 

1167-24- A — East  side  Zerega  avenue,  between  Chatterton 
and  Blackrock  avenues,  The  Bronx. 

589- 24-A— 43-45  Wooster  street,  Manhattan. 

634-24-A — 9120  89th  street,  Woodhaven,  Queens. 

727-24-A — 36-40  John  street,  Manhattan. 

1476-24-A — 26  Buckingham  road,  Brooklyn. 

359-24-A — 59-61  Reade  street,  Manhattan. 

780-20-A — 8802-8808  Jamaica  avenue,  Woodhaven,  Queens. 

352-21-A — Southeast  corner  Fulton  street  and  New  York 
avenue,  Queens. 

355-21-A — 946-956  Kings  Highway,  southeast  corner  Coney 
Island  avenue,  Brooklyn. 

982-21- A — 2180  Third  avenue.  Manhattan. 

1187-21-A — 640-644  Lenox  avenue.  59-71  West  142ndstreet, 
52-58  West  143rd  street,  northeast  corner 
142nd  street  and  Lenox  avenue,  Manhattan. 

1585-21-A — 2152  Metropolitan  avenue,  Queens. 

39-22-A— 2005-2011  86th  street,  2006-2012  85th  street, 
Brooklyn. 

67-22-A — Block  bounded  by  138th  street  and  139th  street, 
Hamilton  place  and  Broadway,  Manhattan. 

69-22-A — 75  Ogden  avenue,  The  Bronx. 

103-22- A— 1685-1695  78th  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

cal.  no  922-24- BZ — Application,  July  11,  1924,  under  the 
building  zone  resolution,  of  McKim. 
Mead  and  White,  applicants,  on  behalf 
of  Savoy  Hotel  Corp.,  owner,  to  per¬ 
mit  in  a  business  two-times  height  dis¬ 
trict  the  erection  of  the  street  wall* 
to  a  height  exceeding  the  limit  pre¬ 
scribed  by  the  zone  resolution;  prem¬ 
ises  761-767  Fifth  avenue,  2-14  East 
59th  street  and  1-11  East  58th  street, 
Manhattan. 

•sal.  no.  1092-24-BZ — Application,  September  2,  1924,  under 
l’’e  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  ir 
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a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  331  East  184th  street,  north¬ 
east  corner  of  Tiebout  avenue,  The 
Bronx. 

,ai..  no.  1180-24-BZ — Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Two  Hundred  and  Fifty-seven 
Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  V/2  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution; 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street, 
Manhattan. 

cal.  no.  1223-24-BZ — Application,  October  14,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
Henry  Grenhart,  owner,  to  permit  in  a 
residence  district  the  alteration  and 
conversion  of  occupancy  from  a  motor 
vehicle  repair  shop  to  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  166-168  East  92nd 
street,  Manhattan. 

cal.  no.  1191-23-BZ — Application,  September  9,  1924,  under 
the  building  zone  resolution,  of  Nathan 
Langer,  architect,  on  behalf  of  Com¬ 
monwealth  Savings  Bank,  owner,  pre¬ 
viously  denied,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
425-431  West  209th  street,  Manhattan 

cal.  no.  1156-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

CAL.  NO.  1215-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Hollis 
Operating  Co.,  Inc.,  applicant  and 
owner,  to  permit  in  a  residence  dis¬ 
trict  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  building  to  be  used  for  stores,  of¬ 
fices  and  theatre  purposes;  premises 
south  side  of  Jamaica  avenue,  60  ft. 
east  of  191st  street,  Hollis,  Borough 
of  Queens. 

CAL.  NO.  1230-23-BZ— Application,  October  30,  1924,  under 
the  building  zone  resolution,  of  James 
Ruburg,  applicant,  on  behalf  of  Marie 
Ruburg,  owner,  to  permit  in  a  resi¬ 
dence  district  the  installation  and  main¬ 
tenance  of  a  gasoline  selling  station; 
premises  1-3  160th  street,  Flushing,  Bor¬ 
ough  of  Queens. 

cal.  no  31-24-BZ— Application,  January  9.  1924,  under  the 
building  zone  resolution,  of  r.  YV. 
Rinn,  architect,  on  behalf  of  Samuel 
Brenner,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a 
garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  three  (3) 


spaces  rented  to  persons  not  residing 
on  the  premises;  premises  2251  Grand 
avenue,  northwest  corner  of  Buchanan 
place,  The  Bronx. 

cal.  no.  887-24-BZ — Application,  July  2,  1924,  under  the 
building  zone  resolution,  of  Ferdinand 
Savignano,  architect,  on  behalf  of 
Olympia  Gentile,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  one  (1) 
pleasure  and  four  (4)  commercial  mo¬ 
tor  vehicles;  premises  8715  Sixteenth 
avenue,  Brooklyn. 

William  £.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  February  10,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1381-24-BZ. 

APPLICANT — William  Tilden  Koch,  for  Samuel  Kessler 
and  Jacob  Kavovit,  owners. 

PREMISES — 1817  Belmont  avenue,  The  Bronx. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

1503-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Broadway  &  38th 
St.  Corp.,  owner. 

PREMISES — 132-42  West  38th  street  and  1385-91  Broad¬ 
way,  Manhattan. 

TO  PERMIT  in  a  business  two  times  height  district  the 
erection  of  a  street  wall  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution. 

1506-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Vincent  C.  Pepe, 
owner. 

PREMISES — 59-61  Carmine  street,  Manhattan. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the.  storage  of  more  than  five  (5) 
motor  vehicles. 

1483-24-BZ.  ,,  ,  T  , 

APPLICANT— James  W.  Byrnes,  for  Holland  Laundry, 

owner. 

PREMISES— 225-235  25th  street,  Brooklyn.  _ 

TO  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  laundry  building. 


BOARD  OF  APPEALS. 

Tuesday,  February  10,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1209-24-A — 2  Rector  street,  Manhattan. 

834-24-A — 520-528  Broome  street,  Manhattan. 

1329-24-A — 38  West  56th  street,  Manhattan. 

1315-24-A — 1043  Fifth  avenue,  Manhattan. 

868-24-A — 101  West  42nd  street  and  737-745  Sixth  avenue, 
Manhattan. 

1390-24-A— 311-315  East  170th  street,  The  Bronx. 

1431-24- A — 3294  Hull  avenue,  The  Bronx. 

6-25-A— 241  McDonough  street,  Brooklyn. 

1175-24-A— 628-642  West  45th  street,  Manhattan. 
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Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
oi  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  1  uesday  morning,  February  10,  1925,  at 
10  o’clock,  m  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1164-24-BZ— Application,  September  25,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  E.  Doyle  and  Henry  G.  Opdycke, 
applicants,  on  behalf  of  B.  &  L.  Hold¬ 
ing  Co.,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
oi  a  garage  tor  the  storage  of  more 
than  five  (.5)  motor  vehicles;  premises 
830-836  West  177th  street  and  831- 
835  West  176th  street,  Manhattan. 

cal.  no.  1160-24-BZ — Application,  September  23,  1924,  under 
the  building  zone  resolution,  ol  James 
Kearney,  applicant,  on  behall  ot  bamuel 
Weissman,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  lor  the  storage  of 
more  than  five  (.5J  motor  vehicles; 
premises  550-558  Warwick  street. 
Brooklyn. 

cal.  no.  1242-23-BZ — Application,  October  3,  1924,  under 
the  building  zone  resolution,  of  William 
T.  Doyle,  applicant,  on  behalf  of  Sam- 
uei  Harding,  owner,  previously  denied, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  hve  (5) 
motor  vehicles;  premises  242-270  East 
98th  street,  Brooklyn. 

cal.  no.  1125-24-BZ — Application,  September  15,  1924,  under 
the  building  zone  resolution,  of  Eugene 
De  Rosa,  architect,  on  behalf  of  Sol 
Brill,  owner,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a 
building  to  be  used  for  theatre  and 
store  purposes ;  premises  130-134  Dyck- 
man  street,  Manhattan. 

cal.  no.  1367-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

cal.  no.  532-24-BZ — Application,  April  14,  1924,  under  the 
building  zone  resolution,  of  Mrs.  John 
O’Brien,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4-)  spaces  rented  to  persons  not  resid¬ 
ing  on  the  premises;  premises  1075 
Summitt  avenue,  The  Bronx. 

cal.  no.  1340-24-BZ — Application,  November  12,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Walter  S.  Thomson,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1297  Jerome  avenue, 
southwest  corner  of  Clarke  place, 
The  Bronx. 


cal.  no.  1068-24-BZ — Application,  August  26,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Wi- 
laura  Holding  Corp.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  1898  Sedgwick  avenue, 
southeast  corner  of  Burnside  avenue, 
The  Bronx. 

cal.  no.  1351-24-BZ — Application,  November  17,  1924,  under 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Borden’s  Farm  Products  Co,  Inc., 
owner,  to  permit  in  an  unrestricted 
district  on  a  street  between  two  in¬ 
tersecting  streets,  in  which  portion  there 
exists  an  exit  and  entrance  to  a  public 
school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
322-328  Rutledge  street  and  287-293 
Heyward  street,  Brooklyn. 

cal.  no.  595-24-BZ— Application,  April  28,  1924,  under  the 
building  zone  resolution,  of  Thomas 
O’Rourke  Gallagher,  applicant,  on  be¬ 
half  of  General  Construction  Co., 
owner,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a 
building  to  be  used  as  a  poultry  mar¬ 
ket;  premises  1169-1173  East  New 
York  avenue,  Brooklyn. 

cal.  no.  1371-24-BZ — Application,  November  20,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Joseph  Spektorsky,  owner,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  business  building ;  premises 
east  side  of  Fox  street,  98.22  ft.  north 
of  165th  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  February  10,  1925,  at  2  p.  m. 

Petition $  for  Variations. 

1201-24-S — 45-47  West  57th  street,  Manhattan. 

1412-24-S — 137  Greene  street,  Manhattan. 

1299-24-S — 159-161  Varick  street  and  49-53  Van  Dam  street, 
Manhattan. 

1348-24-S— 222-224  West  37th  street,  Manhattan. 

1356-24-S — 14  West  40th  street,  Manhattan. 

1383-24-S— 1792  Washington  avenue,  The  Bronx. 

1313-24-S — 243  Canal  street,  Manhattan. 

1440- 24-S — 3639  Holland  avenue,  The  Bronx. 

1441- 24-S — 44  West  56th  street,  Manhattan. 

1380-24-S — 141  Kosciusko  street,  Brooklyn. 

1464-24-S — 128-138  Mott  street,  Manhattan. 

1392-24-S — 297  Fulton  street,  Brooklyn. 

Appliance  Submitted  for  Approval. 

1396-24-SA — Northern  Rotary  Pump,  approval  of. 
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1 


BOARD  OF  APPEALS. 

Tuesday,  February  17,  1925,  at  10  a.  m. 
Appeals  prom  Administrative  Orders. 
1436-24-A — 2501-5  Grand  Concourse,  The  Bronx. 
1420-24-A — 910  East  138th  street,  The  Bronx. 
1374-24-A — 305-309  Broadway,  Manhattan. 
669-24-A — 37-39  East  28th  street,  Manhattan. 
1373-24-A — 291-293  Bowery,  Manhattan. 
1401-24-A — 6701  Ridge  boulevard,  Brooklyn. 
306-24-A — 82-86  Rutgers  slip,  Manhattan. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  17,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1037-24-BZ — Application,  August  14,  1924,  under 
the  building  zone  resolution,  of  Domi¬ 
nick  Cancellieri,  applicant  and  owner, 
to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  one-story 
structure  to  be  used  for  store  purposes; 
premises  76  Smart  avenue,  Flushing, 
Borough  of  Queens. 

cal.  no.  1365-24-BZ — Application,  November  18,  1924, 

under  the  building  zone  resolution,  of 
Nathan  D.  Shapiro,  applicant,  on  be¬ 
half  of  Marcus  Leavitt,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  1839-1845  Cropsey 
avenue,  Brooklyn. 

cal.  no.  861-24-BZ — Application,  June  27,  1924,  under  the 
building  zone  resolution,  of  Hackenburg 
and  Schwartz,  applicants,  on  behalf  of 
Bernard  Corrigan,  owner,  to  permit  in 
a  residence  district  the  construction 
and  maintenance  of  a  gasoline  filling 
station ;  premises  southwest  corner  of 
Tlnvaites  place  and  Boston  road,  The 
Bronx. 


cal.  no.  1404-24-BZ — Application,  November  26,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Helen 
Weinstock,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  commercial  motor  vehicles, 
owned  and  used  by  the  person  residing 
on  the  premises ;  premises  3-5  Cottage 
place,  The  Bronx. 

cal.  no.  1428-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Zivie 
Bender,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1223- 
1229  Intervale  avenue,  The  Bronx. 


cal.  no.  1442-24-BZ — Application,  December  6,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  John 
E.  Roeser,  et  al.,  owners,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  northwest  corner  of 
Jerome  avenue  and  Clifford  place,  The 
Bronx. 


cal.  no.  1089-23-BZ — Application,  January  13,  1925,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  applicant,  on  behalf  of  Frank  Mit¬ 
chell,  owner,  previously  dismissed  for 
lack  of  prosecution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga¬ 
rage  for  the  storage  of  two  (2)  pleas¬ 
ure  and  two  (2)  commercial  motor  ve¬ 
hicles,  owned  by  the  person  residing  on 
the  premises;  premises  163  McDougal 
street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  February  17,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

16-24-A — 1342  Park  avenue,  Manhattan. 

1357-24-A — 14  West  40th  street,  Manhattan. 

1490-23- A— 406  Second  avenue,  Manhattan. 

1499-23-A — 522  West  159th  street,  Manhattan. 

1267-24-A — 2065  Grand  Concourse,  The  Bronx. 

470-24-A — 52-62  Ellery  street,  Brooklyn. 

1002-24-A — 401-417  Seventh  avenue,  Manhattan. 

1236- 24-A — 9-1 4  Northern  avenue,  Manhattan. 

1237- 24-A — South  side  of  West  190th  street,  between  Wads¬ 

worth  terrace  and  Wadsworth  avenue,  M;. 

hattan. 

1283- 24-A — 737-41  West  177th  street  and  241-55  Haven 

avenue,  Manhattan. 

1284- 24- A — 320  Wadsworth  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  February  17,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  968-24-BZ — Application,  July  24,  1924,  under  the 
building  zone  resolution,  of  Otto  Hen- 
schel,  applicant,  on  behalf  of  Michael 
E.  Pellegrino,  Nicholas  Ciago,  Dominick 
Lambiente  and  Antonette  Salomone, 
owners,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
buildings  to  be  used  for  store  purposes 
on  first  story,  residence  use  above; 
premises  1922-1926,  1930-1932  Kings 

highway  and  2110  Ocean  avenue, 
Brooklyn. 

cal.  no.  994-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  Jacob  Lu- 
broth,  architect,  on  behalf  of  Louis 
‘  Hernstat,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house; 
premises  2269-71  59th  street,  Brooklyn. 

u  no.  676-24-BZ — Application,  May  15,  1924  under  the 
building  zone  resolution,  of  John  L. 
Wandell  Co.,  applicant,  on  behalf  of 
Dahl  Bros.,  owners,  to  permit  in  a 
residence  “E”  area  district  the  erection 
and  maintenance  of  buildings  nearer 
than  ten  (10)  feet  from  the  line  of  the 
street  contrary  to  section  15  of  the 
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building  zone  resolution;  premises  7511- 
15-lr. -19  and  23  Colonial  road,  north¬ 
east  corner  of  76th  street,  Brooklyn. 

cal.  no.  992-24-BZ — Application,  August  1,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Vincent  Scuderi,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  southeast  corner  of 
Trimble  place  and  Roosevelt  avenue, 
VVoodside,  Queens. 

cal.  no.  996-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Wal¬ 
ton  Whyte  Realty  Corp.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  east  side  of  Jerome 
avenue,  176.66  ft.  north  of  East  Burn¬ 
side  avenue,  The  Bronx. 

cal.  no.  1346-24-BZ — -Application,  November  14,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Louis 
Blumberg,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  Coney  Island  ave¬ 
nue,  150.52  ft.  south  of  Avenue  T, 
Brooklyn. 

cal.  no.  1204-24-BZ— Application,  October  7,  1924,  under 
the  building  zone  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1716-1728  Fulton 
street,  Brooklyn. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  1 ->  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

cal.  no.  1271-24-BZ— Application,  October  27,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Wei- 
man-McGinnis  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  2966-72  Jerome  ave¬ 
nue,  The  Bronx. 

William  E.  Walsh,  Chairman. 

BOARD  OF  APPEALS. 

Tuesday,  February  24,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1307-24- A — 292  Chauncey  street,  Astoria,  Queens. 

1306-24-A— 276-280,  286-288,  294-296,  300,  318-320,  324,  328, 
332,  336,  338-340  Chauncey  street,  Astoria, 
Queens. 

1444-24-A — Northeast  corner  Rose  avenue  and  Archer  place, 
Jamaica,  Queens. 


1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 

1496- 24-A— 205-207  West  33rd  street,  Manhattan. 

1497- 24-A — Northwest  corner  West  252nd  street  and  Inde¬ 

pendence  avenue,  Riverdale,  The  Bronx. 
1499-24-A — 934-36  Second  avenue,  Astoria,  Queens. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  February  24,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

385-24-S — 2268  Second  avenue,  Manhattan. 

1354-24-S — 19-21  East  55th  street,  Manhattan. 

1194-24-S — 40  West  56th  street,  Manhattan. 

982-24-S — 614-618  West  131st  street,  Manhattan. 

1422-24-S — 410-12  Pearl  street  and  46-8  New  Chambers 
street,  Manhattan. 

1451-24-S — 12  West  29th  street,  Manhattan. 

1475-24-S — 165-9  Duane  street,  Manhattan. 

1484-24-S — 76  West  Houston  street,  Manhattan. 

1514-24-S — 293-303  Spring  street,  303-313  Hudson  street  and 
78-90  Vandam  street,  Manhattan. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Friday,  February  27,  1925,  at  2  p.  m. 

Appeal  from  Administrative  Order. 

331-24-A — 508-534  West  212th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Friday  afternoon,  February  27,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  378-24-BZ — Application,  March  11, i  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 

cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Duxinigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

cal.  no.  812-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten- 
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sion  of  a  business  building  which  was 
erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx. 

CAL.  NO.  1197-23-BZ— Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923 ; 
premises  712-748  Southern  boulevard, 
The  Bronx. 

cal.  no.  1298-234BZ— Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  3200  Villa 
avenue,  The  Bronx. 

CAL.  NO.  1369-24-BZ— Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  March  3,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

1446-24-A — 63  Fulton  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  March  3,  1925,  at  10 
o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  675-19-BZ — Application,  June  24,  1924,  under  the 
building  zone  resolution,  of  Szerlip  and 
Szerlip,  applicants,  on  behalf  of  Otto 
Heepe,  owner,  previously  denied,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage,  space  in  which  is 
rented  to  persons  not  residing  on  the 
premises ;  premises  325-327  16th  street, 
Brooklyn. 

cal.  no.  1393-24-BZ — Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 

William  E.  Walsh,  Chairman. 


MINUTES 

BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  JANUARY  27,  1925. 

Present :  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison,  Holland,  Connell  and  F  ire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  tlje  board  of  ap¬ 
peals,  held  on  Tuesday  morning,  January  20,  1925,  and  the 
minutes  of  the  special  meeting  of  the  board  of  appeals,  held 
on  Tuesday  afternoon,  January  20,  1925,  were  approved  as 
printed  in  the  Bulletin,  No.  4,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
1175-24-A. 

APPELLANT— Wm.  R.  Heins,  for  Republic  Storage  Co., 
Inc.,  owner. 

SUBJECT— Appeal  from  decisoin  of  fire  commissioner. 
PREMISES  AFFECTED — 628-642  West  45th  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD— Laid  over  to  February  10,  192o, 
at  10  a.  m. 


306-24-A. 

APPELLANT— Alexander  C.  MacNulty,  for  Adelstem  & 
Avrutine,  owners.  . 

SUBJECT— Appeal  from  orders  of  fire  commissioner. 
PREMISES  AFFECTED— 82-86  Rutgers  slip,  Manhat¬ 
tan. 


APPEARANCES— 

I'or  Appellant:  Alexander  C.  MacNulty. 
ACTION  OF'  BOARD' — Laid  over  to  February  17,  1925, 
at  10  a.  m.,  on  request  of  appellant. 


1357-24-A 

APPELLANT — Bertram  L.  Kraus,  for  Eva  K.  Moller, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 14  West  40th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant :  William  B.  Delacey. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  February  17,  1925, 
at  2  p.  m.,  pending  hearing  of  Cal.  1356-24-S. 


1338-24-A. 

APPELLANT — Bethlehem  Shipbuilding  Corp.,  Ltd.,  for 
The  Equitable  Life  Assurance  Society  of  the  United 
States,  owner.  - 

SUR I ECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 154-172  West  32nd  street,  383- 
399  Seventh  avenue  and  145-165  West  31st  street, 
Manhattan. 

APPEARANCES— None. 
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ACTION  OF  BOARD— Appeal  withdrawn  on  written 
application. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 
Chief  Kenlon  .  7 


Negative  .  0 

Absent  .  0 


1409-24- A. 

APPELLANT — John  S.  Sills  &  Sons,  Inc.,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED1 — South  side  Thomson  avenue, 
from  Mount  to  Manley  streets,  L.  I.  City,  Queens. 
A  P  P  E  A  R  A  NICE  S— None. 

ACTION  OF  BOARD' — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison  and  Holland  .  5 

Negative  .  0 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  ..  2 


432-24-A. 

APPELLANT — John  T.  Dooling,  for  Listoroel  Realty  Co., 
Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 509-517  West  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  John  T.  Dooling. 

For  Administration:  Inspector  Lynch,  of  fire 
department. 

ACTION  OF  BOARD- — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 


Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION : 


(432-24-A) 

Whereas,  John  T.  Dooling,  for  Listoroel  Realty  Co., 
Inc.,  owner,  filed,  March  25,  1924,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  509-17  West  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Febru¬ 
ary  25,  1924,  reads : 

“1.  Discontinue  use  of  these  premises  as  a  storage 
garage.  REASON :  Adjoining  place  of  public  as¬ 
sembly. 

“2.  Remove  all  gasoline  from  tanks  except  that  in 
fuel  tanks  of  motor  vehicles.  Section  151-e,  Chapter 
10,  Code  of  Ordinances. 

“3.  File  plans  for  garage  and  have  same  approved. 

“4.  Install  a  standpipe  4  inches  in  diameter  tested 
to  withstand  a  pressure  of  300  lbs.  per  square  inch, 
extending  from  cellar  to  roof,  with  necessary  check 
valves  and  2l/2  inch  regulation  Fire  Department  out¬ 
lets  on  each  story  including  basements,  cellars  and 
roofs  *  *  *. 

“'5.  Provide  fireproof  self-closing  door  at  opening 
from  ramp  to  garage,  1st  story. 

“6.  Provide  covering  of  fire  retarding  material  in 
ceiling  of  2nd  story  within  enclosure  of  stairway  near 
roof. 

‘7.  Close  up  interior  entrance  to  boiler  room  with 
fireproof  unpierced  wall. 

“8.  Provide  24  approved  sand  buckets  of  at  least 
10  quarts  capacity  making  a  total  of  48  on  each  floor. 
Buckets  to  be  painted  RED  and  marked  FIRE  with 
letters  not  less  than  2]/2  inches  in  height,  kept  full  of 
clean  sand  and  not  used  for  any  other  purpose.  Buck¬ 
ets  to  be  placed  on  permanent  shelve*,  hooks  or  racks, 


and 


same  to  be  not  less  than  2  feet  nor  more  than  4J4  feet 
above  the  floor. 

“9.  Provide  4  waste  cans  with  self-closing  covers 
tor  on  waste  and  rags  making  a  total  of  8  on  each 
noor.  *  *  *. 

10.  Post  and  keep  posted  conspicuously  on  above 
premises,  signs  printed  in  English  and  other  necessary 
languages  prohibiting  smoking.  Section  9,  Chapter  10 
Code  of  Ordinances.”;- 


Whereas,  the  building  is  non-fireproof,  two  stories  (40 

“■>  ‘n  heifht’  ,109  ft-  by  131  ft.  (approximately 

14,000  sq.  it.)  m  area;  OCCUPIED  as  a  garage,  10  per¬ 
sons  in  each  story;  and 

Whereas,  appellant  contends  the  property  will  soon  be 
taken  over  by  the  City  of  New  York  as  part  of  the  site 
of  a  proposed  Terminal  Market. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 

(J[a n  u  condltion  tliat  the  garage  occupancy  and  use 
shall  be  discontinued  and  vacated  on  or  before  May  l, 
1925.  * 


1019-24-A. 

APPELLANT — Croker  National  Fire  Prev.  Eng.  Co., 
for  Alexander  Lane,  owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 

APPEVRANCES— CTED~64°  Broadway’  Manhattan. 

Appellant :  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

rnMT?T^T/?T^cB°AARD^AppeaI  §'ranted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 

Chief  Kenlon  .  7 

Negative . .  g 

Absent  .  g 

THE  RESOLUTION: 

(1019-24-A) 

Whereas,  Croker  Natl.  Fire  Prev.  Eng.  Co.,  for  Alexan- 

fh1"  Tner’  fi,IedV  August  n’  192L  an  appeal,  with 

the  board  of  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  640  Broadway,  Manhattan;  and 

17  19^4^  reads6  °f  ^  ^  comrnissioner-  dated  April 

“1  Arrange  the  present  standpipe  system  in  proper 
working  order  and  comply  with  the  following :  Among 

the  defects  are :  _  A.  Provide  2l/2  inch  outlets  at  boffi 
east  and  west  sides  of  building  in  cellar  and  sub- 
cellar  with  75  feet  of  approved  2J4  inch  hose  at  each 
outlet.  B.  Remove  present  valves  and  2  inch  pipe  to 
same  and  provide  standard  2Y2  inch  valves  and  2T4 
inch  pipe  to  same  from  standpipe  outlets,  all  runs  over 
4  feet  to  be  3  inches,  on  all  stories.  C.  Provide  4 
inch  cross  connection  between  risers  in  the  cellar. 

D.  Provide  a  tank  on  roof  of  at  least  3500  gallons  ca¬ 
pacity  for  the  standpipe  system,  said  tank  to  be  so 
elevated  that  the  bottom  will  be  not  less  than  20  feet 
above  the  roof  level.  *  *  • 

and 

Whereas,  the  building  is  fireproof,  nine  stories  in  height 
25  ft.  by  200  ft.  in  area.  OCCUPIED:  Offices  and  sales¬ 
rooms,  35  persons  per  story;  and 

Whereas,  appellant  contends  that  the  present  standpipe 
equipment  was  installed  in  1896  and  consists  of  a  system 
with  3  in.  risers  with  a  3  in.  cross  connection;  in  re:  ob¬ 
jection  “A”  contends  that  the  cellar  and  sub-cellar  are 
protected  with  sprinklers;  in  re:  objection  “B”  contends 
that  there  are  now  2y2  in.  outlets  with  75  ft.  of  hose  at 
each  outlet;  in  re:  objection  “C”  the  cross  connection  be- 
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tween  risers  in  the  cellar  is  3  in.;  in  re:  objection  “D”  con¬ 
tends  that  there  is  an  8,000-gallon  tank  in  the  pent  house 
on  the  roof. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  2l/2  in.  branch  lines  be  provided 
to  the  3  in  by  2  in.  tees  on  risers  except  that  all  pipe  runs 
over  4  ft.  be  3  in.,  all  outlets  equipped  with  2J.4  in.  valves 
and  hose;  that  a  3,500-gallon  reserve  shall  be  maintained  in 
roof  tank  for  standpipe  service ;  and  that  the  cross  connec¬ 
tion  throughout  shall  be  not  less  than  4  in. ;  and  granted 
only  so  long  as  conditions  as  to  occupancy  and  use  remain 
substantially  unchanged. 


1282-24-A. 

APPELLANT^ — King-Parker,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 231-235  East  55th  street,  Man¬ 
hattan. 

APPEARANCES — 

For  Appellant:  Madison  G.  Hawke. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Connell,  Holland  and  Fire 

Chief  Kenlon  .  G 

Negative  .  0 

Absent :  Mr.  Gunnison  .  1 

THE  RESOLUTION:. 

(1282-24-A) 

Wherfas,  King-Parker,  Inc.,  owner,  filed,  October  30, 
1924,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  231-5  East  55th 
street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  1,  1924,  reads : 

“You  are  hereby  notified  that  an  inspection  of  prem¬ 
ises  231-5  East  55th  Street,  Manhattan,  used  as  a  non¬ 
storage  garage,  shows  that  the  following  must  be  done 
before  Permit  No.  105099,  expiring  June  2Gth,  1925,  car. 

be  transferred:  _ 

“1.  Separate  boiler  from  remainder  of  building  by 
unpierced  wall  of  solid  masonry  at  least  8  inches  in 
thickness.  Entrance  to  boiler  room  to  be  from  ex¬ 
terior  of  building  only.  Section  159-1,  Chapter  10, 
Code  of  Ordinances.” ; 


ind  .  .  . 

Whereas,  the  building  is  fireproof,  seven  stories  and 
rellar  in  height,  50  ft.  by  100  ft.  in  area  at  1st  story  and 
>0  ft.  by  90  ft.  in  area  above.  OCCUPIED:  Cellar,  boiler 
room;  1st  story,  office  and  garage  for  business  motor  ve- 
licles ;  upper  stories,  furniture  storage  warehouse,  1J 
[>ersons  in  entire  building;  the  boiler  room  is  separated 
from  the  remainder  of  the  cellar  by  a  partition  with  selt- 
:losing  tin-clad  door  at  the  opening  therein;  and 

Whereas,  appellant  contends  that  there  are  watchmen 
Dii  the  premises  at  all  times  and  contends  further  that  to 
provide  an  entrance  to  the  boiler  room  from  exterior  ot 
the  building  would  entail  great  hardship,  owing  to  the 
fact  that  the  material  surrounding  the  building  is  solid 

^Resolved  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  all  vertical  and  horizontal 
openings  on  1st  floor  shall  be  equipped  with  self-closing 
fireproof  doors;  that  the  boiler  room  in  basement  shall 
be  enclosed  in  not  less  than  8  in.  approved  masonry  walls, 
with  not  more  than  one  opening  therein,  equipped  with 
a  self-closing  fireproof  door;  that  the  stairs  to  cellar  from 
1st  storv  shall  be  provided  with  a  self-closing  fireproof 
Joor  at^top  and  bottom ;  that  there  shall  be  no  gasoline 
storage  equipment  maintained  on  the  premises,  and  that 


the  garage  occupancy  shall  be  restricted  to  four  (4)  auto¬ 
mobiles,  the  property  of  the  owner  of  the  premises,  used 
m  the  conduct  of  his  business  thereon  and  restricted  to 
the  1st  story  at  street  grade. 


1302-24-A. 

APPELLANT — Beekman  Street  Hospital,  owner. 

H"!  from  orders  of  the  fire  commissioner. 

PREMISES  AFFECTED — 117  Beekman  street  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Adolph  Mertin. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 


Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent  . 

THE  RESOLUTION: 


(1302-24-A) 

Whereas,  Beekman  Street  Hospital,  owner,  filed,  No¬ 
vember  5.  1924,  an  appeal,  with  the  board  of  appeals,’  from 
orders  of  the  fire  commissioner,  affecting  premises  117 
Beekman  street,  Manhattan;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated 
September  9,  1924,  and  March  20,  1924,  respectively,  read: 
“No.  25430-LC : 

“1.  Provide  a  fireproof  vault,  located  outside  of  the 
building,  in  which  to  keep  all  inflammable  X-Ray  film. 
Said  vault  to  be  constructed,  located,  ventilated  and 
protected  in  accordance  with  plans  to  be  submitted  to 
and  approved  by  the  Fire  Department.” 

“No.  56271-LF : 

“6.  Provide  a  vent  pipe  for  metal  hood  over  (gas) 
cooking  ranges  in  kitchen,  top  floor,  this  vent  pipe 
to  be  connected  to  a  proper  chimney  flue.  Sec.  780, 
Greater  New  York  Charter.” ; 

and 

Whereas,  the  building  is  fireproof,  seven  stories  in 
height,  50  ft.  by  75  ft.  in  area;  OCCUPIED  as  a  hospital; 
a  room  on  the  2nd  story  being  occupied  for  the  storage 
of  X-ray  film  and  a  room  on  the  top  story  occupied  as  a 
kitchen ;  and 

Whereas,  appellant  proposes  in  order  to  ventilate  the 
hood  over  the  gas  cooking  range,  to  provide  a  copper  flue, 
carry  it  through  the  roof  immediately  above  the  hood  and 
have  it  terminate  5  ft.  above  the  roof,  and  contends  that 
the  room  used  for  the  storage  of  X-ray  film  offers  no 
hazard. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
25430,  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  only  so  far  as  it  affects  the  storage 
of  X-ray  film  on  condition  that  said  storage  shall  not  ex¬ 
ceed  10  pounds,  maintained  in  the  X-ray  room  on  the 
2nd  story ;  that  said  X-ray  room  shall  be  vestibuled  on  line 
with  wall  of  elevator  shaft,  with  fireproof  partition,  the 
opening  therein  equipped  with  (additional)  self-closing  fire¬ 
proof  door ;  and  that  the  order  shall  be  complied  with  in 
all  other  respects;  that  the  order  of  the  fire  commissioner, 
No.  5G271,  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted  on  condition  that  a  metal  ventilator 
shall  be  provided  from  the  top  of  the  kitchen  range  hood 
and  carried  above  roof  to  the  outer  air  not  less  than  > 
ft.  above  parapet  level. 


1333-24-A.  .  _ 

APPELLANT— Interborough  Rapid  Transit  Company, 

owner.  .  . 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
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PREMISES  AFFECTED — 'West  side  of  Eleventh  avenue, 
from  58th  street  to  59th  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Frank  D.  Allen. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 


Chief  Kenlon  .  7 

Negative  . 0 

Absent  .  0 

THE  RESOLUTION  : 


(1333-24-A) 

Whereas,  Interborough  Rapid  Transit  Company,  owner, 
filed,  November  10,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  west  side  of  Eleventh  avenue  from  58th  to  59th 
streets,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  21,  1924,  reads : 

“Order  No.  26051-LC  : 

“1.  Isolate  garage  from  -the  boiler  room  and  the 
generating  plant  by  unpierced  fireproof  walls.  Sec. 
159-1,  Ch.  10,  Code  of  Ordinances.” ; 

and 

Whereas,  the  premises  are  non-fireproof,  one  story  (60 
ft.)  in  height,  200  ft.  by  700  ft.  in  area,  divided  into  two 
sections  by  a  fore  and  aft  brick  wall ;  the  southerly  room 
being  approximately  90  ft.  in  width  and  the  northerly  por¬ 
tion  approximately  110  ft.  in  width;  near  the  Eleventh 
avenue  front  there  is  an  opening  in  said  wall  about  15  ft. 
square  protected  by  a  drop  roller  metal  door ;  and  at  the 
Eleventh  avenue  front  of  the  building  there  is  an  18  ft. 
runway  being  occupied  as  a  parking  space  for  motor  ve¬ 
hicles  by  the  Interborough  R.  T.  Power  House;  and 

Whereas,  appellant  contends  that  the  boilers  are  all  lo¬ 
cated  in  a  pit  in  the  southerly  half  of  the  building  and 
are  cut  off  from  the  northerly  half  of  building  by  a  brick 
wall  with  metal  doors  at  the  openings  therein ;  that  the 
nearest  generator  (enclosed  in  a  metal  hood)  is  27  ft.  from 
the  runway  used  as  parking  space  and  that  a  large  num¬ 
ber  of  employees  are  in  attendance  at  all  hours  and  that 
they  are  an  added  protection  against  fire  hazard. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  there  shall  be  no  gasoline  storage 
equipment  maintained  on  the  premises ;  that  any  automobile 
storage,  the  property  of  the  owner  of  the  premises,  used 
in  the  operation  of  its  business,  shall  be  confined  to  the 
runway  described  in  the  plans  on  appeal  as  18  ft.  6  m. 
in  width. 


1309-24-A. 

APPELLANT — Mary  L.  Richardson,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 8891  Seventeenth  avenue, 


Brooklyn. 

APPEARANCES— 

For  Appellant:  Joseph  S.  Byrne. 

ACTION  OF  BOARD1 — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative :  Mr.  Holland  .  1 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 

Kenlon  .  6 

Absent  .  0 

THE  RESOLUTION  : 

(1309-24-A) 


Whereas,  Mary  L.  Richardson,  owner,  filed.  November 
6,  1924,  an  appeal,  with  the  board  of  appeals,  from  a  deci¬ 


sion  of  the  superintendent  of  buildings,  affecting  premises 
8891  Seventeenth  avenue,  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  October  14,  1924,  in  acting  on  Application 
No.  16535-24,  reads : 

“Exit  halls  to  fire  escapes  cannot  be  omitted.  Means 
of  escape  in  case  of  fire  deemed  inadequate.  There¬ 
fore  denied.” ; 

and 

Whereas,  the  building  is  frame,  four  stories  in  height, 
210  ft.  by  38  ft.,  irregular  in  area ;  OCCUPIED  as  an 
hotel,  with  16  suites  on  the  1st  story,  25  suites  on  the 
2nd,  25  suites  on  the  3rd  story  and  20  suites  on  the  4th 
story ;  and 

Whereas,  an  application  was  filed  in  the  bureau  of  build¬ 
ings  to  permit  the  erection  and  construction  of  four  new 
fire  escapes  on  the  east  side  of  the  building  and  the  re¬ 
pairing  of  the  existing  fire  escapes  and  the  extension  of 
them  from  the  roof  to  the  ground  with  additional  corri¬ 
dors  leading  to  these  fire  escapes ;  appellant  now  proposes 
to  omit  the  additional  corridors  and  to  extend  the  fire 
escape  to  take  in  additional  windows ;  and 

Whereas,  appellant  contends  that  he  has  complied  with 
a  large  number  of  orders  of  the  superintendent  of  build¬ 
ings  and  that  the  construction  of  additional  corridors  would 
cause  loss  of  income. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  appeal  be  and 
it  hereby  is  denied. 


1320-24- A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  W.  H.  Reid, 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 32  West  76th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant :  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 


Chief  Kenlon  .  7 

Negative  .  o 

Absent  .  o 

THE  RESOLUTION : 


(1320-24-A) 

Whereas,  Cornell  Utilities  Company,  Inc.,  for  W.  H. 
Reid,  owner,  filed,  November  8,  1924,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commis¬ 
sioner,  affecting  premises  32  West  76th  street,  Manhattan; 
and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
October  20,  1924,  in  acting  on  Alteration  Application  No. 
894-24,  reads  : 

“2.  (a)  Tank  will  be  tested  in  presence  of  a  Fire 

Department  Representative  and  afterwards  coated  with 
suitable  rust  resisting  material. 

“4.  Piping  must  be  tested  in  presence  of  a  Fire 
Department  Representative. 

“5.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  22  ft.  by  58  ft.  in  area;  OCCUPIED  as  a  dwell¬ 
ing  ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  675-gallon  fuel  oil  tank  buried  outside 
the  building,  a  55-gallon  auxiliary  tank  and  two  (2)  NoKol 
burners  with  the  necessary  valves  and  piping;  and 
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Whereas,  appellant  contends  that  the  system  was  in¬ 
stalled  in  conformity  with  the  1922  Rules,  and  requests 
the  acceptance  of  a  sworn  affidavit  that  the  tank  has 
undergone  a  shop  test,  and  further  requests,  in  lieu  of  a 
hydrostatic  test,  the  acceptance  of  a  statement  to  the  effect 
that  all  piping  is  standard  wrought  iron  piping. 

Resolved ,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  2,  on  condition  that  certificate  of 
factory  test  shall  be  fded  with  fire  commissioner;  as  to 
Item  4  on  condition  that  standard  wrought  iron  pipe  shall 
he  used  throughout  the  fuel  oil  installation;  as  to  Item 
5  on  condition  that  door  of  firebox  shall  be  equipped  with 
a  self-closing  device;  and  that  the  fuel  oil  rules  shall  be 
complied  with  in  all  other  respects. 


1325-24-A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  C.  F. 
Kuntz,  owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 261  East  Kingsbndge 

road,  The  Bronx. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,-  Gunnison,  Connell,  Hol¬ 
land  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(1325-24-A) 


Whereas,  Cornell  Utilities  Co.,  Inc.,  for  C.  F.  Kuntz, 
owner,  filed,  November  8,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  261  East  Kingsbridge  road,  Borough  of 
Bronx;  and 

Whereas,  the  decision  of  the  fire  commissioner,  ren¬ 
dered  October  29,  1924,  in  acting  on  Alt.  Application  No. 
376-24,  reads : 

“2.  (a)  Tank  will  be  tested  in  presence  of  Fire  De¬ 

partment  Representative  and  afterwards  coated  with 
suitable  rust  resisting  material. 

“4.  Piping  must  be  tested  in  presence  of  a  Fire  De¬ 
partment  Representative. 

“6.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals. 

“9.  Show  auxiliary  tank  located  at  least  10  ft.  from 
any  fire  or  flame.” ; 


and 

Whereas,  the  building  is  frame,  2z/2  stories  in  height, 
19  ft.  by  48  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 
Whereas,  a  fuel  oil  burning  system,  consisting  of  a 
550-gallon  fuel  oil  tank  buried  outside  the  building,  a 
55-gallon  auxiliary  tank  (located  within  6  ft.  of  the  burner), 
a  NoKol  burner  and  the  necessary  valves  and  piping;  and 
Whereas,  appellant  contends  that  the  system  was  in¬ 
stalled  in  conformity  with  the  1922  Rules,  and  requests 
the  acceptance  of  a  sworn  affidavit  that  the  tank  has  under¬ 
gone  a  shop  test,  and  further  requests,  in  lieu  of  a  hydro¬ 
static  test,  the  acceptance  of  a  statement  to  the  effect  that 
all  piping’  is  standard  wrought  iron  piping. 

Resolved,  that  the  decision  of  the  fire  commissioner  oe 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  qranted  as  to  Item  2  on  condition  that  certificate  ot 
factorv  test  shall  be  filed  with  the  fire  commissioner ;  as 
to  Item  4  on  condition  that  standard  wrought-iron  pipe 
shall  be  used  throughout  the  fuel  oil  installation ;  as  to 
Item  6  on  cotidition  that  fire  door  of  fire-box  shall  be 
equipped  with  self-closing  device;  and  as  to  Item  . 


condition  that  the  door  of  the  gas  hot-water  heater,  facing 
auxiliary  boiler,  shall  be  permanently  closed,  with  rigid 
attachment ;  and  that  the  fuel  oil  rules  shall  be  complied 
with  in  all  other  respects. 


986-24-A. 

APPELLANT— James  Kearney,  for  Seventh  Avenue 

and  35th  Street  Corporation,  owner. 

SUBJECT — Application  for  reopening — appeal  from  de¬ 
cision  of  fire  commissiioner. 

PREMISES  AFFECTED — 463-467  Seventh  avenue  and 
153  West  35th  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  James  Kearney. 

For  Administration:  None. 

ACTION  OF  BOARD — Appeal  reopened  and  resolu¬ 
tion  modified. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESO¬ 
LUTION— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland....  5 

Negative  .  0 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(986-24-A) 

Whereas,  James  Kearney,  for  Seventh  Avenue  and  35th 
Street  Corp.,  owner,  filed,  July  31,  1924,  an  appeal,  with 
the  board  of  appeals,  from  a  decision  of  the  fire  com¬ 
missioner,  affecting  premises  463-467  Seventh  avenue  and 
153  West  35th  street,  Manhattan;  and 

Whereas,  the  decision  of  the  fire  commissioner,  N.  B. 
App.  13-24,  dated  July  24,  1924,  reads: 

“3.  The  building  being  over  250  feet  in  height,  an 
8  in.  riser  must  be  provided.” ; 

and 

Whereas,  the  building  is  fireproof,  21  stories  in  height, 
98  ft.  9  in.  by  200  ft.  in  area;  OCCUPIED  as  stores,  show 
rooms,  25  per  cent  floor  area  used  for  manufacturing,  135 
persons  per  story,  the  building  being  259  ft.  in  height ; 
equipped  with  a  standpipe  system  with  6  in.  risers ;  and 
Whereas,  appellant  contends  that  the  building  is  only 
259  ft.  in  height,  and  that  the  height  of  the  top  story 
hose  outlet  is  252  ft. ;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  November  5,  1924,  on  certain  conditions,  and 

appellant  requested  a  modification  of  these  conditions  as 
to  the  sprinkler  system. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  only  so  far  as  It  affects  the  building  as  pro¬ 
posed  in  this  appeal  as  to  height  and  area,  on  condition 
that  the  building  shall  be  equipped  with  an  approved 
sprinkler  system;  and  that  the  standpipe  regulations  shall 
be  complied  with  in  all  other  respects. 


1110-24-A. 

APPELLANT — Julius  Forstman,  owner. 

SUBJECT— Application  tor  reopening— appeal  from  order 
of  fire  commissioner. 

PREMISES  AFFECTED— 208  East  63rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Chas.  J.  Hueser. 

ACTION  OF  BOARD — Appeal  reopened  and  extension 
of  time  of  occupancy  granted  to  March*  1,  1925. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  GRANT  EXTEN¬ 
SION  OF  TIME— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland....  5 

Negative  .  0 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon.  2 
THE  RESOLUTION: 

(1110-24-A) 

Whereas,  Charles  J.  Heuser,  for  Julius  Forstmann, 
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owner,  filed,  September  9,  1924,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  208  East  63rd  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  23875- 
C,  dated  August  25,  1924,  reads : 

“1.  Discontinue  the  maintenance  of  a  garage  on  these 
premises.”; 

and 

Whereas,  the  building  is  non- fireproof,  four  stories  in 
height,  25  ft.  by  89  ft.  7  in.  in  area  at  1st  story  and  25 
ft.  by  60  ft.  3  in.  in  area  above.  OCCUPIED:  1st  story 
private  garage;  2nd  story,  vacant;  3rd  and  4th  stories,  resi¬ 
dences;  MEANS  OF  EGRESS  consisting  of  an  interior 
stairway  extending  from  the  1st  story  to  the  roof,  a  fire 
escape  on  the  rear  of  the  building  with  landing  on  exten¬ 
sion  roof ;  and 

Whereas,  appellant  contends  that  there  are  never  more 
than  four  (4)  pleasure  cars  stored  on  the  premises,  the 
property  of  the  owner  of  the  premises ;  that  there  is  no 
gasoline  service  tank  maintained ;  that  there  is  a  heating 
plant  in  the  basement  separated  from  the  remainder  of  the 
basement  by  a  brick  partition  wall  with  an  approved  self¬ 
closing  fire  door  at  the  opening.  It  is  proposed  to  provide 
self-closing  fireproof*  door  at  the  head  of  the  enclosed 
stairway  leading  to  the  basement,  and  to  maintain  a  self¬ 
closing  fireproof  door  at  the  foot  of  the  stairway;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  November  25,  1924,  on  certain  conditions,  and 
appellant  requested  a  modification  of  the  conditions  and 
permission  to  occupy  the  top  story  until  March  1,  1925. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified ,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  top  story  shall  not  be  occu¬ 
pied  for  living  purposes  after  March  1,  1925 ;  that  the 
fire  escapes  on  rear  of  building  shall  be  maintained  as  indi¬ 
cated  on  plan;  and  that  opening  to  cellar  stairs  from  1st 
story  shall  be  provided  with  self-closing  fireproof  door, 
with  sill  at  least  8  in.  high  at  threshold ;  and  that  all  other 
necessary  permits  shall  be  obtained. 


926-24- A. 

APPELLANT — Tracy  Lyon,  for  George  Zabriskie, 

owner. 

SUBJECT — Application  for  reopening — appeal  from  de¬ 
cision  of  fire  commissioner. 

PREMISES  AFFECTED — 23  Gramercy  park,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Tracy  Lyon. 

ACTION  OF  BOARD — Appeal  reopened  and  90  days' 
extension  of  permit  granted. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland....  5 

Negative  .  0 

Absent:  Mr  .Connell  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(926-24-A) 

Whereas,  Tracy  Lyon,  for  George  Zabriskie,  owner,  filed, 
July  12,  1924,  an  appeal,  with  the  board  of  appeals,  from 
a  decision  of  the  fire  commissioner,  affecting  premises  23 
Gramercy  park,  Manhattan;  and 

Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  846-24,  dated  July  10,  1924,  reads : 

“3.  Pumps  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals. 

“4.  Burners  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non- fireproof,  four  stories  and 
basement  in  height,  27  ft.  by  80  ft.  in  area;  OCCUPIED 
as  a  dwelling;  a  fuel  oil  burning  system  has  been  installed; 

and 


Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  rules  of  the  board  excepting  the  pump  and 
burner  are  not  approved,  and  requests  a  temporary  permit 
pending  an  inspection  of  the  installation;  and 
Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  October  7,  1924,  for  a  temporary  period  and  ap¬ 
pellant  requests  an  extension  of  time. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  for  a  temporary  period  of  ninety  (90)  days,  at 
owner’s  risk,  pending  action  on  pump  and  burner  by  the 
board  of  standards  and  appeals,  on  condition  that  the  in¬ 
stallation  complies  with  the  fuel  oil  rules  in  all  other  re¬ 
spects. 

223-24-A. 

APPELLANT — John  Knierim,  for  Bertha  Pflieger,  les¬ 
see. 

SUBJECT— Application  for  reopening — appeal  from  or¬ 
der  of  fire  commissioner. 

PREMISES  AFFECTED — 12»9  West  25th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  John  Knierim. 

ACTION  OF  BOARD — Appeal  reopened  and  90  days 
extension  of  permit  granted. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland _  5 

Negative  .  o 

Absent:  Mr  .Connell  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(223-24-A) 

Whereas,  John  Knierim,  for  Bertha  Pflieger,  lessee,  filed, 
February  13,  1924,  an  appeal,  with  the  board  of  appeals, 
from  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  29  West  25th  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  25,  1924,  reads : 

“Order  No.  22575-LC: 

“Referring  to  your  application,  dated  January  14, 
1924,  for  a  permit  to  store  and  use  fuel  oil  at  29  West 
25th  Street,  Manhattan,  I  regret  to  inform  you  that 
said  application  has  been  disapproved  for  the  reason 
that  your  present  method  of  storing  and  using  fuel  oil 
does  not  conform  with  the  Fuel  Oil  Rules  of  the  Board 
of  Standards  and  Appeals  on  November  6,  1919. 

“You  are  therefore,  hereby,  ordered  to: 

“1.  Discontinue  the  storage  and  use  of  fuel  oil  on 
these  premises.” ; 

and 

Whereas,  the  premises  consist  of  two  non-fireproof  build¬ 
ings,  each  four  stories  and  basement  in  height,  25  ft.  by  54 
ft.  in  area;  OCCUPIED  as  rooming  houses,  20  persons  in 
each  house ;  and 

Whereas,  appellant  contends  that  there  is  a  fuel  oil 
burning  system  installed  in  the  basement,  conforming  with 
the  fuel  oil  rules,  excepting  that  the  burner  is  not  of  an 
approved  type,  and  asks  for  an  inspection  by  a  committee 
of  the  board ;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meetings  June  17,  1924,  and  September  23,  1924,  for  a 
temporary  period  of  90  days,  and  appellant  requests  a  fur¬ 
ther  extension  of  the  permit. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  for  a  temporary  period  of  ninety  (90)  days,  pend¬ 
ing  inspection  by  the  board  of  the  Powerlight  Burner. 


618-24-A. 

APPELLANT — A.  Hayden,  owner. 

SUBJECT — Application  for  extension  of  permit — ap¬ 
peal  from  order  of  fire  commissioner. 
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PREMISES  AFFECTED— 517  83rd  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Mrs.  Hayden. 

ACTION  OF  BOARD— Appeal  reopened  and  90  days’ 
extension  of  permit  granted. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 

MIT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland....  5 

Negative  . . .  0 

Absent:  Mr  .Connell  and  Fire  Chief  Kenlon  3 

THE  RESOLUTION: 

(618-24-A) 

Whereas,  A.  Hayden,  owner,  filed,  May  2,  1924,  an  ap¬ 
peal,  with  the  board  of  appeals,  from  an  order  of  the  fire- 
commissioner,  affecting  premises  517  83rd  street,  Brook¬ 
lyn  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  88135- 
LC,  dated  April  12,  1924,  reads : 

“With  reference  to  your  application  for  a  permit  to 
store  fuel  oil  at  the  above  location,  1  regret  to  inform 
you  that  I  am  without  power  to  grant  such  a  permit 
for  the  reason  that  the  storage  of  fuel  oil  at  the 
above  location  is  not  in  accordance  with  the  rules 
adopted  by  the  Board  of  Standards  and  Appeals  on 
Nov.  6,  1919,  amended  Jan.  18,  1924. 

“’You  are  therefore  ordered  to  remove  all  fuel  oil 
from  the  storage  tank  and  discontinue  the  further 
storage  and  use  of  fuel  oil  at  the  above  location.”; 

and  . 

Whereas,  the  building  is  non-fireproof,  two  stories  and 
basement  in  height,  20  ft.  by  60  ft.  in  area ;  OCCUPIED  as 

a  dwelling;  and 

Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules  excepting  in  that  the  burner 
(a  Powerlight  Oilheat)  is  not  an  approved  burner;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meetings,  July  15,  1924,  and  October  28,  1924,  for  a  tem¬ 
porary  period  of  90  days,  and  appellant  requests  an  ex¬ 
tension  of  the  period.  ... 

Resolved,  that  the  order  of  the  fire  commissioner  fie 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  for  a  temporary  period  of  ninety  days,  pend¬ 
ing  the  action  of  the  board  of  standards  and  appeals  on 
petition  for  approval  of  burner,  on  condition  that  the  in¬ 
stallation  complies  with  fuel  oil  rules  of  the  board  o 
standards  and  appeals  in  all  other  respects. 


BUILDING  ZONE  CASES. 

1197-23-BZ. 

APPLICANT— John  J.  Dunnigan,  for  Vivaudou  Realty 

Co.,  owner.  .  .  .  ,  . 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  the  extension  from  an 
unrestricted  district  into  a  business  district  ot 
a  proposed  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 712-748  Southern  Boulevard, 
The  Bronx. 

APPEARANCES—  .  * 

For  Applicant:  Walter  A.  Dunmgaii. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  February  27,  19~5, 
at  2  p.  m.,  on  request  of  applicant  s  representa¬ 
tive. 


APPUCANT— John  De  Hart,  for  Wilaura  Holding 

Carp.,  owner.  .  .  .  , 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence  dis¬ 
trict  and  partly  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles. 


PREMISES  AFFECTED — Southeast  corner  of  Burn¬ 
side  and  Sedgwick  avenues,  The  Bronx. 
APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  John  J.  Kerby,  Alexander  M. 
Bremer,  Joseph  A.  Corbalis. 

ACTION  OF  BOARD— Laid  over  to  February  10,  1925, 
at  10  a.  m.  (for  final  disposition),  on  request 

of  applicant. 


1346-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Louis  Blumberg, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— East  side  Coney  Island  ave¬ 
nue,  150.52  feet  south  of  Avenue  T,  Brooklyn. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  William  H.  Bourne  and  Will¬ 
iam  H.  Pitcher. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925, 
at  2  p.  m.,  on  request  of  objector’s  representa¬ 
tive. 


1054-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Joseph  A.  Lewin, 

owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  resi¬ 
dence  district  extending  from  an  unrestricted 
district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 2201-17  59th  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Martin  J.  Ort. 

For  Opposition:  Otto  Singer? 

ACTION  OF  BOARD — Request  to  reopen  laid  over  to 
February  3,  1925,  10  a.  m.,  on  request  of  appli¬ 
cant’s  representative. 


367-24-BZ. 

APPLICANT— William  F.  Doyle,  for  A.  Provenzano, 

owner.  .  ,  .  .  .  , 

SUBJECT— Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  por¬ 
tion  of  a  street  between  two  intersecting  streets, 
in  which  portion  there  exists  an  exit  from  and 
entrance  to  a  public  school,  the  extension  and 
change  of  occupancy  from  a  garage  for  five 
(5)  cars  to  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 225  Mott  street,  Manhattan. 

APPEARANCES— 

For  Applicant:  Martin  J.  Ort. 

For  Opposition:  None. 

ACTION  OF  BOARD— Request  to  reopen  laid  over 
to  February  3,  1925,  10  a.  m„  on  request  of  ap¬ 
plicant’s  representative. 


APPLICANT— Philip  J.  Sinnott,  for  Kings  County  Milk 
Co.,  lessee. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
conversion  of  occupancy  of  an  existing  building 
from  a  one  family  and  garage  for  the  storage 
q£  fiye  (5)  motor  vehicles  to  millv  distributing 

station.  D 

PREMISES  AFFECTED— 5612  18th  avenue,  Brooklyn. 
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APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  Samuell  Rosen,  William  Davis, 
Martha  J.  Westcott,  Ann  Caulfield,  Sadie 
Huth,  Helen  Vogt,  Mary  Daley,  Florence  God- 
ley,  Sam  Herman  and  Patrick  B.  Lynch. 
ACTION  OF  BOARD — Laid  over  to  February  3,  1925, 


at  10  a.  m.,  for  full  vote  of  hoard. 

GTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd  and  Holilan-d  .  4 

Negative:  Mr.  Gunnison  and  Fire  Chief  Ken- 

Ion  .  2 

Absent:  Mr.  Connell .  1 


118i1h24-BZ. 

APPLICANT — James  Kearney,  for  Leopold  Weil  and 
Mayer  S.  Ames,  owners. 

SUB  J  ECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles. 
PREMISES  AFFECTED — 1813-1815  Jerome  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  James  Kearney. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Messrs.  Kennedy,  Dowd,  Gunni¬ 
son,  Holland  and  Fire  Chief  Kenlon....  5 
Negative:  Chairman  Walsh  and  Mr.  Connell  2 
Absent  .  0 

THE  RESOLUTION: 

(1181-24-BZ) 

Whereas,  James  Kearney,  for  Leopold  Weil  and  Mayer 
S.  Ames,  owner,  filed,  September  30,  1924,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  business 
district  the  erecticfn  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  premises  1813- 
1815  Jerome  avenue,  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January 
27,  1925,  after  due  notice  by  publication  in  the  Bulletin 
of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  a  business 
district  and  Davidson  avenue  is  a  residence  district;  and 
W'hereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  September  12,  1924,  in  acting  on  N.  B. 
App.  No.  2502-24,  reads : 

“1.  Erection  of  proposed  garage  for  the  storage  of 
more  than  five  motor  vehicles  in  business  district  is 
contrary  to  the  provisions  of  the  Building  Zone  Reso¬ 
lution.”  ; 

and 

Whereas,  the  proposed  building'  is  to  be  of  nonj-nreproof 
construction,  two  stories  in  height,  with  a  frontage  of  75 
ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles;  and 
Whereas,  applicant  contends  that  there  would  be  great 
hardship  in  preventing  him  from  making  the  proposed  use 
of  his  property  owing  to  the  character  of  the  surrounding 
property  and  the  garage  immediately  adjoining. 

Resohvd,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  granted  on  condition  that  the 
building  shall  be  restricted  to  a  two-story  structure  above 
sidewalk  level;  that  the  rear  and  gable  walls  shall  be  un¬ 
pierced  throughout  their  entire  height  and  length ;  that  the 
front  elevation  shall  be  finished  in  face  brick,  laid  out  in 
panel  design,  with  architectural  terra  cotta  or  stone  trim¬ 


mings  ;  that  the  start  of  any  ramp  installed  in  the  premises 
shall  be  set  back  at  least  five  (5)  feet  from  the  street 
wall;  that  there  shall  be  no  projecting  signs  nor  advertis¬ 
ing  display,  other  than  one  sign  indicating  the  name  or 
title  of  the  garage,  erected  or  exposed  on  the  building; 
that  any  gasoline  storage  equipment  installed  shall  be  lo¬ 
cated  at  the  north  end  of  the  proposed  structure;  and  that 
all  permits  necessary  for  the  prosecution  of  the  work  shall 
be  obtained  within  nine  months  and  the  building  completed 
within  eighteen  months  from  the  date  of  this  action. 


629-24-BZ. 

APPLICANT — F.  W.  Rinn,  for  Matthew  Heine,  owner. 
SUBJECT — Application  (re:  order  of  fire  commissioner) 
to  permit  in  a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  two  (2)  pleasure 
motor  vehicles,  two  (2)  spaces  rented  to  persons 
not  residing  on  the  premises. 

PREMISES  A F F E C T E D1 — 60  Buchanan  place,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  F.  W.  Rinn. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  'Gunnison,  Holland,  Con- 


nelll  and  Fire  Chief  Kenlon . ,.  7 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(629-24-BZ) 

Whereas,  F.  W.  Rinn,  for  Matthew  Heine,  owner,  filed, 
May  6,  1924,  an  application,  under  the  building  zone  reso¬ 
lution,  to  permit  in  .a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  two  (2)  pleasure  motor 
vehicles,  two  (2)  spaces  rented  to  persons  not  residing  on 
the  premises ;  premises  60  Buchanan  place,  The  Bronx ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January 
27,  1925,  after  due  notice  by  publication  in  the  Bulletin 
of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Buchanan  place,  Grand  ave¬ 
nue  and  Aqueduct  avenue  are  residence  districts  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
April  21,  1924,  in  acting  on  Order  No.  23726-C,  reads: 
“1.  Discontinue  the  maintenance  of  a  garage  which 
is  not  maintained  as  an  accessory  use  on  these  prem¬ 
ises.”  ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  18  ft. 
and  a  depth  of  18  ft. ;  occupied  as  a  garage  for  two  motor 
vehicles,  two  spaces  rented  to  persons  not  residing  on  prem¬ 
ises  ;  and 

Whereas,  the  applicant  has  complied  with  the  provi¬ 
sions  of  the  exception  under  section  7,  subdivision  C,  hav¬ 
ing  filed  the  duly  acknowledged  consents  of  the  owners  of 
81  per  cent  of  the  property  frontage  deemed  by  the  board 
to  be  affected. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  capacity 
of  the  garage  be  limited  to  two  automobiles  of  the  pleasure 
car  type,  space  for  one  of  which  may  be  rented  to  persons 
not  residing  oni  the  premises ;  that  there  shall  be  no  gaso¬ 
line  storage  equipment  installed  and  that  no  advertising, 
sign  or  display  of  any  nature  or  description  be  exposed 
on  the  premises. 

ISO 


MINUTES 


287-24-BZ. 

APPLICANT— David  G.  McConnell,  for  Bayie  Realty 

Co.,  Inc.,  owner. 

SUBJECT— Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 524  Jackson  avenue,  The 

Bronx. 

APPEARANCES— 

For  Applicant:  David  G.  McConnell  and  Theo¬ 
dore  Ehrsam. 

For  Opposition:  Harry  A.  Tobev,  Peter  E.  Mur¬ 
phy,  Josephine  Frochlich,  Philippina  White 
and  Fred  Senn. 

ACTION  OF  BOARD— Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 


(287-24-BZ) 

Whereas,  David  McConnell,  for  Bayie  Realty  Co.,  Inc., 
owner,  filed,  February  25,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles;  premises  524  Jackson 
avenue,  The  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January 
27,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jackson  and  Concord  ave¬ 
nues  are  business  districts;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January'  25,  1924,  in  acting  on  N.  B.  App.  No. 
121-24  rcsds  t 

"  “Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.  ; 


nd  .  ,  •  ir  r 

Whereas,  the  proposed  building  is  to  be  ot  non-nre- 
roof  construction,  one  story  in  height,  with  a  frontage 
f  41  ft.  on  Jackson  avenue  and  33  ft.  on  Concord  ave- 
ue  and  a  depth  of  200  ft.:  to  be  occupied  as  a  garage 
or  the  storage  of  more  than  five  motor  vehicles  .  and 
Whereas,  this  application  was  denied  by  the  board  at 
;s  meeting,  October  14,  1924,  and  reopened  December  9. 

924,  by  vote  of  the  board;  and 
Whereas,  there  existed  on  this  street,  Jackson  avenue, 
etween  the  intersecting  streets,  on  July  25,  1916,  a  stable 

or  more  than  five  horses  ...  r 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district 
>f  the  building  zone  resolution,  and.  that  the  apphcati 
>e  and  it  hereby  is  granted  on  condition  that  the  structure 
>e  limited  in  height  to  one  story  above  grade : ;  that  the 
-able  walls  shall  be  unpierced  throughout  their,  ent 
height  and  length;  that  there  shall  be  no  roof  s’S™ 

inyg  nature  or  description  erected  on  the  structure,  tha 

here  shall  be  no  advertising  display,  bill-boards  or  sign 
permitted  on  the  street  front  of  the  building,  other  than 
me  electric  sign  indicating  the  title  of  the  garage;  that 
the  front  elevation  shall  be-  finished  in  face  brick  wrth 
architectural  terra  cotta  or  stone  trimming,  that  any  gas 
oline  storage  equipment  installed  shall  be  located  at  th 
Tackson  avenue  front  of  the  premises  that  ail  permits 
5ec«”  ry  for  the  prosecution  of  the  work  shall  be  obta.ned 


within  nine  months  and  the  building  completed  within  eigh¬ 
teen  months  from  the  date  of  this  action. 


354-24-BZ. 

APPLICANT— Thomas  F.  Cosgrove,  for  Interborough 
Auto  Repair  &  Supply  Co.,  owner. 

SUBJECT — Application  (re:  order  of  fire  commissioner; 

to  permit  in  a  business  district  the  maintenance 
of  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED — 306-08  Broadway,  W.  New 
Brighton,  S.  I.,  Richmond. 

APPEARANCES— 

For  Applicant:  Thomas  F.  Cosgrove. 

For  Opposition:  None. 

ACTION.  OF  BOARD— Application  granted  on  condi¬ 
tion. 

CONDITION — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  g 

Negative:  Fire  Chief  Kenlon .  i 

Absent  .  q 

THE  RESOLUTION: 


(354-24-BZ) 

Whereas,  Thomas  F.  Cosgrove,  for  Interborough  Auto 
Repair  and.  Supply  Company,  owner,  filed,  March  7,  1924, 
an.  application,  under  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  district  the  maintenance  of  a  motor  ve¬ 
hicle  repair  shop;  premises  306-308  Broadway.  W.  New 
Brighton,  S.  I.,  Borough  of  Richmond:  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  hoard  of  appeals,  at  its  regular  meeting.  January 
27,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

WTtereas.  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  High  street,  Broadway  and 
State  street  are  business  districts;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  22,  1924.  reads : 

“1.  Discontinue  the  maintenance  of  a  motor  vehicle 
repair  shop  on  these  premises.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  124 
ft.  on  High  street,  50  ft.  on  State  street  and  35  ft.  on 
Broadway ;  occupied  as  automobile  showroom  and  motor 
vehicle  repair  shop ;  and 

Whereas,  applicant  contends  that  the  repairs  are  a  nec¬ 
essary  accessory  to  the  maintenance  of  the  showroom  and 
that  there  would  he  hardship  in  preventing  him  from 
continuing  the  occupancy  and  that  there  are  no  power- 
driven  machines. 

Resolved,  that  the  board  of  appeals  does  hereby  woke  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  work  of 
repairs  he  limited  to  that  incidental  to  the  conduct  of.  an 
automobile  salesroom  and  agency,  and  that  no  motor-driven 
machinery  be  used  on  the  premises  other  than  a  one-half 
horsepower  portable  electric  drill,  and  that  all  necessarv 
permits  for  the  prosecution  of  the  work  shall  he  obtained 
within  six  months  and  the  building. completed  within  twelve 
months  from  the  date  of  this  action. 


479-24-BZ.  „  •  T- 

APPLICANT— Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Gaetano  Calandrillo,  owner. 
SUBJECT — Application  Ire:  order  of.  fire  commissioner! 

to  permit  in  a  business  district  the  maintenance 
of  a  junk  shop. 

PREMISES  AFFECTED-  46  Lewis  avenue,  <  orona, 

Borough  of  Queens. 


121 


MINUTES 


APPEARANCES— 

For  Applicant:  Herman  E.  Horwood. 

For  Opposition:  None. 

ACTION  OF  BOARDi — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Wallsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland _  5 


Negative:  Fire  Chief  Kenlon .  1 

Absent:  Mr.  Connell  .  1 


THE  RESOLUTION: 

(479-24-BZ) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  Gaetano  Calandrillo,  owner,  filed,  April  3, 
1924,  an  application,  under  the  building  zone  resolution, 
to  permit  in  a  business  district  the  maintenance  of  a  rag 
and  junk  shop;  premises  46  Lewis  avenue,  Corona,  Borough 
of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January 
27,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Lewis  avenue,  Van  Doran 
street  and  Corbin  place  are  business  districts ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
March  10,  1924,  reads : 

“Order  No.  86942-LC : 

“1.  Discontinue  the  maintenance  of  a  junk  shop 
on  these  premises.  The  premises  affected  by  this  order 
located  in  a  portion  of  the  city  designated  by  said  reso¬ 
lution  as  a  Business  District. 

“Building  of  wooden  construction. 

“You  are  therefore  ordered  to  remove  all  combustible 
fibre  (rags)  from  the  premises  and  discontinue  the 
business  of  junk  shop  on  the  premises.” 

and 

Whereas,  the  building  is  of  frame  construction,  one 
story  in  height,  with  a  frontage  of  17  ft.  and  a  depth 
of  60  ft. ;  occupied  as  a  rag,  paper  and  junk  shop ;  and 

Whereas,  the  board  deemed  there  would  be  hardship 
in  preventing  applicant  from  maintaining  this  occupancy 
owing  to  the  character  of  the  surrounding  property. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  for  a  temporary  permit  of  two 
years  from  the  date  of  this  action  on  condition  that  the 
interior  walls  and  ceiling  throughout  be  lined  with  metal ; 
that  the  northerly  gable  wall  on  the  lot  line  be  unpierced 
throughout  its  entire  height  and  length ;  and  that  any  signs 
displayed  shall  be  restricted  to  flat  signs  placed  on  the 
street  wall  of  the  building. 


1S45-24-BZ. 

APPLICANT — John  De  Hart,  for  estate  of  Frederick 
Fischer,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1160-1172  Intervale  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland  . . . 
Absent:  Mr.  Connell  and  Fire  Chief  Kenlon 


THE  RESOLUTION: 

(1345-24-BZ) 

Whereas,  John  De  Hart,  for  Estate  of  Frederick 
Fischer,  owner,  filed,  November  13,  1924,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  motor  vehicles ;  prem¬ 
ises  1160-1172  Intervale  avenue,  Borough  of  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January 
27,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Intervale  avenue,  Tiffany 
avenue  and  East  169th  street  are  business  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  7,  1924,  in  acting  on  N.  B.  Application 
No.  2874-24,  reads : 

“1.  Proposed  erection  of  garage  for  storage  of 
more  than  five  motor  vehicles  in  business  district  is 
contrary  to  provisions  of  the  Building  Zone  Resolu¬ 
tion.”  ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of 
136.5  ft.  'on  Intervale  avenue,  14.8  ft.  on  East  169th  street 
and  145.07  ft.  on  Tiffany  avenue;  to  be  occupied  as  a 
garage  for  more  than  five  motor  vehicles ;  and 
Whereas,  the  board  deemed  that  a  garage  of  this  area 
should  not  be  permitted  in  a  congested  business  district 
of  this  character. 

Resolved,  that  the  decision  of  the  superintendent  of 
buildings  be  and  it  hereby  is  affirmed,  and  the  application 
be  and  it  hereby  is  denied. 


140'5-84-BZ. 

APPLICANT — George  Fred  Pelham,  for  Castle  Realty 
Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings')  to  permit  in  a  ll/2  times  height  dis¬ 
trict  the  erection  of  the  street  wall  to  a  height 
exceeding  the  limit  required  by  the  building 
zone  resolution. 

PREMISES  AFFECTED — 44&-450  West  31st  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  B.  M.  Sylvan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — -As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland _  5 

Negative  .  o 

Absent:  Mr  .Connell  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(1405-24-BZ) 

Whereas,  George  F.  Pelham,  for  Castle  Realty  Co., 
owner,  filed,  November  26,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  an  unrestricted  lp2 
times  height  district,  the  erection  of  the  street  wall  of  a 
building  to  a  height  exceeding  the  limit  set  by  the  build¬ 
ing  zone  resolution;  premises  442-450  West  3lst  street, 
Manhattan ;  and 
0  Whereas,  a  public  hearing  was  held  on  this  application, 
by  the  board  of  appeals,  at  its  regular  meeting,  January 
5  27,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
2  the  Board  of  Standards  and  Appeals;  and 
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Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  West  31st  street  is  an  unrestricted 
use  and  1)4  times  height  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  19,  1924,  in  acting  on  Alteration  Ap¬ 
plication  No.  2649-1924,  reads : 

“1.  Provide  lawful  set  back  from  building  line  above 
the  legal  height  limit.” ; 

and 

Whereas,  the  existing  building  is  fireproof,  five  stories 
(65  ft.)  in  height,  and  83  ft.  4  in.  by  102  ft.  6)4  in.  in 
area;  occupied  as -a  factory.  It  is  proposed  to  extend 
this  building  in  height  to  165  ft.  and  carry  the  street 
walls  up  to  a  height  of  120  ft.  without  a  setback,  the 
allowable  limit  set  by  the  zone  resolution  being  90  ft.  with¬ 
out  setback;  and 

Whereas,  it  appears  that  the  building  was  originally 
designed  before  the  adoption  of  the  building  zone  reso¬ 
lution  and  the  steel  work  arranged  and  the  building  erected 
in  contemplation  of  the  proposed  height,  and  the  board 
deemed  that  there  would  be  hardship  in  preventing  appli¬ 
cant  from  completing  building  as  designed. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  height  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  It  hereby  is  granted  on  condition  that  the  building 
shall  not  exceed  a  height  of  one  hundred  and  twenty  feet 
(120  ft.)  at  the  street  front,  without  setback  and  that 
the  requirements  of  the  building  zone  resolution  other¬ 
wise  shall  be  complied  with  and  carried  out  in  all  respects, 
and  that  all  permits  necessary  for  the  prosecution  of  the 
work  shall  be  obtained  within  nine  months  and  the  build¬ 
ing  completed  within  eighteen  months  from  the  date  o 
this  action 


1398-24-BZ.  .  .  rr-1  T  T  * 

APPLICANT— G.  A.  &  H.  Boehm,  for  The  Harriman 

Realty  &  Security  Corporation,  owner. 
SUBJECT— Application  (re:  decision  of  superintendent  ot 
buildings)  to  permit  in  a  business  1)4  times 
height  district  the  erection  of  the  street  wall  to 
a  height  exceeding  the  limit  required  by  the  zone 

resolution.  , , 

PREMISES  AFFECTED— 523-529  Fifth  avenue,  Man¬ 
hattan. 

APPEARANCES—  A  „  , 

For  Applicant:  George  A.  Boehm. 

For  Opposition:  None.  _ 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITION — As  specified  in  resolution. 

THF  VOTE _ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland....  5 

Negative  .  ^ 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  ..  2 

THE  RESOLUTION: 

(1398-24-BZ) 

Whereas,  G.  and  H.  Boehm,  for  The  Harriman  Realty 
&  Securities  Corp.,  owner,  filed,  November  24,  1924,  an  ap¬ 
plication,  under  the  building  zone  resolution,  to  permit  m 
a  business  V/4  times  height  district  the  erection  of  the 
street  wall  of  a  building  to  a  height  exceeding  the  limit 
set  by  the  building  zone  resolution;  premises  523-o29  bitth 

avenue,  Manhattan;  and  • 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting  January 
27,  1925,  after  due  notice  by  publication  in  the  Bulletin  ot 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  height  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  the  premises  are  located  in 

a  1)4  times  height  district;  and 
Whereas,  the  decision  of  the  superintendent  of  but  dings, 
rendered  November  21,  1924,  in  acting  on  Alt.  Application 
No.  2641-24,  reads: 


ITEM  2.  Proposed  addition  on  5th  Avenue  is  of 
excessive  height — Zone  Resolution,  Section  8.”; 

and 

Whereas,  it  is  proposed  to  build  an  addition  to  an  ex¬ 
isting  twelve-story  fireproof  building;  the  height  of  street 
wall  permitted  due  to  width  of  Fifth  avenue  (100  ft.) 
1)4  times  district,  is  125  ft. ;  excess  height  due  to  eleven- 
story  (163  ft.)  high  building  across  street  and  twelve- 
story  (163  ft.  2  in.)  existing  building  is  25  ft.  4  2-3  in 
It  is  proposed  to  place  mansard  on  extension  at  same 
angle  as  existing  mansard,  making  a  projectoin  from  0  ft 
1  ft.  2  in.  or  an  average  of  7  in.  beyond  setback  line;  and 

Whereas,  the  board  deemed  that  there  would  be  hard¬ 
ship  in  preventing  applicant  from  carrying  out  the  pro¬ 
posed  design  to  conform  to  the  architecture  and  a  modi¬ 
fication  as  to  the  mansard  only  projecting  beyond  the  rake 
of  the  setback  line  only  from  0  in.  to  1  ft.  2  in.  being 
contemplated. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  height  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  proposed 
addition  of  the  mansard  shall  line  with  the  existing  mans¬ 
ard;  that  the  requirements  of  the  building  zone  resolu¬ 
tion  shall  be  complied  with  in  all  other  respects,  and  that 
all  permits  necessary  for  the  prosecution  of  the  work  shall 
be  obtained  within  nine  months  and  the  building  completed 
within  eighteen  months  from  the  date  of  this  action. 


304-24-BZ. 

APPLICANT— Henry  J.  Nurick,  for  Isaac  Wiener, 

owner. 

SLIBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  extend¬ 
ing  into  a  business  district  from  an  unrestricted 
district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 104-112  Montgomery  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Sol  Sternback. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  reopened  and  res¬ 
olution  modified. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESOLU¬ 
TION— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland -  5 

Negative  . . . .  0 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(304-24-BZ) 

Whereas,  Henry  J.  Nurick,  for  Isaac  Wiener,  owner, 
filed,  February  26,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  the  extension,  from  an  un¬ 
restricted  district  into  a  business  district,  of  a  proposed  ga¬ 
rage  for  the  storage  of  more  than  five  motor  vehicles; 
premises  104-112  Montgomery  street,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  May  20, 
1924,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Montgomery  street,  100  ft 
east  of  Washington  avenue,  is  an  unrestricted  district  and 
Washington  avenue  is  a  business  district;  and 

Wm keas  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  February'  15,  1924,  in  acting  on  Application 
No.  2440-24,  reads: 
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“Proposed  one  story  brick  public  garage  for  more 
than  five  motor  vehicles  in  a  business  district  is  con¬ 
trary  to  Art.  II,  Sec.  4  (a)  of  the  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of 
92  ft.  1  Y&  in.  and  a  depth  of  96  ft.,  irregular,  to  be  oc¬ 
cupied  as  a  garage  for  more  than  five  motor  vehicles,  a 
portion  of  the  structure,  approximately  8  ft.  6  in.  in  width, 
extending  into  the  business  district;  and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
B,  the  board  is  empowered  to  act;  and 

Whereas,  this  application  was  granted  by  the  board 
at  its  meeting,  May  20,  1924,  on  certain  conditions,  and 
applicant  requested  a  modification  of  the  condition  as  to 
the  wall  overlooking  the  railroad  cut. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  build¬ 
ing  shall  be  restricted  to  a  two  (2)  story  structure  above 
grade ;  that  the  rear  and  westerly  gable  wall  shall  be  un¬ 
pierced  throughout  its  entire  height  and  length;  that  the 
front  elevation  shall  be  finished  in  face  brick  with  archi¬ 
tectural  terra  cotta  or  stone  trimmings,  and  that  the  build¬ 
ing  zone  resolution  shall  be  complied  with  in  all  other 
respects ; 

Resolved,  further,  that  all  necessary  permits  for  the  pros¬ 
ecution  of  the  work  shall  be  obtained  within  nine  (9) 
months  and  the  building  completed  within  eighteen  (18) 
months  from  the  date  of  this  action. 


AREAS  FIXED. 

(91-23-BZ) 

The  chairman  presented  and  read  a  communication  from 
H.  E.  Horwood,  requesting  the  board  to  fix  the  area  deemed 
affected  and  within  which  to  obtain  consents  for  the 
erection  and  maintenance  of  a  garage;  premises  1772  60th 
street,  Brooklyn. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  60th  street  from  a  point  200  ft.  east 
of  Eighteenth  avenue  to  a  point  400  ft.  west  of  pro¬ 
posed  garage;  the  west  side  of  Eighteenth  avenue  from 
60th  street  to  61st  street.  Both  sides  of  Eighteenth 
avenue  from  60th  street  to  59th  street,  also  the  north 
side  of  61st  street  from  Eighteenth  avenue  to  a  point 
180  ft.  west  of  Eighteenth  avenue. 


(1379-24-BZ) 

The  chairman  presented  and  read  a  communication  from 
Benjamin  R.  Leinhardt,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  erection  and  maintenance  of  a  garage ;  premises  50-60 
Pennsylvania  avenue,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Pennsylvania  avenue  from  Fulton 
street  to  a  point  400  ft.  south  of  proposed  garage; 
the  south  side  of  Fulton  street  from  a  point  100  ft. 
east  of  Pennsylvania  avenue  to  a  point  100  ft.  west 
of  Pennsylvania  avenue,  also  the  east  side  of  Shef¬ 
field  avenue  from  a  point  100  ft.  south  of  Fulton 
street  to  a  point  250  ft.  south  of  Fulton  street. 


Adjourned 


2  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  JANUARY  27,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Holland,  Connell,  Fire  Chief  Kenlon,  Super¬ 
intendents  Brady  and  Moore. 

The  minutes  of  the  regular  meeting  of  the  Board  of 
Standards  and  Appeals  held  on  Tuesday  afternoon, 
January  13,  1925,  were  approved  as  printed  in  the  Bulle¬ 
tin  No  3,  Vol.  X. 


PETITIONS  FOR  VARIATIONS. 

385)424-S. 

PETITIONER — Michelina  Nicosia,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  health  commissioner. 

PREMISES  AFFECTED— 2268  Second  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Sarah  Murphy. 

ACTION  OF  BOARD — Laid  over  to  February  24,  1925, 
at  2  p.  m.,  on  request  of  petitioner. 


1201-24-S. 

PETITIONER — Samuel  Cohen,  for  John  C.  Tomlin¬ 
son,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 45-47  West  57th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Harry  A.  Vogelstein. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  February  10,  1925, 
at  2  p.  m.,  on  request  of  petitioner. 


982-24-S. 

PETITIONER— New  York  Veillow  Cab  Co.,  Sales 
Agency,  Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 614-618  West  131st  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Louis  Levine. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  February  24, 
1925,  at  2  p.  m.,  on  request  of  petitioner. 


1412-24-S. 

PETITIONER— F.  P.  Keniston,  for  William  C.  Hart, 
owner. 

SLIBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 137  Greene  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  F.  P.  Keniston. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  February  10, 
1925,  at  2  p.  m.,  to  check  new  plans. 


1354-24t-*S 

PETITIONER — Edward  P.  Doyle,  for  Horace  G.  Ely 
&  Co.,  owner. 

SUBJECT — Variation  of  the  labor  law  as  rited  in  order 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 19-21  East  55th  street, 
Manhattan.  •* 
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APPEARANCES— 

For  Petitioner:  Edward  P.  Doyle. 

ACTION  OF  BOARD— Laid  over  to  February  24, 
1926,  at  2  p.  m..  to  submit  plans  to  the  superin¬ 
tendent  of  buildings  for  adequate  exits. 


1194-24-S. 

PETITIONER— Julia  B.  Merrill,  lessee. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 40  West  36th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Laid  over  to  February  24, 
19-213,  at  2  p.  m. 

966-24-S.  ,  ,  .  . 

PETITIONER— Samuel  Rosenblum,  for  Fifth  Avenue 

and  33rd  Street  Co.,  owner. 

SUBJECT— Application  for  reopening— variation  of 
labor  law  as  cited  in  order  of  fire  commissioner. 
PREMISES  AFFECTED— 1-13  East  33rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

ACTION  OF  BOARD — Application  to  reopen  laid 
over  to  February  10,  1925,  at  2  p.  m. 


598-24-S. 

PETITIONER — 'Levy  &  Berger,  for  Rocco  M.  Agoglia, 

owner.  . 

SUBJECT— Variation  of  labor  law  as  cited  in  decision 
of  department  of  health. 

PREMISES  AFFECTED— 168  21st  street,  Brooklyn. 

APPEARANCES— 

For  Petitioner:  Joseph  Levy,  Jr. 

ACTION  OF  BOARD— Petition  withdrawn  on  request 
of  petitioner. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Superintendents  Brady  and  Moore  8 

Negative  . . . .  .•  •  0 

Absent:  Fire  Chief  Ken-Ion.  Deputy  Fire 
Commissioner  Hannon,  Superintendents 
Reville,  Kleinert  and  McDermott .  3 


of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  6-8  West  20th  street,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  56117- 
LF,  dated  March  18,  1924,  reads: 

‘‘1.  Install  an  adequate  interior  electric  fire  alarm 
system  *  * 

and 

Whereas,  the  building  is  fireproof,  eleven  stories  in 
height,  50  ft.  by  92  ft.  in  area  in  the  1st  story,  and  50 
ft.  by  82  ft.  in  area  above;  OCCUPIED  as  a  tenant  fac¬ 
tory,  40  persons  per  story;  EQUIPPED  with  a  sprin¬ 
kler  system;  MEANS  OF  EGRESS  consisting  of  an  in¬ 
terior  stairway  enclosed  in  fireproof  partitions  extending 
from  the  1st  story  to  the  roof,  an  exterior  iron  stairway 
in  the  rear  of  the  building  extending  from  the  2nd  story 
to  the  roof  with  connection  at  the  2nd  story  to  building 
adjoining,  with  fire  doors  and  windows  along  the  course 
of  the  exterior  stairway;  and 

Whereas,  petitioner  contends  that  the  building  has  a 
National  District  Alarm  System. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  occupancy  and  use  shall  remain  sub¬ 
stantially  unchanged  and  that  the  requirements  of  resolu¬ 
tions  of  this  board  adopted  under  Cal.  No.  1433-18-S  shall 
be  complied  with  and  maintained  in  all  respects. 


983-24-S.  .  „  . 

PETITIONER — Building  Operation  Co.,  for  Ldgoru 

Realty  Corp.,  owner. 

SLTBJECT— Variation  of  labor  law  as  cited  in  order  ot 
fire  commissioner. 

PREMISES  AFFECTED— 6-8  West  20th  street.  Man¬ 
hattan. 

APPEARANCES—  „  _  u  xt  ai 

For  Petitioner:  Alfred  McGowan.  Jacob  Neadie. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment.  . 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  ,  .  , 

Affirmative:  Chairman  Walsh.  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Superintendents  Brady  and  Moore  8 

Negative  . . . .  v  •  0 

Absent:  Fire  Chief  Kenflon.  Deputy  Fire 
Commissioner  Hannon.  Superintendents 

Reville,  Kleinert  and  McDermott .  5 

THE  RESOLUTION: 

(983-24-S) 

Whereas,  Building  Operation  Co.,  for  Edgord  Realty 
Corp ,  owner,  filed.  July  30.  1924,  a  petition,  with  the  board 


1308-24-S. 

PETITIONER— Richard  R.  Nevins,  for  Violet  Beach, 
owner. 

SUBJECT— Variation  of  labor  law  as  cited  m  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 55  Fulton  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Superintendents  Brady  and  Moore  8 

Negative  .  0 

Absent:  Fire  Chief  Kenlon,^  Deputy  Fire 
Commissioner  Hannon,  Superintendents 
Reville,  Kleinert  and  McDermott .  5 

THE  RESOLUTION: 

(1308-24-S) 

Whereas,  Richard  R.  Nevins,  for  Violet  Beach,  owner, 
filed,  November  6,  1924,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  55  Fulton  street,  Manhattan; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  July 
9,  1924,  reads  : 

“1.  Extend  the  interior  stairway  at  the  west  side  of 
building  to  the  roof  as  per  Section  271  of  the  Labor 
Law.  *  * 

and  .  . 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  with  a  frontage  of  82  ft.  on  Cliff  street  and  a 
frontage  of  21  ft.  11  in.  on  Fulton  street,  divided  into 
two  sections  by  a  fore  and  aft  partition  wall  with  open¬ 
ings  on  each  story  protected  by  double  fireproof  doors, 
OCCUPIED:  1st  story,  store;  upper  stories,  glass  manu¬ 
facturing,  24  persons  above  the  1st  story.  EXITS:  An 
interior 'wooden  stairway  in  the  Fulton  street  section  of 
the  building,  extending  from  1st  story  to  the  top  story 
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with  ladder  on  opposite  side  of  loft  to  scuttle  in  roof;  en- 
dosed  in  fire  resisting  partitions  up  to  the  2nd  story; 
wooden  partitions  to  the  3rd  story  and  open  above;  with 
wooden  doors  at  openings ;  a  wooden  stairway  in  the 
Cliff  street  section  of  the  building  extending  from  the 
1st  story  to  the  top  story  with  ladder  to  scuttle  in  roof ; 
a  sub-standard  fire  escape  on  the  front  of  the  building 
extending  from  2nd  to  top  story,  with  gooseneck  ladder 
to  roof;  ROOFS  of  adjoining  buildings  12  ft.  lower; 
and 

Whereas,  petitioner  contends  that  as  the  adjoining  roof 
is  12  ft.  lower  and  in  view  of  the  light  occupancy  and 
protected  horizontal  openings,  contends  that  the  existing 
means  of  exit  are  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  approved  horizontal  fire  openings  shall 
be  provided  in  all  stories  above  the  1st  story  and  that 
a  fixed  double  rung  iron  ladder  shall  be  provided  in  the 
top  story  of  the  Fulton  street  section  of  the  building,  to 
the  roof,  and  granted  only  so  long  as  the  present  condi¬ 
tions  as  to  occupancy  and  use  remain  unchanged.. 


1095-24-S. 

PETITIONER- — Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  The  Gutta  Percha  &  Rubber 
Mfg.  Co.,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 37-455  Franklin  avenue  and 
20-46  Skillman  street,  Brooklyn. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  dismissed. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Kenj- 


nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Superintendents  Brady  and  Moore  S 

Negative  .  0 

Absent:  Fire  Chief  Kenlon,  Deputy  Fire 
Commissioner  Hannon,  Superintendents 
Reville,  Kleinert  and  McDermott .  5 

THE  RESOLUTION: 

(1095-24-S) 


Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  The  Gutta  Percha  &  Rubber  Mfg.  Co., 
owner,  filed,  September  3,  1924,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  -cited  in  order  of  the  fire  com¬ 
missioner,  affecting  premises  37-65  Franklin  avenue  and 
22-46  Skillman  street,  Brooklyn. 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Extend  the  interior  stairway  at  the  north  side 
of  building  No.  6  from  the  second  story  to  the  1st 
story  and  provide  and  maintain  a  continuous  safe  and 
unobstructed  passageway  of  at  least  the  same  width 
as  the  stairway  leading  to  the  street  from  the  termi¬ 
nation  of  said  stairway,  as  per  section  271  of  the 
labor  law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  51  ft.  by  80  ft.  in  area;  OCCUPIED  for  the  manu¬ 
facture  and  storage  of  gutta  percha  and  rubber  goods, 
6  persons  above  the  1st  story;  and  EQUIPPED  with  a 
sprinkler  system  and  a  fire  alarm  signal  system.  EXITS: 
An  interior  wooden  stairway  extending  from  the  3rd  story 
to  the  2nd  story,  enclosed  in  wooden  partitions  with  wooden 
doors  at  the  openings,  an  outside  stairway  on  the  rear  of 
the  building  extending  from  the  3rd  story  to  the  roof 
of  an  adjoining  one-story  building,  and  also  an  outside 
stairway  running  from  the  2nd  story  to  the  yard,  with 


egress  through  an  open  driveway  to  street;  ROOFS  of 
adjoining  buildings  are  at  same  level;  and 

Whereas,  petitioner  contends  that  a  similar  petition  on 
same  premises  was  granted  by  the  board  under  Cal.  2485- 
17-S  on  condition  that  the  use  and  occupancy  remain  un¬ 
changed,  and  further  contends  that  the  use  is  unchanged 
and  the  occupany  is  less ;  and 
W  hereas,  the  inspector  of  the  bureau  of  fire  prevention 
of  the  fire  department  reported  that  this  order  has  been 
rescinded  of  record. 

Resolved,  that  the  petition  be  and  it  hereby  is  dismissed 
as  the  order  is  not  enforceable  at  this  time. 


1251-24-S. 

1  EIITIONER — 419  West  -55th  Street  Realty  Corp., 
lessee. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 419-421  West  55th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  A.  R.  Perpall. 

For  Administration:  Inspector  Maher  of  fire 
department. 

£CT^N  OF  BOARD— Petition  granted  on  condition, 

CONDITIONS — As  specified  in  resolution 

THE  VOTE— 


Affirmative:  Chairman  Walsh,  Mess-rs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Superintendents  Brady  and  Moore  8 

Negative  .  0 

Absent:  Fire  Chief  Kenflon,  Deputy  Fire 
Commissioner  Hannon,  Superintendents 
Reville,  Kleinert  and  McDermott .  5 


THE  RESOLUTION: 


(1251-24-S) 

Whereas,  419  West  55th  Street  Realty  Corp.,  lessees, 
filed,  October  22,  1924,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  419-21  West  55th  street,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  65218- 
LD,  dated  September  27,  1924,  reads : 

“1.  Provide  approved  self-closing  fire  doors  at 
openings  leading  to  stairway  on  all  stories  opening 
outwardly  so  as  not  to  obstruct  the  stairway,  as  per 
Section  271  of  the  Labor  Law  and  Rule  507  and  505 
of  the  Industrial  Code,  amended  by  the  Board  of 
Standards  &  Appeals  April  3,  1923. 

“Wire  glass  in  doors  exceeds  720  square  inches  in 
area.” ; 

and 

Whereas,  the  building  is  fireproof,  six  stories  in  height, 
50  ft.  by  100  ft.  in  area.  OCCUPIED  as  follows :  Base¬ 
ment,  auto  storage,  5  persons ;  1st  fl.,  auto  tires,  5  per¬ 
sons  ;  2nd  fl.,  auto  repair,  6  persons ;  3rd  fl.,  auto  body 
building,  10  persons;  4th 'fl.,  auto  repair,  3  persons;  5th 
fl.,  auto  repair,  4  persons ;  6th  fl.,  auto  painting,  8  persons 
EXITS :  An  interior  fireproof  stairway  extending  from 
1st  story  to  roof ;  enclosed  in  fireproof  partitions  with  metal 
covered  wire  glass  panelled  doors  at  openings ;  a  fire  escape 
on  the  rear  of  the  building  extending  from  2nd  story  to 
roof.  ROOFS  of  adjoining  buildings  same  height;  and 

Whereas,  petitioner  contends  that  the  doors  comply  with 
the  labor  law  except  as  to  the  area  of  the  glass  therein, 
and  proposes  to  cover  the  wire  glass  with  sheet  iron  in 
such  a  manner  as  to  reduce  the  area  of  the  glass  to  the 
required  limit  of  720  square  inches. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  all  openings  shall  be  equipped  with  metal 
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pvered  doors  equipped  with  self-closing  device,  and  that 
le  area  of  wire  glass  in  each  door  shall  not  exceed  645 
q.  in.,  and  granted  so  long  as  the  present  use  and  oc- 
upancy  shall  remain  unchanged. 

278-24-S. 

PETITIONER— Sommerfeld  &  Steckler,  for  112  West 
38th  Street  Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 106-114  West  38th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  William  C.  Sommerfeld. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 
l'HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Fire  Chief  Kenlon,  Superintendents 

Brady  and  Moore  .  9 

Negative  . 0 

Absent:  Deputy  Fire  Commissioner  Hannon, 
Superintendents  Reville,  Kleinert  and 

McDermott  .  * 

THE  RESOLUTION: 

(1278-24-S) 

Whereas,  Sommerfeld  &  Steckler,  for  112  West  38th 
St.  Corp..  owner,  filed,  October  29,  1924,  a  petition,  with 

the  board  of  standards  and  appeals,  for  variation  from 

the  requirements  of  the  labor  law,  as  cited  in  a  decision 

>f  the  superintendent  of  buildings,  affecting  premises  106- 
114  West  38th  street,  Manhattan;  and  _  . 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
N.  B.  App  Ho.  478-1923,  dated  October  15,  1924,  reads: 
“15.  All  windows  in  the  building  should  be  ap¬ 
proved  fireproof  windows  conforming  with  the  require¬ 
ments  of  Section  264  Labor  Law  and  Rule  503  of  the 
Industrial  Code.’’ ; 
and 

Whereas,  the  building  is  fireproof,  twenty  stories  in 
height  100  ft.  by  98  ft.  in  area;  OCCUPIED  as  offices, 
showrooms  and  25  per  cent  manufacturing,  100  persons 
per  story;  EQUIPPED  with  a  sprinkler  system  and  also 

a  fire  alarm  signal  system;  and 
Whereas,  there  are  openings  in  the  front  of  the  build¬ 
ing  on  the  1st,  2nd  and  3rd  stories  glazed  with  %  in  thick 
plate  glass;  the  maximum  area  of  the  glass  in  the  1st 
story  being  16  ft.  6  in.  by  6  ft.  6  in.  in  area;  on  he 
2nd  story  5  ft.  2  in.  by  7  ft.  6  in.  in  area  and  on  the 
3rd  story  4  ft.  5  in.  by  7  ft.  6  in  in  area;  and 
Whereas,  petitioner  contends  that  to  comply  with  t  e 
provisions  of  the  labor  law  as  to  the  area  of E  the -  «s 

would  materially  affect  the  architectural  design  of  the 

building  and  also  the  use  intended  for  the  three  lowest 

^Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  t 
SS? law  and  that  the  petition  be  and  .t  hereby - parted 
only  so  far  as  it  affects  the  windows  on  the  street  iront 

with  in  all  other  respects. 

PETIT foNER-William  C.  Sommerfeld,  for  Abraham 

SUBJECT— Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings.  street 

PREMISES  AFFECTED  2542-7  West  36th  street. 

'Manhattan. 

APPEARANCES —  r  cmT.merfeld 

For  Petitioner:  William  C.  bommerteia. 


ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Fire  Chief  Kenlon,  Superintendents 

Brady  and  Moore  .  9 

Negative  .  0 

Absent:  Deputy  Fire  Commissioner  Hannon, 
Superintendents  Reville,  Kleinert  and 
McDermott  .  4 

THE  RESOLUTION: 

(1279-24-S) 

Whereas,  William  C.  Sommerfeld,  for  Abraham  Smith, 
owner,  filed,  October  29,  1924,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  a  decision  of  the  su¬ 
perintendent  of  buildings,  affecting  premises  25-27  West 

36th  street,  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
N.  B.  App.  No.  161-1924,  dated  October  15,  1924,  reads: 
“26.  All  windows  in  the  building  must  comply  with 
Section  264  of  Labor  Law.” ; 
and  . 

Whereas,  the  building  is  fireproof,  twelve  stories  in 

height,  37  ft.  6  in.  by  98  ft.  in  area ;  OCCUPIED  as 
offices,  showrooms  and  25  per  cent  manufacturing,  15  per¬ 
sons  per  story;  and  _  _ 

Whereas,  there  are  openings  in  the  front  of  the  build- 
ing  on  the  1st,  2nd  and  3rd  stories  glazed  with  in. 
plate  glass ;  the  maximum  area  of  the  glass  on  the  1st 
story  being  15  ft.  4  in.  by  7  ft.  3  in. ;  on  the  2nd  story 
6  ft.  2  in.  by  7  ft.  8  in. ;  and  on  the  3rd  story  6  rt.  3 
in.  by  7  ft.  8  in  in  area ;  and  .... 

Whereas,  petitioner  contends  that  to  comply  with  the 
labor  law  as  to  the  area  of  the  glass  would  materially 
affect  the  architectural  treatment  of  the  building  and  also 
the  use  intended  for  the  three  lowest  stories. 

Resolved  that  the  board  of  standards  and  appeals  doe* 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  windows  on  the  street  front 
of  the  three  (3)  lower  stories,  on  condition  that  all  open 
ings  shall  be '  equipped  with  approved  metal  francs  and 
sash  glazed  with  polished  plate  glass  not  less  tha  A  ■ 
in  thickness,  and  that  the  labor  law  shall  be  complied 
with  in  all  other  respects. 

1280-24-S. 

PETITIONER— William  C.  Sommerfeld,  for  Joseph  H. 

Schwartz,  owner.  ...  ,  •  •  „ 

SUBJECT— Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings.  .. 

PREMISES  AFFECTED— 7-9  West  36th  street.  Man¬ 
hattan. 

APPEARANCES— er;  william  C.  Sommerfeld. 

ACTION  OF  BOARD— Petition  granted  on  condition 
CONDITIONS — As  specified  in  resolution. 

THE  VO^^  Chairman  Walsh  Messrs.  Ken¬ 
nedy  Dowd,  Gunnison,  Holland,  LOu- 
nell,  Fire  Chief  Kenlon,  Superintendents 
Brady  and  Moore  . 

Negative  . . . T'T’ . 

Absent:  Deputy  Fire  Commissioner  Hannon 
Superintendents  Reville,  Kleinert  and 

McDermott  .  4 

THE  RESOLUTION: 

(1280-24-S) 

Wherfas  William  C.  Sommerfeld,  for  Joseph  H 
SchJarU  mvrer,  filed.  October  29.  1924.  a  petition.  with 
the  board  of  standards  and  appeals,  for  variation  from 
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the  requirements  of  the  labor  law,  as  cited  in  a  decision 
of  the  superintendent  of  buildings,  affecting  premises  7-9 
West  36th  street,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
dated  October  15,  1924,  N.  B.  App.  No.  147-1924,  reads: 

“1.  Exterior  openings  at  front  at  first,  second,  third 
floors  should  comply  with  Section  264  Labor  Law,  and 
Rule  503  Industrial  Code.” ; 

and 

Whereas,  the  buildirig  is  fireproof,  sixteen  stories  in 
height,  50  ft.  by  98  ft.  in  area;  OCCUPIED  as  offices, 
showrooms  and  25  per  cent  manufacturing,  50  persons  per 
story;  EQUIPPED  with  a  fire  alarm  signal  and  also  a 
sprinkler  system ;  and 

Whereas,  there  are  openings  in  the  front  of  the  build- 
ing  on  the  1st,  2nd  and  3rd  stories  glazed  with  *4  >n-  thick 
plate  glass ;  the  maximum  area  of  the  glass  on  the  1st 
story  being  11  ft.  by  9  ft.  3  in.;  on  the  2nd  story  8  ft. 
8  in.  by  6  ft.  11  in.  and  on  the  3rd  story  8  ft.  8  in.  by 
6  ft.  11  in.  in  area;  and 

Whereas,  petitioner  contends  that  to  comply  with  the 
provisions  of  the  labor  law  as  to  the  area  of  the  glass 
would  materially  affect  the  architectural  appearance  of 
the  building  and  also  the  use  intended  for  the  three  lowest 
stories. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  windows  on  the  street  front 
of  the  three  (3)  lower  stories,  on  condition  that  all  open¬ 
ings  shall  be  equipped  with  approved  metal  frames  and.  sash, 
glazed  with  polished  plate  glass  not  less  than  14  'n-  _'!1 
thickness,  and  that  the  labor  law  shall  be  complied  with 
in  all  other  respects. 


1363-24-S. 

PETITIONER — Samuel  Rosenblum,  for  J.  G.  &  A.  C. 
Stabile,  owners. 

SUBJECT — Variation  of  labor  law  as  cited  in  older  oi 
fire  commissioner. 

PREMISES  AFFECTED— 164  Mulberry  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Fire  Chief  Kenlon,  Superintendents 


Brady  and  Moore  .  9 

Negative  .  0 

Absent:  Deputy  Fire  Commissioner  Hannon, 
Superintendents  Reville,  Kleinert  and 
McDermott  .  4 

THE  RESOLUTION: 

(1363-24-S) 


Whereas,  Samuel  Rosenblum,  for  J.  G.  &  A.  C.  Stabile, 
owners,  filed,  November  18,  1924,  a  petition,  with  th<T  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  164  Mulberry  street,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
October  2,  1924,  reads : 

“1.  Remove  the  substandard  fire  escape  on  the  front 
of  building  or  reconstruct  in  accordance  with  Sec¬ 
tion  274  of  the  Labor  Law,  except  that  in  lieu  of 
a  counterbalaned  stair  a  drop  ladder  in  guides  from 
the  lowest  balcony  to  the  ground  may  be  provided. 
Fire  escape  shall  be  maintained  structurally  safe  and 


properly  painted.  No  sign  of  any  character  shall  be 
placed  at  openings  leading  to  this  fire  escape,  as  per 
rules  of  the  Board  of  Standards  &  Appeals  amended 
May  9th,  1924. 

“2.  Provide  safe  and  unobstructed  egress  from  the 
lower  termination  of  the  fire  escape  at  rear  of  build¬ 
ing  by  constructing  a  fireproof  passageway  with  an 
unobstructed  width  of  at  least  3  feet  throughout,  lead¬ 
ing  to  the  street,  adequately  lighted  at  all  times  during 
working  hours,  or  by  means  of  providing  access  to 
an  open  area  having  communication  with  the  street, 
as  per  Section  273  of  the  Labor  Law.” ; 
and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  100  ft.  in  area  at  the  1st  story  and  25 
ft.  by  82  ft.  in  area  above.  OCCUPIED  :  1st  story,  sort¬ 
ing  and  packing  paper  and  rags,  7  persons ;  upper  stories, 
manufacture  of  chairs,  18  persons  above  the  1st  story. 
EXITS :  An  interior  wooden  stairway  extending  from  1st 
story  to  top  story  with  iron  ladder  to  scuttle  in  roof ; 
enclosed  in  wooden  partitions  with  wooden  doors  at  open¬ 
ings  ;  a  substandard  fire  escape  on  the  front  of  the  build¬ 
ing  and  also  a  60  degree  regulation  fire  escape  on  the 
rear  of  the  building,  with  fireproof  windows  along  the 
course  thereof,  extending  from  top  story  to  the  fireproof 
roof  of  one-story  extension;  with  EGRESS  from  the  ter¬ 
mination  of  fire  escape  by  means  of  iron  stair  to  yard  of 
building  to  south;  thence  through  hallway  of  No.  194 
Grand  street  to  street.  ROOFS  of  adjoining  buildings: 
to  south,  one  story  lower ;  to  north,  same  level ;  and 

Whereas,  petitioner  contends  that  building  No.  194 
Grand  street,  affording  egress  from  termination  of  fire 
escape,  is  leased  by  owners  of  premises  in  question,  and 
in  re  to  substandard  fire  escape  on  front  of  building,  re¬ 
quests  that  same  be  accepted,  provided  that  it  be  made 
structurally  safe,  in  order  that  it  may  offer  some  facili¬ 
ties  to  the  fire  department  in  case  of  necessity. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law  and  that  the  petition  be  and  it  hereby  is  granted 
as  to  Item  No.  2  only  so  far  as  it  affects  egress  from 
the  termination  of  the  fire  escape  on  condition  that  a  bal¬ 
cony  shall  be  provided  at  roof  level  of  the  1st  story  ex 
tension,  with  a  60  degree  iron  stairs  to  the  adjoining  yard 
to  the  south,  with  egress  therefrom  direct  to  street  through 
public  hallway  of  No.  194  Grand  street;  granted  only 
so  long  as  conditions  otherwise  as  to  occupancy  and  use 
remain  substantially  unchanged ;  and  denied  as  to  Item 
No.  1. 


1430-24-S. 

PETITIONER — Samuel  Rosenblum,  for  Valksam 

Realty  Co.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 41M3  East  28th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum,  Joseph  H 
Samuels. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  _ 

Affirmative:  Chairman  Wailsh,  Messrs.  Ken¬ 
nedy.  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Fire  Chief  Kenlon,  Superintendents 


Brady  and  Moore  .  9 

Negative  .  0 

Absent:  Deputy  Fire  Commissioner  Hannon, 
Superintendents  Reville,  Kleinert  and 
McDermott  .  4 


MINUTES 


I  THE  RESOLUTION: 

(1430-24-S) 

Whereas,  Samuel  Rosenblum,  for  Valksam  Realty  Co., 
owner,  filed,  December  4,  1924,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
, commissioner,  affecting  premises  41-3  East  28th  street, 
Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  11,  1924,  reads: 

“No.  67768-LD: 

“1.  Cease  manufacturing  on  these  premises  for  the 
reason  that  said  premises  were  erected  after  October 
1st,  1913,  and  building  is  of  non-fireproof  construction 
and  does  not  conform  with  the  requirements  of  Sec¬ 
tion  270  of  the  Labor  Law.” ; 


of  the  floor  area ;  that  several  floors  have  been  leased 
for  this  purpose,  and,  in  view  of  the  existence  of  the  fire¬ 
proof  stairways  and  a  100  per  cent  sprinkler  system,  re¬ 
quests  that  the  existing  conditions  be  permitted  to  remain. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  public  corridor  on  each  story  shall 
be  subdivided  and  each  opening  therein  provided  with  self- 
closing  fireproof  doors,  opening  toward  the  front  of  the 
building;  and  that  the  existing  doors  to  the  manufacturing 
occupancies  shall  be  made  to  open  out ;  and  that  all  prem¬ 
ises  occupied  for  manufacturing,  upon  being  vacated,  shall 
be  restricted  to  an  approved  occupancy  and  the  entire  manu¬ 
facturing  occupancy  shall  be  discontinued  on  or  before  May 
1,  1927. 


I 


and 

Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height  41  ft.  by  98  ft.  in  area.  OCCUPIED:  1st  story, 
stores’  30  persons;  2nd  to  7th  stories,  offices,  showrooms 
and  light  manufacturing,  30  persons  per  story,  not  more 
than  25  per  cent  floor  area  used  for  manufacturing 
EQUIPPED  with  a  sprinkler  system.  RXlib:  two 
interior  fireproof  stairways  extending  from  1st  story  to 
roof  •  enclosed  in  fireproof  partitions  with  hre  doors  at 
openings;  ROOFS  of  adjoining  buildings  to  west  two  stories 
higher,  to  east  two  stories  lower;  and 

Whereas,  petitioner  contends  that  owner  of  premises 
•eceived  a  certificate  of  occupancy  from  the  bureau  of  build- 
ngs  permitting  manufacturing  not  to  exceed  25  per  cent 


APPLIANCE  SUBMITTED  FOR  APPROVAL 
1372-24-SA. 

PETITIONER — Adga  Engineering  Corp. 

SUBJECT— Approval  of  Adga  High  Pressure  Burner 

APPEARANCES— 

For  Petitioner:  Henry  Adams. 

For  Administration:  None. 

ACTION  OF  BOARD— Petition  placed  on  reserve  cal¬ 
endar  pending  report  of  committee  of  inspection 


Adjourned,  4:35  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


BOARD  OF  APPEALS 


> 
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♦CORRECTION 

The  minutes  of  the  meeting  of  th«  Bof 
field  on  January  20,  1925,  as  appeared  m  Bulletin  No.  4, 
Volume  X,  are  corrected  to  read  as  follows. 


11791-124- A. 

APPELLANT— Underwood  and  Underwood,  for  Bon- 
Teller  Co.,  lessee. 

SUBJECT _ Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 417  Fifth  avenue,  Manhat¬ 
tan. 


of  fire 


3PEARANCES — • 

For  Appellant:  Clarence  P.  Moses. 

For  Administration:  Inspector  Lynch 
department. 

3TION  OF  BOARD— Appeal  granted  on  condition. 
DNDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs  Ken¬ 
nedy',  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon .  " 

Negative  .  , 

Absent:  Mr.  Dowd  . 


Correction— IVord  “ Manhattan ”  to  be  inserted  in  line  4 


THE  RESOLUTION: 

(1179-24-A) 

Whereas,  Underwood  &  Underwood,  for  Bonwit  Teller 
&  Co.,  lessee,  filed,  September  29,  1924,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  417  Fifth  avenue,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  25463- 
LC,  dated  September  9,  1924,  reads : 

“1.  Provide  a  fireproof  vault,  constructed,  vented 
and  sprinklered  as  prescribed  by  Sec.  232,  Sub-divi¬ 
sion  3,  Chapter  10  of  Article  19  of  the  Code  of  Ordi¬ 
nances  for  the  storage  of  negative  and  raw  stock  of 
nitro-cellulosc  film.”; 

and 

Whereas,  the  building  is  fireproof,  ten  stories  in  height, 
95  ft.  by  180  ft.  in  area.  OCCUPIED:  1st  to  4th  stories, 
department  store;  5th  to  10th  stories,  tenant  factory;  11th 
story,  photographer ;  and 

Whereas,  appellant  proposes  to  entirely  substitute  as 
quickly  as  practicable  “safety  film”  instead  of  the  nitro¬ 
cellulose  base  film  now  in  use  and,  meanwhile,  requests 

permission  to  store  250  pounds  of  celluloid  base  film  in 

a  metal  fireproof  cabinet. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
ami  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  quantity  of  photographic 

film  stored  on  premises  shall  not  exceed  100  pounds,  main¬ 

tained  in  a  double-walled  metal  cabinet,  vented  to  the 
outer  air;  and  granted  for  a  temporary  period  not  exceeding 
six  months  from  the  date  of  this  action. 


) 
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CITY  OF  NEW  YORK 


BOARD  OF  ESTIMATE  AND  APPORTIONMENT 


Amended  Building  Zone  Resolution. 

(Adopted  October  3,  1924) 

A  Resolution  Regulating  and  Limiting  the  Height  and  Bulk 
of  Buildings  Hereafter  Erected  and  Regulating  and 
Determining  the  Area  of  Yards,  Courts  and  Other 
Open  Spaces,  and  Regulating  and  Restricting  the  Loca¬ 
tion  of  Trades  and  Industries  and  the  Location  of 
Buildings  Designed  for  Specified  Uses  and  Establishing 
the  Boundaries  of  Districts  for  the  Said  Purposes. 

Be  it  Resolved  by  'the  Board  of  Estimate  and  Appor¬ 
tionment  of  The  City  of  N eiv  York: 

Article  I — Definitions. 

§  1.  Definitions.  Certain  words  in  this  resolution  are 
defined  for  the  purposes  thereof  as  follows : 

(a)  Words  used  in  the  present  tense  include  the  future; 
the  singular  number  includes  the  plural  and  the  plural  the 
singular ;  the  word  “lot”  includes  the  word  “plot” ;  the 
word  “building”  includes  the  word  “structure.” 

(b)  The  “street  line”  is  the  dividing  line  between  the 
street  and  the  lot. 

(c)  The  “width  of  the  street”  is  the  mean  of  the  distances 
between  the  sides  thereof  within  a  block.  Where  a  street 
borders  a  public  place,  public  park  or  navigable  body  of 
water  the  width  of  the  street  is  the  mean  width  of  such 
street  plus  the  width,  measured  at  right  angles  to  the  street 
line,  of  such  public  place,  public  park  or  body  of  water. 

(d)  The  “curb  level,”  for  the  purpose  of  measuring  the 
height  of  any  portion  of  a  building,  is  the  mean  level  of  the 
curb  in  front  of  such  portion  of  the  building.  But  where 
a  building  is  on  a  corner  lot  the  curb  level  is  the  mean 
level  of  the  curb  on  the  street  of  greatest  width.  If  such 
greatest  width  occurs  on  more  than  one  street  the  curb 
level  is  the  mean  level  of  the  curb  on  that  street  of  greatest 
width  which  has  the  highest  curb  elevation.  The  “curb 
level”  for  the  purpose  of  regulating  and  determining  the 
area  of  yards,  courts  and  open  spaces  is  the  mean  level  of 
the  curb  at  that  front  of  the  building  where  there  is  the 
highest  curb  elevation.  Where  no  curb  elevation  has  been 
established  or  the  building  does  not  adjoin  the  street  the 
average  ground  level  of  the  lot  shall  be  considered  the  curb 
level. 

(e)  A  “street  wall”  of  a  building,  at  any  level,  is  the 
wall  or  part  of  the  building  nearest  to  the  street  line. 

(f)  The  “height  of  a  building”  is  the  vertical  distance 
measured  in  the  case  of  flat  roofs  from  the  curb  level  to 
the  highest  point  of  the  roof  beams  adjacent  to  the  street 
wall,  and  in  the  case  of  pitched  roofs  from  the  curb  level 
to  the  mean  height  level  of  the  gable.  Where  no  roof 
beams  exist  or  there  are  structures  wholly  or  partly  above 
the  roof  the  height  shall  be  measured  from  the  curb  level 
to  the  level  of  the  highest  point  of  the  building.  Where  a 
building  is  a  tenement  house  as  defined  in  the  Tenement 
House  Law  the  height  of  the  building  on  the  street  line 
shall  be  measured  as  prescribed  in  said  law  for  the  measure¬ 
ment  of  the  height  of  a  tenement  house  and  such  measure¬ 
ment  shall  be  from  the  curb  level  as  that  term  is  used  in 
said  law. 

(s)  The  “depth  of  a  lot”  is  the  mean  distance  from  the 
street  line  of  the  lot  to  its  rear  line  measured  in  the  gen¬ 
eral  direction  of  the  side  lines  of  the  lot. 

(h)  A  “rear  yard”  is  an  open  unoccupied  space  on  the 
same  lot  with  a  building  between  the  rear  line  of  the  build¬ 
ing  and  the  rear  line  of  the  lot. 

(i)  The  depth  of  a  rear  yard”  is  the  mean  distance 
between  the  rear  line  of  the  building  and  the  rear  line  of 
the  lot. 

(jl  Lots  or  portions  of  lots  shall  be  deemed  “back  to 
back”  when  they  are  on  opposite  sides  of  the  same  part  of 


a  rear  line  common  to  both  and  the  opposite  street  lines 
on  which  the  lots  front  are  parallel  with  each  other  or  make 
an  angle  with  each  other  of  not  over  45  degrees. 

(k)  A  “court”  is  an  open  unoccupied  space,  other  than 
a  rear  yard,  on  the  same  lot  with  a  building.  A  court  not 
extending  to  the  street  or  to  a  rear  yard  is  an  “inner 
court.”  A  court  extending  to  the  street  or  a  rear  yard 
is  an  “outer  court.”  A  court  on  the  lot  line  extending 
through  from  the  street  to  a  rear  yard  or  another  street 
is  a  “side  yard.” 

(l)  The  “height  of  a  yard  or  a  court”  at  any  given  level 
shall  be  measured  from  the  lowest  level  of  such  yard  or 
court  as  actually  constructed  or  from  the  curb  level,  if 
higher,  to  such  level.  The  highest  level  of  any  given  wall 
bounding  a  court  or  yard  shall  be  deemed  to  be  the  mean 
height  of  such  wall.  Where  a  building  is  a  tenement  house, 
as  defined  in  the  Tenement  House  Law,  the  height  of  a 
yard  or  a  court  shall  be  measured  as  prescribed  in  such 
law. 

(m)  The  “least  dimension”  of  a  yard  or  court  at  any 
level  is  the  least  of  the  horizontal  dimensions  of  such  yard 
or  court  at  such  level.  If  two  opposite  sides  of  a  yard 
or  court  are  not  parallel  the  horizontal  dimension  between 
them  shall  be  deemed  to  be  the  mean  distance  between  them. 

(n)  The  “length  of  an  outer  court”  at  any  given  point 
shall  be  measured  in  the  general  direction  of  the  side  lines 
of  such  court  from  the  end  opposite  the  end  opening  on 
a  street,  or  a  rear  yard,  to  such  point. 

Article  II — Use  Districts. 

§2.  Use  Districts.  For  the  purpose  of  regulating  and 
restricting  the  location  of  trades  and  industries  and  the 
location  of  buildings  designed  for  specified  uses,  the  City  of 
New  York  is  hereby  divided  into  three  classes  of  districts: 
(1)  residence  districts,  (2)  business  districts  and  (3)  un¬ 
restricted  districts  ;  as  shown  on  the  amended  use  district 
map  which  accompanies  this  resolution  and  is  hereby  de¬ 
clared  to  be  part  hereof.  The  use  districts  designated  on 
said  amended  map,  consisting  of  thirty-five  sheets  and  an 
index  sheet,  each  dated  July  1,  1924,  and  signed  by  the 
Chief  Engineer  of  the  Board  of  Estimate  and  Apportion¬ 
ment,  are  hereby  established.  The  amended  use  district  map 
designations  and  amended  map  designation  rules  which  ac¬ 
company  said  amended  use  district  map  are  hereby  declared 
to  be  part  thereof.  No  building  or  premises -shall  be  erected 
or  used  for  any  purpose  other  than  a  purpose  permitted  in 
the  use  district  in  which  such  building  or  premises  is  located. 

§  3.  Residence  Districts.  In  a  residence  district  no  build¬ 
ing  shall  be  erected  other  than  a  building,  with  its  usual 
accessories,  arranged,  intended  or  designed  exclusively  for 
one  or  more  of  the  following  specified  uses : 

(1)  Dwellings,  which  shall  include  dwellings  for  one  or 
more  families  and  boarding  houses  and  also  hotels  which 
have  thirty  or  more  sleeping  rooms. 

(2)  'Clubs,  excepting  clubs  the  chief  activity  of  which  is 
a  service  customarily  carried  on  as  a  business. 

(3)  Churches. 

f4)  Schools,  libraries  or  public  museums. 

(5)  Philanthropic  or  eleemosynary  uses  or  institutions, 
other  than  correctional  institutions. 

(6)  Hospitals  and  sanitariums. 

(7)  Railroad  passenger  stations. 

(8)  Farming,  truck  gardening,  nurseries  or  green  houses. 

In  a  residence  district  no  building  or  premises  shall  be 

used  for  any  use  other  than  a  use  above  specified  for  which 
buildings  may  be  erected  and  for  the  accessory  uses  cus¬ 
tomarily  incident  thereto.  The  term  accessory  use  shall  not 
include  a  business  nor  shall  it  include  any  building  or  use 
not.  located  on  the  same  lot  with  the  building  or  use  to 
which  it  is  accessory.  A  private  garage  for  more  than 
five  motor  vehicles  shall  not  be  deemed  an  accessory  use. 
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§  4.  Business  Districts,  (a)  In  a  business  district  no 
lilding  or  premises  shall  be  used,  and  no  building  shall 
:  erected  which  is  arranged,  intended  or  designed  to  be  used, 
ir  any  of  the  following  specified  trades,  industries  or  uses: 

(1)  Ammonia,  chlorine  or  bleaching  powder  manufacture. 

(2)  Asphalt  manufacture  or  refining. 

(3)  Assaying  (other  than  gold  or  silver). 

(4)  Blacksmithing  or  horseshoeing. 

(5)  Boiler  making. 

(6)  Brewing  or  distilling  of  liquors. 

(7)  Carpet  cleaning. 

(8)  Celluloid  manufacture. 

(9)  Crematory. 

(10)  Distillation  of  coal,  wood  or  bones. 

(11)  Dyeing  or  dry  cleaning. 

(12)  Electric  central  station  power  plant. 

(13)  Fat  rendering. 

(14)  Fertilizer  manufacture. 

(15)  Garage  for  more  than  five  motor  vehicles,  not  includ¬ 

ing  a  warehouse  where  motor  vehicles  are  received 
for  dead  storage  only,  and  not  including  a  sales¬ 
room  where  motor  vehicles  are  kept  for  sale  or 
for  demonstration  purposes  only. 

(16)  Gas  (illuminating  or  heating)  manufacture  or  stor¬ 

age. 

(17)  Glue,  size  and  gelatine  manufacture. 

(18)  Incineration  or  reduction  of  garbage,  offal,  dead  ani¬ 

mals  or  refuse. 

(19)  Iron,  steel,  brass  or  copper  works. 

(20)  Junk,  scrap  paper  or  rag  storage  or  baling. 

( 21)  Lamp  black  manufacture. 

(22)  Lime,  cement  or  plaster  of  paris  manufacture. 

(23)  Milk  bottling  and  distributing  station. 

(24)  Oil  cloth  or  linoleum  manufacture. 

(25)  Paint,  oil,  varnish  or  turpentine  manufacture. 

(26)  Petroleum  refining  or  storage. 

(27)  Printing  ink  manufacture. 

(28)  Raw  hides  or  skins — storage,  curing  or  tanning. 

(29)  Repair  shop  for  motor  vehicles. 

(30)  Rubber  manufacture  from  the  crude  material. 

(31)  Saw  or  planing  mill. 

(32)  Shoddy  manufacture  or  wool  scouring. 

(33)  Slaughtering  of  aniimals. 

(34)  Smelting. 

(35)  Soap  manufacture. 

(36)  Stable  for  more  than  five  horses. 

(37)  Starch,  glucose  or  dextrine  manufacture. 

(38)  Stock  yard. 

(39)  Stone  or  monumental  works. 

(40)  Sugar  refining. 

(41)  Sulphurous,  sulphuric,  nitric  or  hydrochloric  acid 

manufacture. 

(42)  Tallow,  grease  or  lard  manufacturing  or  refining. 

(43)  Tar  distillation  or  manufacture. 

(44)  Tar  roofing  or  tar  waterproofing  manufacture. 

(45)  Refrigerating  plants,  coal  yards  and  coal  pockets 

(b)  In  a  business  district  no  building  or  premises  shall 
le  used,  and  no  building  shall  be  erected,  which  is  arranged, 
ntended  or  designed  to  be  used  for  any  trade,  industry  or 
ise  that  is  noxious  or  offensive  by  reason  of  the  emission 
if  odor,  dust,  smoke,  gas  or  noise  but  car  barns  or  places 
if  amusement  shall  not  be  excluded. 

(c)  In  a  business  district  no  building  or  premises  shall 
ie  used,  and  no  building  shall  be  erected,  which  is  arranged, 

1  intended  or  designed  to  be  used  for  any  kind  of  manufac¬ 
turing,  except  that  any  kind  of  manufacturing  not  included 
within  the  prohibitions  of  paragraphs  a  and  b  of  this  sec¬ 
tion  may  be  carried  on  provided  not  more  than  25  per  cent. 
uof  the  total  floor  space  of  the  building  is  so  used,  but  space 
equal  to  the  area  of  the  lot  may  be  so  used  in  any  case,  al¬ 
though  in  excess  of  said  25  per  cent.  The  printing  of  a 


newspaper  shall  not  be  deemed  manufacturing.  No  use  per¬ 
mitted  in  a  residence  district  by  section  3  shall  be  excluded 
from  a  business  district. 

§  5.  Unrestricted  Districts.  The  term  “unrestricted  dis¬ 
trict”  is  used  to  designate  the  districts  for  which  no  regula¬ 
tions  or  restrictions  are  provided  by  this  article. 

§  6.  Existing  Buildings  and  Premises,  (a)  Any  use  ex¬ 
isting  in  any  building  or  premises  on  July  25,  1916,  and  not 
conforming  to  the  regulations  of  the  use  district  in  which  it 
is  maintained,  may  be  continued  therein.  No  then  existing 
building  designed,  arranged,  intended  or  devoted  to  a  use 
not  permitted  by  this  article  in  the  district  in  which  such 
use  is  located  shall  be  enlarged,  extended,  reconstructed  or 
structurally  altered  unless  such  use  is  changed  to  a  use  per¬ 
mitted  in  the  district  in  which  such  building  is  located. 
Such  building  may,  however,  be  reconstructed  or  structurally 
altered  to  an  extent  not  greater  than  50  per  cent,  of  the 
value  of  the  building,  exclusive  of  foundations,  provided 
that  no  use  in  such  building  is  changed  or  extended,  except 
as  authorized  in  paragraph  b  of  this  section,  and  provided, 
further,  that  no  use  included  fn  any  one  of  the  enumerated 
subdivisions  of  paragraph  a  of  section  4  is  changed  into  a 
use  included  in  any  other  enumerated  subdivision  of  para¬ 
graph  a  of  section  4  or  into  a  use  prohibited  by  paragraph 
b  of  section  4,  and  also  provided  that  no  use  prohibited 
by  paragraph  b  of  section  4  is  changed  into  another  use 
prohibited  by  paragraph  b  of  section  4  or  into  a  use  in¬ 
cluded  in  an  enumerated  subdivision  of  paragraph  a  of 
section  4. 

(b)  Any  use  existing  in  any  building  or  premises  on 
July  25,  1916,  and  not  conforming  to  the  regulations  of  the 
use  district  in  which  it  is  maintained  may  be  changed,  and 
such  use  may  be  extended  throughout  the  building,  provided 
that  in  either  case : 

(1)  No  structural  alterations  shall  be  made  in  the  build¬ 
ing,  except  as  authorized  by  paragraph  a  of  this  section,  and 

(2)  In  a  residence  district  no  portion  of  a  building  de¬ 
voted  to  a  use  included  in  subdivision  1  of  section  3  shall 
be  changed  to  any  use  prohibited  in  a  residence  district,  and 

(3)  In  a  residence  district  no  building  or  premises,  unless 
devoted  to  one  of  the  uses  that  is  by  section  4  prohibited  in 
a  business  district,  shall  be  changed  to  any  of  such  uses, 
and 

(4)  In  a  residence  or  business  district  no  building  or  part 
thereof  and  no  premises,  unless  devoted  to  one  of  the  uses 
that  is  by  paragraph  a  or  b  of  section  4  prohibited  in  a 
business  district,  shall  be  changed  to  any  of  such  uses. 

If  a  use  is  changed  as  authorized  in  this  section,  the  new 
use  may  thereafter  be  changed,  subject  to  the  limitations 
imposed  by  subdivisions  1,  2,  3  and  4  of  this  paragraph. 

§  7.  Use  District  Exccpti0"*.  The  Board  of  Appeals, 
created  by  chapter  503  of  the  laws  of  1916,  may,  in  appro¬ 
priate  cases,  after  public  notice  and  hearing,  and  subject  to 
appropriate  conditions  and  safeguards,  determine  and  vary 
the  application  of  the  use  district  regulations  herein  estab¬ 
lished  in  harmony  with  their  general  purpose  and  intent  as 
follows : 

(a)  Permit  the  extension  of  an  existing  building  and  the 
existing  use  thereof  upon  the  lot  occupied  by  such  building 
at  the  time  of  the  passage  of  this  resolution  or  permit  the 
erection  of  an  additional  building  upon  a  lot  occupied  at  the 
time  of  the  passage  of  this  resolution  by  a  commercial  or 
industrial  establishment  and  which  additional  building  is  a 
part  of  such  establishment ; 

(b)  Where  a  use  district  boundary  line  divides  a  lot  in  a 
single  ownership  at  the  time  of  the  passage  of  this  resolu¬ 
tion,  permit  a  use  authorized  on  either  portion  of  such  lot 
to  extend  to  the  entire  lot,  but  not  more  than  25  feet  beyond 
the  boundary  line  of  the  district  in  which  such  use  is  au¬ 
thorized  ; 

(c)  Permit  the  extension  of  an  existing  or  proposed 
building  into  a  more  restricted  district  under  such  condi¬ 
tions  as  will  safeguard  the  character  of  the  more  restricted 
district ; 
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(d)  Permit  in  a  residence  district  a  central  telephone  ex¬ 
change  or  any  building  or  use  in  keeping  with  the  uses  ex¬ 
pressly  enumerated  in  section  3  as  the  purposes  for  which 
buildings  or  premises  may  be  erected  or  used  in  a  residence 
district ; 

(e)  Permit  in  a  business  district  the  erection  or  extension 
of  a  garage  or  stable  in  any  portion  of  a  street  between  two 
intersecting  streets  in  which  portion  there  exists  a  garage 
for  more  than  five  motor  vehicles  or  a  stable  for  more  than 
five  horses  which  existed  on  July  25,  1916. 

(f)  Grant  in  undeveloped  sections  of  the  city  temporary 
and  conditional  permits  for  not  more  than  two  years  for 
structures  and  uses  in  contravention  of  the  requirements  of 
this  article. 

(g)  Permit  in  a  business  or  residence  district  the  erection 
of  a  garage  provided  the  petitioner  files  the  consents  duly 
acknowledged  of  the  owners  of  80  per  cent,  of  the  frontage 
deemed  by  the  Board  to  be  immediately  affected  by  the 
proposed  garage.  Such  permit  shall  specify  the  maximum 
size  or  capacity  of  the  garage  and  shall  impose  appropriate 
conditions  and  safeguards  upon  the  construction  and  use  of 
the  garage. 

Article  III — Height  Districts. 

§  8.  Height  Districts.  For  the  purpose  of  regulating  and 
limiting  the  height  and  bulk  of  buildings  hereafter  erected, 
the  City  of  New  York  is  hereby  divided  into  eight  classes 
of  districts:  (a)  one-quarter  times  districts;  (b)  one- 
half  times  districts;  (c)  three-quarter  times  districts;  (d) 
one  times  districts;  (e)  one  and  one-quarter  times  districts; 
(f)  one  and  one-half  times  districts;  (g)  two  times  dis¬ 
tricts;  (h)  two  and  one-half  times  districts;  as  shown  on 
the  amended  height  district  map  which  accompanies  this 
resolution  and  is  hereby  declared  to  be  part  hereof.  The 
height  districts  designated  on  said  amended  map,  consisting 
of  thirty-five  sheets  and  an  index  sheet,  each  dated  July  1, 
1924,  and  signed  by  the  Chief  Engineer  of  the  Board  of  Esti¬ 
mate  and  Apportionment,  are  hereby  established.  The 
amended  height  district  map  designations  and  amended  map 
designation  rules  which  accompany  said  amended  height  dis¬ 
trict  map  are  hereby  declared  to  be  part  thereof.  No  build¬ 
ing  or  part  of  a  building  shall  be  erected  except  in  con¬ 
formity  with  the  regulations  herein  prescribed  for  the  height 
district  in  which  such  building  is  located. 

(a)  In  a  one-quarter  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  one-quarter  times  the  width 
of  the  st’eet,  but  for  each  two  feet  that  the  building  or  a 
portion  of  it  sets  back  from  the  street  line  one  foot  shall 
be  added  to  the  height  limit  of  such  building  or  such  por- 
lion  thereof. 

(b)  In  a  one-half  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  one-half  times  the  width  of 
the  street,  but  for  each  one  foot  that  the  building  or  a  -por¬ 
tion  of  it  sets  back  from  the  street  line  one  foot  shall  be 
added  to  the  height  limit  of  such  building  or  such  portion 
thereof. 

(c)  In  a  three-quarter  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  three-quarter  times  the 
width  of  the  street,  but  for  each  one  foot  that  the  building 
or  a  portion  of  it  sets  back  from  the  street  line  one  foot 
shall  be  added  to  the  height  limit  of  such  building  or  such 
portion  thereof. 

(d)  In  a  one  times  district  no  building  shall  be  erected 
to  a  height  in  excess  of  the  width  of  the  street,  but  for  each 
one  foot  that  the  building  or  a  portion  of  it  sets  back  from 
the  street  line  two  feet  shall  be  added. to  the  height  limit  of 
such  building  or  such  portion  thereof. 

(e)  In  a  one  and  one-quarter  times  district  no  building 
shall  be  erected  to  a  height  in  excess  of  one  and  one-quarter 
times  the  width  of  the  street,  but  for  each  foot  that  the 


builidng  or  a  portion  of  it  sets  back  from  the  street  line 
two  and  one-half  feet  shall  be  added  to  the  height  limit  of 
such  building  or  such  portion  thereof. 

(f)  In  a  one  and  one-half  times  district  no  building  shall 
be  erected  to  a  height  in  excess  of  one  and  one-half  times 
the  width  of  the  street,  but  for  each  one  foot  that  the  build¬ 
ing  or  a  portion  of  it  sets  back  from  the  street  line  three  feet 
shall  be  added  to  the  height  limit  of  such  building  or  such 
portion  thereof. 

(g)  In  a  two  times  district  no  building  shall  be  erected  to 
a  height  in  excess  of  twice  the  width  of  the  street,  but  for 
each  one  foot  that  the  building  or  a  portion  of  it  sets  back 
from  the  street  line  four  feet  shall  be  added  to  the  height 
limit  of  such  building  or  such  portion  thereof. 

(h)  In  a  two  and  one-half  times  district  no  building  shall 
be  erected  to  a  height  in  excess  of  two  and  one-half  times 
the  width  of  the  street,  but  for  each  one  foot  that  the  build¬ 
ing  or  a  portion  of  it  sets  back  from  the  street  line  five  feet 
shall  be  added  to  the  height  limit  of  such  building  or  such 
portion  thereof. 

§  9.  Height  District  Exceptions,  (a)  On  streets  less  than 
50  feet  in  width  the  same  height  regulations  shall  be  applied 
as  on  streets  50  feet  in  width  and,  except  for  the  purposes 
of  paragraph  d  of  this  section,  on  streets  more  than  100 
feet  in  width  the  same  height  regulations  shall  be  applied  as 
on  streets  100  feet  in  width. 

(b)  -Along  a  narrower  street  near  its  intersection  with  a 
wider  street,  any  building  or  any  part  of  any  building  front¬ 
ing  on  the  narrower  street  within  100  feet,  measured  at  right 
angles  to  the  side  of  the  wider  street,  shall  be  governed  by 
the  height  regulations  provided  for  the  wider  streets.  A 
corner  building  on  such  intersecting  streets  shall  be  gov¬ 
erned  by  the  height  regulations  provided  for  the  wider  street 
for  150  feet  from  the  side  of  such  wider  street,  measured 
along  such  narrower  street. 

(c)  Above  the  height  limit  at  any  level  for  any  part  of  a 
building  a  dormer,  elevator  bulkhead  or  other  structure  may 
be  erected  provided  its  frontage  length  on  any  given  street 
be  not  greater  than  60  per  cent,  of  the  length  of  such  street 
frontage  of  such  part  of  the  building.  Such  frontage  length 
of  such  structure  at  any  given  level  shall  be  decreased  by 
an  amount  equal  to  one  per  cent,  of  such  street  frontage  of 
such  part  of  the  building  for  every  foot  such  level  is  above 
such  height  limit.  If  there  are  more  than  one  such  structure, 
their  aggregate  frontage  shall  not  exceed  the  frontage  length 
above  permitted  at  any  given  level. 

(d)  If  the  area  of  the  building  is  reduced  so  that  above 
given  level  it  covers  in  the  aggregate  not  more  than  25  per 
cent,  of  the  area  of  the  lot,  the  building  above  such  level 
shall  be  excepted  from,  the  foregoing  provisions  of  this  arti¬ 
cle.  Such  portion  of  the  building  may  be  erected  to  any 
height,  provided  that  the  distance  which  it  sets  back  from 
the  street  line  on  each  street  on  which  it  faces,  plus  half  of 
the  width  of  the  street,  equals  at  least  75  feet.  But  for  each 
one  per  cent,  of  the  width  of  the  lot  on  the  street  line  that 
such  street  wall  is  less  in  length  than  such  width  of  the  lot, 
such  wall  may  be  erected  four  inches  nearer  to  the  street 
line. 

(e)  When  at  the  time  plans  are  filed  for  the  erection  of 
a  building  there  are  buildings  in  excess  of  the  height  limits 
herein  provided  within  50  feet  of  either  end  of  the  street 
frontage  of  the  proposed  building  or  directly  opposite  such 
building  across  the  street,  the  height  to  which  the  street  wall 
of  the  proposed  building  may  rise  shall  be  increased  by  an 
amount  not  greater  than  the  average  excess  height  of  the 
walls  on  the  street  line  within  50  feet  of  either  end  of  the 
street  frontage  of  the  proposed  building  and  at  right  angles 
to  the  street  frontage  of  the  proposed  building  on  the  oppo¬ 
site  side  of  the  street.  The  average  amount  of  such  excess 
height  shall  be  computed  by  adding  together  the  excess 
heights  above  the  prescribed  height  limit  for  the  street  front¬ 
age  in  question  of  all  of  the  walls  on  the  street  line  of  the 
buildings  and  parts  of  buildings  within  the  above  defined 
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[frontage  and  dividing  the  sum  by  the  total  number  of  build¬ 
ings  and  vacant  plots  within  such  frontage. 

(f)  Nothing  in  this  article  shall  prevent  the  projection  of 

(a  cornice  beyond  the  street  wall  to  an  extent  not  exceeding 
five  per  cent,  of  the  width  of  the  street  nor  more  than  five 
feet  in  any  case.  Nothing  in  this  article  shall  prevent  the 
erection  above  the  height  limit  of  a  parapet  wall,  or  cornice 
solely  for  ornament  and  without  windows  extending  above 
such  height  limit  not  more  than  five  per  cent,  of  such  height 
limit,  but  such  parapet  wall  or  cornice  may  in  any  case  be  at 
least  five  and  one-half  feet  high  above  such  height  limit. 

(g)  The  provisions  of  this  article  shall  not  apply  to  the 
erection  of  church  spires,  belfries,  chimneys,  flues  or  gas 
holders. 

(h)  Where  not  more  than  50  feet  of  a  street  frontage 
would  otherwise  be  subjected  to  a  height  limit  lower  than 
that  allowed  immediately  beyond  both  ends  of  such  frontage, 
the  height  limit  on  such  frontage  shall  be  equal  to  the  lesser 
of  such  greater  height  limits. 

(i)  If  an  additional  story  or  stories  are  added  to  a  build- 
[  ing  existing  at  the  time  of  the  passage  of  this  resolution, 
the  existing  walls  of  which  are  in  excess  of  the  height  limits 
fj  prescribed  in  this  article,  the  height  limits  for  such  addi- 
!  tional  story  or  stories  shall  be  computed  from  the  top  of 
•the  existing  walls  as  though  the  latter  were  not  in  excess 
!-  of  the  prescribed  height  limits  and  the  carrying  up  of  exist¬ 
ing  elevator  and  stair  enclosures  shall  be  exempted  from  the 
provisions  of  this  article. 

Article  IV — Area  Districts. 

§40.  Area  Districts.  For  the  purpose  of  regulating  and 
determining  the  area  of  yafds,  courts  and  other  open  spaces 
for  buildings  hereafter  erected,  the  City  of  New  York  is 
|  hereby  divided  into  six  classes  of  area  districts :  A,  B,  C,  D, 

k  E  and  F;  as  shown  on  the  amended  area  district  map  which 

accompanies  this  resolution  and  is  hereby  declared  to  be  part 
hereof.  The  area  districts  designated  on  said  amended  map, 

|  consisting  of  thirty-five  sheets  and  an  index  sheet,  each 
dated  July  1,  1924,  and  signed  by  the  Chief  Engineer  of  the 
Board  of  Estimate  and  Apportionment,  are  hereby  estab¬ 
lished.  The  amended  area  district  map  designations  and 
amended  map  designation  rules  which  accompany  said 
amended  area  district  map  are  hereby  declared  to  be  a  part 
i  thereof.  No  building  or  part  of  a  building  shall  be  erected 
except  in  conformity  with  the  regulations  herein  prescribed 
for  the  area  district  in  which  such  building  is  located.  Un¬ 
less  otherwise  expressly  provided  the  term  rear  yard,  side 
yard,  outer  court  or  inner  court  when  used  in  this  article 
shall  be  deemed  to  refer  only  to  a  rear  yard,  side  yard,  outer 
1  court  or  inner  court  required  by  this  article.  No  lot  area 
shall  be  so  reduced  or  diminished  that  the  yards,  courts  or 
,  open  spaces  shall  be  smaller  than  prescribed  in  this  article. 

§  ii.  A  Districts.  In  an  A  district  a  court  at  any  given 

j  height  shall  be  at  least  one  inch  in  least  dimension  for  each 

one  foot  of  such  height. 

§  12.  B  District.  In  a  B  district  a  rear  yard  at  any  given 

'i  height  shall  be  at  least  two  inches  in  least  dimension  for 

each  one  foot  of  such  height.  The  depth  of  a  rear  yard  at 
its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth  of 
the  lot,  but  need  not  exceed  10  feet  at  such  level.  An  outer 
court  or  a  side  yard  at  any  given  height  shall  be  at  least  one 
inch  in  least  dimension  for  each  one  foot  of  such  height. 
An  outer  court  at  any  given  point  shall  be  at  least  one  and 
one-half  inches  in  least  dimension  for  each  one  foot  of 
length.  But  for  each  one  foot  that  an  outer  court  at  any 
given  height  would,  under  the  above  rules,  be  wider  in  its 
least  dimension  for  such  height  than  the  minimum  required 
by  its  length,  one  inch  shall  be  deducted  from  the  required 
least  dimension  for  such  height  for  each  24  feet  ot  such 
height  A  side  yard  for  its  length  within  50  teet  of  the 
street  may  for  the  purposes  of  the  above  rule  be  considered 

an  outer  court.  .  .  ,  . 

§  13  C  Districts,  (a)  In  a  C  district  a  rear  yard  at  any 
given  height  shall  be  at  least  three  inches  in  least  dimension 


for  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  10  feet  at  such  level.  An 
outer  court  or  a  side  yard  at  any  given  height  shall  be  at 
least  one  and  one-half  inches  in  least  dimension  for  each 
one  foot  of  such  height.  An  outer  court  at  any  given  point 
shall  be  at  least  one  and  one-half  inches  in  least  dimension 
for  each  one  foot  of  length.  On  a  lot  not  more  than  30 
feet  in  mean  width  an  outer  court  or  a  side  yard  at  any  given 
height  shall  be  not  less  than  one  inch  in  least  dimension  for 
each  one  foot  of  such  height,  and  an  inner  court  at  any  given 
height  shall  be  either  (l)  not  less  than  two  inches  in  least 
dimension  for  each  one  foot  of  such  height  or  (2)  it  shall 
be  of  an  equivalent  area  as  hereinafter  specified  in  paragraph 
c  of  section  18. 

(b)  If  the  owner  or  owners  of  any  part  of  a  C  district 
set  aside  perpetually  for  the  joint  recreational  use  of  the  resi¬ 
dents  of  such  part  designated  by  them,  an  area  at  least  equal 
to  10  per  cent,  of  the  area  of  such  part  in  addition  to  all 
yard  and  court  requirements  for  a  B  district,  such  part  shall 
be  subject  to  the  regulations  herein  prescribed  for  a  B  dis¬ 
trict.  Such  joint  recreational  space  shall  be  composed  of 
one  or  more  tracts,  each  of  which  shall  be  at  least  40  feet  in 
least  dimension  and  5,000  square  feet  in  area  and  shall  be 
approved  by  the  Board  of  Appeals  as  suitable  for  the  joint 
recreational  use  of  such  residents. 

§  14.  D  Districts,  (a)  In  a  D  district  a  rear  yard  at  any 
given  height  shall  be  at  least  four  inches  in  least  dimension 
for  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  10  feet  at  such  level.  If  a 
building  in  a  D  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  20  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  20  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  10  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level,  there  may 
be  substituted  one  foot  of  depth  of  unoccupied  space  across 
the  whole  width  of  the  front'  of  the  lot  at  the  curb  level 
between  the  street  line  and  the  street  wall  of  the  building. 

(b)  In  a  D  district  an  outer  court  or  a  side  yard  at  any 
given  height  shall  be  at  least  two  inches  in  least  dimension 
for  each  one  foot  of  such  height.  An  outer  court  at  any 
given  point  shall  be  at  least  two  inches  in  least  dimension 
for  each  one  foot  of  length.  On  a  lot  not  more  than  30  feet 
in  mean  width  an  outer  court  or  a  side  yard  at  any  given 
height  shall  be  not  less  than  one  and  one-half  inches  in 
least  dimension  for  each  one  foot  of  such  height.  On  such 
lot  an  outer  court  at  any  given  point  shall  be  not  less  than 
one  and  one-half  inches  in  least  dimension  for  each  one  foot 
of  length.  On  such  lot  an  inner  court  at  any  given  height 
shall  be  either  (1)  not  less  than  three  inches  in  least  dimen¬ 
sion  for  each  one  foot  of  such  height  or  (2)  it  shall  be  of 
an  equivalent  area  as  specified  in  paragraph  c  of  section  18. 

(c)  In  a  D  district  no  building  located  within  a  residence 
district  as  designated  on  the  amended  use  district  map  shall 
occupy  at  the  curb  level  more  than  60  per  cent,  of  the  area 
of  the  lot,  if  an  interior  lot,  or  80  per  cent,  if  a  corner  lot. 
In  computing  such  percentage  any  part  of  the  area  of  any 
corner  lot  in  excess  of  8,000  square  feet  shall  be  considered 
an  interior  lot. 

(d)  If  the  owner  or  owners  of  any  part  of  a  D  district 
set  aside  perpetually  for  the  joint  recreational  use  of  the 
residents  of  such  part  designated  by  them,  an  area  at  least 
equal  to  10  per  cent,  of  the  area  of  such  part  in  addition  to 
all  yard  and  court  requirements  for  a  C  district,  such  part 
shall  be  subject  to  the  regulations  herein  prescribed  for  a  C 
district.  Such  joint  recreational  space  shall  be  composed  of 
one  or  more  tracts,  each  of  which  shall  be  at  least  40  feet 
in  least  dimension  and  5,000  square  feet  in  area  and  shall  be 
approved  by  the  Board  of  Appeals  as  suitable  for  the  joint 
rereatio'’?1  use  of  such  residents. 
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§  15.  E  Districts,  (a)  In  an  E  district  a  rear  yard  at  any 
given  height  shall  be  at  least  five  inches  in  least  dimension 
for  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  15  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  15  feet  at  such  level.  If  a 
building  in  an  E  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  25  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  25  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  10  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level,  there  may  be 
substituted  one  foot  of  depth  of  unoccupied  space  across  the 
whole  width  of  the  front  of  the  lot  at  the  curb  level  between 
the  street  line  and  the  street  wall  of  the  building.  In  an  E 
district  on  at  least  one  side  of  every  building  located  within 
a  residence  district  there  shall  be  a  side  yard  along  the  side 
lot  line  for  the  full  depth  of  the  lot  or  back  to  the  rear 
yard. 

(b)  In  an  E  district  an  outer  court  or  side  yard  at  any 
given  height  shall  be  at  least  two  and  one-half  inches  in 
least  dimension  for  each  one  foot  of  such  height.  On  a  lot 
not  more  than  50  feet  in  mean  width  an  outer  court  or  a  side 
yard  at  any  given  height  shall  be  at  least  two  inches  in 
least  dimension  for  each  one  foot  of  such  height.  An  outer 
court  at  any  given  point  shall  be  at  least  two  and  one-half 
inches  in  least  dimension  for  each  one  foot  of  length. 

(c)  In  an  E  district  no  building  located  within  a  residence 
district  as  designated  on  the  amended  use  district  map  shall 
occupy  at  the  curb  level  more  than  50  per  cent,  of  the  area 
of  the  lot,  if  an  interior  lot,  or  70  per  cent,  if  a  corner  lot, 
and  above  a  level  18  feet  above  the  curb  no>  building  shall 
occupy  more  than  30  per  cent,  of  the  area  of  the  lot,  if  an 
interior  lot,  or  40  per  cent,  if  a  corner  lot.  In  computing 
such  percentage  any  part  of  the  area  of  any  corner  lot  in 
excess  of  8,000  square  feet  shall  be  considered  an  interior 

lot-  _  _  _  I  i  hi  \fi 

(d)  In  an  E  district  no  portion  of  any  building  shall  be 
erected  nearer  than  10  feet  to  the  line  of  any  street  as  laid 
out  upon  the  City  map. 

§  16.  F  Districts,  (a)  In  an  F  district  no  portion  of  any 
building  shall  be  erected  nearer  than  15  feet  to  the  building 
line  of  any  street. 

(b)  In  an  F  district  a  rear  yard  at  any  given  height  shall 
be  at  least  six  inches  in  least  dimension  for  each  one  foot 
of  such  height.  The  depth  of  a  rear  yard  at  its  lowest  level 
shall  be  at  least  20  per  cent,  of  the  depth  of  the  lot,  but 
need  not  exceed  20  feet  at  such  level.  Excepting  that  if  a 
building  in  an  F  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  30  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  30  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  15  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level  there  may  be 
substituted  one  foot  of  additional  depth  of  unoccupied  space 
to  that  hereinbefore  provided  across  the  whole  width  of  the 
front  of  the  lot  at  the  curb  level  between  the  street  line  and 
the  street  wall  of  the  building.  In  an  F  district,  on  both 
sides  of  every  dwelling  there  shall  be  a  side  yard  along  the 
side  lot  line  for  the  full  depth  of  the  lot  or  back  to  the  rear 
yard.  For  every  residential  building  located  in  a  residence 
district  both  sides  of  such  building  shall  be  capable  of  being 
afforded  direct  light,  air  and  access  upon  such  side  yards,  for 
its  entire  length. 

(c)  In  an  F  district  an  outer  court  or  side  yard  at  any 
given  height  shall  be  at  least  three  inches  in  least  dimension 
for  each  one  foot  of  such  height,  excepting  that  on  a  lot 
not  more  than  50  feet  in  mean  width  an  outer  court  or  a 
side  yard  at  any  given  height  shall  be  at  least  two  and  one- 
half  inches  in  least  dimension  for  each  one  foot  of  such 
height.  An  outer  court  at  any  given  point  shall  be  at  least 
three  inches  in  least  dimension  for  each  one  foot  of  length. 

(d)  In  an  F  district  no  building  shall  occupy  at  the  curb 
level  more  than  35  per  cent,  of  the  area  of  the  lot,  if  an 


interior  lot,  or  50  per  cent,  if  a  corner  lot,  and  above  a  level 
18  feet  above  the  curb  no  building  shall  occupy  more  than  25 
per  cent,  of  the  area  of  the  lot,  if  an  interior  lot,  or  30  per 
cent,  if  a  corner  lot,  exclusive  in  each  case  of  garages.  In 
computing  such  percentage  any  part  of  the  area  of  any  cor¬ 
ner  lot  in  excess  of  6,000  square  feet  shall  be  considered  an 
interior  lot. 

§  17.  Rear  Yards,  (a)  Except  in  A  districts,  for  lots  or 
portions  of  lots  that  are  back  to  back  there  shall  be  rear 

yards  extending  along  the  rear  lot  lines  of  such  lots  or  por¬ 

tions  of  lots  wherever  they  are  more  than  55  feet  back  from 
the  nearest  street.  Such  rear  yard  shall  be  at  least  of  the 
area  and  dimensions  herein  prescribed  for  the  area  district 
in  which  it  is  located  at  every  point  along  such  rear  lot  line. 
Within  55  feet  of  the  nearest  street  no  rear  yards  shall  be 
required,  except  in  F  area  districts.  No  rear  yard  shall  be 
required  on  any  corner  lot  nor,  excepting  in  an  F  area  dis¬ 
trict,  on  the  portion  of  any  lot  that  is  back  to  back  with  a 

corner  lot. 

(b)  Where  a  building  is  not  within  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  lowest  level 
of  a  rear  yard  shall  not  be  above  the  sill  level  of  the  second 
story  windows,  nor  in  any  case  more  than  23  feet  above  the 
curb  level.  Where  a  building  is  within  a  residence  district 
the  lowest  level  of  a  rear  yard  shall  not  be  above  the  curb 
level,  except  that  not  more  than  40  per  cent,  of  the  area  of 
the  yard  may  be  occupied  by  the  building  up  to  a  level  18 
feet  above  the  curb  level.  In  the  case  of  a  church,  whether 
within  or  without  a  residence  district,  such  40  per  cent,  may 
be  occupied  up  to  a  level  of  30  feet  above  the  curb  level. 

(c)  Chimneys  or  flues  may  b£  erected  within  a  rear  yard 
provided  they  do  not  exceed  five  square  feet  in  area  in  the 
aggregate  and  do  not  obstruct  ventilation. 

(d)  Except  in  A  districts,  where  a  building  on  an  interior 
lot  between  lots  for  which  rear  yards  are  required  runs 
through  the  block  from  street  to  street  or  to  within  55  feet 
of  another  street,  there  shall  be  on  each  side  lot  line  above 
the  sill  level  of  the  second  story  windows  and  in  any  case 
above  a  level  23  feet  above  the  curb  level  a  court  of  at  least 
equivalent  area  at  any  given  height  to  that  required  for  an 
inner  court  at  such  height  and  having  a  least  dimension  not 
less  than  that  required  for  an  outer  court  at  the  same  height. 

(e)  When  a  proposed  building  is  on  a  lot  which  is  back 
to  back  with  a  lot  or  lots  on  which  there  is  a  building  or 
buildings  having  rear  yards  less  in  depth  than  would  be  re¬ 
quired  under  this  article,  the  depth  of  the  rear  yard  of  the 
proposed  building  shall  not  be  required  to  be  greater  at  any 
given  level  than  the  average  depth  of  the  rear  yards  directly 
back  to  back  with  it  at  such  level,  but  in  no  case  shall  the 
depth  of  such  rear  yard  be  less  at  any  height  than  the  least 
dimension  prescribed  for  an  outer  court  at  such  height. 

§  18.  Courts,  (a)  If  a  room  in  which  persons  live,  sleep, 
work  or  congregate  receives  its  light  and  air  in  whole  or  in 
part  directly  from  an  open  space  on  the  same  lot  with  the 
building,  there  shall  be  at  least  one  inner  court,  outer  court, 
side  yard  or  rear  yard  upon  which  a  window  or  ventilating 
skylight  opens  from  such  room.  Such  inner  court,  outer 
court  or  side  yard  shall  be  at  least  of  the  area  and  dimen¬ 
sions  herein  prescribed  for  the  area  district  in  which  it  is 
located.  Such  rear  yard  shall  be  at  least  of  the  area  and 
dimensions  herein  prescribed  for  an  inner  court  in  the  area 
district  in  which  it  is  located.  In  an  A  district,  such  inner 
court,  outer  court,  side  yard  or  rear  yard  shall  be  at  least  of 
the  area  and  dimensions  herein  prescribed  for  a  court  in  such 
district.  The  unoccupied  space  within  the  lot  in  front  of 
every  part  of  such  window  shall  be  not  less  than  three  feet, 
measured  at  right  angles  thereto.  Courts,  yards  and  other 
open  spaces,  if  provided  in  addition  to  those  required  by  this 
section,  need  not  be  of  the  area  and  dimensions  herein  pre¬ 
scribed.  The  provisions  of  this  section  shall  not  be  deemed 
to  apply  to  courts  or  shafts  for  bathrooms,  ‘ oilet  compart¬ 
ments,  hallwavs  or  stairways. 
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(b)  The  least  dimension  of  an  outer  court,  inner  court  or 
side  yard  at  its  lowest  level  shall  be  not  less  than  four  feet, 
subject  to  the  following  exceptions : 

(1)  Where  the  walls  bounding  a  side  yard  within  the  lot 
are  more  than  25  feet  in  mean  height  and  not  more  than  40 
feet  in  length  such  least  dimension  may  be  not  less  than 
three  feet. 

(2)  In  an  E  district  such  least  dimension  shall  be  four 

feet. 

(3)  In  an  F  district  such  least  dimension  shall  be  five  feet. 

(4)  Where  any  outer  court  opens  on  a  street  such  street 
may  be  considered  as  part  of  such  court. 

(c)  The  least  dimension  of  an  inner  court  at  any  given 
height  shall  be  not  less  than  that  which  would  be  required  in 
inches  for  each  one  foot  of  height  for  a  rear  yard  of  the 
same  height,  except  that  an  inner  court  of  equivalent  area 
may  be  substituted  for  said  court,  provided  that  for  such 
area  its  least  dimension  be  not  less  than  one-half  of  its 
greatest  dimension.  If  an  inner  court  is  connected  with  a 
street  by  a  side  yard,  for  each  one  foot  that  such  side  yard 
is  less  than  65  feet  in  depth  from  the  street,  one  square  foot 
may  be  deducted  from  the  required  area  of  the  inner  court 
for  each  15  feet  of  height  of  such  court.  If  the  lot  is  not 
required  under  this  resolution  to  have  a  rear  yard,  an  outei 
court,  not  opening  on  a  street,  shall  open  at  any  level  on  an 
inner  court  on  the  rear  line  of  the  lot  and  such  inner  court 
shall  be  deemed  a  rear  yard  in  such  case. 

§  19.  Area  District  Exceptions,  (a)  The  area  required  in 
a  court  or  yard  at  any  given  level  shall  be  open  from  such 
level  to  the  sky  unobstructed,  except  for  the  ordinary  pro¬ 
jections  of  skylights  and  parapets  above  the  bottom  of  such 
court  or  yard,  and  except  for  the  ordinary  projections  of 
window  sills,  belt  courses,  cornices  and  other  ornamental 
features  to  the  extent  of  not  more  than  four  inches.  How¬ 
ever,  where  a  side  yard  or  an  outer  court  opens  on  a  street 
a  cornice  may  project  not  over  five  feet  into  such  side  yard 
or  outer  court  within  five  feet  of  the  street  wall  of  the  build¬ 
ing  And  provided  that  in  an  E  district  a  one- family  resi¬ 
dence,  detached  on  all  sides  and  having  on  one  side  a  side 
yard  of  a  clear  and  unobstructed  width  of  not  less  than  five 
feet,  may  have  a  cornice  or  eave  projecting  not  more  than 
2  feet  6  inches  into  a  side  yard  on  the  opposite  side,  with 
the  further  provision  that  in  an  1-  district  such  cornice  or 
eave,  or  a  porte-cochere  having  a  height  of  less  than  18  feet, 
may  project  not  more  than  3  feet  into  both  side  yards. 

(b)  An  open  or  lattice  enclosed  iron  fire  escape,  fireproof 
outside  stairway  or  solid-floored  balcony  to  a  fire  tower  may 
project  not  more  than  4  feet  into  a  rear  yard  or  an  inner 
court,  except  that  an  open  or  lattice  enclosed  iron  lire  escape 
may  project  nort;  more  than  8  feet  into  a  rear  yard  or  into 
an  inner  court  when  it  does  not  occupy  more  than  20  per 
cent,  of  the  area  of  such  inner  court. 

(c)  A  corner  of  a  court  or  yard  may  be  cut  off  between 
walls  of  the  same  building  provided  that  the  length  of  the 
wall  of  such  cut-off  does  not  exceed  7  feet. 

(d)  An  offset  to  a  court  or  yard  may  be  considered  as  a 
part  of  such  court  or  yard  provided  that  it  is  no  deeper  in 
any  part  than  it  is  wide  on  the  open  side  and  that  such  open 
side  be  in  no  case  less  than  6  feet  wide. 

(e)  If  a  building  is  erected  on  the  same  lot  with  another 
building  the  several  buildings  shall,  for  the  purpose  of  this 
article,  be  considered  as  a  single  building,  unless  otherwise 
herein  specifically  provided  for.  Any  structure,  whether  in¬ 
dependent  of  or  attached  to  a  building,  shall  for  the  purposes 
of  this  article  be  deemed  a  building  or  a  part  of  a  building. 

(f)  If  an  additional  story  or  stories  are  added  to  a  build¬ 
ing  existing  at  the  time  of  the  passage  of  this  resolution, 
the  courts  and  yards  of  which  do  not  conform i  to -the  re¬ 
quirements  of  this  article,  the  least  dimensions  of  yards  and 
courts  shall  be  increased  from  the  top  of  the  existing  ya 
or  court  walls,  as  though  they  were  of  the  prescribed  dimen 
sions  at  such  heights  and  the  carrying  up  of  existing  elevator 


and  stair  enclosures  shall  be  exempted  from  the  provisions 
of  this  article. 

Article  V — General  and  Administrative. 

§  20.  Interpretation;  Purpose.  In  interpreting  and  apply¬ 
ing  the  provisions  of  this  resolution,  they  shall  be  held  to  be 
the  minimum  requirements  adopted  for  the  promotion  of  the 
public  health,  safety,  comfort,  convenience  and  general  wel¬ 
fare.  It  is  not  intended  by  this  resolution  to  repeal,  abrogate, 
annul  or  in  any  way  to  impair  or  interfere  with  any  existing 
provision  of  law  or  ordinance  or  any  rules,  regulations  or 
permits  previously  adopted  or  issued  or  which  shall  be 
adopted  or  issued  pursuant  to  law  relating  to  the  use  of  build¬ 
ings  or  premises ;  nor  is  it  intended  by  this  resolution  to 
interfere  with  or  abrogate  or  annul  any  easements,  cove¬ 
nants  or  other  agreements  between  parties ;  provided,  how¬ 
ever,  that  where  this  resolution  imposes  a  greater  restriction 
upon  the  use  of  buildings  or  premises  or  upon  height  of  build¬ 
ings  or  requires  larger  yards,  courts  or  other  open  spaces 
than  are  imposed  or  required  by  such  existing  provision  of 
law  or  ordinance  or  by  such  rules,  regulations  or  permits  or 
by  such  easements,  covenants  or  agreements,  the  provisions 
of  this  resolution  shall  control. 

§  21.  Rules  and  Regulations;  Modifications  of  Provisions. 
The  Board  of  Standards  and  Appeals,  created  by  chapter 
503  of  the  Laws  of  1916,  shall  adopt  from  time  to  time  such 
rules  and  regulations  as  they  may  deem  necessary  to  carry 
into  effect  the  provisions  of  this  resolution.  Where  there 
are  practical  difficulties  or  unnecessary  hardships  in  the  way 
of  carrying  out  the  strict  letter  of  the  provisions  of  this 
resolution  the  Board  of  Appeals  shall  have  power  in  a  spe¬ 
cific  case  to  vary  any  such  provision  in  harmony  with  its 
general  purpose  and  intent,  so  that  the  public  health,  safety 
and  general  welfare  may  be  secured  and  substantial  justice 
done.  Where  the  street  layout  actually  on  the  ground  varies 
from  the  street  layout  as  shown  on  the  amended  use,  height 
or  area  district  map,  the  designation  shown  on  the  mapped 
areas  shall  be  applied  by  the  Board  of  Appeals  to  the  un¬ 
mapped  streets  in  such  a  way  as  to  carry  out  the  intent  and 
purpose  of  the  plan  for  the  particular  section  in  question 
Before  taking  any  action  authorized  in  this  section  the  Board 
of  Appeals  shall  give  public  notice  and  hearing. 

No  garage  for  more  than  five  cars  may  be  erected  or  ex¬ 
tended  and  no  building  not  now  used  as  a  garage  for  more 
than  five  cars  may  have  its  use  changed  to  a  garage  for  more 
than  five  cars  on  any  portion  of  a  street  between  two  inter¬ 
secting  streets,  in  which  portion  there  exists  an  exit  from  or 
an  entrance  to  a  public  school;  or  in  which  portion  there 
exists  any  hospital  maintained  as  a  charitable  institution ,  and 
in  no  case  within  a  distance  of  200  feet  from  the  nearest  exit 
from  or  entrance  to  a  public  school;  nor  within  200  feet 
any  hospital  maintained  as  a  charitable  institution,  t  his 
protection  shall  also  apply  to  duly  organized  schools  for 
children  under  16  years  of  age,  giving  regular  instruction  at 
least  five  days  a  week  for  eight  months  or  more  each  year, 
owned  and  operated  by  any  established  religious  body  or  edu¬ 
cational  corporation.  This  limitation  on  the  location  of 
garages  shall  apply  to  unrestricted  as  well  as  business  and 
residence  districts. 

§  22.  Unlawful  Use;  Certificate  of  Occupancy .  It  shall  be 
unlawful  to  use  or  permit  the  use  of  any  building  or  prem¬ 
ises  or  part  thereof  hereafter  created,  erected,  changed  or 
converted  wholly  or  partly  in  its  use  or  structure  until  a 
certificate  of  occupancy  to  the  effect  that  the  building  or 
premises  or  the  part  thereof  so  created,  erected,  changed  or 
converted  and  the  proposed  use  thereof  conform  to  the  pro¬ 
visions  of  this  resolution  shall  have  been  issued  by  the  su¬ 
perintendent  of  buildings  of  the  borough  in  which  such  build¬ 
ing  or  premises  is  located,  or,  in  the  case  of  a  tenement 
house  as  defined  in  the  Tenement  House  Law  by  the  tene¬ 
ment  house  commissioner.  In  the  case  of  such  buildings  or 
premises  it  shall  be  the  duty  of  the  superintendent  of  build¬ 
ings  or  the  tenement  house  commissioner,  as  the  case  may 
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be,  to  issue  a  certificate  of  occupancy  within  ten  days  after  a 
request  for  the  same  shall  be  filed  in  his  office  by  any  owner 
of  a  building  or  premises  affected  by  this  resolution,  provided 
said  building  or  premises,  or  the  part  thereof  so  created, 
erected,  changed  or  converted  and  the  proposed  use  thereof 
conform  with  all  the  requirements  herein  set  forth.  Under 
rules  and  regulations  of  the  Board  of  Standards  and  Appeals 
a  temporary  certificate  of  occupancy  for  a  part  of  a  build¬ 
ing  may  be  issued  by  the  superintendent  of  buildings  or  the 
tenement  house  commissioner,  as  the  case  may  be.  Upon 
written  request  from  the  owner,  the  superintendent  of  build¬ 
ings  or  the  tenement  house  commissioner,  as  the  case  may 
be,  shall  issue  a  certificate  of  occupancy  for  any  building  or 
premises  existing  at  the  time  of  the  passage  of  this  resolu¬ 
tion  certifying  after  inspection  the  use  of  the  building  or 
premises  and  whether  such  use  conforms  to  the  provisions 
of  this  resolution. 

§  23.  Enforcement,  Legal  Procedure,  Penalties.  This  res¬ 
olution  shall  be  enforced  by  the  tenement  house  commis¬ 
sioner,  the  fire  commissioner  and  by  the  superintendent  of 
buildings  in  each  borough  under  the  rules  and  regulations  of 
the  Board  of  Standards  and  Appeals.  The  tenement  house 
commissioner  shall  enforce  the  provisions  herein  contained 
in  so  far  as  they  affect  or  relate  to  tenement  houses  as 
defined  by  the  Tenement  House  Law.  The  superintendent 
of  buildings  in  each  borough  shall  enforce  the  provisions 
herein  contained  in  so  far  as  they  relate  to  buildings  or 
premises  other  than  tenement  houses.  The  fire  commissioner 
shall  enforce  the  provisions  herein  contained  in  so  far  as 
they  relate  to  the  use  of  completed  buil'dings  or  premises,  or 
part  thereof,  other  than  tenement  houses.  For  any  and  every 
violation  of  the  provisions  of  this  resolution  or  of  the  rules 
and  regulations  adopted  thereunder,  the  owner,  general  agent 
or  contractor  of  a  building  or  premises  where  such  violation 
has  been  committed  or  shall  exist,  and  the  lessee  or  tenant 
of  an  entire  building  or  entire  premises  where  such  violation 
has  been  committed  or  shall  exist,  and  the  owner,  general 
agent,  contractor,  lessee  or  tenant  of  any  part  of  a  building 
or  premises  in  which  part  such  violation  has  been  com¬ 
mitted  or  shall  exist,  and  the  general  agent,  architect,  builder, 
contractor  or  any  other  person  who  commits,  takes  part  or 
assists  in  such  violation  or  who  maintains  any  building  or 
premises  in  which  any  penalties  as  are  prescribed  in  any  law, 
statute  or  ordinance  for  violations  of  the  Building  Code,  and 


for  such  violations  the  same  legal  remedies  shall  be  had  and 
they  shall  be  prosecuted  in  the  same  manner  as  prescribed  in 
any  law  or  ordinance  in  the  case  of  violations  of  said  Build¬ 
ing  Code. 

§  24.  Amendments,  Alterations  and  Changes  in  District 
Lines.  The  Board  of  Estimate  and  Apportionment  may 
from  time  to  time  on  its  own  motion  or  on  petition,  after 
public  notice  and  hearing,  amend,  supplement  or  change  the 
regulations  and  districts  herein  established.  Whenever  the 
owners  of  50  per  cent,  or  more  of  the  frontage  in  any  dis¬ 
trict  or  part  thereof  shall  present  a  petition  duly  signed  and 
acknowledged  to  the  Board  of  Estimate  and  Apportionment 
requesting  an  amendment,  supplement,  change  or  repeal  of 
the  regulations  prescribed  for  such  district  or  part  thereof, 
it  shall  ibe  the  duty  of  the  Board  to  vote  upon  said  petition 
within  90  days  after  the  filing  of  the  same  by  the  petitioners 
with  the  secretary  of  the  Board.  If,  however,  a  protest 
against  such  amendment,  supplement  or  change  be  presented, 
duly  signed  and  acknowledged  by  the  owners  of  20  per  cent, 
or  more  of  any  frontage  proposed  to  be  altered,  or  by  the 
owners  of  20  per  cent,  of  the  frontage  immediately  in  the 
rear  thereof,  or  by  the  owners  of  20  per  cent,  of  the  front¬ 
age  directly  opposite  the  frontage  proposed  to  be  altered, 
such  amendment  shall  not  be  passed  except  by  the  unanimous 
vote  of  the  Board.  If  any  area  is  hereafter  transferred  to 
another  district  by  a  change  in  district  boundaries  by  an 
amendment,  as  above  provided,  the  provisions  of  this  resolu¬ 
tion  in  regard  to  buildings  or  premises  existing  at  the  time 
of  the  passage  of  this  resolution  shall  apply  to  buildings  or 
premises  existing  at  the  time  of  passage  of  such  amendment 
in  such  transferred  area. 

§  25.  Restoration  of  Existing  Buildings.  Nothing  in  this 
resolution  shall  prevent  the  restoration  of  a  building  wholly 
or  partly  destroyed  by  fire,  explosion,  act  of  God  or  act  of 
the  public  enemy  or  prevent  the  continuance  of  the  use  of 
such  building  or  part  thereof  as  such  use  existed  at  the  time 
of  such  destruction  of  such  building  or  part  thereof  or  pre¬ 
vent  a  change  of  such  existing  use  under  the  limitations  pro¬ 
vided  in  section  6.  Nothing  in  this  resolution  shall  prevent 
the  restoration  of  a  wall  declared  unsafe  by  the  superin¬ 
tendent  of  buildings  or  by  a  board  of  survey. 

§  26.  When  Effective.  The  zoning  resolution  of  July  25, 
1916,  and  all  amendments  thereto  are  hereby  declared  super¬ 
seded  by  this  resolution,  which  shall  take  effect  immediately. 


NOTICE 

APPENDIX— MAP  DESIGNATIONS  AND  MAP  DESIGNATION  RULES  ACCOMPANYING  AMENDED 

BUILDING  ZONE  RESOLUTION. 

(Adopted  October  3,  1924) 


Amended  Height  District  Map  Designations. 

-  -  . - —  -  indicates  the  boundary  of  a 

Height  District. 

04)  04)  (Yff)  (1)  (1J4)  (1J4)  (2)  (2J4)  are  symbols 
for  district  classifications  as  defined  in  the  zoning  reso¬ 
lution. 

Amended  Height  District  Map  Designation  Rules. 

1.  An  area  surrounded  by  a  district  boundary  line  shall 
be  in  the  Height  District  designated  therein,  except  as  other¬ 
wise  provided  by  these  rules. 

2.  The  boundaries  of  Height  Districts  shall  be  the  lim¬ 
iting  line  to  which  the  regulations  provided  in  any  given 
district  may  be  availed  of. 

3.  The  precise  location  of  a  boundary  line  is  to  be  inter¬ 
preted  as  follows : 

(a)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  length  thereof  and 
no  fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  bounding  street  lying  within  the  less  re¬ 
strictive  district. 


(b)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  width  thereof  and  no 
fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  nearest  street. 

(c)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 
shall  control. 

(d)  In  cases  where  the  boundary  line  is  given  a  posi¬ 
tion  within  a  street,  it  shall  be  deemed  to  be  in  the  center 
of  the  street. 

(e)  In  cases  where  a  boundary  line  is  shown  along  a  rail¬ 
road,  such  boundary  shall  be  deemed  to  be  the  center  line 
of  the  railroad  right  of  way. 

(f)  In  cases  of  navigable  waters,  the  boundary  line,  unless 
otherwise  fixed,  shall  be  deemed  to  coincide  with  the  pierhead 
line,  except  in  cases  where  no  pierhead  line  has  been  estab¬ 
lished,  when  the  shore  line  shall  govern. 

(g)  Any  island  outside  of  the  shore  or  pierhead  lines, 
unless  otherwise  designated,  shall  be  deemed  to  be  in  a 
lj4-times  height  district. 
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Amended  Area  District  Map  Designations. 

_____  _____  _____  _  _  indicates  the  boundary  of  an 

Area  District. 

(A)  (B)  (C)  (D)  (E)  (F)  are  symbols  for  district  classi¬ 
fications  as  defined  in  the  zoning  resolution. 

Amended  Area  District  Map  Designation  Rules. 

1.  An  area  surrounded  by  a  district  boundary  line  shall  be 
in  the  Area  District  designated  therein,  except  as  otherwise 
provided  by  these  rules. 

2.  The  boundaries  of  Area  Districts  shall  be  the  limiting 
line  to  which  the  regulations  provided  in  any  given  district 
may  be  availed  of. 

3.  The  precise  location  of  a  boundary  line  is  to  be  inter¬ 
preted  as  follows : 

(a)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  length  thereof  and 
no  fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  bounding  street  lying  within  the  less  re¬ 
strictive  district. 


(b)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  width  thereof  and  no 
fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  nearest  street. 

(c)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 
shall  control. 

(d)  In  cases  where  the  boundary  line  is  given  a  position 
within  a  street,  it  shall  be  deemed  to  be  in  the  center  of 
the  street. 

(e)  In  cases  where  a  boundary  line  is  shown  as  adjoin¬ 
ing  a  railroad,  unless  otherwise  fixed,  it  shall  be  deemed 
to  coincide  with  the  boundary  line  of  the  railroad  right  of 
way. 

(f)  In  cases  of  navigable  waters  the  boundary  line,  unless 
otherwise  fixed,  shall  be  deemed  to  coincide  with  the  bulk¬ 
head  line,  except  in  cases  where  no  bulkhead  line  has  been 
established,  when  the  shore  line  shall  govern. 

(g)  Any  island  outside  of  the  shore  or  bulkhead  lines, 

unless  otherwise  designated,  shall  be  deemed  to  be  in  an  A 
district.  '  *\ 


Amended  Use  District  Map  Designations. 

. indicates  the  boundary  of  a  Use  Dis¬ 
trict. 

. indicates  Residence  District. 

. indicates  Business  District. 

. indicates  Unrestricted  District. 

. indicates  Undetermined  District  for 

which  no  restrictions  or  regulations 
as  to  use  have  been  established. 

Diagram  Illustrating  Methods  Used  in  Fixing  Boundaries 

of  Use  Districts. 
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Amended  Use  District  Map  Designation  Rules.  no  fixtures  are  shown,  the  distort  boundary  is  intended  to 

i  In General  Use  Districts  are  intended  to  have  a  depth  be  100  feet  from  the  street  to  which  the  less  restrictive  desig- 
0f  ioo  feet  Where  block  widths  are  less  than  200  feet  and  nation  relates. 
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2.  The  boundaries  of  Use  Districts  shall  be  the  limiting 
line  to  which  uses  permissible  in  any  given  district  may  be 
availed  of. 

3.  The  precise  location  of  a  boundary  line  is  to  be  inter¬ 
preted  as  follows : 

(a)  In  case  of  parallel  streets,  unless  otherwise  fixed,  the 
Use  District  boundary  shall  coincide  with  the  center  line  of 
the  block. 

(b)  In  case  of  streets  which  are  not  parallel,  the  Use 
District  boundary,  unless  otherwise  fixed,  shall  be  con¬ 
strued  as  the  bisector  of  the  angle  formed  by  prolonging 
the  street  lines  to  an  intersection. 

(c)  In  cases  where  a  block  has  a  length  in  excess  of  200 
feet  and  the  boundary  line  is  parallel  with  and  nearer  one 
of  the  bounding  streets,  unless  otherwise  fixed,  its  position 
shall  be  considered  as  distant  100  feet  from  the  nearest 
street. 

(d)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 
shall  control. 

(e)  In  cases  where  the  boundary  line  is  given  a  position 
within  a  street,  it  shall  be  deemed  to  be  in  the  center  of  the 
street. 


(f)  In  cases  where  a  boundary  line  is  shown  as  having  a 
position  oblique  to  the  streets  bounding  the  block  in  which 
it  is  located,  unless  otherwise  fixed,  it  shall  be  deemed  to  be 
the  bisector  of  the  angle  formed  by  intersecting  lines  100  feet 
from  and  parallel  with  the  bounding  streets,  the  said  distance 
being  measured  at  right  angles  or  normal  to  the  street  lines. 

(g)  In  cases  where  a  boundary  line  is  shown  as  adjoining 
a  railroad,  unless  otherwise  fixed,  it  shall  be  deemed  to  coin¬ 
cide  with  the  boundary  line  of  the  railroad  right  of  way. 

(h-j-k)  In  cases  of  parks,  cemeteries  and  navigable  wa¬ 
ters,  the  boundary  line,  unless  otherwise  fixed,  shall  be 
deemed  to  coincide  with  the  boundary  of  the  park,  or  the 
cemetery,  or  the  bulkhead  line,  except  in  cases  where  no 
bulkhead  line  has  been  established,  when  the  shore  line  shall 
govern. 

4.  Where  two  streets  cross  at  different  levels,  the  use  des¬ 
ignation  of  the  lower  street  shall  control,  except  that  when 
the  use  designation  of  the  lower  street  is  less  restrictive 
it  shall  control  only  to  the  curb  level  of  the  higher  street. 
Above  the  curb  level  of  the  higher  street  the  more  re¬ 
strictive  designation  shall  apply  for  a  distance  of  100  feet 
measured  along  the  intersecting  streets  from  each  street 
corner. 


Upper  level  in 
Business 
District. 


Tkiagram  Illustrating  Two  Level  Streets. 
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Lower  level  in 
Unrestricted 
District. 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 
337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 

447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S— Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 

1 173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 


1391-22-S— Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 

57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-S A — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 

275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 
Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA — -“Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 

392- 23-SA — “.Billow”  Class  G.  R.  Oil  Burner,  approval  of. 

393- 23-SA — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 
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397-23-SA — Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 
525-23- S A — Tilman- White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA— Domestic  Fuel  Oil  Burner,  approval  of. 
628-23- S A — Powerlight  Oil  Heat  Burner,  approval  of. 
820-23-SA — Morse  Fuel  Oil  Burning  System,  approval  of. 
888-23-SA— -Lewis  Oil  Burner,  approval  of. 

898-23- S A — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-SA— Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

1050-23- S A — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 
1169-23-S A — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA— Ziegler  Oil  Burner,  approval  of. 

1180-23-SA— Viking  Pump,  approval  of. 

1231-23-SA — Gill  Oil  Burner,  approval  of. 

1246-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 
1339-23-SA — National  Light  Service  Oil  Pump,  approval  of. 
1346-23- S A — Heatiator  Oil  Burner,  approval  of. 
1358-23-SA— Worthington  Oil  Burner,  approval  of. 
1361-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 
1364-23-S A— Staples  &  Pfeiffer  Oil  Burner,  approval  of. 
1415-23-S A — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1429-23-S A — Kerrihard  Oil  Burner,  approval  of. 

1444-23- S A — Tate- Jones  No.  6  Oil  Burner,  approval  of. 
1484-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 
1493-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
1538-23-SA— Lillibridge  Oil  Vapor  Burner,  approval  of. 
1550-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 
68-24-SA — May  Burner,  approval  of. 

254-24-S A — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 
365-24-SA — Koaless  Oil  Burner,  approval  of. 
379-24-SA— Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24- S A — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA— Faultless  Oil  Burner,  approval  of. 
501-24-SA — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 


503-24-SA — Kinney  Rotating  Plunger  Pump,  approval  of. 

536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA — Marvel  Oil  Burner,  approval  of. 

673-24-SA — Samson  No.  76  Break  Glass  Fire  Alarm 
Box,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 

735-24-SA — Petro  Mechanical  Burner  and  Air  Register 
approval  of. 

755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-S A — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

872-24-SA — Ostrander  A.C.-D.C.  Control  Panel,  approval 
of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1078-24-SA — Nokol  Automatic  Burner,  approval  of. 

1 108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 

1134-24-SA — Peerless  Automatic  Oil  Burner,  approval  of 

1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 

1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1 191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 

1337-24-SA— Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

136 1-24- S A — Caloroil  Burner  Type,  A-A,  approval  of. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 
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If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  by  mail. 


r 


PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  January  29,  1925. . . .  128 


Restored  to  calendar  .  6 

Miscellaneous  Applications. 

Requests  to  reopen .  16 

Requests  to  amend .  0 

Requests  for  modification .  6 

Requests  to  rescind .  0 

Requests  for  extension  of  time .  4 

Requests  for  extension  of  permit  .  1 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans  .  2 

Administrative  requests  .  0 

Requests  for  interpretation .  0 

Total  . 761 

Disposed  of  .  128 

Cases  pending  January  29,  1925 .  635 


DISPOSITION  OF  CASES. 

Withdrawn  .  8 

Dismissed  .  3 

Denied  .  13 

Granted  .  0 

Granted  on  condition .  73 

Appliances  approved .  0 

Appliances  dismissed,  disapproved  or  withdrawn .  0 

Rules  approved  .  0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted .  16 

Requests  to  reopen  denied  .  o 

Requests  to  amend  granted  .  0 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted .  6 

Request  for  modification  denied  .  0 

Requests  to  rescind  granted  .  0 

Requests  to  rescind  denied  .  o 

Requests  for  extension  of  time  granted .  4 

Requests  for  extension  of  time  denied  .  o 

Requests  for  extension  of  permit  granted .  1 

Requests  for  extension  of  permit  denied .  0 

Requests  to  install  granted  .  0 

Requests  to  install  denied  .  0 

Plans  approved  .  2 

Plans  disapproved  .  q 

Administrative  requests  granted  .  o 

Administrative  requests  denied  or  withdrawn  .  o 

Interpretations  .  o 

Requests  withdrawn  or  dismissed .  o 

Total  .  126 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second ,  That  due  and  ample  notice  of  the  date  set  for 
bearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date-  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


HOARD  OF  STANDARDS  AND  APPEALS, 

Room  914,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 
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Street  . 
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DIRECTORY 


IMPORTANT  NOTICE 

AMENDMENTS  TO  BUILDING  ZONE  RESOLUTION 

Notice  is  hereby  given  that  the  Board  of  Estimate  and  Ap¬ 
portionment  adopted  on  October  3,  1924,  and  amended 
on  January  9,  1925,  a  Resolution  Regulating  and  Limiting 
the  Height  and  Bulk  of  Buildings  Hereafter  Erected  and 
Regulating  and  Determining  the  Area  of  Yards,  Courts 
and  Other  Open  Spaces,  and  Regulating  and  Restricting 
-  \  Trades  and  Industries  and  the  Location  of 

_ _  -Ht  '' Runnings  Designed  for  Specified  Uses  and  Establishing  the 

BOARD  OF  STANDARDS  AND  APPEALS.  Boundaries  of  Districts  for  the  Said  Purposes. 

WILLIAM  E.  WALSH,  Chairman.  FEB  17  1025  See  rpage  166. 


BOARD  OF  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 

AMES  P.  Holland  John  Dowd 

Henry  L.  Connell  Joseph  B.  Gunnison 

?ire  Chief  John  Kenlon  J.  Sarsfield  Kennedy 


James  P.  Holland  John  Dowd 

Henry  L.  Connell  Joseph  B.  Gifnnison  ‘  ^ 

Fire  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy  CALL  OF  CLERK’S  CALENDAR. 


Thomas  J.  Drennan . Fire  Commissioner 

Zh arles  Brady . Supt.  of  Buildings,  Manhattan 

P.  J.  Reville . Supt.  of  Buildings,  The  Bronx 

(Albert  E.  Kleinert . Supt.  of  Buildings,  Brooklyn 

John  W.  Moore . Supt.  of  Buildings,  Queens 

William  J.  McDermott - Supt.  of  Buildings,  Richmond 

William  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

Office — Municipal  Building,  Room  914. 

Telephone — Worth  0184. 

Office  Hours — 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 

(12  noon. 

All  communications  should  be  addressed  to  the  chairman 

of  the  board. 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Special  Meeting,  Board  of  Appeals,  Jan¬ 
uary  30,  1925. 

Minutes  of  Meeting,  Board  of  Appeals,  February  3, 

i925.  ,  _ 

Minutes  of  Special  Meeting,  Board  of  Appeals,  Feb¬ 
ruary  3,  1925. 

Correction. 

Notice  of  Amendments  to  Building  Zone  Resolu¬ 
tion. 

Progress  Report. 


The  Clerk’ s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  919,  on  Tuesday,  February  10, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  February  17,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 

NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twentv 
davs  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  February  5,  1925. 

Cal.  No.  Department.  Premises  Affected. 

153-25-BZ . B.B.B.  ..E.  S.  Old  Right  of  Way  st.,  180 

ft.  N.  84th  st.,  Bklyn. 

-  Applic.  1303-1925. 

152-25-A . F.D . 15-17-19  Amsterdam  ave., 

-  Man.  F-61352. 

151-25-A . F.D . 1-13  Amsterdam  ave.,  Man. 

-  F  -61701. 

150-25-A . F.D . 15-17-19  Amsterdam  ave., 

-  Man.  F-61355. 

149-25-BZ . B.B.B.  ..437-451  Prospect  ave.,  Bklyn. 

- . -  Applic.  020-1924. 

148-85- A . F.D . 264-284  Furman  st.,  Bklfyn. 

-  N,  B.  1422-1924. 

147-i25-S . F.D . 210  Bowery,  Man. 

-  I..  D.  67907. 

146-25 -A . F.D . 513  E.  59th  st.,  Man. 

- -  L.  C.  17297. 

145-25-A . F.D . 417  East  22nd  st.,  Man. 

- - -  F-70115. 

144-25-BZ . B.B.B.  ..600-650  Empire  Blvd.,  Bklyn. 

-  Applic.  1131-1925. 

143-25-BZ . B.B.B.  ..7601-23  21st  ave.,  Bklyn. 

-  Applic.  467  and  468-1925. 

142-25-BZ . B.B.B.  ..1720-30  Coney  Island  ave., 

Bklyn.  Applic.  23074-1924. 
....445-451  West  30th  st.,  Man. 

Alt.  1346-1922. 

....  470-472  Seventh  ave.,  Man. 

L.  D.  60167. 

....  48-56  Hamilton  ave.,  Bklyn. 

F-70547. 

....Ft.  of  Amity  and  Congress  sts., 
East  River,  Bklyn. 

F-70562-70563. 

....95  Buckingham  rd.,  Bklyn. 

Alt.  2655-1924. 
. . . .  N.  W.  cor.  Woodhaven  ave. 
&  Ridgewood  ave.,  W'ood- 
haven,  Q. 

Alt.  2648-1924. 

- 3  Maiden  Lane,  Man. 

L.  F.  69155-69156. 

134-25-SA . B.B.M.  ..Duplex  Urinal  Stalls 

- -  Appliance'. 

133-25-A . F.D .  375  Canal  pl„  Bx. 

-  Alt.  1995-1924. 

132-25-BZ. . T.H . 321  W.  118th  st.,  Man. 

-  Alt.  11-1925. 

131-25-A . F.D .  900  Metropolitan  ave.,  Bklyn. 

-  L  C.  91277. 

130-25-A . F.D . S.  S.  Maspeth  ave.,  cor.  Gard¬ 

ner  ave.,  Bklyn. 

-  Alt.  1405-1923. 

129-25-S . F.D .  596  Broadway,  Man. 

- -  L.  D.  68212. 


Restored  to  Calendar. 

1054-24-BZ . B.B.B.  ..2207^2217  59th  st.,  Bklyn. 

- -  Applic.  6208-1924. 

1518-23-BZ . B.B.M.  . .  S.  W.  cor.  Davidson  ave.  & 

181st  st.,  Bx. 

-  N.  B.  2690-1923. 


CODE. 


F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R  . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  February  10,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1381-24-BZ. 

APPLICANT — William  Tilden  Koch,  for  Samuel  Kessler 
and  Jacob  Kavovit,  owners. 

PREMISES — 1817  Belmont  avenue,  The  Bronx. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

1503-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Broadway  &  38th 
St.  Corp.,  owner. 

PREMISES — 132-42  West  38th  street  and  1385-91  Broad¬ 
way,  Manhattan. 

TO  PERMIT  in  a  business  two  times  height  district  the 
erection  of  a  street  wall  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution. 

1506-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Vincent  C.  Pepe, 
owner. 

PREMISES — 59-61  Carmine  street,  Manhattan. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

1483-24-BZ. 

APPLICANT — James  W.  Byrnes,  for  Holland  Laundry, 
owner. 

PREMISES — 225-235  25th  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  laundry  building. 

1461-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Louis  Koenig,  owner. 

PREMISES — North  side  of  East  170th  street,  100  ft.  east 
of  Fulton  avenue,  The  Bronx. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  extending  from  an  unrestricted  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 


141-25-A . F.D. 


140-25- S . F.D. 


139-25-A . F.D. 


138-25-A . F.D. 


137-25-A . F.D. 


136-2  5- A . F.D. 


135-25-S . F.D. 


================^ 

CALENDAR 

BOARD  OF  APPEALS. 

Tuesday,  February  10,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

209-24-A — 2  Rector  street,  Manhattan. 

334-24-A — 520-528  Broome  street,  Manhattan 


r 


B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area ;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 


329-24-A — 38  West  56th  street,  Manhattan. 

315-24-A — 1043  Fifth  avenue,  Manhattan. 

868-24-A— 101  West  42nd  street  and  737-745  Sixth  avenue, 
Manhattan. 

390-24-A — 311-315  East  170th  street,  The  Bronx. 

431-24-A — 3294  Hull  avenue,  The  Bronx. 

6-25-A — 241  McDonough  street,  Brooklyn. 

175-24-A— 628-642  West  45th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
f  a  public  hearing  under  the  provisions  of  the  building 
one  resolution,  Tuesday  morning,  February  10,  1925,  at 
0  o'clock,  in  Room  919,  Municipal  Building,  on  the  follow- 
ng  matters : 

al.  no.  1111-24-BZ— Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Irene  N.  Collerd,  owner,  previously 

(denied,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  northwest 

I  corner  of  East  189th  street  and  Wash- 

.  ington  avenue,  The  Bronx. 

1:al.  no.  1164-24-BZ — Application,  September  25.  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle  and  Henry  G.  Opdvcke, 
applicants,  on  behalf  of  B.  &  L.  Hold¬ 
ing  Co.,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
830-836  West  177th  street  and  831- 
835  West  176th  street.  Manhattan. 

;al.  no.  1160-24-BZ — Application.  September  23,  1924,  under 
the  building  zone  resolution,  of  James 
Kearney,  applicant,  on  behalf  of  Samuel 
Weissman,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5>  motor  vehicles; 
premises  550-558  Warwick  street. 
Brooklyn. 

al.  no.  1242-23-BZ — Application,  October  3,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Sam- 
uei  Harding,  owner,  previously  denied, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles:  premises  242-270  East 
98th  street.  Brooklyn. 


:al.  no. 


:al.  no. 

( 


1125-24-BZ — Application,  September  15,  1924.  under 
the  building  zone  resolution,  of  Eugene 
De  Rosa,  architect,  on  behalf  of  Sol 
Brill,  owner,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a 
building  to  be  used  for  theatre  and 
store  purposes;  premises  130-134  Dyck- 
man  street.  Manhattan. 

1367-23-BZ — Application,  December  23,  1924.  uivler 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 


cal.  no.  532-24-BZ — Application,  April  14,  1924,  under  the 
building  zone  resolution,  of  Mrs.  John 
O’Brien,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  «(5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  resid¬ 
ing  on  the  premises;  premises  1075 
Summitt  avenue,  The  Bronx. 

cal.  no.  1340-24-BZ — Application,  November  12,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Walter  S.  Thomson,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  1297  Jerome  avenue, 
southwest  comer  of  Clarke  place, 
The  Bronx. 

cal.  no.  1068-24-BZ — Application,  August  26,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Wi- 
laura  Holding  Corp..  owner,  to  permit 
partly  in  a  business  district  and  partlv 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (S')  motor  ve¬ 
hicles;  premises  1898  Sedgwick  avenue, 
southeast  corner  of  Burnside  avenue. 
The  Bronx. 

cal.  no.  1351-24-BZ — Application,  November  17,  1924,  under 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Borden’s  Farm  Products  Co,  Inc., 
owner,  to  permit  in  an  unrestricted 
district  on  a  street  between  two  in¬ 
tersecting  streets,  in  which  portion  there 
exists  an  exit  and  entrance  to  a  public 
school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles:  premises 
322-328  Rutledge  street  and  287-293 
Heyward  street,  Brooklyn. 

cal.  no.  595-24-BZ — Application,  April  28,  1924,  under  the 
building  zone  resolution,  of  Thomas 
O’Rourke  Gallagher,  applicant,  on  be¬ 
half  of  General  Construction  Co., 
owner,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a 
building  to  be  used  as  a  poultry  mar¬ 
ket:  premises  1169-1173  East  New 
York  avenue,  Brooklyn. 

cal.  no.  1371-24-BZ — Application,  November  20.  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Joseph  Spektorsky,  owner,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  business  building;  premises 
east  side  of  Fox  street,  98.22  ft.  north 
of  165th  street.  The  Bronx. 

William  E.  Walsh,  Chairman. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  February  10,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1201-24-S — 45-47  West  57th  street,  Manhattan. 

1412-24-S — 137  Greene  street,  Manhattan. 

1299-24-S— 159-161  Varick  street  and  49-53  Van  Dam  street, 
Manhattan. 

1348-24-S— 222-224  West  37th  street,  Manhattan. 

1356-24-S — 14  West  40th  street,  Manhattan. 

1383-24-S — 1792  Washington  avenue,  The  Bronx. 

1313-24-S — 243  Canal  street,  Manhattan. 

1440- 24-S — 3639  Holland  avenue,  The  Bronx. 

1441- 24-S — 44  West  56th  street,  Manhattan. 

1380-24-S — 141  Kosciusko  street,  Brooklyn. 

1464-24-S — 128-138  Mott  street,  Manhattan. 

1392-24-S — 297  Fulton  street,  Brooklyn. 

Appliance  Submitted  for  Approval. 

1396-24-SA — Northern  Rotary  Pump,  approval  of. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  February  17,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1391-24-BZ. 

APPLICANT — Samuel  Rosenblum,  for  Mrs.  Christina 
Schneider,  owner. 

PREMISES — 102-11  Ninety-second  avenue,  Richmond  Hill, 
Borough  of  Queens. 

TO  PERMIT  in  a  residence  district  the  alteration  and  ex¬ 
tension  of  an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

1434-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Otto  J.  Schwartzler, 
owner. 

PREMISES — 1728-1750  Morris  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

I 

1482-24-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Adelheen  Realty 
Corp.,  owner. 

PREMISES — 204-8  East  97th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1504-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Smith  &  Scutt  Co., 
Inc.,  owner. 

PREMISES — West  side  of  Bergen  avenue,  317.47  ft.  north 
of  Jamaica  avenue  (Fulton  street),  Jamaica,  Bor¬ 
ough  of  Queens. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

*  .  .  '  .  "  ft 

'  -  J 

1529-24-BZ. 

APPLICANT— William  F.  Doyle,  for  Weprin  Glass  Bldg. 
Corp.,  owner. 

PREMISES — 202-18  East  55th  street  and  211-13  East  54th 
street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garag^  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


1054-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Joseph  A.  Lewis, 
owner. 

PREMISES — 2207-17  59th  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  an 
unrestricted  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

1518-23-BZ. 

APPLICANT — William  J.  McKeown,  for  Service  Realty 
Co.,  owner. 

PREMISElSt— Southwest  corner  of  Davidson  avenue  and 
181st  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  February  17,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1436-24-A — 2501-5  Grand  Concourse,  The  Bronx. 

1420-24-A — 910  East  138th  street,  The  Bronx. 

1374-24-A — 305-309  Broadway,  Manhattan. 

669-24-A — 37-39  East  28th  street,  Manhattan. 

1373-24-A — 291-293  Bowery,  Manhattan. 

1401-24-A — 6701  Ridge  boulevard,  Brooklyn. 

306-24-A — 82-86  Rutgers  slip,  Manhattan. 

1408-24-A — 20  East  138th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  17,  1925,  al 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1037-24-BZ — Application,  August  14,  1924,  undei 
the  building  zone  resolution,  of  Domi 
nick  Cancellieri,  applicant  and  owner 
to  permit  in  a  residence  district  th« 
erection  and  maintenance  of  a  one-ston 
structure  to  be  used  for  store  purposes 
premises  76  Smart  avenue,  Flushing 
Borough  of  Queens. 

cal.  no.  1365-24-BZ — Application,  November  18,  1924 
under  the  building  zone  resolution,  o 
Nathan  D.  Shapiro,  applicant,  on  be 
half  of  Marcus  Leavitt,  owner,  to  per 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  th< 
storage  of  more  than  five  (5)  moto 
vehicles;  premises  1839-1845  Cropse; 
avenue,  Brooklyn. 

cal.  no.  861-24-BZ — Application,  June  27,  1924,  under  th‘ 
building  zone  resolution,  of  Hackenburj 
and  Schwartz,  applicants,  on  behalf  o 
Bernard  Corrigan,  owner,  to  permit  i) 
a  residence  district  the  constructioi 
and  maintenance  of  a  gasoline  fillin? 
station ;  premises  southwest  corner  o 
Thwaites  place  and  Boston  road,  Th 
Bronx. 

cal.  no.  1404-24-BZ — Application,  November  26,  1924,  unde 
the  building  zone  resolution,  of  Joh:| 
De  Hart,  applicant,  on  behalf  of  Hele. 
Weinstock,  owner,  to  permit  in  a  resij 
dence  district  the  erection  and  mainj 
tenance  of  a  garage  for  the  storage  o 
five  (5)  commercial  motor  vehicle; 
owned  and  used  by  the  person  residinjj 
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on  the  premises ;  premises  3-5  Cottage 
place,  The  Bronx. 

1428-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Zivie 
Bender,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1223- 
1229  Intervale  avenue,  The  Bronx. 

1442-24-BZ — Application,  December  6,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  John 
E.  Roeser,  et  al.,  owners,  to  permit  in 
a  business  distriot  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  northwest  corner  of 
Jerome  avenue  and  Clifford  place,  The 
Bronx. 

1089-23-BZ — 'Application,  January  13,  1925,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  applicant,  on  behalf  of  Frank  Mit¬ 
chell,  owner,  previously  dismissed  for 
lack  of  prosecution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga¬ 
rage  for  the  storage  of  two  (2)  pleas¬ 
ure  and  two  (2)  commercial  motor  ve¬ 
hicles,  owned  by  the  person  residing  on 
the  premises;  premises  163  McDougal 
street,  Brooklyn. 

1232-24-BZ— Application,  October  16,  1924  under 
the  building  zone  resolution,  of  Boris 
W.  Dorfman,  architect,  on  behalf  of 
Louis  Bergstein,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  Linden  street, 
95  ft/north  of  Central  avenue,  Brook¬ 
lyn. 

William  E.  Walsh,  Chairman. 


zone  resolution,  Tuesday  afternoon,  February  17,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  968-24-BZ — Application,  July  24,  1924,  under  the 
building  zone  resolution,  of  Otto  Hen- 
schel,  applicant,  on  behalf  of  Michael 
E.  Pellegrino,  Nicholas  Ciago,  Dominick 
Lambiente  and  Antonette  Salomone, 
owners,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
buildings  to  be  used  for  store  purposes 
on  first  story,  residence  use  above; 
premises  1922-1926,  1930-1932  Kings 
highway  and  2110  Ocean  avenue, 
Brooklyn. 

cal.  no.  994-24-BZ— Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  Jacob  Lu- 
broth,  architect,  on  behalf  of  Louis 
Hernstat,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house; 
premises  2269-71  59th  street,  Brooklyn. 

,  \i  no.  676-24-BZ — Application,  May  15,  1924,  under  the 
building  zone  resolution,  of  John  C. 
Wandell  Co.,  applicant,  on  behalf  of 
Dahl  Bros.,  owners,  to  permit  in  a 
residence  “E”  area  district  the  erection 
and  maintenance  of  buildings  nearer 
than  ten  (10)  feet  from  the  line  of  the 
street  contrary  to  section  15  of  the 
building  zone  resolution;  premises  7511- 
15-L-19  and  23  Colonial  road,  north¬ 
east  corner  of  76th  street,  Brooklyn. 

cal  no.  992-24-BZ — Application,  August  1,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Vincent  Scuderi,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  southeast  corner  of 
Trimble  place  and  Roosevelt  avenue, 
Woodside,  Queens. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  February  17,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

16-24-A — 1342  Park  avenue,  Manhattan. 

1357-24-A — 14  West  40th  street,  Manhattan. 

1490-23-A — 406  Second  avenue,  Manhattan. 

1499-23-A — 522  West  159th  street,  Manhattan. 

1267-24-A — 2065  Grand  Concourse,  The  Bronx. 

470-24-A — 52-62  Ellery  street,  Brooklyn. 

1002-24-A — 401-417  Seventh  avenue,  Manhattan. 

1236- 24-A — 9-l4  Northern  avenue,  Manhattan. 

1237- 24- A — South  side  of  West  190th  street,  between  Wads- 

worth  terrace  and  Wadsworth  avenue,  Alai.* 

hattan. 

1283- 24-A — 737-41  West  177th  street  and  241-55  Haven 

avenue,  Manhattan. 

1284- 24- A — 320  Wadsworth  avenue,  Manhattan. 

1355-24-A — 280  East  133rd  street,  The  Bronx. 

630-24-A — 2210  Newkirk  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 


cal.  no.  996-24-BZ— Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Wal¬ 
ton  Whyte*  Realty  Corp.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  east  side  of  Jerome 
avenue,  176.66  ft.  north  of  East  Bum- 
side  avenue,  The  Bronx. 

cal.  no.  1346-24-BZ — Application,  November  14.  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Louis 
Blumberg,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  Coney  Island  ave¬ 
nue,  150.52  ft.  south  of  Avenue  T, 
•  Brooklyn. 

cal.  no.  1204-24-BZ — Application,  October  7,  1924,  under 
the  building  zone  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1716-1728  Fulton 
street,  Brooklyn. 
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cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valhalla  Corporation,  owner,  1 1  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

cal.  no.  1271-24-BZ — Application,  October  27,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Wei- 
man-McGinnis  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  2966-72  Jerome  ave¬ 
nue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  February  24,  1925,  at  10  a.  nt. 

Appeals  from  Administrative  Orders. 

1307-24- A — 292  Chauncey  street,  Astoria,  Queens. 
1306-24-A— 276-280,  286-288,  294-296,  300,  318-320,  324,  328, 
332,  336,  338-340  Chauncey  street,  Astoria, 
Queens. 

67-22-A — Block  bounded  by  138th  street  and  139th  street, 
Hamilton  place  and  Broadway,  Manhattan. 

1187-21-A — 640-644  Lenox  avenue,  59-71  West  142nd  street, 
52-58  West  143rd  street,  northeast  corner 
142nd  street  and  Lenox  avenue,  Manhattan. 

1585-21-A — 2152  Metropolitan  avenue,  Queens. 

1388-24-A — 310  Chauncey  street,  Astoria,  Queens. 

1167-24- A — East  side  Zerega  avenue,  between  Chatterton 
and  Blackrock  avenues,  The  Bronx, 
1476-24-A — 26  Buckingham  road,  Brooklyn. 

1444-24-A — Northeast  corner  Rose  avenue  and  Archer  place, 
Jamaica,  Queens. 

1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 

1496- 24- A — 205-207  West  33rd  street,  Manhattan. 

1497- 24-A — Northwest  corner  West  252nd  street  and  Inde¬ 

pendence  avenue,  Riverdale,  The  Bronx. 

1499-24-A — 934-36  Second  avenue,  Astoria,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  24,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1038-24-BZ — Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn. 

cal.  no.  1384-24-BZ — Application,  November  21,  1924,  under 
the  'building  zone  resolution,  of  Edwin 
H.  Denby,  architect,  on  behalf  of  Albert 
Freeman,  owner,  to  permit  in  a  residence 
district  the  alteration  and  change  of 
occupancy  from  residence  to  business 


purposes;  premises  515  Park  avenue, 
southeast  corner  of  East  60th  street, 
Manhattan. 

cal.  no.  1400-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  Walter 
H.  Volckening,  architect,  Walter  S. 
Thomson,  owner,  Gerard  Avenue  Real¬ 
ty  Co.,  lessee,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
2-10  East  169th  street,  The  Bronx. 

cal.  no.  1450-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  George 
L.  Donnellan,  applicant,  .on  behalf  of 
Louis  Hart,  owner,  to  permit  in  a  resi¬ 
dence  district  the  change  of  occupancy 
from  a  residence  use  to  an  undertak¬ 
ing  business ;  premises  67  West  130th 
street,  Manhattan. 

cal.  no.  1457-24-BZ — Application,  December  10,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Fred 
Cineatti,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles ; 
premises  220-226  East  117th  street, 
Manhattan. 

cal.  no.  1470-24-BZ — Application,  December  15,  1924,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Walluner  Construction  Company,  owner, 
to  permit  in  a  residence  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
residence  buildings  nearer  than  ten  (10) 
feet  to  the  line  of  the  street,  and  also 
to  occupy  more  than  50  per  cent  of 
the  area  of  an  interior  lot  by  the  ag¬ 
gregate  buildings,  contrary  to  section 
15  of  the  zone  resolution ;  premises 
238-44  86th  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 

BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  February  24,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

385-24-S — 2268  Second  avenue,  Manhattan. 

1354-24-S — 19-21  East  55th  street,  Manhattan. 

1194-24-S — 40  West  56th  street,  Manhattan. 

982-24-S — 614-618  West  131st  street,  Manhattan. 

1422-24-S — 410-12  Pearl  street  and  46-8  New  Chambers 
street,  Manhattan. 

1451- 24-S — 12  West  29th  street,  Manhattan. 

1475-24-S — 165-9  Duane  street,  Manhattan. 

1484-24-S — 76  West  Houston  street,  Manhattan. 

1514-24-S — 293-303  Spring  street,  303-313  Hudson  street  and 

78-90  Vandam  street,  Manhattan. 

1452- 24-S— 14  West  22nd  street,  Manhattan. 

1458-24-S — 603-609  Fifth  avenue,  Manhattan. 

1472-24- S — 302-6  West  53rd  street,  Manhattan. 

1477-24-S— 132-8  West  36th  street  and  139-45  West  35th 

street,  Manhattan. 

1519-24-S — 25  East  4th  street,  Manhattan. 

1526-24-S — -19  Bond  street,  Manhattan. 

Appliances  Submitted  for  Approval. 

673-24-SA — Samson  No.  76  Break  Glass  Fire  Alarm  Box, 
approval  of. 

872-24-SA — Ostrander  A.  C.-D.  C.  Control  Panel,  ap¬ 
proval  of. 
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SPECIAL  MEETING. 

Friday,  February  27,  1925,  at  2  p.  tn. 

Appeal  from  Administrative  Order. 

331-24-A — 508-534  West  212th  street,  Manhattan. 
780-20-A— 8802-8808  Jamaica  avenue,  Woodhaven,  Queens. 
352-21-A — Southeast  corner  Fulton  street  and  New  York 
avenue,  Queens. 

355-21-A— 946-956  Kings  Highway,  southeast  corner  Coney 
Island  avenue,  Brooklyn. 


erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx, 

cal.  no.  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923 ; 
premises  712-748  Southern  boulevard, 
The  Bronx. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Friday  afternoon,  February  27,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters: 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution;  premises 
northwest  corner  182nd  street  and 
Folin  street,  The  Bronx. 

CAL.  NO.  1156-24-BZ— Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  378-24-BZ — Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 

cal.  no.  81 1-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Aver,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

cal.  no.  812-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  a  business  building  which  was 


cal.  no.  1298-23-iBZ — Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor,  vehicles;  premises  3200  Villa 
avenue,  The  Bronx. 

CAL.  NO.  1007-24-BZ — Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  R. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue.  Corona,  Queens. 

cal.  no.  1369-24-BZ — Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

cal.  no.  1210-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Damax 
Homes  Corp.,  owner,  to  permit  partly 
in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1407-15  West  8th  street, 
Brooklyn. 

cal.  no.  1443-24-BZ — Application,  December  6,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  Estate  of 
Henry  Moeller,  owner,  Carlo  N.  Gia- 
.  nini,  lessee,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  change  of  occupancy  from 
residence  to  business  purposes ;  prem¬ 
ises  52  West  55th  street,  Manhattan. 

cal.  no.  1445-24-BZ — Application,  December  8,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Brecher  Building  Corp.,  owner,  to  per¬ 
mit  in  a  business  district  extending 
from  an  unrestricted  district  and  with¬ 
in  200  ft.  of  a  hospital  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  southeast  corner  of 
Hunter  avenue  and  Crescent  street, 
Long  Island  City,  Borough  of  Queens. 

William  E.  Walsh,  Chairman. 
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BOARD  OF  APPEALS. 

Tuesday,  March  3,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

1446-24- A — 63  Fulton  street,  Manhattan. 

451-24-A — 9005  218th  place,  Queens  Village,  L.  I.,  Queens. 

1176-24-A — 92-94  Liberty  street  and  97-103  Cedar  street, 
Manhattan. 

1465-24-A — 128-38  Mott  street,  Manhattan. 

1469-24-A — 2151-65  Prospect  avenue,  The  Bronx. 
1473-24-A — 302-6  West  53rd  street,  Manhattan. 

1513-24-A — 523-45  Fulton  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  I:S  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  March  3,  1925,  at  10 
o’clock,  in  Room  919,  Municipal  Building,  on  the  ’follow¬ 
ing  matters : 

CAL,  NO.  675-19-BZ— Application,  June  24,  1924,  under  the 
building  zone  resolution,  of  Szcrlip  and 
Szerlip,  applicants,  on  behalf  of  Otto 
Heepe,  owner,  previously  denied,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage,  space  in  which  is 
rented  to  persons  not  residing  on  the 
premises;  premises  325-327  16th  street, 
Brooklyn. 

cal.  no.  1393-24-BZ — -Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 

cal.  no.  1.294-24-BZ — Application,  November  1,  1924,  under 
the  building  zone  resolution,  of  Carl  J. 
Itzel,  architect,  on  behalf  of  Fordhof 
Realty  Co.,  Inc.,  owner,  to  permit  in 
a  residence  district  the  alteration  and 
conversion  of  occupancy  from  residence 
use  to  store  purposes  on  1st  story; 
premises  2385-2389  Grand  Concourse, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  March  3,  1925,  at  2  p.  m. 
Appeals  from  Administrative  Orders. 

744- 24-A— 100  Groton  street,  Forest  Hills,  Queens. 

745- 24-A — 9419  101st  avenue,  Woodhaven,  Queens. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24-A — 43-45  Wooster  street,  Manhattan. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  March  3,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  850-24-BZ— Application,  June  25,  1924,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of 
Harry  Gillman,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Broadway,  502 
ft.  north  of  240th  street,  The  Bronx. 
Bronx. 

cal.  no.  849-24-BZ— Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Se¬ 
cured  Properties  Corp.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  348- 
358  East  184th  street,  The  Bronx. 

>al.  no.  1092-24- BZ— -Application,  September  2,  1924,  under 

uf  bi?lldinS  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  oermit  part¬ 
ly  in  a  residence  district  and  partly  ir 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles- 
premises  331  East  184th  street,  north¬ 
east  corner  of  1  iebout  avenue,  The 
Bronx. 

vAI"  N0'  118°-24-BZ— Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  Ed- 
ward  P-  Doyle,  applicant,  on  behalf 
Two  Hundred  and  Fifty-seven 
Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  1%  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution- 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street’ 
Manhattan. 

cal.  no.  1215-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of’  Hollis 
Operating  Co.,  Inc.,  applicant  and 
owner,  to  permit  in  a  residence  dis¬ 
trict  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  building  to  be  used  for  stores,  of¬ 
fices  and  theatre  purposes ;  premises 
south  side  of  Jamaica  avenue,  60  ft. 
east  of  191st  street,  Hollis,  Borough 
of  Queens. 


cal.  no.  31-24-BZ  Application,  January  9,  1924,  under  the 
building  zone  resolution,  of  F.  W 
Rinn,  architect,  on  behalf  of  Samuel 
Brenner,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a 
garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  three  (3) 
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spaces  rented  to  persons  not  residing 
on  the  premises;  premises  2251  Grand 
avenue,  northwest  corner  of  Buchanan 
place,  The  Bronx. 

cal.  no  922-24- BZ — Application,  July  11,  1924,  under  the 
building  zone  resolution,  of  McKim, 
Mead  and  White,  applicants,  on  behalf 
of  Savoy  Hotel  Corp.,  owner,  to  per¬ 


mit  in  a  business  two-times  height  dis¬ 
trict  the  erection  of  the  street  walli 
to  a  height  exceeding  the  limit  pre¬ 
scribed  by  the  zone  resolution ;  prem¬ 
ises  761-767  Fifth  avenue,  2-14  East 
59th  street  and  1-11  East  58th  street, 
Manhattan. 

William  E.  Walsh,  Chairman. 


MINUTES 


BOARD  OF  APPEALS 


SPECIAL  MEETING. 

FRIDAY  AFTERNOON,  JANUARY  30,  1925. 

Present :  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief  Kenlon. 


APPEAL  FROM  ADMINISTRATIVE  ORDER. 

1096-24- A. 

APPELLANT — Frederick  Fox  &  Co.,  Inc.,  for  Esther 
Polsky,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 30  Great  Jones  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Alexander  C.  McNulty. 

For  Administration :  Martin  Murphy,  assistant  cor¬ 
poration  counsel ;  Inspector  Maher  of  fire  de¬ 
partment  ;  George  A.  Brown,  chief  clerk,  bu¬ 
reau  of  buildings,  Borough  of  Queens. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  0 

Negative:  Chairman  Walsh.  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  7 

Absent  . #  0 


THE  RESOLUTION: 

(1096-24- A) 

Whereas,  Frederick  Fox  &  Co.,  Inc.,  for  Esther  Polsky, 
owner,  filed,  September  3,  1924,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  af¬ 
fecting  premises  30  Great  Jones  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  63454- 
F,  dated  August  12,  1924,  reads: 

*  “1.  Provide  an  approved  gas  shut-off  valve  *  *  ; 

and 

W  hereas,  the  building  is  non-fireproof,  eight  stories  in 
height,  26  ft.  by  104  ft.  7  in.  in  area;  OCCUPIED  for 
manufacturing,  175  persons  above  the  1st  story;  and 

Whereas,  appellant  contends  that  the  fire  commissioner 
has  no  authority  to  make  and  serve  this  order;  and  that 
the  order  requires  the  owner  of  the  premises  to  install 
a  device  to  safeguard  the  property  of  the  gas  company; 
that  the  ordinance  as  inconsistent  with  the  provisions  of 
the  Public  Service  Commission  Law ;  that  the  ordinance 
is  unreasonable;  that  there  is  no  approved  gas  shut-off 
valve  within  the  meaning  of  said  order;  that  the  char¬ 
ter  provisions  prohibit  the  fire  commissioner  from  order¬ 
ing  any  householder  from  using  any  patented  article ;  and 
the  rules  of  the  board  of  standards  and  appeals  are  arbi¬ 
trary. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby 
is  denied. 


Adjourned  4.45  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  FEBRUARY  3,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  January  27,  1925,  were 
approved  as  printed  in  the  Bulletin,  No.  5,  Vol.  X. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS! 
1355-24-A. 

APPELLANT— A.  J.  Feltault.  for  Jacob  Ruppert  Realty 
Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 280  East  133rd  street,  The 

Bronx. 

APPEARANCES— 

For  Appellant:  A.  J.  Feltault  and  Mr.  Hill. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 


ACTIO'N  OF  BOARD — Laid  over  to  February  17,  1925, 
at  2  p.  m.,  to  submit  correct  plans. 


1388-24-A. 

APPELLANT — Joseph  N.  Escobal,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 310  Chauncev  street,  Astoria, 
L.  I.,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant :  Joseph  N.  Escobal. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  February  24.  1925, 
at  10  a.  m.,  subject  to  determination  by  the  board 
of  aldermen. 


1408-24- A. 

APPELLANT — Samuel  Rosenblum,  for  Chloral  Chemical 
Co.,  sub-lessee. 
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SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 20  East  138th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

ACTION  OF  BOARD — 'Laid  over  to  February  IT,  1925, 
at  10  a.  m.,  on  request  of  appellant. 


630-24-A. 

APPELLANT — E.  F.  De  Young,  owner. 

SUBJECT — Appeal  from  order  of  superintendent  of  build¬ 
ings. 

PREMISES  AFFECTED— 2210  Newkirk  avenue,  Brook¬ 
lyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — -Laid  over  to  February  17,  1925, 
at  2  p.  m. 


744-24-A. 

APPELLANT — Cornell  Utilities  Co.,  for  Gaston  Plan- 
tiff,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 100  Groton  street,  Forest  Hills, 
Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD1 — Laid  over  to  March  3,  1925,  at 
2  p.  m.,  subject  to  amendment. 


745-24- A. 

APPELLANT — Cornell  Utilities  Co.,  for  Clarence  F. 
Simonson,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 9416  101st  avenue,  Woodhaven, 
Borough  of  Queens. 

APPEARANCES— 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

For  Appellant :  William  Porter. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925,  at 
;2  p.  m. 


1460-24- A. 

APPELLANT — Patrick  Murray,  for  Gasoline  Distribut¬ 
ing  Corporation  of  America,  lessee. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 2  East  110th  street,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 


nell  .  6 

Negative  .  o 

Absent :  Fire  Chief  Kenlon  .  l 


7 11-24- A. 

APPELLANT — Humphreys  Manufacturing  Corp.,  for  Do- 
mar  Investment  Co.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFEf  TED — 847  Union  street,  Brooklyn. 
APPEARANCES— None. 

ACTION  OF  BOARD' — Appeal  dismissed. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 


nell  .  6 

Negative  .  o 

Absent :  Fire  Chief  Kenlon  .  1 


THE  RESOLUTION: 

(711-24-A) 

Whereas,  Humphreys  Manufacturing  Corporation  for 
Domar  Investment  Co.,  Inc.,  owner,  filed,  May  21,  1924, 
an  appeal,  with  the  board  of  appeals,  from  an  order  of 
the  fire  commissioner,  affecting  premises  847  Union  street, 
Brooklyn ;  and 

Whereas,  appellant  has  failed  to  complete  his  papers, 
although  duly  notified  so  to  do. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


840-24-A. 

APPELLANT — J.  Wm.  Newbery,  for  A.  W.  Saydah, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
APPEARANCES— None. 

PREM1ISES  AFFECTED — '31-33  86th  street,  Brooklyn. 
ACTION  OF  BOARD — Appeal  dismissed. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 


nell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(840-24-A) 


Whereas,  J.  William  Newberg,  for  A.  W.  Saydah, 
owner,  filed,  June  23,  1924,  an  appeal,  with  the  board  of 
appeals,  from  an  order  of  the  fire  commissioner,  affect- 
ing  premises  31-33  86th  street,  Brooklyn;  and 
W hereas,  appellant  has  failed  to  complete  his  papers, 
although  duly  notified  so  to  do. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


1326-24-A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Miss 
Lenore  Ulric,  owner'. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— '254  West  75th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(1326-24-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Miss  Lenore 
Ulric,  owner,  filed,  November  _8,  1924,  an  appeal,  with  the 
boat'd  of  appeals,  from  a  decision  of  the  fire  commissioner 
affecting  premises  254  West  75th  street,  Manhattan ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  ren- 
dered  October  10,  1924,  in  acting  on  Alteration  Applica¬ 
tion  No.  1689-24,  reads : 

2.  (a)  Tank  will  be  tested  in  presence  of  Fire  De¬ 

partment  Representative  and  afterwards  coated  with 
suitable  rust  resisting  material. 

“4.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  18  ft.  6  in.  by  52  ft.  in  area;  OCCUPIED  as  a 
dwelling ;  and 

hereas,  a  fuel  oil  burning  system  lias  been  installed 
consisting  of  a  200  gallon  fuel  oil  storage  tank  buried 
outside  the  building,  a  55  gallon  auxiliary  tank  and  a 
150 
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oKol  burner  with  the  necessary  valves  and  piping;  and 
Whereas,  appellant  contends  that  the  system  was  installed 
conformity  with  the  1922  Rules  and  requests  the  accept- 
ce  of  a  sworn  affidavit  that  the  tank  has  undergone  a 
op  test  and  further  requests,  in  lieu  of  a  hydrostatic 
st,  the  acceptance  of  a  statement  to  the  effect  that  all 
ping  is  standard  wrought  iron  piping. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
d  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
granted  as  to  Item  2-a  on  condition  that  certificate  of 
dory  test  shall  be  filed  with  the  fire  commissioner;  as 
Item  4  on  condition  that  door  to  fire  box  of  boiler 
all  be  equipped  with  self-closing  device;  and  that  the 
iel  oil  rules  of  the  board  of  standards  and  appeals  shall 
complied  with  in  all  other  respects. 


127-24-A. 

PPELLANT — Cornell  Utilities  Co.,  Inc.,  for  C.  M. 
Munseh,  owner. 

UBJECT — Appeal  from  decision  of  fire  commissioner. 
REMISES  AFFECTED— 410  East  50th  street,  Man¬ 
hattan. 

PPEARANCES — 

For  Appellant:  William  Porter*. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

CTION  OF  BOARD — Appeal  granted  on  condition. 
ONDITIONS — As  speefied  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 


land  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(1327-24-A) 


Whereas,  Cornell  Utilities  Co.,  Inc.,  for  C.  M.  Munseh, 
.•ner,  filed,  November  8,  1924,  an  appeal,  with  the  board 
appeals,  from  a  decision  of  the  fire  commissioner, 
eoting  premises  410  East  50th  street,  Manhattan;  and 
Whereas,  the  decision  of  the  fire  commissioner,  ren¬ 
ted  October  25,  1924,  in  acting  on  Alteration  Application 
x  293-23,  reads : 

“1.  (a)  Tank  will  be  tested  in  presence  of  Fire  De¬ 

partment  Representative  and  afterwards  coated  with 
suitable  rust  resisting  material. 

“2.  Piping  must  be  tested  in  presence  of  a  Fire 
Department  Representative. 

“3.  Burner  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 
d 

hereas,  the  building  is  fireproof,  four  stories  in 
ight,  18  ft.  by  40  ft.  in  area;  OCCUPIED  as  a  dwell- 

t;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
isisting  of  a  525  gallon  fuel  oil  storage  tank,  a  55 
lion  auxiliary  tank  (located  wnthin  6  ft.  of  the  burner), 
NToKol  burner  and  the  necessary  valves  and  pipings ;  and 
Whereas,  appellant  contends  that  the  system  was  installed 
conformity  with  the  1922  Rules  and  requests  the  accept- 
ce  of  a  sworn  affidavit  that  the  tank  has  undergone  a 
">p  test  and  further  requests,  in  lieu  of  a  hydrostatic 
t,  the  acceptance  of  a  statement  to  the  effect  that  all 
>ing  is  standard  wrought  iron  piping. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
fl  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
granted  as  to  Item  1  on  condition  that  certificate  of  fac- 
T  test  shall  be  filed  w'ith  the  fire  commissioner ;  as  to 
•m  2  on  condition  that  standard  wrought-iron  pipe  shall 
used  throughout  the  fuel  oil  installation ;  and  as  to 
m  3  on  condition  that  the  door  to  fire  l>ox  of  boiler 
ill  be  equipped  with  self-closing  device  and  that  the 
nainder  of  the  equipment  shall  be  installed  in  accord- 
^  with  the  fuel  oil  rules  in  all  other  respects. 

| 


1364-24-A. 

APPELLANT — Samuel  Rosenblum,  for  J.  G.  &  A.  C. 
Stabile,  owmers. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 164  Mulberry  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 

department. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  o 

Negative:  Chairman  Wlalsh,  Messrs.  Kenr 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land  and  Fire  Chief  Kenlon .  7 

Absent  .  o 

THE  RESOLUTION: 

(1364-24-A) 

Whereas,  Samuel  Rosenblum,  for  J.  G.  &  A.  C.  Stabile, 
owners,  filed,  November  18,  1924,  an  appeal,  with  the  board 
of  appeals,  from  aft  order  of  the  fire  commissioner,  affect¬ 
ing  premises  164  Mulberry  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
October  16,  1924,  reads : 

“1.  Provide  a  separate  and  distinct  system  of  AU¬ 
TOMATIC  SPRINKLERS  throughout  building  hav¬ 
ing  at  least  one  source  of  water  supply  arranged  and 
equipped  as  provided  in  the  rules  for  fire  extinguish¬ 
ing  appliances  adopted  by  the  Board  of  Standards  and 
Appeals  May  24,  1917,  as  amended  May  2,  1918,  and 
January  21,  1919,  effective  February  17,  1919.”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  100  ft.  in  area  at  1st  story  and  25  ft. 
by  82  ft.  in  area  above.  OCCUPIED1:  1st  story,  sort¬ 
ing  and  packing  paper  and  rags,  7  persons ;  upper  stories 
for  the  manufacturing  of  chairs,  18  persons  above  the  1st 
story ;  and 

Whereas,  appellant  contends,  having  complied  with  an 
order  of  the  fire  department  requiring  protection  on  the 
1st  story  to  separate  the  paper  and  rag  use  from  the 
rest  of  the  premises,  and  contends  further  that  the  build¬ 
ing  is  small  in  area,  height  and  occupancy ;  and  that  ample 
exits  are  provided. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


1385-24-A. 

APPELLANT — 'Cornell  Utilities  Cd ,  Inc.,  for  L.  Siegel 
owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner 
PREMISES  AFFECTED— 150  West  180th  street,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell.  Hol¬ 


land  and  Fire  Chief  Kenlon .  7 

Negative  .  o 

Absent  .  0 

THE  RESOLUTION: 

(1385-24-A) 


Whereas,  Cornell  Utilities  Co.,  Inc.,  for  L.  Siegel, 
owner,  filed,  November  21.  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  150  West  180th  street,  Borough  of 
The  Bronx ;  and 
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Whereas,  the  decision  of  the  fire  commissioner,  ren¬ 
dered  October  20,  1924,  in  acting  on  Alteration  Applica¬ 
tion  No.  584-24,  reads  : 

“3.  Note  on  plan  tank  will  be  tested  in  presence 
of  Fire  Department  Representative  and  afterwards 
coated,  with  suitable  rust  resisting  material. 

“6.  Piping  must  be  tested  in  presence  of  a  Fire 
Department  Representative. 

“9.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  24  ft.  by  42  ft.  in  area;  OCCUPIED  as  a  dwell¬ 
ing;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  500  gallon  fuel  oil  tank  buried  outside 
the  premises,  a  55  gallon  auxiliary  tank,  a  NoKol  burner 
and  the  necessary  valves  and  piping;  and 

Whereas,  appellant  contends  that  the  system  was  installed 
in  conformity  with  the  1922  rules,  and  requests  the  ac¬ 
ceptance  of  a  sworn  affidavit  that  the  tank  has  undergone 
a  shop  test,  and  further  requests,  in  lieu  of  a  hydrostatic 
test,  the  acceptance  of  a  statement  to  the  effect  that  all 
piping  is  standard  wrought  iron  piping. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  as  to  Item  No.  3  on  condition  that  certificate  of 
factory  test  shall  'be  filed  with  fire  commissioner ;  as  to 
Item  6  on  condition  that  standard  wrought  iron  pipe  shall  be 
used  throughout  the  fuel  oil  equipment ;  and  as  to  Item  9 
on  condition  that  door  of  fire  box  of  'boiler  shall  be  equipped 
with  self-closing  device;  and  that  the  installation  shall  com¬ 
ply  with  the  fuel  oil  rules  in  all  other  respects. 


1386-24-A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  John 
Gans,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 800  Richmond  Turnpike, 
Borough  oif  Richmond. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 


land  and  Fire  Chief  Kenlon .  7 

Negative  .  o 

Absent .  0 

THE  RESOLUTION: 

(1386-24-A) 


Whereas,  Cornell  Utilities  Co.,  Inc.,  for  John  Gans, 
owner,  filed,  November  21,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  800  Richmond  turnpike,  Borough 'of  Rich¬ 
mond  ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  ren¬ 
dered  October  20,  1924,  reads : 

“2.  Note  on  plan  the  following:  ‘Tank  will  be. 
tested  in  presence  of  Fire  Department  Representative 
and  afterwards  coated  with  suitable  rust  resisting  ma¬ 
terial.’ 

“3.  Piping  must'  be  tested  in  presence  of  a  Fire  De¬ 
partment  Representative. 

“6.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  47  ft.  by  33  ft.  in  area;  OCCUPIED  as  a  dwell¬ 
ing  ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting’1  of  a  700  gallon  fuel  oil  tank  buried  outside 


the  building,  a  55  gallon  auxiliary  tank  (located  wit 
6  ft.  of  the  burner)  a  NoKol  burner  and  the  necess 
valves  and  piping;  and 

Whereas,  appellant  contends  that  the  system  was  insta 
in  conformity  with  the  1922  rules,  and  requests  the 
ceptance  of  a  sworn  affidavit  that  the  tank  has  underg 
a  shop  test,  and  further  requests,  in  lieu  of  a  hydrost: 
test,  the  acceptance  of  a  statement  to  the  effect  that 
piping  is  standard  wrought  iron  piping. 

Resolved,  that  the  decision  of  the  fire  commissioner 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  her 
is  granted  as  to  Item  2  on  condition  that  certificate  of  f 
tory  test  shall  be  filed  with  fire  commissioner ;  as  to  Fi 
3  on  condition  that  standard  wrought-iron  pipe  shall 
used  throughout  the  installation ;  and  as  to  Item  6 
condition  that  the  door  to  fire  box  of  boiler  shall  be  equip 
with  self-closing  device;  and  that  the  installation  shall  cc 
ply  with  the  fuel  oil  rules  in  all  other  respects. 


1387-24-A. 

APPELLANT — Cornell  Utilities  Cd.,  Inc.,  for  Rich 
Mayer,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissiom 
PREMISES  AFFECTED* — 212  Howard  avenue,  Boroi 
Oif  Richmond. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Lynch  of 
department. 

ACTION  OF  BOARD — Appeal  granted  on  conditior 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,.  Gunnison,  Connell,  Hol¬ 
land  and  Fire  Chief  Kenlon . 

Negative  . 

Absent  . 

THE  RESOLUTION: 

(1387-24-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Richard  Ma> 
owner,  filed,  November  21,  1924,  an  appeal,  with  the  bo 
of  appeals,  from  a  decision  of  the  fire  commissioner, 
fecting  premises  212  Howard  avenue,  Borough  of  Ri 
mond ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  r 
dered  November  10,  1924,  in  acting  on  Alteration  Appli 
tion  No.  479-24,  reads : 

“2.  Note  on  plan  the  following  note: 

“(a)  Tank  will  be  tested  in  presence  of  a  F 
Department  Representative  and  afterwards  coated  v, 
suitable  rust  resisting  material. 

“4.  Piping  must  be  tested  in  presence  of  a  F 
Department  Representative. 

“6.  Burner  must  be  of  a  type  approved  by 
Board  of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  frame,  2J-2  stories  in  hefi 
40  ft.  by  40  ft.  in  area;  OCCUPIED  as  a  dwelling;  ; 

Whereas,  a  fuel  oil  burning  system  has  been  instal 
consisting  of  a  700  gallon  fuel  oil  tank,  buried  outs 
the  building,  a  55  gallon  auxiliary  tank  (located  wit 
6  ft.  of  the  burner),  a  NoKol  burner  and  the  necess 
valves  and  piping;  and 

Whereas,  appellant  contends  that  the  system  was 
stalled  in  conformity  with  the  1922  Rules,  and  requ< 
the  acceptance  of  a  sworn  affidavit  that  the  tank  has  unc 
gone  a  shop  test,  and  further  requests,  in  lieu  of  a  hyd 
static  test,  the  acceptance  of  a  statement  to  the  efi 
that  all  piping  lis  standard  wrought  iron  piping. 

Resolved,  that  the  decision  of  the  fire  commissioner 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  her 
is  granted  as  to  Item  2  on  condition  that  certificate 
factory  test  shall  be  filed  with  fire  commissioner;  as 
Item  4  on  condition  that  standard  wrought-iron  pipe  si 
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used  throughout  the  installation;  as  to  Item  6  on 
idition  that  door  to  fire-box  of  boiler  shall  be  equipped 

Eh  self-closing  device;  and  that  the  fuel  oil  rules  shall 
complied  with  in  all  other  respects. 

9-24-A. 

PPELLANT — Katherine  Van  A.  Palmer,  lessee. 
JBJECT — Appeal  from  order  of  fire  commissioner. 
DEMISES  AFFECTED — 137  East  19th  street,  Manhat¬ 
tan 

PPEARANCES — 

For  Appellant:  Edward  F.  Reilly. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

JTION  OF  BOARD — Appeal  granted  on  condition. 
3NDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(429-24- A) 

Whereas,  Katherine  Van  A.  Palmer,  lessee,  filed, 

irch  24,  1924,  an  appeal,  with  the  board  of  appeals, 
>m  an  order  of  the  fire  commissioner,  affecting  premises 
7  East  19th  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated 
nuary  25,  1924,  reads: 

“Inspection  made  of  your  dwelling  on  January  2, 

1924,  showed  that  you  are  operating  a  fuel  oil  burning 
equipment  which  does  not  conform  with  the  Fuel  Oil 
Rules  adopted  by  the  Board  of  Standards  and  Appeals 
on  November  6,  1919. 

“You  are  therefore,  hereby,  ordered  to : 

“1.  Discontinue  the  storage  and  use  of  fuel  oil  on 
these  premises.” ; 
d  ... 

Whereas,  the  building  is  non-fireproof,  three  stones  and 
sement  in  height,  23  ft.  6  in.  by  75  ft.  in  area;  OCCU- 
ED  as  a  dwelling;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
nsisting  of  a  48  gallon  tank,  a  NoKol  burner  and  the 
cessary  valves  and  piping ;  and 

Whereas,  this  case  was  dismissed  by  the  board  on  No- 
mber  25,  ’  1924,  and  reopened  by  the  vote  of  the  board 
December  30,  1924 ;  and 

Whereas,  appellant  requests  permission  to  store  25  gal¬ 
ls  of  fuel  oil  pending  the  approval  of  the  burner. 
Resolved,  that  the  order  of  the  fire  commissioner  be  and 
hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
anted,  for  a  temporary  period  of  ninety  (90)  days,  on 
ndition  that  the  total  storage  of  fuel  oil  maintained  on 
emises  shall  not  exceed  25  gallons,  pending  determina- 
>n  by  the  board  of  standards  and  appeals  on  petition 
ecting  approval  of  NoKol  burner ;  and  that  appellan 
z  plans  in  fire  department  in  the  meantime. 

UH24-A. 

PPELLANT— Israel  Fishman,  owner. 

UBJECT— Appeal  from  order  of  fire  commissioner. 
REMISES  AFFECTED— 307  Snediker  avenue,  Brook¬ 
lyn/. 

PPEARAN  CES —  „  ,  ,  . 

For  Appellant:  Charles  A.  Rathkopf. 

For  Administration:  Inspector  Lynch  of  hre 
department. 

CTION  OF  BOARD— Appeal  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 

HE  VOTE—  ,  ...  „ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land  and  Fire  Chief  Kenlon .  7 

Negative  .  ® 

Absent  . 


THE  RESOLUTION: 

(1411-24-A) 

Whereas,  Israel  Fishmlan,  owner,  filed,  November  28,1924, 
an  appeal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  307  Snediker  avenue, 
Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 
“Order  No.  90899-C: 

“YOU  ARE  HEREBY  ORDERED  AND  RE¬ 
QUIRED,  FORTHWITH 

“Surrender  to  bearer  Fire  Department  Permit  111269 
issued  to  you  on  March  11th,  1924,  to  expire  on  Janu- 
uary  17th,  1925,  authorizing  the  storage  of  three  (3) 
gallons  of  Benzine  and  fifteen  (15)  gallons  of  enamel 
in  the  business  conducted  by  you  on  the  above  prem¬ 
ises  as  it  is  revoked  for  the  reason  that  the  safe  con¬ 
duct  of  your  business  requires  that  you  comply  with 
the  following: 

“Separate  the  boiler  from  compartment  where  ben¬ 
zine  is  used  by  an  unpierced  wall  of  solid  masonry 
at  least  8  inches  in  thickness.  Sec.  10,  Chap.  10,  Code 
of  Ord”; 

and  _  :  \m 

Whereas,  the  building  is  frame,  two  stories  and  base¬ 
ment  in  height,  15  ft.  by  100  ft.  in  area.  OCCUPIED: 
Basement,  bed  spring  factory  (with  a  15  gallon  dipping  tank 
in  which  three  gallons  of  benzine  are  used  in  the  mixture, 
the  tank  being  separated  from  the  boiler  room  by  a  6  in. 
brick  partition  wall  with  an  unprotected  opening  therein)  ; 
upper  stories,  dwellings ;  and 

Whereas,  appellant  proposes  to  protect  the  openings  in 
the  partition  wall  separating  the  dipping  room  from  the 
boiler  room  by  installing  therein  a  fireproof  door. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  there  shall  'be  no  benzine  con¬ 
veyed  through  the  boiler  room  for  use  in  the  process  of 
business  conducted  on  the  premises;  and  that  the  horizontal 
exit  between  the  work  shop  and  boiler  room  shall  be 
equipped  with  a  self-closing,  fireproof  door,  with  rab¬ 
beted  jamb;  and  granted  only  so  long  as  conditions  other¬ 
wise  as  to  occupancy  and  use  remain  unchanged. 


BUILDING  ZONE  CASES 

1057-24-BZ. 

APPLICANT— James  J.  Walker,  for  William  A.  Cam¬ 
eron,  owner.  . 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence  dis¬ 
trict  and  partly  in  a  business  district  and  also 
within  “B”  area  district,  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles,  and  also  the  omission 
of  the  rear  yard  required  by  the  zone  resolution. 

PREMISES  AFFECTED— Northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  George  A.  Walker. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  Feb¬ 
ruary  27,  1925,  at  2  p.  m.,  on  request  of  appli¬ 
cant’s  representative. 


850-24-BZ. 

APPLICANT— Philip  J.  Sinnott,  for  Harry  Gillman, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — West  side  of  Broadway,  502 
ft.  north  of  240th  street,  The  Bronx. 
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APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925,  at 
2  p.  m.,  subject  to  inspection  by  committee  of 
the  board. 


1007-24-BZ. 

APPLICANT — R.  Thomas  Short,  for  Homack  Construc¬ 
tion  Qo.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence  dis¬ 
trict  extending  from  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  building  to  be  used  for 
theatre  and  store  purposes. 

PREMISES  AFFECTED' — 403-12  to  20  East  Roosevelt 
avenue,  Corona,  Borouglh  of  Queens. 
APPEARANCES— 

For  Applicant:  George  F.  Walker. 

For  Opposition:  John  L.  O’Brien. 

ACTION  OF  BOARD — Laid  over  to  February  27,  1925, 
at  2  p.m.,  on  request  of  applicant’s  representa¬ 
tive. 


1038-24-BZ. 

APPLICANT — Chas.  D.  Cords,  for  Quartin-Handler 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles. 

PREMISES  AFFECTED — 750-760  New  York  avenue, 
Brooklyn. 

APPEARANCES— 

Ftor  Applicant:  Chas.  D.  Cords. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  February  24,  1925, 
at  10  at  m.,  on  request  of  applicant. 


1232-24-BZ. 

APPLICANT — Boris  W.  Dorfman,  for  Louis  Bergstein, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 169-191  Linden  street, 

Brooklyn. 

APPEARANCES— 

For  Applicant:  John  H.  McCooey,  Jr. 

For  Opposition:  Chester  Baffa. 

ACTION  OF  BOARD — Laid  over  to  February  17,  1925, 
at  10  a.  m.,  on  request  of  applicant’s  attorney. 


849-24-BZ. 

APPLICANT — John  De  Hart,  for  Secured  Properties 
Corp.,  owner. 

SUBJECT— Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 348-358  East  184th  street, 
The  Bronx. 

APPEARANCES— 

For  Applicant :  John  De  Hart. 

For  Opposition:  None. 

ACTIO'N  OF  BOARD — Laid  over  to  March  3,  1925,  at  2 
p.  m.,  for  inspection  and  report  of  committee  of 
board. 


1045-24-BZ. 

APPLICANT- — F.  P.  Keniston,  for  Jerome  Hatch  Realty 
Corp.,  owner. 


SUBJECT — Application  (re:  decision  of  superintended 
of  buildings)  to  permit  partly  in  a  residence  dis 
trict  and  partly  in  a  business  district  the  erec 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five1  (5)  motor  vehicles. 

PREMISES  AFFECTED — 101-111  Linden  street, 
Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Dowd,  Holland,  Con¬ 


nell  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent .  0 


1518-23-BZ. 

APPLICANT — William  J.  McKeown,  for  Service  Realty 
Co.,  Inc.,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — Southwest  corner  of  David¬ 
son  avenue  and  West  181st  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  F.  L.  McCue. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  set 
for  calendar  call  February  17,  19125,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 


nell  . C 

Negative .  0 

Absent:  Fire  Chief  Kenlon  .  1 


1054-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Joseph  A.  Lewin, 
owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in- a  resi¬ 
dence  district  extending  from  an  unrestricted 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motoi 
vehicles. 

PREMISES  AFFECTED — 2201-17  59th  street,  Brooklyn. 
\PPEARAN  CES — 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  set 
for  calendar  call  February  17,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs  Ken¬ 
nedy,  Holland  and  Connell  .  4 

Negative:  Messrs.  Dowd  and  Gunnison _  2 

Absent:  Fire  Chief  Kenlon .  1 

THE  VOTE  T9  RECONSIDER— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 
nell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  VOTE  TO  REOPEN,  SUBJECT  TO  CALEN¬ 

DAR  CALL  AND  PUBLIC  HEARING— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 


nell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 
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APPLICANT— Louis  A.  Sheinart,  for  Irene  N.  Collerd, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— Northwest  corner  of  East 

189th  street  and  Washington  avenue,  The 

Bronx!. 

APPEARANCES— 

For  Applicant:  Louis  A.  Sheinart. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  afternoon  meeting, 
this  day,  for  full  vote  of  the  board. 

THE»VOTE  TO  GRANT— 

Affirmative:  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison  and  Holland  . 4 

Negative:  Chairman  Walsh  and  Mr.  Con¬ 
nell  .  2 

Absent:  Fire  Chief  Kenlon .  1 


126G-24-BZ. 

APPLICANT— Philip  J.  Sinnott,  for  Martha  Vanson, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
conversion  of  ‘occupancy  of  an  existing  building 
used  as  a  dwelling  and  also  a  garage  for  the 
storage  idf  more  than  five  motor  vehicles  to  a 
milk  distributing  station. 

PREMISES  AFFECTED— 5612  18th  avenue,  Brooklyn. 
APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  Mrs.  Daly. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

TH£  VOTE — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland  and  Connell .  5 

Negative:  Mr.  Gunnison  and  Fire  Chief  Ken¬ 
lon  .  2 

Absent  .  0 

THE  RESOLUTION: 

(1266-24-BZ) 

Whereas,  Philip  J.  Sinnott,  for  Martha  Vanson,  owner, 
filed,  October  24,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  con¬ 
version  of  occupancy  of  an  existing  building  used  as  a 
dwelling  and  also  a  garage  for  the  storage  of  five  motor 
vehicles  to  a  milk  distributing  station;  premises  561.21 

Eighteenth  avenue,  Brooklyn ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
3,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Eighteenth  avenue  is  a  busi¬ 
ness  district  and  56th  street  and  57th  street  are  residence 
districts ;  and  . 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  4,  1924,  reads :  .... 

“Premises  being  occupied  as  a  milk  distributing  sta¬ 
tion — contrary  to  Zone  Resolution.  You  are  required 
to  discontinue  use  of  premises  for  this  use  at  once.  , 

and  . 

Whereas,  the  building  is  of  non-fireproof  construction 
two  stories  in  height,  with  a  frontage  of  40  ft.  and  a  depth 
of  82  ft.;  occupied  as  a  garage  for  five  motor  vehicles 
and  dwelling ;  it  is  proposed  to  occupy  the  premises  as  a 
milk  distributing  station;  and  ,  . 

Whereas,  the  board  deemed  there  would  be  hardship 
in  preventing  applicant  from  carrying  on  his  business, 
which  was  technically  a  milk  distributing  stat*on. 


Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  there 
shall  be  no  raw  milk  broken  up  or  recanned  on  the  prem¬ 
ises  ;  that  the  existing  limited  ice-box  facilities,  as  indi¬ 
cated  on  plans  filed  in  this  case,  shall  not  be  extended  or 
increased ;  that  the  rear  and  gable  walls  shall  be  un¬ 
pierced,  except  for  one  door,  equipped  with  a  self-closing 
attachment,  and  not  exceeding  a  width  of  3  ft.  6  in.,  open¬ 
ing  into  the  rear  yard,  property  in  the  same  ownership ; 
that  there  shall  be  no  signs,  other  than  the  existing  painted 
title  on  street  front,  permitted  or  exposed  on  the  struc¬ 
ture;  and  that  there  shall  be  no  gasoline  storage  equip¬ 
ment  installed  or  maintained  on  the  premises. 


14-^2 4t-)BZ.  ,  _  _ ,  ,  | 

APPLICANT— Virginia  M.  Mollenhauer,  for  Michael 
Kelly,  owner. 

iSUlBJECT— Application  re:  order  of  fire  commissioner) 
to  permit  in  a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  five  pleasure  mo¬ 
tor  vehicles,  four  spaces  rented  to  persons  not 
residing  on  the  premises. 

PREMISES  AFFECTED— 2172  Aqueduct  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant :  Virginia  M.  Mollenhauer. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution'. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Negative  .  ° 

Absent:  . ° 


THE  RESOLUTION: 

(14-24-BZ) 

Whereas,  Virginia  M.  Mollenhauer,  for  Michael  Kelly, 
owner,  filed,  January  4,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  residence  district 
the  maintenance  of  a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles;  four  (4)  spaces  rented  to  per¬ 
sons  not  residing  on  the  premises;  premises  2172  Aqueduct 
avenue,  Borough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
3,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Aqueduct  avenue  and  Clin¬ 
ton  place  are  residence  districts  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
December  14,  1923,  in  acting  on  Order  No.  21327-C,  reads : 

“1.  Discontinue  the  maintenance  of  a  garage  which 
is  not  maintained  as  an  accessory  use  on  these  prem¬ 
ises.”  ; 


and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a  frontage  of  45  ft.  and  a  depth 
of  18  ft.;  occupied  as  a  garage  for  five  motor  vehicles, 
space  for  four  of  which  is  rented  to  persons  not  residing 

on  premises;  and  ,  ,  ,  ,  .... 

Whereas,  a  permit  was  issued  by  bureau  of  buildings, 
whether  under  misapprehension  or  misapplication  of  zoning 
resolution,  for  the  erecting  of  said  structure  and  use  as 
indicated  in  appeal,  and  as  it  appears  that  the  owner  at 
least  informed  the  administrative  authority  presumed  to 
have  knowledge  of  the  law,  the  board  feels  an  equitable 
adjustment  supports  at  least  a  temporary  use. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  applica- 


155 


MINUTES 


tion  be  and  it  hereby  is  granted  for  a  temporary  period 
of  two  years  from  the  date  of  this  action,  on  condition 
that  the  storage  be  limited  to  live  cars  ot  the  pleasure 
car  type,  Space  for  tour  of  which  may  be  rented  to  per¬ 
sons  not  residing  on  the  premises,  and  on  further  condition 
that  no  gasoline  storage  equipment  shall  be  installed  on 
the  premises  and  that  there  shall  be  no  signs  of  any  nature 
or  description  exposed  on  the  premises;  and  that  tins  per¬ 
mit  shall  not  be  extended  beyond  two  years  from  the 
date  of  this  action. 


119r24-BZ. 

APPLICANT — New  York  Telephone  Company. 
SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration  and  extension  of  an  existing  cen¬ 
tral  telephone  exchange  building. 

PREMISES  AFFECTED — -2411-2429  Tratman  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  N.  FI.  Egleston. 

For  Opposition:  John  J.  Bentz,  John  E.  Bentz 
and  Isidore  Gebrowitz. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS' — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  -Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 


nell  and  Fire  Chief  Kenlon .  7 

Negative  . 

Absent  .  0 

THE  RESOLUTION: 

(119-,24-BZ) 


Whereas,  New  York  Telephone  Company,  owner,  filed, 
January  25,  1924,  an  application,  under  the  building  zone 
resolution,  to  permit  111  a  residence  district  the  alteration 
and  extension  of  an  existing  central  telephone  exchange 
building;  premises  2411-2429  Tratman  avenue,  Borough  of 
Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
3,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Tratman  avenue  and  Row¬ 
land  avenue  are  residence  districts  and  Zerega  avenue  is  a 
business  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  6,  1923,  in  acting  on  Alt.  Application 
No.  580-23,  reads: 

“Proposed  extension  in  height  of  existing  business 
building  extending  into  residence  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.”; 

and 

Whereas,  the  present  central  telephone  exchange  build¬ 
ing  is  “L”  shape,  two  stories  in  height,  108  ft.  by  142 
ft.  6  in.  in  area  and  it  is  proposed  to  add  one  (1)  addi¬ 
tional  story  to  the  existing  structure,  thereby  making  it 
three  (3)  stories  in  height;  and 

Whereas,  this  case  was  withdrawn  at  the  meeting  held 
on  May  6,  1924,  and  reopened  by  vote  of  the  board  on 
November  25,  1924 ;  applicant  contends  that  the  great  de¬ 
mand  for  more  telephone  service  in  the  district  is  such, 
that  a  larger  building  is  necessary  for  the  installation  of 
the  required  additional  switchboards,  and  under  the  provi¬ 
sions  of  section  7,  subdivision  D,  the  board  is  empowered 
to  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  a  permit  for  a  one-story 
extension  in  height,  on  condition  that  it  be  maintained  and 
operated  exclusively  as  a  telephone  exchange ;  that  no 
trucking,  material  or  supply  station  be  maintained  on  or 


within  the  building  or  premises ;  and  that  all  permits  nec¬ 
essary  for  the  prosecution  of  the  work  shall  be  obtained 
within  six  months  and  the  building  completed  within  eigh¬ 
teen  months  from  the  date  of  this  action. 


1116-24rBZ. 

APPLICANT — Edward  P.  Doyle,  for  Robert  C. 
Schock,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a 
business  district  the  alteration  and  enlargement 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED — 2906-8  Broadway.  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Henry  C.  White,  Charles  B. 
Brophy,  Louis  T.  Romaine,  Henry  R. 

Dwight. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison  and  Holland .  4 

Negative:  Messrs.  Dowd,  Connell  and  Fire 

Chief  Kenlon  .  3 

Absent .  u 

THE  RESOLUTION: 

(1116-124-BZ) 

Whereas,  Edward  P.  Doyle,  for  Robert  C.  Shock,  owner, 
filed,  September  11,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the 
alteration  and  enlargement  of  a  garage  for  the  storage 

of  more  than  five  motor  vehicles;  premises  2906-8  Broad¬ 
way,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
3,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  is  a  'business  dis¬ 
trict  and  West  113th  street  and  West  114th  street  are  resi¬ 
dence  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  8,  1924,  in  acting  on  Alt.  Application 
No.  2106-24,  reads: 

“1.  Enlargement  of  building  for  a  use  not  permitted 
in  business  district  is  unlawful.  Art.  II,  Building 
Zone  Resolution.” ; 

Whereas,  the  existing  garage  is  fireproof,  three  stories  in 
height,  50  ft.  by  97  ft.  in  area;  it  is  proposed  to  add  an 
additional  story  and  use  the  entire  building  as  a  public 
garage  for  the  storage  of  more  than  five  motor  vehicles; 
and 

Whereas,  this  application  was  withdrawn  at  the  meeting 
November  12,  1924,  and  reopened  January  6,  1924,  by 
vote  of  board ;  and 

Whereas,  there  was  opposition  to  the  granting  of  this 
application. 

Resolved,  that  the  deoision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1089-24-BZ. 

APPLICANT — Richard  J.  Cullinan,  on  behalf  of  Zen- 
gendal  Realty  Company,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles  . 

PREMISES  AFFECTED — 529-533  West  134th  street 
and  532  West  135th  street,  Manhattan. 
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I  appearances— 

For  Applicant:  Richard  J.  Cullinan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken- 
•  nedy,  Dowd,  Gunnison,  Holland  and  Con- 


Negative  .  (f 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(1089-24-BZ) 

Whereas,  Richard  J.  Cullinan,  for  Zengendal  Realty 
Co.,  owner,  filed,  August  30,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles ;  premises  529-33  West  134th  street 
and  532  West  135th  street,  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 

3,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 

the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  134th  street  and  West 
135th  street  are  residence  districts  and  Broadway  is  a  busi¬ 
ness  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  August  12,  1924,  in  acting  on  N.  B.  Application 
No.  436-1924,  reads : 

“1.  Proposed  use  as  public  garage  is  unlawful  in 

either  a  residence  or  business  district.  Art.  II,  Build¬ 

ing  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  garage  is  to  be  of  fireproof  con¬ 
struction,  three  stories  in  height  on  West  134th  street  and 
one  story  in  height  on  West  135th  street,  having  a  front¬ 
age  of  70  ft.  on  West  134th  street  and  25  ft.  on  West 
135th  street.  The  westerly  10  ft.  of  the  proposed  garage 
is  in  the  business  district,  the  remainder  is  in  the  resi¬ 
dence  district.  It  is  proposed  to  used  the  westerly  part 
of  the  West  135th  street  section  as  a  store  and  the  re¬ 
mainder  of  the  premises  as  a  garage  for  the  storage  of 
more  than  five  motor  vehicles ;  and 
Whereas,  under  the  provisions  of  section  7,  subdivision 
C,  the  board  is  empowered  to  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  granted  on  condition  that  the 
entire  structure  shall  be  fireproof  throughout ;  that,  on  the 
135th  street  front,  it  shall  be  lifted  to  one  story  in 
height,  and  for  a  width  of  not  less  than  fifteen  (15)  feet 
at  westerly  side  and  a  depth  of  not  less  than  thirty-eight 
(38)  feet,  it  shall  be  limited  and  operated  as  a  store  or 
shop;  that  the  structure  on  the  134th  street  side  shall  be 
limited  in  height  to  two  full  stories  above  grade ;  that 
the  rear  and  gable  walls  shall  be  unpierced  throughout  their 
entire  height  and  length ;  that  the  run  of  any  ramp  con¬ 
struction  on  the  135th  street  front  shall  be  set  back  not 
less  than  thirty-eight  feet  from  the  street  front  of  the  build¬ 
ing;  that  no  vehicular  entrance  on  the  134th  street  front 
shall  be  located  within  twenty  (20)  feet  of  the  westerly 
gable  wall ;  that  any  gasoline  storage  equipment  installed 
shall  be  confined  to  and  located  at  the  extreme  easterly 
gable  of  the  proposed  structure;  that  there  shall  be  no 
roof  signs  erected  or  maintained,  and  any  exterior  ad¬ 
vertising  or  display  shall  be  limited  to  one  electric  pro¬ 
jecting  sign  hung  from  the  face  of  the  building ;  that  the 
front  elevations,  other  than  show  windows  of  store  front, 
shall  be  finished  in  face  brick,  cement  stucco,  or  natural 
stone,  with  architectural  terra  cotta  or  stone  trimmings ; 

Resolved,  further,  that  all  permits  necessary  for  the 

I 


prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  building  completed  within  eighteen  months 
from  the  date  of  this  action. 


1389-24-BZ. 


APPLICANT — Euell  &  Euell,  for  Nora  C.  Aitken,  Eliz¬ 
abeth  A.  Bull  and  Lydia  A.  Aitken,  owners. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  olf  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1281  Inwood  avenue  and 
1290  Cromwell  avenue,  The  Bronx. 
APPEARANCES— 


For  Applicant:  George  R.  Euell. 

For  Opposition:  Jeremiah  Mahoney,  Hyman 
Friedman  and  David  Lenthaer. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 


CONDITIONS — As  specified  in  resolution1. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 
nell  . 

Negative  . 

Absent:  Fire  Chief  Kenlon  . 

THE  RESOLUTION: 


6 

0 

1 


(1389-24-BZ) 

Whereas,  Euell  &  Euell,  for  Nora  Aitken,  Lydia  Aitken 
and  Elizabeth  Bull,  owners,  filed,  November  24,  1924,  an 
application,  under  the  building  zone  resolution,  to  permit 
in  a  business  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  motor  vehicles ; 
premises  1281  Inwood  avenue  and  1290  Cromwell  avenue', 
Borough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
3,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  169th  street  is  a  busi¬ 
ness  district  and  Cromwell  avenue  100  ft.  north  of  West 
169th  street  are  unrestricted  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  27,  1924,  in  acting  on  N.  B.  Application 
No.  2787-24,  reads : 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  84.48 
ft.  on  Inwood  avenue,  95.20  ft.  on  Cromwell  avenue  and 
a  depth  of  24.89  ft.  on  West  169th  street ;  to  be  occupied 
as  a  garage  for  more  than  five  motor  vehicles ;  and 

Whereas,  owing  to  the  location  of  these  premises,  the 
board  deemed  that  there  would  be  hardship  in  preventing 
applicant  from  erecting  the  proposed  structure. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  granted  on  condition  that  the 
garage  area  and  use  of  the  structure  shall  be  limited  to  a 
one-story  building;  that  the  corner  on  the  169th  street 
front  at  the  intersection  of  Cromwell  and  Inwood  avenues 
shall  be  developed  and  maintained  as  a  store,  for  a  depth 
of  approximately  30  feet  from  169th  street,  with  the  usual 
show  window  type  of  construction ;  that  there  shall  be  not 
more  than  one  vehicular  entrance  on  the  Imvood  avenue  ' 
front,  located  approximately  25  feet  from  the  northerly 
gable  wall,  and  not  more  than  one  vehicular  entrance  on 
the  Cromwell  avenue  front;  that  the  elevation  on  the 
street  fronts,  other  than  the  show  windows  of  the  stores, 
shall  be  finished  in  face  brick  with  architectural  terra 
cotta  or  stone  trimming’s ;  that  any  gasoline  storage  equip- 
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ment  installed  shall  be  located  at  the  extreme  northerly 
end  of  the  structure;  that  there  shall  he  no  roof  signls.  nor 
advertising  display  erected  or  maintained  on  the  premises1 ; 
and  that  all  permits  necessary  for  the  prosecution  of  the 
work  shall  be  obtained  within  nine  months  and  the  build¬ 
ing  completed  within  eighteen  months  from  the  date  of 
this  action. 


fronts ;  that  the  front  elevation,  other  than  the  show  win¬ 
dow  construction,  shall  be  finished  in  white  glazed  enamel 
brick,  with  colored  decorative  terra  cotta  panels ;  that  no 
gasoline  selling  station  shall  be  maintained  or  operated 
on  the  premises;  and  that  all  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  building  completed  within  eighteen  months 
from  the  date  of  this  action. 


1216-24-BZ. 

APPLICANT— Samuel  Marer,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to  be 
used  for  business  purposes. 

PREMISES  AFFECTED— East  side  of  University  ave¬ 
nue,  279.78  ft.  north  of  West  l'92nd  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Maurice  Derches. 

For  Opposition:  Harry  R.  Kalin. 

ACTION  OF  BOARD— Application  granted  on  condi¬ 
tion. 

CONDITIONS— As  specified  in  resolution!. 

THE  VOTE — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken- 
nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 
nell  . 

N egative  .  ® 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(1316-24-BZ) 

Whereas,  Samuel  Marer,  owner,  filed,  October  12,  1924, 
an  application,  under  the  building  zone  resolution,  to  per¬ 
mit  in  a  residence  district  the  erection  and  maintenance 
of  a  building  to  be  used  for  business  purposes;  premises 
east  side  of  University  avenue,  279.78  ft.  north  of  West 
192nd  street,  Borough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
3,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and  _ 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  University  avenue  is  a  resi- 
deuce  district  and  Kingsbridge  road  is  a  business  district , 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  18,  1924,  in  acting  on  N.  B.  Applica¬ 
tion  No.  1617-24,  reads:  . 

“Erection  of  proposed  building  for  business  pur¬ 
poses  in  residence  district  is  contrary  to  provisions  of 
Building  Zone  Resolution.’  ; 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  60  ft. 
and  a  depth  of  50  ft.;  to  be  occupied  as  stores;  and 

Whereas,  owing  to  the  character  of  the  buildings  ad¬ 
joining  and  the  location  of  the  building  with  respect  to 
the  business  district,  the  board  deemed  that  there  would 
be  hardship  in  prevening  applicant  from  making  proposed 
use  of  premises. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  granted  on  condition  that  the 
building  be  limited  in  height  to  a  one-story  structure  and 
to  the  area  indicated  on  the  plans  filed  in  this  case,  namely, 
sixty  (60)  foot  front  by  a  depth  of  fifty  (50)  feet;  that 
the  rear  and  gable  walls  shall  be  unpierced  throughout  their 
entire  height  and  length,  other  than  one  window  for  ven¬ 
tilation  of  each  dressing  room;  that  the  operation  of  the 
stores  shall  be  restricted  to  the  conduct  of  retail  shops, 
that  there  shall  be  no  all  night  or  Sunday  operation  o 
business  carried  on  in  these  premises;  that  any  sign  or 
advertising  display  shall  be  restricted  to  the  show  windows 
and  confined  exclusively  to  the  plate  glass  of  the  store 


367-24-BZ. 

APPLICANT — William  F.  Doyle,  for  A.  Provenzano, 
owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  por¬ 
tion  of  a  street  between  two  intersecting  streets, 
in  which  portion  there  exists  an  exit  from  and 
entrance  to  a  public  school,  the  extension  and 
change  olf  occupancy  from  a  garage  for  five  (5) 
cars  to  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 225  iMott  street,  Manhattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  res¬ 
olution  modified. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESO¬ 
LUTION— 


Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 
nell  . 

Negative  . 

Absent:  Fire  Chief  Kenlon  . 
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THE  RESOLUTION: 

(367-24-BZ) 

Whereas,  William  F.  Doyle,  for  A.  Provenzano,  owner, 
filed,  March  10,  1924,  an  application,  under  the  building  zone 
resolution,  to  permit  on  a  street  in  which  there  is  an  en¬ 
trance  and  exit  from  a  public  school,  the  change  in  oc¬ 
cupancy  of  a  garage  for  five  motor  vehicles  to  a  garage 
for  nine  motor  vehicles;  premises  225  Mott  street,  Man¬ 
hattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  June  27, 
1924,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Mott  street  is  an  unrestricted 
district ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
March  6,  1924,  in  acting  on  Alteration  Application  No.  69-23, 
reads : 

“1.  Garage  for  the  storage  of  more  than  five  cars 
may  not  be  permitted  on  the  same  street  in  which  there 
is  a  school.” ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  with  a  frontage  of  24  ft.  11  in.  and  a  depth  of  99 
ft.  in  the  1st  story  and  50  ft.  6  in.  above.  Occupied:  1st 
story,  garage ;  upper  stories,  dwelling  of  owner’s  family. 
Proposes  to  store,  in  addition  to  the  five  motor  cars  for 
which  a  fire  department  permit  has  been  granted,  four  more 
motor  vehicles,  making  a  total  of  seven  passenger  motor 
cars  and  two  hearses,  all  cars  to  be  used  as  accessory  to 
owner’s  undertaking  business;  and  <  . 

Whereas,  the  board  deemed  there  would  be  hardship  in 
preventing  applicant  from  conducting  his  accessory  use  and 
business,  which  has  been  long  established ;  and 

Whereas,  this  application  was  granted  by  the  board 
at  its  meeting,  June  27,  1924,  on  certain  conditions  and 
description  of  premises  and  due  to  technical  objections  raised 
on  the  question  of  “business  conducted  on  premises,”  and 
applicant  requested  a  reopening  of  the  case  and  a  modifi- 
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!  cation  of  the  resolution,  which  request  was  granted  by 
vote  of  the  board. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted,  only  so  far  as  permitted  use 
is  to  be  accessory  to  the  undertaking  business,  on  condi¬ 
tion  that  garage  storage  occupancy  shall  be  restricted  to 
the  1st  story  rear ;  that  the  1st  story  throughout  and  stair- 
hall  enclosure  shall  be  fire-retarded  in  accordance  with  the 
rules  of  the  board  of  standards  and  appeals ;  that  egress 
from  garage  portion  direct  to  the  street  shall  be  main¬ 
tained  by  an  unobstructed  and  unpierced,  fire-retarded  run¬ 
way;  that  the  garage  storage  capacity  and  vehicular  oc¬ 
cupancy  shall  be  limited  to  nine  vehicles,  not  less  than 
two  of  which  shall  be  of  the  funeral  hearse  type;  that 
the  garage  use  shall  he  restricted  and  limited  to  storage  of 
motor  vehicles,  the  property  of  the  owner  of  the  premises 
and  used  in  the  conduct  of  his  business ;  that  there  shall 
be  no  gasoline  storage  equipment  maintained  on  the  prem¬ 
ises  ;  and  that  all  necessary  permits  shall  be  obtained  within 
sixty  days  from  the  date  of  this  action. 


1122-23-BZ. 

APPLICANT — New  York  Telephone  Company,  for 
Hans  E.  and  Justine  F.  Zobel,  et  ah,  owners. 
SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 12-24  Van  Sinderen  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  N.  H.  Egleston. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  reso¬ 
lution  modified. 

CONDITIONS — As  specified  in  resolution'. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESO¬ 
LUTION— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 


nell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(1122-23-BZ) 


Whereas,  the  New  York  Telephone  Co.,  for  Hans  E. 
and  Justine  F.  Zobel1,  et  ah,  owners,  filed,  September  28, 
1923,  an  application,  under  the  building  zone  resolution, 
to  permit  in  a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles ;  premises  2-24  Van  Sinderen  avenue,  Brooklyn ; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  December 
18,  1923,  after  due  notice  by  publication  in  the  Bulletin 
of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  the  westerly  portion  of  Van 
Sinderen  avenue  is  a  business  and  easterly  portion  an  un¬ 
restricted  district;  that  Herkimer  street  and  Fulton  street 
are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  August  15,  1923,  in  acting  on  App.  No.  8260-23, 

reads : 

“A  garage  for  more  than  five  motor  vehicles  in  a 
business  district  is  contrary  to  Art.  II,  Sec.  4  of  Zone 
Resolution.” ; 

and 

Whereas,  this  application  was  granted  by  vote  of  the 
board  at  its  meeting  iSeptember  30,  1934,  and  applicant 
requested  a  reopening  of  the  case  and  an  amendment  of 


the  description  of  the  building  to  conform  to  plans  filed, 
which  request  was  granted  by  vote  of  the  board ;  and 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction,  two  stories  and  basement  in  height,  with  a 
frontage  of  200  ft.  and  a  depth  of  250  ft.,  the  1st  story 
for  a  depth  of  175  ft.  to  be  occupied  as  a  garage  and  the 
remainder  of  the  structure  for  conforming  uses  in  a  busi¬ 
ness  district ;  and 

Whereas,  the  applicant  has  filed  the  duly  acknowledged 
consents  of  the  owners  of  83  per  cent  of  the  property  front¬ 
age  deemed  by  the  board  to  be  affected ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting  December  18,  1923,  on  certain  conditions,  and 
applicant  requests  a  modification  of  the  conditions  as  to 
the  time  for  obtaining  permits. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  granted  on  condition  that  the 
height  of  building  be  limited  to  a  two-story  fireproof 
sructure;  that  the  garage  use  be  restricted  to  the  1st  story 
and  maintained  and  used  only  in  the  conduct  of  the  busi¬ 
ness  of  the  New  York  Telephone  Company;  on  further 
condition  that  the  rear  and  gable  walls  shall  be  unpierced, 
unless  opening  on  property  in  the  ownership  of  the  New 
York  Telephone  Company;  that  the  front  elevations  be 
finished  with  face  brick  and  architectural  terra  cotta  or 
stone  trimmings ; 

Resolved,  further,  that  all  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  within  nine 
months  from  the  date  of  this  action,  and  the  building  com¬ 
pleted  within  eighteen  months  from  the  date  of  this  action. 


531-1924-BZ. 

APPLICANT — William  H.  Wiley,  owner. 

SIUBJECT — Application  (re:  order  of  fire  commissioner) 
to  permit  in  a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  three  (3)  pleasure 
motor  vehicles;  two  (2)  spaces  rented  to  persons 
not  residing  on  premises. 

PREMISES  AFFECTED— 728  East  224th  street,  The 
Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Application  dismissed. 

THE  VOTE  Tp  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Com 


nell  . g 

N  egative  .  o 

Absent:  Fire  Chief  Kenlon .  l 

THE  RESOLUTION: 

(53D24-BZ) 


Whereas,  William  H.  Wiley,  owner,  filed,  April  14,  1924, 
an  application,  with  the  board  of  appeals,  for  variation 
from  the  requirements  of  the  building  zone  resolution,  as 
cited  in  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  728  East  334th  street,  The  Bronx ;  and 

Whereas,  applicant  failed  to  complete  his  papers,  al- 
thoughly  duly  notified  so  to  do. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


545-24-BZ. 

APPLICANT — Henry  I.  Perlin,  for  Bertha  Freitag, 
owner. 

SUBJECT— Application  (re:  order  of  fire  commissioner) 
to  permit  in  a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  five  (5)  pleasure 
motor  vehicles,  four  (4)  spaces  rented  to  per¬ 
sons  not  residing  on  the  premises. 

PREMISES  AFFECTED— 380  Etna  street,  Brooklvn 
A  PPEARANCES— None. 

AC  I  ION  OF  BOARD — Application  dismissed. 
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THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Wjalsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 
nell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  ....  l 

THE  RESOLUTION: 

(545-24-BZ) 

Whereas,  Bertha  Freitag,  owner,  filed,  April  16,  1924, 
an  application,  with  the  board  of  appeals,  for  variation 


from  the  requirements  of  the  building  zone  resolution,  as 
cited  in  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  380  Etna  street,  Brooklyn ;  and 

Whereas,  applicant  failed  to  complete  his  papers,  al¬ 
though  duly  notified  so  to  do. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


Adjourned  2.30  p.  m. 

William  J.  O’Gorman,  Secretary .' 


MINUTES 

BOARD  OF  APPEALS 


SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  FEBRUARY  3,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 

Gunnison,  Connell,  Holland  and  Fire  Chief  Kenlon. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

5'89-424-A. 

APPELLANT — Nathaniel  Seaman,  for  Olivett  Dis¬ 
tributing  Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 250  Hudson  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  John  Vincent. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925, 
at  2  ip.  ml,  for  final  disposition,  on  request  of 
appellant’s  representative. 


1167-24- A. 

APPELLANT — E.  H.  Gibson,  for  Gulf  Refining  Co., 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — East  side  Zerega  avenue, 
between  Chatterton  and  Black  Rock  avenues, 
The  Bronx. 

APPEARANCES— 

For  Appellant:  Albert  Conway  and  E.  H.  Gib¬ 
son. 

For  Administration:  Inspector  Carroll  of  fire 

department. 

ACTION  OF  BOARD — Laid  over  to  February  24,  1925, 
at  lO  a.  m.,  to  submit  new  plans. 


589-24- A. 

APPELLANT — Corona  Chemical  Co.,  Inc.,  lessee. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 43-45  Wooster  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Daniel  Seaman. 

ACTION  OF  BOARD— Laid  over  to  March  3,  1925, 
at  2  p.  m.,  for  final  disposition,  on  request  of 
appellant’s  representative. 


1476-24-A. 

APPELLANT — Albert  E.  Kleinery,  Superintendent  of 
Buildings,  Brooklyn. 

SUBJECT — Revocation  of  certificate  of  occupancy  No. 

2285. 

PREMISES  AFFECTED — 26  Buckingham  road, 

Brooklyn. 

APPEARANCES— 

For  Adjoining  Owner:  Denis  M.  Hurley. 

For  Administration:  Assistant  Engineer  J.  P. 
Smithers,  of  bureau  .of  buildings. 

ACTION  OF  BOARD — Laid  over  to  February  24, 
1925,  aj  10  a.  m.,  on  request  of  representative 
for  adjoining  owners. 


780-20-A. 

APPELLANT— James  J.  Walker,  for  H.  &  G.  Amuse¬ 
ment  Co. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED — 8802-8808  Jamaica  avenue, 
Woodhaven,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  George  F.  Walker. 

ACTION  OF  BOARD — Laid  over  to  February  27, 
1925,  at  2  p.  m.,  on  request  of  appellant’s  repre¬ 
sentative. 


3 52-21  -A 

APPELLANT — A.  H.  Schwartz,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED' — 'Southeast  corner  of  Fulton 
street  and  New  York  avenue,  Borough  of  Queens. 
APPEARANCES' — > 

For  Appellant:  George  F.  Walker. 

ACTION  OF  BOARD — Laid  over  to  February  27, 
19125,  at  2  p.  m.,  on  request  of  appellant’s  repre¬ 
sentative. 


355-21-A 

APPELLANT — A.  H.  Schwartz,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 949-965  Kings  Highway,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  George  F.  Walker. 

ACTION  OF  BOARD — Laid  over  to  February  27, 
1925,  at  2  p.  m.,  on  request  of  appellant’s  repre¬ 
sentative. 


1187-21-A 

APPELLANT — George  Kuss,  for  Finndell  Amuse¬ 
ment  &  Construction  Co. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 640-644  Lenox  avenue,  59- 
71  We'st  142nd  street,  and  52-58  West  143rd 
street,  Manhattan. 

APPEARANCES— 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  February  24, 
1925,  at  10  a.  m.,  on  written  request. 


1585-21 -A. 

APPELLANT — Henry  C.  Brucker,  for  Isidore  Goetzeit, 
owner. 

SUBJECT — 'Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 2152  Metropolitan  avenue,  Bor¬ 
ough  of  Quetns. 

APPEARANCES— 

For  Appellant :  Charles  Fertsch. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 
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TION  OF  BOARD — Laid  over  to  February  24,  1925,  at 
10  a.  m.,  for  final  disposition. 


I  22-A. 

,  PELLANT — Herbert  J.  Krapp,  for  Broadway  and 
Hamilton  Place  Corporation,  owner. 

BJECT — Appeal  from  decision  of  fire  commissioner. 
EMISES  AFFECTED — Block  bounded  by  138th  street, 
139th  street,  Broadway  and  Hamilton  place,  Man¬ 
hattan. 

•PEARANCES— 

For  Appellant :  Herbert  J.  Krapp. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

TION  OF  BOARD — Laid  over  to  February  24,  1925,  at 
10  a.  m.,  to  submit  certificate  from  water  depart¬ 
ment  as  to  fixed  city  pressure. 


-22-A. 

’PELLANT — 'George  Keister,  for  Herman  Becker, 
owner.  • 

•'BJECT — Appeal  from  decision  of  fire  commissioner. 
'.EMISES  AFFECTED1 — 2005-11  86th  street  and  2006-12 
85th  street,  Brooklyn. 

PPEARAN  CES — 

For  Appellant :  George  Keister. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

TION  OF  BOARD — .Appeal  withdrawn. 

IE  VOTE— 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 


Dowd,  Connell  and  Holland  .  5 

Negative  .  0 


Absent:  Mr.  'Gunnison  and  Fire  Chief  Kenlon  2 


3-22-A. 

5PELLANT — Buckeye  Investing  Co. 

J’BJECT — Appeal  from  order  of  fire  commissioner. 
DEMISES  AFFECTED — 1685-1695  78th  street,  Brook¬ 
lyn. 

PPEARAN CES— 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ITION  OF  BOARD — Chairman  read  communication. 

Appeal  withdrawn. 

IE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland  . .  6 


Negative  .  0 

Absent :  Fire  Chief  Kenlon  .  1 


19-24-A. 

>PELLANT — .Standard  Oil  Co.,  owner. 

JBJECT — Appeal  from  order  of  fire  commissioner. 
DEMISES  AFFECTED' — Foot  of  West  48th  street, 
Pier  88,  North  River,  Manhattan. 

PPEARAN  CES — 

For  Appellant :  Percy  J.  King. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

JTION  OF  BOARD — Appeal  withdrawn. 

IE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland  . .  6 


Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 


3-24- A. 

PPELLANT — ’Weber,  McLoughlin  Co.,  lessee. 

JBJECT — Appeal  from  order  of  fire  commissioner. 
DEMISES  AFFECTED — Foot  of  West  30th  street  and 
I  North  River,  Manhattan. 


APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  dismissed  for  lack  of  pros¬ 
ecution. 

THE  VOTE  TO  DISMISS— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland  . .  6 


Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(383-24-A) 


Whereas,  Weber,  McLoughlin  Co.,  lessee,  filed,  March 
13,  1924,  an  appeal,  with  the  board  of  appeals,  from  an 
order  of  the  fire  commissioner,  affecting  premises  foot  of 
West  30th  street  and  North  River,  Borough  of  Manhattan; 
and 

Whereas,  the  order  of  the  fire  commissioner,  No.  23077- 
LC,  dated  February  21,  1924,  reads: 

“1.  Provide  a  storage  system  of  sufficient  capacity 
for  the  proper  storage  of  gasoline.  Sec.  156,  Chap¬ 
ter  10,  Code  of  Ordinances.”; 
and  , 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  177  ft.  6  in.  on  the  North  River  and 
a  depth  of  50  ft.;  OCCUPIED  as  a  coal  handling  plant 
and  including  a  one-story  corrugated  iron  oil  house  used 
for  the  storage  of  two  (2)  drums  of  gasoline;  and 

Whereas,  appellant  contends  the  building  is  located  on 
the  river  front  and  is  not  a  fire  hazard;  and 

Whereas,  no  one  appeared  when  this  case  was  called. 

Resolved,  that  the  appeal'  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


634-24 -A. 

APPELLANT — Emile  Bauer,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 9120  89th  street,  Woodhaven, 
Borough  of  Queens. 

APPEARANCES— 

For  Appellant :  Otto  Bauer. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Temporary  permit  granted. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland  . .  6 


Negative  .  0 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(634-24-A) 


Whereas,  Emile  Bauer,  lessee,  filed,  May  7,  1924,  an 
appeal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  9120  89th  street,  Wood- 
haven,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  88237- 
LC,  dated  April  17,  1924,  reads: 

“With  reference  to  your  application  for  a  permit 
to  store  fuel  oil  at  the  above  location,  I  regret  to 
inform  you  that  I  am  without  power  to  grant  such 
a  permit  for  the  reason  that  the  storage  of  fuel  oil 
at  the  above  location  is  not  in  accordance  with  the 
rules  adopted  by  the  Board  of  Standards  and  Appeals 
on  Nov.  6,  1919,  amended  January  18,  1924. 

“You  are  therefore  ordered  to  remove  all  fuel  oil 
from  the  storage  tank  and  discontinue  the  further  stor¬ 
age  and  use  of  fuel  oil  at  the  above  location.” ; 
Whereas,  the  building  is  frame  2*4  stories  in  height, 
20  ft.  by  40  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  55  gallon  storage  tank,  piping  and  a  Power- 
light  Burner;  and 


i 
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Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules,  excepting  in  that  the  burner 
is  not  an  approved  burner. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  for  a  temporary  period  of  ninety  (90)  days,  at 
the  owner’s  risk,  pending  the  action  of  the  board  of  stand¬ 
ards  and  appeals  on  the  petition  for  approval  of  the 
Powerlight  Burner. 


727-24-A.  .  . 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
APPELLANT— Frank  Klein,  lessee. 

PREMISES  AFFECT E Du-3 6-40  John  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Robert  S.  Tippin. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment.  .  . 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland  . .  6 

Negative  . • .  ® 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION : 

(707-84-A) 

Whereas,  Frank  Klein,  lessee,  filed,  May  23,  1924,  an 
appeal,  wtih  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  36-40  John  street, 

Manhattan;  and  .  . 

Whereas,  the  order  of  -the  fire  commissioner,  No.  24009 

LC,  dated  May  3,  1924,  reads: 

“1.  Have  each  operator  supervising  the  operation 
of  a  blow-pipe  or  other  similar  device  or  apparatus 
for  heating,  melting  or  welding,  apply  for  and  secure 
a  Certificate  of  Fitness.” ; 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  62  ft.  by  51  ft.  in  area;  OCCUPIED,  -stores  and 
offices,  light  manufacturing,  25  persons  per  story,  appellant 
occupying  a  portion  of  the  fifth  story  for  the  manufacture 
of  jewelry,  using  blow  torches;  and 

Whereas,  appellant  -contends  that  the  persons  operating 
the  blow  torches  do  not  operate  the  oxygen  regulator  or 
have  anything  to  do  with  the  cylinders  containing  oxygen 
and  that  the  person  operating  the  oxygen  tank  has  a  cer¬ 
tificate  of  fitness.  . 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  person  operating  the  oxygen 
tank  and  blow  torch  shall  obtain  a  certificate  of  fitness. 


359-2-4- A. 

APPELLANT— The  Reich  Ash  Corp.,  lessee. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED'— 59-61  Reade  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Matthew  D.  Leiman. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland  . .  6 

Negative  . . .  0 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION : 

(359-24- A) 

Whereas,  The  Reich  Ash  Corp.,  lessee,  for  Franklin 
Building  Company,  owner,  filed,  March  10,  1924,  an  appeal, 


with  the  board  of  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  59-61  Reade  street,  Manhattan 
and 

Whereas,  the  order  of  the  fire  commissioner,  datec 
November  1,  1923,  reads: 

“Order  No.  20851-LC: 

“1.  Remove  all  nitro-cellulose  products  from  prem¬ 
ises.”  ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  ir 
height,  50  ft.  by  75  ft.  in  area;  OCCUPIED  for  the 
manufacture  of  cosmetics  and  novelties,  51  persons  above 
the  1st  story;  and 

Whereas,  appellant  contends  that  a  small  quantity  of 
celluloid  (about  30  pounds),  cut  to  shape,  is  received,  and 
a  metal  rim  is  clamped  upon  same,  to  make  eyeshades 
that  this  assembling  is  done  in  an  isolated  compartment 
on  the  4th  story ;  that  there  is  no  open  flame  used,  and 
all  celluloid,  excepting  that  used  in  work,  is  -stored  in  a 
metal  cabinet,  vented  to  the  outer  air. 

Resolved,  that  the  order  of  the  fire  commissioner  be  anc 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  i; 
granted  on  condition  that  there  shall  be  no  cutting  oi 
further  manufacturing  done  on  the  premises,  other  thai 
the  placing  of  the  metal  rim  on  the  finished  celluloid  shade 
that  the  quantity  of  celluloid  on  the  premises  at  any  on< 
time  shall  not  exceed  30  pounds,  stored  in  double-wallec 
metal  cabinet ;  that  -the  work  of  assembling  and  complet¬ 
ing  shall  be  confined  to  an  enclosed  room,  11  ft.  by  1£ 
ft.  6  in.  in  area,  separate  from  the  general  floor  area 
located  at  front  of  building,  said  room  ventilated  to  oute: 
air  with  double-hung  windows. 


982-21-A. 

APPELLANT — Eugene  De  Rosa,  for  Stadium  Purchasing 
Co.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED- — 2180  Third  avenue,  Manhat 
tan. 

APPEARANCES— 

For  Appellant :  Alexander  J.  McManus. 

For  Administration :  Inspector  Carroll  of  fire  de 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland  . .  t 

Negative  .  ( 

Absent :  Fire  Chief  Kenlon  . 

THE  RESOLUTION: 

(982-21-A) 

Whereas,  Eugene  De  Rosa,  for  Stadium  Purchasing  Co. 
owner,  filed,  August  23,  1921,  an  appeal,  with  the  boarc 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af 
fecting  premises  2180  Third  avenue,  Manhattan;  and 
Whereas,  the  decision  of  the  fire  commissioner,  datec 
August  12,  1921,  in  acting  on  Standpipe  Application  No 
1008-21,  reads : 

“1.  S-tandpipe  must  be  supplied  from  a  tank  lo 
cated  at  least  20  ft.  above  the  highest  outlets  and  hav 
■ing  a  standpipe  fire-line  reserve  of  at  least  3500  gals 
filled  by  means  of  a  pump  delivering  65  gals,  per  min 
at  tank. 

“2.  An  auxiliary  supply  consisting  of  25  H.  P.  elec 
trie  pump,  arranged  to  operate  automatically  on  pres 
sure  in  fireline  and  of  a  capacity  of  at  least  250  gals 
per  min.  drawing  from  a  5000  gal.  steel  suction  tank 
must  be  provided.” ; 

and 

Whereas,  the  building  is  of  fireproof  construction,  on* 
story,  32  ft.,  in  height,  50  ft.  by  185  ft.  in  area;  OCCUPIEI 
as  a  theatre,  the  auditorium  seating  1,250  persons ;  tfi 
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building  being  equipped  with  4  in.  standpipe  system  con¬ 
necting  directly  with  the  city  water  mains ;  the  mains  giv¬ 
ing  a  pressure  of  32  to  35  pounds ;  and 
Whereas,  appellant  states  that  the  building  is  less  than 
10,000  sq.  ft.  in  area,  the  seating  capacity  is  restricted  to 
one  floor ;  the  theatre  is  used  exclusively  for  motion  pic¬ 
tures  with  no  stage  or  movable  scenery;  and 

Whereas,  a  letter  from  the  department  of  water  sup¬ 
ply,  gas  and  electricity  indicates  a  pressure  of  40  pounds 
on  the  street  main,  which  is  fed  two  ways. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  a  standpipe  equipment  be  installed 
consisting  of  necessary  risers  and  cross  connections  with 
a  4  in.  street  connection  to  street  main,  fed  two  ways. 


69-22t-A. 

APPELLANT — Eugene  De  Rosa,  for  Ogden  Amusement 
Co.,  owner. 

SUBJECT— -Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — North  side  Ogden  avenue,  75 
ft.  north  of  West  171st  street  (75  Ogden  avenue), 
The  Bronx. 

APPEARANCES— 

For  Appellant :  Alaxender  J.  McManus. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
’CONDITIONS — As  specified  in  resoflution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland  . .  6 


Negative  .  0 

Absent :  Fire  Chief  Kenlon  .  1 


THE  RESOLUTION : 

(69-22- A) 

Whereas,  Eugene  De  Rosa,  for  Ogden  Amusement  Corp., 
owner,  filed,  January  17,  1922,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  north  side  of  Ogden  avenue,  75  ft.  north 
of  West  street  (75  Ogden  avenue),  The  Bronx;  and 

Whereas,  the  decision  of  the  fire  commissioner,  ren¬ 
dered  December  27,  1921,  in  acting  on  Application  No.  1495- 
21,  reads : 

“Provide  a  5000  gallon  steel  suction  tank  and  elec¬ 
tric  pump,  having  a  capacity  of  .250  gallons  per  min., 
connected  to  a  25  Hi  P.  electric  motor,  also  a  filling 
pump  capable  of  supplying  gravity  at  the  rate  of  65 
gallons  per  minute  and  show  same  in  detail  on  both 
plan  and  section.” ; 

and 

Whereas,  the  building  is  of  fireproof  construction,  one 
and  two  stories  in  height,  187  ft.  7J4  in.  by  100  ft.,  ir¬ 
regular  in  area.  OCCUPIED:  1st  story,  motion  picture 
theatre  and  stores;  2nd  story,  dwelling;  the  theatre  seat¬ 
ing  1,400  persons ;  and 

Whereas,  appellant  contends  that  the  stores  are  sepa¬ 
rated  from  the  theatre  by  a  12  in.  fireproof  wall  and  that 
the  seating  capacity  is  restricted  to  one  floor,  there  being 
no  stage  or  scenery,  a  4  in.  standpipe  system  is  connected 
directly  to  the  city  wrater  main  with  a  pressure  of  60  pounds 
and  one  3,500  gallon  gravity  tank  on  the  roof. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  only  so  far  as  it  affects  requirement  of  fire 
pump  and  suction  tank  and  the  height  of  the  present  gravity 
tank,  on  condition  that  the  bottom  of  tank  shall  not  be  less 
than  20  ft  above  the  highest  outlet;  and  that  the  installa¬ 
tion  of  standpipe  shall  comply  with  the  ordinance  and  the 
rules  of  the  board  of  standards  and  appeals  in  all  other 
respects. 


BUILDING  ZONE  CASES. 

1111-24-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Irene  Collerd, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
ereotion  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Northwest  corner  of  189th 
street  and  Washington  avenue,  The  Bronx. 
APPEARANCES— 

For  Applicant:  Louis  A.  Sheinart. 

For  Opposition:  None. 

ACTION  OF  BOARD — The  entire  board  not  being 
present,  the  case  was  laid  over  to  February  10, 
1925  at  10  a.  m.  for  full  vote  of  board. 


922-24-BZ. 

APPLICANT — McKim,  Mead  &  White,  for  Savoy  Hotel 
Corp.  owner. 

SUBJECT — (Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  “business  two  times 
height  district”  the  erection  of  the  street  walls  of 
a  building  to  a  height  exceeding  the  limit  prescribed 
by  the  building  zone  resolution. 

PREMISES  AFFECTED — 1-11  East  58th  street,  2-14 
East  59th  street,  761-767  Fifth  avenue,  Manhattan. 

APPEARANCES— 

For  Applicant:  John  Cauldwell  Meyers,  Bert 
L.  Fenner,  Stewart  McNamara. 

For  Opposition :  Henry  S.  Lockwood,  Martin  P. 
Taylor,  C.  H.  Robinson. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925,  at 

2  p.  m. 


1180-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Two  Hundred  -and 
Fifty-seven  Madison  Avenue,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintend¬ 
ent  of  buildings)  to  permit  in  a  residence  I'/z 
times  height  district  the  erection  and  mainte¬ 
nance  of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the  limit  re¬ 
quired  by  the  zone  resolution. 

PREMISES  AFFECTED— 257-261  Madison  avenue, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  C.  H.  Robinson,  T.  D.  Fox,  D. 

Milbank. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925,  at 
2  p.  m.,  on  request  of  applicant. 


1215-24-BZ. 

APPLICANT — Hollis  Operating  Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintend¬ 
ent  of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection  and 
maintenance  of  a  building  to  be  used  for  stores, 
offices  and  theatre  purposes. 

PREMISES  AFFECTED— <South  side  Jamaica  avenue,  60 
ft.  east  of  191st  street,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  A.  H.  Simon. 

For  Opposition :  Rev.  A.  C.  Flandrau  and  others 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925,  at 
2  p.  m„  on  request  of  applicant’s  representative. 

1156-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Cosmo  Saponaro, 

owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence  dis¬ 
trict  and  partly  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles. 
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PREMISES  AFFECTED — 982  Morris  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  Dr.  John  J.  Sinnott. 

ACTION  OF  BOARD — Laid  over  to  February  27,  1925, 
at  2  p.  m.,  on  request  of  applicant’s  representa¬ 
tive. 


31-24-BZ.  1  t  ;_,J 

APPLICANT — F.  W.  Rinn,  for  Samuel  Brenner,  owner; 

SUBJECT — Application  (re:  order  of  fire  commissioner) 
to  permit  ini  a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  four  pleasure  mo¬ 
tor  vehicles,  three  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises. 

PREMISES  AFFECTED — 2251  Grand  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  F.  W.  Rinn. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925,  at 
2  p.  m.,  to  check  consents. 


1092-24-BZ. 

APPLICANT — John  W.  Clancy,  for  Michael  Naftal, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  grant  partly  in  a  residence  district 
and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles. 

PREMISES  AFFECTED— 331  East  184th  street,  The 
Bronx 

APPEARANCES— 

For  Applicant:  John  W.  Clancy. 

For  Opposition:  Nathan  Schwartz,  D.  Benedetto, 
and  others. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925,  at 
2  p.  m.,  for  inspection  and  report  by  committee 
of  board. 


1223-24-BZ. 

APPLICANT — Samuel  Rosenblum,  for  Henry  Grenhart, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the 
alteration  and  conversion  of  oocupancy  from  a 
motor  vehicle  repair  shop  to  a  garage  for  the 
storage  of  more  than  five  motor  vehicles. 
PREMISES  AFFECTED — '106-168  East  9.2nd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Samuel  Rosenblum,  William  F. 
Feurst. 

For  Opposition:  Henry  Hofheimer,  Ambrose  Mc¬ 
Call,  William  J.  Callahan,  Paul  V.  Donohey. 


ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison  and  Holland  .  5 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  ..  2 


THE  RESOLUTION : 

(1223-24jBZ) 

Whereas,  Samuel  Rosenblum,  for  Henry  Grenhart,  owner, 
filed,  October  14,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  the  altera¬ 
tion  of  a  building  and  also  the  conversion  of  occupancy 
from  a  motor  vehicle  repair  shop  to  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  premises  166- 
168  East  92nd  street,  Manhattan;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  February 
3,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  92nd  street  is  a  resi¬ 
dence  district  and  Lexington  avenue  and  Third  avenue  are 
business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  August  26,  1924,  in  acting  on  Alteration  Applica¬ 
tion  No.  .2001-24,  reads : 

“1.  The  alteration  and  enlargement  of  this  building 
for  the  proposed  change  in  use  is  not  permissible. 
Section  6,  Building  Zone  Resolution.”; 

and 

Whereas,  at  present,  situated  on  the  rear  of  the  lots, 
there  is  a  two-story  non-fireproof  structure  used  as  a  mo¬ 
tor  vehicle  repair  shop.  It  is  proposed  to  alter  this  struc¬ 
ture,  extending  same  to  the  front  of  the  lot,  making  the 
whole  a  fireproof  structure,  two  stories  in  height,  48 
ft.  by  100  ft.  S^2  in.  in  area.  To  be  occupied :  1st  story, 
garage  for  twelve  (12)  pleasure  cars,  property  of  and 
to  be  used  only  by  the  owner  of  the  premises;  2nd  story, 
dwelling  of  employees  of  owner  of  premises ;  and 

Whereas,  the  board  deemed  that  the  applicant  had  failed 
to  substantiate  the  basis  of  his  application  under  section 
7,  subdivisions  A  and  20. 

Resolved,  that  the  decision  of  the  superintendent  of 
buildings  be  and  it  hereby  is  affirmed,  and  the  application 
be  and  it  hereby  is  denied. 


1191-23-BZ. 

APPLICANT — Nathan  Larger,  for  Commonwealth  Sav¬ 
ings  Bank,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles. 
PREMISES  AFFECTED — 425-431  West  209th  street,  Man' 
hattan. 

For  Applicant:  Nathan  Langer,  Louis  N.  Adler. 
For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 


Dowd,  Gunnison  and  Holland  .  5 

Negative .  0 


Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  ..  2 

THE  RESOLUTION : 

(1191-23-BZ) 

Whereas,  Nathan  Langer,  for  Commonwealth  Savings 
Bank,  owner,  filed,  October  21,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles;  premises  425- 
431  West  !209th  street,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  February 
3,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  209th  street  is  a  resi¬ 
dence  district,  Amsterdam  avenue  is  a  business  district 
and  Columbus  avenue  is  an  unrestricted  distract ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  ^September  124,  1923,  in  acting  on  N.  B.  App.  No. 
474-23,  reads  : 

“1.  Garages  not  permitted  in  a  residence  district. 

“2.  File  complete  plans  for  construction.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  100 
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fit  and  a  depth  of  IK)  ft.  11  in.;  to  be  occupied  as  a  ga¬ 
rage  for  more  than  five  motor  vehicles ;  and 

Whereas,  variations  of  the  building  zone  resolution 
were  granted  J>y  the  board  for  two  similar  uses  under 
the  same  stated  facts  on  this  street  and  the  board  deemed 
there  would  be  hardship  dn  preventing  applicant  prom 
recovering  his  property,  which  is  now  in  escrow. 

Resolved,  that  the  hoard  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula- 
toins  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  the 
building  shall  he  restricted  to  a  one-story  structure  in 
height ;  that  the  rear  and  gable  walls  shall  be  unpierccd 
throughout  their  entire  height  and  length ;  that  the  front 
elevation  shall  be  finished  in  face  brick  or  architectural 
terra  cotta  or  cement  stucco;  that  there  shall  be  no  roof 
signs  erected  or  maintained  and  no  advertising  other  than 
one  projeting  electric  sign  on  front  of  building ;  any  gaso¬ 
line  storage  equipment  installed  shall  be  located  at  the 
extreme  westerly  end  of  the  structure  at  the  street  front , 
Resolved,  further,  that  all  -permits  necessary  for  the 
prosecution  of  the  work  shall  ‘be  obtained  within  nine 
(9)  months  and  the  building  com/pleted  within  eighteen 
(18)  months  from  the  date  of  this  action. 


1230-23-BZ.  •  w  .  _  . 

APPLICANT— James  Ruburg,  for  Mane  Ruburg, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  installation  and  maintenance  of  a  gasoline 
selling  station. 

PREMISES  AFFECTED— 1-3  160th  street  (northeast  cor¬ 
ner  of  20th  street  and  Queens  avenue),  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  James  Ruburg. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland....  5 

Negative  . . . . .  0 

Absent :  Mr.  Connell  and  Fire  Chief  Kenlon  . .  2 

THE  RESOLUTION: 

(1230-23-BZ) 

Whereas,  James  Ruburg,  owner,  filed,  October  30,  1923, 
an  application,  under  the  'building  zone  resolution,  to  per¬ 
mit  in  a  residence  district  the  installation  and  maintenance 
of  a  gasoline  selling  station ;  premises  1-3  160th  street 
(northeast  corner  of  20th  street  and  Queens  avenue),  Bor¬ 
ough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  applica¬ 
tion  by  the  board  of  appeals,  at  its  special  meeting,  Febru¬ 
ary  3,  1925.  after  due  notice  by  publication  in  the  Bulle¬ 
tin  of  the  Board  of  Standards  and  Appeals;.  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  160th  street  is  a  residence 
district;  Forty-sixth  avenue  is  a  residence  and  business  dis¬ 
trict  commencing  100  ft.  east  of  160th  street,  and  161st  street 
is  a  business  district;  and  _ 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  1,  1923,  in  acting  on  N.  B.  Plan  No. 

15492-23.  reads :  . 

“The  erection  of  a  gasoline  selling  station  within  a 
residence  district  would  be  contrary  to  Art.  2,  Sec. 
3  of  the  Zoning  Resolution.” ; 

and 

Whereas,  it  is  proposed  to  install  two  pumps  to  an  ex¬ 
isting  gasoline  tank  located  on  the  front  of  the  lot  owned 
by  the  applicant  and  conduct  thereon  a  gasoline  selling 

station;  and 


FES 


Whereas,  there  exists  diagonally  opposite  this  property 
a  garage  and  gas  selling  station  and  the  property  imme¬ 
diately  adjoins  the  business  district,  and  the  board  deemed 
that  the  provisions  of  section  7,  subdivision  F,  applied. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  he  and  it  hereby  is  granted  for  a  temporary  period  of 
two  (2)  years  from  the  date  of  this  action,  on  condition 
that  the  gasoline  mechanical  equipment  shall  not  extend 
beyond  the  present  position  in  relation  to  the  curb,  on 
the  same  premises  as  the  dwelling  of  the  owner,  opera¬ 
tor  of  this  business,  conducted  thereon. 


887-24-BZ. 

APPLICANT — Ferdinand  Savignano,  for  Olympia  Gentile, 
owner. 

SUBJECT— Application  (re:  order  of  fire  .  commis¬ 
sioner)  to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  storage  of 
one  pleasure  and  four  commercial  motor  ve¬ 
hicles. 

PREMISES  AFFECTED— 8715  Sixteenth  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  A.  W.  Lederer. 

For  Opposition:  E.  L.  Smart. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland....  5 

Negative  .  0 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(887-24-BZ) 

Whereas,  Ferdinand  Savignano,  for  Olympia  Gent-'.e, 
owner,  filed,  July  2,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  storage  of  one  (l)  pleas- 
sure  and  four  (4)  commercial  motor  vehicles;  premises 
8745  16th  avenue,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  applica¬ 
tion  by  the  board  of  appeals,  at  its  special  meeting,  Febru¬ 
ary  3,  1925,  after  due  notice  by  publication  in  the  Bulle¬ 
tin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Sixteenth  avenue  and  Ben¬ 
son  avenue  are  residence  districts  and  Bath  avenue  is  a 
business  district ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
March  22,  1924,  reads: 

“Order  No.  87404-LC: 

“1,.  Discontinue  the  maintenance  of  a  garage  on 
these  premises  in  which  is  kept  motor  vehicles  that 
are  used  for  business  purposes.” ; 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a  frontage  of  24  ft.  and  a  depth 
of  60  ft.;  occupied  as  a  garage  for  one  pleasure  and 
four  commercial  cars ;  and 
Whereas,  it  appears  that  a  certificate  of  occupancy 
was  issued  by  the  superintendent  of  buildings,  and  the 
board  deemed"  there  would  he  hardship  in  preventing  ap¬ 
plicant  from  occupying  premises. 

Resolved ,  that  the  board  of  aopeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  for  a  temporary-  period, 
not  to  extend  beyond  March  1.  1927.  on  condition  that 
the  number  of  cars  shall  be  restricted  to  five  (5)  automo- 

( Continued  on  page  174) 
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CITY  OF  NEW  YORK 

BOARD  OF  ESTIMATE  AND  APPORTIONMENT 


Amended  Building  Zone  Resolution. 

(Adopted  October  3,  1924) 

A  Resolution  Regulating  and  Limiting  the  Height  and  Bulk 
of  Buildings  Hereafter  Erected  and  Regulating  and 
Determining  the  Area  of  Yards,  Courts  and  Other 
Open  Spaces,  and  Regulating  and  Restricting  the  Loca¬ 
tion  of  Trades  and  Industries  and  the  Location  of 
Buildings  Designed  for  Specified  Uses  and  Establishing 
the  Boundaries  of  Districts  for  the  Said  Purposes. 

Be  it  Resolved  by  the  Board  of  Estimate  and  Appor¬ 
tionment  of  The  City  of  New  York : 

Article  I — Definitions. 

§  1.  Definitions.  Certain  words  in  this  resolution  are 
defined  for  the  purposes  thereof  as  follows : 

(a)  Words  used  in  the  present  tense  include  the  future; 
the  singular  number  includes  the  plural  and  the  plural  the 
singular ;  the  word  “lot”  includes  the  word  “plot” ;  the 
word  “building”  includes  the  word  “structure.” 

(b)  The  “street  line”  is  the  dividing  line  between  the 
street  and  the  lot. 

(c)  The  “width  of  the  street”  is  the  mean  of  the  distances 
between  the  sides  thereof  within  a  block.  Where  a  street 
borders  a  public  place,  public  park  or  navigable  body  of 
water  the  width  of  the  street  is  the  mean  width  of  such 
street  plus  the  width,  measured  at  right  angles  to  the  street 
line,  of  such  public  place,  public  park  or  body  of  water. 

(d)  The  “curb  level,”  for  the  purpose  of  measuring  the 
height  of  any  portion  of  a  building,  is  the  mean  level  of  the 
curb  in  front  of  such  portion  of  the  building.  But  where 
a  building  is  on  a  corner  lot  the  curb  level  is  the  mean 
level  of  the  curb  on  the  street  of  greatest  width.  If  such 
greatest  width  occurs  on  more  than  one  street  the  curb 
level  is  the  mean  level  of  the  curb  on  that  street  of  greatest 
width  which  has  the  highest  curb  elevation.  The  “curb 
level”  for  the  purpose  of  regulating  and  determining  the 
area  of  j^ards,  courts  and  open  spaces  is  the  mean  level  of 
the  curb  at  that  front  of  the  building  where  there  is  the 
highest  curb  elevation.  Where  no  curb  elevation  has  been 
established  or  the  building  does  not  adjoin  the  street  the 
average  ground  level  of  the  lot  shall  be  considered  the  curb 
level. 

(e)  A  “street  wall”  of  a  building,  at  any  level,  is  the 
wall  or  part  of  the  building  nearest  to  the  street  line. 

(f)  The  “height  of  a  building”  is  the  vertical  distance 
measured  in  the  case  of  flat  roofs  from  the  curb  level  to 
the  highest  point  of  the  roof  beams  adjacent  to  the  street 
wall,  and  in  the  case  of  pitched  roofs  from  the  curb  level 
to  the  mean  height  level  of  the  gable.  Where  no  roof 
beams  exist  or  there  are  structures  Wholly  or  partly  above 
the  roof  the  height  shall  be  measured  from  the  curb  level 
to  the  level  of  the  highest  point  of  the  building.  Where  a 
building  is  a  tenement  house  as  defined  in  the  Tenement 
House  Law  the  height  of  the  building  on  the  street  line 
shall  be  measured  as  prescribed  in  said  law  for  the  measure¬ 
ment  of  the  height  of  a  tenement  house  and  such  measure¬ 
ment  shall  be  from  the  curb  level  as  that  term  is  used  in 
said  law. 

(g)  The  “depth  of  a  lot”  is  the  mean  distance  from  the 
street  line  of  the  lot  to  its  rear  line  measured  in  the  gen¬ 
eral  direction  of  the  side  lines  of  the  lot. 

(h)  A  “rear  yard’’  is  an  open  unoccupied  space  on  the 
same  lot  with  a  building  between  the  rear  line  of  the  build¬ 
ing  and  the  rear  line  of  the  lot. 

(i)  The  “depth  of  a  rear  yard”  is  the  mean  distance 
between  the  rear  line  of  the  building  and  the  rear  line  of 
the  lot. 

(j)  Lots  or  portions  of  lots  shall  be  deemed  “back  to 
back  when  they  are  on  opposite  sides  of  the  same  part  of 


a  rear  line  common  to  both  and  the  opposite  street  lines 
on  which  the  lots  front  are  parallel  with  each  other  or  make 
an  angle  with  each  other  of  not  over  45  degrees. 

(k)  A  “court”  is  an  open  unoccupied  space,  other  than 
a  rear  yard,  on  the  same  lot  with  a  building.  A  court  not 
extending  to  the  street  or  to  a  rear  yard  is  an  “inner 
court.”  A  court  extending  to  the  street  or  a  rear  yard 
is  an  “outer  court.”  A  court  on  the  lot  line  extending 
through  from  the  street  to  a  rear  yard  or  another  street 
is  a  “side  yard.” 

(l)  The  “height  of  a  yard  or  a  court”  at  any  given  level 
shall  be  measured  from  the  lowest  level  of  such  yard  or 
court  as  actually  constructed  or  from  the  curb  level,  if 
higher,  to  such  level.  The  highest  level  of  any  given  wall 
bounding  a  court  or  yard  shall  be  deemed  to  be  the  mean 
height  of  such  wall.  Where  a  building  is  a  tenement  house, 
as  defined  in  the  Tenement  House  Law,  the  height  of  a 
yard  or  a  court  shall  be  measured  as  prescribed  in  such 
law. 

(m)  The  “least  dimension”  of  a  yard  or  court  at  any 
level  is  the  least  of  the  horizontal  dimensions  of  such  yard 
or  court  at  such  level.  If  two  opposite  sides  of  a  yard 
or  court  are  not  parallel  the  horizontal  dimension  between 
them  shall  be  deemed  to  be  the  mean  distance  between  them. 

(n)  The  “length  of  an  outer  court”  at  any  given  point 
shall  be  measured  in  the  general  direction  of  the  side  lines 
of  such  court  from  the  end  opposite  the  end  opening  on 
a  street,  or  a  rear  yard,  to  such  point. 

Article  II — Use  Districts. 

§2.  Use  Districts.  For  the  purpose  of  regulating  and 
restricting  the  location  of  trades  and  industries  and  the 
location  of  buildings  designed  for  specified  uses,  the  City  of 
New  York  is  hereby  divided  into  three  classes  of  districts: 
(1)  residence  districts,  (2)  business  districts  and  (3)  un¬ 
restricted  districts ;  as  shown  on  the  amended  use  district 
map  which  accompanies  -this  resolution  and  is  hereby  de¬ 
clared  to  be  part  hereof.  The  use  districts  designated  on 
said  amended  map,  consisting  of  thirty-five  sheets  and  an 
index  sheet,  each  dated  July  1,  1924,  and  signed  by  the 
Chief  Engineer  of  the  Board  of  Estimate  and  Apportion¬ 
ment,  are  hereby  established.  The  amended  use  district  map 
designations  and  amended  map  designation  rules  which  ac¬ 
company  said  amended  use  district  map  are  hereby  declared 
to  be  part  thereof.  No  building  or  premises  shall  be  erected 
or  used  for  any  purpose  other  than  a  purpose  permitted  in 
the  use  district  in  which  such  building  or  premises  is  located. 

.  §  3-  Residence  Districts.  In  a  residence  district  no  build¬ 
ing  shall  he  erected  other  than  a  building,  with  its  usual 
accessories,  arranged,  intended  or  designed  exclusively  for 
one  or  more  of  the  following  specified  uses : 

(1)  Dwellings,  which  shall  include  dwellings  for  one  or 
more  families  and  boarding  houses  and  also  hotels  which 
have  thirty  or  more  sleeping  rooms. 

(2)  Clubs,  excepting  clubs  the  chief  activity  of  which  is 
a  service  customarily  carried  on  as  a  business 

(3)  Churches. 

(4)  Schools,  libraries  or  public  museums. 

(5)  Philanthropic  or  eleemosynary  uses  or  institutions 
other  than  correctional  institutions. 

(6)  Hospitals  and  sanitariums. 

(7)  Railroad  passenger  stations. 

(8)  Farming,  truck  gardening,  nurseries  or  green  houses. 

In  a  residence  district  no  building  or  premises  shall  be 

used  for  any  use  other  -than  a  use  above  specified  for  which 
uildings  .rosy  be  erected  and  for  the  accessory  uses  cus¬ 
tomarily  incident  thereto.  The  term  accessory  use  shall  not 
include  a  business  nor  shall  it  include  any  building  or  use 
not.  located  on  the  same  lot  with  the  building  or  use  to 
which  it  is  accessory.  A  private  garage  for  more  than 
fi\  e  motor  vehicles  shall  not  be  deemed  an  accessory  use. 
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j  4.  Business  Districts,  (a)  In  a  business  district  no 
:lding  or  premises  shall  be  used,  and  no  building  shall 
erected  which  is  arranged,  intended  or  designed  to  be  used, 
any  of  the  following  specified  trades,  industries  or  uses: 

(1)  Ammonia,  chlorine  or  bleaching  powder  manufacture. 

(2)  Asphalt  manufacture  or  refining. 

(3)  Assaying  (other  than  gold  or  silver). 

(4)  Blacksmithing  or  horseshoeing. 

(5)  Boiler  making. 

(6)  Brewing  or  distilling  of  liquors. 

(7)  Carpet  cleaning. 

(8)  Celluloid  manufacture. 

(9)  Crematory. 

(10)  Distillation  of  coal,  wood  or  bones. 

(11)  Dyeing  or  dry  cleaning. 

(12)  Electric  central  station  power  plant. 

(13)  Fat  rendering. 

(14)  Fertilizer  manufacture. 

(15)  Garage  for  more  than  five  motor  vehicles,  not  includ¬ 

ing  a  warehouse  where  motor  vehicles  are  received 
for  dead  storage  only,  and  not  including  a  sales- 
room  where  motor  vehicles  are  kept  for  sale  or 
for  demonstration  purposes  only. 

(16)  Gas  (illuminating  or  heating)  manufacture  or  stor¬ 

age. 

(17)  Glue,  size  and  gelatine  manufacture. 

.(18)  Incineration  or  reduction  of  garbage,  offal,  dead  ani¬ 
mals  or  refuse. 

(19)  Iron,  steel,  brass  or  copper  works. 

(20)  Junk,  scrap  paper  or  rag  storage  or  baling. 

(21)  Lamp  black  manufacture. 

(22)  Lime,  cement  or  plaster  of  paris  manufacture. 

(23)  Milk  bottling  and  distributing  station. 

(24)  Oil  cloth  or  linoleum  manufacture.  . 

(25)  Paint,  oil,  varnish  or  turpentine  manufacture. 

(26)  Petroleum  refining  or  storage. 

(27)  Printing  ink  manufacture. 

(28)  Raw  hides  or  skins — storage,  curing  or  tanning. 

(29)  Repair  shop  for  motor  vehicles. 

(30)  Rubber  manufacture  from  the  crude  material. 

(31)  Saw  or  planing  mill. 

(32)  Shoddy  manufacture  or  wool  scouring. 

(33)  Slaughtering  of  animals. 

(34)  Smelting. 

(35)  Soap  manufacture. 

(36)  Stable  for  more  than  five  horses. 

(37)  Starch,  glucose  or  dextrine  manufacture. 

(38)  Stock  yard. 

(39)  Stone  or  monumental  works. 

(40)  Sugar  refining. 

(41)  Sulphurous,  sulphuric,  nitric  or  hydrochloric  acid 

manu  facture. 

(42)  Tallow,  grease  or  la'rd  manufacturing  or  refining. 

(43)  Tar  distillation  or  manufacture. 

(44)  Tar  roofing  or  tar  waterproofing  manufacture. 

(45)  Refrigerating  plants,  coal  yards  and  coal  pockets. 

(b)  In  a  business  district  no  building  or  premises  shall 
e  used,  and  no  building  shall  be  erected,  which  is  arranged, 
itended  or  designed  to  be  used  for  anv  trade,  industry  or 
se  that  is  noxious  or  offensive  by  reason  of  the  emission 
f  odor.  dust,  smoke,  gas  or  noise  but  car  barns  or  places 
f  amusement  shall  not  be  excluded. 

(c)  In  a  business  district  no  building  or  premises  shall 
e  used,  and  no  building  shall  be  erected,  which  is  arranged, 
ntended  or  designed  to  be  used  for  anv  kind  of  manufac- 
uring,  except  that  any  kind  of  manufacturing  not  included 

|  vithin  the  prohibitions  of  paragraphs  a  and  b  of  this  sec- 
ion  may  be  carried  on  provided  not  more  than  25  per  cent. 
')f  the  total  floor  space  of  the  building  is  so  used,  but  space 
•qua!  to  the  area  of  the  lot  may  be  so  used  in  any  case,  al- 
hough  in  excess  of  said  25  per  cent.  The  printing  of  a 


newspaper  shall  not  be  deemed  manufacturing.  No  use  per¬ 
mitted  in  a  residence  district  by  section  3  shall  be  excluded 
from  a  business  district. 

§  5.  Unrestricted  Districts.  The  term  “unrestricted  dis¬ 
trict”  is  used  to  designate  the  districts  for  which  no  regula¬ 
tions  or  restrictions  are  provided  by  this  article. 

§6.  Existing  Buildings  and  Premises,  (a)  Any  use  ex¬ 
isting  in  aruy  building  or  premises  on  July  25,  1916,  and  not 
conforming  to  the  regulations  of  the  use  district  in  which  it 
is  maintained,  may  be  continued  therein.  No  then  existing 
building  designed,  arranged,  intended  or  devoted  to  a  use 
not  permitted  by  this  article  in  the  district  in  which  such 
use  is  located  shall  be  enlarged,  extended,  reconstructed  or 
structurally  altered  unless  such  use  is  changed  to  a  use  per¬ 
mitted  in  the  district  in  which  such  building  is  located. 
Such  building  may,  however,  be  reconstructed  or  structurally 
altered  to  an  extent  not  greater  than  50  per  cent,  of  the 
value  of  the  building,  exclusive  of  foundations,  provided 
that  no  use  in  such  building  is  changed  or  extended,  except 
as  authorized  in  paragraph  b  of  this  section,  and  provided, 
further,  that  no  use  included  in  any  one  of  the  enumerated 
subdivisions  of  paragraph  a  of  section  4  is  changed  into  a 
use  included  in  any  other  enumerated  subdivision  of  para¬ 
graph  a  of  section  4  or  into  a  use  prohibited  by  paragraph 
b  of  section  4,  and  also  provided  that  no  use  prohibited 
by  paragraph  b  of  section  4  is  changed  into  another  use 
prohibited  by  paragraph  b  of  section  4*  or  into  a  use  in¬ 
cluded  in  an  enumerated  subdivision  of  paragraph  a  of 
section  4. 

(b)  Any  use  existing  in  any  building  or  premises  on 
July  25,  1916,  and  not  conforming  to  the  regulations  of  the 
use  district  in  which  it  is  maintained  may  be  changed,  and 
such  use  may  be  extended  throughout  the  building,  provided 
that  in  either  case : 

(1)  No  structural  alterations  shall  be  made  in  the  build¬ 
ing,  except  as  authorized  by  paragraph  a  of  this  section,  and 

(2)  In  a  residence  district  no  portion  of  a  building  de¬ 
voted  to  a  use  included  in  subdivision  1  of  section  3  shall 
be  changed  to  any  use  prohibited  in  a  residence  district,  and 

(3)  In  a  residence  district  no  building  or  premises,  unless 
devoted  to  one  of  the  uses  that  is  by  section  4  prohibited  in 
a  business  district,  shall  be  changed  to  any  of  such  uses, 
and 

(4)  In  a  residence  or  business  district  no  building  or  part 
thereof  and  no  premises,  unless  devoted  to  one  of  the  uses 
that  is  by  paragraph  a  or  b  of  section  4  prohibited  in  a 
business  district,  shall  be  changed  to  any  of  such  uses. 

If  a  use  is  changed  as  authorized  in  this  section,  the  new 
use  may  thereafter  be  changed,  subject  to  the  limitations 
imposed  by  subdivisions  1,  2,  3  and  4  of  this  paragraph. 

§  7.  Use  District  Exceptions.  The  Board  of  Appeals, 
created  by  chapter  503  of  the  laws  of  1916,  may,  in  appro¬ 
priate  cases,  after  public  notice  and  hearing,  and  subject  to 
appropriate  conditions  and  safeguards,  determine  and  vary 
the  application  of  the  use  district  regulations  herein  estab¬ 
lished  in  harmony  with  their  general  purpose  and  intent  as 
follows : 

(a)  Permit  the  extension  of  an  existing  building  and  the 
existing  use  thereof  upon  the  lot  occupied  by  such  building 
at  the  time  of  the  passage  of  this  resolution  or  permit  the 
erection  of  an  additional  building  upon  a  lot  occupied  at  the 
time  of  the  passage  of  this  resolution  by  a  commercial  or 
industrial  establishment  and  which  additional  building  is  a 
part  of  such  establishment ; 

(b)  Where  a  use  district  boundary  line  divides  a  lot  in  a 
single  ownership  at  the  time  of  the  passage  of  this  resolu¬ 
tion,  permit  a  use  authorized  on  either  portion  of  such  lot 
to  extend  to  the  entire  lot.  but  not  more  than  25  feet  beyond 
the  boundary  line  of  the  district  in  which  such  use  is  au¬ 
thorized  ; 

(c)  Permit  the  extension  of  an  existing  or  proposed 
building  into  a  more  restricted  district  under  such  condi¬ 
tions  as  will  safeguard  the  character  of  the  more  restricted 
district ; 


167 


NOTICE 


(d)  Permit  in  a  residence  district  a  central  telephone  ex¬ 
change  or  any  building  or  use  in  keeping  with  the  uses  ex¬ 
pressly  enumerated  in  section  3  as  the  purposes  for  which 
buildings  or  premises  may  be  erected  or  used  in  a  residence 
district ; 

(e)  Permit  in  a  business  district  the  erection  or  extension 
of  a  garage  or  stable  in  any  portion  of  a  street  between  two 
intersecting  streets  in  which  portion  there  exists  a  garage 
for  more  than  five  motor  vehicles  or  a  stable  for  more  than 
five  horses  which  existed  on  July  25,  1916. 

(f)  Grant  in  undeveloped  sections  of  the  city  temporary 
and  conditional  permits  for  not  more  than  two  years  for 
structures  and  uses  in  contravention  of  the  requirements  of 
this  article. 

(g)  Permit  in  a  business  or  residence  district  the  erection 
of  a  garage  provided  the  petitioner  files  the  consents  duly 
acknowledged  of  the  owners  of  80  per  cent,  of  the  frontage 
deemed  by  the  Board  to  be  immediately  affected  by  the 
proposed  garage.  Such  permit  shall  specify  the  maximum 
size  or  capacity  of  the  garage  and  shall  impose  appropriate 
conditions  and  safeguards  upon  the  construction  and  use  of 
the  garage. 

Article  III — Height  Districts. 

§  8.  Height  Districts.  For  the  purpose  of  regulating  and 
limiting  the  height  and  bulk  of  buildings  hereafter  erected, 
the  City  of  New  York  is  hereby  divided  into  eight  classes 
of  districts:  (a)  one-quarter  times  districts;  (b)  one- 
half  times  districts;  (c)  three-quarter  times  districts;  (d) 
one  times  districts;  (e)  one  and  one-quarter  times  districts; 
(f)  one  and  one-half  times  districts;  (g)  two  times  dis¬ 
tricts;  (h)  two  and  one-half  times  districts;  as  shown  on 
the  amended  height  district  map  which  accompanies  this 
resolution  and  is  hereby  declared  to  be  part  hereof.  The 
height  districts  designated  on  said  amended  map,  consisting 
of  thirty-five  sheets  and  an  index  sheet,  each  dated  July  1, 
1924,  and  signed  by  the  Chief  Engineer  of  the  Board  of  Esti¬ 
mate  and  Apportionment,  are  hereby  established.  The 
amended  height  district  map  designations  and  amended  map 
designation  rules  which  accompany  said  amended  height  dis¬ 
trict  map  are  hereby  declared  to  be  part  thereof.  No  build¬ 
ing  or  part  of  a  building  shall  be  erected  except  in  con¬ 
formity  with  the  regulations  herein  prescribed  for  the  height 
district  in  which  such  building  is  located. 

(a)  In  a  one-quarter  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  one-quarter  times  the  width 
of  the  street,  but  for  each  two  feet  that  the  building  or  a 
portion  of  it  sets  back  from  the  street  line  one  foot  shall 
be  added  to  the  height  limit  of  such  building  or  such  por- 
lior:  thereof. 

(b)  In  a  one-half  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  one-half  times  the  width  of 
the  street,  but  for  each  one  foot  that  the  building  or  a  por¬ 
tion  of  it  sets  back  from  the  street  line  one  foot  shall  be 
added  to  the  height  limit  of  such  building  or  such  portion 
thereof. 

(c)  In  a  three-quarter  times'  district  no  building  shall  be 
erected  to  a  height  in  excess  of  three-quarter  times  the 
width  of  the  street,  but  for  each  one  foot  that  the  building 
or  a  portion  of  it  sets  back  from  the  street  line  one  foot 
shall  be  added  to  the  height  limit  of  such  building  or  such 
portion  thereof. 

(d)  In  a  one  times  district  no  building  shall  be  erected 
to  a  height  in  excess  of  the  width  of  the  street,  but  for  each 
one  foot  that  the  building  or  a  portion  of  it  sets  back  from 
the  street  line  two  feet  shall  be  added  to  the  height  limit  of 
such  building  or  such  portion  thereof. 

(e')  In  a  one  and  one-quarter  times  district  no  building 
«hall  be  erected  to  a  height  in  excess  of  one  and  one-quarter 
times  the  width  of  the  street,  but  for  each  foot  that  the 


builidng  or  a  portion  of  it  sets  back  from  the  street  lin 
two  and  one-half  feet  shall  be  added  to  the  height  limit  o 
such  building  or  such  portion  thereof. 

(f)  In  a  one  and  one-half  times  district  no  building  shai 
be  erected  to  a  height  in  excess  of  one  and  one-half  time 
the  width  of  the  street,  but  for  each  one  foot  that  the  build 
ing  or  a  portion  of  it  sets  back  from  the  street  line  three  fee 
shall  be  added  to  the  height  limit  of  such  building  or  sue’ 
portion  thereof. 

(g)  In  a  two  times  district  no  building  shall  be  erected  t 
a  height  in  excess  of  twice  the  width  of  the  street,  but  fo 
each  one  foot  that  the  building  or  a  portion  of  it  sets  bad 
from  the  street  line  four  feet  shall  be  added  to  the  heigh 
limit  of  such  building  or  such  portion  thereof. 

(h)  In  a  two  and  one-half  times  district  no  building  shal 
be  erected  to  a  height  in  excess  of  two  and  one-half  time 
the  width  of  the  street,  but  for  each  one  foot  that  the  build 
ing  or  a  portion  of  it  sets  back  from  the  street  line  five  fee 
shall  be  added  to  the  height  limit  of  such  building  or  sucl 
portion  thereof. 

§  9.  Height  District  Exceptions,  (a)  On  streets  less  tha 
50  feet  in  width  the  same  height  regulations  shall  be  applie> 
as  on  streets  50  feet  in  width  and,  except  for  the  purpose 
of  paragraph  d  of  this  section,  on  streets  more  than  10< 
feet  in  width  the  same  height  regulations  shall  be  applied  a 
on  streets  100  feet  in  width. 

(b)  Along  a  narrower  street  near  its  intersection  with  ; 
wider  street,  any  building  or  any  part  of  any  building  fropt 
ing  on  the  narrower  street  within  100  feet,  measured  at  righ 
angles  to  the  side  of  the  wider  street,  shall  be  governed  b'< 
the  height  regulations  provided  for  the  wider  streets,  i 
corner  building  on  such  intersecting  streets  shall  be  gov 
erned  by  the  height  regulations  provided  for  the  wider  stree 
for  150  feet  from  the  side  of  such  wider  street,  measurec 
along  such  narrower  street. 

(c)  Above  the  height  limit  at  any  level  for  any  part  of  ? 
building  a  dormer,  elevator  bulkhead  or  other  structure  ma; 
be  erected  provided  its  frontage  length  on  any  given  stree 
be  not  greater  than  60  per  cent,  of  the  length  of  such  stree 
frontage  of  such  part  of  the  building.  Such  frontage  lengtl 
of  such  structure  at  any  given  level  shall  be  decreased  b; 
an  amount  equal  to  one  per  cent,  of  such  street  frontage  o 
such  part  of  the  building  for  every  foot  such  level  is  abovi 
such  height  limit.  If  there  are  more  than  one  such  structure 
their  aggregate  frontage  shall  not  exceed  the  frontage  lengtl 
above  permitted  at  any  given  level. 

(d)  If  the  area  of  the  building  is  reduced  so  that  abov< 
given  level  it  covers  in  the  aggregate  not  more  than  25  pei 
cent,  of  the  area  of  the  lot,  the  building  above  such  leve 
shall  be  excepted  from  the  foregoing  provisions  of  this  arti 
cle.  Such  portion  of  the  building  may  be  erected  to  an; 
height,  provided  that  the  distance  which  it  sets  back  fron 
the  street  line  on  each  street  on  which  it  faces,  plus  half  oi 
the  width  of  the  street,  equals  at  least  75  feet.  But  for  eact 
one  per  cent,  of  the  width  of  the  lot  on  the  street  line  tha 
such  street  wall  is  less  in  length  than  such  width  of  the  lot 
such  wall  may  be  erected  four  inches  nearer  to  the  stree’ 
line. 

(e)  When  at  the  time  plans  are  filed  for  the  erection 

a  building  there  are  buildings  in  excess  of  the  height  limit’ 
herein  provided  within  50  feet  of  either  end  of  the  stree 
frontage  of  the  proposed  building  or  directly  opposite  sucl 
building  across  the  street,  the  height  to  which  the  street  wal 
of  the  proposed  building  may  rise  shall  be  increased  by  ar 
amount  not  greater  than  the  average  excess  height  of  the 
walls  on  the  street  line  within  50  feet  of  either  end  of  the 
street  frontage  of  the  proposed  building  and  at  right  angle: 
to  the  street  frontage  of  the  proposed  building  on  the  oppo 
site  side  of  the  street.  The  average  amount  of  such  exces: 
height  shall  be  comouted  by  adding  together  the  exces: 
heights  above  the  prescribed  height  limit  for  the  street  front 
age  in  question  of  all  of  the  walls  on  the  street  line  of  the 
buildings  and  parts  of  buildings  within  the  above  defined 
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rontage  and  dividing  the  sum  by  the  total  number  of  build- 
ngs  and  vacant  plots  within  such  frontage. 

({)  Nothing  in  this  article  shall  prevent  the  projection  of 

cornice  beyond  the  street  wall  to  an  extent  not  exceeding 
ive  per  cent,  of  the  width  of  the  street  nor  more  than  five 
eet  in  any  case.  Nothing  in  this  article  shall  prevent  the 
.rection  above  the  height  limit  of  a  parapet  wall  or  cornice 
olely  for  ornament  and  without  windows  extending  above 
uch  height  limit  not  more  than  five  per  cent,  of  such  height 
imit,  but  such  parapet  wall  or  cornice  may  in  any  case  be  at 
east  five  and  one-half  feet  high  above  such  height  limit. 

(g)  The  provisions  of  this  article  shall  not  apply  to  the 
.■rection  of  church  spires,  belfries,  chimneys,  flues  or  gas 
lolders. 

(h)  Where  not  more  than  50  feet  of  a  street  frontage 
vould  otherwise  be  subjected  to  a  height  limit  lower  than 
hat  allowed  immediately  beyond  both  ends  of  such  frontage, 
he  height  limit  on  such  frontage  shall  be  equal  to  the  lesser 
if  such  greater  height  limits. 

(i)  If  an  additional  story  or  stories  are  added  to  a  build- 
ng  existing  at  the  time  of  the  passage  of  this  resolution, 
he  existing  walls  of  which  are  in  excess  of  the  height  limits 
described  in  this  article,  the  height  limits  for  such  addi- 
ional  story  or  stories  shall  be  computed  from  the  top  of 
he  existing  walls  as  though  the  latter  were  not  in  excess 
jf  the  prescribed  height  limits  and  the  carrying  up  of  exist- 
ng  elevator  and  stair  enclosures  shall  be  exempted  from  the 
provisions  of  this  article. 

Article  IV — Area  Districts. 

§  10.  Area  Districts.  For  the  purpose  of  regulating  and 
determining  the  area  of  yards,  courts  and  other  open  spaces 
for  buildings  hereafter  erected,  the  City  of  New  York  is 
hereby  divided  into  six  classes  of  area  districts:  A,  B,  C,  D, 
E  and  F ;  as  shown  on  the  amended  area  district  map  which 
accompanies  this  resolution  and  is  hereby  declared  to  be  part 
hereof.  The  area  districts  designated  on  said  amended  map, 
consisting  of  thirty-five  sheets  and  an  index  sheet,  each 
dated  July  1,  1924,  and  signed  by  the  Chief  Engineer  of  the 
Board  of  Estimate  and  Apportionment,  are  hereby  estab¬ 
lished.  The  amended  area  district  map  designations  and 
amended  map  designation  rules  which  accompany  said 
amended  area  district  map  are  hereby  declared  to  be  a  part 
thereof.  No  building  or  part  of  a  building  shall  be  erected 
except  in  conformity  with  the  regulations  herein  prescribed 
for  the  area  district  in  which  such  building  is  located.  Fin- 
ess  otherwise  expressly  provided  the  term  rear  yard,  side 
>rard,  outer  court  or  inner'  court  when  used  in  this  article 
shall  be  deemed  to  refer  only  to  a  rear  yard,  side  yard,  outer 
court  or  inner  court  required  by  this  article.  No  lot  area 
shall  be  so  reduced  or  diminished  that  the  yards,  courts  or 
jpen  spaces  shall  be  smaller  than  prescribed  in  this  article. 

§  11.  A  Districts.  In  an  A  district  a  court  at  any  given 
leight  shall  be  at  least  one  inch  in  least  dimension  for  each 
me  foot  of  such  height. 

§  12.  B  District.  In  a  B  district  a  rear  yard  at  any  given 
leight  shall  be  at  least  two  inches  in  least  dimension  for 
each  one  foot  of  such  height.  The  depth  of  a  rear  yard  at 
ts  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth  of 
he  lot,  but  need  not  exceed  10  feet  at  such  level.  An  outer 
court  or  a  side  yard  at  any  given  height  shall  be  at  least  one 
nch  in  least  dimension  for  each  one  foot  of  such  height. 
\n  outer  court  at  any  given  point  shall  be  at  least  one  and 
one-half  inches  in  least  dimension  for  each  one  foot  of 
ength.  But  for  each  one  foot  that  an  outer  court  at  any 
?iven  height  would,  under  the  above  rules,  be  wider  in  its 
'.east  dimension  for  such  height  than  the  minimum  required 
oy  its  length,  one  inch  shall  be  deducted  from  the  required 
east  dimension  for  such  height  for  each  24  feet  of  such 
;  neight.  A  side  yard  for  its  length  within  50  feet  of  the 
street  may  for  the  purposes  of  the  above  rule  be  considered 
in  outer  court. 

§  13.  C  Districts,  (a)  In  a  C  district  a  rear  yard  at  any 
jiven  height  shall  be  at  least  three  inches  in  least  dimension 


for  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  10  feet  at  such  level.  An 
outer  court  or  a  side  yard  at  any  given  height  shall  be  at 
least  one  and  one-half  inches  in  least  dimension  for  each 
one  foot  of  such  height.  An  outer  court  at  any  given  point 
shall  be  at  least  one  and  one-half  inches  in  least  dimension 
for  each  one  foot  of  length.  On  a  lot  not  more  than  30 
feet  in  mean  width  an  outer  court  or  a  side  yard  at  any  given 
height  shall  be  not  less  than  one  inch  in  least  dimension  for 
each  one  foot  of  such  height,  and  an  inner  court  at  any  given 
height  shall  be  either  (1)  not  less  than  two  inches  in  least 
dimension  for  each  one  foot  of  such  height  or  (2)  it  shall 
be  of  an  equivalent  area  as  hereinafter  specified  in  paragraph 
c  of  section  18. 

(b)  If  the  owner  or  owners  of  any  part  of  a  C  district 
set  aside  perpetually  for  the  joint  recreational  use  of  the  resi¬ 
dents  of  such  part  designated  by  them,  an  area  at  least  equal 
to  10  per  cent,  of  the  area  of  such  part  in  addition  to  all 
yard  and  court  requirements  for  a  B  district,  such  part  shall 
be  subject  to  the  regulations  herein  prescribed  for  a  B  dis¬ 
trict.  Such  joint  recreational  space  shall  be  composed  of 
one  or  more  tracts,  each  of  which  shall  be  at  least  40  feet  in 
least  dimension  and  5,000  square  feet  in  area  and  shall  be 
approved  by  the  Board  of  Appeals  as  suitable  for  the  joint 
recreational  use  of  such  residents. 

§  14.  D  Districts,  (a)  In  a  D  district  a  rear  yard  at  any 
given  height  shall  be  at  least  four  inches  in  least  dimension 
for  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth 
of  the  lot,  but;  need  not  exceed  10  feet  at  such  level.  If  a 
building  in  a  D  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  20  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  20  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  10  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level,  there  may 
be  substituted  one  foot  of  depth  of  unoccupied  space  across 
the  wthole  width  of  the  front  of  the  lot  at  the  curb  level 
between  the  street  line  and  the  street  wall  of  the  building. 

(b)  In  a  D  district  an  outer  court  or  a  side  yard  at  any 
given  height  shall  be  at  least  two  inches  in  least  dimension 
for  each  one  foot  of  such  height.  An  outer  court  at  any 
given  point  shall  be  at  least  two  inches  in  least  dimension 
for  each  one  foot  of  length.  On  a  lot  not  more  than  30  feet 
in  mean  width  an  outer  court  or  a  side  yard  at  any  given 
height  shall  be  not  less  than  one  and  one-half  inches  in 
least  dimension  for  each  one  foot  of  such  height.  On  such 
lot  an  outer  court  at  any  given  point  shall  be  not  less  than 
one  and  one-half  inches  in  least  dimension  for  each  one  foot 
of  length.  On  such  lot  an  inner  court  at  any  given  height 
shall  be  either  (1)  not  less  than  three  inches  in  least  dimen¬ 
sion  for  each  one  foot  of  such  height  or  (2)  it  shall  be  of 
an  equivalent  area  as  specified  in  paragraph  c  of  section  18. 

(c)  In  a  D  district  no  building  located  within  a  residence 
district  as  designated  on  the  amended  use  district  map  shall 
occupy  at  the  curb  level  more  than  60  per  cent,  of  the  area 
of  the  lot,  if  an  interior  lot,  or  80  per  cent,  if  a  corner  lot. 
In  computing  such  percentage  any  part  of  the  area  of  any 
corner  lot  in  excess  of  8,000  square  feet  shall  be  considered 
an  interior  lot. 

(d)  If  the  owner  or  owners  of  any  part  of  a  D  district 
set  aside  perpetually  for  the  joint  recreational  use  of  the 
residents  of  such  part  designated  by  them,  an  area  at  least 
equal  to  10  per  cent,  of  the  area  of  such  part  in  addition  to 
all  yard  and  court  requirements  for  a  C  district,  such  part 
shall  be  subject  to  the  regulations  herein  prescribed  for  a  C 
district.  Such  joint  recreational  space  shall  be  composed  of 
one  or  more  tracts,  each  of  which  shall  be  at  least  40  feet 
in  least  dimension  and  5,000  square  feet  in  area  and  shall  be 
approved  by  the  Board  of  Appeals  as  suitable  for  the  joint 
rereationa1  use  of  such  residents. 
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§  15.  E  Districts,  (a)  In  an  E  district  a  rear  yard  at  any 
given  height  shall  be  at  least  five  inches  in  least  dimension 
for  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  15  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  15  feet  at  such  level.  If  a 
building  in  an  E  district  is  located  in  a  residence  district  as. 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  25  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  25  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  10  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level,  there  may  be 
substituted  one  foot  of  depth  of  unoccupied  space  across  the 
whole  width  of  the  front  of  the  lot  at  the  curb  level  between 
the  street  line  and  the  street  wall  of  the  building.  In  an  E 
district  on  at  least  one  side  of  every  building  located  within 
a  residence  district  there  shall  be  a  side  yard  along  the  side 
lot  line  for  the  full  depth  of  the  lot  or  back  to  the  rear 
yard. 

(b)  In  an  E  district  an  outer  court  or  side  yard  at  any 
given  height  shall  be  at  least  two  and  one-half  inches  in 
least  dimension  for  each  one  foot  of  such  height.  On  a  lot 
not  more  than  50  feet  in  mean  width  an  outer  court  or  a  side 
yard  at  any  given  height  shall  be  at  least  two  inches  in 
least  dimension  for  each  one  foot  of  such  height.  An  outer 
court  at  any  given  point  shall  be  at  least  two  and  one-half 
inches  in  least  dimension  for  each  one  foot  of  length. 

(c)  In  an  E  district  no  building  located  within  a  residence 

district  as  designated  on  the  amended  use  district  map  shall 
occupy  at  the  curb  level  more  than  50  per  cent,  of  the  area 
of  the  lot,  if  an  interior  lot,  or  70  per  cent,  if  a  corner  lot, 
and  above  a  level  18  feet  above  the  curb  no  building  shall 
occupy  more  than  30  per  cent,  of  the  area  of  the  lot,  if  an 
interior  lot,  or  40  per  cent,  if  a  corner  lot.  In  computing 
such  percentage  any  part  of  the  area  of  any  corner  lot  in 
excess  of  8,000  square  feet  shall  be  considered  an  interior 
lot.  I  .  i  l 

(d)  In  an  E  district  no  portion  of  any  building  shall  be 
erected  nearer  than  10  feet  to  the  line  of  any  street  as  laid 
out  upon  the  City  map. 

§  16.  F  Districts,  (a)  In  an  F  district  no  portion  of  any 
building  shall  be  erected  nearer  than  15  feet  to  the  building 
line  of  any  street. 

(b)  In  an  F  district  a  rear  yard  at  any  given  height  shall 
be  at  least  six  inches  in  least  dimension  for  each  one  foot 
of  such  height.  The  depth  of  a  rear  yard  at  its  lowest  level 
shall  be  at  least  20  per  cent,  of  the  depth  of  the  lot,  but 
need  not  exceed  20  feet  at  such  level.  Excepting  that  if  a 
building  in  an  F  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  30  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  30  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  15  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level  there  may  be 
substituted  one  foot  of  additional  depth  of  unoccupied  space 
to  that  hereinbefore  provided  across  the  whole  width  of  the 
front  of  the  lot  at  the  curb  level  between  the  street  line  and 
the  street  wall  of  the  building.  In  an  F  district,  on  both 
sides  of  every  dwelling  there  shall  be  a  side  yard  along  the 
side  lot  line  for  the  full  depth  of  the  lot  or  back  to  the  rear 
yard.  For  every  residential  building  located  in  a  residence 
district  both  sides  of  such  building  shall  be  capable  of  being 
afforded  direct  light,  air  and  access  upon  such  side  yards,  for 
its  entire  length. 

(c)  In  an  F  district  an  outer  court  or  side  yard  at  any 
given  height  shall  be  at  least  three  inches  in  least  dimension 
for  each  one  foot  of  such  height,  excepting  that  on  a  lot 
not  more  than  50  feet  in  mean  width  an  outer  court  or  a 
side  yard  at  any  given  height  shall  be  at  least  two  and  one- 
half  inches  in  least  dimension  for  each  one  foot  of  such 
height.  An  outer  court  at  any  given  point  shall  be  at  least 
three  inches  in  least  dimension  for  each  one  foot  of  length. 

(d)  In  an  F  district  no  building  shall  occupy  at  the  curb 
level  more  than  35  per  cent,  of  the  area  of  the  lot,  if  an 


interior  lot,  or  50  per  cent,  if  a  corner  lot,  and  above  a  level 
18  feet  above  the  curb  no  building  shall  occupy  more  than  25 
per  cent,  of  the  area  of  the  lot,  if  an  interior  lot,  or  30  per 
cent,  if  a  corner  lot,  exclusive  in  each  case  of  garages.  In 
computing  such  percentage  any  part  of  the  area  of  any  cor¬ 
ner  lot  in  excess  of  6,000  square  feet  shall  be  considered  an 
interior  lot.  i 

§  17.  Rear  Yards,  (a)  Except  in  A  districts,  for  lots  or 
portions  of  lots  that  are  back  to  back  there  shall  be  rear 
yards  extending  along  the  rear  lot  lines  of  such  lots  or  por¬ 
tions  of  lots  wherever  they  are  more  than  55  feet  back  from 
the  nearest  street.  Such  rear  yard  shall  be  at  least  of  the 
area  and  dimensions  herein  prescribed  for  the  area  district 
in  which  it  is  located  at  every  point  along  such  rear  lot  line. 
Within  55  feet  of  the  nearest  street  no  rear  yards  shall  be 
required,  except  in  F  area  districts.  No  rear  yard  shall  be 
required  on  any  corner  lot  nor,  excepting  in  an  F  area  dis¬ 
trict,  on  the  portion  of  any  lot  that  is  back  to  back  with  a 
corner  lot. 

(b)  Where  a  building  is  not  within  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  lowest  level 
of  a  rear  yard  shall  not  be  above  the  sill  level  of  the  second 
story  windows,  nor  in  any  case  more  than  23  feet  above  the 
curb  level.  Where  a  building  is  within  a  residence  district 
the  lowest  level  of  a  rear  yard  shall  not  be  above  the  curb 
level,  except  that  not  more  than  40  per  cent,  of  the  area  of 
the  yard  may  be  occupied  by  the  building  up  to  a  level  18 
feet  above  the  curb  level.  In  the  case  of  a  church,  whether 
within  or  without  a  residence  district,  such  40  per  cent,  may 
be  occupied  up  to  a  level  of  30  feet  above  the  curb  level. 

(c)  Chimneys  or  flues  may  be  erected  within  a  rear  yard 
provided  they  do  not  exceed  five  square  feet  in  area  in  the 
aggregate  and  do  not  obstruct  ventilation. 

(d)  Except  in  A  districts,  where  a  building  on  an  interior 
lot  between  lots  for  which  rear  yards  are  required  runs 
through  the  block  from  street  to  street  or  to  within  55  feet 
of  another  street,  there  shall  be  on  each  side  lot  line  above 
the  sill  level  of  the  second  story  windows  and  in  any  case 
above  a  level  23  feet  above  the  curb  level  a  court  of  at  least 
equivalent  area  at  any  given  height  to  that  required  for  an 
inner  court  at  such  height  and  having  a  least  dimension  not 
less  than  that  required  for  an  outer  court  at  the  same  height. 

(e)  When  a  proposed  building  is  on  a  lot  which  is  back 
to  back  with  a  lot  or  lots  on  which  there  is  a  building  or 
buildings  having  rear  yards  less  in  depth  than  would  be  re¬ 
quired  under  this  article,  the  depth  of  the  rear  yard  of  the 
proposed  building  shall  not  be  required  to  be  greater  at  any 
given  level  than  the  average  depth  of  the  rear  yards  directly 
back  to  back  with  it  at  such  level,  but  in  no  case  shall  the 
depth  of  such  rear  yard  be  less  at  any  height  than  the  least 
dimension  prescribed  for  an  outer  court  at  such  height. 

§  18.  Courts,  (a)  If  a  room  in  which  persons  live,  sleep, 
work  or  congregate  receives  its  light  and  air  in  whole  or  m 
part  directly  from  an  open  space  on  the  same  lot  with  the 
building,  there  shall  be  at  least  one  inner  court,  outer  court, 
side  yard  or  rear  yard  upon  wThich  a  window  or  ventilating 
skylight  opens  from  such  room.  Such  inner  court,  outer 
court  or  side  yard  shall  be  at  least  of  the  area  and  dimen¬ 
sions  herein  prescribed  for  the  area  district  in  which  it  is 
located.  Such  rear  yard  shall  be  at  least  of  the  area  and 
dimensions  herein  prescribed  for  an  inner  court  in  the  area 
district  in  which  it  is  located.  In  an  A  district,  such  inner 
court,  outer  court,  side  yard  or  rear  yard  shall  be  at  least  of 
the  area  and  dimensions  herein  prescribed  for  a  court  in  such 
district.  The  unoccupied  space  within  the  lot  in  front  ot 
every  part  of  such  window  shall  be  not  less  than  three  feet, 
measured  at  right  angles  thereto.  Courts,  yards  and  other 
open  spaces,  if  provided  in  addition  to  those  required  by  this 
section,  need  not  be  of  the  area  and  dimensions  herein  pre- 
scribed.  The  provisions  of  this  section  shall  not  be  deemed 
to  apply  to  courts  or  shafts  for  bathrooms,  'oilet  compart¬ 
ments,  hallwavs  or  stairways. 
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(b)  The  least  dimension  of  an  outer  court,  inner  court  or 
side  yard  at  its  lowest  level  shall  be  not  less  than  four  feet, 
subject  to  the  following  exceptions : 

(1)  Where  the  walls  bounding  a  side  yard  within  the  lot 
are  more  than  25  feet  in  mean  height  and  not  more  than  40 
feet  in  length  such  least  dimension  may  be  not  less  than 
three  feet. 

(2)  In  an  E  district  such  least  dimension  shall  be  four 

feet. 

(3)  In  an  F  district  such  least  dimension  shall  be  five  feet. 

(4)  Where  any  outer  court  opens  on  a  street  such  street 
may  be  considered  as  part  of  such  court. 

(c)  The  least  dimension  of  an  imier  court  at  any  given 
height  shall  be  not  less  than  that  which  would  be  required  in 
inches  for  each  one  foot  of  height  for  a  rear  yard  of  the 
same  height,  except  that  an  inner  court  of  equivalent  area 
may  be  substituted  for  said  court,  provided  that  for  such 
area  its  least  dimension  be  not  less  than  one-half  of  its 
greatest  dimension.  If  an  inner  court  is  connected  with  a 
street  by  a  side  yard,  for  each  one  foot  that  such  side  yard 
is  less  than  65  feet  in  depth  from  the  street,  one  square  foot 
may  be  deducted  from  the  required  area  of  the  inner  court 
for  each  15  feet  of  height  of  such  court.  If  the  lot  is  not 
required  under  this  resolution  to  have  a  rear  yard,  an  outer 
court,  not  opening  on  a  street,  shall  open  at  any  level  on  an 
inner  court  on  the  rear  line  of  the  lot  and  such  inner  court 
shall  be  deemed  a  rear  yard  in  such  case. 

§  19.  Area  District  Exceptions,  (a)  The  area  required  in 
a  court  or  yard  at  any  given  level  shall  be  open  from  such 
level  to  the  sky  unobstructed,  except  for  the  ordinary  pro¬ 
jections  of  skylights  and  parapets  above  the  bottom  of  such 
court  or  yard,  and  except  for  the  ordinary  projections  of 
window  sills,  belt  courses,  cornices  and  other  ornamental 
features  to  the  extent  of  not  more  than  four  inches.  How¬ 
ever,  where  a  side  yard  or  an  outer  court  opens  on  a  street 
a  cornice  may  project  not  over  five  feet  into  such  side  yard 
or  outer  court  within  five  feet  of  the  street  wall  of  the  build¬ 
ing.  And  provided  that  in  an  E  district  a  one-family  resi¬ 
dence,  detached  on  all  sides  and  having  on  one  side  a  side 
yard  of  a  clear  and  unobstructed  width  of  not  less  than  five 
feet,  may  have  a  cornice  or  eave  projecting  not  more  than 
2  feet  6  inches  into  a  side  yard  on  the  opposite  side,  with 
the  further  provision  that  in  an  F  district  such  cornice  or 
eave,  or  a  porte-cochere  having  a  height  of  less  than  18  feet, 
may  project  not  more  than  3  feet  into  both  side  yards. 

(b)  An  open  or  lattice  enclosed  iron  fire  escape,  fireproof 
outside  stairway  or  solid-floored  balcony  to  a  fire  tower  may 
project  not  more  than  4  feet  into  a  rear  yard  or  an  inner 
court,  except  that  an  open  or  lattice  enclosed  iron  fire  escape 
may  project  not  more  than  8  feet  into  a  rear  yard  or  into 
an  inner  court  when  it  does  not  occupy  more  than  20  per 
cent,  of  the  area  of  such  inner  court. 

(c)  A  corner  of  a  court  or  yard  may  be  cut  off  between 
walls  of  the  same  building  provided  that  the  length  of  the 
wall  of  such  cut-off  does  not  exceed  7  feet. 

(d)  An  offset  to  a  court  or  yard  may  be  considered  as  a 
part  of  such  court  or  yard  provided  that  it  is  no  deeper  in 
any  part  than  it  is  wide  on  the  open  side  and  that  such  open 
side  be  in  no  case  less  than  6  feet  wide. 

(e)  If  a  building  is  erected  on  the  same  lot  with  another 
building  the  several  buildings  shall,  for  the  purpose  of  this 
article,  be  considered  as  a  single  building,  unless  otherwise 
herein  specifically  provided  for.  Any  structure,  whether  in¬ 
dependent  of  or  attached  to  a  building,  shall  for  the  purposes 
of  this  article  be  deemed  a  building  or  a  part  of  a  building. 

(f)  If  an  additional  story  or  stories  are  added  to  a  build¬ 
ing  existing  at  the  time  of  the  passage  of  this  resolution, 
the  courts  and  yards  of  which  do  not  conform  to  the  re¬ 
quirements  of  this  article,  the  least  dimensions  of  yards  and 
courts  shall  be  increased  from  the  top  of  the  existing*yard 
or  court  walls,  as  though  they  were  of  the  prescribed  dimen¬ 
sions  at  such  heights  and  the  carrying  up  of  existing  elevator 
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and  stair  enclosures  shall  be  exempted  from  the  provisions 
of  this  article. 

Article  V — General  and  Administrative. 

§  20.  Interpretation;  Purpose.  In  interpreting  and  apply¬ 
ing  the  provisions  ol  this  resolution,  they  shall  be  held  to  be 
the  minimum  requirements  adopted  for  the  promotion  of  the 
public  health,  saiety,  comfort,  convenience  and  general  wel- 
tare.  it  is  not  intended  by  this  resolution  to  repeal,  abrogate, 
annul  or  in  any  way  to  impair  or  interfere  with  any  existing 
provision  of  law  or  ordinance  or  any  rules,  regulations  or 
permits  previously  adopted  or  issued  or  which  shall  be 
adopted  or  issued  pursuant  to  law  relating  to  the  use  of  build¬ 
ings  or  premises ;  nor  is  it  intended  by  this  resolution  to 
interfere  with  or  abrogate  or  annul  any  easements,  cove¬ 
nants  or  other  agreements  between  parties ;  provided,  how¬ 
ever,  that  where  this  resolution  imposes  a  greater  restriction 
upon  the  use  of  buildings  or  premises  or  upon  height  of  build¬ 
ings  or  requires  larger  yards,  courts  or  other  open  spaces 
than  are  imposed  or  required  by  such  existing  provision  of 
law  or  ordinance  or  by  such  rules,  regulations  or  permits  or 
by  such  easements,  covenants  or  agreements,  the  provisions 
ot  this  resolution  shall  control. 

§  21.  Rules  and  Regulations ;  Modifications  of  Provisions. 
The  Board  of  Standards  and  Appeals,  created  by  chapter 
503  of  the  Laws  of  1916,  shall  adopt  from  time  to  time  such 
rules  and  regulations  as  they  may  deem  necessary  to  carry 
into  effect  the  provisions  of  this  resolution.  Where  there 
are  practical  ditnculties  or  unnecessary  hardships  in  the  way 
of  carrying  out  the  strict  letter  of  the  provisions  of  this 
resolution  the  Board  of  Appeals  shall  have  power  in  a  spe¬ 
cific  case  to  vary  any  such  provision  in  harmony  with  its 
general  purpose  and  intent,  so  that  the  public  health,  safety 
and  general  welfare  may  be  secured  and  substantial  justice 
done.  Where  the  street  layout  actually  on  the  ground  varies 
from  the  street  layout  as  shown  on  the  amended  use,  height 
or  area  district  map,  the  designation  shown  on  the  mapped 
areas  shall  be  applied  by  the  Board  of  Appeals  to  the  un¬ 
mapped  streets  in  such  a  way  as  to  carry  out  the  intent  and 
purpose  of  the  plan  for  the  particular  section  in  question 
Before  taking  any  action  authorized  in  this  section  the  Board 
of  Appeals  shall  give  public  notice  and  hearing. 

No  garage  for  more  than  five  cars  may  be  erected  or  ex¬ 
tended  and  no  building  not  now  used  as  a  garage  for  more 
than  five  cars  may  have  its  use  changed  to  a  garage  for  more 
than  five  cars  on  any  portion  of  a  street  between  two  inter¬ 
secting  streets,  in  which  portion  there  exists  an  exit  from  or 
an  entrance  to  a  public  school ;  or  in  which  portion  there 
exists  any  hospital  maintained  as  a  charitable  institution ;  and 
in  no  case  within  a  distance  of  200  feet  from  the  nearest  exit 
from  or  entrance  to  a  public  school;  nor  within  200  feet  of 
any  hospital  maintained  as  a  charitable  institution.  This 
protection  shall  also  apply  to  duly  organized  schools  for 
children  under  16  years  of  age,  giving  regular  instruction  at 
least  five  days  a  week  for  eight  months  or  more  each  year, 
owned  and  operated  by  any  established  religious  body  or  edu¬ 
cational  corporation.  This  limitation  on  the  location  of 
garages  shall  apply  to  unrestricted  as  well  as  business  and 
residence  districts. 

§  22.  Unlawful  Use;  Certificate  of  Occupancy.  It  shall  be 
unlawful  to  use  or  permit  the  use  of  any  building  or  prem¬ 
ises  or  part  thereof  hereafter  created,  erected,  changed  or 
converted  wholly  or  partly  in  its  use  or  structure  until  a 
certificate  of  occupancy  to  the  effect  that  the  building  or 
premises  or  the  part  thereof  so  created,  erected,  changed  or 
converted  and  the  proposed  use  thereof  conform  to  the  pro¬ 
visions  of  this  resolution  shall  have  been  issued  by  the  su¬ 
perintendent  of  buildings  of  the  borough  in  which  such  build¬ 
ing  or  premises  ‘is  located,  or,  in  the  case  of  a  tenement 
house  as  defined  in  the  Tenement  House  Law,  by  the  tene¬ 
ment  house  commissioner.  In  the  case  of  such  buildings  or 
premises  it  shall  be  the  duty  of  the  superintendent  of  build¬ 
ings  or  the  tenement  house  commissioner,  as  the  case  may 


NOTICE 


— 


be,  to  issue  a  certificate  of  occupancy  within  ten  days  after  a 
request  for  the  same  shall  be  filed  in  his  office  by  any  owner 
of  a  building  or  premises  affected  by  this  resolution,  provided 
said  building  or  premises,  or  the  part  thereof  so  created, 
erected,  changed  or  converted  and  the  proposed  use  thereof 
conform  with  all  the  requirements  herein  set  forth.  Under 
rules  and  regulations  of  the  Board  of  Standards  and  Appeals 
a  temporary  certificate  of  occupancy  for  a  part  of  a  build¬ 
ing  may  be  issued  by  the  superintendent  of  buildings  or  the 
tenement  house  commissioner,  as  the  case  may  be.  Upon 
written  request  from  the  owner,  the  superintendent  of  build¬ 
ings  or  the  tenement  house  commissioner,  as  the  case  may 
be,  shall  issue  a  certificate  of  occupancy  for  any  building  or 
premises  existing  at  the  time  of  the  passage  of  this  resolu¬ 
tion  certifying  after  inspection  the  use  of  the  building  or 
premises  and  whether  such  use  conforms  to  the  provisions 
of  this  resolution. 

§  23.  Enforcement,  Legal  Procedure,  Penalties.  This  res¬ 
olution  shall  be  enforced  by  the  tenement  house  commis¬ 
sioner,  the  fire  commissioner  and  by  the  superintendent  of 
buildings  in  each  borough  under  the  rules  and  regulations  of 
the  Board  of  Standards  and  Appeals.  The  tenement  house 
commissioner  shall  enforce  the  provisions  herein  contained 
in  so  far  as  they  affect  or  relate  to  tenement  houses  as 
defined  by  the  Tenement  House  Law.  The  superintendent 
of  buildings  in  each  borough  shall  enforce  the  provisions 
herein  contained  in  so  far  as  they  relate  to  buildings  or 
premises  other  than  tenement  houses.  The  fire  commissioner 
shall  enforce  the  provisions  herein  contained  in  so  far  as 
they  relate  to  the  use  of  completed  buildings  or  premises,  or 
part  thereof,  other  than  tenement  houses.  For  any  and  every 
violation  of  the  provisions  of  this  resolution  or  of  the  rules 
and  regulations  adopted  thereunder,  the  owner,  general  agent 
or  contractor  of  a  building  or  premises  where  such  violation 
has  been  committed  or  shall  exist,  and  the  lessee  or  tenant 
of  an  entire  building  or  entire  premises  where  such  violation 
has  been  committed  or  shall  exist,  and  the  owner,  general 
agent,  contractor,  lessee  or  tenant  of  any  part  of  a  building 
or  premises  in  which  part  such  violation  has  been  com¬ 
mitted  or  shall  exist,  and  the  general  agent,  architect,  builder, 
contractor  or  any  other  person  who  commits,  takes  part  or 
assists  in  such  violation  or  who  maintains  any  building  or 
premises  in  which  any  penalties  as  are  prescribed  in  any  law, 
statute  or  ordinance  for  violations  of  the  Building  Code,  and 


for  such  violations  the  same  legal  remedies  shall  be  had  and 
they  shall  be  prosecuted  in  the  same  manner  as  prescribed  in 
any  law  or  ordinance  in  the  case  of  violations  of  said  Build¬ 
ing  Code. 

§  24.  Amendments,  Alterations  and  Changes  in  District 
Lines.  The  Board  of  Estimate  and  Apportionment  may 
from  time  to  time  on  its  own  motion  or  on  petition,  after 
public  notice  and  hearing,  amend,  supplement  or  change  the 
regulations  and  districts  herein  established.  Whenever  the 
owners  of  50  per  cent,  or  more  of  the  frontage  in  any  dis¬ 
trict  or  part  thereof  shall  present  a  petition  duly  signed  and 
acknowledged  to  the  Board  of  Estimate  and  Apportionment 
requesting  an  amendment,  supplement,  change  or  repeal  of 
the  regulations  prescribed  for  such  district  or  part  thereof, 
it  shall  be  the  duty  of  the  Board  to  vote  upon  said  petition 
within  90  days  after  the  filing  of  the  same  by  the  petitioners 
with  the  secretary  of  the  Board.  If,  however,  a  protest 
against  such  amendment,  supplement  or  change  be  presented, 
duly  signed  and  acknowledged  by  the  owners  of  20  per  cent, 
or  more  of  any  frontage  proposed  to  be  altered,  or  by  the 
owners  of  20  per  cent,  of  the  frontage  immediately  in  the 
rear  thereof,  or  by  the  owners  of  20  per  cent,  of  the  front¬ 
age  directly  opposite  the  frontage  proposed  to  be  altered, 
such  amendment  shall  not  be  passed  except  by  the  unanimous 
vote  of  the  Board.  If  any  area  is  hereafter  transferred  to 
another  district  by  a  change  in  district  boundaries  by  an 
amendment,  as  above  provided,  the  provisions  of  this  resolu¬ 
tion  in  regard  to  buildings  or  premises  existing  at  the  time 
of  the  passage  of  this  resolution  shall  apply  to  buildings  or 
premises  existing  at  the  time  of  passage  of  such  amendment 
in  such  transferred  area. 

§  25.  Restoration  of  Existing  Buildings.  Nothing  in  this 
resolution  shall  prevent  the  restoration  of  a  building  wholly 
or  partly  destroyed  by  fire,  explosion,  act  of  God  or  act  of 
the  public  enemy  or  prevent  the  continuance  of  the  use  of 
such  building  or  part  thereof  as  such  use  existed  at  the  time 
of  such  destruction  of  such  building  or  part  thereof  or  pre¬ 
vent  a  change  of  such  existing  use  under  the  limitations  pro¬ 
vided  in  section  6.  Nothing  in  this  resolution  shall  prevent 
the  restoration  of  a  wall  declared  unsafe  by  the  superin¬ 
tendent  of  buildings  or  by  a  board  of  survey. 

§  26.  When  Effective.  The  zoning  resolution  of  July  25, 
1916,  and  all  amendments  thereto  are  hereby  declared  super¬ 
seded  by  this  resolution,  which  shall  take  effect  immediately. 
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APPENDIX— MAP  DESIGNATIONS  AND  MAP  DESIGNATION  RULES  ACCOMPANYING  AMENDED 

BUILDING  ZONE  RESOLUTION. 

(Adopted  October  3,  1924) 


Amended  Height  District  Map  Designations. 

-  -  , - —  -  indicates  the  boundary  of  a 

Height  District. 

04)  04)  (34)  (1)  0)4)  (1)4)  (2)  (2)4)  are  symbols 

for  district  classifications  as  defined  in  the  zoning  reso¬ 
lution. 

Amended  Height  District  Map  Designation  Rules. 

1.  An  area  surrounded  by  a  district  boundary  line  shall 
be  in  the  Height  District  designated  therein,  except  as  other¬ 
wise  provided  by  these  rules. 

2.  The  boundaries  of  Height  Districts  shall  be  the  lim¬ 
iting  line  to  which  the  regulations  provided  in  any  given 
district  may  be  availed  of. 

3.  The  precise  location  of  a  boundary  line  is  to  be  inter¬ 
preted  as  follows : 

(a)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  length  thereof  and 
no  fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  bounding  street  lying  within  the  less  re¬ 
strictive  district. 


(b)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  width  thereof  and  no 
fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  nearest  street. 

(c)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 
shall  control. 

(d)  In  cases  where  the  boundary  line  is  given  a  posi¬ 
tion  within  a  street,  it  shall  be  deemed  to  be  in  the  center 
of  the  street. 

(e)  In  cases  where  a  boundary  line  is  shown  along  a  rail¬ 
road,  such  boundary  shall  be  deemed  to  be  the  center  line 
of  the  railroad  right  of  way. 

(f)  In  cases  of  navigable  waters,  the  boundary  line,  unless 
otherwise  fixed,  shall  be  deemed  to  coincide  with  the  pierhead 
line,  except  in  cases  where  no  pierhead  line  has  been  estab¬ 
lished,  when  the  shore  line  shall  govern. 

(g) *  Any  island  outside  of  the  shore  or  pierhead  lines, 
unless  otherwise  designated,  shall  be  deemed  to  be  in  a 
l)4-times  height  district. 
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Amended  Area  District  Map  Designations. 

___  _  _  indicates  the  boundary  of  an 

Area  District. 


(A)  (B)  (C)  (D)  (E)  (F)  are  symbols  for  district  classi¬ 
fications  as  defined  in  the  zoning  resolution. 

Amended  Area  District  Map  Designation  Rules. 

1.  An  area  surrounded  by  a  district  boundary  line  shall  be 
in  the  Area  District  designated  therein,  except  as  otherwise 
provided  by  these  rules. 

2.  The  boundaries  of  Area  Districts  shall  be  the  limiting 
line  to  which  the  regulations  provided  in  any  given  district 
may  be  availed  of. 

3.  The  precise  location  of  a  boundary  line  is  to  be  inter¬ 
preted  as  follows : 

(a)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  length  thereof  and 
no  fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  bounding  street  lying  within  the  less  re¬ 
strictive  district. 


(b)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  width  thereof  and  no 
fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  nearest  street. 

(c)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 
shall  control. 

(d)  In  cases  where  the  boundary  line  is  given  a  position 
within  a  street,  it  shall  be  deemed  to  be  in  the  center  of 
the  street. 

(e)  In  cases  where  a  boundary  line  is  shown  as  adjoin¬ 
ing  a  railroad,  unless  otherwise  fixed,  it  shall  be  deemed 
to  coincide  with  the  boundary  line  of  the  railroad  right  of 
way. 

(f)  In  cases  of  navigable  waters  the  boundary  line,  unless 
otherwise  fixed,  shall  be  deemed  to  coincide  with  the  bulk¬ 
head  line,  except  in  cases  where  no  bulkhead  line  has  been 
established,  when  the  shore  line  shall  govern. 

(g)  Any  island  outside  of  the  shore  or  bulkhead  lines, 
unless  otherwise  designated,  shall  be  deemed  to  be  in  an  A 
district. 


Amended  Use  District  Map  Designations. 


indicates  the  boundary  of  a  Use  Dis¬ 
trict. 

indicates  Residence  District. 


I '////////////A  . indicates  Business  District. 

- 

. indicates  Unrestricted  District. 

IundetermIned 


. indicates  Undetermined  District  for 

which  no  restrictions  or  regulations 
as  to  use  have  been  established. 
Diagram  Illustrating  Methods  Used  in  Fixing  Boundaries 

of  Use  Districts. 
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2.  The  boundaries  of  Use  Districts  shall  be  the  limiting 
line  to  which  uses  permissible  in  any  given  district  may  be 
availed  of. 

3.  The  precise  location  of  a  boundary  line  is  to  be  inter¬ 
preted  as  follows : 

(a)  In  case  of  parallel  streets,  unless  otherwise  fixed,  the 
Use  District  boundary  shall  coincide  with  the  center  line  of 
the  block. 

(b)  In  case  of  streets  which  are  not  parallel,  the  Use 
District  boundary,  unless  otherwise  fixed,  shall  be  con¬ 
strued  as  the  bisector  of  the  angle  formed  by  prolonging 
the  street  lines  to  an  intersection. 

(c)  In  cases  where  a  block  has  a  length  in  excess  of  200 

feet  and  the  boundary  line  is  parallel  with  and  nearer  one 
of  the  bounding  streets,  unless  otherwise  fixed,  its  position 
shall  be  considered  as  distant  100  feet  from  the  nearest 
street.  ' 

(d)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 
shall  control. 

(e)  In  cases  where  the  boundary  line  is  given  a  position 

within  a  street,  it  shall  be  deemed  to  be  in  the  center  of  the^ 
street.  •}'  , 


(f)  In  cases  where  a  boundary  line  is  shown  as  having  a 
position  oblique  to  the  streets  bounding  the  block  in  which 
it  is  located,  unless  otherwise  fixed,  it  shall  be  deemed  to  be 
the  bisector  of  the  angle  formed  by  intersecting  lines  100  feet 
from  and  parallel  with  the  bounding  streets,  the  said  distance 
being  measured  at  right  angles  or  normal  to  the  street  lines. 

(g)  In  cases  where  a  boundary  line  is  shown  as  adjoining 
a  railroad,  unless  otherwise  fixed,  it  shall  be  deemed  to  coin¬ 
cide  with  the  boundary  line  of  the  railroad  right  of  way. 

(h-j-k)  In  cases  of  parks,  cemeteries  and  navigable  wa¬ 
ters,  the  boundary  line,  unless  otherwise  fixed,  shall  be 
deemed  to  coincide  with  the  boundary  of  the  park,  or  the 
cemetery,  or  the  bulkhead  line,  except  in  cases  where  no 
bulkhead  line  has  been  established,  when  the  shore  line  shall 
govern. 

4.  Where  two  streets  cross  at  different  levels,  the  use  des¬ 
ignation  of  the  lower  street  shall  control,  except  that  when 
the  use  designation  of  the  lower  street  is  less  restrictive 
it  shall  control  only  to  the  curb  level  of  the  higher  street. 
Above  the  curb  level  of  the  higher  street  the  more  re¬ 
strictive  designation  shall  apply  for  a  distance  of  100  feet 
measured  along  the  intersecting  streets  from  each  street 
corner. 


'Diagram  Illustrating  Two  Level  Streets. 
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( Continued  from  page  165) 

biles,  the  property  of  the  owner  of  the  premises,  four  (4) 
of  which  may  be  commercial  trucks,  the  property  of  the 
owner,  used  in  the  conduct  of  his  business;  that  there 
shall  he  no  gasoline  storage  equipment  installed  on  the 
premises  and  that  no  signs  of  any  nature  or  description 
shall  be  displayed ; 

Resolved,  further  that  all  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  within  sixty 
(60)  days  and  the  work  necessary  completed  within  ninety 
(90)  days  from  the  date  of  this  action. 


94,2-24-BZ. 

APPLICANT— A.  I.  Nova,  for  John  C.  Cochran, 
owner. 

SUBJECT — Application  for  approval  of  plans  (re:  de¬ 
cision  of  superintendent  of  buildings)  to  permit 


partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
motor  vehicles. 

PREMISES  AFFECTED— 425-427  Coney  Island  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Benjamin  Driesler,  Jr. 

For  Opposition:  None. 

ACTION  OF  BOARD — 'Plans  approved. 

THE  VOTE  TO  APPROVE  PLANS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland....  5 

Negative  .  o 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  2 

Adjourned  7  p.  ni. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


♦CORRECTION. 

Minutes  of  the  meeting  of  the  hoard  of  standards  and 
appeals,  held  December  30,  1924,  as  they  appeared  in  Bul¬ 
letin  No.  1,  Volume  X,  are  hereby  corrected  to  read  as 
follows : 


*Correction — Word  “rear”  changed  to  “south”  in  line  38; 
“centre”  changed  to  “north”  in  line  42 ;  “front”  changed 
to  “north”  in  line  45. 


THE  RESOLUTION: 

(1234-24-A) 

Whereas,  Croker  Natl.  Fire  Prev.  Eng.  Co.,  for  Morning 
Telegraph  Co.,  lessee,  filed,  October  16,  1924,  an  appeal, 
with  the  board  of  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  814-826  Eighth  avenue,  Man¬ 
hattan  ;  and 

W hereas,  the  order  of  the  fire  commissioner,  No.  63751-F, 
dated  August  14,  1924,  reads: 
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“1.  Install  a  standpipe  system  with  risers  4  inches 

in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2 inch  regulation  Fire 
Department  outlets  on  each  story  (including  basements, 
cellars,  and  roofs),  placed  wfrihin  main  stairway  enclo¬ 
sure.”  ; 
ind 

Whereas,  the  building  is  non-fireproof,  four  stories  (58 
ft.  4  in.)  in  height,  divided  by  fire  walls;  on  the  3rd  and 
Mh  stories,  into  two  sections,  the  maximum  partial  area 
>eing  less  than  10,000  sq.  ft.  and  combined  area  less  than 
15,000  sq.  ft. ;  on  the  2nd  story,  into  three  sections  with 
openings  therein,  the  opening  in  the  northerly  wall  being 
protected  with  double  fire  doors,  the  partial  area  less  than 
10,000  sq.  ft.  and  the  total  area  less  than  15,000  sq. .  ft. ; 
->n  the  1st  story  the  premises  are  divided  into  three  sections, 
ivith  fire  doors  at  openings,  the  partial  areas  less  than  10,000 
sq.  ft.,  but  the  total  area  being  approximately  16,000  ft. 
the  two  southerly  sections  being  sprinklered ;  the  build¬ 


ing  being  OCCUPIED,  1st  story,  printing  newspaper,  15 
persons,  stores,  15  persons ;  2nd  story,  office  and  editorial 
room,  15  persons ;  3rd  story,  north  loft,  composing  rooms, 
38  persons;  center  loft,  vacant  at  present;  south  loft,  toilet 
preparations,  12  persons ;  4th  story,  north  loft,  storage  of 
records,  2  persons ;  center  loft,  vacant  at  present ;  south  loft, 
mfr.  box  couches,  12  persons. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  two  south  sections  of  building 
shall  be  equipped  with  an  approved  sprinkler  system  through¬ 
out ;  that  the  50th  street  front,  for  a  depth  of  43  ft.,  shall 
be  separated  by  unpierced  walls  on  two  upper  stories ; 
that  the  stair  enclosure  in  the  north  section  on  the  2nd 
floor  shall  be  fire  retarded  in  accordance  with  the  rules 
of  the  'board  of  standards  and  appeals  for  fire  retarding 
material ;  that  the  opening  between  the  two  north  sections 
of  building  on  1st  story  shall  be  equipped  with  approved 
fire  doors ;  and  granted  only  so  long  as  conditions  as  to 
occupancy  and  use  otherwise  remain  unchanged. 
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♦AMENDMENT  TO  THE  EXIT  RULES— REVOLVING  DOORS— ADOPTED  JANUARY  8,  1924. 


Rule  1.  Classification  of  Revolving  Doors.  For  the 
purpose  of  these  rules  revolving  doors  shall  be  classified 
as  follows: 

(a)  Type  A.  “Automatic  Collapsible”  in  which  the 
individual  wings  are  maintained  in  the  normal  revolving 
position,  but  which  doors  are  so  designed  and  constructed 
that  in  the  event  of  excessive  pressure  being  exerted  on  the 
wings,  the  braces  or  other  devices  which  hold  the  wings 
in  their  normal  position  shall  be  disconnected,  thereby  per¬ 
mitting  easy  egress  through  the  vestibule  at  least  equivalent 
to  that  provided  by  a  pair  of  swinging  doors  having  the 
same  width  as  the  vestibule  opening. 

No  revolving  doors  shall  be  included  in  this  classifica¬ 
tion  if  the  pressure  necessary  to  collapse  anv  wing  ex¬ 
ceeds  one  hundred  and  fiftv  (150)  pounds  when  exerted 
at  a  point  three  (31  inches  from  the  outer  edge  of  the 
wing,  and  three  (3)  feet  six  (O'i  inches  above  the  floor,  but 
shall  be  classified  under  type  B. 

(b)  Type  B.  “Rigid  Brace”  in  which  the  individual 
wings  are  maintained  in  the  normal  revolving  position  by 
rigid  braces  or  similar  devices  but  which  doors  are.  so 
designed  and  constructed  that  the  braces  or  other  devices 
which  hold  the  wings  in  their  normal  position  mav  be 
manually  released  bv  simnle  mechanical  means,  therebv 
permitting  the  individual  wings  to  be  manually  collapsed  and 
so  arranged  as  to  permit  free  egress  through  the  vestibule. 

Rule  2.  Revolving  Doors.  Prohibitions.  Revolving 
doors  shall  be  prohibited  in  .exit  doorways  from  assembly 
halls,  asylums,  auditoriums,  churches,  dance  halls,  hospi¬ 
tals.  motion  picture  theatres,  schools,  theatres,  or  from  any 
room  or  space  within  a  building  where  more  than  three 
hundred  (300)  persons  congregate  for  purposes  of  amuse¬ 
ment,  instruction  or  worship ;  except  that  the  main  entrance 
doorwav  to  a  hospital  or  sanitarium  may  be  equipped  with 
either  type  A  or  B  revolving  doors  when  supplemented 
by  swinging  doors  not  less  than  three  (3)  feet  eight  (8) 

'<  inches  wide  at  this  or  other  paths  of  egress. 

,  — - - 

*  Amendment  consists  of  the  removal  of  the  comma  after 
k  the  word  " revohnng  doors”  in  line  6  of  rule  5. 


Rule  3.  Revolving  Doors — Department  Stores.  Type 
A  revolving  doors  hereafter  installed  shall  be  accepted  in 
exit  doorways  from  department  stores  provided  doorways 
aggregating  at  least  fifty  (50)  per  cent  of  the  legal  re¬ 
quired  width,  equipped  with  swinging  doors,  are  installed, 
and  one  or  more  such  outwardly  swinging  doors  are  lo¬ 
cated  immediately  adjacent  to  each  revolving  door.  Such 
swinging  doors  need  not  be  equipped  with  handles  on  the 
outside,  and  shall  have  a  minimum  clear  width  of  three  (3) 
feet. 

Rule  4.  Existing  Revolving  Doors.  Except  where 
otherwise  prohibited  existing  Type  A  revolving  doors  may 
be  retained  as  required  means  of  exit  in  doorways  from 
buildings. 

Except  where  otherwise  prohibited  existing  Type  B 
revolving  doors  may  also  be  retained  as  required  means 
of  exit  in  buildings,  when,  in  the  opinion  of  the  admin 
istrative  official  having  jurisdiction,  no  dangerous  exit  con¬ 
dition  exists.  If.  however,  such  dangerous  exit  condition 
is  deemed  by  him  to  exist,  they  shall  be  either  replaced 
by  Type  A  revolving  doors,  or  supplemented  by  at  least 
one  swinging  door  not  less  than  three  (3)  feet  wide  located 
adjacent  to  the  revolving  door,  as  the  administrative  official 
may  direct. 

Rule  5.  New  Revolving  Doors.  In  buildings  other 
than  assembly  halls,  asylums,  auditoriums,  churches,  dance 
halls,  department  stores,  hospitals,  motion  picture  theatres, 
schools  and  theatres,  coming  under  the  exit,  provisions  of 
the  building  code,  doorways  serving  as  required  exits  may 
hereafter  'be  equipped  with  Type  A  revolving  doors  or 
with  Type  B  revolving  doors,  provided  such  revolving  doors, 
not  exceeding  three  in  a  unit,  shall  have  an  outwardly 
swinging  door  at  least  three  (3)  feet  wide  located  imme¬ 
diately  adjacent  thereto. 

Rule  6  Revolving  Doors — Subway  Entrances.  Re¬ 
quired  exit  doorways  from  buildings  which  serve  in  addi¬ 
tion  as  a  means  of  subway  entrance  and  exit  may  be 
equipped  with  type  A  revolving  doors,  provided  door¬ 
ways  of  the  legal  required  width  equipped  with  swinging 
doors  are  also  installed  and  one  or  more  such  outwardly 
swinging  doors  are  located  adjacent  to  each  revolving  door. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  February  5,  1925..  153 

Restored  to  calendar  .  8 


Miscellaneous  Applications. 


Requests  to  reopen  .  *0 

Requests  to  amend .  0 

Requests  for  modification  .  8 

Requests  to  rescind .  0 

Requests  for  extension  of  time .  4 

Requests  for  extension  of  permit  .  1 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans  .  3 

Administrative  requests  .  0 

Requests  for  interpretation .  0 

Total  .  795 

Disposed  of  .  197 

Cases  pending  February  5,  1925 .  623 


DISPOSITION  OF  CASES. 

Withdrawn  .  13 

Dismissed  .  g 

Denied  .  17 

Granted  .  o 

Granted  on  condition  .  93 

Appliances  approved .  o 

Appliances  dismissed,  disapproved  or  withdrawn .  0 

Rules  approved  .  0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  20 

Requests  to  reopen  denied  .  o 

Requests  to  amend  granted .  o 

Requests  to  amend  denied  .  o 

Requests  for  modification  granted  .  8 

Request  for  modification  denied  .  0 

Requests  to  rescind  granted  .  0 

Requests  to  rescind  denied  .  q 

Requests  for  extension  of  time  granted .  4 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted .  1 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  0 

Requests  to  install  denied  ". .  0 

Plans  approved  .  3 

Plans  disapproved  .  q 

Administrative  requests  granted  . ’  0 

Administrative  requests  denied  or  withdrawn  .  0 

Interpretations  .  q 

Requests  withdrawn  or  dismissed .  n 


Total  .  is; 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
bearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  914,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . 

P.  . . 

My  subscription  to  begin  with  the  issue  for .  1925. 
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ven —  .  . 
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Reserve  Calendar. 

Notice  of  Amendments  to  Building  Zone  Resolu¬ 
tion. 

Rules. 

Progress  Report. 


IMPORTANT  NOTICE 


AMENDMENTS  TO  BUILDING  ZONE  RESOLUTION 

Notice  is  hereby  given  that  the  Board  of  Estimate  and  Ap¬ 
portionment  adopted  on  October  3,  1924,  and  amended 
on  January  9,  1925,  a  Resolution  Regulating  and  Limiting 
the  Height  and  Bulk  of  Buildings  Hereafter  Erected  and 
Regulating  and  Determining  the  Area  of  Yards,  Courts 
and  Other  Open  Spaces,  and  Regulating  and  Restricting 
the  Location  of  Trades  and  Industries  and  the  Location  of 
Buildings r  Designed  for  Specified  Uses  and  Establishing  the 
Boundaries  of  Districts  for  the  Said  Purposes. 


W  202' 


rHf 


CALL  OF  $&ENDAR. 

The  Clerk's  Calendar  consists  of  applications  under  the 
Building  Zone  Re&ftlition,  ‘and  jitf  is  to  give  inter¬ 

ested  property  owners  opportunity  to  file  objections, -if  any, 
and  will  be  called  in  Room  919,  on  Tuesday,  February  17, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  February  24,  1925,  at  2  o’clock. 

The  Clerk's  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days.  * 

NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  February  12,  1925. 

174-25-S . F.D . 105-117  Madison  ave.,  Man. 

_ _  L.  D.  71290-71292. 

173-25-S . F.D . 4  East  53rd  st.,  Man. 

_ _  L.  D.  71010. 

172-25-S . B.B.M.  ..537-547  W.  45th  st.,  Man. 

_  Certificate  of  Occupancy. 

171-26- A . F.D . 427-429  West  13th  st.,  Man. 

_ _  F-71299. 

170-25- A . F.D . S.  S.  Roosevelt  ave.,  21st  to 

22nd  st.,  Elmhurst,  Q. 

_  Alt.  1539-1924. 

169-25-A . F.D .  533-537  West  48th  st.,  Man. 

_  L.  C.  26224. 

168-25- A . F.D .  57-59  Second  ave.,  Man. 

_  F-66179. 

167-25-A . F.D . 10  Grove  st.,  Man. 

_  Alt.  2112KU0I21. 

166^25-BZ . B.B.B.  ..176-186  Parkside  ave.,  Bkflyn. 

_ _  Applic.  1450-1925. 

165-25-BZ. . B.B.M  ..297-303  Lexington  ave.,  Man. 

■ _  N.  B.  12-1925. 

164 -25 -A . F.D . 303  East  170th  st.,  Bx. 

_  L.  C.  24635. 

163-25-S . F.D . 4049  Third  ave.,  Bx. 

_  -L.  D.  63705. 

162-25-iA . F.D . N.  E.  cor.  Waldo  &  Living¬ 

ston  aves.,  Bx. 

_  Alt.  1535-1924. 

161-26-A . F.D . N.  E.  cor.  Shore  rd.  &  96th 

- , -  st.,  Bklyn.  Alt.  1000-1921. 

160-25-A . F.D .  225  West  254th  st.,  Bx. 

-  Alt.  2657-1924. 

159-25-A . F.D . E.  S.  Broadway,  116th  to 

-  120th  st.,  Man.  Alt.  1104-1922. 

158-25-A . F.D . 150  Beach  l'16th  st.,  Rock- 

- . — - —  away  Pk.,  Q.  Alt.  1795-1924. 

157-25-A . F.D . 159  Nott  ave.,  L.  I.  City,  Q. 

-  L.  C.  91676. 

156-25-A . F.D .  350  West  44th  st.,  Man. 

-  L.  C.  27620. 

155-25-BZ . F.D . 567  Drew  ave.,  Bklyn. 

-  L.  C.  79509. 

154t-j26-SA . F.D . Edwards  Solenoid  Type  Bell, 

-  Appliance. 

Restored  to  Calendar. 

1116-24-BZ . B.B.M.  ..2906-2908  Broadway,  Man. 

_ _  Alt.  2106-1924. 

1139-17-S . F.D . 51  East  8th  st.,  Man. 

549-19-S . F.D . 2'38-44  Sixth  ave.,  Man. 

CODE. 

F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R  . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  February  17,  1925,  at  2  />.  m. 
Building  Zone  Cases. 


1391-24-BZ. 

APPLICANT — Samuel  Rosenblum,  for  Mrs.  Christina 
Schneider,  owner. 

PREMISES — 102-11  Ninety-second  avenue,  Richmond  Hill, 
Borough  of  Queens. 

TO  PERMIT  in  a  residence  district  the  alteration  and  ex¬ 
tension  of  an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

1434-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Otto  J.  Schwartzler, 
owner. 

PREMISES — 1728-1750  Morris  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

I 

1482-24-BZ. 

APPLICANT — Louis  A.  fSheinart,  for  Adelheen  Realty 
Corp.,  owner. 

PREMISES — 204-8  East  97th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

.  1 

1504-24 ->BZ. 

APPLICANT— William  F.  Doyle,  for  Smith  &  Scutt  Co., 
Inc.,  owner. 

PREMISES — West  side  of  Bergen  avenue,  317.47  ft.  north 
of  Jamaica  avenue  (Fulton  street),  Jamaica,  Bor¬ 
ough  of  Queens. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


1529-24-BZ. 

APPLICANT— William  F.  Doyle,  for  Weprin  Glass  Bldg. 
Corp.,  owner. 

PREMISES— 202-18  East  55th  street  and  211-13  East  54th 
street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1054-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Joseph  A.  Lewis, 
owner. 

PREMISES— 2207-17  59th  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  an 
unrestricted  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles.  ,  . 

'  -  .  i 

1518-23-BZ. 

APPLICANT— William  J.  McKeown,  for  Service  Realty 
Co.,  owner. 

PREMISES — Southwest  corner  of  Davidson  avenue  and 
181st  street,  The  Bronx. 

TO  PERMIT  in  a  'business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1116-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Robert  C.  Schock, 
owner. 

PREMISES— 2906-2908  Broadway,  Manhattan.. 

TO  PERMIT  in  a  business  district  the  alteration  and  en¬ 
largement  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 


CALENDAR 


: 


1436 

1420 

1374 

669- 

1373 

1401- 

306 

1408- 


BOARD  OF  APPEALS. 

Tuesday,  February  17,  1925,  at  10  a.  m. 
Appeals  from  Administrative  Orders. 
-24-A — 2501-5  Grand  Concourse,  The  Bronx. 
-24-A — 910  East  138th  street,  The  Bronx. 
24-A — 305-309  Broadway,  Manhattan. 

•24-A — 37-39  East  28th  street,  Manhattan. 
•24-A — 291-293  Bowery,  Manhattan. 

24-A — 6701  Ridge  boulevard,  Brooklyn. 
-24-A — 82-86  Rutgers  slip,  Manhattan. 

24-A — 20  East  138th  street,  Manhattan. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  17,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1037-24-BZ — Application,  August  14,  1924,  under 
the  building  zone  resolution,  of  Domi¬ 
nick  Cancellieri,  applicant  and  owner, 
to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  one-story 
structure  to  be  used  for  store  purposes ; 
premises  76  Smart  avenue,  Flushing, 
Borough  of  Queens. 

cal.  no.  1442-24-BZ — Application,  December  6,  1924.  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  John 
E.  Roeser,  et  al..  owners,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  northwest  corner  of 
Jerome  avenue  and  Clifford  place,  The 
Bronx. 

cal.  no.  1365-24-BZ — Application,  November  18, .  1924. 

under  the  building  zone  resolution,  of 
Nathan  D.  Shapiro,  applicant,  on  be¬ 
half  of  Marcus  Leavitt,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1839-1845  Cropsey 
avenue,  Brooklyn. 

cal.  no.  861-24-BZ — Application,  June  27,  1924.  under  the 
building  zone  resolution,  of  Hackenburg 
and  Schwartz,  applicants,  on  behalf  of 
Bernard  Corrigan,  owner,  to  permit  in 
a  residence  district  the  construction 
and  maintenance  of  a  gasoline  filling 
station;  premises  southwest  corner  of 
Thwaites  place  and  Boston  road,  The 
Bronx. 

cal.  no.  1351-24-BZ— Application,  November  17,  1924,  under 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Borden’s  Farm  Products  Co,  Inc., 
owner,  to  permit  in  an  unrestricted 
district  on  a  street  between  two  in¬ 
tersecting  streets,  in  which  portion  there 
exists  an  exit  and  entrance  to  a  public 
school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
322-328  Rutledge  street  and  287-293 
Heyward  street,  Brooklyn. 

cal.  no.  1404-24-BZ — Application,  November  26,  1924,  under 
the  building  zone  resolution,  of  John 


De  Hart,  applicant,  on  behalf  of  Helen 
Weinstock,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  commercial  motor  vehicles, 
owned  and  used  by  the  person  residing 
on  the  premises ;  premises  3-5  Cottage 
place,  The  Bronx. 

cal.  no.  1428-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Zivie 
Bender,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1223- 
1229  Intervale  avenue,  The  Bronx. 

cal.  no.  1089-23-BZ — ’Application,  January  13,  1925,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  applicant,  on  behalf  of  Frank.  Mit¬ 
chell,  owner,  previously  dismissed  for 
lack  of  prosecution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga¬ 
rage  for  the  storage  of  two  (2)  pleas¬ 
ure  and  two  (2)  commercial  motor  ve¬ 
hicles,  owned  by  the  person  residing  on 
the  premises ;  premises  163  McDougal 
street,  Brooklyn. 

cal.  no.  1232-24-BZ — Application,  October  16,  1924,  under 
the  building  zone  resolution,  of  Boris 
W.  Dorfman,  architect,  on  behalf  of 
Louis  Bergstein,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  Linden  street, 
95  ft.  north  of  Central  avenue,  Brook¬ 
lyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  February  17,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

16-24-A — 1342  Park  avenue,  Manhattan. 

1357-24-A — 14  West  40th  street,  Manhattan. 

1490-23-A — 406  Second  avenue.  Manhattan. 

1499-23-A — 522  West  159th  street,  Manhattan. 

1267-24-A — 2065  Grand  Concourse,  The  Bronx. 

470-24-A — 52-62  Ellery  street,  Brooklyn. 

1002-24-A — 401-417  Seventh  avenue,  Manhattan. 

1236- 24-A — 9-l4  Northern  avenue,  Manhattan. 

1237- 24- A— South  side  of  West  190th  street,  between  Wads¬ 

worth  terrace  and  Wadsworth  avenue,  M;. 
hattan. 

1283- 24-A— 737-41  West  177th  street  and  241-55  Haven 

avenue,  Manhattan. 

1284- 24- A — 320  Wadsworth  avenue,  Manhattan. 

1355-24- A — 280  East  133rd  street,  The  Bronx. 

630-24-A — 2210  Newkirk  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  February  17,  1925,  at 
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2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  968-24-BZ — Application,  July  24,  1924,  under  the 
building  zone  resolution,  of  Otto  Hen- 
schel,  applicant,  on  behalf  of  Michael 
E.  Pellegrino,  Nicholas  Ciago,  Dominick 
Lambiente  and  Antonette  Salomone, 
owners,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
buildings  to  be  used  for  store  purposes 
on  first  story,  residence  use  above ; 
premises  1922-1926,  1930-1932  Kings 
highway  and  2110  Ocean  avenue, 
Brooklyn. 

cal.  no.  994-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  Jacob  Lu- 
broth,  architect,  on  behalf  of  Louis 
Hernstat,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house ; 
premises  2269-71  59th  street,  Brooklyn. 

v-ai.  no.  676-24-BZ — Application,  May  15, 1924,  under  the 
building  zone  resolution,  of  John  C. 
Wandell  Co.,  applicant,  on  behalf  of 
Dahl  Bros.,  owners,  to  permit  in  a 
residence  “E”  area  district  the  erection 
and  maintenance  of  buildings  nearer 
than  ten  (10)  feet  from  the  line  of  the 
street  contrary  to  section  15  of  the 
building  zone  resolution;  premises  7511- 
15-11-19  and  23  Colonial  road,  north¬ 
east  corner  of  76th  street,  Brooklyn. 

cal.  no.  992-24-BZ— Application,  August  1,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Vincent  Scuderi,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  southeast  corner  of 
Trimble  place  and  Roosevelt  avenue, 
Woodside,  Queens. 


cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valbalia  Corporation,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

CAL.  NO.  1271-24-BZ — Application,  October  27,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Wei- 
man-McGinnis  Corp.,  owner,  to  peimit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  2966-72  Jerome  ave¬ 
nue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  February  24,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

APPLICANT— Charles  Mohr,  for  Mohr-Steiber  Holding 
Co.,  Inc.,  owner. 

PREMISES— 449  West  46th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  maintenance  of  the 
use  as  iron  works  on  the  1st  story  and  in  the  cel¬ 
lar  of  an  existing  residence  huddling. 


APPLICANT— Benjaimin  R.  Leinhardt,  for  Estate  of  Eliza¬ 
beth  Fischer,  owner. 

PREMISES — 50-60  Pennsylvania  avenue,  Brooklyn.  _ 

TO  PERMIT  in  a  business  district  (previously  denied  by 
the  board)  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles. 

1419-24-BZ. 

APPLICANT— I.  Margon  and  C.  Glaser,  for  Leo  Silver, 


cal.  no.  996-24-BZ— Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Wal¬ 
ton  Whyte  Realty  Corp.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  east  side  of  Jerome 
avenue,  176.66  ft.  north  of  East  Burn¬ 
side  avenue,  The  Bronx. 

cal.  no.  1346-24-BZ— Application,  November  14,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Louis 
Blumberg,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles ; 
premises  east  side  Coney  Island  ave¬ 
nue,  150.52  ft.  south  of  Avenue  T, 
Brooklyn. 

cal.  no.  1204-24-BZ — Application,  October  7,  1924,  under 
the  building  zone  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1716-1728  Fulton 
street,  Brooklyn. 


UWiiu.  -  r 

PREMISES— East  side  of  Walton  avenue,  45  ft.  north  ot 
Mt.  Eden  avenue,  and  north  side  Mt.  Eden  avenue, 
75  ft.  east  of  Walton  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  andl  maintenance  of  a  build¬ 
ing  to  be  used  for  theatre  purposes. 

1432-24-BZ.  _  _  . 

APPLICANT— Joseph  McGinnis,  for  Charles  E.  Manierre, 

owner. 

PREMISES— 421-429  West  209th  street  and  420-428  West 
210th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1438- 24-BZ. 

APPLICANT— Joseph  M.  Smith,  for  Leading  Auto  Top 
Co.,  owner. 

PREMISES— 605  Fourth  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
motor  vehicle  repair  shop. 

1439- 24-BZ. 

APPLICANT— Joseph  M.  Smith,  for  Otto  &  Stanley,  Inc., 
lessee. 

PREMISES— 389-91  Fourth  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  maintenance  of  a  mo¬ 
tor  vehicle  repair  shop. 
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1479-24-BZ. 

APPLICANT — Charles  D.  Cords,  for  Charles  Dougherty, 
owner. 

PREMISES — 42-44  Schenectady  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

1485-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Joseph  Diamond 
Construction  Co.,  owner. 

PREMISES — 1997  Bryant  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  ereotion  and  main¬ 
tenance  of  a  building  to  be  used  for  business  pur¬ 
poses  on  the  1st  story. 

1494-24-BZ. 

APPLICANT — Leopold  Fhillipp,  for  135  West  100th  Street 
Corp.,  owner. 

PREMISES — 133-135  West  100th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1528-24-BZ. 

APPLICANT — 'William  F.  Doyle,  for  Reap  Construction 
Company,  owner. 

PREMISES — 2847-2857  West  21st  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

5-25-BZ. 

APPLICANT — 'William  F.  Doyle,  for  Irville  Realty  Corp., 
owner. 

PREMISES — (Northwest  corner  of  Cortelyou  road  and 
Gravesend  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

16-25-BZ. 

APPLICANT — John  De  Hart,  for  Wad'bin  Realty  Co.,  Inc., 
owner. 

PREMISES — 1204-1212  Webster  avenue,  The  Bronx. 

TO  PERMIT  the  extension,  from  an  unrestricted  district 
into  a  business  district,  of  a  proposed  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 

29-25-BZ. 

APPLICANT — William  Shary,  for  Fidelio  Realty  Corp., 
owner. 

PREMISES' — 511-515  East  80th  street,  Manhattan. 

TO  PERMIT  an  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles,  and  also  the  omission  of  a  rear 
yard  as  required  by  the  zone  resolution. 

88-25-BZ. 

APPLICANT — 'Frank  Krall,  owner. 

PREMISES — 2108  Avenue  P,  Brooklyn. 

TO  PERMIT  in  a  residence  “E”  district  the  erection  and 
maintenance  of  a  building  less  than  ten  (10)  ft. 
from  the  street  line. 


BOARD  OF  APPEALS. 

Tuesday,  February  24,  1925,  at  10  a.  in. 

Appeals  from  Administrative  Orders. 

1307-24-A — 292  Chauncey  street,  Astoria,  Queens. 
1306-24-A— 276-280,  286-288,  294-296.  300,  318-320,  324,  328, 


332,  336,  338-340  Chauncey  street,  Astoria, 
Queens. 

67-22-A— Block  bounded  by  138th  street  and  139th  street, 
Hamilton  place  and  Broadway,  Manhattan. 
1187-21-A — 640-644  Lenox  avenue,  59-71  West  142nd  street, 
52-58  West  143rd  street,  northeast  corner 
142nd  street  and  Lenox  avenue,  Manhattan. 
1585-21-A — 2152  Metropolitan  avenue,  Queens. 

1388-24- A — 310  Chauncey  street,  Astoria,  Queens. 

1167-24-A — East  side  Zerega  avenue,  between  Chatterton 
and  Blackrock  avenues,  The  Bronx. 
1476-24-A — 26  Buckingham  road,  Brooklyn. 

1444-24-A— Northeast  corner  Rose  avenue  and  Archer  place, 
Jamaica,  Queens. 

1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 

1496- 24-A— 205-207  West  33rd  street,  Manhattan. 

1497- 24-A — Northwest  corner  West  252nd  street  and  Inde¬ 

pendence  avenue,  Riverdale,  The  Bronx. 
1499-24-A — 934-36  Second  avenue,  Astoria,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  24,  1925,  at 
10  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1038-24-BZ — Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
New  York  avenue,  Brooklyn. 

(5)  motor  vehicles;  premises  750-760 
cal.  no.  1384-24-BZ — Application,  November  21,  1924,  under 
the  building  zone  resolution,  of  Edwin 
H.  Denby,  architect,  on  behalf  of  Albert 
Freeman,  owner,  to  permit  in  a  residence 
district  the  alteration  and  change  of 
occupancy  from  residence  to  business 
purposes;  premises  515  Park  avenue, 
southeast  corner  of  East  60th  street, 
Manhattan. 

cal.  no.  1400-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  Walter 
H.  Volckening,  architect,  Walter  S. 
Thomson,  owner,  Gerard  Avenue  Real¬ 
ty  Co.,  lessee,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
2-10  East  169th  street,  The  Bronx. 
cal.  no.  1450-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  George 
L.  Donnellan,  applicant,  on  behalf  of 
Louis  Hart,  owner,  to  permit  in  a  resi¬ 
dence  district  the  change  of  occupancy 
from  a  residence  use  to  an  undertak¬ 
ing  business;  premises  67  West  130th 
street,  Manhattan. 

cal.  no.  1483-24-BZ — Application,  December  17,  1924,  under 
the  building  zone  resolution,  of  James 
W.  Byrnes,  applicant,  on  behalf  of 
Holland  Laundry,  owner,  to  permit  in 
a  business  district  the  alteration  and 
extension  of  a  laundry  building;  prem¬ 
ises  225-235  25th  street,  Brooklyn. 
cal.  no.  1503-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  Wil- 
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BOARD  OF  APPEALS. 

SPECIAL  MEETING. 


liam  F.  Doyle,  applicant,  on  behalf  of 
Broadway  and  38th  Street  Corp.,  owner, 
to  permit  in  a  business  two  times  height 
district  the  erection  of  a  street  wall  to 
a  height  exceeding  the  limit  required 
by  the  zone  resolution;  premises  132- 
142  West  38th  street  and  1385-1391 
Broadway,  Manhattan. 

cal.  no.  1457-24-BZ— Application,  December  10,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Fred 
Cineatti,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (<5)  motor  vehicles; 
premises  220-226  East  117th  street, 
Manhattan. 

cal.  no.  1470-24-BZ — Application,  December  15,  1924,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Walluner  Construction  Company,  owner, 
to  permit  in  a  residence  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
residence  buildings  nearer  than  ten  (10) 
feet  to  the  line  of  the  street,  and  also 
to  occupy  more  than  50  per  cent  of 
the  area  of  an  interior  lot  by  the  ag¬ 
gregate  buildings,  contrary  to  section 
15  of  the  zone  resolution;  premises 
238-44  86th  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  February  24,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

385-24-S— 2268  Second  avenue,  Manhattan. 

1354-24-S— 19-21  East  55th  street,  Manhattan. 

1194-24-S — 40  West  56th  street,  Manhattan. 

982-24-S — 614-618  West  131st  street,  Manhattan. 

1422-24-S — 410-12  Pearl  street  and  46-8  New  Chambers 
street,  Manhattan. 

1451- 24-S — 12  West  29th  street,  Manhattan. 

1475-24-S — 165-9  Duane  street,  Manhattan. 

1484-24-S — 76  West  Houston  street,  Manhattan. 

1514-24-S— 293-303  Spring  street,  303-313  Hudson  street  and 

78-90  Vandam  street,  Manhattan. 

1452- 24- S — 14  West  22nd  street,  Manhattan. 

1458-24-S— 603-609  Fifth  avenue,  Manhattan. 

1472-24- S— 302-6  West  53rd  street,  Manhattan. 

1477-24-S — 132-8  West  36th  street  and  139-45  West  35th 

street,  Manhattan. 

1519-24-S — 25  East  4th  street,  Manhattan. 

1526-24-S — 19  Bond  street,  Manhattan. 

1201-24-S— 45-47  West  57th  street,  Manhattan. 

1356-24-S — 14  West  40th  street,  Manhattan. 

1313-24-S — 243  Canal  street,  Manhattan. 

1440-24-S— 3639  Holland  avenue,  The  Bronx. 

1139-17-S — 51  East  8th  street,  Manhattan. 

549-19-S— 238-244  Sixth  avenue,  Manhattan. 

Appliances  Submitted  for  Approval. 

673-24-SA — Samson  No.  76  Break  Glass  Fire  Alarm  Box, 
approval  of. 

872-24-SA — Ostrander  A.  C.-D.  C.  Control  Panel,  ap¬ 
proval  of. 


•  Friday,  February  27,  1925,  at  2  p.  m. 

Appeal  from  Administrative  Order. 

331-24- A — 508-534  West  212th  street,  Manhattan. 

780-20-A — 8802-8808  Jamaica  avenue,  Woodhaven,  Queens. 
352-21-A — Southeast  corner  Fulton  street  and  New  York 
avenue,  Queens. 

355-21-A — 946-956  Kings  Highway,  southeast  corner  Coney 
Island  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Friday  afternoon,  February  27,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution;  premises 
northwest  corner  182nd  street  and 
Folin  street,  The  Bronx. 

cal.  no.  1156-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

CAL.  no.  378-24-BZ — Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 

cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J 
Dunnigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

CAL.  no.  812-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten- 
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sion  of  a  business  building  which  was 
erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx. 

cal.  no.  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923 ; 
premises  712-748  Southern  boulevard, 
The  Bronx. 

cal.  no.  1367-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

cal.  no.  1461-24-BZ — Application,  December  11,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Louis 
Koenig,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  north  side  of  East  170th  street, 
100  ft.  east  of  Fulton  avenue,  The 
Bronx. 

cal.  no.  1116-24-BZ — Application,  February  10,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Robert  C.  Schock,  owner,  previously 
denied,  to  permit  in  a  business  district 
the  alteration  and  enlargement  of  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles ;  premises  2906- 
2908  Broadway,  Manhattan. 

cal.  no.  1369-24-BZ — Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

cal.  no.  1210-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Damax 
Homes  Corp.,  owner,  to  permit  partly 
in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1407-15  West  8th  street, 
Brooklyn. 

cal.  no.  1443-24-BZ — Application,  December  6,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  Estate  of 
Henry  Moeller,  owner,  Carlo  N.  Gia- 
nini,  lessee,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  change  of  occupancy  from 
residence  to  business  purposes ;  prem¬ 
ises  52  East  55th  street,  Manhattan. 


cal.  no.  1445-24-BZ — Application,  December  8,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Brecher  Building  Corp.,  owner,  to  per¬ 
mit  in  a  business  district  extending 
from  an  unrestricted  district  and  with¬ 
in  200  ft.  of  a  hospital  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  southeast  corner  of 
Hunter  avenue  and  Crescent  street, 
Long  Island  City,  Borough  of  Queens. 

cal.  no.  1298-234BZ— Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  3200  Villa 
avenue,  The  Bronx. 

cal.  no.  1007-24-BZ — Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  R. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  March  3,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

1209-24-A — 2  Rector  street,  Manhattan. 

1315-24-A — 1043  Fifth  avenue,  Manhattan. 

1175- 24-A — 628-642  West  45th  street,  Manhattan. 

1446-24-A — 63  Fulton  street,  Manhattan. 

451-24-A — 9005  218th  place,  Queens  Village,  L.  I.,  Queens. 

1176- 24-A — 92-94  Liberty  street  and  97-103  Cedar  street, 

Manhattan. 

1465-24-A — 128-38  Mott  street,  Manhattan. 

1469-24-A — 2151-65  Prospect  avenue,  The  Bronx. 
1473-24-A — 302-6  West  53rd  street,  Manhattan. 

1513-24-A — 523-45  Fulton  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  March  3,  1925,  at  10 
o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  675-19-BZ — Application,  June  24,  1924,  under  the 
building  zone  resolution,  of  Szerlip  and 
Szerlip,  applicants,  on  behalf  of  Otto 
Heepe,  owner,  previously  denied,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage,  space  in  which  it 
rented  to  persons  not  residing  on  the 
premises;  premises  325-327  16th  street, 
Brooklyn. 

cal.  no.  1242-23-BZ — Application,  October  3,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Sam- 
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uei  Harding,  owner,  previously  denied, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  242-270  East 
98th  street,  Brooklyn. 

CAL.  NO.  1506-24-BZ— ’Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Vin¬ 
cent  C.  Pepe,  owner,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  59-61  Carmine  street,  Man¬ 
hattan. 

cal.  no.  1381-24-BZ— Application,  November  21,  1924,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  Tilden  Koch,  applicant,  on  behalf 
of  Samuel  Kessler  and  Jacob  Kavovit, 
owners,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1817 
Belmont  avenue,  The  Bronx. 

cal.  no.  1393-24-BZ— Application,  November  24,  _  1924, 
under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 

cal.  no.  1294-24-BZ — Application,  November  1,  1924,  under 
the  building  zone  resolution,  of  Carl  J. 
Itzel,  architect,  on  behalf  of  Fordhof 
Realty  Co.,  Inc.,  owner,  to  permit  in 
a  residence  district  the  alteration  and 
conversion  of  occupancy  from  residence 
use  to  store  purposes  on  1st  story ; 
premises  2385-2389  Grand  Concourse, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  March  3,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

744- 24-A — 100  Groton  street,  Forest  Hills,  Queens. 

745- 24-A— 9419  101st  avenue,  Woodhaven,  Queens. 

588- 24- A — 250  Hudson  street,  Manhattan. 

589- 24-A— 43-45  Wooster  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  March  3,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  850-24-BZ — Application,  June  25,  1924,  under 
the  building  zone  resolution,  of  Philip 
•  J.  Sinnott,  applicant,  on  behalf  of 
Harry  Gillman,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 


tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Broadway,  502 
ft.  north  of  240th  street,  The  Bronx. 
Bronx. 

cal.  no.  849-24-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Se¬ 
cured  Properties  Corp.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  348- 
358  East  184th  street,  The  Bronx. 

xal.  no.  1092-24-BZ— Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  ir 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  331  East  184th  street,  north¬ 
east  corner  of  Tiebout  avenue,  The 
Bronx. 

cal.  no.  1180-24-BZ — Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Two  Hundred  and  Fifty-seven 
Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  1J4  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution; 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street, 
Manhattan. 

cal.  no.  1215-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Hollis 
Operating  Co.,  Inc.,  applicant  and 
owner,  to  permit  in  a  residence  dis¬ 
trict  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  building  to  be  used  for  stores,  of¬ 
fices  and  theatre  purposes ;  premises 
south  side  of  Jamaica  avenue,  60  ft. 
east  of  191st  street,  Hollis,  Borough 
of  Queens. 

cal.  no.  31-24-BZ — Application,  January  9,  1924,  under  the 
building  zone  resolution,  of  F.  W. 
Rinn,  architect,  on  behalf  of  Samuel 
Brenner,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a 
garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises;  premises  2251  Grand 
avenue,  northwest  corner  of  Buchanan 
place,  The  Bronx. 

cal.  no.  022-24-BZ — Application,  July  11,  1924,  under  the 
building  zone  resolution,  of  McKim. 
Mead  and  White,  applicants,  on  behalf 
of  Savoy  Hotel  Corp.,  owner,  to  per¬ 
mit  in  a  business  two-times  height  dis¬ 
trict  the  erection  of  the  street  walls 
to  a  height  exceeding  the  limit  pre¬ 
scribed  by  the  zone  resolution ;  prem¬ 
ises  761-767  Fifth  avenue,  2-14  East 
59th  street  and  1-11  East  58th  street. 
Manhattan. 

William  E.  Walsh,  Chairman. 
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(BOARD  OF  APPEALS. 

Tuesday,  March  10,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1242-24- A — 110  East  17th  street,  Manhattan. 

1402-24-A — 1775  Broadway,  Manhattan. 

1423-24- A — -9316  219th  street,  Queens  Village,  Queens. 

1459-24- A — South  side  of  Seventeenth  avenue,  100  ft.  east  of 
Graham  avenue,  Astoria,  Queens. 

1510-24-A — 1038  Ocean  avenue,  Brooklyn.  > 

1511-24-A — 771  East  133rd  street,  The  Bronx. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  March  10,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

435-24-S — 213  West  33rd  street,  Manhattan. 

487- 24-S — 333  Seventh  avenue,  Manhattan. 

488- 24-iS — 333  Seventh  avenue,  Manhattan. 

489- 24-S — 333  Seventh  avenue,  Manhattan. 

490- 24-S — 333  Seventh  avenue,  Manhattan. 

491- 24-S — 333  Seventh  avenue,  Manhattan. 

492- 24-S — '333  Seventh  avenue,  Manhattan. 

495-24-S — 45  Maiden  lane,  Manhattan. 

10-25-S — 3402-3406  Park  avenue,  The  Bronx. 

13-25-S — 174  Sixth  avenue,  Manhattan. 

28-25-iS — 17  East  54th  street,  Manhattan. 


42- 25-S — 349-351  West  26th  street,  Manhattan. 

43- 25-S — 141-147  West  45th  street,  Manhattan. 

Appliances  Submitted  for  Approval. 

1509-24-SA  ‘US EM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 

1512-24-S A  'Jove  Break  Glhss  Pull  Lever  Box,  approval  of. 

19-25-SA— Winslow  Industrial  Burner  and  Pump  Unit  ap¬ 
proval  of. 

26-25- S A — 'Keenan  Brilliant  Burner,  approval  of. 


BOARD  OF  APPEALS. 

Tuesday,  March  17,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

2-25-A — 564  iState  street,  Brooklyn. 

8-25-A — 107  East  31st  street,  Manhattan. 

12-35- A — 86-88  Cherry  street,  Manhattan. 

22-25-A— 25-29  East  40th  street  and  279-293  Madison  ave¬ 
nue,  Manhattan. 

30- 25-A  36  Beverly  road,  Kew  Gardens,  Queens. 

31- 25- A — 382  Mott  avenue,  The  Bronx. 

32- 25-A — 8  Grenfell  avenue,  Kew  Gardens,  Queens. 

33- 25- A — 8535  112th  street,  Richmond  Hill,  Queens. 

34- 25- A — 231  Beaumont  street,  Brooklyn. 

35- 25- A — 50  Bay  23rd  street,  Brooklyn. 

36- 25-A— Northwest  corner  of  Onslow  place  and  Austin 

street,  Kew  Gardens,  Queens. 

3 8-25- A  '825  Vernon  avenue,  Long  Island  City,  Queens. 


MINUTES 

BOARD  OF 


REGULAR  MEETING. 

TUESDAY  MORNING,  FEBRUARY  10,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Gun¬ 
nison,  Holland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  special  meeting  of  the  Board  of 
Appeals,  held  Friday  afternoon,  January  30,  1925,  the 
ninutes  of  the  regular  meeting  of  the  Board  of  Appeals, 
ield  Tuesday  morning,  February  3,  1925,  and  the  min- 
tes  of  the  special  meeting  of  the  Board  of  Appeals, 
eld  on  Tuesday  afternoon,  February  3,  1925,  were  ap- 
roved  as  printed  in  the  Bulletin,  No.  6,  Vol.  X. 


vPPEALS  FROM  ADMINISTRATIVE  ORDERS. 

I  209-24-A. 

APPELLANT — Brown,  Wheelock,  Harris  Vought  & 
Company,  Inc.,  for  Two  Rector  Street  Cor¬ 
poration,  owner. 

UBJECT — Appeal  from  order  of  fi  re  commissioner. 

’REMTSES  AFFECTED — 2  Rector  street,  Manhattan. 

APPEARANCES — 

For  Appellant:  Joseph  R.  Hernon. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

.CTION  OF  BOARD— Laid  over  to  March  3,  1925,  at 
10  a.  m.,  pending  action  of  superintendent  of 
buildings  on  plans. 


D15-24-A. 

.PPELLANT — Cornell  Utilities  Co.,  Inc.,  for  Mrs. 
Helen  M.  Byrne,  owner. 

UBJEC1 — Appeal  from  decision  of  fire  commissioner. 


APPEALS 

PREMISES  AbFECTED — 1043  Fifth  avenue,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  William  Porter. 

ACTION  Oh  BOARD — Laid  over  to  March  3,  1925, 
10  a.  m.  on  request  of  appellant’s  representative 

1174-24-A. 

APPELLANT — Wm .  R.  Heins,  for  Republic  Storage 
Co.,  Inc.,  owner. 

SUBJECT — 'Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED* — 628-642  West  45th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Carroll,  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925, 
10  a.  m. 


1471-24-A. 

APPELLANT— Emma  Hess,  owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 

PREMISES  AhFECTED — 233  Potter  avenue,  Astoria, 
Borough  of  Queens. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  written  request 
to  withdraw — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell..  5 

Negative  .  o 

Absent:  Mr.  Dow^d  and  Fire  Chief  Kenlon  2 
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1101-24-A.  „  „ 

APPELLANT — Euell  &  Euell,  for  Fort  George  Garage, 

Inc.,  owner. 

SUBJECT— Appeal  from  decision  of  superintendent  of 
'buildings. 

PREMISES  AFFECTED— 2499  Amsterdam  avenue, 
Manhattan. 


is  granted  on  condition  that  the  standpipe  equipment  shall  be 
in  accordance  with  the  rules,  other  than  that  cross  co¬ 
llection  shall  Ibe  4  in.  throughout  to  the  Siamese,  and  that 
the  connection  to  city  main  shall  not  be  less  than  4  in. 


1329-24-A. 

APPELLANT — Marian  K. 


Clark,  for  Minnie  Ash, 


APPEARANCES — None. 

ACTION  OF  BOARD — Appeal  dismissed  for  lack  ot 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell...  5 

Negative  . . . ; .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon.  .  2 

THE  RESOLUTION: 

(1101-24-A) 

Whereas,  Euell  &  Euell,  for  Fort  George  Garage,  Inc., 
owner,  filed,  September  5,  1925,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  superintendent  of  build¬ 
ings,  affecting  premises  2499  Amsterdam  avenue,  Manhattan  ; 
and 

Whereas,  appellant  failed  to  complete  his  papers,  al¬ 
though  duly  notified  so  to  do. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


834-24-A. 

APPELLANT — ‘The  New  York  Associated  Architects, 
Inc.,  for  Tunnel  Garage  Co.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 520-528  Broome  street  and 
55  Thompson  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Gottloeb  E.  Loeble  and 
George  L.  Stivers. 

For  Administration:  Inspector  Carroll,  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — A's  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell..  5 

Negative  . .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon..  2 

THE  RESOLUTION: 

(834-24-A) 

Whereas,  The  New  York  Associated  Architects,  Inc., 
for  Tunnel  Garage,  Inc.,  owner,  filed,  June  21,  1924,  an 
appeal,  with  the  board  of  appeals,  from  a  decision  of  the 
fire  commissioner,  affecting  premises  520-28  Broome  street 
and  55  Thompson  street,  Manhattan ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  dated  May 
9,  1924,  reads  : 

“1.  Piping  connecting  the  Siamese  with  the  standpipe 
equipment  proper,  shall  not  be  less  than  five  inch  in 
diameter  as  it  is  shown  on  approved  plan  N.  B.  No. 
1370-22  and  as  Order  No.  19582-LC  calls  for  (See  Rule 
No.  27).  Wherever  such  piping  is  placed  underground, 
same  shall  be  of  extra  heavy  cast  iron  (See  Rule  No. 
21).”; 

and 

Whereas,  the  building  is  fireproof,  two  stories  in  height, 
120  ft.  by  100  ft.  in  area ;  OCCUPIED  as  a  garage,  2  per¬ 
sons  on  each  story ;  equipped  with  a  4  in.  line  (wrought 
iron),  located  under  floor,  with  4  in.  riser;  and 
Whereas,  appellant  contends  that  thg  4  in.  pipe  will  sup¬ 
ply  the  requisite  quantity  of  water,  and  requests  that  the 
existing  piping  be  accepted ;  and 
Whereas,  this  case  was  denied  by  the  board  at  the  meet¬ 
ing  held  on  October  14,  1924,  and  reopened  by  vote  of  the 
board  on  January  6,  1925,  and  appellant  proposes  to  install 
a  4  in.  street  connection. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 


owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 38  West  56th  Street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Marian  K.  Clark. 

For  Administration:  Inspector  Maher,  of  fire 


condition. 


department. 

ACTION  OF  BOARD— Appeal  granted  on 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  ,  ,  ,,  „ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  . 

Absent:  Mr.  Dowd  .  1 


THE  RESOLUTION: 

(1329-24-A) 

Whereas,  Marian  K.  Clark,  for  Minnie  .Ash,  owner,  filed, 
November  8,  1924,  an  appeal,  with  the  board  of  appeals, 
from  an  order  of  the  fire  commissioner,  affecting  premises 
38  West  56th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  14,  1924,  reads:  _ 

“l.  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  the  1st  story  which 
are  distant  in  a  direct  line  less  than  30  ft.  from  any 
opening  in  any  other  'building  and  not  in  the  same 
pfane  with  said  openings  and  which  are  not  more  than 
50  ft.  above  a  neighboring  roof  at  rear  of  building, 
or  other  approved  protection,  as  per  Section  375,  Article 
18,  Chapter  5  of  the  Code  of  Ordinances.”; 

and 

Whereas,  the  building  is  non-fireproof,  four  stones  and 
basement  in  height,  25  ft.  by  100  ft.  in  area  at  1st  story 
and  25  ft.  by  60  ft.  in  area  above.  OCGUPIED:  Base¬ 
ment,  showroom;  1st  story,  showroom  and  fitting  room,  15 
persons ;  2nd  story,  factory ;  upper  stories,  dwellings ;  and 
Whereas,  there  are  three  windows  on  each  story  above 
the  1st  story  within  30  ft.  of  openings  in  the  will  of  an 
adjoining  building  to  the  east;  and 

Whereas,  appellant  contends  that  the  openings  in  the 
building  to  the  east,  forming  the  exposure,  are  protected 
with  fire  shutters. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and  it 
hereby  is  modified,  and  the  appeal  be  and  it  hereby  is  granted 
only  so  far  as  existing  conditions  as  to  use  remain  substan¬ 
tially  unchanged  and  occupancy  be  as  covered  in  Certificate 
of  Occupancy  No.  7970. 


868-24-A. 

APPELLANT — Edward  P.  Doyle,  for  Unity  Fee  Com¬ 
pany,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 101  West  42nd  Street  and 
737-745  Sixth  avenue,  Manhattan. 
APPEARANCES— 

For  Appellant:  Edward  P.  Doyle. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTIO'N  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — A's  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland,  Connell  and  Fire  Chief 

Kenlon  . 

Negative  . . . 

Absent:  Messrs.  Kennedy  and  Dowd 
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THE  RESOLUTION: 

(868-24-A) 

Whereas,  Edward  P.  Doyle,  for  Unity  Fee  Co.,  Inc., 
cner,  filed,  June  28,  1924,  an  appeal,  with  the  board  of  ap- 
als,  from  an  order  of  the  fire  commissioner,  affecting 
einises  101-105  West  42nd  street  and  737-745  Sixth  ave- 
e,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  47636- 
dated  June  19,  1923,  reads: 

“1.  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  1st  story  *  *  *  at  reat 
of  building.” ; 
d 

Whereas,  the  building  is  non-fireproof,  four  and  five 
'ries  in  height,  40  ft.  by  100  ft.  5  in.  in  area;  OCCUPIED 
stores,  offices,  showrooms  and  factory,  with  a  total  of 

1  persons;  the  building  being  divided  into  three  sections 
partition  walls.  There  are  12  windows  in  the  rear  of 

>.  103  West  42nd  street,  which  are  within  30  ft  .of  open- 
rs  in  the  adjoining  section,  No.  741  Sixth  avenue.  There 

2  7  windows  in  the  rear  of  No.  741  Sixth  avenue,  which 
-  within  30  ft.  of  the  windows  of  No.  103  West  42nd 
cet.  There  are  9  windows  in  the  rear  of  No.  749  Sixth 
enue  which  are  within  50  ft.  of  the  extension  roof  of 
).  109  West  42nd  street  and  of  No.  751  Sixth  avenue, 
lere  are  5  windows  in  the  northerly  wall  of  No.  749 
*th  avenue  Avhich  are  within  50  ft.  of  the  roof  of  ad- 
ning  two-story  building;  and 

Whereas,  appellant  contends  that  the  window  openings 
ictically  face  one  another  in  portions  of  the  same  struc- 
e  and  that  the  building  is  practically  an  office  build- 

Rcsolved,  that  t he  order  of  the  fire  commissioner  be  and 
hereby  is  modified ,  and  the  appeal  be  and  it  hereby  is 
mted  so  long  as  existing  conditions  as  to  occupancy  and 
i  remain  unchanged. 


S0-24-A. 

PPELLANT — Edwin  C.  Georgi,  for  Ankay  Realty 
Co.,  Inc.,  owner. 

EJECT — Appeal  from  order  of  fire  commissioner. 
DEMISES  AFFECTED— 311  and  315  East  170th 
street,  The  Bronx. 

’PEARANCES — 

For  Appellant:  Edwin  C.  Georgi. 

For  Administration:  Inspector  Lynch,  of  fire 
department. 

.TION  OF  BOARD — Appeal  granted  on  condition 
)NDI  I  IONS — As  specified  in  resolution. 

IE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Dowd  .  1 

rHE  RESOLUTION: 

(1390-24-A) 

Vherbas,  Edwin  C.'  Georgi,  for  Ankay  Realty  Co.,  Inc., 
ier,  filed,  November  22,  1924,  an  appeal,  with  the  board  of 
•eals,  from  orders  of  the  fire  commissioner,  affecting 
mises  311  and  315  East  170th  street,  The  Bronx;  and 
V  here  as,  the  orders.  No.  24533-LC  and  No.  24730-LC, 
the  fire  commissioner,  dated  June  10,  1924,  and  June  25, 
4,  read: 

A.  More  than  two  stories  immediatelv  above  garage 
used  as  a  dwelling.  Section  154,  Chapter  10,  Code  of 
Ordinances. 

B.  Living  apartments  occupied  as  dwellings  con¬ 
trary  to  the  provisions  of  Section  154,  Chapter  10,  Code 
of  Ordinances. 

“Note:  One  family  must  be  that  of  the  applicant 
for  the  permit  for  the  applicant’s  emplove  and  not 
more  than  two  families  permitted. 

C-  Boiler  is  not  separted  from  the  remainder  of 
the  building  by  an  unpierced  fireproof  wall  consisting 


of  solid  masonry  of  at  least  8  inches  in  thickness  or 
its  equivalent.  Section  159-1,  Chapter  10,  Code  of  Ordi¬ 
nances. 

"1.  Discontinue  the  maintenance  of  a  garage  on  these 
premises.” ; 

and 

Whereas,  the  premises  consist  of  two  non-fireproof  build - 
ings,  each  three  stories  and  cellar  in  height  and  25  ft.  bv  70 
ft.  in  area.  OCCUPIED:  Cellar  (rear),  two-car  garage- 
ist  story,  store;  2nd  and  3rd  stories,  dwellings;  and 

Whereas,  appellant  contends  that  a  certificate  of  occu¬ 
pancy  for  the  use  of  the  building  as  stated  was  issued  by 
the  building  department  and  that  the  boiler  room  is  sepa- 
rated  from  the  remainder  of  the  building  by  a  20  in.  stone 
wall  with  a  fireproof  self-closing  door  protecting  the  open¬ 
ing  therein  leading  to  the  garage  section. 

Resolved,  that  the  orders  of  the  fire  commissioner  be  and 
they  hereby  are  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  garage  space,  not  exceed¬ 
ing  an  area  of  18  ft.  6  in.  by  20  ft.,  shall  be  separated 
from  the  remainder  of  the  structure  by  unpierced  walls 
of  approved  masonry;  that  the  ceiling  shall  be  fire  retarded 
m  accordance  with  the  rules  of  the  board  of  standards 
and  appeals  and  fire  stops  provided  at  ceiling  and  side  walls  • 
that  a  fixed  open  metal  register  shall  be  installed  in  the 
bottom  and  top  rails  of  each  door  of  the  garage ;  that 
there  shall  be  no  gasoline  storage  equipment  maintained 
on  the  premises;  that  the  garage  storage  and  use  shall  be 
restricted  to  cars,  the  property  of  the  owners  or  occupants 
of  the  buildings;  and  granted  only  so  long  as  conditions 
S u  mj-  1,1  ^ie,  cert>fic_ute  of  occupancy  issued  by  bureau 
of  'buildings  and  now  in  force  be  complied  with  and  so 
maintained. 


143 1-24- A. 

^BPE-LLANT-  August  Misch,  for  W.  J.  Durr,  owner 

t’.tW'I  rrT.T-.~T^ppea^  ^rom  decision  of  fire  commissioner. 

PREMISES  AFFECTED— 3294  Hull  avenue,  The 

Bronx. 

APPEARANCES— 

For  Appellant:  August  Misch. 

For  Administration:  Inspector  Carroll,  of  fire 
department. 

i^fioBC!ARD“_-APPeal  granted  on  condition. 
THE^VOTE^^ — specl^ec*  1,1  res°Iution. 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Dowd  .  j 

THE  RESOLUTION: 

( 1431-24-A) 

Whereas,  August  Misch,  for  William  J.  Durr,  owner, 
filed,  December  4,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  3294  Hull  avenue,  The  Bronx;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  2,  1924,  reads : 

“Replying  to  your  letter  of  the  8th  inst.  in  which 
you  requested  a  temporary  permit  to  cover  a  fuel  oil 
heating  plant  at  the  mentioned  address,  we  regret  to 
advise  that  we  must  deny  your  request  in  view  of  the 
fact  that  the  plans  covering  the  installation  indicate 
that  the  burner  which  you  intend  using  is  not  a  type 
approved  by  the  Board  of  Standards  and  Appeals.”; 
and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height.  25  ft.  by  50  ft.  in  area.  OCCUPIED:  1st  story, 
stores ;  upper  stories,  dwellings ;  and 

Whereas,  a  fuel  oil  burning  setsvm  has  been  installed 
consisting  of  a  200  gallon  fuel  oil  storage  tank,  a  55  gallon 
auxiliary  tank  and  a  “Lniverse”  oil  'burner  with  necessary 
valves  and  piping;  and 
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Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules  excepting  in  that  the  burner 
is  not  an  approved  burner,  and  requests  a  temporary  permit 
pending  approval  of  the  burner  by  the  board.  _ 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  for  a  temporary  period  of  ninety  (90)  days, 
on  condition  that  the  installation  otherwise  shall  comply 
with  the  fuel  oil  rules  of  the  board  of  standards  and 
appeals,  pending  action  on  petition  for  approval  of  burner 
by  the  board  of  standards  and  appeals. 


6-25- A. 

APPELLANT — John  J.  Beatty,  for  Our  Lady  of  Vic¬ 
tory  Parish,  owner.  .  . 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 241  McDonough  street, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  John  J.  Beatty. 

For  Administration:  Inspector  Carroll,  of  fire 


department.  . 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


THE 


VOTE — 

Affirmative-  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 
Fire  Chief  Kenlon  . 


Negative  . 

Absent:  Mr.  Dowd 


6 

0 

1 


THE  RESOLUTION: 

(6-25-A) 

Whereas,  John  J.  Beatty,  for  Our  Lady  of  Victory 
Church,  owner,  filed,  January  3,  1925,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  241  McDonough  street,  Brooklyn;  and 
Whereas,  the  decision  of  the  fire  commissioner,  ren¬ 
dered  December  20,  1924,  in  acting  on  Alteration  Applica¬ 
tion  No.  2033-1924,  reads: 

“1.  The  use  of  Grade  B.  Fuel  Oil  is  not  permitted 
in  commercial  plants  and  residences  of  more  than 
two  families  unless  the  room  in  which  equipment  is 
used  is  cut  off  from  the  rest  of  the  building  by  fire¬ 
proof  partitions,  ceilings  and  floors.  Such  rooms  must 
also  have  direct  entrance  from  street  only  and  be 
adequately  vented  to  the  outer  air. 

“2.  Capacity  of  inside  storage  tank  above  ground 
may  not  exceed  200  gallons.” ; 
and  _ 

Whereas,  the  building  is  non-fireproof,  one  story  in  height, 
43  ft.  by  85  ft.  in  area ;  OCCUPIED  as  a  parish  house,  with 
a  boiler  room  in  the  cellar  and  gymnasium  on  the  1st  story ; 
plans  have  been  filed  in  the  building  department  and  the 
fire  department  for  the  installation  of  a  fuel  oil  burning 
plant  for  the  use  of  Grade  B  fuel  oil  with  an  Aetna  Auto¬ 
matic  Burner,  approved  by  the  board  of  standards  and  ap¬ 
peals,  with  an  8,500  gallon  tank  installed  in  the  brick  and 
concrete  enclosure  in  the  centre  of  the  cellar ;  a  passageway 
is  provided  in  the  cellar  from  the  boiler  room  to  the 
adjoining  school  building,  openings  being  protected  by  fire¬ 
proof  self-closing  doors  on  each  side ;  there  is  also  an  open¬ 
ing  in  the  division  wall  leading  to  the  adjoining  church; 
and 

Whereas,  appellant  contends  that  the  fuel  oil  rules  have 
been  complied  with  in  all  respects  except  as  to  subdivision 
G,  rule  4,  section  1,  in  that  tank  capacity  is.  8,500  gallons 
instead  of  5,000  gallons,  and  as  to  subdivision  H,  .  that 
the  boiler  room  is  entirely  separated  from  the  remainder 
of  the  building. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  as  to  Items  No.  1  and  No.  2  on  oondition  that  the 
fuel  oil  stored  and  used  in  operation  of  the  plant  on  these 


premises  shall  be  restricted  to  Grade  A  oil  and  that  the  fuel 
oil  burning  equipment  otherwise  shall  comply  with  the  fuel 
oil  rules  in  all  other  respects. 


BUILDING  ZONE  CASES. 

1367-23-BZ.  '  ^  ^ 

APPLICANT — John  J.  Dunnigan,  for  B.  R.  Construc¬ 
tion  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  “B”  area  district 
the  erection  and  maintenance  of  a  building  oc¬ 
cupying  more  than  40  per  cent  of  the  rear  yard 
area. 

PREMISES  AFFECTED— 1211-1263  Boynton  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION!  OF  BOARD— Laid  over  to  February  27, 
1925,  2  p.  m.,  on  request  of  applicant. 


J  OUl’wl'  d-J  I-d • 

APPLICANT— Louis  A.  Sheinart,  for  Borden  s  harm 
Products  Co.,  Inc.,  owner. 

SUB IECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  an  unrestricted  dis¬ 
trict  between  two  intersecting  streets  in  which 
portion  there  exists  an  exit  and  entrance  to  a 
public  school,  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 322-328  Rutledge  street  and 
287-293  Heyward  street,  Brooklyn. 

APPEARANCES— 

For  Applicant:  Louis  A.  Sheinart. 

For  Opposition:  None. 

ACTION  OF  BOARD— Laid  over  to  February  17,  1925, 
at  10  a.  m.,  on  request  of  applicant. 


1242-23-BZ. 

APPLICANT— William  F.  Doyle,  for  Simon  Harding, 
owner. 

SUB  IECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehi- 
cles. 

PREMISES  AFFECTED— 242-270  East  98th  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Grover  M.  Moscowitz,  Joseph 
Fennelly,  Samuel  Rownin,  Louis  Weber, 
Max  Shapiro,  Jacob  Solovei,  I-oen  Luft, 
Wolf  Telsey. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925,  at 
10  a.  m.,  for  inspection  and  report  by  a  com¬ 
mittee  of  board. 


1121-24-BZ. 

APPLICANT — Maurice  M.  Casey,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  factory  building. 

PREMISES  AFFECTED— 442  West  49th  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD— Chairman  read  written  request 
to  withdraw — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell... 

Negative  . ••*•••. . 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon.. 
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[143-24-BZ. 

APPLICANI — John  De  Hart,  for  James  R.  Gaynor, 
owner. 

5UBJ  EC  I — Application  (re:  decision  of  superintendent 
of  buildings  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 362-364  East  184th  street, 
the  Bronx. 

APPEARANCES— None. 

kCIION  Ob  BOARD — Chairman  read  written  request 
to  withdraw — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell..  5 

Negative  .  0 

Absent:  Air.  Dowd  and  Fire  Chief  Kenlon..  2 


164-24-BZ. 

APPLICANT— Edward  P.  Doyle  and  Henry  C.  Op- 
dyke,  for  the  B.  &  L.  Holding  Co.,  owner. 

>UBJ EC1 — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehi- 
clcs. 

'REMISES  AFFECTED — 830-836  West  177th  street 
and  831-835  West  176th  street,  Manhattan. 

APPEARANCES— 


For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Samuel  Wechsler,  I.  R.  Korn, 
Irving  E.  Kanner,  Charles  Horowitz. 
iClION  OF  BOARD — Application  withdrawn 
’HE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Alessrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Air.  Dowd  .  1 


160-24-BZ. 

PPLICAN  1 — James  Kearney,  for  Samuel  Weisman, 
owner. 

[  UBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles 

REAIISES  AFFECTED— 550-558  Warwick  street 
Brooklyn. 

PPEARAN  CES — 


For  Applicant:  James  Kearney. 

For  Opposition:  Samuel  Seid. 

,  C  J  ION  Ob  BOARD — Application  withdrawn 
HE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken- 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  . 

Negative . #* 

Absent:  Air.  Dowd . 


16-24-BZ. 

PPLICANT— Edward  P.  Doyle,  for  Robert  C.  Shock, 
I  owner. 

'bJBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  'buildings)  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  enlargement  of 
a  garage  for  the  storage  of  more  than  five 
motor  vehicles. 

,  REMISES  AFFEC1  ED — 2906-08  Broadway,  Manhat¬ 
tan. 

PPEARAN  CES — 

For  Applicant:  Edward  P.  Doyle. 

V  For  Opposition:  Henry  C.  White  and  Charles 

i  ^  B.  Brophy. 

-TION  OF  BOARD — Application  reopened  and  set 
for  hearing  on  February  27,  1925,  at  2  p.  m. 


THE  VOTE  TO  REOPEN  AND  SET  FOR  HEAR¬ 
ING— 

Affirmative:  Chairman  Walsh,  Alessrs.  Ken- 
nedy,  Gunnison,  Holland  and  Connell... 

Negative  . 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon 


1111-24JBZ. 

A1  1  LI  CANT  Louis  A.  Sheinart,  for  Irene  Collerd 
owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 

du l- o i croagf n t^lan  ^ve  motor  vehicles. 

I  REMISES  AFbECTED — 'Northwest  corner  of  189th 

a  unr  Washington  avenue,  The  Bronx. 

At  1  hAKAN  CES- * 

b or  Applicant:  Louis  A.  Sheinart. 

For  Opposition:  None. 

AC  1  ION  OF  BOARD — Application  denied. 

THE  VOTE  Tp  GRANT— 

Affirmative:  Messrs.  Kennedy,  Gunnison  and 

Holland  .  3 

Negative:  Chairman  Wlailsh,  Mr.  Connell  aiid 

Fire  Chief  Kenlon  .  3 

Absent :  Mr.  Dowd . 1 

THE  RESOLUTION: 


(1111-24-BZ) 

Whereas,  Louis  A.  Sheinart,  for  Irene  Collerd,  owner 
filed,  September  9,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles ;  premises  northwest  corner 
of  189th  street  and  Washington  avenue,  Borough  of  Bronx  • 
and  ’ 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  November 
18,  1924,  after  due  notice  by  publication  in  the  Bulletin 
of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  189th  street  is  a  busi¬ 
ness  district  and  Washington  avenue  is  a  residence  dis¬ 
trict  ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  September  5,  1924,  in  acting  on  N  B  Ap¬ 
plication  No.  2447-24,  reads: 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolutioa”- 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  95 
ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
more  than  five  motor  vehicles;  and 

\\  hereas,  this  application  was  denied  by  the  board  at 
its  meeting  November  18,  1924,  and  applicant  requested  a 
reopening  of  the  case  to  present  further  facts  in  support, 
which  request  was  granted  by  vote  of  the  board ;  and 

Whereas,  the  board  deemed  that  the  further  invasion  of 
this  street  front  is  not  justified. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  fie  and  it  hereby  is  offimicd,  and  the  application  be  and 
it  hereby  is  denied. 


1 125-24-BZ. 

APPLICANT  Eugene  De  Rosa  for  Sol  Brice,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  the  extension,  from  a 
business  district  into  a  residence  district,  of  a 
proposed  building,  to  be  used  for  theater  and 
store  purposes. 

PREMISES  AFFECTED— 130-134  Dyckman  street, 
Manhattan. 
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appearances—  „  ,,  . 

For  Applicant:  Jonah  J.  Goldstein. 

For  Opposition:  A.  N.  Gitterman. 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE _ • 

Affirmative:  Chairman  Walsh,  Messrs.  Ken- 
nedy,  Gunnison,  Holland  and  Connell...  ■-> 

Negative:  Fire  Chief  Kenlon .  * 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 

(1125-24-BZ) 

Wttfreas  Eugene  De  Rosa,  for  Sol  Brice,  owner,  filed, 
Sent  ember  15  1924,  an  application,  under  the  building  zone 
resolution  to  permit  the  ^tension,  from  a  business  district 
S„°  a  renside„cPe  district,  of  a  proposed  »u  >dmg  *o  ^ 
for  theatre  and  store  purposes ;  premises  130-134  Dyckman 

S*  WHEmASbaata^b“dlieari„g  was  held  on  this  application 
by  te  board  of  appeals,  at  its  regular  meeting  February 
10  1925,  after  due  notice  by  publication  m  the  Bulletin  ot 

the  Board  of  Standards  and  Appeals;  and  _ 

Whereas  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Dyckman  street,  Sherman 
avenue  and  Nagle  avenue  are  business  districts  and  Thayer 

street  is  a  residence  district;  and  >  .  .... 

Whereas,  the  decision  of  the  superintendent  of  bui  - 
ings,  rendered  September  11,  1924,  in  acting  on  N.  B.  Ap- 
plication  NOhe505-g4;o  reads  ^  f(>r  ^  * 

public  amusement  in  a  residence  district  is  unlawful. 
Building  Zone  Resolution,  Section  3.  , 

^Whereas,  the  proposed  building  is  to  be  of  firePr°°* 
construction,  one  story  in  height  with  a  frontage  of  100 
ft  and  a  depth  of  200  ft.;  to  be  occupied  as  a  theatre 
and  stores,  a  portion  100  ft.  in  depth  extending  into  the 

reWHEREAS,  under  the  provisions  of  section  7,  subdivision 

C'Jta:d.ha,Te^ard  of  ^-1.  does  hereby 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  the 
use  of  the  building  be  restricted  to  the  conduct  and  opera¬ 
tion  of  a  motion  picture  theatre  ;  that  the  gable  walls  where 
exposed  shall  be  faced  with  light  colored  brick  and  shall 
be  unpierced  throughout  their  entire  height  and  length,  ex 
cept  emergency  exit  openings  on  property  within  the  same 
ownership  embraced  in  the  theatre  plot;  that  the  exterior 
wall  of  the  Thayer  street  front  shall  be  set  back  not  less 
than  12  in.  from  building  line  and  shall  be  laid  up  in  face 
brick  and  natural  stone  trim  of  attractive  architectural  de¬ 
sign  •  a  return  of  the  proposed  finished  design  of  the  lhayer 
street  elevation  shall  be  made  to  this  board  for  its  ap¬ 
proval  before  submitting  same  to  the  superintendent  of 
buildings  •  that  the  business  conduct  and  operation  of  the 
building  shall  be  restricted  to  the  Dyckman  street  front¬ 
age-  that  there  shall  be  no  advertising  sign  or  display 
of  any  nature  or  description  erected  or  maintained  within 
the  residence  area  of  the  plot,  and  there  shall  be  no  roof 
sign  erected  or  permitted  within  the  residence  area  of  the 

^Resolved,  further,  that  all  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  within  mire 
months  and  the  building  completed  within  eighteen  months 
from  the  date  of  this  action. 


532-24-BZ. 

APPLICANT— Mrs.  John  O’Brien,  owner.  > 

SUBJECT — Application  (re:  order  of  fire  commissioner) 
to  permit  in  a  residence  district  the  mainte¬ 
nance  of  a  garage  for  the  storage  of  five  (5) 


pleasure  motor  vehicles,  four  (4)  spaces  rented 
to  persons  not  residing  on  the  premises. 
PREMISES  AFFECTED — 1075  Summit  avenue,  The 
Bronx. 


APPEARANCES—  ^  ^ 

For  Applicant:  William  F.  Doyle  and  Mrs. 

John  O’Brien. 

For  Opposition:  Thomas  J.  Devine. 

ACTION  OF  BOARD— Application  granted  for  tem- 
oorary  period  of  two  years  on  condition. 

THE  VOTE  TO  GRANT  TEMPORARY  PERMIT— 
Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

N  egative  .  0 

Absent:  Mr.  Dowd  .  1 


THE  RESOLUTION: 

(532-24-BZ) 

Whereas,  Mrs.  John  O’Brien,  owner,  filed,  April  14, 
1924  an  application,  under  the  building  zone  resolution, 
to  permit  in  a  residence  district  the  maintenance  of  a 
garage  for  the  storage  of  five  (5)  pleasure  motor  ve¬ 
hicles,  four  (4)  spaces  rented  to  persons  not  residing 
on  the  premises;  premises  1075  Summit  avenue,  The  Bronx; 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
10,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Summit  avenue  and  Uni¬ 
versity  avenue  are  residence  districts  and  West  165th  street 
is  a  business  district;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  11,  1923,  reads: 

“Order  No.  21157-C: 

“1.  Discontinue  the  maintenance  of  a  garage  not 
maintained  as  an  accessory  use  on  these  premises.”; 


Whereas,  the  building  is  of  non-fireproof  construction 
one  story  in  height,  with  a  frontage  of  18  ft.  and  a  deptl 
of  48  ft. ;  occupied  as  a  garage  for  five  automobiles,  fou: 
spaces  rented  to  persons  not  residing  on  premises ,  anc 
Whereas,  under  the  provisions  of  section  7,  subdivisioi 
F,  the  board  is  empowered  to  grant  a  temporary  permit 
Resolved,  that  the  board  of  appeals  does  hereby  mak < 
a  variation  in  the  application  of  the  use  district  regula 
tions  of  the  building  zone  resolution  and  that  the  applica 
tion  be  and  it  hereby  is  granted  on  condition  that  th 
existing  temporary  structure  be  limited  in  capacity  tc 
five  automobiles  of  the  pleasure  car  type,  space  for  fou 
of  which  may  be  rented  to  persons  not  residing  on  th 
premises,  for  a  temporary  period  of  two  years  from  th 
date  of  this  action;  that  there  shall  be  no  sign  of  an 
nature  or  description  displayed  or  exposed  on  the  premises 
that  there  shall  be  no  gasoline  storage  equipment  installe 
or  maintained  on  the  premises;  and  that  all  necessary  pet 
mits  shall  be  obtained  within  sixty  days. 


1340-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Walter  . 
Thomson,  owner. 

SUBJECT — Application  (re:  decision  of  superintender 
of  buildings)  to  permit  in  a  business  district  e> 
tending  from  an  unrestricted  district  the  ere' 
tion  and  maintenance  of  a  garage  for  the  sto 
age  of  more  than  five  (6)  motor  vehicles. 

PREMISES  AFFECTED— 1297  Jerome  avenue,  T1 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Henry  Molwitz,  Herman  Frie 
man  and  Jeremiah  Mahoney. 

ACTION  OF  BOARD — Application  granted  on  co 
dition. 
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CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Wlalsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Dowd .  1 

THE  RESOLUTION: 

(1340-24-BZ) 

Whereas,  John  J.  Dunnigan,  for  Walter  Thomson,  owner, 
tiled,  November  12,  1924,  an  applicaiton,  under  the  building 
zone  resolution,  to  permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  district,  of  a  proposed  ga¬ 
rage  for  the  storage  of  more  than  five  motor  vehicles ; 
premises  1297  Jerome  avenue,  Borough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
•  10,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 

the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Inwood  avenue  is  an  unre¬ 
stricted  district  and  Jerome  avenue  is  a  business  district; 
and 

W hereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  November  6,  1924,  in  acting  on  N.  B.  Ap¬ 
plication  No.  2816-24,  reads: 

“1.  Proposed  erection  of  garage  for  storage  of  more 
than  five  motor  vehicles  in  unrestricted  district  extend- 

!ing  into  a  business  district  is  contrary  to  provisions 
of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height  on  Inwood  avenue,  with 
a  frontage  of  50  ft.  and  a  depth  of  200  ft. ;  to  be  occupied 
as  a  garage  for  more  than  five  motor  vehicles,  approxi- 
I  matel>  one-half  of  the  structure  being  in  the  business  dis¬ 
trict;  and 

v  Whereas,  there  existed  on  the  business  street  between 
the  intersecting  streets  on  July  25,  1916,  a  stable  for  more 
than  five  horses. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution  and  that  the  applica- 
tion  be  and  it  hereby  is  granted  on  condition  that  the 
building  be  restricted  to  a  one-story  structure  in  height 
above  the  Jerome  avenue  grade;  the  roof  to  be  of  flat 
design  and  construction;  that  the  southerly  gable  wall  shall 
be  unpierced  throughout  its  entire  height  and  length-  that 
the  Jerome  avenue  frontage  shall  be  restricted  to  one  ve¬ 
hicular  entrance ;  that  openings  on  Clark  place  in  the  busi- 
!  netf-S  a'?tnct  sha11  be  restricted  to  windows  the  sills  of 
which  shall  be  at  least  five  ft.  6  in.  above  grade,  and  there 
shall  be  no  vehicular  entrance  within  the  business  area 
;  on  the  Clark  place  front;  that  the  street  elevations  shall 
be  finished  with  face  brick  and  architectural  terra  cotta 
or  stone  trimmings;  that  all  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  building  completed  within  eighteen  months 
trom  the  date  of  this  action. 


1068-24-BZ. 

APPLICANT— John  DeHart,  for  Wilaura  Holding  Cor 
poration,  owner. 

SUBJECT— Application  (re:  decision  of  superintendem 
of  buildings)  to  permit  partly  in  a  residence  dis¬ 
trict  and  partly  in  a  business  district,  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  sto-- 

nnr.r,^0^  more  than  five(5)  motor  vehicles. 

PREMISES  AFFECTED — Southeast  corner  of  Burn- 
side  and  Sedgwick  avenues,  The  Bronx. 
APPEARANCES— 

For  Applicant:  John  DeHart. 

For  Opposition:  Joseph  A.  Corbales,  Herman 
Strulily,  Harriot  Briggs,  John  J.  Kerby. 
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John  P ..  Collins,  John  Hermon,  Henry 
Stauf  and  Alexander  Bremmer. 

AC  I  ION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative :  Messrs.  Kennedy  and  Gunnison  2 
Negative:  Chairman  Walsh,  Messrs.  Connell 

and  Holland  .  3 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

( 1068-24-BZ) 

Whereas,  John  De  Hart,  for  Wilaura  Holding  Corp., 
owner,  filed,  August  26,  1924,  an  application;  under  the 
building  zone  resolution,  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district,  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles;  premises  southeast  corner  of  Burnside 
and  Sedgwick  avenues,  Borough  of  Bronx;  and 

\\  hereas,  a  public  hearing  was  held  on  this  application 
b\  the  board  of  appeals,  at  its  regular  meeting,  February 
10,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  (Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Sedgwick  avenue  is  a  resi¬ 
dence  district  and  Burnside  avenue  is  a  business  district  * 
and  ’ 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  August  6,  1924,  in  acting  on  N.  B.  Appli¬ 
cation  No.  2222-24,  reads: 

"1.  Erection  of  proposed  garage  for  storage  of 
more  than  five  motor  vehicles  in  business  and  residence 
district  is  contrary  to  provisions  of  Building  Zone  Reso¬ 
lution.”; 
and 

W  hereas,  the  proposed  building  is  to  be  of  non-fire¬ 
proof  construction,  two  stories  in  height,  with  a  frontage 
of  107  ft.;  to  be  occupied  as  a  garage  for  more  than  five 
motor  vehicles ;  and 

Whereas,  there  were  no  facts  adduced  at  the  hearing 
to  substantiate  the  basis  of  this  application  under  section 
24  of  the  building  zone  resolution,  and  the  board  deemed  that 
the  invasion  of  the  district  is  neither  warranted  nor  justified 
by  surrounding  conditions. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


595-24 -BZ. 

APPLICANT— Thomas  O’Rourke  Gallagher,  for  Benjamin 
Taishoff,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to  be  used 
as  a  poultry  market. 

PREMISES  AFFECTED— 1169-1173  East  New  York 
avenue,  Brooklyn. 

APPEARANCES— 


For  Applicant:  Lillian  Corcoran,  Benjamin  Tai¬ 
shoff  and  I  homas  O’Rourke  Gallagher. 

For  Opposition:  Henry  Feller  and  Stanley  S 
Smith.  * 


ACTION  OF  BOARD — Application  denied 
THE  VOTE  TO  GRANT— 

Affirmative  . 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell 
Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon 


0 

5 

2 


THE  RESOLUTION: 

(595-24-BZ) 

W'hereas,  Thomas  O.  Gallagher,  for  Benjamin  Taishoff 
owner,  filed,  April  28,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit,  partly  in  a  residence  district 
and  partly  in  a  business  district,  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  a  poultry  market- 
premises  1169-1173  East  New  York  avenue,  Brooklyn;  and 
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Whereas,  a  public  hearing  was.  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
10,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  New  York  avenue  is 
a  business  district  and  Union  street  and  Portal  street  are 
residence  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  April  7,  1924,  in  acting  on  Application  No. 
7918-24  reads  i 

“Proposed  one-story  poultry  market  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence  district  is  con¬ 
trary  to  Art.  II,  Sec.  3  of  the  Zone  Resolution.”; 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  50  ft. 
and  a  depth  of  119  ft.  4/4  in.. ;  to  be  occupied  as  a  poultry 
slaughter  house,  a  portion  of  the  premises  extending  into 
the  residence  district ;  and  .  . 

Whereas,  the  applicant  failed  to  submit  any  facts  in 
support  of  the  basis  of  his  application  under  section  21,  and 
the  existing  environs  neither  warrant  nor  justify  the  inva¬ 
sion  of  this  district  for  the  proposed  prohibited  use. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1371-24-dBZ.  ,  _  . 

APPLICANT— Edward  P.  Doyle,  for  Joseph  Spektor- 
sky,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district.  the  erection 
and  maintenance  of  a  business  building. 
PREMISES  AFFECTED— East  side  Fox  street,  98.22 
ft.  north  of  165th  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  William  Allen,  Herman  S. 
Goldstein  and  John  DeHart. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion.  . 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  ,  w 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell..  5 

Negative  .  ® 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon..  2 

THE  RESOLUTION: 

(1371-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  Joseph  Spektorsky, 
owner,  filed,  November  20,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension,  from 
a  business  district  into  a  residence  district,  of  a  proposed 
building  to  be  used  for  business  purposes;  premises  east 
side  of  Fox  street,  98.22  ft.  north  of  East  165th  street, 
Borough  of  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
10,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  'Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fox  street  is  a  residence 
district  and  East  165th  street  and  Westchester  avenue  are 

business  districts;  and  _ 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  November  18,  1924,  in  acting  on  N.  B.  Ap¬ 
plication  No.  2920-24,  reads: 

“1.  Erection  of  proposed  building  for  business  uses 
in  residence  and  business  district,  is  contrary  to  pro¬ 
visions  of  Building  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireprooi 
construction,  two  stories  in  height,  with  a  frontage  of 


100  ft.  and  a  depth  of  120  ft.;  to  be  occupied  as  stores 
and  offices ;  and 

Whereas,  the  board  deemed  that,  owing  to  the  extensive 
business  use  throughout  the  street,  there  would  be  hardship 
in  preventing  applicant  from  making  a  similar  use  of  his 
premises. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula; 
tions  of  the  building  zone  resolution  and  that  . the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  the 
structure  shall  not  exceed  a  two-story  building  above  grade, 
subdivided  as  described  and  laid  out  on  the  plans  filed  in 
this  appeal ;  that  the  business  use  of  the  1st  floor  shall  be 
restricted  to  stores  or  shops  for  conduct  of  retail  busi¬ 
ness,  and  the  2nd  story  to  executive  offices,  and  no  manu¬ 
facturing  shall  be  permitted  on  any  part  of  the  premises ; 
that  any  signs  or  advertising  displayed  on  the  premises 
shall  be  restricted  to  the  show  windows  of  the  stores ;  that 
no  roof  signs  shall  be  permitted;  that  the  side  walls  shall 
be  unpierced  throughout  their  entire  height  and  length; 
that  the  front  of  the  building,  other  than  the  show  win¬ 
dows,  shall  be  finished  in  face  brick  or  natural  stone;  that 
the  architect  shall  make  a  return  of  his  drawings  for  ap¬ 
proval  of  the  elevation  by  this  board  before  filing  same 
with  the  superintendent  of  buildings; 

Resolved,  further  that  all  necessary  permits  be  obtained 
within  nine  months  and  building  completed  within  eighteen 
months  from  the  date  of  this  action. 


592-24-BZ. 

YPPLICANT — Edward  P.  Doyle,  for  St.  John’s  Es¬ 
tates,  Inc.,  owner. 

SUBJECT — Application  for  approval  of  design  (re:  de¬ 
cision  of  superintendent  of  buildings)  to  permit 
in  a  business  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  'storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 240-250  Empire  boulevard, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened,  design 
approved  and  resolution  modified  in  accordance 
with  design  submitted. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN,  .MODIFY  RESOLU¬ 
TION  AND  APPROVE  DESIGN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell..  3 

N  egative  .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon..  2 

THE  RESOLUTION: 

(592-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  St.  John’s  Est.,  Inc., 
owner,  filed,  April  28,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles ;  premises  240-250  Empire 
boulevard,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  July  1, 
1924,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

W hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Empire  boulevard  and  Rogers 
avenue  are  business  districts  and  Sterling  street  is  a  resi¬ 
dence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  April  10,  1924,  in  acting  on  App.  No.  7907-24, 
reads : 

“Proposed  public  garage  in  business  district  pro¬ 
hibited  by  Zone  Resolution.” ; 
and 
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Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  one  story  in  height,  with  a  frontage  of 
5)9  ft.  3  in.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a 
garage  for  more  than  five  motor  vehicles ;  and 

Whereas,  there  existed  on  this  street  between  the  inter¬ 
secting  streets  on  July  25,  1916,  a  garage  for  more  than 
five  motor  vehicles ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting  July  1,  1924,  on  certain  conditions,  and  ap¬ 
plicant  requested  a  modification  of  the  conditions  as  to 
windows  on  the  Rogers  avenue  front,  which  request  was 
granted  by  vote  of  the  board. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  the  build¬ 
ing  be  restricted  to  a  one-story  structure  above  grade;  that 
the  rear  and  gable  walls  be  unpierced  throughout  their 
entire  height  and  length;  that  the  front  elevations  on  Em¬ 
pire  boulevard  and  Rogers  avenue  be  finished  in  face 
brick  with  architectural1  terra  cotta  or  stone  trimmings ; 
that  there  shall  be  no  vehicular  entrance  on  Rogers  ave¬ 
nue,  and  any  openings  other  than  an  emergency  exit  not 
exceeding  3  ft.  8  in.  in  width,  shall  be  restricted  to  show 
windows,  glazed  with  polished  plate  glass  in  accordance 
with  design  approved  by  the  board  at  this  meeting;  that 
there  shall  be  no  advertising  or  signs  displayed  on  the 
Rogers  avenue  front  of  the  building;  that  no  roof  signs 
shall  be  erected  nor  maintained  on  this  building;  that  any 
vehicular  entrance  on  Empire  boulevard  front  shall  be  not 
less  than  25  ft.  from  the  corner  of  Rogers  avenue; 

Resolved,  further,  that  all  permits  necessary  for  the  pros¬ 
ecution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from 
the  date  of  this  action. 

AREAS  FIXED. 

(1480-24-BZ) 

The  chairman  presented  and  read  a  communication  from 
Fmil  Guterman,  requesting  the  board  to  fix  an  area  deemed 
affected  and  within  which  to  obtain  consents  for  altera¬ 
tion  ami  extension  of  a  garage;  premises  105-7  Jackson 
street,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

.Both  sides  of  Jackson  street  from  a  point  100  ft. 
east  of  Manhattan  avenue  to  a  point  400  ft.  west  of  the 
premises;  the  west  side  of  Manhattan  avenue  from 
Jackson  avenue  to  Withers  street ;  also  the  south  side 
of  Withers  street  from  Manhattan  avenue  to  a  point 
325  ft.  west  of  Manhattan  avenue. 


(1407-24-BZ) 

The  chairman  presented  and  read  a  communication  from 
McLain  Realty  Co.,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  erection  and  maintenance  of  a  garage;  premises  6-8 
Linden  avenue.  Borough  of  Queens. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  Linden  avenue  from  Broadway  to  a 
point  400  ft.  north  of  proposed  garage;  both  sides 
of  Carlton  place  from  Linden  avenue  to  a  point  200 
ft.  east  of  Linden  avenue;  the  north  side  of  Broad¬ 


way  from  Farrington  street  to  Linden  avenue;  the 
east  side  of  Farrington  street  from  Broadway  to  a 
point  100  ft.  north  of  Broadway;  also  the  south  side 
of  State  street  from  Lindep  avenue  to  a  point  160 
ft.  west  of  Linden  avenue. 


(1502-24-BZ) 

The  chairman  presented  and  read  a  communication  from 
A.  P.  Sorice,  requesting  the  board  to  fix  the  area  deemed 
affected  and  within  which  to  obtain  consents  for  the  erec¬ 
tion  and  maintenance  of  a  garage;  premises  east  side  New 
York  avenue,  185.92  ft.  north  of  South  street,  Jamaica, 
Borough  of  Queens. 

The  folloAving  area  was  approved  by  the  board: 

Both  sides  of  New  York  avenue  from  a  point  100 
ft.  south  of  South  street  to  a  point  400  ft.  north  of 
proposed  garage. 


(1534-24-BZ) 

The  chairman  presented  and  read  a  communication  from 
William  J.  Conway,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  erection  and  maintenance  of  a  garage;  premises  64-68 
West  9th  street,  Borough  of  Brooklyn. 

The  foliowing  area  was  approved  by  the  board: 

Both  sides  of  West  9th  street  from  Henry  streefi 
to  a  point  400  ft.  west  of  proposed  garage ;  also  the 
north  side  of  West  9th  street  from  Henry  street  to 
a  point  100  ft.  east  of  Henry  street. 


(1533-24-BZ) 

The  chairman  presented  and  read  a  communication  from 
T.  Seeli-g,  requesting  the  board  to  fix  the  area  deemed 
affected  and  within  which  to  obtain  consents  for  the  erec¬ 
tion  and  maintenance  of  a  garage;  premises  486-510  St. 
Johns  place,  Borough  of  Brooklyn. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  St.  Johns  place  from  Washington 
avenue  to  a  point  400  ft.  east  of  proposed  garage ; 
west  side  of  Classon  avenue  from  Lincoln  place  to  St. 
Johns  place;  north  side  of  Lincoln  place  from  Wash¬ 
ington  avenue  to  Classon  avenue;  east  side  of  Washing¬ 
ton  avenue  from  Lincoln  place  to  St.  Johns  place. 


(1527-24-BZ) 

The  chairman  presented  and  read  a  communication  from 
Jacob  Lubroth,  requesting  the  board  to  fix  the  area  deemed 
affected  and  within  which  to  obtain  consents  for  the  erec¬ 
tion  and  maintenance  of  a  garage;  premises  southwest  cor¬ 
ner  Kings  highway  and  West  12th  street,  Brooklyn,  N.  Y. 
The  following  area  was  approved  by  the  board  : 

Both  sides  of  West  12th  street  from  a  point  200  ft. 
north  of  Kings  highway  to  a  point  400  ft.  south  of 
proposed  garage;  both  sides  of  Avenue  Q  and  also 
Kings  highway  from  West  11th  street  to  a  point  400 
ft.  west  of  premises  in  question;  also  the  east  side 
of  West  13th  street  from  Avenue  Q  to  Kings  high¬ 
way. 


Adjourned  2.30  p.  m. 

William  J.  O’Gorman,  Secretary. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 
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BOARD  OF  STANDARDS  AND  APPEALS. 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  FEBRUARY  10,  1925  _ 
Pr  sent:  Chairman  Walsb,  Messrs.  Kennedy,  Gunni¬ 
son  Holland,  Connell,  Eire  Chief  Kenlon  Supenn  end- 
ents  Bradv,  Reville.  Kleinert,  Moore  and  McDermott 
The  minutes  of  the  regular  meeting  of  the  board  of 
standards  and  appeals,  held  on  Tuesday  aflernoon,  Jan¬ 
uary  27,  1925,  were  approved  as  printed  in  the  Bullet  . 

No.  5,  Vol.  X. 

PETITIONS  FOR  variations. 

PETITIONER— Satnuel1.  Cohen,  for  John  C.  Tomlinson, 

SUBJECT _ Variation  of  labor  law  as  cited  in  order  of 

PREMISES00  AFFECTED — 45-47  West  57th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  None.  , 

For  Administration:  Inspector  Maher  of  fire 

ACTION  OF  BaOARD— Laid  over  to  February  24,  1925, 
at  2  p.  m.,  for  final  action. 

PETITIONER — Bertram  L.  Kraus,  for  Eva  K.  Moller, 

SUBJECT— Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED— 14  West  40th  street,  Man¬ 
hattan. 

APPEARANCES—  .  ..  . 

For  Petitioner:  Daniel  Gallagher  c 

For  Administration:  Inspector  Maher  of  hre 

department.  „ 

ACTION  OF  BOARD— Laid  over  to  February  24,  1.2a, 
at  2  p.  m„  for  final  disposition,  on  request  of 
appellant’s  representative. 


PREMISES  AFFECTED — 51  East  8th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Frank  P.  Keniston. 

For  Administration:  Inspector  Maher  of  fire 

department. 

ACTION  OF  BOARD — Petition  reopened  and  set  for 
hearing  February  24,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Su¬ 
perintendents  Brady,  Reville  and  Klein¬ 


ert  .  8 

Negative  .  0 

Absent:  Mr.  Dowd,  Fire  Chief  Kenlon,  Dep¬ 
uty  Fire  Commissioner  Hannon,  Super¬ 
intendents  Moore  and  McDermott .  5 


549-19-S. 

PETITIONER — Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  estate  of  Margaretta  Metzger, 
owner. 

SUBJECT — Application  for  modification  of  resolution- 
variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED— 238-244  Sixth  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

ACTION  OF  BOARD — Petition  reopened  and  set  for 
hearing  February  24,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Su¬ 
perintendents  Brady,  Reville  and  Klein¬ 


ert  .  8 

Negative  . 0 

Absent:  Mr.  Dowd,  Fire  Chief  Kenlon,  Dep¬ 
uty  Fire  Commissioner  Hannon,  Superin¬ 
tendents  Moore  and  McDermott .  5 


1313-24-S. 

PETITIONER — Ernest  E.  Lorillard,  owner. 
SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner.  , 

PREMISES  AFFECTED — 243  Canal  street.  Manhat¬ 
tan. 

APPEARANCES — 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  ot  lire 

department. 

ACTION  OF  BOARD— Laid  over  to  February  24,  1925, 
at  2  p.  m.,  for  final  disposition. 


PETITIONER — Vespucci  Petrone,  for  Antonio  i^aica- 

terra,  owner.  .  .  . 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
'  of  health  commissioner. 

PREMISES  AFFECTED— 3639  Holland  avenue,  1  he 
Bronx. 

APPEARANCES— 

~  For  Petitioner:  •  Vespucci  Patrone. 

For  Administration:  Chief  Inspector  Albert  H. 
Lorenze,  of  board  of  health. 

ACTION  OF  BOARD— Laid  over  to  February  24,  1925. 

at  2  p.  m.,  to  submit  proof  of  approval  of  con¬ 
struction  of  oven. 


T139-17-S. 

PETITIONER— Frank  P.  Keniston,  for  Mary  E.  Cer¬ 
vantes,  owner. 

SUBJECT — Application  for  modification  of  resolution 
or  variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 


400-24-S. 

PETITIONER — Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Woodlock  Realty  &  Con¬ 
struction  Co.,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 252  West  14th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 
ACTION  OF  BOARD — Petition  withdrawn. 

THE  VOTE  Tp  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Su¬ 
perintendents  Brady,  Reville  and  Klein¬ 


ert  .  3 

Negative  .  0 


Absent:  Mr.  Dowd,  Fire  Chief  Kenlon,  Dep¬ 
uty  Fire  Commissioner  Hannon,  Super¬ 
intendents  Moore  and  McDermott  .  5 


966-24-S. 

PETITIONER — Samuel  Rosenblum,  for  Fifth  Avenue 
and  23rd  Street  Co.,  owner. 

SUBJECT — Application  for  reopening — variation  of 
labor  law  as  cited  in  order  of  fire  commissioner. 

PREMISES  AFFECTED— 1-13  East  33rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

ACTION  OF  BOARD— Laid  over  to  February  24,  1925, 
for  full  vote  of  the  board. 
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THE  VOTE  TO  REOPEN— 

Affirmative:  Messrs.  Kennedy,  Gunnison, 
Holland,  Superintendents  Brady,  Reville, 

Moore  and  McDermott .  7 

Negative:  Chairman  Walsh,  Mr.  Connell  and 

Superintendent  Kleinert  .  3 

Absent:  Mr.  Dowd,  Fire  Chief  Kenlon  and 
Deputy  Fire  Commissioner  Hannon....  3 


1412-24-S. 

PETITIONER— F.  P.  Keniston,  for  William  C.  Hart 
owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMTSF.S  AFFECTED — 137  Greene  street,  Manha*- 
tan. 

APPEARANCES— 

For  Petitioner:  F.  P.  Keniston. 

For  Administration:  Inspector  Maher  of  fire 

department. 

CONDTT1  ON<;B<AARD~?e!iti°n  grantcd  on  condition. 

1  ^  N S— As  specified  in  resolution. 

7  HE  VOTE — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  Su¬ 
perintendents  Brady,  Reville,  Kleinert 

Moore  and  McDermott .  ’  -jo 

Negative  .  .  0 

Absent:  Mr.  Dowd,  Fire  Chief ’  Kenion "and 
Deputy  Commissioner  Hannon  .  3 


Whereas,  petitioner  proposes  to  provide  flame  nlates 
under  fire  escape  balcony  at  2nd  story  in  lieu  of  fireproof 
glass  in  the  skylight  and  contends  that  the  fire  prevention 

meanT  oafCCeJited  ^  6SCapC  in  1920’  as  a  secondary 
means  of  exit,  after  certain  work  had  been  done  on  the 
stairway  within  the  building.  tht 

Resolved  that  the  'board  of  standards  and  appeals  does 
eieby  make  a  variation  from  the  requirements  of  the  la- 
nr  law,  and  that  the  petition  be  and  it  hereby  is  granted 

firlyesSc0apeaandSthetfeCtS- CgreSS  f rT  the  ter™nafion  of 
the  fire L  "d  i  gl-aSS  111  fear  skVhSht  on  condition  that 
I  6  hye  esCape  balconies  at  the  2nd  story  shall  be  extended 

adS  S'  ’fd  '"'r  rear  -of  these  with  a tot 

ladder  in  guides  terminating  at  the  roof  of  extension 

thV^n!-1’  party"waI|  ba!conies  to  be  maintained  throughout 
he  entire  rear,  embracing  not  less  than  two  windows  of 
budding  to  south  on  each  story  from  the  2„d  sto?v  u^ 

bakonveafaS.d  ®htlelds , shaI1  'je  Provided  on  underside  of 

no‘ 


THE  RESOLUTION: 

(1412-24-S) 

Whereas  F.  P.  Keniston,  for  William  C.  Hart,  owner 
filed,  November  29,  1924,  a  petition,  with  the  board  of  stand- 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  m  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  137  Greene  street,  Manhattan; 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  7,  1924,  reads: 

“Order  No.  67452-LD: 

.  “*■  Arrange  the  fire  escape  on  the  rear  of  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof  so  that  same  are  in 
compliance  with  the  provisions  of  sections  273  and 
274  of  the  Labor  Law  *  *  * 

,NT?T?;,An?onff  the  defects  noted  on  this  fire  escape 
are  the  following: 

Fireproof  windows  and  doors  opening  on  course 
not  self-closing.  Plain  glass  in  skylight  under  bal- 
cony  of  2nd  story.  Steps  not  provided  from  floor  to 
sills  of  openings.  No  stairway  from  lowest  balcony 
to  ground.  No  fireproof  passageway  leading  to  the 
street  from  the  termination.”; 
and 

Whereas  the  building  is  non-fireproof,  six  stories  in 

kMV by  93  ’n  area  at  fhe  1st  storv  anfl  3?  ft 
by  83  ft.  in  area  above.  OCCUPIED :  Basement  stock  2 
persons:  1st  story,  mfg.  printing  rolls.  8  persons:  2nd 
•  tory.  office  and  laboratory.  8  persons;  3rd  story,  stationery 
supplies,  3  persons  ;  4th  story,  vacant  at  present ;  5th  story 
mtg.  hat  blocks.  10  persons;  6th  story,  mfg.  straw  hats. 
EYTTQ0"^’  F.OUJPPED  with  a  fire  alarm  signal  system. 

An  interior  wooden  stairway,  extending  from  the 
1st  story  to  the  roof,  enclosed  in  fire  resisting  partitions, 
with  fireproof  doors  at  the  openings ;  a  party  wall  fire 
escape  on  the  rear 'of  the  building  with  fireproof  windows 
along  the  course  thereof,  extending  from  roof  to  2nd 
story  halconv.  with  intermediate  halconv  and  vertical  lad¬ 
der  to  yard  of  building  at  the  rear;  with  egress  from  the 
termination  of  fire  escape  to  street,  by  means  of  door 
ending  from  vard  to  cellar  of  building  in  question:  ROOFS 
ot  adjoining  buildings,  to  south,  same  elevation;  to  north 
40  ft.  lower;  and 
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12 99-24 -S. 

PETITIONER-— Russell  G.  Cory,  for  Topping  Broth- 

°i,Cd  “  <lcdsi°!' 

REMISES  AFFECTED-159-161  Varick  street  and 

appmrance^  s,rm' Manhattan' 

rn\TnTm?Ax?cetiti°ner:  Wa,tcr  M.  Cory. 
i:HEDVOTF^~AS  Spec'fied  in  ^solution. 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Su¬ 
perintendents  Brady,  Reville,  Kleinert, 

Moore  and  McDermott .  in 

Negative  .  .  1U 

Absent:  Mr.  Dowd.'  Fire  '  Chief  Kenlon'  'and 
Ueputy  Fire  Commissioner  Hannon.... 
THE  RESOLUTION: 

(1299-24-S) 

Whereas  RusseH  G.  Cory,  for  Topping  Bros  owners 
filed,  November  3.  1924,  a  petition,  with  the  board  of  stand 
Jf.f1  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  a  decision  of  the  superintend 

and  49  b.ulId,n^s’  affectmg  premises  159-161  Varick  street 
w  5  Vat!  Dam  street  Manhattan;  and 
Whereas  the  decision  of  the  superintendent  of  build 

reads:  SeptCmber  25’  192*>  Alt.  App.  No.  2325  1923, 

‘J:  T,J?  UZbts  in  Present  show  windows  are  of  ex¬ 
cessive  dimensions,  ribbed  glass  is  not  accepted  for 
and  fi  Pr°°f  windows-Sec.  264  of  Ubor  Law.’”; 

fireproof,  seven  stories 


3 


height  100ft  hv  To*  Tf  •  111  Lp™0*'  scven  series  in 

H]f "  ^^re 1  i  1 1 1^ '  a' '  ^sp  r  h  i'k  le  r^  s  y  si  tern  ';'^a  n  d^ 

ssirrSSfr  r 

in  units  of  280  square  inches ;  and  H  d  being 

P^XS'sh^v,3owSn,on„dS1,‘ha,'  ^  «»  1*W 

tmits  would  destroy  their  intended  n ur^oT/  ,WJh  Smal,er 
also,  the  acceptance  of  thP  r  hll  PP'  and  guests, 
small  area  of  the  units.  ^  8'1SS  °» 


MINUTES 


Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  windows  on  street  front  on  con¬ 
dition  that  all  openings,  other  than  the  plate-glass  window, 
shall  be  equipped  with  approved  steel  frames,  g'^dj  h 
double  thick  plain  glass,  not  less  than  A  m  m  th >cki nes: s; 
no  light  of  glass  to  exceed  an  area  of  14  in.  by  20  in., 
and  that  the  requirements  of  the  labor  law  shall  be  co 
plied  with  in  all  other  respects. 


sprinkler  line;  and  that  the  labor  law  requirements  shall 
be  complied  with  in  all  other  respects. 


PETITIONER — Samuel  Cohen,  for  Harry  Frank,  Jo¬ 
seph  Luchsi,  Hand  I.  Ottenstein  and  Karp, 
Roth  and  Lohren,  lessees.  .  ,  -  , 

SUBJECT — Variation  of  labor  law  as  cited  m  order  ot 
superintendent  of  buildings. 

PREMISES  AFFECTED— 22& -224  West  37th  street, 
(Manhattan. 

APPEARANCES— 

For  Petitioner:  Max  Siegel. 

For  Administration:  Inspector  Maher  ot  tire 
department. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Su¬ 
perintendents  Brady,  Reville,  Moore  and 

McDermott  . . ; .  ® 

Negative:  Superintendent  Kleinert . 1 

Absent:  Mr.  Dowd,  Fire  Chief  Kenlon  and 

Deputy  Fire  Commissioner  Hannon -  3 

THE  RESOLUTION: 

(1348-24-S) 

Whereas,  Samuel  Cohen,  for  Harry  Frank,  Joseph  Luchs, 
Hand  I.  Ottenstein,  and  Karp,  Roth  &  Lohren,  lessees,  filed, 
November  14,  1924,  a  petition,  with  the  board  of  standards 
and  appeals,  for  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  an  order  of  the  superintendent  of 
buildings,  affecting  premises  222-24  West  37th  street,  Man¬ 
hattan;  and  .  ,  .... 

Whereas,  the  order  of  the  superintendent  of  buildings, 

Viol.  691-24,  dated  November  12,  1924,  reads: 

“Answering  your  letter  of  Nov.  11th,  regarding  the 
above  mentioned  order,  covering  the 

“  ‘Erection  of  wood  partitions  sub-dividing  the  third 
and  fourth  floors,  also  sixth  to  fourteenth  floors,  in- 
elusive.  Contrary  to  Sections  264  &  270  of  the  Labor 

and a your  request  that  the  matter  be  reconsidered  to 
permit  the  erection  of  these  partitions  on  the  3rd,  6th, 
8th  and  9th  floors,  this  request  is  hereby  denied,  and 
the  partitions  will  have  to  be  removed.” ; 

Whereas,  the  building  is  fireproof,  14  stories  in  height, 
37  ft  by  98  ft.  in  area.  OCCUPIED1:  1st  story,  stores; 
upper  stories,  tenant  factory,  50  persons  per  story; 
EOUIPED  with  a  sprinkler  system  and  a  fire  alarm  signal 
svstem  EXITS :  An  interior  fireproof  stairway  and  a 
fire  tower,  both  extending  from  1st  story  to  roof;.  en¬ 
closed  in  fireproof  partitions  with  fire  doors  at  openings; 
the  floor  area  on  the  3rd,  6th,  8th  and  9th  stones  being 
subdivided  bv  combustible  partitions,  some  extending  to  the 
ceiling  and  others  7  ft.  2  in.  high;  and 

Whereas,  petitioner  contends  that  the  partitions  are  so 
located  that  they  do  not  obstruct  egress  to  the  stairs  or 

^Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor ‘law.  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  showroom,  office  and  entrance 
lobby  on  the  3rd.  6th.  8th  and  9th  stories,  at  front  of 
building,  subdividing  front  on  line  with  elevator  in  two 
areas,  on  condition  that  the  upper  portion  of  said  partition 
shall  be  glazed  with  thin  glass,  at  least  18  in.  below  the 


1383-24-S. 

PETITIONER — David  M.  Jones,  for  Morris  Widman, 

owner.  ...... 

SUBJECT— Variation  of  labor  law  as  cited  in  decision 
of  the  health  commissioner. 

PREMISES  AFFECTED— 1792  Washington  avenue,  lhe 
Bronx. 

APPEARANCES—  .  T 

For  Petitioner:  David  M.  Jones. 

For  Administration:  Chief  Inspector  Albert  14. 
Lorenze  of  health  department. 

ACTION  OF  BOARD— Petition  granted. 

THE  VOTE—  ,  „ 

Affirmative:  Messrs.  Kennedy,  Gunnison, 

Holland,  Fire  Chief  Kenlon,  Superin¬ 
tendents  Brady,  Reville,  Kleinert,  Moore 

and  McDermott  . . 

Negative:  Chairman  Walsh  and  Mr.  Connell  2 
Absent:  Mr.  Dowd  and  Deputy  Fire  Com¬ 
missioner  Hannon  . 

THE  RESOLUTION: 

(1383-24-S) 

Whereas,  David  M.  Jones,  for  Morris  Widman,  owner 
filed  November  21.  1924,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  a  decision  of  the  department 
of  health,  affecting  premises  1792  Washington  avenue,  The 

Bronx ;  and  ,  . 

Whereas,  the  decision  of  the  department  of  health,  ren¬ 
dered  November  6,  1924,  reads: 

“An  application  for  a  sanitary  certificate  to  operate 
a  bakery  at  1792  Washington  Avenue,  was  denied.  ; 

^Whereas,  the  building  is  non- fireproof,  five  stories  m 
height,  27  ft.  by  96  ft.  in  area.  OCCUPIED:  Cellar 
bakery  ;  1st  story,  store  ;  upper  stories,  dwellings  ;  the  height 
of  the  dwelling  from  floor  to  ceiling  varying  from  8  It. 
to  11  ft.  6  in.;  the  ceiling  being  2  ft.  above  the  curb  level 
and  the  floor  being  level  with  the  side  yard ;  the  means  o 
ventilation  consisting  of  four  2  ft.  by  5  ft  6  in  windows 
opening  on  the  rear  yard  and  also  three  3  ft.  by  6  ft.  win¬ 
dows  opening  on  the  side  yard;  and 

Whereas,  petitioner  contends  that  the  building  was 
erected  in  1912  and  that  the  tenement  house  department 
issued  in  1921,  a  certificate  of  occupancy  permitting  the 
maintenance  of  a  bakery  in  the  cellar,  and  contends  further 
that  the  premises  have  been  used  as  a  cellar  bakery  since 

'  Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted. 


1 441-24-S 

PETITIONER— Samuel  Rosen'blum,  for  44  West  56th 
Street  Corporation,  owner.  ...  ,  f 

SUBJECT— Variation  of  labor  law  as  cited  in  order  ot 
fire  commissioner. 

PREMISES  AFFECTED— 44  West  56th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  hre 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition 

CONDITIONS — As  specified  in  resoHution. 

^  Q/p  ^7 _ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Fire 
Chief  Kenlon,  Superintendents  Brady, 
Reville,  Kleinert,  Moore  and  McDermott  11 

Negative  . . . - 

Absent:  Mr.  Dowd  and  Deputy  Fire  Com- 
missioner  Hannon  . 
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THE  RESOLUTION: 


(1441-24-S) 

Whereas,  Samuel  Eosenblum,  for  44  West  56th  Street 
Corp.,  owner,  filed,  December  5,  1924,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the 

f  requirements  of  the  labor  law,  as  cited  in  an  order  of 
the  fire  commissioner,  affecting  premises  44  West  56th 
street,  Manhattan ;  and 

Whereas,  the  order  of  the  re  commissioner,  dated  Octo¬ 
ber  23,  1924,  reads : 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  com¬ 
pliance  with  the  provisions  of  Section  273  and  274  of 
the  Labor  Law  *  *  *. 

“Among  the  defects  noted  on  this  fire  escape  are  the 
following  : 

“*  *  *  no  fireproof  passageway  leading  to  the  street 
from  the  termination.”; 

and 

Whereas,  the  building  is  lion-fireproof,  five  stories  in 
height,  25  ft.  by  90  ft.  in  area  on  the  1st,  2nd  and  3rd 
stories  and  25  ft.  by  64  ft.  in  area  above;  OCCUPIED 
as  a  tenant  factory,  85  persons  above  the  1st  story.  EX¬ 
ITS  :  An  interior  wooden  stairway,  extending  from  1st 
story  to  roof,  enclosed  in  fire  resisting  partitions  with 
metal  covered  wooden  doors  at  openings ;  a  45  degree 
fire  escape  on  the  rear  of  the  building  (with  fireproof 
windows  along  the  course  thereof),  extending  from  the 
main  roof  to  the  roof  of  the  3rd  story  extension,  and  a  fire 
escape  on  the  rear  of  the  three-story  extension  extending 
from  the  roof  thereof  to  the  yard;  with  EGRESS  from 
the  termination  of  fire  escape  by  means  of  a  door  in  the 
fence  to  yard  of  premises  to  west;  ROOFS  of  adjoining 
•buildings  are  at  same  level ;  and 

Whereas,  petitioner  contends  that  the  existing  means  of 
egress  are  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  egress  from  termination  of  fire 
escape  on  condition  that  the  fire  escape  shall  be  carried 
to  the  yard  level  with  egress  therefrom  through  fence 
to  yard  of  adjoining  premises;  and  that  the  premises  other¬ 
wise  conform  to  the  requirements  of  the  certificate  of  oc¬ 
cupancy  now  in  force. 


1380-24-S 

PETITIONER— C.  Alfred  Foster,  for  S.  Adelson, 

owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
fire  commissioner. 

I  PREMISES  AFFECTED— 141  Kosciusko  street, 
Brooklyn. 

APPEARANCES— 

For  Petitioner:  C.  Alfred  Foster. 

For  Administration:  Inspector  Maher  of  fire 
department. 

THE  VOTE  TO  GRANT— 

Affirmative:  Fire  Chief  Kenlon  and  Supci- 

intendent  Brady  .  2 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Holland,  Connell,  Superintendents 
Reville,  Kleinert,  Moore  and  McDermott  8 
Absent:  Messrs.  Dowd,  Gunnison  and  Deputy 

Fire  Commissioner  Hannon .  3 

THE  RESOLUTION: 

(1380-24-S) 

Whereas,  C.  Alfred  Foster,  for  S.  Adelson,  owner,  filed, 
November  2,  1924,  a  petition,  with  the  board  of  standards 
I  and  appeals,  for  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  a  decision  of  the  fire  commissioner, 
affecting  premises  141  Kosciusko  street,  Brooklyn;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
October  7,  1924,  reads: 


“Replying  to  your  letter  of  the  1st  inst.,  relative  to 
order  No.  47700-LD,  item  2 — re  fire  escape  (no  pas¬ 
sageway  from  termination  of  fire  escape  to  street)  you 
are  advised  that  I  am  in  receipt  of  a  report  which 
shows  that  the  exit  provided  from  termination  of  fire 
escape  to  street  cannot  be  accepted  by  this  Department 
as  same  does  not  conform  with  Sec.  273-4  of  the  Labor 
Law,  and  as  the  Fire  Commissioner  has  no  authority 
to  deviate  from  the  requirements  of  the  Labor  Law, 
your  request  is  hereby  denied.”; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  25  ft.  by  88  ft.  in  area,  with  one-story  extension  at 
the  rear  west.  OCCUPIED:  1st  story,  garage;  upper 
stories,  clothing  factory,  35  persons  above  the  1st  story. 
EXITS:  An  interior  wooden  stairway  extending  from  the 
1st  story  to  the  roof,  enclosed  in  fire  retarding  partitions 
with  metal  covered  wooden  doors  at  openings ;  a  fire  escape 
on  the  front  of  the  building,  extending  from  the  3rd  story 
to  street  and  also  a  fire  escape  on  the  westerly  side  of  the 
building  (with  reproof  windows  along  the  course  thereof), 
extending  from  roof  to  iron  bridge  at  2nd  story,  crossing 
bridge  over  one-story  extension,  and  thence  by  stationary 
iron  stair  to  side  court,  with  egress  from  the  termination 
of  fire  escape  by  means  of  gate  in  fence  to  adjoining  yard 
to  west  and  also  through  basement  of  owner’s  residence 
(located  on  same  lot)  to  street.  ROOFS  of  adjoining 
buildings  are  one  story  lower;  and 

Whereas,  petitioner  contends  that  the  existing  means  of 
exit  are  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  affirm  the  requirements  of  the  labor  law,  and  the 
petition  be  and  it  hereby  is  denied. 


1464-124-S. 

PETITIONER — Samuel  Rosenblum,  for  Emma  C.  Rueff, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED— 128^38  Mott  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition 
in  part  and  denied  in  part. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell.  Fire 
Chief  Kenlon,  Superintendents  Brady, 
Reville,  Kleinert,  Moore  and  McDermott  11 

Negative  .  o 

Absent:  Mr.  Dowd  and  Deputy  Fire  Com¬ 
missioner  Hannon  .  2 

THE  RESOLUTION : 

(1464-24-S) 

Whereas,  Samuel  Rosenblum,  for  Emma  C.  Rueff,  owner, 
filed,  December  13,  1924,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  orders  of  the  fire  commissioner, 
affecting  premises  128-38  Mott  street,  Manhattan;  and 
Whereas,  the  orders  of  the  fire  commissioner,  dated 
February  19,  1924,  read: 

“Order  No.  55149-LD — premises  128-32  Mott  Street. 

“2.  Extend  the  interior  stairway  at  the  north  side 
of  building  to  roof,  as  per  Section  271  of  the  Labor 
Law,  said  extension  and  the  landings  and  passageways 
connecting  therewith  to  be  enclosed  ot)  all  sides  with 
partitions  of  fire  resisting  material  extending  at  least 
3  ft.  above  the  roof  as  per  Section  271  of  the  Labor 
Law.” 

“Order  No.  55142-LD — premises  134-8  Mott  Street. 

“2.  Extend  the  interior  stairway  at  the  south  side 
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of  building  to  the  roof  as  per  Section  271  of  the 
Labor  Law,  said  extension  and  the  landings,  and  pas¬ 
sageways  connecting  therewith  to  be  enclosed  on  all 
sides  with  partitions  of  fire  resisting  material  ex¬ 
tending  at  least  3  ft.  above  roof  as  per  Section  271 
of  the  Labor  Law.”; 

Whereas,  the  premises  consist  of  two  non-fireproof 
buildings,  each  seven  stories  in  height,  No.  128-32  being 
74  ft.  9  in.  by  70  ft.  in  area  and  No.  134-38  being  75  ft. 
1  in.  by  80  ft.  in  area ;  connected  on  each  story  by  an 
opening  in  the  division  wall  at  the  stairhall  enclosure , 
OCCUPIED  as  tenant  factories,  No.  128-32  having  184 
persons  above  the  1st  story  and  No.  134-38  having  139 
persons  above  the  1st  story ;  EQUIPPED  with  a  fire 
alarm  signal  system,  each  building  having  as  exits  an  in¬ 
terior  fireproof  stairway,  extending  from  1st  story  to 
top  story,  with  iron  ladder  to  scuttle  in  roof,  enclosed 
in  fireproof  partitions,  with  fire  doors  at  the  openings , 
a  fire  escape  on  the  front  of  each  building  (with  fireproof 
windows  along  the  course  thereof)  extending  from  roof 
to  1st  story  balcony,  with  counterbalanced  stair  to  street ; 
ROOF  of  building  to  south,  one  story  lower ;  to  north 
is  two  stories  lower;  and  .  . 

Whereas,  petitioner  contends  that  these  orders  are  simi¬ 
lar  to  previous  orders  which  were  acted  on  by  the  board 
of  review  of  the  fire  department,  and,  after  certain  work 
had  been  done,  were  considered  sufficiently  complied  with. 

Resolved ,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  Order  No.  55142,  and  the  petition 
be  and  it  hereby  is  granted  on  condition  that  the  stairway 
in  premises  128-132  Mott  street  shall  be  carried  to  roof; 
and  that  the  petition  on  Order  55149  be  and  it  hereby  is 
denied. 


1392-2  4-S. 

PETITIONER — Samuel  Rosenblum,  for  Nathaniel  H. 
Lyons,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 297  Fulton  street,  Brooklyn. 
APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Fire 
Chief  Kenlon,  Superintendents  Brady, 
Reville,  Kleinert,  Moore  and  McDermott  11 

Negative  . .  0 

Absent:  Mr.  Dowd  and  Deputy  Fire  Com¬ 
missioner  Hannon  .  2 

THE  RESOLUTION: 

(1392-24-S) 

Whereas,  Samuel  Rosenblum,  for  Nathaniel  H.  Lyons, 
owner,  filed,  November  24,  1924,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  297  Fulton  street,  Brook¬ 
lyn  ;  and  .  .  .  ,  ,T 

Wthereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  8,  1924,  reads : 

“Order  No.  '67528-LD: 

“1.  Extend  the  interior  stairway  at  the  north  side 
of  building  to  the  roof,  as  per  Section  271  of  the 
Labor  Law. 

“2.  Provide  an  outside  iron  balcony  fire  escape  on 
the  front  west  side  of  building  with  balconies  4  ft. 
in  width  connected  by  stairways  not  less  than  22  in. 
wide,  placed  at  an  incline  of  not  more  than  45  de¬ 
grees,  extending  from  the  ground  to  the  highest  story, 


constructed  as  per  Section  273  of  the  Labor  Law  and 
the  rules  of  the  Board  of  Standards  and  Appeals,  or 
carry  out  a  proper  alternative  method  of  complying 
with  Section  271  of  the  Labor  Law. 

“3.  Remove  the  substandard  fire  escape  on  the  rear 
of  building  or  reconstruct  same  as  per  Section  274  of 
the  Labor  Law  *  *  *.”; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  26  ft.  by  120  ft.  in  area  at  the  1st  story  and  26 
ft.  by  103  ft.  in  area  at  the  2nd  story;  OCCUPIED  as 
tenant  factory,  10  persons  above  the  1st  story.  EXITS:  An 
interior  wooden  stairway,  extending  from  the  1st  story 
to  the  top  story  (with  wooden  ladder  to  scuttle  in  roof), 
enclosed  in  wood  lath  and  plaster  partitions,  with  wooden 
doors  at  the  openings;  an  iron  stairway  extending  from 
the  4th  story  to  the  roof  of  the  2nd  story  extension  roof 
and  also  a  wooden  accommodation  stairway  from  the  2nd 
to  the  3rd  story,  with  egress  from  the  termination  of  iron 
stairway  by  means  of  adjacent  extension  roof  to  north, 
at  same  height;  ROOFS  of  adjoining  building,  to  north, 
same  height,  to  south,  two  stories  lower;  and 

Whereas,  petitioner  proposes  to  provide  a  fixed  iron  lad¬ 
der  to  scuttle  in  roof,  a  gooseneck  ladder  from  the  4th 
story  balcony  to  roof  and  a  party  wall  balcony  at  the 
2nd  story  rear,  connecting  to  the  building  to  north,  which 
building  is  under  same  control  as  building  in  question. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  1,  on  condition  that  fixed  double-rung  iron  lad¬ 
der  shall  be  carried  to  scuttle  in  roof ;  as  to  Item  2  on 
condition  door  openings  shall  be  provided  from  the  rear  por¬ 
tion  of  3rd  story,  one  to  the  roof  of  extension  adjoining 
on  the  north  and  the  other  leading  to  roof  of  two-story  ex¬ 
tension  of  this  building,  with  party-wall  balcony  at  rear  of 
2nd  floor,  with  60  degree  stairway  to  roof  of  extension  to 
the  north ;  as  to  Item  3  on  condition  that  modification  af¬ 
fecting  Items  1  and  2  shall  be  complied  with;  and  granted 
so  long  as  conditions  as  to  occupancy  and  use  remain  un¬ 
changed. 


920424-S. 

PETITIONER— Samuel  Rosenblum,  for  Almond  Realty 
Company,  owner. 

SUBJECT — Application  for  modification  of  resolution — 
variation  of  labor  law  as  cited  in  order  of  super¬ 
intendent  of  buildings. 

PREMISES  AFFECTED— 251-259  West  36th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Sameul  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  reopened  and  resolu¬ 
tion  modified. 

THE  VOTE  TO  REOPEN  AND  MODIFY  THE 

reslution— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Su¬ 
perintendents  Brady,  Reville,  Kleinert, 


Moore  and  McDermott .  1C 

Negative  . 0 

Absent:  Mr.  Dowd,  Fire  Chief  Kenlon  and 
Deputy  Fire  Commissioner  Hannon  .  3 

THE  RESOLUTION: 

(920-24-S) 


Whereas,  Samuel  Rosenblum,  for  Almond  Realty  Co., 
owner,  filed,  July  11,  1924,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  superintendent 
of  buildings,  affecting  premises  251-9  West  36th  street, 
Manhattan ;  and 

Whereas,  the  order  of  the  superintendent  of  buildings, 
dated  February  1,  1924,  reads : 
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“You  are  hereby  directed  to  remove  all  wood  parti¬ 
tions  erected  on  the  2nd  and  14th  floors,  inclusive.”; 

and 

Whereas,  the  building  is  fireproof,  14  stories  in  height, 
84  ft.  by  88  ft.  in  area.  OCCUPIED:  1st  story,  stores  and 
offices,  50  persons;  mezzanine,  offices,  20  persons;  upper  sto¬ 
ries,  offices  and  manufacturing,  120  persons  per  story ; 
EQUIPPED  with  a  sprinkler  system.  EXITS:  Two  in¬ 
terior  fireproof  stairways  extending  from  1st  story  to  roof ; 
enclosed  in  fireproof  partitions  with  fire  doors  at  openings  ?• 
ROOFS  of  adjoining  buildings  are  seven  and  twelve  stories 
higher ;  anti 

Whereas,  petitioner  contends  that  the  majority  of  the 
partitions  are  dwarf  partitions,  6 /  to  7  ft.  high;  that  they 
do  not  obstruct  the  exits  and  are  part  of  the  factory  equip¬ 
ment  ;  and 

Whereas,  this  petition  was  granted  by  the  board  at  its 
meeting  September  23,  1924,  and  petitioner  requested  a  modi¬ 
fication  of  the  conditions  of  the  resolution. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  partitions  around  showrooms, 
office  and  entrance  hall  to  office  and  showrooms,  on  condi¬ 
tion  that  the  upper  portion  of  said  partitions  shall  be  glazed 
with  thin  glass  not  less  than  18  in.  below  sprinkler  line; 
that  exit  door  not  less  than  3f>  in.  wide  shall  be  provided 
in  said  partition,  leading  direct  from  workroom  and  open¬ 
ing  out  to  exit  hall;  that  an  exit  sign  at  least  8  in.  in 
height  shall  be  erected  and  a  red  light  placed  over  such 
door,  in  addition  to  other  means  of  exit;  that  on  any  floor 
occupied  by  more  than  one  tenant,  the  subdividing  parti¬ 
tions  shall  be  arranged  so  as  to  allow  independent  egress 
to  all  required  means  of  exit  for  each  tenant;  that  the 
partition  subdividing  one  tenant  from  another  shall  ex¬ 
tend  from  the  floor  to  ceiling;  and  where  partition  pre¬ 
vents  the  effective  discharge  of  water  from  sprinkler  heads, 
additional  heads  shall  be  provided  to  cover  entire  area,  to 
maintain  sprinkler  throughout  entire  premises;  that  all  in¬ 
terior  partitions,  excepting  showroom,  office  and  entrance 
hall  partitions,  shall  be  constructed  of  incombustible  mate¬ 
rial,  as  specified  under  subdivisions  A  to  H  of  section  355 
of  the  building  code,  or  any  approved  fireproof  partition; 
and  that  the  occupancy  and  use  shall  remain  substantially 
unchanged. 


135-24-S. 

PETITIONER— Charles  T.  E.  Dieterlen,  for  2067 
Broadway  Corporation,  owner. 

SUBJECT — Application  for  approval  of  plans — variation 
of  labor  law  as  cited  in  decision  of  superintend¬ 
ent  of  buildings. 

PREMISES  AFFECTED— 2067  Broadway,  Manhattan. 
APPEARANCES— None. 

THE  VOTE  TO  APPROVE  PLANS  SUBMITTED— 
Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
ned}',  Gunnison,  Holland,  Connell,  Su¬ 
perintendents  Brady,  Reville  and  Klein- 

ert  .  8 

Negative  . 0 

Absent:  Mr.  Dowd,  Fire  Chief  Kenlon,  Dep¬ 
uty  Fire  Commissioner  Hannon,  Super¬ 
intendents  Moore  and  McDermott .  5 

THE  RESOLUTION: 

(135-24-S) 

Whereas,  2067  Broadway  Corporation,  owner,  filed,  Janu¬ 
ary  29,  1924,  a  petition,  with  the  board  of  standards  and 
appeals,  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  a  decision  of  the  superintendent  of  build¬ 
ings,  affecting  premises  2067  Broadway,  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  12,  1924,  reads: 


“Answering  your  letter  of  January  9,  1924,  request¬ 
ing  a  new  certificate  of  occupancy  to  supersede  Certifi¬ 
cate  of  Occupancy  No.  5784  permitting  manufacturing 
in  building,  you  are  advised  that  as  building  does  not 
comply  with  Section  270  of  labor  law  manufacturing  is 
not  permitted  in  building.” ; 
and 

Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height,  32  ft.  11  in.  by  99  ft.  11  in.,  irregular  in  area;  OC¬ 
CUPIED  for  offices,  the  means  of  egress  consisting  of  an 
interior  stairway  extending  from  the  1st  story  to  the  roof, 
enclosed  in  fireproof  partitions,  with  fire  doors  at  the  open¬ 
ings,  the  roof  of  the  building  to  the  north  being  5  ft.  above 
the  roof  of  building  in  question  and  the  building  to  the 
south  being  15  ft.  below  roof  of  building  in  question;  and 
Whereas,  petitioner  contends  that  there  are  140  occupants 
in  the  building,  of  which  44  are  heads  of  offices,  and  96  are 
employees;  11  of  these  employees  have  been  designated  as 
working  hands.  5  of  these  are  employed  in  the  dress  shop 
on  th  2nd  story ;  2  are  employed  by  tailor  on  the  6th  story ; 
4  are  employed  on  the  7th  story ;  and  that  it  is  on  ac¬ 
count  of  these  11  employees  that  he  has  been  requested 
to  make  the  building  comply  with  the  labor  law ;  that  the 
building  is  not  a  factory  building,  within  the  meaning  of 
section  2  of  the  labor  law,  in  that  not  more  than  25  per¬ 
sons  are  employed  at  factory  work  in  the  entire  building, 
which  is  less  than  one-tenth  of  the  occupancy;  and 
Whereas,  this  petition  was  granted  by  the  board  at  its 
meeting  December  2,  1924,  on  certain  conditions  and  pe¬ 
titioner  requested  a  substitution  of  plans  for  those  ac¬ 
cepted  by  the  board  on  that  date. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law.  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  a  fire  escape  constructed  in  accordance 
with  plan  accepted  this  date  shall  be  erected  on  the  rear 
of  the  premises,  with  egress  from  termination  through  open 
yard  of  adjoining  property  on  the  south,  and  that  the  fac¬ 
tory  shall  not  be  extended  and  permitted  only  during  the 
tenancy  of  the  existing  factory  use. 


APPLIANCE  SUBMITTED  FOR  APPROVAL 
1396-'24-SA. 

PETITIONER — Northern  Fire  Apparatus  Co. 
SUBJECT — Approval  of  Northern  Rotary  Pump. 
APPEARANCES— 

For  Petitioner :  John  A.  Hense. 

ACTION  OF  BOARD — Petition  approved  on  condition. 
THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Fire 
Chief  Kenlon,  Superintendents  Brady, 
Reville,  Kleinert,  Moore  and  McDermott  11 

Negative  .  0 

Absent:  Mr.  Dowd  and  Deputy  Fire  Com¬ 
missioner  Hannon  .  2 

THE  RESOLUTION: 

( 1396-24-SA) 

Whereas,  John  A.  Hense,  for  Northern  Fire  Apparatus 
Co.,  filed,  November  24,  1924,  an  application  for  approval 
of  their  device  known  as  the  Northern  Rotary  Pump ;  and 
Whereas,  this  device  is  of  standard  mechanical  construc¬ 
tion  of  the  rotary  type. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  Northern  Rotary 
Pump  for  use  with  grade  A  and  grade  B  fuel  oil,  on  con¬ 
dition  that  the  moving  parts  in  contact  with  the  oil  shall 
be  of  brass,  bronze  or  monel  metal. 


Adjourned  5.15  p.  m. 

William  J.  O’Gorman,  Secretary. 
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RESERVE  CALENDAR 


BOARD  OF  APPEALS. 


Appeals  from  Administrative  Orders. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 


480- 19-A 

481- 19-A 

594- 19-A 

595- 19-A- 

877- 19-A- 

878- 19-A- 

879- 19-A- 

880- 19-A- 

881- 19-A- 

882- 19-A- 

883- 19-A- 

884- 19-A- 

885- 19-A 

886- 19-A- 
690-19-A 
937-19-A 

948- 19-A 

949- 19-A 


950-19-A — 

981-19-A- 
1003-19-A- 
31-20- A- 


265- 20-A- 

266- 20-A 

267- 20-A 

268- 20-A 

269- 20- A- 

270- 20-A 

271- 20-A 

272- 20-A — 

273- 20-A 
318-20-A 

352- 20-A 

353- 20-A 
383-20- A — 


_ Piers  4  and  5,  North  River,  Manhattan. 

Old  Pier  3,  North  River,  Manhattan. 

. _ pier  8,  North  River,  Manhattan. 

Pier  44,  East  River,  Manhattan. 

Pier  14,  North  River,  Manhattan. 

Pier  15,  North  River,  Manhattan. 

Pier  15,  North  River,  Manhattan. 

•Pier  28,  East  River,  Manhattan. 

Pier  1  (Old),  North  River,  Manhattan. 

•Pier  27,  North  River,  Manhattan. 

•Pier  29,  North  River,  Manhattan. 

■Pier  30,  North  River,  Manhattan. 

•Pier  78,  North  River,  Manhattan. 

Pier  42,  North  River,  Manhattan. 

•Pier  70,  East  River,  Manhattan. 

-Piers  37  and  38,  East  River,  Manhattan. 

-Pier  121,  foot  of  West  131st  street,  North 
River,  Manhattan.  (Order  No.  95587-F.) 

iPier  121,  foot  of  West  131st  street,  North 
River,  Manhattan.  (Order  No.  95586-F.) 

■Pier  121,  foot  of  West  131st  street,  North 
River,  Manhattan.  (Order  No.  95585-F.) 

-Piers  22-25,  East  River,  Manhattan. 

-Pier  28,  North  River,  Manhattan. 

-Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

-Pier  46,  East  River,  foot  of  Van  Brunt  street, 
Brooklyn. 

-Pier  39,  East  River,  foot  of  Van  Dyke  street, 
Brooklyn. 

-Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 
Brooklyn. 

Pier  36,  East  River,  foot  of  Pioneer  street, 
Brooklyn. 

-Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 
Brooklyn. 

Pier  34,  East  River,  foot  of  Hamilton  street, 
Brooklyn. 

-Pier  27,  East  River,  foot  of  Baltic  street, 
Brooklyn. 


Pier  17,  East  River,  foot  of  Joralemon  street, 
Brooklyn. 

Pier  19,  East  River,  foot  of  Clark  street, 
Brooklyn. 

Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

■Pier  3,  Wallabout  basin,  foot  of  Washington 
and  E  streets,  Brooklyn. 

Pier  2,  Wallabout  basin,  foot  of  Washington 
and  F  streets,  Brooklyn. 

Pier  20,  East  River,  Manhattan. 


420- 20-A — Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A— -Pier  22,  foot  of  Atlantic  avenue.  Brooklyn. 

422- 20- A — Pier  29,  foot  of  Harrison  street,  Brooklyn. 

423- 20- A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A — Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 

907-21-A — East  side  South  street,  foot  of  Dover  street, 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A — Pier  3,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1542- 21-A — Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1344-21-A — -Pier  2,  between  Main  and  Dock  streets,  Brook¬ 
lyn. 

1545-21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 
lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 

337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 

392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 

447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 

957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 

1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 

57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-S A — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA— Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA— Packless  Gas  Shut-Off  Valve,  approval  of. 

127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 

232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
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275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 
Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA — “Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 

392- 23-SA  Billow”  Class  G.  R.  Oil  Burner,  approval  of. 

393- 23-SA — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

397-23-SA — Cornell  No.  1  Type  “A"  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 
525-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA — Domestic  Fuel  Oil  Burner,  approval  of. 
628-23-SA — Powerlight  Oil  Heat  Burner,  approval  of. 
820-23-SA — Morse  Fuel  Oil  Burning  System,  approval  of 
888-23-SA — Lewis  Oil  Burner,  approval  of. 

898-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-SA — Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

1050-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of 
1169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA — Ziegler  Oil  Burner,  approval  of. 

1180-23-SA — Viking  Pump,  approval  of. 

1231-23-SA — Gill  Oil  Burner,  approval  of. 

1246-23-SA — Ludlow  Gas  Cut-Off  Valve,  approval  of. 
1339-23-SA — National  Light  Service  Oil  Pump,  approval  of. 
1346-23-SA — Heatiator  Oil  Burner,  approval  of. 

1358-23-SA — Worthington  Oil  Burner,  approval  of. 
1361-23-SA — Todd  Residence  Fuel  Oil  Burner,  approval  of. 
1364-23-SA — Staples  &  Pfeiffer  Oil  Burner,  approval  of. 
1415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1429-23-SA — Kerrihard  Oil  Burner,  approval  of. 
1444-23-SA — Tate-Jones  No.  6  Oil  Burner,  approval  of. 
1484-23-SA — Universal  G.  P.  O.  Burner,  approval  of. 
1493-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
1538-23-SA — Lillibridge  Oil  Vapor  Burner,  approval  of. 
1550-23-SA — Apex  Gas  Cut-Off  Valve,  approval  of. 
68-24-SA — May  Burner,  approval  of. 

254-24-SA — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365-24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-SA — Sure  Heat  Automatic  Oil  Burner,  approval  of. 


“C”  Fire  Alarm  Box, 


Oil 


ap- 


492- 24-SA — Holtzer-Cabot  Type 

approval  of. 

493- 24-SA  Faultless  Oil  Burner,  approval  of. 
501-24-SA  Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA  Kinney  Rotating  Plunger  Pump,  approval  of. 
536-24-SA — Climax  Oil  Burner,  approval  of. 

6.j4-24-SA  Marvel  Oil  Burner,  approval  of. 
702-24-SA— Simplex  Mechanical  Oil  Burner,  approval  of. 
735-24-SA  Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-SA— Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA  Holmes- Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA  Heyms field  Low  Pressure  Burner,  approval  of 
860-24-SA— Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA— Dempsey  Domestic  Burner  and  Fuel 
Pump,  approval  of. 

939-24-SA— Ballard  Super  Domestic  Oil  Burner, 
proval  of. 

101 6-24- S A  Milnes  Oil  Burner,  approval  of. 

1078-24-SA— Nokol  Automatic  Burner,  approval  of 
1108-24-SA  Simplicity  Fuel  Oil  Burner,  approval  of 

Peerless  Automatic  Oil  Burner,  approval  of 

1a~?e,CkCr  °XOMr°8'"  0M  Burner’  aPP™val  of. 
114G  ~4-SA  Salvo  Fire  Extinguisher,  approval  of 

1162-24-SA  Hart^  Automatic  Fuel  Oil  Burner,  approval 

191-24-SA  Socony  Arrow  Oil  Burner,  approval  of. 
1192-24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-S A  Yankee  Oil  Burner,  approval  of 

1 254-24-SA  Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of.  ’  1 

1295- 24-SA-A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA  Chalmers  Oil  Burner,  approval  of 

131t24f  A~Usem  A-  C-  Fire  Alarm  Panel,  approval  of. 
133,-24-SA— Sure  Heat  Gravity  Oil  Burner,  approval  of. 
13o9-24-SA— Oliver  Oil  Gas  Burner  No.  30-A,  approval  of 
1361-24-SA  Caloroil  Burner  Type,  A-A,  approval  of. 

1372-24-SA  Adga  High  Pressure  Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant .  applicant  or  petitioner  of  record. 


NOTICE 


BUILDING  CODE  ON  SALE.  ELECTRICAL  CODE  ON  SALE 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth  Distributing  Division  of  the  City  Record  Office  125  IVnrth 
Price,  $1 ;  by  mail,  $1.08.  street.  Price,  25c ;  by  mail,  27c. 
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CITY  OF  NEW  YORK 

BOARD  OF  ESTIMATE  AND  APPORTIONMENT 


Amended  Building  Zone  Resolution. 

(Adopted  October  3,  1924) 

A  Resolution  Regulating  and  Limiting  the  Height  and  Bulk 
of  Buildings  Hereafter  Erected  and  Regulating  and, 
Determining  the  Area  of  Yards,  Courts  and  Other 
Open  Spaces,  and  Regulating  and  Restricting  the  Loca¬ 
tion  of  Trades  and  Industries  and  the  Location  of 
Buildings  Designed  for  Specified  Uses  and  Establishing 
the  Boundaries  of  Districts  for  the  Said  Purposes. 

Be  it  Resolved  by  the  Board  of  Estimate  and  Appor¬ 
tionment  of  The  City  of  New  York : 

Article  I — Definitions. 

§  1.  Definitions.  Certain  words  in  this  resolution  are 
defined  for  the  purposes  thereof  as  follows: 

(a)  Words  used  in  the  present  tense  include  the  future; 
the  singular  number  includes  the  plural  and  the^  plural  the 
singular;  the  word  “lot”  includes  the  word  “plot”;  the 
word  “building”  includes  the  word  “structure.” 

(b)  The  “street  line”  is  the  dividing  line  between  the 
street  and  the  lot. 

(c)  The  “width  of  the  street”  is  the  mean  of  the  distances 
between  the  sides  thereof  within  a  block.  Where  a  street 
borders  a  public  place,  public  park  or  navigable  body  of 
water  the  width  of  the  street  is  the  mean  width  of  such 
street  plus  the  width,  measured  at  right  angles  to  the  street 
line,  of  such  public  place,  public  park  or  body  of  water. 

(d)  The  “curb  level,”  for  the  purpose  of  measuring  the 
height  of  any  portion  of  a  building,  is  the  mean  level  of  the 
curb  in  front  of  such  portion  of  the  building.  But  where 
a  building  is  on  a  corner  lot  the  curb  level  is  the  mean 
level  of  the  curb  on  the  street  of  greatest  width.  If  such 
greatest  width  occurs  on  more  than  one  street  the  curb 
level  is  the  mean  level  of  the  curb  on  that  street  of  greatest 
width  which  has  the  highest  curb  elevation.  The  “curb 
level”  for  the  purpose  of  regulating  and  determining  the 
area  of  yards,  courts  and  open  spaces  is  the  mean  level  of 
the  curb  at  that  front  of  the  building  where  there  is  the 
highest  curb  elevation.  Where  no  curb  elevation  has  been 
established  or  the  building  does  not  adjoin  the  street  the 
average  ground  level  of  the  lot  shall  be  considered  the  curb 
level. 

(e)  A  “street  wall”  of  a  building,  at  any  level,  is  the 
wall  or  part  of  the  building  nearest  to  the  street  line. 

(f)  The  “height  of  a  building”  is  the  vertical  distance 
measured  in  the  case  of  flat  roofs  from  the  curb  level  to 
the  highest  point  of  the  roof  beams  adjacent  to  the  street 
wall,  and  in  the  case  of  pitched  roofs  from  the  curb  level 
to  the  mean  height  level  of  the  gable.  Where  no  roof 
beams  exist  or  there  are  structures  wholly  or  partly  above 
the  roof  the  height  shall  be  measured  from  the  curb  level 
to  the  level  of  the  highest  point  of  the  building.  Where  a 
building  is  a  tenement  house  as  defined  in  the  Tenement 
House  Law  the  height  of  the  building  on  the  street  line 
shall  be  measured  as  prescribed  in  said  law  for  the  measure¬ 
ment  of  the  height  of  a  tenement  house  and  such  measure¬ 
ment  shall  be  from  the  curb  level  as  that  term  is  used  in 
said  law. 

(g)  The  “depth  of  a  lot”  is  the  mean  distance  from  the 
street  line  of  the  lot  to  its  rear  line  measured  in  the  gen¬ 
eral  direction  of  the  side  lines  of  the  lot. 

(h)  A  “rear  yard”  is  an  open  unoccupied  space  on  the 
same  lot  with  a  building  between  the  rear  line  of  the  build¬ 
ing  and  the  rear  line  of  the  lot. 

(i)  The  “depth  of  a  rear  yard”  is  the  mean  distance 
between  the  rear  line  of  the  building  and  the  rear  line  of 
the  lot. 

(j)  Lots  or  portions  of  lots  shall  be  deemed  “back  to 
back”  when  they  are  on  opposite  sides  of  the  same  part  of 


a  rear  line  common  to  both  and  the  opposite  street  lines 
on  which  the  lots  front  are  parallel  with  each  other  or  make 
an  angle  with  each  other  of  not  over  45  degrees. 

(k)  A  “court”  is  an  open  unoccupied  space,  other  than 
a  rear  yard,  on  the  same  lot  with  a  building.  A  court  not 
extending  to  the  street  or  to  a  rear  yard  is  an  “inner 
court.”  A  court  extending  to  the  street  or  a  rear  yard 
is  an  “outer  court.”  A  court  on  the  lot  line  extending 
through  from  the  street  to  a  rear  yard  or  another  street 
is  a  “side  yard.” 

(l)  The  “height  of  a  yard  or  a  court”  at  any  given  level 
shall  be  measured  from  the  lowest  level  of  such  yard  or 
court  as  actually  constructed  or  from  the  curb  level,  if 
higher,  to  such  level.  The  highest  level  of  any  given  wall 
bounding  a  court  or  yard  shall  be  deemed  to  be  the  mean 
height  of  such  wall.  Where  a  building  is  a  tenement  house, 
as  defined  in  the  Tenement  House  Law,  the  height  of  a 
yard  or  a  court  shall  be  measured  as  prescribed  in  such 
law. 

(m)  The  “least  dimension”  of  a  yard  or  court  at  any 
level  is  the  least  of  the  horizontal  dimensions  of  such  yard 
or  court  at  such  level.  If  two  opposite  sides  of  a  yard 
or  court  are  not  parallel  the  horizontal  dimension  between 
them  shall  be  deemed  to  be  the  mean  distance  between  them. 

(n)  The  “length  of  an  outer  court”  at  any  given  point 
shall  be  measured  in  the  general  direction  of  the  side  lines 
of  such  court  from  the  end  opposite  the  end  opening  on 
a  street,  or  a  rear  yard,  to  such  point. 

Article  II — Use  Districts. 

§  2.  Use  Districts.  For  the  purpose  of  regulating  and 
restricting  the  location  of  trades  and  industries  and  the 
location  of  buildings  designed  for  specified  uses,  the  City  of 
New  York  is  hereby  divided  into  three  classes  of  districts: 
(1)  residence  districts,  (2)  business  districts  and  (3)  un¬ 
restricted  districts ;  as  shown  on  the  amended  use  district 
map  which  accompanies  this  resolution  and  is  hereby  de¬ 
clared  to  be  part  hereof.  The  use  districts  designated  on 
said  amended  map,  consisting  of  thirty-five  sheets  and  an 
index  sheet,  each  dated  July  1,  1924,  and  signed  by  the 
Chief  Engineer  of  the  Board  of  Estimate  and  Apportion¬ 
ment,  are  hereby  established.  The  amended  use  district  map 
designations  and  amended  map  designation  rules  which  ac- 
compan}'-  said  amended  use  district  map  are  hereby  declared 
to  be  part  thereof.  No  building  or  premises  shall  be  erected 
or  used  for  any  purpose  other  than  a  purpose  permitted  in 
the  use  district  in  which  such  building  or  premises  is  located. 

§  3.  Residence  Districts.  In  a  residence  district  no  build¬ 
ing  shall  be  erected  other  than  a  building,  with  its  usual 
accessories,  arranged,  intended  or  designed  exclusively  for 
one  or  more  of  the  following  specified  uses: 

(1)  Dwellings,  which  shall  include  dwellings  for  one  or 
more  families  and  boarding  houses  and  also  hotels  which 
have  thirty  or  more  sleeping  rooms. 

(2)  'Clubs,  excepting  clubs  the  chief  activity  of  which  is 
a  service  customarily  carried  on  as  a  business. 

(3)  Churches. 

(4)  Schools,  libraries  or  public  museums. 

(5)  Philanthropic  or  eleemosynary  uses  or  institutions, 
other  than  correctional  institutions. 

(6)  Hospitals  and  sanitariums. 

(7)  Railroad  passenger  stations. 

(8)  Farming,  truck  gardening,  nurseries  or  green  houses. 
In  a  residence  district  no  building  or  premises  shall  be 

used  for  any  use  other  than  a  use  above  specified  for  which 
buildings  may  be  erected  and  for  the  accessory  uses  cus¬ 
tomarily  incident  thereto.  The  term  accessory  use  shall  not 
include  a  business  nor  shall  it  include  any  building  or  use 
not  located  on  the  same  lot  with  the  building  or  use  to 
which  it  is  accessory.  A  private  garage  for  more  than 
five  motor  vehicles  shall  not  be  deemed  an  accessory  use. 
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§  4.  Business  Districts,  (a)  In  a  business  district  no 
building  or  premises  shall  be  used,  and  no  building  shall 
be  erected  which  is  arranged,  intended  or  designed  to  be  used, 
for  any  of  the  following  specified  trades,  industries  or  uses: 

(1)  Ammonia,  chlorine  or  bleaching  powder  manufacture. 

(2)  Asphalt  manufacture  or  refining. 

(3)  Assaying  (other  than  gold  or  silver). 

(4)  Blacksmithing  or  horseshoeing. 

(5)  Boiler  making. 

(6)  Brewing  or  distilling  of  liquors. 

(7)  Carpet  cleaning. 

(8)  Celluloid  manufacture. 

(9)  Crematory. 

(10)  Distillation  of  coal,  wood  or  bones. 

(11)  Dyeing  or  dry  cleaning. 

(12)  Electric  central  station  power  plant. 

(13)  Fat  rendering. 

(14)  Fertilizer  manufacture. 

(15)  Garage  for  more  than  five  motor  vehicles,  not  includ¬ 
ing  a  warehouse  where  motor  vehicles  are  received 
for  dead  storage  only,  and  not  including  a  sales¬ 
room  where  motor  vehicles  are  kept  for  sale  or 
for  demonstration  purposes  only. 

(16)  Gas  (illuminating  or  heating)  manufacture  or  stor¬ 
age. 

(17)  Glue,  size  and  gelatine  manufacture. 

(18)  Incineration  or  reduction  of  garbage,  offal,  dead  ani¬ 
mals  or  refuse. 

(19)  Iron,  steel,  brass  or  copper  works. 

(20)  Junk,  scrap  paper  or  rag  storage  or  baling. 

721)  Lamp  black  manufacture. 

(22)  Lime,  cement  or  plaster  of  paris  manufacture. 

(23)  Milk  bottling  and  distributing  station. 

(24)  Oil  cloth  or  linoleum  manufacture. 

(25)  Paint,  oil,  varnish  or  turpentine  manufacture. 

(26)  Petroleum  refining  or  storage. 

(27)  Printing  ink  manufacture. 

(28)  Raw  hides  or  skins — storage,  curing  or  tanning. 

(29)  Repair  shop  for  motor  vehicles. 

(30)  Rubber  manufacture  from  the  crude  material. 

(31)  Saw  or  planing  mill. 

(32)  Shoddy  manufacture  or  wool  scouring. 

(33)  Slaughtering  of  animals. 

(34)  Smelting. 

(35)  Soap  manufacture. 

(36)  Stable  for  more  than  five  horses. 

(37)  Starch,  glucose  or  dextrine  manufacture. 

(38)  Stock  yard. 

(39)  Stone  or  monumental  works. 

(40)  Sugar  refining. 

(41)  Sulphurous,  sulphuric,  nitric  or  hydrochloric  acid 

manufacture. 

(42)  Tallow,  grease  or  lard  manufacturing  or  refining. 

(43)  Tar  distillation  or  manufacture. 

(44)  Tar  roofing  or  tar  waterproofing  manufacture. 

(45)  Refrigerating  plants,  coal  yards  and  coal  pockets. 

(b)  In  a  business  district  no  building  or  premises  shall 
be  used,  and  no  building  shall  be  erected,  which  is  arranged, 
intended  or  designed  to  be  used  for  any  trade,  industry  or 
use  that  is  noxious  or  offensive  by  reason  of  the  emission 
of  odor,  dust,  smoke,  gas  or  noise  but  car  barns  or  places 
of  amusement  shall  not  be  excluded. 

(c)  In  a  business  district  no  building  or  premises  shall 
be  used,  and  no  building  shall  be  erected,  which  is  arranged, 
intended  or  designed  to  be  used  for  any  kind  of  manufac¬ 
turing,  except  that  any  kind  of  manufacturing  not  included 
within  the  prohibitions  of  paragraphs  a  and  b  of  this  sec¬ 
tion  may  be  carried  on  provided  not  more  than  25  per  cent, 
of  the  total  floor  space  of  the  building  is  so  used,  but  space 
equal  to  the  area  of  the  lot  may  be  so  used  in  any  case,  al¬ 
though  in  excess  of  said  25  per  cent.  The  printing  of  a 


newspaper  shall  not  be  deemed  manufacturing.  No  use  per¬ 
mitted  in  a  residence  district  by  section  3  shall  be  excluded 
from  a  business  district. 

§  5.  Unrestricted  Districts.  The  term  “unrestricted  dis¬ 
trict”  is  used  to  designate  the  districts  for  which  no  regula¬ 
tions  or  restrictions  are  provided  by  this  article. 

§  6.  Existing  Buildings  and  Premises,  (a)  Any  use  ex¬ 
isting  in  any  building  or  premises  on  July  25,  1916,  and  not 
conforming  to  the  regulations  of  the  use  district  in  which  it 
is  maintained,  may  be  continued  therein.  No  then  existing 
building  designed,  arranged,  intended  or  devoted  to  a  use 
not  permitted  by  this  article  in  the  district  in  which  such 
use  is  located  shall  be  enlarged,  extended,  reconstructed  or 
structurally  altered  unless  such  use  is  changed  to  a  use  per¬ 
mitted  in  the  district  in  which  such  building  is  located. 
Such  building  may,  however,  be  reconstructed  or  structurally 
altered  to  an  extent  not  greater  than  50  per  cent,  of  the 
value  of  the  building,  exclusive  of  foundations,  provided 
that  no  use  in  such  building  is  changed  or  extended,  except 
as  authorized  in  paragraph  b  of  this  section,  and  provided, 
further,  that  no  use  included  in  any  one  of  the  enumerated 
subdivisions  of  paragraph  a  of  section  4  is  changed  into  a 
use  included  in  any  other  enumerated  subdivision  of  para- 
graph  a  of  section  4  or  into  a  use  prohibited  by  paragraph 
h  of  section  4,  and  also  provided  that  no  use  prohibited 
by  paragraph  b  of  section  4  is  changed  into  another  use 
prohibited  by  paragraph  b  of  section  4  or  into  a  use  in¬ 
cluded  in  an  enumerated  subdivision  of  paragraph  a  of 
section  4. 

(k)  _-^nv  use  existing  in  any  building  or  premises  on 
July  25,  1916,  and.  not  conforming  to  the  regulations  of  the 
use  district  in  which  it  is  maintained  mav  be  changed  and 
such  use. may  be  extended  throughout  the'building,  pro’vided 
that  in  either  case : 

.  0)  No  structural. alterations  shall  be  made  in  the  build¬ 
ing,  except  as  authorized  by  paragraph  a  of  this  section,  and 

(2)  In  a  residence  district  no  portion  of  a  building  de¬ 
voted  to  a  use  included  in  subdivision  1  of  section  3  shall 
be  changed  to  any  use  prohibited  in  a  residence  district,  and 

(3)  In  a  residence  district  no  building  or  premises,  unless 
devoted  to  one  of  the  uses  that  is  by  section  4  prohibited  in 
a  business  district,  shall  be  changed  to  any  of  such  uses 
and 

(4)  In  a  residence  or  business  district  no  building  or  part 
thereof  and  no  premises,  unless  devoted  to  one  of  the  uses 
that  is  by  paragraph  a  or  b  of  section  4  prohibited  in  a 
business  district,  shall  be  changed  to  any  of  such  uses. 

If  a  use  is  changed  as  authorized  in  this  section,  the  new 
use  may  thereafter  be  changed,  subject  to  the  limitations 
imnosed  by  subdivisions  1,  2.  3  and  4  of  this  paragraph. 

§7.  Use  District  Exceptions.  The  Board  of  Appeals 
created  bv  chanter  503  of  the  laws  of  1016,  may,  in  appro¬ 
priate  cases,  after  public  notice  and  hearing,  and' subject  to 
appropriate  conditions  and  safeguards,  determine  and  vary 
the  application  of  the  use  district  regulations  herein  estab¬ 
lished  in  harmony  with  their  general  purpose  and  intent  as 
follows : 

(a)  Permit  the  extension  of  an  existing  building  and  the 
existing  use  thereof  upon  the  lot  occupied  by  such  building 
at  the  time  of  the  passage  of  this  resolution  or  permit  the 
erection  of  an  additional  building  unon  a  lot  occupied  at  the 
time  of  the  passage  of  this  resolution  bv  a  commercial  or 
industrial  establishment  and  which  additional  building  is  a 
part  nf  such  establishment : 

(h)  Where  a  use  district  boundary  line  divides  a  lot  in  a 
'ingle  ownership  at  the  time  of  the  passage  of  this  resolu¬ 
tion.  permit  a  use  authorized  on  either  portion  of  such  lot 
to  evtend  to  the  entire  lot.  but  not  more  than  25  feet  beyond 
the  boundary  line  of  the  district  in  which  such  use  is  au¬ 
thorized  ; 

fc^  Permit  the  extension  of  an  existing  or  proposed 
building  into  a  more  restricted  district  tinder  such  condi¬ 
tions  as  will  safeguard  the  character  of  the  more  restricted 
district ; 
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(d)  Permit  in  a  residence  district  a  central  telephone  ex¬ 
change  or  any  building  or  use  in  keeping  with  the  uses  ex¬ 
pressly  enumerated  in  section  3  as  the  purposes  for  which 
buildings  or  premises  may  be  erected  or  used  in  a  residence 
district; 

(e)  Permit  in  a  business  district  the  erection  or  extension 
of  a  garage  or  stable  in  any  portion  of  a  street  between  two 
intersecting  streets  in  which  portion  there  exists  a  garage 
for  more  than  five  motor  vehicles  or  a  stable  for  more  than 
five  horses  which  existed  on  July  25,  1916. 

(f)  Grant  in  undeveloped  sections  of  the  city  temporary 
and  conditional  permits  for  not  more  than  two  years  for 
structures  and  uses  in  contravention  of  the  requirements  of 
this  article. 

(g)  Permit  in  a  business  or  residence  district  the  erection 
of  a  garage  provided  the  petitioner  files  the  consents  duly 
acknowledged  of  the  owners  of  80  per  cent,  of  the  frontage 
deemed  by  the  Board  to  be  immediately  affected  by  the 
proposed  garage.  Such  permit  shall  specify  the  maximum 
size  or  capacity  of  the  garage  and  shall  impose  appropriate 
conditions  and  safeguards  upon  the  construction  and  use  of 
the  garage. 


Article  III — Height  Districts. 

§  8.  Height  Districts.  For  the  purpose  of  regulating  and 
limiting  the  height  and  bulk  of  buildings  hereafter  erected, 
the  City  of  New  York  is  hereby  divided  into  eight  classes 
of  districts:  (a)  one-quarter  times  districts;  (b)  one-, 
half  times  districts;  (c)  three-quarter  times  districts ;  (d) 
one  times  districts;  (e)  one  and  one-quarter  times  districts, 
(f)  one  and  one-half  times  districts;  (g)  two  times  dis¬ 
tricts;  (h)  two  and  one-half  times  districts;  as  shown  on 
the  amended  height  district  map  which  accompanies  this 
resolution  and  is  hereby  declared  to  be  part  hereof.  .  The 
height  districts  designated  on  said  amended  map,  consisting 
of  thirty-five  sheets  and  an  index  sheet,  each  dated  July  1, 
1924,  and  signed  by  the  Chief  Engineer  of  the  Board  of  Esti¬ 
mate  and  Apportionment,  are  hereby  established.  The 
amended  height  district  map  designations  and  amended  map 
designation  rules  which  accompany  said  amended  height  dis¬ 
trict  map  are  hereby  declared  to  be  part  thereof.  No  build¬ 
ing  or  part  of  a  building  shall  be  erected  except  in  con- 
formity  with  the  regulations  herein  prescribed  for  the  height 
district  in  which  such  building  is  located. 

(a)  In  a  one-quarter  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  one-quarter  times  the  width 
of  the  street,  but  for  each  two  feet  that  the  building  or  a 
portion  of  it  sets  back  from  the  street  line  one  foot  shall 
be  added  to  the  height  limit  of  such  building  or  such  por¬ 
tion  thereof. 

(b)  In  a  one-half  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  one-half  times  the  width  of 
the  street,  but  for  each  one  foot  that  the  building  or  a  por¬ 
tion  of  it  sets  back  from  the  street  line  one  foot  shall  be 
added  to  the  height  limit  of  such  building  or  such  portion 
thereof. 

(c)  In  a  three-quarter  times  district  no  building. shall  be 
erected  to  a  height  in  excess  of  three-quarter  times  the 
width  of  the  street,  but  for  each  one  foot  that  the  building 
or  a  portion  of  it  sets  back  from  the  street  line  one  foot 
shall  be  added  to  the  height  limit  of  such  building  or  such 
portion  thereof. 

(d)  In  a  one  times  district  no  building  shall  be  erected 
to  a  height  in  excess  of  the  width  of  the  street,  but  for  each 
one  foot  that  the  building  or  a  portion  of  it  sets  back  from 
the  street  line  two  feet  shall  be  added  to  the  height  limit  of 
such  building  or  such  portion  thereof. 

(e)  In  a  one  and  one-quarter  times  district  no  building 
shall  be  erected  to  a  height  in  excess  of  one  and  one-quarter 
times  the  width  of  the  street,  but  for  each  foot  that  the 


builidng  or  a  portion  of  it  sets  back  from  the  street  line 
two  and  one-half  feet  shall  be  added  to  the  height  limit  of 
such  building  or  such  portion  thereof. 

(f)  In  a  one  and  one-half  times  district  no  building  shall 

be  erected  to  a  height  in  excess  of  one  and  one-half  times 

the  width  of  the  street,  but  for  each  one  foot  that  the  build¬ 

ing  or  a  portion  of  it  sets  back  from  the  street  line  three  feet 
shall  be  added  to  the  height  limit  of  such  building  or  such 
portion  thereof. 

(g)  In  a  two  times  district  no  building  shall  be  erected  to 
a  height  in  excess  of  twice  the  width  of  the  street,  but  for 
each  one  foot  that  the  building  or  a  portion  of  it  sets  back 
from  the  street  line  four  feet  shall  be  added  to  the  height 
limit  of  such  building  or  such  portion  thereof. 

(h)  In  a  two  and  one-half  times  district  no  building  shall 

be  erected  to  a  height  in  excess  of  two  and  one-half  times 

the  width  of  the  street,  but  for  each  one  foot  that  the  build¬ 

ing  or  a  portion  of  it  sets  back  from  the  street  line  five  feet 
shall  be  added  to  the  height  limit  of  such  building  or  such 
portion  thereof. 

§  9.  Height  District  Exceptions,  (a)  On  streets  less  than 
50  feet  in  width  the  same  height  regulations  shall  be  applied 
as  on  streets  50  feet  in  width  and,  except  for  the  purposes 
of  paragraph  d  of  this  section,  on  streets  more  than  100 
feet  in  width  the  same  height  regulations  shall  be  applied  as 
on  streets  100  feet  in  width. 

(b)  Along  a  narrower  street  near  its  intersection  with  a 
wider  street,  any  building  or  any  part  of  any  building  front¬ 
ing  on  the  narrower  street  within  100  feet,  measured  at  right 
angles  to  the  side  of  the  wider  street,  shall  be  governed  by 
the  height  regulations  provided  for  the  wider  streets.  A 
corner  building  on  such  intersecting  streets  shall  be  gov¬ 
erned  by  the  height  regulations  provided  for  the  wider  street 
for  150  feet  from  the  side  of  such  wider  street,  measured 
along  such  narrower  street. 

(c)  Above  the  height  limit  at  any  level  for  any  part  of  a 
building  a  dormer,  elevator  bulkhead  or  other  structure  may 
be  erected  provided  its  frontage  length  on  any  given  street 
be  not  greater  than  60  per  cent,  of  the  length  of  such  street 
frontage  of  such  part  of  the  building.  Such  frontage  length 
of  such  structure  at  any  given  level  shall  be  decreased  by 
an  amount  equal  to  one  per  cent,  of  such  street  frontage  of 
such  part  of  the  building  for  every  foot  such  level  is  above 
such  height  limit.  If  there  are  more  than  one  such  structure, 
their  aggregate  frontage  shall  not  exceed  the  frontage  length 
above  permitted  at  any  given  level. 

(d)  If  the  area  of  the  building  is  reduced  so  that  above 
given  level  it  covers  in  the  aggregate  not  more  than  25  per 
cent,  of  the  area  of  the  lot,  the  building  above  such  level 
shall  be  excepted  from  the  foregoing  provisions  of  this  arti¬ 
cle.  Such  portion  of  the  building  may  be  erected  to  any 
height,  provided  that  the  distance  which  it  sets  back  from 
the  street  line  on  each  street  on  which  it  faces,  plus  half  of 
the  width  of  the  street,  equals  at  least  75  feet.  But  for  each 
one  per  cent,  of  the  width  of  the  lot  on  the  street  line  that 
such  street  wall  is  less  in  length  than  such  width  of  the  lot, 
such  wall  may  be  erected  four  inches  nearer  to  the  street 

line.  .  , 

(e)  When  at  the  time  plans  are  filed  for  the  erection  of 
a  building  there  are  buildings  in  excess  of  the  height  limits 
herein  provided  within  50  feet  of  either  end  of  the  street 
frontage  of  the  proposed  building  or  directly  opposite  such 
building  across  the  street,  the  height  to  which  the  street  wall 
of  the  proposed  building  may  rise  shall  be  increased  by  an 
amount  not  greater  than  the  average  excess  height  of  the 
walls  on  the  street  line  within  50  feet  of  either  end  of  the 
street  frontage  of  the  proposed  building  and  at  right  angles 
to  the  street  frontage  of  the  proposed  building  on  the  oppo¬ 
site  side  of  the  street.  The  average  amount  of  such  excess 
height  shall  be  computed  by.  adding  together  the  excess 
heights  above  the  prescribed  height  limit  for  the  street  front- 
age  in  question  of  all  of  the  walls  on  the  street  line  of  the 
buildings  and  parts  of  buildings  within  the  above  defined 
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frontage  and  dividing  the  sum  by  the  total  number  ot  build¬ 
ings  and  vacant  plots  within  such  trontage. 

(.tj  .Nothing  in  this  article  shall  prevent  the  projection  of 
a  cornice  beyond  the  street  wall  to  an  extent  not  exceeding 
hve  per  cent,  of  the  width  of  the  street  nor  more  than  live 
leet  in  any  case.  Nothing  in  this  article  shall  prevent  the 
erection  above  the  height  limit  ol  a  parapet  wall  or  cornice 
solely  lor  ornament  and  without  windows  extending  above 
such  height  limit  not  more  than  hve  per  cent,  ol  such  height 
limit,  but  such  parapet  wall  or  cornice  may  in  any  case  be  at 
least  hve  and  one-half  leet  high  above  such  height  limit. 

U)  The  provisions  ol  this  article  shall  not  apply  to  the 
erection  of  church  spires,  bel tries,  chimneys,  hues  or  gas 
holders. 

(h)  Where  not  more  than  50  feet  of  a  street  frontage 
would  otherwise  be  subjected  to  a  height  limit  lower  than 
that  allowed  immediately  beyond  both  ends  of  such  frontage, 
the  height  limit  on  such  frontage  shall  be  equal  to  the  lesser 
of  such  greater  height  limits. 

(U  if  an  additional  story  or  stories  are  added  to  a  build¬ 
ing  existing  at  the  time  ot  the  passage  oi  this  resolution, 
the  existing  walls  of  which  are  in  excess  oi  the  height  limits 
prescribed  in  this  article,  the  height  limits  tor  such  addi¬ 
tional  story  or  stories  shall  be  computed  from  the  top  of 
the  existing  walls  as  though  the  latter  were  not  in  excess 
oi  the  prescribed  height  limits  and  the  carrying  up  of  exist¬ 
ing  elevator  and  stair  enclosures  shall  be  exempted  from  the 
provisions  of  this  article. 

Article  IV — Area  Districts. 

§  1(1.  Area  Districts,  tor  the  purpose  of  regulating  and 
determining  the  area  of  yards,  courts  and  other  open  spaces 
tor  buildings  hereafter  erected,  the  City  of  New  York  is 
hereby  divided  into  six  classes  of  area  districts :  A,  B,  C,  D, 
h.  and  h  ;  as  shown  on  the  amended  area  district  map  which 
accompanies  this  resolution  and  is  hereby  declared  to  be  part 
hereot.  1  he  area  districts  designated  on  said  amended  map, 
consisting  of  thirty-hve  sheets  and  an  index  sheet,  each 
dated  July  l,  1924,  and  signed  by  the  Chief  Biigineer  of  the 
Board  ol  estimate  and  Apportionment,  are  hereby  estab¬ 
lished.  1  he  amended  area  district  map  designations  and 
amended  map  designation  rules  which  accompany  said 
amended  area  district  map  are  hereby  declared  to  be  a  part 
thereof.  No  building  or  part  of  a  building  shall  be  erected 
except  in  conformity  with  the  regulations  herein  prescribed 
for  the  area  district  in  which  such  building  is  located.  Un¬ 
less  otherwise  expressly  provided  the  term  rear  yard,  side 
yard,  outer  court  or  inner  dourt  when  used  in  this  article 
shall  be  deemed  to  refer  only  to  a  rear  yard,  side  yard,  outer 
court  or  inner  court  required  by  this  article.  No  lot  area 
shall  be  so  reduced  or  diminished  that  the  yards,  courts  or 
open  spaces  shall  be  smaller  than  prescribed  in  this  article. 

§  11.  A  Districts.  In  an  A  district  a  court  at  any  given 
height  shall  be  at  least  one  inch  in  least  dimension  for  each 
one  foot  of  such  height. 

§  12.  B  District.  In  a  B  district  a  rear  yard  at  any  given 
height  shall  be  at  least  two  inches  in  least  dimension  for 
each  one  foot  of  such  height.  The  depth  of  a  rear  yard  at 
its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth  of 
the  lot,  but  need  not  exceed  10  feet  at  such  level.  An  outer 
court  or  a  side  yard  at  any  given  height  shall  be  at  least  one 
inch  in  least  dimension  for  each  one  foot  of  such  height. 
An  outer  court  at  any  given  point  shall  be  at  least"  one  and 
one-half  inches  in  least  dimension  for  each  one  foot  of 
length.  But  for  each  one  foot  that  an  outer  court  at  any 
given  height  would,  under  the  above  rules,  be  wider  in  its 
least  dimension  for  such  height  than  the  minimum  required 
by  its  length,  one  inch  shall  be  deducted  from  the  required 
least  dimension  for  such  height  for  each  24  feet  of  such 
height.  A  side  yard  for  its  length  within  50  feet  of  the 
street  may  for  the  purposes  of  the  above  rule  be  considered 
an  outer  court. 

§  13.  C  Districts,  (a)  In  a  C  district  a  rear  yard  at  any 
given  height  shall  be  at  least  three  inches  in  leagt  dimension 


for  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth 
ol  the  lot,  but  need  not  exceed  10  feet  at  such  level.  An 
outer  court  or  a  side  yard  at  any  given  height  shall  be  at 
least  one  and  one-half  inches  in  least  dimension  for  each 

°nCit  k0t  of  ,such  he’Sht.  An  outer  court  at  any  given  point 
shall  be  at  least  one  and  one-half  inches  in  least  dimension 
lor  each  one  foot  of  length.  On  a  lot  not  more  than  30 
leet  in  mean  width  an  outer  court  or  a  side  yard  at  any  given 
height  shall  be  not  less  than  one  inch  in  least  dimension  for 
each  one  foot  of  such  height,  and  an  inner  court  at  any  given 
height  shall  be  either  (1)  not  less  than  two  inches  in  least 
dimension  lor  each  one  foot  of  such  height  or  (2)  it  shall 
be  of  an  equivalent  area  as  hereinafter  specified  in  paragraph 
c  of  section  18.  p 


(b)  If  the  owner  or  owners  of  any  part  of  a  C  district 
set  aside  perpetually  for  the  joint  recreational  use  of  the  resi¬ 
dents  ol  such  part  designated  by  them,  an  area  at  least  equal 
to  10  per  cent,  of  the  area  of  such  part  in  addition  to  all 
yard  and  court  requirements  for  a  B  district,  such  part  shall 
be  subject  to  the  regulations  herein  prescribed  for  a  B  dis¬ 
trict.  Such  joint  recreational  space  shall  be  composed  of 
one  or  more  tracts,  each  of  which  shall  be  at  least  40  feet  in 
least  dimension  and  5,000  square  feet  in  area  and  shall  be 
approved  by  the  Board  of  Appeals  as  suitable  for  the  joint 
recreational  use  of  such  residents. 

§  14.  D  Districts,  (a)  In  a  D  district  a  rear  yard  at  any 
given  height  shall  be  at  least  four  inches  in  least  dimension 
for  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  10  feet  at  such  level.  If  a 
building  in  a  D  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  20  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  20  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  10  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level,  there  may 
be  substituted  one  foot  of  depth  of  unoccupied  space  across 
the  whole  width  of  the  front  of  the  lot  at  the  curb  level 
between  the  street  line  and  the  street  wall  of  the  building. 

.  (b)  In  a  D  district  an  outer  court  or  a  side  yard  at  any 
given  height  shall  be  at  least  two  inches  in  least  dimension 
for  each  one  foot  of  such  height.  An  outer  court  at  any 
given  point  shall  be  at  least  two  inches  in  least  dimension 
for  each  one  foot  of  length.  On  a  lot  not  more  than  30  feet 
in  mean  width  an  outer  court  or  a  side  yard  at  any  given 
height  shall  be  not  less  than  one  and  one-half  inches  in 
least  dimension  for  each  one  foot  of  such  height.  On  such 
lot  an  outer  court  at  any  given  point  shall  be  not  less  than 
one  and  one-half  inches  in  least  dimension  for  each  one  foot 
of  length.  On  such  lot  an  inner  court  at  any  given  height 
shall  be  either  (1)  not  less  than  three  inches  in  least  dimen¬ 
sion  for  each  one  foot  of  such  height  or  (2)  it  shall  be  of 
an  equivalent  area  as  specified  in  paragraph  c  of  section  18. 

(c)  In  a  D  district  no  building  located  within  a  residence 
district  as  designated  on  the  amended  use  district  map  shall 
occupy  at  the  curb  level  more  than  60  per  cent,  of  the  area 
of  the  lot,  if  an  interior  lot,  or  80  per  cent,  if  a  corner  lot. 
In  computing  such  percentage  any  part  of  the  area  of  any 
corner  lot  in  excess  of  8,000  square  feet  shall  be  considered 
an  interior  lot. 

(d)  If  the  owner  or  owners  of  any  part  of  a  D  district 
set  aside  perpetually  for  the  joint  recreational  use  of  the 
residents  of  such  part  designated  by  them,  an  area  at  least 
equal  to  10  per  cent,  of  the  area  of  such  part  in  addition  to 
all  yard  and  court  requirements  for  a  C  district,  such  part 
shall  be  subject  to  the  regulations  herein  prescribed  for  a  C 
district.  Such  joint  recreational  space  shall  be  composed  of 
one  or  more  tracts,  each  of  which  shall  be  at  least  40  feet 
in  least  dimension  and  5,000  square  feet  in  area  and  shall  be 
approved  by  the  Board  of  Appeals  as  suitable  for  the  joint 
rereation?1  use  of  such  residents. 
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§  15.  R  Districts,  (a)  In  an  E  district  a  rear  yard  at  any 
given  height  shall  be  at  least  hve  inches  in  least  dimension 
tor  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  15  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  15  feet  at  such  level.  It  a 
building  in  an  E  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  ot  a 
rear  yard  at  its  lowest  level  shall  be  at  least  25  per  cent,  ot 
the  depth  of  the  lot,  but  need  not  exceed  25  feet  at  such 
level.  However,  for  each  one  foot  in  excess  ot  10  teet  ot 
the  depth  of  such  rear  yard  at  its  lowest  level,  there  may  be 
substituted  one  foot  of  depth  of  unoccupied  space  across  the 
whole  width  of  the  front  of  the  lot  at  the  curb  level  between 
the  street  line  and  the  street  wail  of  the  building.  In  an .  E 
district  on  at  least  one  side  of  every  building  located  within 
a  residence  district  there  shall  be  a  side  yard  along  the  side 
lot  line  for  the  full  depth  of  the  lot  or  back  to  the  rear 
yard. 

(b)  In  an  E  district  an  outer  court  or  side  yard  at  any 
given  height  shall  be  at  least  two  and  one-half  inches  m 
least  dimension  for  each  one  foot  of  such  height.  On  a  lot 
not  more  than  50  feet  in  mean  width  an  outer  court  or  a  side 
yard  at  any  given  height  shall  be  at  least  two  inches  in 
least  dimension  for  each  one  foot  of  such  height.  An  outer 
court  at  any  given  point  shall  be  at  least  two  and  one-half 
inches  in  least  dimension  for  each  one  foot  of  length. 

(c)  In  an  E  district  no  building  located  within  a  residence 
district  as  designated  on  the  amended  use  district  map  shall 
occupy  at  the  curb  level  more  than  50  per  cent,  of  the  area 
of  the  lot,  if  an  interior  lot,  or  70  per  cent,  if  a  corner  lot, 
and  above  a  level  18  feet  above  the  curb  no  building  shall 
occupy  more  than  30  per  cent,  of  the  area  of  the  lot,  it  an 
interior  lot,  or  40  per  cent,  if  a  corner  lot.  In  computing 
such  percentage  any  part  of  the  area  of  any  corner  lot  in 
excess  of  8,000  square  feet  shall  be  considered  an  interior 

lot.  1  ' 

(d)  In  an  E  district  no  portion  of  any  building  shall  be 
erected  nearer  than  10  feet  to  the  line  of  any  street  as  laid 
out  upon  the  City  map. 

§  16.  F  Districts,  (a)  In  an  F  district  no  portion  of  any 
building  shall  be  erected  nearer  than  15  feet  to  the  building 
line  of  any  street. 

(b)  In  an  F  district  a  rear  yard  at  any  given  height  shall 
be  at  least  six  inches  in  least  dimension  for  each  one  foot 
of  such  height.  The  depth  of  a  rear  yard  at  its  lowest  level 
shall  be  at  least  20  per  cent,  of  the  depth  of  the  lot,  but 
need  .not  exceed  20  feet  at  such  level.  Excepting  that  if  a 
building  in  an  F  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  ot  a 
rear  yard  at  its  lowest  level  shall  be  at  least  30  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  30  feet  at  such 
level  However,  for  each  one  foot  in  excess  of  15  feet  ot 
the  depth  of  such  rear  yard  at  its  lowest  level  there  may  be 
substituted  one  foot  of  additional  depth  of  unoccupied  space 
to  that  hereinbefore  provided  across  the  whole  width  ot  the 
front  of  the  lot  at  the  curb  level  between  the  street  line  and 
the  street  wall  of  the  building.  In  an  F  district,  on  both 
sides  of  every  dwelling  there  shall  be  a  side  yard  along  the 
side  lot  line  for  the  full  depth  of  the  lot  or  back  to  the  rear 
yard.  For  every  residential  building  located  in  a  residence 
district  both  sides  of  such  building  shall  be  capable  of  being 
afforded  direct  light,  air  and  access  upon  such  side  yards,  for 
its  entire  length. 

(c)  In  an  F  district  an  outer  court  or  side  yard  at  any 
given  height  shall  be  at  least  three  inches  in  least  dimension 
for  each  one  foot  of  such  height,  excepting  that  on  a  lot 
not  more  than  50  feet  in  mean  width  an  outer  court  or  a 
side  yard  at  any  given  height  shall  be  at  least  two  and  one- 
half  inches  in  least  dimension  for  each  one  foot  of  such 
height  An  outer  court  at  any  given  point  shall  be  at  least 
three  inches  in  least  dimension  for  each  one  foot  of  length 

(d)  In  an  F  district  no  building  shall  occupy  at  the  curb 
level  more  than  35  per  cent,  of  the  area  of  the  lot,  if  an 


interior  lot,  or  50  per  cent,  if  a  corner  lot,  and  above  a  level 
18  feet  above  the  curb  no  building  shall  occupy  more  than  25 
per  cent,  of  the  area  of  the  lot,  if  an  interior  lot,  or  30  per 
cent,  if  a  corner  lot,  exclusive  in  each  case  ot  garages.  In 
computing  such  percentage  any  part  of  the  area  of  any  cor¬ 
ner  lot  in  excess  of  6,000  square  feet  shall  be  considered  an 

interior  lot. 


§  17.  Rear  Yards,  (a)  Except  in  A  districts  for  lots  or 
portions  of  lots  that  are  back  to  back  there  shall  be  rear 
yards  extending  along  the  rear  lot  lines  of  such  lots  or  Po¬ 
tions  of  lots  wherever  they  are  more  than  5a  feet  back  from 
the  nearest  street.  Such  rear  yard  shall  be  at  least  of  the 
area  and  dimensions  herein  prescribed  lor  the  area  district 
in  which  it  is  located  at  every  point  along  such  rear  lot  line. 
Within  55  feet  of  the  nearest  street  no  rear  yards  shal  be 
required,  except  in  F  area  districts.  No 
required  on  any  corner  lot  nor,  excepting  in  an  h  area  dis¬ 
trict,  on  the  portion  of  any  lot  that  is  back  to  back  with  a 

corner  lot. 

(b)  Where  a  building  is  not  within  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  lowes t HevH 
of  a  rear  yard  shall  not  be  above  the  sill  level  of  the  second 
story  windows,  nor  in  any  case  more  than  23  feet  above  the 
curb  level  Where  a  building  is  within  a  residence  district 
Se  lowest  level  ot  a  rear  yard  shall  not  be  above  the  curb 
level  except  that  not  more  than  40  per  cent,  of  the  area  o 
the  yard  may  be  occupied  by  the  building  up  to  a  level!* 
feet  above  the  curb  level.  In  the  case  of  a  church,  whether 
within  or  without  a  residence  district,  such  40  Per  c^  , may 
be  occupied  up  to  a  level  of  30  feet  above  the  curb  level. 

(r\  chimneys  or  flues  may  be  erected  within  a  rear  yard 
provided  they  do  not  exceed  five  square  feet  in  area  in  the 
aggregate  and  do  not  obstruct  ventilation. 

JVJX  tt rear'yartufan?  Ej&fnS 

X=rc“r.TsuchTei|ra“ndeh8avmg  a 
less  than  that  required  for  an  outer  court  a 

(el  When  a  proposed  building  is  on  a  lot  which  is  back 

quired  under  this  article,  the  depth  of  the  r&Lvyvr*  at  any 

proposed  budding  shall  not  be  d"ectly 

pgivfn  level  ‘ban  the .average  dep  h  „ .  the  reat  yards^  ^ 

denth^f^s^hTear  yard  beless  at  any  height  than,  the  leas. 
dimension5 prescribed  for  an  outer  court  a.  such  hetgh,. 

court,  outer  court,  side  yard  or  rear  yard  shall  be  at Heast 
the  area  and  dimensions  herein  prescribed  for  a  < court  m« uch 
district  The  unoccupied  space  within  the  lot  in ,trorT 
every  part  of  such  window  shall  be  not  less  than  three  *  ’ 
measured  at  right  angles  thereto.  Courts,  yards  and I  other 
onen  soaces  if  provided  in  addition  to  those  required  by  this 
section,  need  not  be  of  the  area  and  dimensions  herem^ 
scribed  The  provisions  of  this  section  shall  not  be  deem 
to  apply  to  courts  or  shafts  for  bathrooms,  ‘oilet  compart¬ 
ments,  hqllwavs  or  stairways. 
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(b)  The  least  dimension  of  an  outer  court,  inner  court  or 
side  yard  at  its  lowest  level  shall  be  not  less  than  four  feet 
subject  to  the  following  exceptions: 

(1)  Where  the  walls  bounding  a  side  yard  within  the  lot 
are  more  than  25  feet  in  mean  height  and  not  more  than  40 
feet  in  length  such  least  dimension  may  be  not  less  than 
three  feet 

(2)  In  an  E  district  such  least  dimension  shall  be  four 

feet. 

(3)  In  an  F  district  such  least  dimension  shall  be  five  feet. 

(4)  Where  any  outer  court  opens  on  a  street  such  street 
may  be  considered  as  part  of  such  court. 

(.c)  The  least  dimension  of  an  inner  court  at  any  given 
height  shall  be  not  less  than  that  which  would  be  required  in 
inches  for  each  one  foot  of  height  for  a  rear  yard  of  the 
same  height,  except  that  an  inner  court  of  equivalent  area 
may  be  substituted  for  said  court,  provided  that  for  such 
area  its  least  dimension  be  not  less  than  one-half  of  its 
greatest  dimension.  If  an  inner  court  is  connected  with  a 
street  by  a  side  yard,  for  each  one  foot  that  such  side  yard 
is  less  than  65  feet  in  depth  from  the  street,  one  square  foot 
may  be  deducted  from  the  required  area  of  the  inner  court 
for  each  15  feet  of  height  of  such  court,  if  the  lot  is  not 
required  under  this  resolution  to  have  a  rear  yard,  an  outer 
court,  not  opening  on  a  street,  shall  open  at  any  level  on  an 
inner  court  on  the  rear  line  of  the  lot  and  such  inner  court 
shall  be  deemed  a  rear  yard  in  such  case. 

§  19.  Area  District  Exceptions,  (a)  The  area  required  in 
a  court  or  yard  at  any  given  level  siia.il  be  open  from  such 
level  to  the  sky  unobstructed,  except  for  the  ordinary  pro¬ 
jections  of  skylights  and  parapets  above  the  bottom  of  such 
court  or  yard,  and  except  for  the  ordinary  projections  of 
window  sills,  belt  courses,  cornices  and  other  ornamental 
features  to  the  extent  of  not  more  than  four  inches.  How¬ 
ever,  where  a  side  yard  or  an  outer  court  opens  on  a  street 
a  cornice  may  project  not  over  five  feet  into  such  side  yard 
or  outer  court  within  five  feet  of  the  street  wall  of  the  build¬ 
ing.  And  provided  that  in  an  E  district  a  one-family  resi¬ 
dence,  detached  on  all  sides  and  having  on  one  side  a  side 
yard  of  a  clear  and  unobstructed  width  of  not  less  than  five 
feet,  may  have  a  cornice  or  eave  projecting  not  more  than 
2  feet  6  inches  into  a  side  yard  on  the  opposite  side,  with 
the  further  provision  that  in  an  F  district  such  cornice  or 
eave,  or  a  porte-cochere  having  a  height  of  less  than  18  feet, 
may  project  not  more  than  3  feet  into  both  side  yards. 

(b)  An  open  or  lattice  enclosed  iron  fire  escape,  fireproof 
outside  stairway  or  solid-floored  balcony  to  a  fire  tower  may 
project  not  more  than  4  feet  into  a  rear  yard  or  an  inner 
court,  except  that  an  open  or  lattice  enclosed  iron  fire  escape 
may  project  not  more  than  8  feet  into  a  rear  yard  or  into 
an  inner  court  when  it  does  not  occupy  more  than  20  per 
cent,  of  the  area  of  such  inner  court. 

(c)  A  corner  of  a  court  or  yard  may  be  cut  off  between 
walls  of  the  same  building  provided  that  the  length  of  the 
wall  of  such  cut-off  does  not  exceed  7  feet. 

(d)  An  offset  to  a  court  or  yard  may  be  considered  as  a 
part  of  such  court  or  yard  provided  that  it  is  no  deeper  in 
any  part  than  it  is  wide  on  the  open  side  and  that  such  open 
side  be  in  no  case  less  than  6  feet  wide. 

(e)  If  a  building  is  erected  on  the  same  lot  with  another 
building  the  several  buildings  shall,  for  the  purpose  of  this 
article,  be  considered  as  a  single  building,  unless  otherwise 
herein  specifically  provided  for.  Any  structure,  whether  in¬ 
dependent  of  or  attached  to  a  building,  shall  for  the  purposes 
of  this  article  be  deemed  a  building  or  a  part  of  a  building. 

(f)  If  an  additional  story  or  stories  are  added  to  a  build¬ 
ing  existing  at  the  time  of  the  passage  of  this  resolution, 
the  courts  and  yards  of  which  do  not  conform  to  the  re¬ 
quirements  of  this  article,  the  least  dimensions  of  yards  and 
courts  shall  be  increased  from  the  top  of  the  existing  yard 
or  court  walls,  as  though  they  were  of  the  prescribed  dimen¬ 
sions  at  such  heights  and  the  carrying  up  of  existing  elevator 


and  stair  enclosures  shall  be  exempted  from  the  provisions 
ot  this  article. 

Article  P  — General  and  Administrative. 

§20.  interpretation ;  Fur  pose.  In  interpreting  and  apply¬ 
ing  the  provisions  ot  this  resolution,  they  snail  ne  held  to  ne 
the  minimum  requirements  adopted  lor  the  promotion  ol  the 
puolic  healtn,  saiety,  comfort,  convenience  and  general  wei- 
lare.  It  is  not  intended  by  this  resolution  to  repeal,  abrogate, 
annul  or  in  any  way  to  impair  or  interiere  witn  any  existing 
provision  ot  law  or  ordinance  or  any  rules,  regulations  or 
Permits  previously  adopted  or  issued  or  which  shall  be 
adopted  or  issued  pursuant  to  law  relating  to  the  use  ol  build¬ 
ings  or  premises;  nor  is  it  intended  by  tins  resolution  to 
interfere  with  or  abrogate  or  annul  any  easements,  cove¬ 
nants  or  other  agreements  between  parties;  provided,  how¬ 
ever,  that  where  this  resolution  imposes  a  greater  restriction 
upon  the  use  of  buildings  or  premises  or  upon  height  of  build¬ 
ings  or  requires  larger  yards,  courts  or  other  open  spaces 
than  are  imposed  or  required  by  such  existing  provision  of 
law  or  ordinance  or  by  such  rules,  regulations  or  permits  or 
by  such  easements,  covenants  or  agreements,  the  provisions 
ol  this  resolution  shall  control. 

§  21.  Rules  and  Regulations ;  Modifications  of  Provisions. 
The  Foard  of  Standards  and  Appeals,  created  by  chapter 
503  of  the  Laws  of  1916,  shall  adopt  from  time  to  time  such 
rules  and  regulations  as  they  may  deem  necessary  to  carry 
into  effect  the  provisions  of  this  resolution.  Where  there 
are  practical  ditticulties  or  unnecessary  hardships  in  the  way 
of  carrying  out  the  strict  letter  of  the  provisions  of  this 
resolution  the  Board  of  Appeals  shall  have  power  in  a  spe¬ 
cific  case  to  vary  any  such  provision  in  harmony  with  its 
general  purpose  and  intent,  so  that  the  public  health,  safety 
and  general  welfare  may  be  secured  and  substantial  justice 
done.  Where  the  street  layout  actually  on  the  ground  varies 
from  the  street  layout  as  shown  on  the  amended  use,  height 
or  area  district  map,  the  designation  shown  on  the  mapped 
areas  shall  be  applied  by  the  Board  of  Appeals  to  the  un¬ 
mapped  streets  in  such  a  way  as  to  carry  out  the  intent  and 
purpose  of  the  plan  for  the  particular  section  in  question 
Before  taking  any  action  authorized  in  this  section  the  Board 
of  Appeals  shall  give  public  notice  and  hearing. 

No  garage  for  more  than  five  cars  may  be  erected  or  ex¬ 
tended  and  no  building  not  now  used  as  a  garage  for  more 
than  five  cars  may  have  its  use  changed  to  a  garage  for  more 
than  five  cars  on  any  portion  of  a  street  between  two  inter¬ 
secting  streets,  in  which  portion  there  exists  an  exit  from  or 
an  entrance  to  a  public  school;  or  in  which  portion  there 
exists  any  hospital  maintained  as  a  charitable  institution ;  and 
in  no  case  within  a  distance  of  200  feet  from  the  nearest  exit 
from  or  entrance  to  a  public  school;  nor  within  200  feet  of 
any  hospital  maintained  as  a  charitable  institution.  This 
protection  shall  also  apply  to  duly  organized  schools  for 
children  under  16  years  of  age,  giving  regular  instruction  at 
least  five  days  a  week  for  eight  months  or  more  each  year, 
owned  and  operated  by  any  established  religious  body  or  edu¬ 
cational  corporation.  This  limitation  on  the  location  of 
garages  shall  apply  to  unrestricted  as  well  as  business  and 
residence  districts. 

§  22.  Unlazoful  Use;  Certificate  of  Occupancy.  It  shall  be 
unlawful  to  use  or  permit  the  use  of  any  building  or  prem¬ 
ises  or  part  thereof  hereafter  created,  erected,  changed  or 
converted  wholly  or  partly  in  its  use  or  structure  until  a 
certificate  of  occupancy  to  the  effect  that  the  building  or 
premises  or  the  part  thereof  so  created,  erected,  changed  or 
converted  and  the  proposed  use  thereof  conform  to  the  pro¬ 
visions  of  this  resolution  shall  have  been  issued  by  the  su¬ 
perintendent  of  buildings  of  the  borough  in  which  such  build¬ 
ing  or  premises  is  located,  or,  in  the  case  of  a  tenement 
house  as  defined  in  the  Tenement  House  Law,  by  the  tene¬ 
ment  house  commissioner.  In  the  case  of  such  buildings  or 
premises  it  shall  be  the  duty  of  the  superintendent  of  build¬ 
ings  or  the  tenement  house  commissioner,  as  the  case  may 
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be,  to  issue  a  certificate  of  occupancy  within  ten  days  after  a 
request  for  the  same  shall  be  filed  in  his  office  by  any  owner 
of  a  building  or  premises  affected  by  this  resolution,  provided 
said  building  or  premises,  or  the  part  thereof  so  created, 
erected,  changed  or  converted  and  the  proposed  use  thereof 
conform  with  all  the  requirements  herein  set  forth.  Under 
rules  and  regulations  of  the  Board  of  Standards  and  Appeals 
a  temporary  certificate  of  occupancy  for  a  part  of  a  build¬ 
ing  may  be  issued  by  the  superintendent  of  ‘buildings  or  the 
tenement  house  commissioner,  as  the  case  may  be.  Upon 
written  request  from  the  owner,  the  superintendent  of  build¬ 
ings  or  the  tenement  house  commissioner,  as  the  case  may 
be,  shall  issue  a  certificate  of  occupancy  for  any  building  or 
premises  existing  at  the  time  of  the  passage  of  this  resolu- 
tion  certifying  after  inspection  the  use  of  the  building  or 
premises  and  whether  such  use  conforms  to  the  provisions 
of  this  resolution. 

§23.  Enforcement,  Legal  Procedure,  Penalties,  I  his  res¬ 
olution  shall  be  enforced  by  the  tenement  house  commis¬ 
sioner,  the  fire  commissioner  and  by  the  superintendent  of 
buildings  in  each  (borough  under  the  rules  and  regulations  of 
the  Board  of  Standards  and  Appeals.  The  tenement  house 
commissioner  shall  enforce  the  provisions  herein  contained 
in  so  far  as  they  affect  or  relate  to  tenement  houses  as 
defined  by  the  Tenement  House  Law.  The  superintendent 
of  buildings  in  each  borough  shall  enforce  the  provisions 
herein  contained  in  so  far  as  they  relate  to  buildings  or 
premises  other  than  tenement  houses.  The.  fire  commissioner 
shall  enforce  the  provisions  herein  contained  in  so  far  as 
they  relate  to  the  use  of  completed  buildings  or  premises,  or 
part  thereof,  other  than  tenement  houses.  For  any  and  every 
violation  of  the  provisions  of  this  resolution  or  of  the  rules 
and  regulations  adopted  thereunder,  the  owner,  general  agent 
or  contractor  of  a  building  or  premises  where  such  violation 
has  been  committed  or  shall  exist,  and  the  lessee  or  tenant 
of  an  entire  building  or  entire  premises  where  such  violation 
has  been  committed  or  shall  exist,  and  the  owner,  general 
agent,  contractor,  lessee  or  tenant  of  any  part  of  a  building 
or  premises  in  which  part  such  violation  has  been  com¬ 
mitted  or  shall  exist,  and  the  general  agent,  architect,  builder, 
contractor  or  any  other  person  who  commits,  takes  part  or 
assists  in  such  violation  or  who  maintains  any  building  or 
premises  in  which  any  penalties  as  are  prescribed  in  any  law, 
statute  or  ordinance  for  violations  of  the  Building  Code,  and 


for  such  violations  the  same  legal  remedies  shall  be  had  and 
they  shall  be  prosecuted  in  the  same  manner  as  prescribed  in 
any  law  or  ordinance  in  the  case  of  violations  of  said  Build- 

§  24  Amendments,  Alterations  and  Changes  in  District 
Lines.  The  Board  of  Estimate  and  Apportionment  may 
from  time  to  time  on  its  own  motion  or  on  petition,  after 
public  notice  and  hearing,  amend,  supplement  or  change  the 
regulations  and  districts  herein  established.  Whenever  the 
owners  of  50  per  cent,  or  more  of  the  frontage  in  any  dis¬ 
trict  or  part  thereof  shall  present  a  petition  duly  signed  and 
acknowledged  to  the  Board  of  Estimate  and  Apportionment 
requesting  an  amendment,  supplement,  change  or  repeal  of 
the  regulations  prescribed  for  such  district  or  part  thereof, 
it  shall  be  the  duty  of  the  Board  to  vote  upon  said  petition 
within  90  days  after  the  filing  of  the  same  by  the  petitioners 
with  the  secretary  of  the  Board.  If,  however,  a  protest 
against  such  amendment,  supplement  or  change  be  presented, 
duly  signed  and  acknowledged  by  the  owners  of  20  per  cent, 
or  more  of  any  frontage  proposed  to  be  altered,  or  by  the 
owners  of  20  per  cent,  of  the  frontage  immediately  in  the 
rear  thereof,  or  by  the  owners  of  20  per  cent,  of  the  front- 
age  directly  opposite  the  frontage  proposed  to  be  altered, 
such  amendment  shall  not  be  passed  except  by  the  unanimous 
vote  of  the  Board.  If  any  area  is. hereafter  transferred  to 
another  district  by  a  change  in  district,  boundaries  by  an 
amendment,  as  above  provided,  the  provisions  of  this  resolu¬ 
tion  in  regard  to  buildings  or  premises  existing  at  the  time 
of  the  passage  of  this  resolution  shall  apply  to  buildings  or 
premises  existing  at  the  time  of  passage  of  such  amendment 

in  such  transferred  area.  .  .  .  ,. 

§25.  Restoration  of  Existing  Buildings.  Nothing  in  ,  s 
resolution  shall  prevent  the  restoration  of  a  building  wholly 
or  partly  destroyed  by  fire,  explosion,  act  of  Uod  or  act  ol 
the  public  enemy  or  prevent  the  continuance  of  the  use.  oi 
such  building  or  part  thereof  as  such  use  existed  at  the  time 
of  such  destruction  of  such  building  or  part  thereof  or  pre¬ 
vent  a  change  of  such  existing  use  under  the  limitations  pro¬ 
vided  in  section  6.  Nothing  in  this  resolution  shall  prevent 
the  restoration  of  a  wall  declared  unsafe  by  the  superin¬ 
tendent  of  buildings  or  by  a  board  of  survey. 

§26.  When  Effective.  The  zoning  resolution  of  July  25, 
1916  and  all  amendments  thereto  are  hereby  declared  super¬ 
seded  by  this  resolution,  which  shall  take  effect  immediately. 
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lPPENDIX  MAP  DESIGNATIONS  AKD  MAPzDEfGRNATLONTRULES  ACCOMPANYING  AMENDED 

(Adopted  October  3,  1924) 

Amended  Height  District  Map  Designations. 

_  indicates  the  boundary  of  a 

TTpicrViI  District 


04)  04)  (H)  (1)  (154)  (04)  (2)  054)  are  symbols 

for  district  classifications  as  defined  in  the  zoning  reso¬ 
lution. 

Amended  Height  District  Map  Designation  Rules. 

1.  An  area  surrounded  by  a  district  boundary  line  shall 
be  in  the  Height  District  designated  therein,  except  as  other¬ 
wise  provided  by  these  rules. 

2.  The  boundaries  of  Height  Districts  shall  be  the  lim¬ 
iting  line  to  which  the  regulations  provided  in  any  given 

district  may  be  availed  of.  .  . 

3.  The  precise  location  of  a  boundary  line  is  to  be  inter¬ 
preted  as  follows :  ,  . 

(a)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  length  thereof  apd 
no  fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  bounding  street  lying  within  the  less  re¬ 
strictive  district. 


and  extends  along  the  direction  of  the  width  thereof  and  no 
fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  nearest  street. 

(c)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 
shall  control. 

(d)  In  cases  where  the  boundary  line  is  given  a  posi¬ 
tion  within  a  street,  it  shall  be  deemed  to  be  in  the  center 
of  the  street. 

(e)  In  cases  where  a  boundary  line  is  shown  along  a  rail¬ 
road,  such  boundary  shall  be  deemed  to  be  the  center  line 

of  the  railroad  right  of  way.  . 

(f )  In  cases  of  navigable  waters,  the  boundary  line,  unless 
otherwise  fixed,  shall  be  deemed  to  coincide  with  the  pierhead 
line,  except  in  cases  where  no  pierhead  line  has  been  estab¬ 
lished,  when  the  shore  line  shall  govern. 

(g)  Any  island  outside  of  the  shore  or  pierhead  lines, 
unless  otherwise  designated,  shall  be  deemed  to  be  in  a 
lj^-times  height  district. 
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Amended  Area  District  Map  Designations. 


-  - .  •—  —  _  indicates  the  boundary  of  an 

Area  District. 

(A)  (B)  (C)  (D)  (E)  (F)  are  symbols  for  district  classi¬ 
fications  as  denned  in  the  zoning  resolution. 

Amended  Area  District  Map  Designation  Rules. 

•  \  Aa°  area  surrounded  by  a  district  boundary  line  shall  be 
in  the  Area  District  designated  therein,  except  as  otherwise 
provided  by  these  rules. 

2.  The  boundaries  of  Area  Districts  shall  be  the  limiting 
line  to  which  the  regulations  provided  in  any  given  district 
may  be  availed  of. 

3.  The  precise  location  of  a  boundary  line  is  to  be  inter¬ 
preted  as  follows : 

(a)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  length  thereof  and 
no  fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  bounding  street  lying  within  the  less  re¬ 
strictive  district. 


(b)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  width  thereof  and  no 
fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  ieet  from  the  nearest  street. 

(c)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 
shall  control. 

(d)  In  cases  where  the  boundary  line  is  given  a  position 
within  a  street,  it  shall  be  deemed  to  be  in  the  center  of 
the  street. 

(e)  In  cases  where  a  boundary  line  is  shown  as  adjoin¬ 
ing  a  railroad,  unless  otherwise  fixed,  it  shall  be  deemed 
to  coincide  with  the  boundary  line  of  the  railroad  right  of 
way. 

(f)  In  cases  of  navigable  waters  the  boundary  line,  unless 
otherwise  fixed,  shall  be  deemed  to  coincide  with  the  bulk¬ 
head  line,  except  in  cases  where  no  bulkhead  line  has  been 
established,  when  the  shore  line  shall  govern. 

(g)  Any  island  outside  of  the  shore  or  bulkhead  lines 
unless  otherwise  designated,  shall  be  deemed  to  be  in  an  A 
district. 


Amended  Use  District  Map  Designations. 


. indicates 

. indicates 

. . indicates 

(UNDETERMINED)  . indicates 

which 
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indicates  the  boundary  of  a  Use  Dis¬ 
trict. 

Residence  District. 


Business  District. 

Unrestricted  District. 

Undetermined  District  for 
no  restrictions  or  regulations 


rn  ,  j-  .  rr  .  .  .  as  to  use  have  been  established 

Diagram  Illustrating  Methods  Used  m  Fixing  Boundaries 

of  Use  Districts. 
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Amended  Use  District  Map  Designation  Rules.  no  fixtures  are  shown,  the  district  boundary  is  intended  in 

1.  In  general  Use  Districts  are  intended  to  have  a  depth  be  100  feet  from  the  street  to  which  the  less  restrictive  de^i.r 
of  100  feet.  Where  block  widths  are  less  than  200  feet  and  nation  relates. 
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2.  The  boundaries  of  Use  Districts  shall  be  the  limitl?S 
line  to  which  uses  permissible  in  any  given  district  may  be 

aV3llCThefprecise  location  of  a  boundary  line  is  to  be  mter- 

Prfae)d  In  case°of  parallel  streets,  unless  otherwise  fixed,  the 
Use  District  boundary  shall  coincide  with  the  center  line  o 

the  block.  of  streets  which  are  not  parallel,  the  Use 

District  boundary,  unless  otherwise  fixed,  shall  be  con¬ 
strued  as  the  bisector  of  the.  angle  formed  by  prolonging 

the  street  lines  to  cin  intersection  .  p  on« 

(c)  In  cases  where  a  block  has  a  length  in  excess  of  200 
feet  and  the  boundary  line  is  parallel  with  and  nearer  one 
of  the  bounding  streets,  unless  otherwise  fixed,  its  position 
shall  be  considered  as  distant  100  feet  from  the  nearest 

St7d)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 

shall  control  boundary  line  is  given  a  position 

within  a  street,  it  shall  be  deemed  to  be  in  the  center  of  the 
street. 


(f)  In  cases  where  a  boundary  line  is  shown  as  having  a 
position  oblique  to  the  streets  bounding  the  block  m  which 
it  is  located,  unless  otherwise  fixed,  it  shall  be  deemed  to  be 
the  bisector  of  the  angle  formed  by  intersecting  lines  100  feet 
from  and  parallel  with  the  bounding  streets,  the  said  distance 
being  measured  at  right  angles  or  normal  to  the  street  lines. 

(g)  In  cases  where  a  boundary  line  is  shown  as  adjoining 
a  railroad,  unless  otherwise  fixed,  it  shall  be  deemed  to  coin¬ 
cide  with  the  boundary  line  of  the  railroad  right  of  way. 

(h-j-k)  In  cases  of  parks,  cemeteries  and  navigable  wa¬ 
ters,  the  boundary  line,  unless  otherwise  fixed,  shal  e 
deemed  to  coincide  with  the  boundary  of  the  park,  or  t  e 
cemetery,  or  the  bulkhead  line,  except  m  cases  ybere  no 
bulkhead  line  has  been  established,  when  the  shore  line  shall 

g°4  Where  two  streets  cross  at  different  levels,  the  use  des¬ 
ignation  of  the  lower  street  shall  control,  except  that  when 
the  use  designation  of  the  lower  street  is  less  restrictive 
t  shall  control  only  to  the  curb  level  of  the  higher  street. 
Above  the  curb  level  of  the  higher  street  the  more  re¬ 
strictive  designation  shall  apply  for  a  distance  of  1°0 '  feet 
measured  along  the  intersecting  streets  from  each  street 

corner. 


Diagram  Illustrating  Two  Level  Streets. 


I _ %A  \2\ - 1 


J3 


Lower  level  in 
Unrestricted 
District. 


RULES 


SMOKING  IN  FACTORIES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
August  13,  1918. 


R^a) ^Prohibition!  No  person  shall  smoke,  °r  carry  a 

Sffil  nfifan 

portion  of  a  factory’,  within  the  City  of  New  York,  excep 
in  such  protected  portions  or  special  classes  of  occlTanc^ 
as  are  specified  in  Rule  2  of  these  rules,  and  then,  only 
after  the  issuance  of  a  permit  by  the  fire  commissioner. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stairhall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and. also  in  such 
other  language  or  languages  as  the  fire  commissioner  shall 
direct,  a  notice  of  such  prohibition,  and  the  penalty  for  its 
violation. 


(b)  Application.  Application  for  such  permit  shall 
be  made  only  by  the  owner  of  the  building  on  suitable 
blank  forms  to  be  furnished  by  the  fire  commissioner. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a 
conspicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  fire  com¬ 
missioner,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 
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RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that : 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprinkler 
system,  the  floor  and  ceiling  of  such  room  shall 
be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 


waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works ; 

Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops  ; 

Smelting; 

Stone  or  monumental  works; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2) .  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed ; 

(3) -  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 


RULI 

— 

♦AMENDMENT  TO  THE  EXIT  RULES— REVOLVING  DOORS— ADOPTED  JANUARY  8.  1924 

Rule  1.  Classification  of  Revolving  Doors.  For  the 
purpose  of  these  rules  revolving  doors  shall  be  classified 
as  follows: 


.  £*)  Type  A-  “Automatic  Collapsible”  in  which  the 
individual  wings  are  maintained  in  the  normal  revolving 
position,  but  which  doors  are  so  designed  and  constructed 
that  in  the  event  of  excessive  pressure  being  exerted  on  the 
wings.,  the  braces  or  other  devices  which  hold  the  wings 
in.  their  normal  position  shall  he  disconnected,  therebv  per¬ 
mitting  easy  egress  through  the  vestibule  at  least  eouivalent 
to  that  provided  bv  a  Pair  of  swinging  doors  having  the 
same  width  as  the  vestibule  opening. 

.  No.  revolving  doors  shall  he  included  in  this  classifica¬ 
tion  if  the  pressure  necessary  to  collapse  anv  wing  ex¬ 
ceeds  one  hundred  and  fifty  (150)  pounds  when  exerted 
at  a  point  three  (3)  inches  from  the  outer  edge  of  the 
wing  and  three  (3)  feet  six  (fi)  inches  above  the  floor,  hut 
shall  he  classified  under  type  B. 

.(b)  Type  B.  .  Rigid  Rrace”  in  which  the  individual 
,  wings  are  maintained  in  the  normal  revolving  position  by 
I  braces  or  similar  devices,  but  which  doors  are  so 
iesiened  and  constructed  that  the  braces  or  other  devices 
which  hold  the  wings  in  their  normal  position  mav  he 
manually  released,  .bv  simple  mechanical  means,  therebv 
.  aermitting  the  individual  wings  to  he  manuallv  collapsed  and 
'°  arranged  as  to  permit  free  egress  through  the  vestibule. 

Rule  2.  Revolving  Doors.  Prohibitions.  Revolving 
'  be  prohibited  in  exit  doorwavs  from  assemblv 

malls,  asylums,  auditoriums,  churches,  dance  halls,  hospi- 
als,  motion  picture  theatres,  schools,  theatres,  or  from  any 
oom  or  space  within  a  building  where  more  than  three 
Kindred  (300)  persons  congregate  for  purposes  of  amuse¬ 
ment,  instruction  or  worship ;  except  that  the  main  entrance 
loorway  to  a  hospital  or  sanitarium  may  be  equipped  with 
•ither  .type  A  or  B  revolving  doors  when  supplemented 
w  swinging  doors  not  less  than  three  (3)  feet  eight  (8) 
nches  wide  at  this  or  other  paths  of  egress. 

y 

i  *  Amendment  consists  of  the  removal  of  the  comma  after 
ne  word  "revolving  doors’’  in  line  6  of  rule  5. 


Rule  3.  Revolving  Doors— Department  Stores.  Type 
A  . revolving  doors  hereafter  installed  shall  be  accepted  in 
exit  doorways  from  department  stores  provided  doorways 
aggregating  at  least  fifty  (50)  per  cent  of  the  legal  re¬ 
quired  width,  equipped  with  swinging  doors,  are  installed, 
and  one  or  more  such  outwardly  swinging  doors  are  lo¬ 
ck'd  immediately  adjacent  to  each  revolving  door.  Such 
swinging  doors  need  not  be  equipped  with  handles  on  the 
outside,  and  shall  have  a  minimum  clear  width  of  three  (3) 
feet. 

Rule  4.  Existing  Revolving  Doors.  Except  where 
otherwise  prohibited  existing  Type  A  revolving  doors  mav 
be  retained  as  required  means  of  exit  in  doorwavs  from 
buddings. 

Except  where  otherwise  prohibited  existing  Type  B 
revolving,  doors  may  also  be  retained  as  required  means 
of  exit  in  buildings,  when,  in  the  opinion  of  the  adnrV 
istrative  official  having  jurisdiction,  no  dangerous  exit  con¬ 
dition  exists.  If,  however .  such  dangerous  exit  condition 
is  deemed  by  him  to  exist,  they  shall  be  either  replaced 
by  Ty?e  A  revolving  doors,  or  supplemented  bv  at  least 
one  swinging  door  not  less  than  three  (3)  feet  wide  located 
adjacent  to  the  revolving  door,  as  the  administrative  official 
may  direct. 

Rule  5.  New  Revolving  Doors.  In  buildings  other 
than  assembly  halls,  asylums,  auditoriums,  churches,  dance 
nails,  department  stores,  hospitals,  motion  picture  theatres, 
fuv  S -if-  theatres,  coming  under  the  exit  provisions  of 

the  building  code.,  doorwavs  serving  as  required  exits  may 
°.r5/!,Lter  b?  equipped  with  Type  A  revolving  doors  or 
with  1  vpe  B  revolving  doors,  provided  such  revolving  doors 
not  exceeding  three  in  a  unit,  shall  have  an  outwardly 
swinging  door  at  least  three  (3)  feet  wide  located  imme¬ 
diately  adjacent  thereto. 

Rule  6.  Revolving  Doors— Subway  Entrances.  Re¬ 
quired  exit  doorways  from  buildings  which  serve  in  addi¬ 
tion  as  a  means  of  subway  entrance  and  exit  mav  be 
equipped  with  type  A  revolving  doors,  provided  door¬ 
ways  of  the  legal  required  width  equipped  with  swinging 
doors  are  also  installed  and  one  or  more  such  outwardly 
swinging  doors  are  located  adjacent  to  each  revolving  door. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . 


DISPOSITION  OF  CASES. 


Cases  filed  up  to  and  including  February  12,  1925..  174 


Restored  to  calendar 


Miscellaneous  Applications. 
Requests  to  reopen  . 


Requests  to 
Requests  fc 


19 

9 

21 

1 

174 

.  .  109 

u-rantea  on  . . • 

1 

ii 

Appliances  dismissed,  disapproved  or  withdrawn.... 

0 

0 

0 

Miscellaneous  Actions. 

25 

25 

iveqUcSiS  TO  rcuycii  gictiiLcu  . 

0 

0 

u 

0 

10 

Requests  for  modification  granted  . 

10 

Requests  to  rescind . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit . 

Requests  for  mechanical  installations  .... 
Requests  for  approval  of  plans 

Administrative  requests  . 

Requests  for  interpretation . 


Total  . . 
Disposed  of 


Cases  pending  February  12,  1925. 


0 

4 

1 

0 

4 

0 

0 


827 

204 

623 


Requests  to  rescind  granted  . 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted... .  4 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted .  1 

Requests  for  extension  of  permit  denied  . 

Requests  to  install  granted  . 

Requests  to  install  denied . 

Plans  approved  . 

Plans  disapproved  . 

Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . 

Interpretations  . .  •  . 

Requests  withdrawn  or  dismissed . 


Total  .  204 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards 

First  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  tor 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 

hearing.  ,  ,  ,  .  , 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 

hearing  can  be  entertained  in  view  of  this  publication  and 


WARNING. 

of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  case's  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order ;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  914,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . 

P.  . . 

My  subscription  to  begin  with  the  issue  for .  1925. 
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DIRECTORY 

BOARD  OF  APPEALS. 

WILLIAM  E.  WALSH,  Chairman. 

mes  P.  Holland  John  Dowd 

?nry  L.  Connell  Joseph  B.  Gunnison 

re  Chief  John  Kenlon  J.  Sarsfield  Kennedy 

BOARD  OF  STANDARDS  AND  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 

mes  P.  Holland  John  Dowd 

enry  L.  Connell  Joseph  B.  Gunnison 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Gerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar.  : 

j  -.  All  Tieafhngs  are  held  in  Room  919,  Municipal  Building. 
Manhattan. 

MAR  3  1325 - 

•  HOURS  FOR  CONSULTATION. 

,  4°  A.  M.  to  1  P.  M. 

person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  hoard,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


re  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy 


homas  J.  Drennan . Fire  Commissioner 

harles  Brady . Supt.  of  Buildings,  Manhattan 

J.  Reville . Supt.  of  Buildings,  The  Bronx 

lbert  E.  Kleinert . Supt.  of  Buildings,  Brooklyn 

ihn  W.  Moore . Supt.  of  Buildings,  Queens 


Tlliam  J.  McDermott _ Supt.  of  Buildings,  Richmond 

William  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

ffice — Municipal  Building,  Room  914. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk's  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  .will  be  called  in  Room  919,  on  Tuesday ,  February  24, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday.  March  3.  1925,  at  2  o’clock 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


elephone — Worth  0184. 

FFICE  Hours— 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

II  communications  should  be  addressed  to  the  chairman 

of  the  board. 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
iven — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  February  17, 
1925. 

Minutes  of  Special  Meeting,  Board  of  Appeals,  Feb¬ 
ruary  17,  1925. 

Reserve  Calendar. 

Progress  Report. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Apneals,  applications  and  petitions  will  be  simplified  and 
exped’ted  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  February  19,  1925. 


Cal  No. 

Department. 

Premises  Affected. 

203-25-S _ 

....F.D.  ... 

.  28-46  Roebling  st.,  Bklyn. 

L.  D.  65573-65572-59707-59704. 

202-25-BZ . . 

....B.B.Bx. 

.2715-2717  Briggs  ave.,  Bx. 

N.  B.  173-25. 

201-25-A. . . . 

....F.D.  ... 

.  102  Fulton  st.,  Man. 

L.  C.  27979. 

200-25-BZ . . 

....B.B.Q. 

.134-01  to  134-19  Cronston  ave., 
Belle  Harbor,  Qns. 

N.  B.  275-25. 

199-25 -A. . . . 

_ B.B.M. 

.  25  Pine  st.,  Man. 

Exit  Order  211-24. 

198-25-S _ 

_ B.B.M. 

.  566-668  7th  ave.,  Man. 

Re:  Certificate  of  Occupancy. 

197-25-BZ. . 

....B.B.Bx. 

.  1279-1285  Jerome  ave.,  Bx. 

N.  B.  46-25. 

196-25-A. . . . 

....F.D.  ... 

.  316  W.  91st  st.,  Man. 

Alt.  2136-24. 

195-25-A. .  . . 

....F.D.  ... 

.262  West  End  ave.,  Bklyn. 

Alt.  2736-24. 

194-25-BZ .  . 

....B.B.Bx. 

.  North  side  170th  st.,  11.33  ft. 
west  Cromwell  ave.,  Bx. 

N.  B.  165-25. 

1‘93j-25-S  . . . . 

....F.D.  ... 

.  14  W.  31st  st.,  Man. 

L.  D.  61944. 

192-25-S. . . . 

....F.D.  ... 

.  16  W.  31st  st.,  Man. 

L.  D.  58820. 

191-25-BZ. . 

....B.B.B.  . 

.1209-1211  Putnam  ave.,  Bklyn. 

App.  1259-25. 

1 90-25- A..  . . 

....F.D.  ... 

.  526  Fulton  st.,  Bklyn. 

N.  B.  1418-24. 

189-2 5- A. . . . 

....F.D.  ... 

.  338-340  Flushing  ave.,  Bklyn. 

F-68124. 

188-25-BZ . . 

....B.B.M.  . 

.248  W.  132nd  st.,  Man. 

Decision  Supt.  of  Bldgs. 

187-25-S - 

....F.D.  ... 

.  90  E.  3rd  st.,  Man. 

L.  D.  24033. 

186-25-A. . .  . 

....B.B.B.  . 

.  4409  New  Utrecht  ave.,  1109 
45th  st.,  Bklyn.  Revocation, 
Cert,  of  Occupancy. 

185-25-A. ... 

....F.D.  ... 

.  147-153  Waverly  pi.,  Man. 

L.  C.  26218. 

184-25-A. .  . . 

....F.D.  ... 

.  6-16  W.  16th  st.,  7-23  W.  15th 
st.,  Man.  F-63061. 

183-25-BZ. . 

....F.D.  ... 

15-17-19  Lafayette  ave., 
Bklyn.  L.  C.  92670. 

182-25-A _ 

....F.D.  ... 

East  side  Ranton  st.,  cor. 
Newtown  Creek,  Bklyn. 

Alt.  2782-24. 

181l25-A _ 

....F.D.  ... 

9-11-13  Maiden  Lane,  Man. 

F-68728. 

180-25-S _ 

....F.D  ... 

9-11H13  Maiden  Lane,  Man. 

L.  D.  68721-68722. 

179-25-A. . . . 

....F.D.  ... 

344  West  44th  st.,  Man. 

L.  C.  26526. 

178-25-S. . • • 

....F.D.  ... 

391  Washington  ave.,  Man. 

L.  D.  66715. 

177-25-A. . . . 

....F.D.  ... 

136  Wooster  st.,  Man. 

F-71110. 

176-25-A . F.D . 642  W.  57th  st.,  Man. 

—  - -  L.  C.  27388. 

175-2'5-BZ . B.B.B.  ..307-313  Rutledge  st.,  Bklyn. 

— * -  N.  B.  1481-25. 

Restored  to  Calendar. 

1400-2'3-BZ . B.B.M.  ..55  W.  93rd  st.,  Man. 

—  -  Alt.  2617-23. 

465-23-BZ . B.B.Bx.  .East  side  River  ave.,  100  ft. 

south  of  167th  st.,  Bx. 

—  - -  N.  B.  1374-1923. 

972-24-BZ . B.B.Bx.  .  1273 'Cromwell  ave.,  Bx. 

- -  N.  B.  2124-24. 

1021-24-BZ . B.B.Q.  ..88  Jackson  ave.,  Jackson 

- —  Heights,  Q.  N.  B.  9671-24. 


CODE. 


F.D . 

H.D . 

B.B.B . 

B.B.Bx.  . . 

. - . Bureau  of  Buildings,  Brooklyn 

B.B.M . 

B.B.Q . 

B.B.R  . 

. Bureau  of  Buildings,  Manhattan 

. Bureau  of  Buildings,  Queens 

T.H.D . 

CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  February  24,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

402-24-BZ. 

APPLICANT — Charles  Mohr,  for  Mohr-Steiber  Holding 
Co.,  Inc.,  owner. 

PREMISES — 449  West  46th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  maintenance  of  the 
use  as  iron  works  on  the  1st  story  and  in  the  cel¬ 
lar  of  an  existing  residence  building. 

1 379-24-BZ. 

APPLICANT — Benjamin  R.  Leimhardt,  for  Estate  of  Eliza¬ 
beth  Fischer,  owner. 

PREMISES — 50-60  Pennsylvania  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  (previously  denied  by 
the  board)  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles. 

1419-24-BZ. 

APPLICANT — I.  Margon  and  C.  Glaser,  for  Leo  Silver, 
owner. 

PREMISES — East  side  of  Walton  avenue,  45  ft.  north  of 
Mt.  Eden  avenue,  and  north  side  M!t.  Eden  avenue, 
75  ft.  east  of  Walton  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  build¬ 
ing  to  be  used  for  theatre  purposes. 

1432-24-BZ. 

APPLICANT — Joseph  McGinnis,  for  Charles  E.  Manierre, 
owner. 

PREMISES — 421-429  West  209th  street  and  420-428  West 
210th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1438-24-BZ. 

APPLICANT— Joseph  M.  Smith,  for  Leading  Auto  Top 
Co.,  owner. 
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REMISES— 605  Fourth  avenue,  Brooklyn. 

O  PERMIT  in  a  business  district  the  maintenance  of  a 
motor  vehicle  repair  shop. 

t39-24-BZ.  „  _  ,  _ 

PPLI CANT— Joseph  M.  Smith,  for  Otto  &  Stanley,  Inc., 

lessee. 

REMISES— 389-91  Fourth  avenue,  Brooklyn. 

0  PERMIT  in  a  business  district  the  maintenance  of  a  mo¬ 
tor  vehicle  repair  shop. 

179-24-BZ.  _ 

.PPLI CANT— Charles  D.  Cords,  for  Charles  Dougherty, 

owner. 

'REMISES— 42-44  Schenectady  avenue,  Brooklyn. 

'0  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

485-24-BZ.  .  ,  _  ,  „  a 

APPLICANT— John  J.  Dunmgan,  for  Joseph  Diamond 
Construction  Co.,  owner. 

’REMISES— 1997  Bryant  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  business  pur¬ 
poses  on  the  1st  story. 

494-24-BZ.  ,  _ 

\PP  LI  CANT— Leopold  Phillipp,  for  135  West  100th  Street 

Corp.,  owner. 

PREMISES— 133-135  West  100th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


1528-24-BZ. 

APPLICANT— William  F.  Doyle,  for  Reap  Construction 
Company,  owner. 

PREMISES— 2847-2857  West  21st  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

5-25-BZ.  „  ,  _ 

APPLICANT— William  F.  Doyle,  for  Irville  Realty  Corp., 

owner. 

PREMISES — ‘Northwest  corner  of  Cortelyou  road  and 
Gravesend  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

nm?  * 

16-25-BZ. 

APPLICANT— John  De  Hart,  for  Wad'bin  Realty  Co.,  Inc., 
owner. 

PREMISES— 1204-1212  Webster  avenue,  The  Bronx. 

TO  PERMIT  the  extension,  from  an  unrestricted  district 
into  a  business  district,  of  a  proposed  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 


APPLICANT— William  Shary,  for  Fidelio  Realty  Corp., 
owner. 

PREMISES— 511-515  East  80th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles,  and  also  the  omission  of  a  rear 
yard  as  required  by  the  zone  resolution. 


APPLICANT— Samuel  Rosenblum.  for  The  Barre  Realties, 
Inc.,  owner. 

PREMISES— 968-72  Fulton  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  m  a 
residence  district  the  erection  and  maintenance  of  a 


garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

1404-24-BZ. 

APPLICANT — John  De  Hart,  for  Helen  Weinstock,  owner. 

PREMISES — 3-5  Cottage  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  five  (5)  com¬ 
mercial  motor  vehicles  owned  and  used  by  the  person 
residing  on  the  premises. 


88-25-BZ. 

APPLICANT — Frank  Krall,  owner. 

PREMISES — 2108  Avenue  P,  Brooklyn. 

TO  PERMIT  in  a  residence  “E”  district  the  erection  and 
maintenance  of  a  building  less  than  ten  (10)  ft. 
from  the  street  line. 


BOARD  OF  APPEALS. 

Tuesday,  February  24,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1307-24-A — 292  Chauncey  street,  Astoria,  Queens. 
1306-24-A— 276-280,  286-288,  294-296,  300,  318-320,  324,  328, 
332,  336,  338-340  Chauncey  street,  Astoria, 
Queens. 

67-22-A — Block  bounded  by  138th  street  and  139th  street, 
Hamilton  place  and  Broadway,  Manhattan. 
1187-21-A — 640-644  Lenox  avenue,  59-71  West  142nd  street, 
52-58  West  143rd  street,  northeast  corner 
142nd  street  and  Lenox  avenue,  Manhattan. 
1585-21-A — 2152  Metropolitan  avenue,  Queens. 

1388-24-A — 310  Chauncey  street,  Astoria,  Queens. 

1167-24- A — East  side  Zerega  avenue,  between  Chatterton 
and  Blackrock  avenues,  The  Bronx 
1470-24-A — 26  Buckingham  road,  Brooklyn. 

1444-24-A — Northeast  corner  Rose  avenue  and  Archer  place, 
Jamaica,  Queens. 

1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 

1496- 24-A — 205-207  West  33rd  street,  Manhattan. 

1497- 24-A — Northwest  corner  West  252nd  street  and  Inde¬ 

pendence  avenue,  Riverdale,  The  Bronx. 
1499-24- A — 934-36  Second  avenue,  Astoria,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  February  24.  1925,  at 
10  o’clock,  in  Room  919,’ Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1038-24-BZ— Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
New  York  avenue,  Brooklyn. 

(5)  motor  vehicles;  premises  750-760 

CAL.  no.  1384-24-BZ— Application,  November  21,  1924,  under 
the  building  zone  resolution,  of  Edwin 
H.  Denby,  architect,  on  behalf  of  Albert 
Freeman,  owner,  to  permit  in  a  residence 
district  the  alteration  and  change  of 
occupancy  from  residence  to  business 
purposes ;  premises  515  Park  avenue, 
southeast  corner  of  East  60th  street, 
Manhattan. 
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cal.  no.  1400-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  Walter 
H.  Volckening,  architect,  Walter  S. 
Thomson,  owner,  Gerard  Avenue  Real¬ 
ty  Co.,  lessee,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
2-10  East  169th  street,  The  Bronx. 

cal.  no.  1450-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  George 
L.  Donnellan,  applicant,  on  behalf  of 
Louis  Hart,  owner,  to  permit  in  a  resi¬ 
dence  district  the  change  of  occupancy 
from  a  residence  use  to  an  undertak¬ 
ing  business ;  premises  67  West  130th 
street,  Manhattan. 

cal.  no.  1483-24-BZ — Application,  December  17,  1924,  under 
the  building  zone  resolution,  of  James 
W.  Byrnes,  applicant,  on  behalf  of 
Holland  Laundry,  owner,  to  permit  in 
a  business  district  the  alteration  and 
extension  of  a  laundry  building ;  prem¬ 
ises  225-235  25th  street,  Brooklyn. 

cal.  no.  1503-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Broadway  and  38th  Street  Corp.,  owner, 
to  permit  in  a  business  two  times  height 
district  the  erection  of  a  street  wall  to 
a  height  exceeding  the  limit  required 
by  the  zone  resolution;  premises  132- 
142  West  38th  street  and  1385-1391 
Broadway,  Manhattan. 

cal.  no.  1457-24-BZ — Application,  December  10,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Fred 
Cineatti,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles ; 
premises  220-1226  East  117th  street, 
Manhattan. 

CAL.  NO.  1470-24-BZ— Application,  December  15,  1924,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Walluner  Construction  Company,  owner, 
to.  permit  in  a  residence  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
residence  buildings  nearer  than  ten  (10) 
feet  to  the  line  of  the  street,  and  also 
to  occupy  more,  than  50  per  cent  of 
the  area  of  an  interior  lot  by  the  ag¬ 
gregate  buildings,  contrary  to  section 
15  of  the  zone  resolution ;  premises 
238-44  86th  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  February  24,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

385-24-S — 2268  Second  avenue,  Manhattan. 

1354-24-S— 19-21  East  55th  street,  Manhattan. 

1194-24-S  40  West  56th  street,  Manhattan. 

982-24-S— 614-618  West  131st  street,  Manhattan. 

1422-24-S— 410-12  Pearl  street  and  46-8  New  Chambers 
street,  Manhattan. 

1451-24-S  12  West  29th  street,  Manhattan. 

1475-24-S — 165-9  Duane  street,  Manhattan. 


1484-24-S — 76  West  Houston  street,  Manhattan. 

1514-24-S — 293-303  Spring  street,  303-313  Hudson  street  and 
78-90  Vandam  street,  Manhattan. 

1452-24- S — 14  West  22nd  street,  Manhattan. 

1458-24-S — 603-609  Fifth  avenue,  Manhattan. 

1472-24-S — 302-6  West  53rd  street,  Manhattan. 

1477-24-S — 132-8  West  36th  street  and  139-45  West  35th 
street,  Manhattan. 

1519-24-S — 25  East  4th  street,  Manhattan. 

1526-24-S — 19  Bond  street,  Manhattan. 

1201-24-S — 45-47  West  57th  street,  Manhattan. 

1356-24-S — 14  West  40th  street,  Manhattan. 

1313-24-S — 243  Canal  street,  Manhattan. 

1440-24-S — 3639  Holland  avenue,  The  Bronx. 

1139-17-S — 51  East  8th  street,  Manhattan. 

549-19-S — 238-244  Sixth  avenue,  Manhattan. 

Appliances  Submitted  for  Approval. 

673-24-SA — Samson  No.  76  Break  Glass  Fire  Alarm  Box, 
approval  of. 

872-24-SA — Ostrander  A.  C.-D.  C.  Control  Panel,  ap¬ 
proval  of. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Friday,  February  27,  1925,  at  2  p.  m. 

Appeal  from  Administrative  Order. 

331-24-A — 568-534  West  212th  street,  Manhattan. 

780-20- A — 8802-8808  Jamaica  avenue,  Woodhaven,  Queens. 

352-21-A— Southeast  corner  Fulton  street  and  New  York 
avenue,  Queens. 

355-21-A — 946-956  Kings  Highway,  southeast  corner  Coney 
Island  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Friday  afternoon,  February  27,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1057-24-BZ— Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution ;  premises 
northwest  corner  182nd  street  and 
Folin  street,  The  Bronx. 

cal.  no.  1156-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo.  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  378-24-BZ— Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main- 
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tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

CAL.  NO.  136-24-BZ— Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 

no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Duiinigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

no.  812-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  a  business  building  which  was 
erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx. 

cal.  no.  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  qn  December  14,  1923; 
premises  712-748  Southern  boulevard, 
The  Bronx. 

cal.  no.  1367-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area ;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

cal.  no.  1461-24-BZ — Application,  December  11,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Louis 
Koenig,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  north  side  of  East  170th  street, 
100  ft.  east  of  Fulton  avenue,  The 
Bronx.* 

cal.  no.  1116-24-BZ— Application,  February  10,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Robert  C.  Schock,  owner,  previously 
denied,  to  permit  in  a  business  district 
the  alteration  and  enlargement  of  a 
garage  for  the  storage  of  mope  than 
five  (5)  motor  vehicles;  premises  2906- 
2908  Broadway,  Manhattaa 


cal.  no.  1369-24-BZ — Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

cal.  no.  1210-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Damax 
Homes  Corp.,  owner,  to  permit  partly 
in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1407-15  West  8th  street, 
Brooklyn. 

cal.  no.  1443-24-BZ — Application,  December  6,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  Estate  of 
Henry  Moeller,  owner,  Carlo  N.  Gia- 
nini,  lessee,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  change  of  occupancy  from 
residence  to  business  purposes ;  prem¬ 
ises  52  East  55th  street,  Manhattan. 

cal.  no.  1445-24-BZ — Application,  December  8,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf  of 
Brecher  Building  Corp.,  owner,  to  per¬ 
mit  in  a  business  district  extending 
from  an  unrestricted  district  and  with¬ 
in  200  ft.  of  a  hospital  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  southeast  corner  of 
Hunter  avenue  and  Crescent  street, 
Long  Island  City,  Borough  of  Queens. 

cal.  no.  1298-23-iBZ — Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  3200  Villa 
avenue,  The  Bronx. 

cal.  no.  1007-24-BZ— Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  R. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

William  E.  Walsh,  Chairman. 


* Correct  location  is  100  ft.  west  of  Fulton  avenue- 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  March  3,  1925,  at  2  p.  m. 
Building  Zone  Cases. 

892-24-BZ. 

APPLICANT— John  E.  Murphy,  owner. 
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PREMISES — 1356  St.  Mark’s  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

J 

1394-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  New  York  Consoli¬ 
dated  R.  R.  Co.  and  New  York  Rapid  Transit  Corp., 
owner. 

PREMISES — 464  Flatbush  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  gasoline  selling  station. 

21-25-BZ. 

APPLICANT — Murray  Klein,  for  Watkins  Garage  Realty 
Co.,  Inc.,  owner. 

PREMISES — 50-54  West  144th  street  and  69  West  143rd 
street,  Manhattan. 

TO  PERMIT  the  extension,  from  an  unrestricted  district 
into  a  business  district,  of  a  proposed  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

23-25-BZ. 

APPLICANT — F.  W.  Rinn,  for  Hobson  Realty  Company, 
owner. 

PREMISES — 2161  Jerome  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

27-25-BZ 

APPLICANT— William  F.  Doyle,  for  Efficient  Building 
Corp.,  owner. 

PREMISES — East  side  Jerome  avenue,  200  ft.  north  of 
Clifford  place,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

57-25-BZ. 

APPLICANT — John  De  Hart,  for  Breslauer  Construction 
Co.,  Inc.,  owner. 

PREMISES — 1933-1935  Cedar  avenue,  The  Bronx. 

TO  PERMIT  the  extension  from  an  unrestricted  district  into 
a  business  district  of  a  proposed  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

81-25-BZ.  . 

APPLICANT — New  York  Telephone  Company,  owner. 

PREMISES — 10  Marc  place,  Astoria.  Borough  of  Queens. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  a  telephone  exchange 
building. 

465-23-BZ. 

APPLICANT — William  F.  Doyle,  for  Amanda  B.  Manee, 
owner. 

PREMISES— East  side  of  River  avenue,  100  ft.  south  of 
East  167th  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1400-23-BZ. 

APPLICANT— William  F.  Doyle,  for  Turin  Garage  & 
Supply  Co.,  Inc.,  owner. 

PREMISES— -55  West  93rd  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  alteration  and  ex¬ 
tension  of  an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

972-24-BZ. 

APPLICANT — Deiches,  Goldwater  &  Flynn,  for  Edward  R. 
and  Edward  L.  Finch,  trustees  for  A.  R.  Finch 

owner. 


PREMISES — 1273  Cromwell  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  more  than  five  (5)  motor 
vehicles. 

1021-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Polk  Construction 
Co.,  Inc.,  owner. 

PREMISES — 88  Jackson  avenue,  Jackson  Heights,  Borough 
of  Queens. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in  a 
business  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

200-25-BZ. 

APPLICANT— William  H.  Gompert,  for  Board  of  Educa¬ 
tion,  City  of  New  York,  owner. 

PREMISES — 134-01  to  134-19  Cronston  avenue,  Belle  Har¬ 
bor,  Borough  of  Queens. 

TO  PERMIT  in  an  “F”  area  district,  also  in  a  residence 
district  the  erection  and  maintenance  of  a  public 
school  nearer  than  fifteen  (15)  feet  from  the  street 
line,  contrary  to  section  16,  subdivision  A  of  the 
zone  resolution. 


BOARD  OF  APPEALS. 

Tuesday,  March  3,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

1209-24-A — 2  Rector  street,  Manhattan. 

1315-24-A — 1043  Fifth  avenue,  Manhattan. 

1175- 24-A — 628-642  West  45th  street,  Manhattan. 

1446-24- A — 63  Fulton  street,  Manhattan. 

451-24-A— 9005  218th  place,  Queens  Village,  L.  I.,  Queens. 

1176- 24- A— 92-94  Liberty  street  and  97-103  Cedar  street, 

Manhattan. 

1465-24-A — 128-38  Mott  street,  Manhattan. 

1469-24- A — 2151-65  Prospect  avenue,  The  Bronx. 
1473-24-A — 302-6  West  53rd  street,  Manhattan. 

1513-24-A — 523-45  Fulton  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  March  3,  1925,  at  10 
o  clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

CAL.  NO.  675-19-BZ— Application,  June  24,  1924,  under  the 
building  zone  resolution,  of  Szerlip  and 
Szerlip,  applicants,  on  behalf  of  Otto 
Heepe,  owner,  previously  denied,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage,  space  in  which  is 
rented  to  persons  not  residing  on  the 
premises;  premises  325-327  16th  street, 
Brooklyn. 

cal.  no.  1242-23-BZ — Application,  October  3,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Sam¬ 
uel  Harding,  owner,  previously  denied, 
to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  242-270  East 
98th  street,  Brooklyn. 

cal.  no.  1434-24-BZ — Application,  December  4,  1924,  under 
the  building  zone  resolution,  of  John  J. 
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Dunnigan,  applicant,  on  behalf  of  Otto 
J.  Schwartzler,  owner,  to  permit  in  a 
business  district  the  alteration  and 
extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 


1374-24-A — 305-309  Broadway,  Manhattan. 
669-24- A — 37-39  East  28th  street,  Manhattan. 
1373-24- A — 291-293  Bowery,  Manhattan. 
1401-24-A — 6701  Ridge  boulevard,  Brooklyn. 

16-24-A — 1342  Park  avenue,  Manhattan. 
1400-9.3- A — 406  Serond  avenue.  Manhattan. 


premises  1728-1750  Morris  avenue,  The 
Bronx. 

cai.  no.  1482-24-BZ — Application,  December  17,  1924,  under 

I  the  building  zone  resolution,  of  Louis 

A.  Sheinart,  architect,  on  behalf  of 
Adelheen  Realty  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  204-208  East  97th  street,  Man¬ 
hattan. 

cal.  no.  1054-23-BZ — Application,  February  3,  1925,  under 
the  building  zone  resolution,  of  William 

RF.  Doyle,  applicant,  on  behalf  of  Joseph 

A.  Lewis,  owner,  previously  withdrawn, 
to  permit  in  a  residence  district  extend¬ 
ing  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  2207-17  59th 
street,  Brooklyn. 

cal.  no.  1506-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Vin¬ 
cent  C.  Pepe,  owner,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  59-61  Carmine  street,  Man¬ 
hattan. 

cal.  no.  1381-24-BZ — Application,  November  21,  1924,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  Tilden  Koch,  applicant,  on  behalf 
of  Samuel  Kessler  and  Jacob  Kavovit, 
owners,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1817 
Belmont  avenue,  The  Bronx. 
cal.  no.  1393-24-BZ — Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 

cal.  no.  1294-24- BZ— Application,  November  1,  1924,  under 
the  building  zone  resolution,  of  Carl  J. 
Itzel,  architect,  on  behalf  of  Fordhof 
Realty  Co.,  Inc.,  owner,  to  permit  in 
a  residence  district  the  alteration  and 
conversion  of  occupancy  from  residence 
use  to  store  purposes  on  1st  story ; 
premises  2385-2389  Grand  Concourse, 
The  Bronx. 

William  E.  Walsh,  Chairman. 
- - 

BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  March  3,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 
1436-24-A— 2501-5  Grand  Concourse,  The  Bronx. 


1499-23-A — 522  West  159th  street,  Manhattan. 

1357-24-A — 14  West  40th  street,  Manhattan. 

1002-24-A — 401-417  Seventh  avenue,  Manhattan. 

744- 24-A — 100  Groton  street,  Forest  Hills,  Queens. 

745- 24-A— 9419  101st  avenue,  Woodhaven,  Queens. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24-A — 43-45  Wooster  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  March  3,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  850-24-BZ — Application,  June  25,  1924,  under 

the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of 
Harry  Gillman,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Broadway,  502 
ft.  north  of  240th  street,  The  Bronx. 
Bronx. 

cal.  no.  849-24-BZ — Application,  December  23,  1924,  under 

the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Se¬ 
cured  Properties  Corp.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  348- 
358  East  184th  street,  The  Bronx. 

cal.  no.  1092-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  ir 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  331  East  184th  street,  north¬ 
east  corner  of  Tiebout  avenue,  The 
Bronx. 

cal.  no.  1180-24-BZ — Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Two  Hundred  and  Fifty-seven 
Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  1  Yi  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution ; 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street, 
Manhattan. 

• 

cal.  no.  1215-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Hollis 
Operating  Co.,  Inc.,  applicant  and 
owner,  to  permit  in  a  residence  dis¬ 
trict  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  building  to  be  used  for  stores,  of- 
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fices  and  theatre  purposes ;  premises 
south  side  of  Jamaica  avenue,  60  ft. 
east  of  191st  street,  Hollis,  Borough 
of  Queens. 

cal.  no.  31-24-BZ— Application,  January  9,  1924,  under  the 
building  zone  resolution,  of  F.  W. 
Rinn,  architect,  on  behalf  of  Samuel 
Brenner,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a 
garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises;  premises  2251  Grand 
avenue,  northwest  corner  of  Buchanan 
place,  The  Bronx. 

CAL.  NO.  861-24-BZ — Application,  June  27,  1924,  under  the 
building  zone  resolution,  of  Hackenburg 
and  Schwartz,  applicants,  on  behalf  of 
Bernard  Corrigan,  owner,  to  permit  in 
a  residence  district  the  construction 
and  maintenance  of  a  gasoline  filling 
station;  premises  southwest  corner  of 
Thwaites  place  and  Boston  road,  The 
Bronx. 

cal.  no.  1232-24-BZ — Application,  October  16,  1924,  under 
the  building  zone  resolution,  of  Boris 
W.  Dorfman,  architect,  on  behalf  of 
Louis  Bergstein,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor- 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  Linden  street, 
95  ft.  north  of  Central  avenue,  Brook¬ 
lyn. 

cal.  no.  1271-24-BZ — Application,  October  27,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Wei- 
man-McGinnis  Corp.,  owner,  to  peimit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  2966-72  Jerome  ave¬ 
nue,  The  Bronx. 

cal.  no.  922-24- BZ — Application,  July  11,  1924,  under  the 
building  zone  resolution,  of  McKim, 
Mead  and  White,  applicants,  on  behalf 
of  Savoy  Hotel  Corp.,  owner,  to  per¬ 
mit  in  a  business  two-times  height  dis¬ 
trict  the  erection  of  the  street  walls 
to  a  height  exceeding  the  limit  pre¬ 
scribed  by  the  zone  resolution ;  prem¬ 
ises  761-767  Fifth  avenue,  2-14  East 
59th  street  and  1-11  East  58th  street, 
Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  March  10,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

630-24- A — 2210  Newkirk  avenue,  Brooklyn. 

969-24-A— -126  Franklin  street,  and  220-224  West  Broadway, 
Manhattan. 

1242-24-A — 110  East  17th  street,  Manhattan. 

1402-24-A — 1775  Broadway,  Manhattan. 

1423-24- A — '9316  219th  street,  Queens  Village,  Queens. 
1459-24- A — South  side  of  Seventeenth  avenue,  100  ft.  east  of 
Graham  avenue,  Astoria,  Queens. 

1510- 24-A — 1038  Ocean  avenue,  Brooklyn. 

1511- 24-A — 771  East  133rd  street,  The  Bronx. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning ,  March  10,  1925,  at  10 
o  clock,  ir  Room  919,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  1404-24-BZ— Application,  November  26,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Helen 
Weinstock,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  commercial  motor  vehicles, 
owned  and  used  by  the  person  residing 
on  the  premises;  premises  3-5  Cottage 
place,  The  Bronx. 

cal.  no.  1428-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Zivie 
Bender,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1223- 
1229  Intervale  avenue,  The  Bronx. 
cal.  no.  1089-23-BZ — ’Application,  January  13,  1925,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  applicant,  on  behalf  of  Frank  Mit¬ 
chell,  owner,  previously  dismissed  for 
lack  of  prosecution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga¬ 
rage  for  the  storage  of  two  (2)  pleas¬ 
ure  and  two  (2)  commercial  motor  ve¬ 
hicles,  owned  by  the  person  residing  on 
the  premises ;  premises  163  McDougal 
cal.  no.  1204-24-BZ — Application,  October  7,  1924,  under 
the  building  zone  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  1716-1728  Fulton 
street,  Brooklyn. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valbalia  Corporation,  owner,  ti  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

cal.  no.  1529-24-BZ — Application,  December  29,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Weprin 
Glass  Building  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  202-18  East  55th  street  and 
211-13  East  54th  street,  Manhattan. 
cal.  no.  1518-23-BZ — Application,  February  3,  1925,  under 
the  building  zone  resolution,  of  William 
J.  McKeown,  applicant,  on  behalf  of 
Service  Realty  Co.,  Inc.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  southwest 
corner  of  Davidson  avenue  and  181st 
street,  The  Bronx. 

William  E.  Walsh,  Chairman. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  March  10,  1925,  at  2  />.  tn. 

Petitions  for  Variations. 

35-24-S — 213  West  33rd  street,  Manhattan. 

87- 24- S — 333  Seventh  avenue,  Manhattan. 

88- 24-iS — 333  Seventh  avenue,  Manhattan. 

89- 24-S — 333  Seventh  avenue,  Manhattan. 

90- 24-S — 333  Seventh  avenue,  Manhattan. 

91- 24-S — 333  Seventh  avenue,  Manhattan. 

92- 24-S — >333  Seventh  avenue,  Manhattan. 

95-24-S — 45  Maiden  lane,  Manhattan. 

10-25-S — 3402-3406  Park  avenue,  The  Bronx. 

13-25-S — 174  Sixth  avenue,  Manhattan. 

28-25-S — 17  East  54th  street,  Manhattan. 

42- 25-S — 349-351  West  26th  street,  Manhattan. 

43- 25-S— 141-147  West  45th  street,  Manhattan. 

Appliances  Submitted  for  Approval. 

>09-24-SA — USEM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 
.12-24-SA — Jove  Break  Glhss  Pull  Lever  Box,  approval  of. 
19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA— Keenan  Brilliant  Burner,  approval  of. 
500-24-SA — Smolensky  Check  Valve,  approval  of. 


30- 25 

31- 25 

32- 25 

33- 25 

34- 25 

35- 25 

36- 25 

38-25 


zone  resolution,  Tuesday  morning,  March  17,  1925,  at  10 
o’clock,  in  Room  919,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  1391-24-BZ — (Application,  November  22,  1924,  under 
under  the  building  zone  resolution,  of 
Samuel  Rosenblum,  architect,  on  behalf 
of  Mrs.  Christina  Schneider,  owner,  to 
permit  in  a  residence  district  the  altera¬ 
tion  and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  102-11  92nd 
avenue,  Richmond  Hill,  Borough  of 
Queens. 

cal.  no.  1504-24-BZ — Application,  December  22,  1924,  under 
the  building  zftne  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Smith 
&  Scutt  Co.,  Inc.,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  -  (5)  motor  vehicles; 
premises  west  side  of  Bergen  avenue, 
317.47  ft.  north  of  Jamaica  avenue  (Ful¬ 
ton  street),  Jamaica,  Boroueh  of 
Queens. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  March  17,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

A — 564  State  street,  Brooklyn. 

A — 107  East  31st  street,  Manhattan. 

•A— 86-88  Cherry  street,  Manhattan. 

A — 25-29  East  40th  street  and  279-293  Madison  ave¬ 
nue,  Manhattan. 

A — 36  Beverly  road,  Kew  Gardens,  Queens. 

■A — >382  Mott  avenue,  The  Bronx. 

-A — 8  Grenfell  avenue,  Kew  Gardens,  Queens. 

-A — 8535  112th  street,  Richmond  Hill,  Queens. 

•A — 231  Beaumont  street,  Brooklyn. 

-A — 50  Bay  23rd  street,  Brooklyn. 

-A — Northwest  corner  of  Onslow  place  and  Austin 
street,  Kew  Gardens,  Queens. 

-A — 825  Vernon  avenue,  Long  Island  City,  Queens. 

Under  the  Building  Zone  Resolution 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
>f  a  public  hearing  under  the  provisions  of  the  building 


BOARD  OF  APPEALS 

Tuesday,  March  24,  1925,  at  10  a.  in. 

Appeals  from  Administrative  Orders. 

1367-24-A — 450-458  West  34th  street,  Manhattan. 

1507-24-A — >405-411  East  34th  street,  Manhattan. 

9-25-A— 450-460  West  15th  street,  461-469  West  14th 
street  and  58-76  10th  avenue,  Manhattan. 
54-25- A— 248-254  West  60th  street  and  549-555  West  59th 
street,  Manhattan. 

78-25-A — -411-417  Rodney  street,  Brooklyn. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  March  24,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

-24-S— 30  East  9th  street,  Manhattan. 

-24-S — -125-127  West  42nd  street,  Manhattan. 

-25- S — 209  West  34th  street,  Manhattan. 

-25-S — 623  Broadway,  Manhattan. 

-25-S — -9  Van  Brunt  street,  Brooklyn. 

-25-S — 533  Greenwich  street  and  99-101  Van  Dam  street, 
Manhattan. 

25-S— 128-136  West  31st  street  and  12-133  West  30th 
street,  Manhattan. 

Rules. 

-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail, 
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BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  FEBRUARY  17,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Connell  and  Fire  Chief  Ivenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  Tuesday  morning,  February  10,  1925,  were 
approved  as  printed  in  the  Bulletin,  No.  7,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
1436-24-A. 

APPELLANT — Deiches,  Goldwater  &  Flynn,  for 
Adams,  Wertheimer  Co.,  Inc.,  lessee. 

SUBJECT — Appeal  from  orders  of  fire  commissioner. 
PREMISES  AFFECTED — 2501-2505  Grand  Concourse, 
The  Bronx. 

APPEARANCES— 

For  Appellant:  Daniel  J.  Curtain. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925, 
2  p.  m.,  on  request  of  appellant’s  representative. 


1374-24-A. 

APPELLANT — Croker  National  F'ire  Prevention  Engi¬ 
neering  Co.,  for  305  Broadway  Corporation, 
owner.  * 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 305-309  Broadway,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925, 
2  p.  m.,  on  written  request. 


•669-24-A. 

APPELLANT- — Philip  J.  Sinnott,  for  37-39  East  28th 
Street  Co.,  owner. 

SUBJECT — Appeal  from  orders  of  fire  commissioner. 
PREMISES  AFFECTED— 37-39  East  28th  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD— Laid  over  to  March  3,  1925,  at 
2  p.  m.,  on  written  request. 


1373-24-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Morris  Sendar,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 291-293  Bowery,  Manhattan 
APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925, 
2  p.  m.,  on  written  request. 


1401-24-A. 

APPELLANT — Michael  C.  D’Agrosa,  for  Angelina  Ma¬ 
rino,  owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED- — 6701  Ridge  boulevard, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Vincent  Tanzola. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925, 

aj  2  p.  m.,  on  request  of  appellant’s  representa¬ 
tive. 


1334-24-A.  -  ■ 

APPELLANT- — Samuel  Rosenblum,  for  Wako  Co  Ltd 
owner.  ’ 

'I 0 m  order  of  fire  commissioner. 

PREMISES  AFFECTED— 18  East  54th  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw — Appeal  withdrawn. 


THE  VOTE  TO  WITHDRAW — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell...  { 

Negative  .  ( 

Absent:  Mr.  Holland  and  Fire  Chief  Ken- 
Ion  .  * 


1408-24-A. 

APPELLANT — Samuel  Rosenblum,  for  Chloral  Chem 
ical  Co.,  sub-lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 20  East  138th  street,  Man 
hattan. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Lynch,  of  fir< 
department. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Connell,  Holland  and  Fire 

Chief  Kenlon  .  ; 

Negative  .  ( 

Absent:  Messrs.  Holland  and  Gunnison _  < 


1420-24-A. 

APPELLANT — Jeffery,  Kimball  &  Eggleston,  for  D< 
•  La  Vergne  Machine  Company,  owner. 
SUBJECT — -Appeal  from  decision  of  fire  commissioner 
PREMISES  AFFECTED — 910  East  138th  street,  Th< 
Bronx. 

APPEARANCES— 

For  Appellant:  T.  M.  Tonnele  and  Mr.  For 
Der  Heyde. 

For  Administration:  Inspector  Lynch,  of  firi 


department. 

ACTION  OF  BOARD— Appeal  denied 
THE  VOTE  Tp  GRANT— 

Affirmative  .  ( 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  . ( 

Absent:  Mr.  Holland  .  ] 

THE  RESOLUTION: 

(1420-24-A) 


Whereas,  Jeffery,  Kimball  &‘Eggleston,  for  De  La  Vergm 
Machine  Company,  owner,  filed,  December  2,  1924,  an  ap 
peal,  with  the  board  of  appeals,  from  a  decision  of  the  fin 
commissioner,  affecting  premises  910  East  138th  street,  Thi 
Bronx ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  renderec 
November  13,  1924,  reads  : 

“You  have  requested  the  approval  and  consent  of  thi 
Bureau  to  the  use  by  you  of  a  concrete  tank  of  22,00( 
gallons  capacity  for  the  storage  of  fuel  oil. 

"We  regret  we  cannot  consent  to  nor  approve  of  this 
The  Fuel  Oil  Rules  of  the  Board  of  Standards  an( 
Appeals  prohibits  the  use  of  any  but  metal  tanks.”; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  OC 
( 'UPIED  by  the  De  La  Vergne  Machine  Co.;  there  is  ; 
buried  reinforced  concrete  tank,  17  ft.  8  in.  by' 27  ft.  6  in 
by  7  ft.  6  in.  in  height  (capacity  of  22,000  gallons)  on  tb 
premises  ;  the  tank  is  safeguarded  from  the  rest  of  the  prem 
ises  by  a  shed  built  with  12  in.  fire  walls  on  three  sides  am 
equipped  with  a  metal  roof  ;  and 

V  hereas,  appellant  contends  that  the  tank  was  constructe< 
under  the  supervision  of  the  U.  S.  Navy  during  the  war  am 
used  for  the  storage  of  fuel  oil,  and  now  requests  permissioi 
to  use  the  tank  for  (he  same  purpose. 

Resolved,  that  the  decision  of  the  fire  commissioner  fo 
and_  it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  i: 
denied. 
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06-24-A. 

,PPELLANT— Alexander  C.  MacNulty,  for  Adelstein 
&  Avrutine,  owners. 

UBJECT— Appeal  from  orders  of  fire  commissioner. 
'REMISES  AFFECTED— 82-86  Rutgers  Slip,  Manhat¬ 
tan. 

.PPEARAN  CES — 

For  Appellant — Alexander  C.  MacNulty. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

,CTION  OF  BOARD — Appeal  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 

'HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 

(306-24- A) 

Whereas,  Alexander  C.  McNulty,  for  Adelstein  &  Avru- 
ine,  owners,  filed,  February  26,  1924,  an  appeal,  with  the 
-oard  of  appeals,  from  an  order  of  the  fire  commissioner, 
ffecting  premises  82-86  Rutgers  slip,  Manhattan ;  and 
Whereas,  the  order  of  the  hre  commissioner,  No.  54482- 
',  dated  February  5,  1924,  reads : 

“1.  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  1st  story  which  are  dis¬ 
tant  in  a  direct  line  less  than  30  ft.  from  any  opening 
in  any  other  building  and  not  in  the  same  plane  with 
said ‘openings  and  which  are  not  more  than  50  ft.  above 
a  neighboring  roof  at  west  and  south  sides  of  building, 
or  other  approved  protection,  as  per  Sec.  375,  Article 
18,  Chapter  5  of  the  Code  of  Ordinances.” 

“Order  No.  54483-F : 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 

diameter  *  *  ; 

nd 

Whereas,  the  building  is  fireproof,  seven  stories  in  height, 
0  ft.  by  58  ft.  in  area.  OCCUPIED:  1st  story  and  base- 
lent,  baking;  upper  stories,  tenant  factory,  75  persons  per 

tory ;  and 

Whereas,  there  are  eleven  windows  on  each  story  above 
he  1st  story  within  50  ft.  of  the  roof  of  a  one-story  garage 
o  the  west  and  four  windows  on  each  story  above  the  1st 
tory,  within  30  ft.  of  openings  in  the  three-story  building 
o  the  south ;  and 

,  Whereas,  appellant  contends  that  the  windows  in  the  south 
vail  of  the  building  can  be  covered  by  hose  streams  from 

the  street  and  yard  and  the  one-story  garage  does  not  con- 
titute  a  hazard  relative  to  the  windows  in  the  westerly 
i  vail  above  the  4th  story ;  and  that  in  regard  to  the  stand- 
,  >ipe,  the  building  is  fireproof  and  there  would  be  hardship 
n  complying  as  the  building  is  not  heated. 

Resolved ,  that  the  order  of  the  fire  commissioner  be  and 
t  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
/ranted  only  so  far  as  it  affects  the  second  line  of  windows 
rom  the  westerly  gable  walls  on  condition  that  all  other 
'penings  embraced  in  this  order  shall  be  equipped  with  ap- 
>roved  fireproof  windows,  glazed  with  wire  glass ;  that  the 
rder  of  the  fire  commissioner,  No.  54483-F,  affecting 
•tandpipe,  be  and  it  hereby  is  modified,  and  the  appeal  be 
,  .nd  it  hereby  is  granted  on  condition  that  an  approved  drv- 
alve  4  in.  standpipe  system  shall  be  installed  within  the 
tairway  enclosure. 


08-24-A. 

APPELLANT — William  C.  Sommerfeld,  for  S.  &  H. 
Realties,  Inc.,  owner. 

i  SUBJECT — Application  for  modification  (re:  appeal 
from  order  of  fire  commissioner). 

PREMISES  AFFECTED— 527-531  West  34th  street  and 
526-528  West  35th  street,  Manhattan. 

APPEARANCES — 

For  Appellant:  William  C.  Sommerfeld. 


ACTION  OP'  BOARD — Appeal  reopened  and  resolu¬ 
tion  corrected. 

THE  VOTE  TO  REOPEN  AND  CORRECT  RES¬ 
OLUTION— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell....  5 

Negative  .  0 

Absent:  Mr.  Holland  and  P'ire  Chief  Kenlon  2 
THE  RESOLUTION: 

(308-24-A) 

Whereas,  Wm.  C.  Sommerfeld,  for  S.  &  H.  Realties,  Inc., 
owner,  filed,  P'ebruary  27,  1924,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  527-31  West  34th  street,  Borough  of  Manhattan; 
and 

Whereas,  the  order  of  the  fire  commissioner,  No.  22910- 
LC,  dated  February  7,  1924,  reads : 

“With  reference  to  your  application,  dated  January 
24,  1924,  for  a  permit  to  maintain  a  non-storage  garage, 
at  above  location,  I  regret  to  inform  you  that  1  am  with¬ 
out  power  to  grant  such  a  permit  for  the  reason  that 
building  is  more  than  50  ft.  in  height,  and  is  not  fire¬ 
proof  as  is  required  by  Section  72  L-G  of  the  Building 
Code. 

“You  are  therefore  hereby  ordered  to: 

“1.  Discontinue  the  maintenance  of  a  garage  on  these 
premises  ” ; 
and 

Whereas,  the  building  is  non-fireproof,  equipped  with  a 
sprinkler  system,  seven  stories  (68  ft.  6  in.)  in  height,  on 
the  34th  street  front  and  six  stories  (69  ft.  6  in.)  in  height 
on  the  35th  street  front;  75  ft.  by  197  ft.  6  in.  in  area.  OC- 
CUPIED:  1st  fi.,  34th  street,  offices  and  show  rooms,  20 
persons;  1st  fl.,  35th  street,  shipping  department  (storage 
three  auto  trucks),  10  persons;  upper  fl.,  34th  street,  show 
rooms ;  upper  fl.,  35th  street,  storage ;  top  fl.,  34th  street, 
cabinet  makers  and  finishers,  5  persons;  top  fl„  35th  street, 
cabinet  makers  and  finishers,  7  persons ;  and 

Whereas,  appellant  contends  alteration  plans  for  this 
building,  providing  for  storage  of  three  auto  trucks,  were 
approved  by  the  bureau  of  buildings  on  August  29,  1923, 
that  the  trucks  are  stored  only  at  night  and  there  is  a  watch¬ 
man  on  the  premises ;  and 

Whereas,  this  case  was  denied  by  the  board  at  the  meet¬ 
ing  held  on  May  13,  1924,  and  reopened  by  vote  of  the 
board  on  July  8,  1924;  and  appellant  now  files  a  letter  from 
the  bureau  of  buildings,  which  states  a  certificate  of  oc¬ 
cupancy  was  issued  for  these  premises  for  a  storage  for 
three  cars  on  the  1st  story;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  October  3,  1924,  on  certain  conditions,  and  appellant 
requested  a  modification  of  the  conditions  as  to  standpipe. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  garage  use  be  restricted  to 
1st  story,  or  that  portion  of  35th  street  front  only  as  indi¬ 
cated  on  plans  filed  in  this  appeal,  limiting  the  garage  stor¬ 
age  lo  three  (3)  automobiles,  the  property  of  the  owner 
of  the  premises,  used  in  the  conduct  of  his  business;  that 
there  shall  be  no  gasoline  storage  system  installed  or  oper¬ 
ated  on  the  premises;  that  the  garage  portion  or  area  of 
structure  on  1st  story  shall  be  fireproof ;  that  there  shall  be 
no  cellar  or  other  use  under  the  garage  area  of  structure; 
that  any  openings  to  any  portion  of  building  from  garage 
shall  be  protected  with  approved  fireproof  self-closing 
doors  ;  and  that  the  entire  structure  shall  be  sprinklered.  All 
permits  required  by  law  shall  be  obtained  within  ninety  days. 

872-22-A. 

APPELLANT — Rudolph  Kummer,  owner. 

SUBJECT — Application  for  reopening  (re:  appeal  from 
order  of  fire  commissioner). 

PREMISES  AFFECTED — 267  Coles  lane,  The  Bronx. 
APPEARANCES— 

For  Appellant:  Rudolph  Kummer  and  Mrs. 
Slautter. 


) 
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ACTION  OF  BOARD — Appeal  reopened;  extension  of 
permit  granted  for  two  years. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 


nedy,  Dowd,  Gunnison  and  Connell .  5 

Negative  .  0 


Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(872-22-A) 

Whereas,  Mrs.  E.  Wiese,  owner,  filed,  June  29,  1922,  an 
appeal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  267  Coles  lane,  Bor¬ 
ough  of  Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads : 

“1.  Discontinue  the  maintenance  of  a  garage  in  which 
is  kept  motor  vehicles  that  are  not  the  property  of  per¬ 
sons  residing  in  the  dwelling  on  the  same  lot.” ; 

and 

Whereas,  the  building  is  frame,  two  stories  in  height, 
25J4  ft.  by  18  1-5  ft.  in  area,  located  in  a  residence  district 
outside  the  fire  limits.  OCCUPIED:  1st  story,  garage, 
space  in  which  is  rented  for  one  automobile  and  the  remain¬ 
ing  space  used  for  owner’s  car ;  2nd  story,  storage  of  build¬ 
ing  materials ;  and 

W hereas,  appellant  has  filed  statement  that  space  in  the 
garage  was  rented  prior  to  July  25,  1916;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  Stptember  26,  1922,  for  a  temporary  period  of  two 
years,  and  appellant  requested  an  extension  of  time. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  permitting  the- occupancy  of  this  garage  for  three 
(3)  automobiles  of  the  pleasure  car  type  for  a  period  of 
two  years  from  September  26,  1924,  on  condition  that  space 
for  not  more  than  two  (2)  of  these  cars  be  rented,  and  on 
further  condition  that  no  gasoline  be  stored  on  the  premises, 
other  than  .that  in  the  tanks  of  the  cars,  and  that  no  exposed 
flame  be  .used  in  the  garage. 


BUILDING  ZONE  CASES. 

861-24-BZ. 

APPLICANT — -Hackenburg  &  Schwartz,  for  Bernard 
Corrigan,  owner. 

SUBJECT — Application  (re:  decision  of  fire  commis¬ 
sioner)  to  permit  in  a  residence  district  the 
construction  and  maintenance  of  a  gasoline  fill¬ 
ing  station. 

PREMISES  AFFECTED — Southwest  corner  Thwaites 
place  and  Boston  road,  The  Bronx. 

APPEARANCES— 

For  Applicant:  Albert  E.  Schwartz. 

For  Opposition:  Samuel  J.  Finkelstein  and 
Philip  A.  Moore. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925,  at 
2  p.  m.,  on  request  of  objectors’  representative. 


1404-24-BZ. 

APPLICANT — John  DeHart,  for  Helen  Weinstock, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  five  (5)  commercial  motor  vehicles, 
owned  and  used  by  the  person  residing  on  the 
premises. 

PREMISES  AFFECTED — 3-5  Cottage  place,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  de  Hart. 

For  Opposition:  H.  McCortle,  Ruth  Platt,  G. 
Gorcis  and  others. 


ACTION  OF  BOARD — Laid  over  to  March  10,  1925, 
at  10  a.  m.,  at  request  of  applicant,  pending 
amendment  to  7-g;  fixation  of  area  and  calendar 
call  set  for  February  24,  1925,  at  2  p.  m. 


1428-24-BZ. 

APPLICANT — John  De  Hart,  for  Zivic  Bender,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — -1223-1229  Intervale  avenue 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  March  10,  1925 
at  10  a.  m.,  on  request  of  applicant,  subject  tc 
amendment  to  section  7-g. 


1089-23-BZ. 

APPLICANT — Croker  National  Fire  Prevention  Engi 
neering  Co.,  for  Frank  Mitchell,  owner. 

SUBJECT — Application  for  reopening  (re:  order  of  fire 
commissioner)  to  permit  in  a  residence  district 
the  maintenance  of  a  garage  for  the  storage  o! 
four  (4)  commercial  motor  vehicles  owned  b> 
the  person  residing  on  premises. 

PREMISES  AFFECTED— 163  McDougal  street 

Brooklyn. 

APPEARANCES— 

For  Applicant:  Mrs.  Mitchell. 

For  Opposition:  None. 

ACTION  OF  BOARD — Chairman  read  request  for 
adjournment — Laid  over  to  March  10,  1925,  at 
10  a.  m. 


1232-24-BZ. 

APPLICANT — Boris  W.  Dorfman,  for  Louis  Bergstein. 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles 

PREMISES  AFFECTED1 — 169-191  Linden  street 

Brooklyn. 

APPEARANCES— 

For  Applicant:  Morris  Riskin. 

For  Opposition:  Chester  Baffa,  Charles  Agei 
and  others. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925 
at  2  p.  m.,  on  request  of  applicant’s  representa 
tive. 


972-24-BZ. 


APPLICANT — Deiches,  Goldwater  &  Flynn,  for  Ed 
ward  R.  and  Edward  L.  Finch,  trustees  foi 
A.  R.  Finch,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  oi 
superintendent  of  buildings)  to  permit  in  a 
business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED — 1273  Cromwell  avenue,  The 
Bronx. 

APPEARANCES— 


Jfor  Applicant:  Maurice  Deiches. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  : 

for  calendar  call  March  3,  1925,  at  2  o  m 
THE  VOTE  TO  REOPEN: 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell _ 

Negative  . 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon 
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465-23-BZ. 

APPLICATION — William  F. 


Doyle,  for  Amanda  B. 


Manee,  owner.  .  .  , 

SUBJECT— Application  for  reopening  (re:  decision  ot 
superintendent  of  buildings)  to  permit  in  a 
business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— East  side  of  River  avenue, 
100  feet  south  of  East  167th  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  William  t.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  set 
for  calendar  call  March  3,  1925,  at  2  p.  m. 


THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent:  Mr.  Holland  . ' . 


APPLICANT— William  F.  Doyle,  for  Turin  Garage  & 
Supply  Co.,  Inc.,  owner.  . 

SUBJECT — Application  for  reopening  (re:  decision  ot 
superintendent  of  buildings)  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  extension  of 
an  existing  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 55  West  93rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened,  and  set 
for  calendar  call  March  3,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland .  1 


APPLICANT — William  F.  Doyle,  for  Polk  Construc¬ 
tion  Co.,  Inc.,  owner.  , 

SUBJECT— Application  for  reopening  (re:  decision  ot 
superintendent  of  buildings)  to  permit,  partly  in 
a  residence  district  and  partly  in  a  business  dis¬ 
trict,  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 88  Jackson  avenue,  between 
19th  and  20th  streets,  Borough  of  Queens. 


APPEARANCES— 

For  Applicant:  William  F.  Doyle.  ,  . 

For  Opposition:  Edward  J.  Gazzett,  William 
Rau,  Fannie  Krantz,  Clara  W.  Pranze,  Agnes 
Brose,  Catherine  Weismandel,  Bridget  Mary 
Cuffe,  Maria  Flynn  and  Amy  Grace  Gazzett. 
ACTION  OF  BOARD— Application  reopened  and  set 
for  calendar  call  March  3,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell .  5 


Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 


APPLICANT — Louis  A.  Sheinart,  for  Borden’s  Farm 
Products  Co.,  Inc.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  an  unrestricted  dis¬ 


trict  on  a  street  between  two  intersecting  streets 
in  which  portion  there  exists  an  exit  and  entrance 
to  a  public  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— 322-328  Rutledge  street  and 
287-293  Heyward  street,  Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  written  request 
to  withdraw — application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 


1037-24-BZ. 

APPLICANT’ — Dominick  Cancellieri,  owner. 

SUBJECT— Application  (re:  order  of  superintendent  of 
superintendent  of  buildings)  to  permit  in  a 
residence  district  the  erection  and  maintenance 
of  a  one-story  structure  to  be  used  for  store 
purposes. 

PREMISES  AFFECTED— 76  Queens  avenue,  Flush¬ 
ing,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Alexander  H.  Rosenbaum  and 
Dominick  Cancellieri. 

For  Opposition:  Livington  Hunt,  John  Kryger, 
Lana  Duttenhofer,  Louise  Sylvester  and 
Anna  Cheshire. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  Tp  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken- 
*  nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 

(1037-24-BZ) 

Whereas,  Dominick  Cancellieri,  owner,  filed,  August  14, 
1924,  an  application,  under  the  building  zone  resolution,  to 
permit  in  a  residence  district  the  alteration  and  extension  of 
a  building  used  as  a  private  garage  and  also  the  change  of 
occupancy  to  a  store ;  premises  76  Queens  avenue,  Borough 

of  Queens;  and  .... 

W  hereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
17,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Queens  avenue  and  Smart  ave¬ 
nue  are  residence  districts ;  and  ,  . 

Wijereas,  the  order  of  the  superintendent  of  buildings, 
dated  June  16,  1924,  reads: 

“You  will  please  take  notice  that  there  exists  a  viola¬ 
tion  of  the  Building  Code  at  the  premises  hereinafter  de¬ 
scribed  in  that  *  *  *  zone  resolution.  Changing  garage 
into  store.” ; 

and 

Whereas,  the  existing  building  was  part  of  a  frame  pri¬ 
vate  garage  situated  at  the  rear  of  the  lot ;  a  partition  vvall 
has  been  erected  separating  the  garage  portion ;  the  building 
is  one  story  in  height,  17  ft.  by  19  ft.  in  area,  and  it  is  pro¬ 
posed  to  use  the  structure  as  a  store;  and 

Whereas,  no  facts  were  adduced  at  the  hearing  to  justify 
the  basis  of  the  application  under  section  21  of  the  building 

zone  resolution.  . 

Resolved,  that  the  order  of  the  superintendent  of  buildings 
be  and  it  hereby  is  affirmed,  and  the  application  be  and  it 
hereby  is  dented. 
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1442-24-BZ. 

APPLICANT — William  F.  Doyle,  for  John  E.  Roeser, 
et  al.,  owners. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Northwest  corner  of  Jerome 
avenue  and  Clifford  place,  The  Bronx. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Christian  Doenecke. 

ACTION  OF  BOARD — 'Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Holland .  1 

THE  RESOLUTION: 

(1442-24-BZ) 


Whereas,  William  F.  Doyle,  for  John  Roeser,  et  al., 
owners,  filed,  December  6,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles;  premises  northwest  corner 
of  Jerome  avenue  and  West  Clifford  place,  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
17,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  Clifford  place  and 
Jerome  avenue  are  business  districts  and  Davidson  avenue  is 
a  residence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  21,  1924,  in  acting  on  N.  B.  App.  No. 
2978-24,  reads : 

“1.  Erection  of  proposed  garage  for  storage  of  rrtore 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.”; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  75 
ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
more  than  five  motor  vehicles ;  and 
Whereas,  there  was  opposition  to  the  granting  of  this 
application  on  the  part  of  neighboring  property  owners,  and 
there  were  no  facts  adduced  at  the  hearing  to  justify  the 
basis  of  the  application  under  section  21  of  the  building 
zone  resolution. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


1365-24-BZ. 

APPLICANT — -Nathan  D.  Shapiro,  for  Marcus  Leavitt, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 1839-1845  Cropsey  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Nathan  D.  Shapiro. 

For  Opposition:  Tanny  Guarnaccia  and  others. 
ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  o 

Absent:  Mr.  Holland  .  l 


THE  RESOLUTION: 

(1365-24-BZ) 

Whereas,  Nathan  D.  Shapiro,  for  Marcus  Leavitt,  owner, 
filed,  March  18,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles;  premises  1839-1845  Cropsey  avenue, 
Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
17,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

W hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Cropsey  avenue,  Bay  20th 
street  and  Bay  19th  street  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  October  28,  1924,  in  acting  on  App.  No.  21327-24^ 
reads : 

“Proposition  contrary  to  the  Zone  Resolution,  Art  II 
Sec.  4. 

“A  public  garage  for  more  than  five  motor  vehicles  in 
a  business  district.”; 

and 

V  hereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  70  ft. 
and  a  depth  of  100  ft.  (irregular  in  area),  to  be  occupied 
as.  a  garage  for  more  than  five  motor  vehicles ;  and 

W  hereas,  there  existed  on  this  street  between  the  inter¬ 
secting  streets  on  July  28,  1916,  a  stable  for  more  than  five 
horses. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  building  be 
limited  to  one  story  in  height  above  grade ;  that  the  roof  be 
of  flat  design  and  construction;  that  the  exterior  of  the 
street  walls  on  both  fronts  be  finished  in  light  colored  face 
brick,  laid  out  in  panel  design,  with  architectural  terra  cotta 
or  stone  trimmings ;  that  any  openings  on  the  Bay  20th  street 
side  shall  be  restricted  to  windows  the  sills  of 'which  shall 
be  not  less  than  5  ft.  6  in.  above  grade,  and  not  more  than 
one  emergency  exit  door  not  exceeding  a  width  of  3  ft.  8 
m. ;  that  there  shall  be  no  advertising  signs  or  display  on 
the  Bay  20th  street  side  of  the  structure ;  and  there  shall  be 
no  advertising  sign  other  than  one  projecting  electric  sign 
on  the  Cropsey  avenue  front;  that  any  gasoline  storage  equip- 
inent  installed  shall  be  located  at  the  extreme  westerly  end 
of  the  building  on  the  Cropsey  avenue  front ; 

Resolved,  further,  that  all  permits  necessary  for  the  pros¬ 
ecution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from 
the  date  of  this  action. 


438-20-BZ. 

APPLICANT — Mary  J.  Luckey,  owner. 

SUBJECT— Application  for  reopening  (re:  order  of  fire 
commissioner)  to  permit  in  a  residence  district 
the  maintenance  of  a  garage,  space  in  which  is 
rented  to  persons  not  residing  on  the  premises. 

PREMISES  AFFECTED — 1814  East  13th  street 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Mary  J.  Luckey. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened;  exten¬ 
sion  of  permit  granted  for  two  years. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Conneil .  5 

N  egative . . .  g 

Absent:  Air.  Holland  and  Fire  Chief  Kenlon  2 
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THE  RESOLUTION: 

(438-20-BZ) 

Whereas,  Mary  J.  Luckey,  owner,  filed,  July  7,  H>20,  an 
application,  under  the  building  zone  resolution,  to  permit 
in  a  residence  district  the  maintenance  M  a  garage,  space 
in  which  is  rented  to  persons  not  residing  on  the  promises ; 
premises  1814  East  13th  street,  Brooklyn,  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  July  30, 
1920f  after  due  notice  by  publication  in  the  Bulletin  ot  the 
Board  of  Standards  and  Appeals ;  and 
Where  as  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  13th  street  is  located 

in  a  residence  district ;  and  .  .  .  .  ,, 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 

26.  1920,  No.  58359-LC,  reads:  .  T  i0tu 

“With  reference  to  your  application  dated  Jan.  I2tn, 
1920,  for  a  permit  to  maintain  a  garage  at  the  above 
location,  I  regret  to  inform  you  that  1  am  without 
power  to  grant  such  a  permit  for  the  following  rea¬ 
sons  :  .  ,  .  c 

“Maintenance  of  your  garage  is  a  violation  ot  sec¬ 
tion  3  of  article  2  of  the  building  zone  resolution  of 
the  Board  of  Estimate  and  Apportionment  of  the  City 
of  New  York  adopted  July  25,  1916,  inasmuch  as  motor 
vehicles  stored  are  for  sale,  for  rent,  or  for  line  or 
are  subject  to  charges  for  storage. 

“You  are,  therefore,  ordered  to  remove  all  motor 
vehicles,  the’  fuel  tanks  of  which  are  not  empty,  stored 
by  others  than  the  occupants  of  dwelling  on  lot  where 
garage  is  situated.” ; 
and 

Whereas,  the  building  is  frame,  one  story  in  height,  18  ft. 
by  20  ft  in  area ;  occupied  as  a  garage  for  two  pleasure 
cars,  space  in  which  is  rented  to  persons  not  residing  on 

the  premises  ;  and  . 

Whereas,  there  would  be  undue  hardship  in  preventing 
the  owner  from  maintaining  this  garage,  she  having  ac¬ 
cepted  rental  for  same  in  good  faith  and  no  one  appeared 
in  opposition  to  the  granting  of  this  application,  and  she 
has  filed  the  duly  acknowledged  consents  of  the  owners  of 
80  per  cent  of  the  frontage  deemed  by  the  board  to  be 
affected;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting  July  30,  1920,  and  April  10.  1923,  for  a  period 
of  two  years,  and  applicant  appeared  before  the  board  and 
requested  an  extension  of  the  time. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution  and  that  the  application  be 
and  it  hereby  is  (jranted  to  permit  the  maintenance  of  the 
garage  for  the  storage  of  two  automobiles  of  the  pleasure 
car  tvpe,  space  for  one  of  which  may  be  rented  to  persons 
not  residing  on  the  premises,  for  a  period  of  two  years 
from  Ap*"'l  10,  1925. 


1507-23-BZ. 

APPLICANT— William  F.  Doyle,  for  Spencer  Aldrich, 
owner. 

SUBJECT— Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  ter  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 1101-1113  Prospect  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  ex¬ 
tension  of  time  granted  to  obtain  permits  and 
to  complete  building. 
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THE  VOTE  TO  REOPEN  AND  EXTEND  TIME— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell .  5 

Negative  .  0 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(1507-23-BZ) 

Whereas,  Wm.  F.  Doyle,  for  Spencer  Aldrich,  owner, 
filed,  December  21,  1923,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles;  premises  1101-1113  Prospect  avenue, 
Brooklyn  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  lx>ard  of  appeals,  at  its  special  meeting,  March  25, 
1924,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Prospect  avenue  and  Eleventh 
avenue  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  23,  1923,  in  acting  on  N.  B.  Application 
No.  22106-23,  reads: 

“Denied — Proposition  contrary  to  the  Zone  Resolu¬ 
tion,  Art.  II,  Sec.  4.  A  public  garage  for  more  than 
five  motor  vehicles  in  a  business  district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  130 
ft.  and  a  depth  of  100  ft.,  to  be  occupied  as  a  garage  for 
more  than  five  motor  vehicles ;  and 

Whereas,  a  committee  of  the  board  visited  the  premises 
and  reports : 

TO  THE  BOARD  OF  APPEALS: 

A  Committee  of  Inspection,  composed  of  Chairman 
Walsh,  Chief  Kenlon,  Messrs.  Holland,  Beatty,  Boulton 
and  Connell,  visited  and  inspected  these  premises  and 
generally  surveyed  the  site  and  its  environs. 

This  application  is  for  variation  of  the  Building  Zone 
Resolution,  under  section  7-e,  seeking  permission  to  erect 
a  public  garage  on  the  northeast  corner,  formed  by 
the  intersection  of  11th  and  Prospect  Avenues,  100  ft. 
deep  on  11th  Avenue  and  120  ft.  frontage  on  Prospect 
Avenue.  Both  these  highways  are  now  designated  on 
the  zone  maps  as  business  streets. 

“Directly  opposite  on  Prospect  Avenue,  the  entire 
street  front,  in  fact,  the  entire  square  block,  with  the 
exception  of  a  plot  of  ground  60  ft.  by  100  ft.,  is  oc¬ 
cupied  by  a  wet  wash  laundry,  with  all  its  attendant 
uses. 

Immediately  adjoining  the  premises  under  appeal,  on 
the  northerly  side  of  Prospect  Avenue  and  running 
from  Terrace  Place,  a  residence  street,  there  exists- a 
public  garage  of  200  ft.  frontage,  returning  on  Ter¬ 
race  Place  224  ft.,  permission  to  erect  which  was 
granted  by  this  Board  under  applications  385-20-BZ 
and  751-20- BZ,  section  7-e  being  the  basis  of  appeal. 
The  granting  of  this  application,  therefore,  filling  out 
the  Prospect  Avenue  front  contiguous  to  the  existing 
garage,  would,  in  the  opinion  of  the  Committee,  be 
an  equitable  adjustment  of  the  zoning  regulations. 

Examination  of  applications  made  affecting  the  street 
frontage  show  it  was  the  opinion  of  the  Board,  regard¬ 
ing  the  establishment  of  the  basis  of  appeal,  that  there 
seemed  substantial  community  requirement  for  automo¬ 
bile  storage  and  accommodation,  and  that  the  commu¬ 
nity  interest  would  best  be  served  and  the  integrity 
of  the  zoning  resolution  maintained  by  permitting  the 
now  existing  garage  to  be  erected  directly  opposite 
the  steam  laundry  plant,  which  plant,  from  the  view¬ 
point  of  design,  material,  general  construction,  utility 
and  operation,  is  not  conducive  to  residential  develop¬ 
ment,  and  the  Board  therefore  permitted  the  garage  on 
Prospect  Avenue. 
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The  basis  of  appeal  having  been  established  in  two 
former  cases  on  this  street  frontage,  the  Committee 
of  Inspection,  with  the  idea  of  garage  segregation  in 
mind,  is  of  the  opinion  that  this  application  should  be 
granted,  with  such  restrictive  provisions  as  will  safe¬ 
guard  the  properties  to  the  north  on  Sherman  Street, 
and  prohibiting  garage  encroachment  in  the  residence 
area  of  Sherman  Street. 

(Signed)  WILLIAM  E.  WALSH, 

ALFRED  J.  BOULTON, 

JOHN  KENLON  (dissenting), 
JAMES  P.  HOLLAND, 

TOHN  J.  BEATTY  (dissenting), 
HENRY  L.  CONNELL. 

and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting  March  25,  1924,  on  certain  conditions,  and  appli¬ 
cant  requested  a  modification  of  the  time  limit  condition, 
the  case  having  been  before  the  court  on  a  writ  of  certiorari. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  structure 
shall  not  exceed  one  story  in  height  and  shall  be  built 
of  brick;  that  the  rear  and  gable  walls  shall  be  un¬ 
pierced  throughout  their  entire  height  and  length ;  that  there 
shall  be  no  vehicular  opening  on  11th  avenue;  that  any  emer¬ 
gency  exit  installed  on  the  11th  avenue  front  shall  not  ex¬ 
ceed  3  ft.  8  in.  in  width ;  that  the  sills  of  any  windows 
opening  on  11th  avenue  shall  be  at  least  6  ft.  above  grade 
that  any  vehicular  opening  on  the  Prospect  avenue  front 
shall  be  at  least  25  ft.  distant  from  the  corner  formed  by 
the  intersection  of  11th  avenue  and  Prospect  avenue;  that 
the  front  elevations  shall  be  faced  with  buff  colored  brick 
and  architectural  terra  cotta  or  stone  trimmings ;  that  there 
shall  be  no  sign  nor  advertising  display  of  any  nature  or 
description  on  the  11th  avenue  front  of  the  building,  and 
there  shall  be  no  roof  sign  erected  on  the  building;  that 
the  owner  shall  file  with  this  board  a  sworn  stipulation  and 
agreement,  to  run  with  the  land,  that  any  property  other 
than  the  plot  involved  in  this  appeal  that  he  owns  within 
the  confines  of  the  square  block  on  which  this  premises 
is  located,  that  is,  property  within  the  square  block  bounded 
by  Prospect  avenue,  Terrace  place,  Sherman  street  and  11th 
avenue,  shall  be  restricted  by  covenant  to  conforming  uses ; 

Resolved,  further,  that  all  permits  necessary  for  the  pros¬ 
ecution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from  the 
date  of  this  action. 


AREAS  FIXED. 

(1538-24-BZ) 

The  chairman  presented  and  read  a  communication 
from  Augustus  Bainbridge,  requesting  the  board  to  fix 
the  area  deemed  affected  and  within  which  to  obtain 
consents  for  the  maintenance  of  four  individual  garages; 
premises,  8  Irving  place  and  180  Gates  avenue  (rear), 
Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Irving  place  from  Gates  avenue  to 
a  point  100  feet  north  of  Putnam  avenue;  also  both 
sides  of  Gates  avenue  from  Downing  street  to  a 
point  100  feet  west  of  Classon  avenue. 


(49-25-BZ) 

The  chairman  presented  and  read  a  communication 
from  Abraham  Propper,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage  ; 
premises,  1601-1613  Cropsey  avenue,  Brooklyn. 


The  following  area  was  approved  by  the  board: 

Both  sides  of  16th  avenue  from  a  point  200  feet 
south  of  Cropsey  avenue  to  a  point  400  feet  north 
of  proposed  garage;  both  sides  of  Cropsey  avenue 
from  a  point  200  feet  west  of  16th  avenue  to  a 
point  400  feet  east  of  premises  in  question;  also 
the  west  side  of  13th  street  from  Cropsey  avenue 
to  a  point  275  feet  north  of  Cropsey  avenue. 


(59-25-BZ) 

The  chairman  presented  and  read  a  communication 
from  Lawrence  J.  Frank,  requesting  the  board  to  fix 
the  area  deemed  affected  and  within  which  to  obtain 
consents  for  the  erection  and  maintenance  of  a  garage; 
premises,  northwest  corner  of  Sutter  avenue  and  Pitkin 
avenue,  Woodhaven,  Borough  of  Queens. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Pitkin  avenue  from  Cedar  lane  to 
a  point  231  feet  westerly  from  the  westerly  lot  line 
of  premises  in  question;  both  sides  of  Sutter  ave¬ 
nue  as  indicated  on  diagram  filed  and  also  the  prop¬ 
erties  at  rear  and  for  a  distance  of  50  feet  on  each 
side  of  the  rear  lot  lines  of  the  premises  in  question 


(61-25-BZ) 

The  chairman  presented  and  read  a  communication 
from  Magnuson  &  Kleinert,  requesting  the  board  to  fix 
the  area  deemed  affected  and  within  which  to  obtain 
consents  for  the  erection  and  maintenance  of  a  garage; 
premises,  3313  Tilden  avenue,  brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Tilden  avenue  from  East  32nd  street 
to  a  point  50  feet  east  of  East  35th  street;  also 
the  property  at  rear  and  contiguous  to  the  side  lot 
lines,  for  a  distance  of  50  feet  on  each  side. 


(60-25-BZ) 

The  chairman  presented  and  read  a  communication 
from  Edward  Hoffman,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con- 
sents.  for  the  erection  and  maintenance  of  a  garage; 
premises,  2115-2137  Webster  avenue,  The  Bronx. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Webster  avenue  from  East  180th 
street  to  a  point  400  feet  north  of  proposed  garage; 
also  the  properties  at  the  rear  and  for  a  distance 
of  50  feet  on  either  side  of  the  side  lot  lines  of  the 
premises  in  question. 


(732-24-BZ) 

The  chairman  presented  and  read  a  communication 
from  William  F.  Doyle,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage; 
premises,  162-72  McDougall  street,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  McDougall  street  from  a  point  200 
feet  east  of  Hopkinson  avenue  to  a  point  400  feet 
west  of  proposed  garage.  Both  sides  of  Hopkinson 
avenue  from  a  point  100  feet  south  of  Hull  street  to 
a  point  400  feet  north  of  premises  in  question; 
also  the  north  side  of  Hull  street  from  Hopkinson 
avenue  to  a  point  150  feet  west  of  Hopkinson  avenue. 


Adjourned,  1:20  p.  m. 

William  J.  O’Gorman,  Secretary. 
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BOARD  OF 

SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  FEBRUARY  17,  102.'. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
lunnison,  Connell  and  Fire  Chief  Kenlon. 


VPPEALS  FROM  ADMINISTRATIVE  ORDERS. 
6-24-A. 

\PPELLANT— David  M.  Jones,  for  Philip  Wald  and 
S.  Buchman,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
’REMISES  AFFECTED— 1342  Park  avenue,  Manhat¬ 
tan. 

APPEARANCES — • 

For  Appellant:  David  M.  Jones. 

ACTION  OF  BOARD — Laid  over  to  March  3,  19-25, 
at  2  p.  m.,  on  request  of  appellant. 


1  490-23-A. 

APPELLANT — Patrick  J.  Cuckley,  trustee  of  estate 
of  Henry  Hunt,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 406  Second  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Louis  C.  Haggerty. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925, 
at  2  p.  m.,  on  request  of  appellant. 


1499-23-A. 

APPELLANT — J.  Anthony  Probst,  for  Gold  &  Green- 
hut,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 522  West  159th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  J.  Anthony  Probst. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925, 
at  2  p.  m.,  on  request  of  appellant. 


1357-24-A. 

APPELLANT — Bertram  L.  Kraus,  for  Eva  K.  Moller, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 14  West  40th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  William  B.  DeLacey. 

ACTION  OF  BOARD— Laid  over  to  March  3,  1925, 
at  2  p.  m.,  on  request  of  appellant. 

- — 

1002-24-A. 

APPELLANT — Campbell  and  Boland  for  New  York 
Statler  Co.,  lessee. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 401-417  Seventh  avenue, 
Manhattan. 

For  Appellant:  C.  J.  Campbell. 

ACTION  OF  BOARD— Laid  over  to  March  3,  1925, 
at  2  p.  m.,  on  request  of  appellant. 


630-2  4-A. 

APPELLANT — E.  F.  DeYoung,  owner. 

SUBJECT — Appeal  from  order  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 2210  Newkirk  avenue, 

Brooklyn. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Assistant  Engineer  I.  Wohl- 
\  stetter,  of  bureau  of  buildings. 

ACTION  OF  BOARD — Laid  over  to  March  10,  1925, 
at  10  a.  m.,  for  report  from  fire  department. 


APPEALS 

969-24- A.  . 

APPELLANT— Grinnell  Co.,  Inc.,  for  Walter  Shuttle- 

worth,  owner.  .  . 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 126  Franklin  street  and  200- 
224  West  Broadway,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD— Laid  over  to  March  10,  192a, 
at  10  a.  m. 


1267-24-A.  „  _  , 

APPELLANT — B.  L.  Kraus,  for  North  Town  Realty 
Corp.,  owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 2065  Grand  Concourse,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  Rudolph  P.  Miller. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent:  Mr.  Holland  . 


6 

0 

1 


THE  RESOLUTION: 

(1267-24-A) 

Whereas,  B.  L.  Kraus,  for  North  Town  Realty  Corp., 
owner,  filed,  October  25,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  affect¬ 
ing  premises  2065  Grand  Concourse,  Borough  of  Bronx; 
and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
October  9,  1924,  in  acting  on  N.  B.  Application  No.  1069- 
24,  reads : 

“Plans  of  fuel  oil  equipment  as  filed  with  this  Bureau 
show  substantial  compliance  with  the  Fuel  Oil  Rules, 
adopted  by  the  Board  of  Standards  and  Appeals  but 
standpipes  are  not  shown  to  be  provided  in  this  build¬ 
ing  in  accordance  with  Section  581,  Article  28,  Chap¬ 
ter  5  of  the  Code  of  Ordinances.  You  are,  therefore, 
advised  that  a  storage  permit  for  fuel  oil  cannot  be 
issued  until  the  legal  requirements  for  standpipe  have 
been  fully  complied  with.’’ ; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  175  ft.  4^4  in.  by  116  ft.  6%  in,  (irregular)  in  area, 
subdivided  into  five  separate  areas  by  8  in.  brick  and  also 
4  in.  terra  cotta  walls,  with  fire  doors  at  openings  therein ; 
a  fuel  oil  burning  system  having  been  installed  in  the  cellar ; 
OCCUPIED  as  a  tenement;  and 

Whereas,  appellant  contends  that  the  building  is  sub¬ 
divided  by  a  fireproof  corridor  with  8  in.  brick  walls  each 
side  into  two  sections,  each  approximately  5,000  sq.  ft.,  and 
that  these  sections  are  further  subdivided  into  portions  2,360 
sq.  ft.  in  area,  and  that  the  building  has  been  constructed 
entirely  in  accordance  with  plans  approved  by  both  the  build¬ 
ing  and  tenement  house  departments ;  that  the  building  is 
provided  with  three  sets  of  fireproof  stairs. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
it  granted  on  condition  that  the  fuel  oil  burning  equipment 
shall  be  installed,  maintained  and  operated  in  accordance  with 
the  fuel  oil  rules  of  the  board  of  standards  and  appeals.  All 
permits  required  to  be  obtained  from  departments  having 
jurisdiction. 


470-24-A. 

APPELLANT — Samuel  Rosenblum,  for  Barney  Scher, 

owner. 
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SUBJECT — Application  for  reopening — appeal  from  or¬ 
der  of  fire  commissioner. 

PREMISES  AFFECTED — >52-63  Ellery  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  [Maher  of  fire 


department. 

THE  VOTE  Tp  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 

(470-24-A) 


Whereas,  Samuel  Rosenblum,  for  Barney  Scher,  owner, 
filed,  April  1,  1924,  an  appeal,  with  the  board  of  appeals, 
from  an  order  of  the  fire  commissioner,  affecting  premises 
52-62  Ellery  street,  Brooklyn;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  41910- 
F,  dated  January  11,  1923,  reads : 

“1.  Provide  a  separate  and  distinct  system  of  auto¬ 
matic  sprinklers  throughout  building  having  at  least  one 
source  of  water  supply  arranged  and  equipped  as  pro¬ 
vided  in  the  rules  for  fire  extinguishing  appliances 
adopted  by  the  Board  of  Standards  and  Appeals  May  24, 
1917,  *  *  *.”; 
and 

Whereas,  the  premises  consist  of  a  main  non-fireproof 
building,  four  stories  and  basement  in  height,  93  ft.  3  in. 
by  33  ft.  2  in.  in  area,  with  a  one  and  two-story  extension 
to  the  rear  and  a  one-story  extension  to  the  west  25  ft.  7 
in.  by  33  ft.  2  in.  in  area;  OCCUPIED  as  a  furniture  ware¬ 
house,  6  persons  in  entire  building;  and 
Whereas,  this  case  was  denied  by  the  board  at  its  meeting 
held  on  July  29,  1924,  and  reopened  by  the  vote  of  the 
board  on  January  20,  1925 ;  and 

Whereas,  appellant  proposes  to  enclose  the  interior  stair¬ 
way  in  fire  retarding  material  and  to  make  the  elevator 
shaft  doors  fireproof  and  self-closing,  and  contends  that 
there  is  no  open  flame  on  the  premises  and  that  there  are 
water  tanks  and  buckets  distributed  throughout  the  floors 
of  the  building. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


1'236-24-A. 


APPELLANT — Harry  A.  Lanzner,  for  Ibhal  Realty 
Co.,  Inc.,  owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 2-14  Northern  avenue,  Man¬ 
hattan. 


APPEARANCES— 

For  Appellant:  Rudolph  P.  Miller,  E.  M.  Cohen. 
For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  g 

Negative  .  ’  0 

Absent:  Mr.  Holland .  .  i 

THE  RESOLUTION:  . 


(1236-24-A) 

Whereas,  Harry  A.  Lanzner,  for  Ibhal  Realty  Co.  Inc. 
owner,  filed,  October  17,  1924,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of  the  fire  commissioner  affecting 
premises  2-14  Northern  avenue,  Manhattan;  and 

Whereas,  the  decision  of  the  fire  commissioner  N  B 
301-24,  dated  September  24,  1924,  reads: 


“A  storage  permit  for  fuel  oil  cannot  be  issued  unti 
the  legal  requirements  for  standpipe  have  been  full 
complied  with.” ; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  ii 
height,  95  ft.  by  150  ft.  in  area;  OCCUPIED  as  an  apart 
ment  house,  67  families ;  and 
Whereas,  a  fuel  oil  burning  installation  has  been  provided 
and 

Whereas,  appellant  contends  that  the  installation  con 
forms  with  the  fuel  oil  rules  and  that  the  building  is  divide* 
into  areas  less  than  10,000  sq.  ft.  by  8  in.  brick  walls. 

Resolved ,  that  the  decision  of  the  fire  commissioner  b 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  i 
granted  on  condition  that  the  fuel  oil  burning  equipmen 
shall  be  installed,  maintained  and  operated  in  accordance  witl 
the  fuel  oil  rules  of  the  board  of  standards  and  appeals,  an* 
all  permits  required  to  be  obtained  from  departments  hav 
ing  jurisdiction. 


1237-24- A. 

APPELLANT — Harry  A.  Lanzner,  for  B.,  L.  &  W 
Construction  Co.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner 
PREMISES  AFFECTED— South  side  190th  street,  be 
tween  Wadsworth  terrace  and  Wadsworth  ave 
nue,  Manhattan. 

APPEARANCES— 

For  Appellant:  Rudolph  P.  Miller. 

For  Administration:  Inspector  Carroll  of  .fin 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  f 

Negative  .  ( 

Absent:  Mr.  Holland  .  ] 

THE  RESOLUTION: 


(1237-24-A) 

Whereas,  Harry  A.  Lanzner,  for  B.  L.  &  W.  Construe 
tion  Co.,  owner,  filed,  October  17,  1924,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner 
affecting  premises  south  side  190th  street  between  Wads¬ 
worth  terrace  and  Wadsworth  avenue,  Manhattan;  and 

Whereas,  the  decision  of  the  fire  commissioner,  N.  B 
No.  300-24,  dated  August  20,  1924,  reads : 

"A  storage  permit  for  fuel  oil  cannot  be  issued  unti 
the  legal  requirements  for  standpipe  have  been'  full} 
complied  with.” ; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  ir 
height,  182  ft.  by  94  ft.  in  area;  OCCUPIED  as  an  apart¬ 
ment  house,  72  families ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed; 
and 

Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules  and  that  the  building  is  divided 
into  areas  less  than  10,000  sq.  ft.  by  8  in.  brick  walls. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereb} 
is  granted  on  condition  that  the  fuel  oil  burning  equipment 
shall  be  installed,  maintained  and  operated  in  accordance 
with  the  fuel  oil  rules  of  the  board  of  standards  and  ap¬ 
peals,  and  all  permits  required  to  be  obtained  from  the 
departments  having  jurisdiction. 


1283-24-A. 

APPELLANT — Harry  A.  Lanzner,  for  Ibhal  Realt) 
Co.,  Inc.,  owner. 

SUBJECT  Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 737-741  West  177th  street 
and  241-255  Haven  avenue,  Manhattan. 
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APPEARANCES— 

For  Appellant:  Rudolph  P.  Miller. 

For  Administration:  Inspector  Carroll  of  fire 
department.  .  . 

aCTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

;he  VOTE—  .  r  ,  ,  „ 

Affirmative:  Chairman  Walsh,  Messrs  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  . 0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 

(1283-24-A) 

Whereas,  Harry  A.  Lanzner,  for  Ibhal  Realty  Co.,  Inc., 
>wner,  filed,  October  30,  1924,  an  appeal,  with  the  board 
>f  appeals,  from  a  decision  of  the  fire  commissioner,  af- 
.  ecting  premises  737-41  West  177th  street  and  241-55  Haven 
ivenue,  Manhattan ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
August  23,  1924,  in  acting  on  N.  B.  Application  No.  303-24, 

reads :  . 

“*  *  *  a  storage  permit  for  fuel  oil  cannot  be  issued 
until  the  legal  requirements  for  standpipe  have  been 
fully  complied  with.” ; 

ind  ...  .  .  . 

Whereas,  the  building  is  non- fireproof,  six  stories  in 
height,  135  ft.  by  150  ft.  (over  10,000  sq.  ft.  and  irregular) 
in  area;  OCCUPIED  as  an  apartment  house;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed; 
and 

Whereas,  appellant  contends  that  the  fuel  oil  burning 
installation  conforms  with  the  fuel  oil  rules,  and  that  the 
building  is  divided  into  six  sub  areas  (the  maximum  being 
2,720  sq.  ft.)  by  8  in.  brick  walls,  with  fire  doors  at  open¬ 
ings  therein,  and  contends  further  that  the  plans  for  the 
construction  of  the  building  have  been  approved  by  both 
the  building  department  and  the  tenement  house  department. 

Resolved,  that  the  decision  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  fuel  oil  burning  equipment 
shall  be  installed,  maintained,  and  operated  in  accordance 
with  the  fuel  oil  rules  of  the  board  of  standards  and  ap¬ 
peals,  and  all  permits  required  to  be  obtained  from  depart¬ 
ments  having  jurisdiction. 


1284-24-A. 

APPELLANT— Harry  Lanzner,  for  B.  L.  &  W.  Con¬ 
struction  Corp.,  owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 320  Wadsworth  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Rudolph  P.  Miller. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland .  1 

THE  RESOLUTION: 

(1284-24-A) 

Whereas,  Harry  Lanzner,  for  B.  L.  &  W.  Construction 
Corp.,  owner,  filed,  October  30,  1924,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  320  Wadsworth  avenue,  Manhattan ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
September  13,  1924,  in  acting  on  N.  B.  Application  No.  299- 
24,  reads: 


“*  *  *  a  storage  permit  for  fuel  oil  cannot  be  issued 
until  the  legal  requirements  for  standpipe  have  been 
fully  complied  with.” ; 

and  . 

Whereas,  the  building  is  non-fireproof,  six  stones  in 
height,  182  ft.  by  94  ft.  9  in.  (over  10,000  sq.  ft.  and  irregu¬ 
lar)  in  area;  OCCUPIED  as  an  apartment  house;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed; 

and  . 

Whereas,  appellant  contends  that  the  fuel  oil  burning 
installation  conforms  with  the  fuel  oil  rules  and  that  the 
building  is  divided  into  five  sub  areas  (the  maximum  being 
2,500  sq.  ft.)  by  8  in.  brick  walls,  with  fire  doors  at  openings 
therein,  and  contends  further  that  the  plans  for  the  construc¬ 
tion  of  the  building  have  been  approved  by  both  the  build¬ 
ing  department  and  the  tenement  house  department. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  fuel  oil  burning  equipment 
shall  be  installed,  maintained  and  operated  in  accordance 
with  the  fuel  oil  rules  of  the  board  of  standards  and  ap- 
paels,  and  all  permits  required  to  be  obtained  from  depart¬ 
ments  having  jurisdiction. 


1355-24-A.  „  „  , 

APPELLANT— A.  J.  Feltault,  for  Jacob  Ruppert  Realty 
Corp.,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 280  East  133rd  street,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  A.  J.  Feltault,  Albert  P.  Hildert, 
George  Kingert,  Jr. 

For  Administratoin :  Inspector  Carroll  of  fire  de¬ 


partment. 

ACTION  OF  BOARD1 — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent:  Mr.  Holland  . 


6 

0 

1 


THE  RESOLUTION: 

(1355-24-A) 

Whereas,  A.  J.  Feltault,  for  Jacob  Ruppert  Realty  Corp., 
owner,  filed,  November  17,  1924,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  280  East  133rd  street,  The  Bronx;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  5,  1924,  reads : 

“1.  Install  a  standpipe  system  with  risers  4  inches  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof,  with  neces¬ 
sary  check  valves  and  2J4  inch  regulation  Fire  Depart¬ 
ment  outlets  on  each  story  (including  basements,  cellars 
and  roofs),  placed  within  main  stairway  enclosure. 
Each  outlet  to  be  provided  with  sufficient  feet  of  2J4 
inch  standard  hose  attached  thereto.” ; 

and 

Whereas,  the  building  is  fireproof,  four  stories  (93  ft.) 
in  height,  152  ft.  8  in.  by  60  ft.  (9,160  sq.  ft.)  in  area;  OC¬ 
CUPIED  as  an  artificial  ice  manufacturing  plant,  5  persons 
in  the  entire  building;  and 

Whereas,  appellant  contends  that  the  building  is  only  8 
ft.  higher  than  the  limit  prescribing  standpipe  installations; 
that  there  is  nothing  combustible  in  the  premises ;  that  there 
are  adequate  Siamese  connections  for  the  ammonia  lines  and 
the  plant  is  under  supervision  at  all  times. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  ammonia  equipment  installed 
and  operated  shall  comply  with  all  municipal  requirements 
and  so  maintained,  and  granted  only  so  long  as  conditions 
as  to  occupancy  and  use  remain  otherwise  unchanged. 
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BUILDING  ZONE  CASES. 

1204-24-BZ. 

APPLICANT — Charles  B.  Meyers,  for  Stuyvesant  Ful¬ 
ton  Co.,  Inc.,  owner. 

SUB  J  ECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 171^1788  Fulton  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Charles  B.  Meyers. 

For  Opposition:  Charles  H.  Levy. 

ACTION  OF  BOARD — Laid  over  to  March  10,  1925, 
at  10  a.  m.,  on  request  of  applicant. 


1091-24-BZ. 

APPLICANT — John  W.  Clancy,  for  Valballa  Corpora¬ 
tion,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 341  East  184th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Morris  A.  Sachs. 

For  Opposition:  Stanley  Garten. 

ACTION  OF  BOARD — Laid  over  to  March  10,  1925, 
at  10  a.  m.,  on  request  of  objectors’  representa¬ 
tive. 


1271-24-BZ. 

APPLICANT— Joseph  McGinnis,  for  Weiman-McGinnis 
Corp.,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles 

PREMISES  AFFECTED— 2966-2972  Jerome  avenue 
The  Bronx. 

APPEARANCES— 

For  Applicant:  William  T.  White. 

For  Opposition:  Henry  Margoshes. 

ACTION  OF  BOARD — Laid  over  to  March  3,  1925,  at 
2  p.  m.,  on  request  of  applicant’s  representative. 


996-24hBZ. 

APPLICANT— William  F.  Doyle,  for  Walton  Whyt 
Realty  Corp.,  owner. 

SUBJECT  Application  (re:  decision  of  superintenden 
of  buildings)  to  permit  in  a  business  distric 
the  erection  and  maintenance  of  a  garage  fo 
the  storage  of  more  than  five  (5)  motor  vehicle' 
PREMISES  AFFECTED-East  side  Jerome  avenrn 
176.66  ft.  north  of  E.  Burnside  avenue  Th 
Bronx.  ’ 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  William  B.  DeLacey,  Leo  K 
Martus,  L.  Gross,  John  J.  Halpern,  Wm.  M 
bmitn. 

^TEI^t°eFtBo°^U&"  — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken- 
nedy,  Dowd,  Gunnison  and  Connell  < 
Negative  .  . 

Absent:  Mr.  Holland  and  Fire’ Chief  Kenlon’  £ 


968-24-BZ. 

APPLICANT — Otto  Henschel,  for  Michael  E.  Pellt 
grino,  Nicholas  Ciago,  Dominick  Lambien 
and  Antonette  Salomone,  owners. 

SUBJECT — Application  (re:  decision  of  superintender 
of  buildings)  to  permit  in  a  residence  district  th 
erection  and  maintenance  of  buildings  to  be  use 
for  store  purposes  on  first  story,  residence  us 
above. 

PREMISES  AFFECTED — 1922-1926  and  1930-193 
Kings  Highway,  2110  Ocean  avenue,  Brooklyi 
APPEARANCES— 

For  Applicant:  Otto  Henschdl. 

For  Opposition:  Louis  Levy,  T.  J.  Cox,  Jess 
Epstein,  Frank  Reale,  Abraham  M.  Singer 
Max  Schornberg,  Max  Barish,  Elizabeti 
Sills,  C.  Wahlenhneier. 

ACTION  OF  BOARD — Application  granted  on  condi 
tion. 

CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken- 
nedy,  Dowd,  Gunnison  and  Connell 
Negative  . 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  i 
THE  RESOLUTION: 


Whereas,  Otto  Henschel,  for  Michael  Pellegrino  a 
others  owners,  filed  July  24,  1924,  an  application,  unc 
the  building  zone  resolution,  to  permit  in  a  residence  distr 
the  erection  and  maintenance  of  buildings  to  be  used  f 
store  purposes  on  the  1st  story  and  for  dwelling  use  abov 
premises  1922-1926,  1930  and  1932  Kings  highway,  and  21 
Ocean  avenue,  Brooklyn ;  and 

Whereas  a  public  hearing  was  held  on  this  applicatf 
by  the  'board  of  appeals  at  its  special  meeting,  February  1 
192o  after  due  notice  by  publication  in  the  Bulletin  of  t 
Hoard  of  Standards  and  Appeals  •  and 
Whereas,  the  use  district  maps  accompanying  the  buil 
mg  zone  resolution  show  that  Kings  highway,  south  side  ai 
a  p?int  100  f*-  west  of  Ocean  avenue,  is  a  residence  di 
trict,  the  remainder  of  Kings  highway  at  this  point  is  a  bus 
ness  district,  and  Ocean  avenue  is  a  residence  district:  ar 
WHEREAS  the  decision  of  the  superintendent  of  buildinq 

^yi1?Q«1n924’  aCtmg  0n  API^cations  No.  136 
136 (,  1368  and  1369,  reads: 

Proposed  three  story  brick  building  to  be  occupied  ; 

a  store  on  the  1st  floor,  one  family  on  the  2nd  floor  ai 

one  family  on  the  3rd  floor,  in  a  residence  district 

and  ary  t0  ArL  H’  Sec  3  of  the  Zone  Resolution.”;’ 

Whereas  the  premises  consist  of  six  (6)  three-stoi 
non-fireproof  buildings;  four  are  20  ft.  by  59  ft  in  are' 
one  is  20  ft.  by  61  ft.  8  in.  in  area  and  one  is  38  ft.  \  l 

1st  start  ttrfTJ  n  *°  bf  S,milarlI  occuPied.  slores  °"  <1 
1st  story  and  dwellings  above ;  and 

Whereas,  the  board  deemed  that  there  would  be  hare 
111  Preventing  applicant  from  using  the  Kings  highwa 

f/°r  -st°fes  Ting  to  the  business  use  on  this  street. 
Resolved,  that  the  board  of  appeals  does  hereby  make 

oTThfX  'uthe  api)hcation  of  the  use  district  regulatior 

be  and  h  herd,  res?lation-  and  that  the  applicatio 

hereb^  1S  granted,  restricted  to  business  use  o 

l  T  the  gr°und  floor  only,  and  only  so  far  a 

it  affects  the  frontage  facing  on  Kings  highway  on  condi 

hem  that  the  upper  stories  of  the  building  shall  be  restricte 
to  dwelling  use  and  occupancy;  the  store  fronts  or  shm 
windows  shall  start  at  a  point  not  less  than  12  in  fror 

nr  h^'?an  aVCnUe  KU,lding  line  J  that  there  shall  be  no  store 
or  business  use  evidenced  or  displayed  on  the  Ocean  avenu 

front  of  the  structure;  that  there  shall  be  no  adverS 

avenSue°rfrdom  ^  or  description  on  the  Oceai 

t’  lnd  tHar  any  advertlsing  signs  or  display  oi 
h'ffhway^  front  _  shall  be  restricted  to  letterinj 
placed  directly  on  show  windows  of  the  store  fronts;  an< 
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t  there  shall  be  no  entrance  on  the  Ocean  avenue  front 
er  than  those  required  for  the  dwelling  use  above;  that 
exterior  of  the  street  walls  on  Kings  highway  and 
can  avenue  front,  other  than  the  show  windows  of  the 
res  on  the  Kings  highway  front,  shall  be  finished  in  face 
ck  with  architectural  terra  cotta  or  natural  stone  trim- 
nes  that  any  windows  on  the  Ocean  avenue  front,  except 
,se  ’opening  directly  to  living  apartments,  shall  have  sills 
t  less  than  6  ft.  above  grade ;  that  a  return  drawing  shall 
made  to  this  board  of  the  proposed  elevations  for  ap- 
wal  before  submission  to  the  superintendent  of  buildings; 
d  further  granted  on  condition  that  the  requirements  of 
»  building  zone  resolution  shall  be  complied  with  in  all 
;er  respects  as  to  rear  yard  and  area  requirements ;  and 
Resolved,  further .  all  permits  necessary  for  the  prosecu- 
,n  of  the  work  shall  be  obtained  within  nine  (9)  months 
i  the  building  completed  within  eighteen  (18)  months  from 
e  date  of  this  action. 


4-24-‘BZ. 

PPLICANT — Jacob  Lubroth,  for  Louis  Hernstat, 
owner. 

LJBTECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
extending  into  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  poultry  slaughter 
house. 

REMISES  AFFECTED— 2269-71  59th  street,  Brook¬ 
lyn. 

.PPEARAN  CES —  XT  xt  t  t  „ 

For  Applicant:  Norman  N.  Nacman,  Jacob  Lu¬ 
broth.  ,  ,  ,  i 

For  Opposition:  J.  M.  Butterly,  Rudolph  Jastre. 
lCTION  OF  BOARD— Application  denied. 

'HE  VOTE  TO  GRANT— 

Affirmative  . •••••;; . . . ’ 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy  Dowd,  Gunnison  and  Connell . > 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(994-24-BZ) 

Whereas,  Jacob  Lubroth,  for  Louis  Hernstat,  owner,  blec , 
Vugust  1,  1924,  an  application,  under  the  building  zone  reso- 
ution,  to  permit  the  extension,  from  an  unrestricted  dis- 
rict  into  a  business  district,  of  a  proposed  building  to  be 
ised  as  a  chicken  slaughter  house;  premises  2269-71  59th 

treet,  Brooklyn;  and  ,.  .. 

Whereas,  a  public  hearing  was  held  on  this  application 
>y  the  'board  of  appeals,  at  its  special  meeting  February  17, 
1925,  after  due  notice  by  publication  in  the  Bulletin  ot  the 
loard  of  Standards  and  Appeals;  and  .... 

Whereas,  the  use  district  maps  accompanying  the  burni¬ 
ng  zone  resolution  show  that  59th  street  is  an  unrestricted 
district  to  within  100  ft.  of  Dahill  road,  Dahill  road  north  of 
Avenue  M  is  a  business  district  and  23rd  avenue  is  a  resi¬ 
dence  district;  and  .  .... 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  14,  1924,  in  acting  on  App.  No.  11170-24, 

PCclds !  •  •  • 

“Denied — Proposition  contrary  to  the  Zone  Resolution, 

Art.  II,  Sect.  4,  a  chicken  slaughter  house  extending 

into  a  business  district.” ; 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  irontage  o  -•> 
and  a  depth  of  100  ft. ;  to  be  occupied  as  a  chicken  slaugh¬ 
ter  house;  and  .  .  ,  ,  • 

Whereas,  the  board  deemed  that  an  invasion  of  the  busi¬ 
ness  district  by  a  use  of  this  character  should  not  >e  per 

’ Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 

it  hereby  is  denied. 


676-241-BZ. 

APPLICANT— John  C.  Wandell  Co.,  for  Dahl  Bros., 
owners. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  “E”  area 
district  the  erection  and  maintenance  of  build¬ 
ings  nearer  than  ten  (10)  feet  from  the  line,  of 
the  street,  contrary  to  section  15  of  building 
zone  resolution. 

PREMISES  AFFECTED— 7511-15-17-19  and  23  Col¬ 
onial  road,  Brooklyn. 

APPEARANCES— 

For  Applicant:  John  C.  Wandell,  Mr.  Dahl. 

For  Opposition:  John  G.  Michel,  Georgina  A. 
Seaman,  Jane  Plant. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell -  5 

Negative  . .  0 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 


THE  RESOLUTION: 

(676-24-BZ) 

Whereas,  John  Wandell,  for  Dahl  Bros.,  owner,  filed, 
May  15,  1924,  an  application,  under  the  building  zone  reso¬ 
lution,  to  permit  in  a  residence  use,  “E”  area  district,  the 
erection  and  maintenance  of  buildings  less  than  10  ft.  from 
the  building  line,  contrary  to  section  15  of  building  zone 
resolution;  premises  7511-15-17-19  and  7523  Colonial  road, 
Borough  of  Brooklyn;  and  . 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  February  17, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  Colonial  road  and  < 6th  street 
are  residence  use  and  "E”  and  C  area  districts ,  and. 

Whereas,  the  decisions  of  the  superintendent  of  build¬ 
ings  read :  c 

“Application  No.  9023-24,  rendered  Apr.  30.  1924,  af¬ 
fecting  premises  7505-19  Colonial  Road,  reads : 

“Construction.  Location.  Residential  E  District 
Building  must  be  set  back  10  ft.  from  building  line. 
Application  denied.” 

“Application  No.  3887-24,  rendered  Apr.  29,  1924,  af¬ 
fecting  premises  7523  Colonial  Road,  reads: 

“l.  Building  to  be  set  back  10  ft.  from  building  line 
on  76th  Street  side— Bd.  of  Estimate  ruling.” ; 

Whereas,  the  premises  in  question  consist  of  five  frame 
buildings,  each  two  stories  in  height,  the  corner  house  be¬ 
ing  18  ft.  by  42  ft.  in  area  and  the  four  others  being  16 
ft  by  34  ft.  in  area ;  it  is  proposed  to  construct  these  houses 
8  ft.  from  the  building  line  on  the  Colonial  road  front  and 
the  corner  house  to  be  built  8  ft.  from  the  Colonial  road 
line  and  6  ft.  6  in.  from  the  76th  street  building  line;  and 
Whereas,  it  appears  that  the  area  district  line  between  the 
C  and  E  districts  divides  the  block,  and  that  there  would 
be  hardship  in  compelling  applicant  to  set  back  a  portion 
of  his  development,  he  having  obtained  permission  to  erect 
foundations  before  the  fact  that  a  portion  of  the  premises 
was  in  an  E  area  district  was  discovered. 

Resolved  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  no  covered  or  en¬ 
closed  portion  of  the  structure  shall  be  erected  on  Colonial 
road  front  within  8  ft.  of  the  building  line,  and  that  the  re¬ 
turn  on  the  76th  street  front  shall  be  set  back  not  less  than 
6  ft  6  in.  from  the  building  line;  granted  on  further  con¬ 
dition  that  the  requirements  of  the  building  zone  resolution 
shall  be  complied  within  all  other  respects;  and 
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Resolved,  further,  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  three  (3)  months 
and  the  buildings  completed  within  eight  (8)  months  from 
the  date  of  this  action. 


992-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Vincent  Scuderi, 
'owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Southeast  corner  of  Trimble 
place  and  Roosevelt  avenue,  Ridgewood,  Bor¬ 
ough  of  Queens. 

APPEARANCES— . 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition :  W.  M.  Smith,  R.  Leslie  Smith. 


ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell .  5 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(992-24-BZ) 


Whereas,  Edward  P.  Doyle,  for  Vincent  Scuderi,  owner, 
filed,  August  1,  1924,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than  five 
motor  vehicles ;  premises  southeast  corner  Trimble  place  and 
Roosevelt  avenue,  Borough  of  Queens ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  'board  of  appeals,  at  its  special  meeting,  February  17, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Roosevelt  avenue  and  Trimble 
place  are  business  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  30,  1924,  in  acting  on  N.  B.  App.  No.  12735- 
24,  reads : 

“1.  The  erection  of  a  garage  for  more  than  five  cars 
in  a  business  district  is  prohibited  by  Art.  2,  Sec.  4 
of  the  Zone  Law.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  120 
ft.  on  Roosevelt  avenue,  20  ft.  on  Trimble  avenue;  to  be 
occupied  as  a  garage  for  more  than  five  motor  vehicles; 
and 

Whereas,  the  applicant,  having  failed  to  establish  the 
basis  of  appeal,  and  no  facts  adduced  to  justify  the  varia¬ 
tion  for  prohibitive  use. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  an  dit  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1346-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Louis  Blumberg, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — East  side  Coney  Island  ave¬ 
nue,  150.52  ft.  south  of  Avenue  T,  Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle,  Irving  E 
Meller.  ' 

For  Opposition:  T.  J.  Cox,  Anna  Steffans,  Peter 
H.  Henckel,  Max  Cohen,  Florence  Neuhaus, 
William  H.  Pitcer. 

ACTION  OF  BOARD' — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell _  5 

THE  ReIoLUTIOn!3"11  "d  ^  “  Ke”'°"  2 
(1346-24-BZ) 

£i^HT^REAS'’i^war^  ^>'  Doyle,  for  Louis  Blumberg,  owner 
filed,  November  11,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  east  side  of  Coney  Island 
avenue,  150.52  ft.  south  of  Avenue  T,  Borough  of  Brook¬ 
lyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
h\  the  board  of  appeals,  at  its  special  meeting,  February  17, 
1925  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Coney  Island  avenue  and  Ave¬ 
nue  U  are  business  districts  and  Avenue  T  is  a  residence 
district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  October  1°,  1924,  in  acting  on  N.  B.  Application 
No.  19948-24,  reads: 

1.  Proposition  being  contrary  to  Zone  Resolution  is 
hereby  denied.  (Public  garage  for  more  than  five  ve- 
4Sbd  EUSln»ss  district.  Zone  Resolution,  Art.  II,  Par. 

and  4’  U  d'  15-)  ’ 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction  one  story  in  height,  with  a  frontage  of  140 
ft.  6  in.  and  a  depth  of  100  ft.  43/8  in. ;  to  be  occupied  as 
a  garage  for  -more  than  five  motor  vehicles ;  and 
.  Whereas,  there  were  no  facts  adduced  to  warrant  the 

mvasioi;  of  a  street  otherwise  uninvaded  with  prohibitive 
uses. 

.  Res°lved,  that  the  decision  of  the  superintendent  of  build- 
rngs  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


Adjourned  5.35  p.  m. 


William  J.  O  Gorman,  Secretary 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 

337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 


357-22-S  Quinn  Acme  Crude  Oil  Burner,  approval  of. 

392-22-S— The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 

447-22-S— Howard  Water  Pressure  Reducing  Devices  ap¬ 
proval  of. 

610-22-S  Crocker  Gas  Valve,  approval  of. 

799-22- S  Kennell  Gas  Cut-Off  Valve,  approval  of. 
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57-22-S — Burnwell  Mechanical  Burner,  approval  of. 
04-22-S— Dean  Fuel  Oil  Pump,  approval  of. 

05-22-S — Combustion  Fuel  Oil  Burner,  approval  of. 

73- 22-S — Anti-Syphon  Valve,  approval  of. 

30-22-S— Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

49-22-S — Coen  Oil  Burner,  approval  of. 

74- 22-S— Rodriguez  Oil  Burner,  approval  of. 

91-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

195-22-S — Caloroil  Burner,  approval  of. 

,28-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 

57-23-S  A— Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

02-23-SA— Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-S A — T odd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA— Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA— Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 

232-23-SA — Manual  and  Thermal  Gas  Cut-Off  \  alve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 
Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 

297-23-S A — “Automatic”  Deluge  Valve,  approval  of. 
345-23-SA— Cornell  Falat  Oil  Burner,  approval  of. 

392- 23-SA— “Billow”  Class  G.  R.  Oil  Burner,  approval  of. 

393- 23-SA— “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

397-23-SA— Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 
525-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 

of. 

544-23-SA— Domestic  Fuel  Oil  Burner,  approval  of. 
628-23-SA — Powerlight  Oil  Heat  Burner,  approval  of. 
820-23-SA— Morse  Fuel  Oil  Burning  System,  approval  of 
888-23-SA— Lewis  Oil  Burner,  approval  of. 

898-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-SA— Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

1050-23-SA — Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of 
1169-23-SA— Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA— Ziegler  Oil  Burner,  approval  of. 

1180-23-S A— Viking  Pump,  approval  of. 

1231-23-SA — Gill  Oil  Burner,  approval  of. 

1246-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 
i.  1339-23-SA— National  Light  Service  Oil  Pump,  approval  of. 
1346-23-SA — Heatiator  Oil  Burner,  approval  of. 
1358-23-SA— Worthington  Oil  Burner,  approval  of. 
1361-23-SA — Todd  Residence  Fuel  Oil  Burner,  approval  of. 
1364-23-SA — Staples  &  Pfeiffer  Oil  Burner,  approval  of. 


1415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1429-23-SA — Kerrihard  Oil  Burner,  approval  of. 
1444-23-SA — Tate- Jones  No.  6  Oil  Burner,  approval  of. 
1484-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 
1493-23-SA— Newport  Rotary  Oil  Burner,  approval  of. 
1538-23-SA— Lillibridge  Oil  Vapor  Burner,  approval  of. 
1550-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 
68-24-SA — May  Burner,  approval  of. 

254-24-SA— Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365-24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-SA— Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA — Faultless  Oil  Burner,  approval  of. 
501-24-SA— -Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA— Kinney  Rotating  Plunger  Pump,  approval  of. 
536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA— Marvel  Oil  Burner,  approval  of. 

702-24-SA— Simplex  Mechanical  Oil  Burner,  approval  of. 
735-24-SA — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24- S A — Heymsfield  Low  Pressure  Burner,  approval  of. 
860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA— Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA— Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1078-24-SA — Nokol  Automatic  Burner,  approval  of. 
1108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 
1134-24-S A— Peerless  Automatic  Oil  Burner,  approval  of 
1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 
1146-24-SA— Salvo  Fire  Extinguisher,  approval  of. 
11G2-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1 19 1- 24- S A — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA— Kemp  Oil  Burner,  approval  of. 

1  i97-24-S A — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate- Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA-A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA— Chalmers  Oil  Burner,  approval  of. 
1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 
1337-24-SA— Sure  Heat  Gravity  Oil  Burner,  approval  of. 
1359-24-SA— Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 
1361-24-SA — Caloroil  Burner  Type.  A-A,  approval  of. 
1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,'  of  this  board,  court  or  department  actions, 
and  mil  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  mid 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant .  applicant  or  petitioner  of  record. 


PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  February  19,  1925.. 
Restored  to  calendar . 

Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend . 

Requests  for  modification . 

Requests  to  rescind . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit  . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans  . 

Administrative  requests  . 

Requests  for  interpretation . 

Total . 

Disposed  of  . 


DISPOSITION  OF  CASES. 

598  Withdrawn  .  23 

Dismissed  .  9 

Denied  .  28 

203  Granted  .  1 

Granted  on  condition  .  119 

Appliances  approved  .  1 

15  Appliances  dismissed,  disapproved  or  withdrawn .  0 

Rules  approved  .  0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

34  Requests  to  reopen  granted .  33 

Requests  to  reopen  denied  .  q 

0  Requests  to  amend  granted .  0 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted .  11 

Request  for  modification  denied  .  0 

0  Requests  to  rescind  granted .  0 

Requests  to  rescind  denied  .  g 

7  Requests  for  extension  of  time  granted .  7 

Requests  for  extension  of  time  denied  .  0 

1  Requests  for  extension  of  permit  granted .  1 

Requests  for  extension  of  permit  denied .  0 

0  Requests  to  install  granted  .  0 

Requests  to  install  denied  .  0 

4  Plans  approved  .  4 

Plans  disapproved  .  g 

0  Administrative  requests  granted  . ’  ’  0 

Administrative  requests  denied  or  withdrawn  .  0 

0  Interpretations  .  q 

Requests  withdrawn  or  dismissed .  j 


873  Total 
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Cases  pending  February  19,  1925 .  635 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 
Room  914,  Municipal  Building, 

New  York  City. 


Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . . 

P.  O . 

My  subscription  to  begin  with  the  issue  for .  1925. 
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This  issue  of  the  Bulletin  contains,  in  the  order 

given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  February  24, 
1925. 

Minutes  of  Meeting,  Board  of  Standards  and  Ap¬ 
peals,  February  24,  1925. 

Correction. 

Rules. 

Reserve  Calendar. 

Progress  Report. 


NOTICE  IS  HEREBY  GIVEN  THAT  ON 
AND  AFTER  MARCH  9,  1925,  THE  BOARD 
OF  STANDARDS  AND  APPEALS  WILL  BE 
LOCATED  ON  THE  TENTH  FLOOR  OF  THE 
MUNICIPAL  BUILDING,  ROOMS  1001  TO  1015 
—NORTH  END  OF  BUILDING. 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar.. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  on  Tuesday,  March  3, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesdav,  March  10,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 

on  fixed  days. 
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DOCKET. 

Nciv  Cases  Filed  Week  Ending  February  26,  1925. 

Cal.  No.  Department.  Premises  Affected. 

233-25-S . F.D . 20  Beekman  st,  Man. 

- * -  LD-69435. 

232-25-A . F.D . 20  Beekman  st.,  Man. 

- * -  LF-69437. 

231-25-BZ . B.B.B.  ...49-59  Ave.  U,  Brooklyn. 

Applic.  17010-1923  &  Viol. 

- - -  836-1925. 

230-25-A . F.D . 1377  Washington  ave.,  Bx. 

- * -  LC-24982. 

229-25-A . F.D . Ft.  of  Bway,  at  Hallelts  Cove, 

State  Barge  Canal  Pier,  As- 

- < - -  storia,  Q.  LC-92494. 

228-25-SA . F.D . Silent  Glow  Oil  Burner. 

- 1 — ■ — ■  Appliance. 

227-25-A . F.D . 105  Onslow  pi.,  Kew  Gardens, 

- - -  Q.  Alt.  130-1923. 

226-25-A . F.D . 29  W.  17th  st.,  Man. 

—  -  LC-27879. 

225-25-BZ . B.B.Q.  ...S.  W.  cor.  Metropolitan  ave.  & 

125th  st.,  Middle  Village,  Q. 

-  N.  B.  419-1925. 

224-25-S . F.D . 38  Great  Jones  st.,  Man. 

-  LD-71651. 

223-25-A . F.D . 2406-14  Myrtle  ave.,  Ridgewood, 

-  Q-  Order  No.  61-A. 

222-25-A . B.B.M.  ..153-155  W.  72nd  st.,  Man. 

■  Certificate  of  Occupancy. 

221-25-BZ . B.B.B.  ...166-170  S.  1st  st.,  Bklyn. 

~ * -  N.  B.  1291-1925. 

220-25-BZ . B.B.B.  ..,1219-1221  Ave.  T,  Bklyn. 

Applic.  24360. 

219-25- A . F.D . 8739-8765  126th  st.,  Richmond 

-  Hill,  Q.  F-52000. 

218-25-BZ . B.B.M.  ..517  W.  161st  st,  Man.  . 

N.  B.  89-1925 

217-25-A . F.D . 317  E.  170th  st,  Bx. 

-  LC-26255. 

216-35-A . F.D . 313  E.  170th  st,  Bx. 

-  LC-24532 

215-25-A . F.D .  309  E.  170th  st,  Bx. 

- - -  LC- 26636. 

214-25-A . F.D . 307  E.  170th  st,  Bx. 

-  LC-24519. 

213-25-A . F.D .  305  E.  170th  st,  Bx. 

-  LC- 24681. 

212-25-A . F.D . 109  Greene  st,  Man. 

-  LC-26075. 

211-25-S . F.D . 20  Starr  st,  Bklyn. 

-  LD-71552. 

210-25-A . F.D . 24-28  Downing  st,  Man. 

-  LC-26774. 

209-25-S . F.D . 427  4th  ave,  Man. 

-  LD-71178. 

208-25- A . F.D . 37  W.  3rd  st,  Man. 

—  -  LC-28141. 

207-25-BZ . B.B.B.  ...1638-1642  8th  ave,  Bklyn. 

-  Applic.  21828-1924. 


206-25-BZ . B.B.B.  ...94-96  Ave.  U,  Bklyn. 

—  -  Applic.  253-1925. 

205-25-BZ . B.B.B.  ...737-743  Penna.  ave,  Bklyn. 

—  -  Applic.  23962-1924. 

204-2'5-S . F.D .  473-485  Kent  ave,  Bklyn. 

-  LF-64937. 


CODE. 


F.D . Fire  Department 

H.D . ..Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R  . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  March  3,  1925,  at  2  p.  rn. 

Building  Zone  Cases. 

892-24-BZ. 

APPLICANT — John  E.  Murphy,  owner. 

PREMISES — 1356  St.  Mark’s  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1394-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  New  York  Consoli¬ 
dated  R.  R.  Co.  and  New  York  Rapid  Transit  Corp, 
owner. 

PREMISES — 464  Flat'bush  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  gasoline  selling  station. 

21-25-BZ. 

APPLICANT— Murray  Klein,  for  Watkins  Garage  Realty 
Co,  Inc,  owner. 

PREMISES — 50-54  West  144th  street  and  69  West  143rd 
street,  Manhattan. 

TO  PERMIT  the  extension,  from  an  unrestricted  district 
into  a  business  district,  of  a  proposed  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

23-25-BZ. 

APPLICANT — F.  W.  Rinn,  for  Hobson  Realty  Company, 
owner. 

PREMISES— 2161  Jerome  avenue,  The  Bronx. 

^  O  I  ERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

27-25-BZ. 

APPLICANT  William  F.  Doyle,  for  Efficient  Building 
Corp,  owner. 

PREMISES— East  side  Jerome  avenue,  200  ft.  north  of 
Clifford  place,  The  Bronx. 

IO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

57-25-BZ. 

APPLICANT— John  De  Hart,  for  Breslauer  Construction 
Co,  Inc,  owner. 

PREMISES — 1933-1935  Cedar  avenue,  The  Bronx. 

TO  PERMI1  the  extension  from  an  unrestricted  district  into 
a  business  district  of  a  proposed  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
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1-25-BZ. 

APPLICANT— New  York  Telephone  Company,  owner. 
PREMISES — 10  Marc  place,  Astoria.  Borough  of  Queens. 
TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  a  telephone  exchange 

building. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  March  3,  1925,  at  10 
o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 


165-23-BZ.  ,  ,  „ 

\PPLICANT— William  F.  Doyle,  for  Amanda  B.  Manee, 

owner.  ,  , 

PREMISES — East  side  of  River  avenue,  100  ft.  south  ot 
East  167th  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1400-23-BZ.  _  ,  .  n  o 

APPLICANT— William  F.  Doyle,  tor  Turin  Garage  & 
Supply  Co.,  Inc.,  owner. 

PREMISES— 55  West  93rd  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  alteration  and  ex¬ 
tension  of  an  existing  garage  for  the  storage  ot 
more  than  five  (5)  motor  vehicles. 


972-24-BZ. 

APPLICANT— Deiches,  Goldwater  &  Flynn,  for  Edward  R. 
and  Edward  L.  Finch,  trustees  for  A.  R.  Finch, 

owner. 

PREMISES— 1273  Cromwell  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  more  than  five  (5)  motor 

vehicles. 


1021-24-BZ. 

APPLICANT— William  F.  Doyle,  for  Polk  Construction 
Co.,  Inc.,  owner. 

PREMISES— 88  Jackson  avenue,  Jackson  Heights,  Borough 

of  Queens. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in  a 
business  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 

vehicles. 

200-25-BZ. 

APPLICANT— William  H.  Gompert,  for  Board  of  Educa¬ 
tion,  City  of  New  York,  owner. 

PREMISES— 131-01  to  134-19  Cronston  avenue,  Belle  Har¬ 
bor,  Borough  of  Queens. 

TO  PERMIT  in  an  “F”  area  district,  also  in  a  residence 
district  the  erection  and  maintenance  of  a  public 
school  nearer  than  fifteen  (15)  feet  from  the  street 
line,  contrary  to  section  16,  subdivision  A  of  the 

zone  resolution. 


BOARD  OF  APPEALS. 

Tuesday,  March  3,  1925,  at  10  a.  in. 

Appeal  from  Administrative  Order. 

1209-21-A — 2  Rector  street,  Manhattan. 

1315-24- A — 1043  Fifth  avenue,  Manhattan. 

1175- 24-A — 628-642  West  45th  street,  Manhattan. 

1446-24-A — 63  Fulton  street,  Manhattan. 

451-24-A — 9005  218th  place,  Queens  Village,  L.  I.,  Queens. 

1176- 24-A — 92-94  Liberty  street  and  97-103  Cedar  street, 

Manhattan. 

1465-24-A — 128-38  Mott  street,  Manhattan. 

1469-24-A — £151-65  Prospect  avenue,  The  Bronx. 
1473-24-A — 302-6  West  53rd  street,  Manhattan. 

‘  1513-24-A — 523-45  Fulton  street,  Brooklyn. 

1468-24 -A — 37 Broome  street.  Manhattan. 


CAt.  no.  675-19-BZ — Application,  June  24,  1924,  under  the 
building  zone  resolution,  of  Szerlip  and 
Szerlip,  applicants,  on  behalf  of  Otto 
Heepe,  owner,  previously  denied,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage,  space  in  which  is 
rented  to  persons  not  residing  on  the 
premises;  premises  325-327  16th  street, 
Brooklyn. 

cal.  no.  1242-23-BZ — Application,  October  3,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Sam- 
uei  Harding,  owner,  previously  denied, 
to  permit-  in  a  business  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  242-270  East 
98th  street,  Brooklyn. 

cal.  no.  1434-24-BZ — Application,  December  4,  1924.  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Otto 
J.  Schwartzler,  owner,  to  permit  in  a 
business  district  the  alteration  and 
extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  1728-1750  Morris  avenue,  The 
Bronx. 

cal  no.  1482-24-BZ — Application,  December  17.  19-24.  under 
the  building  zone  resolution,  of  Louis 
A.  'Sheinart,  architect,  on  behalf  of 
Adelheen  Realty  Corp..  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  204-208  East  97th  street,  Man¬ 
hattan. 

cat.,  no.  1054-24-BZ — Application,  February  3,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Joseph 
A.  Lewis,  owner,  previously  withdrawn, 
to  permit  in  a  residence  district  extend¬ 
ing  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (.5) 
motor  vehicles;  premises  2207-17  59th 
street.  Brooklyn. 

cal.  no.  1506-24-BZ — Application,  December  22,  1924.  under 
the  building  zone  resolution,  of  Edward 
P.  Dovle.  applicant,  on  behalf  of  Vin¬ 
cent  C.  Pepe,  owner,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  59-61  Carmine  street,  Man¬ 
hattan. 

cal.  no.  1381-24-BZ— Application,  November  21.  1924,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  Tilden  Koch,  applicant,  on  behalf 
of  Samuel  Kessler  and  Jacob  Kavovit, 
owners,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles:  premises  1817 
Belmont  avenue,  The  Bronx. 
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cal.  no.  1393-24-BZ — Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 

cal.  no.  1294-24-BZ — Application,  November  .1,  1924,  under 
the  building  zone  resolution,  of  Carl  J. 
Itzel,  architect,  on  behalf  of  Fordhof 
Realty  Co.,  Inc.,  owner,  to  permit  in 
a  residence  district  the  alteration  and 
conversion  of  occupancy  from  residence 
use  to  store  purposes  on  1st  story; 
premises  2385-2389  Grand  Concourse, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  March  3,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

1436-24-A — 2501-5  Grand  Concourse,  The  Bronx. 

1374-24-A — 305-309  Broadway,  Manhattan. 

669-24-A — 37-39  East  28th  street,  Manhattan. 

1373-24-A — 291-293  Bowery,  Manhattan. 

1401-24-A — 6701  Ridge  boulevard,  Brooklyn. 

16-24-A — 1342  Park  avenue,  Manhattan. 

1490-23-A — 406  Second  avenue,  Manhattan. 

1499-23-A — 522  West  159th  street,  Manhattan. 

1357-24-A — 14  West  40th  street,  Manhattan. 

1002-24-A — 401-417  Seventh  avenue,  Manhattan. 

744- 24-A — 100  Groton  street,  Forest  Hills,  Queens. 

745- 24-A — 9419  101st  avenue,  Woodhaven,  Queens. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24-A — 43-45  Wooster  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  March  3,  1925,  at 
2  o’clock,  in  Room  919,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  NO.  850-24-BZ — Application,  June  25,  1924,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of 
Harry  Gillman,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Broadway,  502 
ft.  north  of  240th  street,  The  Bronx. 
Bronx. 

cal.  no.  849-24-BZ— Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Se¬ 
cured  Properties  Corp.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  348- 
358  East  184th  street,  The  Bronx. 


cal.  no.  1092-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  ir 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  331  East  184th  street,  north¬ 
east  corner  of  Tiebout  avenue,  The 
Bronx. 

cal.  no.  1180-24-BZ — Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Two  Hundred  and  Fifty-seven 
Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  \x/2  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution; 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street, 
Manhattan. 

cal.  no.  1215-24-BZ — Application,  October  10,  1924,  under 
the  building  zone  resolution,  of  Hollis 
Operating  Co.,  Inc.,  applicant  and 
owner,  to  permit  in  a  residence  dis¬ 
trict  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  building  to  be  used  for  stores,  of¬ 
fices  and  theatre  purposes ;  premises 
south  side  of  Jamaica  avenue,  60  ft. 
east  of  191st  street,  Hollis,  Borough 
of  Queens. 

cal.  no.  31-24-BZ — Application,  January  9,  1924,  under  the 
building  zone  resolution,  of  F.  W. 
Rinn,  architect,  on  behalf  of  Samuel 
Brenner,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a 
garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises;  premises  2251  Grand 
avenue,  northwest  corner  of  Buchanan 
place,  The  Bronx. 

cal.  no.  861-24-BZ — Application,  June  27,  1924,  under  the 
building  zone  resolution,  of  Hackenburg 
and  Schwartz,  applicants,  on  behalf  of 
Bernard  Corrigan,  owner,  to  permit  in 
a  residence  district  the  construction 
and  maintenance  of  a  gasoline  filling 
station ;  premises  southwest  corner  of 
Thwaites  place  and  Boston  road,  The 
Bronx. 

cal.  no.  1232-24-BZ — Application,  October  16,  1924,  under 
the  building  zone  resolution,  of  Boris 
W.  Dorfman,  architect,  on  behalf  of 
Louis  Bergstein,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  Linden  street, 
95  ft.  north  of  Central  avenue,  Brook¬ 
lyn. 

cal.  no.  1271-24-BZ — Application,  October  27,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Wei- 
man-McGinnis  Corp.,  owner,  to  peimit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor- 
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age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  2966-72  Jerome  ave¬ 
nue,  The  Bronx. 

922-24- BZ — Application,  July  11,  1924,  under  the 
building  zone  resolution,  of  McKim, 
Mead  and  White,  applicants,  on  behalf 
of  Savoy  Hotel  Corp.,  owner,  to  per¬ 
mit  in  a  business  two-times  height  di»- 
trict  the  erection  of  the  street  walls 
to  a  height  exceeding  the  limit  pre¬ 
scribed  by  the  zone  resolution;  prem¬ 
ises  761-767  Fifth  avenue,  2-14  East 
59th  street  and  1-11  East  58th  street, 
Manhattan. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  March  10,  1925,  at  2  p.  m. 
Building  Zone  Cases. 


PREMISES — 449  West  46th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  maintenance  of  the 
use  as  iron  works  on  the  1st  story  and  in  the  cel¬ 
lar  of  an  existing  residence  building. 

44- 25-BZ. 

APPLICANT— New  York  Telephone  Co.,  owner. 

PREMISES— 4101-4111  Fourteenth  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  alteration  and  extension  in  height 
and  area  of  a  telephone  exchange  building. 

45- 25-BZ. 

APPLICANT— Victor  C.  Farrar,  for  40th  Street  and  Park 
Avenue,  Inc.,  owner. 

PREMISES— 90-98  Park  avenue  and  38-40  East  40th  street, 
Manhattan. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  office  pur¬ 
poses. 


1066-24-BZ.  .  . 

APPLICANT— Croker  National  Fire  Prevention  Engineer¬ 
ing  Co.,  for  George  F.  and  Howard  J.  Riley,  owners. 
PREMISES _ 3507  Newkirk  avenue  and  595  East  35th  street, 

I  Brooklyn.  .  .  . 

TO  PERMIT  in  a  residence  district  the  maintenance  ot 
a  garage  for  the  storage  of  five  (5)  pleasure  motor 
vehicles,  four  (4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises. 


1415-24-BZ. 

APPLICANT— John  E.  Kerby,  for  Harry  Abramowitz, 
owner. 

PREMISES— 608  Westchester  avenue,  Ihe  bronx 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

B I 

APPLICANT— Emil  Guterman,  for  Paola  Gerardi,  owner. 

PREMISES— 105-107  Jackson  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


56-25-BZ. 

APPLICANT— John  J.  Dunnigan,  for  Jacob  O.  Pederson, 
owner. 

PREMISES— 1895  Inwood  avenue,  The  Bronx. 

TO  PERMIT  the  extension,  from  an  unrestricted  district 
into  a  residence  district,  of  a  proposed  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles; 
and  also  its  location  within  200  ft.  of  a  hospital. 

59-25-BZ. 

APPLICANT— Lawrence  J.  Frank,  for  Solomon  Goldstein, 
owner. 

PREMISES— Northwest  corner  of  Sutter  avenue  and  Pit¬ 
kin  avenue,  Woodhaven,  Queens. 

TO  PERMIT  in  a  business  district  the  erection  of  additional 
buildings  and  the  extension  of  the  use  of  an  existing 
stone  or  monumental  works. 


74-25-BZ. 

APPLICANT— Anthony  D.  Rasso,  for  Domenick  Rasso, 
owner. 

PREMISES— 549  17th  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  business  building. 


1530-24-BZ.  ,  _  .  XT  .  . 

APPLICANT — Edward  P.  Doyle,  for  Boris  Nalven  and 

Max  Natevky,  owners. 

PREMISES — 225-235  Pennsylvania  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


1439-24-BZ. 

APPLICANT— Joseph  M.  Smith,  for  Otto  &  Stanley,  Inc., 
lessee. 

PREMISES— 389-91  Fourth  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
motor  vehicle  repair  shop. 


39-25-BZ. 

APPLICANT— William  H.  Kehoe,  for  Louis  Brooks,  Inc., 
owner. 

PREMISES— 148-152  India  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1485-24-BZ.  ,  t~\  *  . 

APPLICANT— John  J.  Dunnigan,  for  Joseph  Diamond 

Construction  Co.,  owner. 

PREMISES— 1997  Bryant  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used  for  business 
purposes  on  the  1st  story. 

APPLICANT — Charles  Mohr,  for  Mohr-Streiber  Holding 
Co.,  Inc.,  owner. 


BOARD  OF  APPEALS. 

Tuesday,  March  10,  1925,  at  10  a.  tn. 

Appeals  from  Administrative  Orders. 

630-24- A — 2210  Newkirk  avenue,  Brooklyn. 

969-24-A— 126  Franklin  street,  and  220-224  West  Broadway, 
Manhattan. 

1242-24- A — 110  East  17th  street,  Manhattan. 

1402-24-A — 1775  Broadway,  Manhattan. 

1423-24-A— 9316  219th  street,  Queens  Village,  Queens. 

1459-24-A — South  side  of  Seventeenth  avenue,  100  ft.  east  of 
Graham  avenue,  Astoria,  Queens. 

1510- 24-A — 1038  Ocean  avenue,  Brooklyn. 

1511- 24-A — 771  East  133rd  street,  The  Bronx. 
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Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  March  10,  1925,  at  10 
o'clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  1404-24-BZ — Application,  November  26,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Helen 
Weinstock,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  commercial  motor  vehicles, 
owned  and  used  by  the  person  residing 
on  the  premises ;  premises  3-5  Cottage 
place,  The  Bronx. 

cal.  no.  1428-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Zivie 
Bender,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1223- 
1229  Intervale  avenue,  The  Bronx. 

CAL.  no.  5-25-BZ — Application,  January  2,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Irville 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  northwest  corner  of  Cortel- 
you  road  and  Gravesend  avenue,  Brook¬ 
lyn. 

cal.  no.  76-25-BZ — Application,  January  19,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  The 
Barre  Realties,  Inc.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
'  of  more  than  five  (5)  motor  vehicles; 
premises  968-972  Fulton  street,  Brook¬ 
lyn. 

cal.  no.  8S-25-BZ — Application,  January  22,  1925,  under  the 
building  zone  resolution,  of  Frank 
Krall,  applicant  and  owner,  to  permit 
in  a  residence  “E”  area  district  the 
erection  and  maintenance  of  a  build¬ 
ing  less  than  ten  (10)  feet  from  the 
street  line;  premises  2108  Avenue  P, 
Brooklyn. 

cal.  no.  1089-23-BZ — Application,  January  13,  1925,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  applicant,  on  behalf  of  Frank  Mit¬ 
chell,  owner,  previously  dismissed  for 
lack  of  prosecution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga¬ 
rage  for  the  storage  of  two  (2)  pleas¬ 
ure  and  two  (2)  commercial  motor  ve¬ 
hicles,  owned  by  the  person  residing  on 
the  premises ;  premises  163  McDougal 
street,  Brooklyn. 

cal.  no.  1204-24-BZ — Application,  October  7,  1924,  under 
the  building  zone  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 


storage  of  more  than  five  (5)  motor 
vehicles;  premises  1716-1728  Fulton 
street,  Brooklyn. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valbalia  Corporation,  owner,  t  ->  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

cal.  no.  1529-24-BZ — Application,  December  29,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Weprir, 
Glass  Building  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  202-18  East  55th  street  and 
211-13  East  54th  street.  Manhattan. 

cal.  no.  1518-23-BZ — Application,  February  3,  1925,  under 
the  building  zone  resolution,  of  William 
J.  McKeown,  applicant,  on  behalf  of 
Service  Realty  Co.,  Inc.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  southwest 
corner  of  Davidson  avenue  and  West 
181st  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  March  10,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1354-24-S — 19-21  East  55th  street,  Manhattan. 
1194-24-S — 40  West  56th  street,  Manhattan. 

1458-24-S — 603-609  Fifth  avenue,  Manhattan. 

1472-24-S — 302-6  West  53rd  street,  Manhattan. 
1201-24-S — 45-47  West  57th  street,  Manhattan. 
1356-24-S — 14  West  40th  street,  Manhattan. 

1313-24-S — 243  Canal  street,  Manhattan. 

1440-24-S — 3639  Holland  avenue,  The  Bronx. 
1139-17-S — 51  East  8th  street,  Manhattan. 

549-19-S — 238-244  Sixth  avenue,  Manhattan. 

1435-24-S — 213  West  33rd  street,  Manhattan. 

1487- 24-S — 333  Seventh  avenue,  Manhattan. 

1488- 244S — 333  Seventh  avenue,  Manhattan. 

1489- 24-S — 333  Seventh  avenue,  Manhattan. 

1490- 24-S — 333  Seventh  avenue,  Manhattan. 

1491- 24-S — 333  Seventh  avenue,  Manhattan. 

1492- 24-S — '333  Seventh  avenue,  Manhattan. 

1495-24-S — 45  Maiden  lane,  Manhattan. 

10-25-S — 3402-3406  Park  avenue,  The  Bronx. 

13-25-S — 174  Sixth  avenue,  Manhattan. 

28-25-S — 17  East  54th  street,  Manhattan. 

42- 25-S — 349-351  West  26th  street,  Manhattan. 

43- 25-S — 141-^7  West  45th  street,  Manhattan. 
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Appliances  Submitted  for  Approval. 

109-24-SA — ‘US  EM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 

-,12-24-SA— Jove  Break  Gl&ss  Pull  Lever  Box,  approval  of. 
19-25-SA— Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan  Brilliant  Burner,  approval  of. 
300-24-SA — Smolensky  Check  Valve,  approval  of. 


BOARD  OF  APPEALS. 

Tuesday,  March  17,  1925,  at  10  o.  m. 

Appeals  from  Administrative  Orders. 

2-25-A— 564  State  street,  Brooklyn. 

8-25-A— 107  East  31st  street,  Manhattan. 

12-2-5-A — 86-88  Cherry  street,  Manhattan. 

22-25-A _ 25-29  East  40th  street  and  279-293  Madison  ave¬ 

nue,  Manhattan. 

30- 25-A — 36  Beverly  road,  Kew  Gardens,  Queens. 

31- 25-A — 382  Mott  avenue,  The  Bronx. 

32- 25-A — 8  Grenfell  avenue,  Kew  Gardens,  Queens. 

33- 25-A— 8535  112th  street,  Richmond  Hill,  Queens. 

34- 25-A — 231  Beaumont  street,  Brooklyn. 

35- 25-A — 50  Bay  23rd  street,  Brooklyn. 

36- 25-A— Northwest  corner  of  Onslow  place  and  Austin 

street,  Kew  Gardens,  Queens. 

38-25-A — 825  Vernon  avenue,  Long  Island  City,  Queens. 

Under  the  Building  Zone  Resolution 
|i  NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 

of  a  public  hearing  under  the  provisions  of  the  building 

zone  resolution,  Tuesday  morning,  March  17,  1925,  at  10 

o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 

matters : 

CAL.  NO.  1391-24-BZ— .Application,  November  22,  1924,  under 
under  the  building  zone  resolution,  ot 
Samuel  Rosenblum,  architect,  on  behalf 
of  Mrs.  Christina  Schneider,  owner,  to 
permit  in  a  residence  district  the  altera¬ 
tion  and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  102-11  92nd 
avenue,  Richmond  Hill,  Borough  of 
Queens. 

CAL.  NO.  1504-24-BZ— Application,  December  22,  1924  under 
the  building  zone  resolution,  of  william 
F.  Doyle,  applicant,  on  behalf  of  Smith 
&  Scutt  Co.,  Inc.,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Bergen  avenue, 
317.47  ft.  north  of  Jamaica  avenue  (Ful- 
ton  street),  Jamaica,  Borough  of 
Queens. 

cal.  no.  1419-24-BZ — Application,  December  5,  1924,  under 
the  building  zone  resolution,  of  I.  Mar- 
gon  and  C.  Glaser,  architects,  on  behalf 
of  Leo  Silver,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi- 
\  ness  district  the  erection  and  main¬ 

tenance  of  a  building  to  be  used  for 
theatre  purposes;  premises  east  side  of 
Walton  avenue,  45  ft  -'"'th  of  Mt. 


Eden  avenue,  and  and  north  side  of 
Mt.  Eden  avenue,  75  ft.  east  of  Walton 
avenue,  The  Bronx.  _ _ 

cal.  no.  1 432-24-BZ — Application,  December  4,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Chas. 
E.  Manierre,  owner,  to  permit  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  421-429  West  209th  street  and 
420-428  West  210th  street,  Manhattan. 

cal.  no.  1479-24-BZ — Application,  December  16,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of  Charles 
Dougherty,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  42-44  Schenectady  avenue, 
Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS 

Tuesday,  March  24,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1367-24-A — 450-458  West  34th  street,  Manhattan. 

1507-24- A— 405-411  East  4th  street,  Manhattan. 

1196-24-A — 407-413  West  28th  street,  Manhattan. 

4-25-A — 52-54  William  street,  Manhattan. 

58-25-A— North  side  of  North  Jane  street,  from  Radde 
to  Prospect  streets,  L.  I.  City,  Queens. 

9-25-A — 450-460  West  15th  street,  461-469  West  14th 
street  and  58-76  10th  avenue,  Manhattan. 

54-25-A — 248-254  West  60th  street  and  549-555  West  59th 
street,  Manhattan. 

78- 25-A — '411-417  Rodney  street,  Brooklyn. 

79- 25-A— 6-16  West  16th  street  and  7-23  West  15th  street, 

Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
zone  resolution,  Tuesday  morning,  March  24,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  1379-24-BZ — Application,  November  20,  1924,  under 
the  building  zone  resolution,  of  Benja¬ 
min  R.  Leinhardt,  applicant,  on  behalf 
of  Estate  of  Elizabeth  Fischer,  owner, 
to  permit  in  a  business  district  (previ¬ 
ously  denied  by  the  board)  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  50-60  Pennsylvania 
avenue,  Brooklyn. 

cal.  no.  1494-24-BZ — Application,  December  20,  1924,  under 
the  building  zone  resolution,  of  Leo¬ 
pold  Phillipp,  applicant,  on  behalf  of  135 
West  100th  Street  Corp.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  133-135  West  100th 
street,  Manhattan. 

cal  no.  1528-24-BZ — Application,  December  29,  1924r  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
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Keap  Construction  Company,  owner,  to 
permit  in  a  business  district  tire  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  2847-2857  West 
21st  street,  Brooklyn. 

cal.  no.  16-25-BZ — Application,  January  6,  1924,  under  the 
building  zone  resolution,  of  John  De 
*  Hart,  applicant,  on  behalf  of  Wadbin 
Realty  Co.,  Inc.,  owner,  to  permit  the 
extension,  from  an  unrestricted  district 
into  a  business  district,  of  a  proposed 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1204- 
1212  Webster  avenue,  southeast  corner 
of  East  168th  street,  The  Bronx. 

cal.  no.  29-25-BZ — Application,  January  9,  1925,  under  the 
building  zone  resolution,  of  William 
Shary,  architect,  on  behalf  of  Fidelio 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage,  of 
more  than  five  (5)  motor  vehicles  and 
also  the  omission  of  a  rear  yard  as  re¬ 
quired  by  the  building  zone  resolution ; 
premises  511-515  East  80th  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  March  24,  1925,  at  2  p.  in. 

Petitions  for  Variations. 

385-24-S — 2268  Second  avenue,  Manhattan. 

982-24-S — 614-618  West  131st  street,  Manhattan. 

1484-24-S — 76  West  Houston  street,  Manhattan. 

1493-24-S — 30  East  9th  street,  Manhattan. 

1520-24-S — 125-127  West  42nd  street,  Manhattan. 

1454-24-S — 35-37  Ann  street  and  104-108  Nassau  street, 
Manhattan. 

46-25-S — 16  Horatio  street,  Manhattan. 

53-25-S — 209  West  34th  street,  Manhattan. 

55-25-lS — 623  Broadway,  Manhattan. 

70-25-S — 9  Van  Brunt  street,  Brooklyn. 

73-25- S — 533  Greenwich  street  and  99-101  V an  Dam  street, 
Manhattan. 

75-25-S— 128-136  West  31st  street  and  12-133  West  30th 
street,  Manhattan. 

Appliances  Submitted  for  Approval. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 
of. 

154-25-S A — Edwards  Solenoid  Type  Bell,  approval  of. 

Rules. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Friday,  March  27,  1925,  at  10  a.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Friday  morning,  March  27,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1369-24-BZ — Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 


Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution;  premises 
northwest  corner  182nd  street  and 
Folin  street,  The  Bronx. 

cal.  no.  1298-23-iBZ — Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  3200  Villa 
avenue,  The  Bronx. 

cal.  no.  1007-24-BZ — Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  R. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

cal.  no.  378-24-BZ — Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 

premises  1101-1109  Union  avenue,  The 
Bronx. 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 

premises  809  Union  avenue,  The 
Bronx. 

cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 

premises  495-499  East  171st  street,  The 
Bronx. 

cal.  no.  812-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten- 
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sion  of  a  business  building  which  was 
erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx. 

no.  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923; 
premises  712-748  Southern  boulevard, 
The  Bronx. 

NO.  1367-23-BZ — Application,  December  23,  1924.  under 
the  building  zone  resolution,  of  John  J. 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area ;  premises 
1211-1263  Boynton  avenue.  The  Bronx. 

no.  1461-24-BZ — Application,  December  11.  1924.  under 
the  building  zone  resolution,  of  John 
Dunnigan,  applicant,  on  behalf  of  Louis 
Koenig,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (51  motor  vehicles; 
premises  north  side  of  East  170th  street. 
100  ft.  east  of  Fulton  avenue.  The 
Bronx.* 

no.  1156-24-BZ — Application,  September  22.  1924.  under 
the  building  zone  resolution,  of  Tobn 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partlv 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (a)  motor  ve¬ 
hicles;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street.  The 
Bronx. 

William  E.  Walsh,  Chairman. 


a  motor  vehicle  repair  shop ;  premises 
605  Fourth  avenue,  Brooklyn. 
cal.  no.  1439-24-BZ — Application.  December  5.  1924,  under 
the  building  zone  resolution,  of  Joseph 
M.  Smith,  applicant,  on  behalf  of  Otto 
&  Stanley,  Inc.,  lessee,  to  permit  in  a 
business  district  the  maintenance  of  a 
motor  vehicle  repair  shop;  premises  389- 
91  Fourth  avenue,  southeast  corner  of 
6th  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


1307-24-A 

1306-24-A 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  March  31,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

-292  Chauncey  street,  Astoria,  Queens. 

-276-280.  286-288,  294-296.  300,  318-320,  324.  328, 
332,  336,  338-340  Chauncey  street,  Astoria, 
Queens. 

1187-21 -A — 640-644  Lenox  avenue.  59-71  West  142nd  street, 
52-58  West  143rd  street,  northeast  corner 
142nd  street  and  Lenox  avenue,  Manhattan. 
310  Chauncey  street,  Astoria,  Queens. 

East  side  Zerega  avenue,  between  Chatterton 
and  Blackrock  avenues.  The  Bronx. 

8746  123rd  street,  Richmond  Hill,  Queens. 
205-207  West  33rd  street,  Manhattan. 


1388-24-A 

1167-24-A 


1447-24-A 

1496-24-A 


* Correct  fo  -ation  is  100  ft.  west  of  Fulton  avenue 

BOARD  OF  APPEALS. 

Tuesday,  March  31,  1925,  at  10  a.  m. 

Under  the  Bull  din  a  Zone  Resolution. 

NOTICE  IS  HEREBY  GTVEN  bv  the  board  of  anneals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesdav  mornina.  1 Parch  31.  1925.  at  10 
o’clock,  in  Room  1013.  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1 438-24-BZ — Application,  December  5.  1924.  under 
the  building  zone  resolution,  of.  Tosenh 
M.  Smith,  applicant,  on  behalf  of  T  end¬ 
ing  Auto  Ton  Co.,  owner,  to  permit  in 
a  business  district  the  maintenance  of 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon.  March  31.  1925,  at 
2  o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters ; 

cal.  no.  1038-24-BZ— Application,  August  19,  1924.  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
New  York  avenue.  Brooklvn. 

(5)  motor  vehicles;  premises  750-760 

cal.  no.  1450-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  George 
L.  Donnellan,  applicant,  on  behalf  of 
Louis  Hart,  owner,  to  permit  in  a  resi¬ 
dence  district  the  change  of  occupancy 
from  a  residence  use  to  an  undertak¬ 
ing  business;  premises  67  West  130th 
street,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  April  7,  1925,  at  10  a.  m. 
Appeal  from  Administrative  Order. 
331-24-A— 508-534  West  212th  street,  Manhattan. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 

13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copie3 
from  The  O’Connell  Press,  176  Park  Row.  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 

be  supplied  by  mail. 
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MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  FEBRUARY  24,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  February  17,  1925, 
and  the  minutes  of  the  special  meeting  of  the  board  of 
appeals,  held  on  Tuesday  afternoon,  February  17,  1925, 
were  approved  as  printed  in  the  Bulletin,  No.  8,  Vo-1.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
1307-24-A. 

APPELLANT — Yankauer  &  Davidson,  for  William  T. 
Lawler,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 292  Chauncey  street,  As¬ 
toria,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  H.  T.  Mann,  William  T.  Lawler. 
For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD— Laid  over  to  March  21,  1925, 
at  2  p.  m.,  pending  decision  by  the  board  of 
aldermen. 


1306-24-A. 

APPELLANT — Yankauer  &  Davidson,  for  Marino  L. 
Pomares,  et  al.,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 276-280-286 -28 8 - 2 94-2 96 -300- 
3 18-320-324-32 8-332u336-340  Chauncey  street,  As¬ 
toria,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  H.  T.  Mann,  Marino  L.  Pomares. 
For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  March  31,  1925, 
at  2  p.  m.,  pending  decision  by  the  board  of 
aldermen. 

1187-21-A. 

APPELLANT — George  Kuss,  for  Finndell  Amusement 
&  Construction  Co. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 640-644  Lenox  avenue,  59-71 
West  142nd  street  and  52-58  West  143rd  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  March  31,  1925, 
at  2  p.  m. 


1388-24nA. 

APPELLANT — Joseph  N.  Escobal,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 310  Chauncey  street,  As¬ 
toria,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  H.  T.  Mann,  Joseph  N.  Escobal. 
For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  March  31,  1925, 
at  2  p.  m.,  pending  decision  by  the  board  of 
aldermen. 


1167-24-A. 

APPELLANT  E.  H.  Gibson,  for  Gulf  Refining  Co., 
owner. 


SUBJECT — Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED— East  side  Zerega  avenue, 
between  Chatterton  and  Blackrock  avenues,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  Albert  Conway. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD— Laid  over  to  March  31,  1925, 
at  2  p.  m.,  for  inspection  and  report  by  commit¬ 
tee  of  board. 


1447-24KA. 

APPELLANT — Keiner  Williams  Stamping  Co.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 8746  123rd  street,  Richmond 
Hill,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  Frederick  A.  Fullhardt. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  March  31,  1925, 
at  2  p.  m.,  for  submission  of  plans  and  con¬ 
sideration  by  fire  department. 


1496-24-A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  Brother¬ 
hood  of  Locomotive  Engineers,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED — 205-207  West  33rd  street, 
Manhattan 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  March  31,  1925, 
at  2  p.  m.,  to  indicate  on  plans  the  means  of 
ventilating  the  cellar. 


1585-21-A. 

APPELLANT — Henry  C.  Brucker,  for  Isidore  Goetzeit, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 2152  Metropolitan  avenue, 
Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  withdrawn  on  written 
request. 

THE  VOTE  T<p  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  ...  o 

Absent:  Mr.  Holland .  1 


14141-24- A. 

APPELLANT— Oscar  Goldschlag,  for  S.  &  R.  Garage, 
lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 1194-1122  Webster  avenue, 
The  Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD1 — Appeal  withdrawn;  chairman 
read  request  to  withdraw. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  . o 

Absent:  Mr.  Holland .  l 


MINUTES 


1499-24- A.  n  „ 

APPELLANT— R.  Thomas  Short,  for  Tar  Realty  Co., 

owner.  .  . 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
.PREMISES  AFFECTED — 934-930  Second  avenue,  As¬ 
toria,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Carroll  of  fire 

department. 

ACTION  OF  BOARD— Appeal  dismissed. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Connell  and  Fire  Chief 

Kenlon  .  5 

Negative  .  0 

Absent:  Messrs.  Gunnison  and  Holland .  2 

THE  RESOLUTION: 

(1499-24- A; 

Whereas,  R.  Thomas  Short,  for  Tar  Realty  Co.,  owner, 
filed,  December  20,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  a  decision  of  the  tire  commissioner,  affecting 
premises  934-936  Second  avenue,  Astoria,  Borough  of 

Queens ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  N.  B. 
App.  No.  1771-24,  dated  December  13,  1924,  reads: 

“1.  Provide  a  fire  pump  suctioning  from  a  5000  gal¬ 
lon  tank  as  per  rule  30.”; 

and  ...  . 

Whereas,  the  building  is  non-fireproot,  two  stones  in 
height,  163  ft.  by  161  ft.  in  area.  OCCUPIED :  1st  story, 
moving  picture  theatre  (2,258  seats)  and  also  eight  stores ; 
2nd  story,  theatre  toilets  and  offices,  25  persons;  and 
Whereas,  appellant  contends  that  the  theatre  has  no  bal¬ 
cony  ;  no  occupancy  above  the  auditorium ;  is  used  exclu¬ 
sively  for  moving  pictures  and  has  no  stage,  dressing  rooms 
or  scenery ;  but  no  one  appeared  when  this  case  was  called. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed  for 
lack  of  prosecution. 

67-22-A.  ,  , 

APPELLANT— Herbert  J.  Krapp,  for  Broadway  and 
Hamilton  Place  Corporation,  owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— Block  bounded  by  West 
138th  street,  West  139th  street,  Broadway  and 
Hamilton  place,  Manhattan. 

APPEARANCES— 

For  Appellant:  Raymond  Irrera. 

For  Administration:  Inspector  Carroll  of  fire 
department.  . 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  ® 

Absent:  Mr.  Holland .  I 

THE  RESOLUTION: 

(67-22-A) 

Whereas,  Herbert  J.  Krapp,  for  Broadway  and  Hamilton 
Place  Corporation,  owner,  filed,  January  16,  1922,  an  appeal, 
with  the  board  of  appeals,  from  a  decision  of  the  fire  com¬ 
missioner,  affecting  premises  block  bounded  by  West 
138th  street,  West  139th  street,  Broadway  and  Hamilton 
place,  Manhattan;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
January  7,  1922,  in  acting  on  N.  B.  Application  No.  1575-21, 

reads : 

“4.  Show  the  complete  standpipe  equipment  for  this 
theatre,  the  same  must  include  a  gravity  tank  on  the 
roof  (containing  at  least  3500  gallons  of  water  for  the 
fireline  reserve)  with  all  appurtenances  and  connections, 


etc.  Show  also  a  250  gallon  per  minute  fire  pump,  to  be 
driven  by  a  25  H.  P.  electric  motor,  with  an  automatic 
starting  and  stopping  device  as  required;  furthermore, 
show  in  the  pump  room  an  approved  steel  suction  tank 
to  hold  at  least  5000  gallons  available  for  the  fireline 
reserve.” ; 

and 

Whereas,  the  building  is  one,  three  and  five  stories  in 
height,  36  ft.,  42  ft.  and  61  ft.,  respectively,  fronting  139 
ft.  on  West  138th  street,  217  ft.  1  in.  on  Ham¬ 
ilton  place,  233  ft.  9\lA  in.  on  West  139th  street 
and  199  ft.  10  in.  on  Broadway;  OCCUPIED 
as  theatre,  stores,  offices  and  apartments;  the 
theatre  portion  of  the  building  being  of  fireproof  construc¬ 
tion,  one  story  in  height,  83  ft.  by  199  ft.  10  in.  in  area, 
there  being  four  standpipes  installed  in  the  auditorium,  sup¬ 
plied  direct  from  the  city  main ;  the  theatre  being  separated 
from  the  apartments,  stores  and  offices  by  12  in.  brick  walls ; 
and 

Whereas,  appellant  states  that  the  standpipes  are  con¬ 
nected  to  the  street  pressure,  which  is  65  pounds,  and  that 
the  theatre  contains  only  an  auditorium,  no  stage  or  scenery, 
and  used  exclusively  for  motion  pictures  and  that  there  arc 
two  Siamese  connections  on  two  streets. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  only  so  far  as  it  affects  the  installation  of  the 
fire  pump  and  the  suction  tank,  on  condition  that  the  stand¬ 
pipe  equipment  otherwise  shall  comply  with  the  regula¬ 
tions  in  all  other  respects. 


1476-24-A. 

APPELLANT — Albert  E.  Kleinert,  superintendent  of 
buildings,  Brooklyn. 

SUBJECT — Revocation  of  Certificate  of  Occupancy  No. 
2285 

PREMISES  AFFECTED — 26  Buckingham  road, 

Brooklyn. 

APPEARANCES— 

For  Appellant:  Albert  Conway. 

In  Opposition :  A.  I.  Nova. 

For  Administration:  Assistant  Engineer  Joseph 
P.  Smithers  of  bureau  of  buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  REVOKE  CERTIFICATE  OF 
OCCUPANCY— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 

(1476-24-A) 

Whereas,  Albert  E.  Kleinert,  superintendent  of  buildings, 
Borough  of  Brooklyn,  filed,  November  26,  1924,  an  appeal, 
with  the  board  of  appeals  from  revocation  of  Certificate  of 
Occupancy  No.  2285  issued  on  September  25,  1921,  for  the 
use  of  premises  No.  26  (official),  No.  22  (displayed)  Buck¬ 
ingham  road,  west  side,  172  ft.  7  in.  south  of  Caton  ave¬ 
nue,  Brooklyn;  and 

Whereas,  it  appears  that  this  certificate  of  occupancy  wras 
issued  for  a  boarding  house  for  children  at  these  premises 
on  the  basis  of  the  statements  made,  which  the  superintend¬ 
ent  of  buildings  contends  were  a  misrepresentation  of  facts; 
and 

Whereas,  the  superintendent  of  buildings  contends  that 
the  building  is  a  two-story  and  attic  frame  structure,  OC¬ 
CUPIED  as  a  one-family  dwelling,  and  which  occupancy  has 
always  been  a  one- family  dwelling;  and 

Whereas,  there  was  no  testimony  adduced  at  the  hearing 
to  support  the  contention  of  the  superintendent  of  buildings 
as  to  a  misstatement  of  fact. 

Resolved,  that  the  application  of  the  superintendent  of 
buildings  for  revocation  of  certificate  of  occupancy  be  and 
it  hereby  is  denied. 
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1444-24-A. 

APPELLANT — Menley  &  James,  Ltd.,  owner. 
SUBJECT — Appeal  from  decision  of  tire  commissioner. 
PREMISES  AFFECTED — Northeast  corner  of  Rose 
avenue  and  Archer  place,  Jamaica,  Borough  of 
Queens. 

APPEARANCES— 

For  Appellant:  Edward  A.  Pierce. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

AC1ION  Oh  BOARD — -Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Connell  and  Fire  Chief  Ken- 


Ion  .  5 

Negative  .  o 


Absent:  Messrs.  Gunnison  and  Holland _  2 

THE  RESOLUTION: 

(1444-24-A) 

Whereas,  E.  A.  Pierce,  for  Menley  &  James,  Ltd.,  owner, 
filed,  December  6,  1924,  an  appeal,  with  the  board  of  appeals, 
from  a  decision  of  the  fire  commissioner,  affecting  premises 
northeast  corner  of  Rose  avenue  and  Archer  place,  jamaica, 
Borough  of  Queens  ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  2348-24,  dated  December  6,  1924,  reads : 

“1.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  lion-fireproof,  two  stories  in 
height,  100  ft.  by  100  ft.  in  area.  OCCUPIED:  1st  story, 
private  garage;  2nd  story,  dwelling;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  2,600  gallon  fuel  oil  storage  tank,  buried  out¬ 
side  the  building,  a  Caloroil  Burner  and  the  necessary  valves 
and  piping ;  and 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  for  a  temporary  period  of  ninety  (90)  days  at  the 
owner’s  risk,  pending  the  action  of  the  board  of  standards 
and  appeals  for  consideration  of  the  burner,  on  condition 
that  the  fuel  oil  burning  equipment  complies  with  the  fuel 
oil  rules  in  all  other  respects. 


1497-24-A. 


APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  Mrs, 
George  W.  Perkins,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — Northwest  corner  of  West 
252nd  street  and  Independence  avenue,  River- 
dale,  The  Bronx. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE — 


Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Connell  and  Fire  Chief  Ken- 

Ion  . 

Negative  . 

Absent:  Messrs.  Gunnison  and  Holland 
THE  RESOLUTION: 


5 

0 

2 


(1487-24-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Mrs.  George  W. 
Perkins,  owner,  filed,  December  20,  1924,  an  appeal,"  with 
the  board  of  appeals  from  an  order  of  the  fire  commissioner, 
affecting  premises  northwest  corner  of  West  252nd  street 
and  Independence  avenue,  Riverdale,  Borough  of  The  Bronx ; 
and 


Whereas,  the  order  of  the  fire  commissioner,  No.  26465- 
LC,  dated  November  19,  1924,  reads: 

“1.  Make  arrangements  with  this  department  to  test 
the  tanks  and  all  piping  in  connection  therewith. 
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‘‘3.  Discontinue  the  use  of  an  unapproved  burner.”; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  136  ft.  by  54  ft.  in  area;  OCCUPIED  as  a  dwelling; 
and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  1,000  gallon  fuel  oil  storage  tank  buried  out¬ 
side  the  Duilding,  a  55  gallon  auxiliary  tank,  one  NoKol 
Burner  and  the  necessary  valves  and  piping;  and 

Whereas,  appellant  requests  the  acceptance  of  a  sworn 
affidavit  that  the  tank  has  undergone  a  shop  test,  and  con¬ 
tends  that  all  piping  is  standard  wrought  iron  piping. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  as  to  Item  No.  1  on  condition  that  a  certificate  of 
factory  test  shall  be  filed  with  the  fire  commissioner,  and 
all  piping  installed  in  the  fuel  oil  equipment  shall  be  of 
standard  wrought  iron;  granted  as  to  Item  No.  3  on  condi¬ 
tion  that  the  door  to  fire  box  of  the  boiler  shall  be  arranged 
and  equipped  with  self-closing  device  and  that  this  installa¬ 
tion  shall  comply  with  the  fuel  oil  rules  in  all  other  re¬ 
spects. 


BUILDING  ZONE  CASES. 

1038-24-BZ. 

APPLICANT — 'Charles  D.  Cords,  for  Quartin-Handler 
Corporation,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district, 
extending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 750-760  New  York  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Charles  D.  Cords. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  March  31,  1925, 
at  2  p.  m.,  on  request  of  applicant. 


1400-24-BZ. 

APPLICANT — Walter  H.  Volckening,  for  Gerard  Ave. 
Realty  Co.,  lessee. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — East  side  Jerome  avenue, 
from  168th  street  to  169th  street,  The  Bronx 
APPEARANCES— 

For  Applicant:  Walter  H.  Volckening. 

For  Opposition:  Not  noted. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW- — 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell _  5 

Negative  .  q 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 


APPLICANT — Edward  P.  Doyle,  for  Minerva  S.  Do 
ovan,  owner. 

SUBJECT.  Application  (re:  decision  of  superintende 
of  buildings)  to  permit  partly  in  a  residen 
district  and  partly  in  a  business  district  t 
erection  and  maintenance  of  a  garage  for  t 
nm-lrTS-na^e  more  than  five  motor  vehicles. 
PREMISES  AFFECTED—1 76-106  Terrace  pla< 

Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request 
TUr  Application  withdrawn. 

THE  VOTE  TO.  WIT  HD  RAW _ 

Affirmative:  Chairman. Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 
Chief  Kenlon  . 
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Negative  . 

Absent:  Mr.  Holland 


0 

1 


1450-24-BZ.  ,  ,  _  .  „  . 

APPLICANT— George  L.  Donnellan,  for  Louise  Dart, 

owner.  .  , 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  change  of  occupancy  from  a  residence  use  to 
an  undertaking  business. 

PREMISES  AFFECTED— 67  West  130th  street,  Man¬ 
hattan. 

APPEARANCES—  ^  „ 

IJ  For  Applicant:  George  L.  Donnellan  and  Mr. 

Hart.  .  t  „ 

For  Opposition:  J.  C.  Hawkins,  Abr.  Gromet- 
stein,  Bertie  Pierse,  Anna  Perry,  Ida  Lovett 
and  others. 

ACTION  OF  BOARD— Laid  over  to  March  31,  1925, 
at  2  p  m.,  for  full  vote  of  board. 

THE  VOTE  TO  GRANT  ON  CONDITION— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd  and  Gunnison .  4 

Negative:  Mr.  Connell .  1 

Not  voting:  Fire  Chief  Kenlon .  1 

Absent:  Mr.  Holland  .  1 

1384-24HBZ. 

APPLICANT— Edwin  H.  Denby,  for  Albert  Freeman, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration  and  change  of  occupancy  from 
residence  to  business  purposes. 

PREMISES  AFFECTED— 515  Park  avenue,  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant:  Edwin  H.  Denby. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell -  5 

Negative  . . .  0 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(1384-24-BZ) 

Whereas,  Edwin  H.  Denby,  for  Albert  Freeman,  owner, 
filed,  November  21,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  the  altera¬ 
tion  and  conversion  of  a  dwelling  to  a  business  use ;  prem¬ 
ises  515  Park  avenue,  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
24,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  the  southeast  corner  of  I  ark 
avenue  and  60th  street  is  a  residence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  3,  1924,  in  acting  on  Alteration  Applica¬ 
tion  No.  2560-24,  reads:  . 

“2.  This  building  is  in  a  residence  district  and  may 
not  be  converted  to  a  business  use.  Building  Zone  Reso¬ 
lution,  Section  No.  3.” ; 

and  ,  .  ,  . 

Whereas,  the  building  is  of  fireproof  construction,  twelve 
stories  in  height,  with  a  frontage  of  90  ft.  and  a  depth  of 
60  ft.;  occupied  as  an  apartment  house;  it  is  proposed  to 
change  the  occupancy  of  the  basement  and  1st  story  to  a 
bank ;  and 


Whereas,  the  board  deemed  that,  owing  to  permission 
having  been  granted  for  a  bank  in  the  building  in  the  op¬ 
posite  corner  and  the  existence  of  a  garage  adjoining  to 
the  north,  there  would  be  hardship  in  preventing  applicant 
from  making  a  similar  use  of  his  premises. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  use  be 
restricted  to  the  first  and  basement  stories  on  the  Park  ave¬ 
nue  front  of  the  building  and  restricted  to  the  conduct  and 
operation  of  a  public  bank  organized  under  the  authority  of 
the  banking  laws  of  the  State  of  New  York,  or  a  national 
bank  conducted  under  federal  authority,  with  the  accessory 
use  incident  to  banking  use  requirements  for  the  basement 
story-;  that  there  shall  be  no  show  window  or  business  dis¬ 
play  of  any  nature  or  description  on  the  60th  street  side  of 
the  structure;  that  there  shall  be  no  advertising  signs  or 
display  on  any  part  of  the  structure  other  than  the  title 
of  the  bank,  which  title  shall  be  limited  to  lettering  on  the 
plate  glass  show  windows  of  the  Park  avenue  trout;  that 
a  return  of  the  architect’s  drawings  shall  be  submitted  to 
this  board  for  approval,  before  same  is  presented  to  the  su¬ 
perintendent  of  buildings  for  consideration , 

Resolved,  further,  that  all  permits  necessary  for  the  pros¬ 
ecution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from  the 
date  of  this  action. 

APPLICANT — James  W.  Byrnes,  for  Holland  Laundry, 

owner.  .  .  .  ,  . 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings) .  to  permit  in  a  business  district 
the  alteration  and  extension  of  a  laundry  build- 

PREMISES  AFFECTED— 225-235  25th  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  James  W.  Byrnes. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  condi¬ 
tion. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE _ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland .  1 

THE  RESOLUTION: 

(1483-24-BZ) 

Whereas,  James  W.  Byrnes,  for  Holland  Laundry,  owner, 
filed,  December  17,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  altera¬ 
tion  and  conversion  of  a  steam  laundry  building;  premises 
225-235  25th  street,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting.  February 
24,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  24th  street  and  25th  street 

are  business  districts;  and  .... 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  28,  1924,  in  acting  on  Application  No. 

23339-24,  reads:  .  ..  .  .  . 

“(1)  Enlarging  steam  laundry  in  a  business  district, 

contrary  to  Art.  11-6  of  Zone  Resolution.  , 

and 

Whereas,  the  existing  building  is  fireproof,  three  stories 
in  height,  96  ft.  by  100  ft.  in  area;  occupied  as  a  steam 
laundry;  with  a  one-story  fireproof  garage  41  ft.  6 .m-  by 
200  ft.  in  area  to  the  west ;  it  is  proposed  to  extend  the  2nd 
story  of  the  laundry  building  westerly  and  across  the  root 
of  part  of  the  one-story  garage;  and 
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Whereas,  the  board  deemed  there  would  be  hardship  in 
preventing  applicant  from  making  the  proposed  use  of  his 
premises  under  the  existing  conditions. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  addition  be 
limited  to  one  story  in  height  above  the  existing  one-story 
extension;  that  all  necessary  exits  required  by  law  shall  be 
installed;  that  all  permits  necessary  for  the  prosecution  of 
the  work  shall  be  obtained  within  nine  months  and  the  build¬ 
ing  completed  within  eighteen  months  from  the  date  of  this 
action;  that  the  provisions  of  the  resolution  adopted  under 
Cal.  No.  707-22-BZ  requiring  “that  the  garage  use  be 
limited  and  confined  to  the  one-story  wing,  westerly 
section;  that  any  openings  between  that  section  and  the 
laundry  section  be  protected  with  self-closing  fireproof 
doors,  and  that  the  side  or  gable  wall  of  the  garage  be 
unpierced  throughout  its  entire  height  and  length”  shall  be 
complied  with. 


1503-.24-BZ. 

APPLICANT— William  F.  Doyle,  for  Broadway  and 
West  38th  Street  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  two  times 
height  district  the  erection  of  a  street  wall  to 
a  height  exceeding  the  limit  required  by  the 
zone  resolution. 

PREMISES  AFFECTED— 132-142  West  38th  street 
and  1385-1391  Broadway,  Manhattan. 
APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland .  1 


THE  RESOLUTION: 

(1503-24-BZ) 

Whereas,  William  F.  Doyle,  for  Broadway  and  38th 
Street  Corp.,  owner,  filed,  December  22,  1924,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  business 
two  times  height  district,  the  erection  of  the  street  wall  of 
a  building  to  a  height  exceeding  the  limit  set  by  the  zone 
resolution;  premises  132-142  West  38th  street  and  1385-1391 
Broadway,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
24,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  the  premises  are  in  a  business 
and  two  (2)  times  height  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  17,  1924,  in  acting  on  N.  B.  Application 


No.  694-1924,  reads : 

“13.  Building  is  of  excessive  height  on  West  38th 
Street.  Height  limit  for  westerly  24  ft.  6)4  in.  is  120 
ft.  0  in.”  ; 


Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  23  stories  in  height,  with  a  frontage  of  104  ft. 
and  a  depth  of  174  ft.  6)4  in-  5  and  , 

Whereas,  it  appears  that  Broadway  is  100  ft.  wide  and 
West  138th  street  is  60  ft.  wide  and  both  are  in  a  two  times 
height  district.  It  is  permissible  for  applicant  to  carry  the 
allowable  height  (200  ft.)  of  the  Broadway  street  wall 
westerly  on  38th  street  for  a  distance  of  lo0  ft ;  applicant 
proposes  to  carry  the  Broadway  permissible  wall  height  (200 


MO 


ft.)  for  the  total  depth  of  the  building,  174  ft.  6)4  in.  along 
38th  street,  a  length  24  ft.  6)4  in.  in  excess  of  the  150  ft. 
depth  permitted  by  the  zone  resolution;  and 

Whereas,  the  board  deemed  that  a  strict  compliance  with 
the  requirements  of  the  building  zone  resolution  would  de¬ 
stroy  the  architectural  effect  and  introduce  an  intricate  and 
costly  steel  design,  and  that  there  would  be  hardship  in  com¬ 
pelling  applicant  to  comply  with  the  strict  letter  of  the  law. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
•of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  all  permits 
necessary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  building  completed  without  de¬ 
lay  or  interruption  of  work ;  and  that  the  building  zone  reso¬ 
lution  shall  be  complied  with  in  all  other  respects. 


1457-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Fred  Cineatti, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISE^  AFFECTED— 220-226  East  117th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Morris  J.  Bricker  and  Morris 
Rimson. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  $ 

Negative  . o 

Absent:  Mr.  Holland . i 

THE  RESOLUTION: 

(1457-24-BZ) 

Whereas  Wilham  F.  Doyle,  for  Fred  Cineatti,  owner, 
hied,  December  10,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district,  the  erection 
and  maintenance  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles ;  premises  220-226  East  117th  street  Man¬ 
hattan  ;  and  ’ 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
24,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  117th  street,  East  116th 
street  and  Third  avenue  are  business  districts ;  and 

W  hereas,  the  decision  of  the  superintendent  of  buildings 
rendered  December  3,  1924,  in  acting  on  App.  No  657-1 9-M 
reads  : 

1.  In  a  business  district  no  building  should  be  erected 
for  occupancy  as  a  garage  for  more  than  five  motor 
vehicles.  ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  75 
it.  and  a  depth  of  100.11  ft. ;  to  be  occupied  as  a  garage  for 
more  than  five  motor  vehicles;  and 

Whereas,  there  existed  on  this  street  between  the  inter¬ 
secting  streets  on  July  25,  1916,  a  stable  for  more  than  five 
horses,  since  converted  to  a  garage  for  more  than  five  motor 
vehicles. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
o  t'analioji  in  the  application  of  the  use  district  regulations 
oi  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
be  restricted  to  two  stories  in  height  and  shall  be  constructed 
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fireproof ;  that  a  rear  yard  shall  be  maintained  not  less  than 
,0  ft.  in  depth,  at  the  level  of  the  second  tier  of  beams  that 
the  rear  windows  shall  be  equipped  with  fixed  iron  sash 
and  shall  have  not  more  than  one  ventilator  to  each  opening , 
that  the  gable  walls  shall  be  unpierced  throughout  the  entire 
height  and  length;  that  no  skylight  shall  be  installed  within 
05  ft  of  the  westerly  gable  walls;  all  skylights  11  stalled 
to  be  glazed  with  plain  glass  protected  with  wire  guards 
bove  ami  below;  that  any  gasoline  storage  «,mp- 

meat  shall  be  located  at  the  easterly  end  of  the 
street  front;  that  vehicular  entrance  shall  be  maintained  at 
the  easterly  side  of  the  structure ;  that  Ae  nm  of  any  amp 
installed  shall  begin  at  a  point  not  ess  than  5  ft.  back  trom 
the  building  line-  that  there  shall  be  no  roof  signs  erected, 
that  any  s'ign  on  the  front  of  the  building  shall  be  restricted 
.  one  nroiecting  electric  sign  and  lettering  on  the  show¬ 
case  windows ;  that  all  permits  necessary  for  the  Prosec'.lt!^ 
of  the  work  shall  be  obtained  within  nine  months  and  the 
building  completed  within  eighteen  months  from  the  date 
this  action. 

APPLICANT — William  F.  Doyle,  for  Walluner  Con¬ 
struction  Company,  owner.  .  , 

SUBJECT— Application  (re:  decision  of.  ,sl,perTp»  ^ea 
of  buildings)  to  permit  in  a  residence  E  area 
district  the  erection  and  maintenance  of  - 
deuce  buildings  nearer  than  ten  (10)  feet  to 
the  line  of  the  street,  and  also  to  occupy  more 
than  50  per  cent  of  the  area  of  an  interior  lo 
by  the  aggregate  buildings;  contrary  to  section 
15  of  the  zone  resolution.  , 

PREMISES  AFFECTED— 238-44  86th  street,  Brook¬ 
lyn. 

appearances— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Oscar  Richters,  Miss  Jones  and 

ACTION  ONBOARD— Application  granted  on  condi- 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE _ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Ounnison,  Connell  and  Fire 

Chief  Kenlon  .  ® 

Negative  . 

Absent:  Mr.  Holland .  1 

THE  RESOLUTION: 

(1470-24-BZ) 

Whereas,  William  F.  Doyle,  for  Walluner  Const.  Com¬ 
pany,  owner,  filed,  December  15,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  K 
area  district  the  erection  and  maintenance  of  residence  build¬ 
ings  without  the  required  10  ft.  setback  from  the  building 

line  and  also  the  occupancy  of  more  than  50  per  cent  of 

the  lot  area;  premises  238-244  86th  street.  BrooWyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting  bebruary 
24,  1925,  after  due  notice  by  publication  in  the  Lulkti 

the  Board  of  Standards  and  Appeals ;  and  _  .  .. , 

Whereas,  the  use  district  maps  accompanying  the  budd¬ 
ing  zone  resolution  show  that  86th  street  and  8,th  street  are 

residence  and  “E”  area  districts;  and  ,  , 

Whereas,  the  decisions  of  the  superintendent  of  ml 

rc<ui ! 

App.  No.  23318-24,  rendered  December  4,  1924  : 


‘No.  1.  Buildings  should  set  back  10  ft.  from  build¬ 
ing  line.  . 

“No.  2.  Proposition  contrary  to  Article  4,  Section 
15  of  the  Zone  Resolution  as  to  per  cent  of  plot  occupied 
by  building.” 

App.  No.  23492-24,  rendered  December  5,  1924 : 

“Proposed  new  garage  building  disapproved,  as  the 
combined  area  of  buildings  on  plot  exceeds  50  per  cent 
of  area  of  same.  See  Zone  Resolution  as  to  limited  area 
in  a  residential  zone  district  E,  Art.  4,  Section  15, 
Par.  C.”; 

Whereas,  it  is  proposed  to  erect  on  the  premises  three 
dwellings  and  two  garages,  having  a  total  area  of  5,025 
sq  ft  •  the  area  of  the  lot  being  8,000  sq.  ft.  (62.7  per  cent). 
The  proposed  setback  is  3  ft.  instead  of  the  required  10  ft. ; 

^Whereas,  the  board  deemed  that  there  would  be  hardship 
in  insisting  that  the  requirements  of  the  law  be  complied 
with  owing  to  the  fact  that  a  foundation  permit  had  been 
issued  by  the  administrative  officials.  .  , 

Resolved,  that  the  board  of  appeals  does,  herein-  make 
a  rn nation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  appheatio 
be  and  it  hereby  is  qranted  on  condition  that  the  face  of  t  e 
street  waff  of  thte  building  shall  not  project  beyond  the 
street  wall  of  the  adjoining  budding  to  the  east  and  the 
norch  shall  be  of  open  construction ;  that  all  permits  nec 
essary  for  the  prosecution  of  the  work  shaff  be  obtained 
within  nine  months  and  the  building  completed  within  eigh 
teen  months  from  the  date  of  this  action. 

AREAS  FIXED. 

(1404^24-BZ) 

The  chairman  presented  the  request  of  John  De  Hart 
asking  the  board  to  fix  the  area  deemed  affected  and 
within  which  to  obtain  consents  for  the  citron 1  and 
maintenance  of  a  garage;  premises  3-5  Cottage  place, 

The  Bronx.  .  . 

The  following  area  was  approved  by  the  board. 

Both  sides  of  Cottage  place  from  a  point  100  feet 
north  of  East  170th  street  to  Crotona  Park  south, 
both  sides  of  Crotona  Park  south  from  Fulton  ave¬ 
nue  to  Franklin  avenue;  also  the  east  side  of  Fulton 
avenue  from  a  point  100  feet  north  of  East  170th 
street  to  Crotona  Park  south. 


(1449-24-BZ) 

The  chairman  presented  and  read  a  communication 
from  Beniamin  Ascher.  requesting  the  board  to  .fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  maintenance  of  a  garage;  premises  1962 
\fthonv  avenue,  The  Bronx.  , 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Anthony  avenue  from  a  point  ion 
ft.  south  of  Burnside  avenue  to  a.  point  400  ft.  south 
of  premises  in  question.  Both  sides,  of  East  179th 
street  from  Anthony  avenue  to  a  point  100  ft.  west 
of  Anthony  avenue;  the  north  side  of  East  178th 
street  from  Anthony  avenue  to  Rver  avenue,  also 
the  west  side  of  Rver  avenue  from  Fast  178th  street 
to  a  point  220  ft.  north  of  East  178th  street. 

Adjourned  4:30  p.  m. 

William  J.  O  Gorman,  Secretary. 


NOTICE 


- -  ^  '777Z  ELECTRICAL  CODE  ON  SALE. 

BUILDING  CODE  ON  SALE.  Conies  of  the  Electrical  Code  are  now  on  sale  at  the 

Copies  of  the  Building  Code  are  now  on  sale  at  me  ^  •  Division  0f  the  City  Record  Office,  125  Worth 

Distributing  Division  of  the  City  Record  Office.  125  Worth  Dismo  ^  by  ^  ^ 

street.  Price.  $1;  by  mail.  $1.08.  251 
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BOARD  OF  STANDARDS  AND  APPEALS. 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  FEBRUARY  24,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Connell,  Fire  Chief  Kenlon,  Superintendents 
Brady,  Reville  and  Moore. 

The  minutes  of  the  regular  meeting  of  the  board  of 
standards  and  appeals,  held  on  Tuesday  afternoon,  Feb¬ 
ruary  10',  1925,  were  approved  as  printed  in  the  Bulletin, 
No  7,  Vol.  X. 


PETITIONS  FOR  VARIATIONS. 

385-24-S. 

PETITIONER — Michelina  Nicosia,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  health  commissioner. 

PREMISES  AFFECTED — 2268  Second  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Sarah  Murphy. 

ACTION  OF  BOARD — Laid  over  to  March  24,  1925, 
at  2  p.  m.,  on  request  of  petitioner’s  represen¬ 
tative- 


1354-24-S. 

PETITIONER — Edward  P.  Doyle,  for  Horace  G.  Ely 
&  Co.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 19-21  East  55th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Martin  Ort. 

ACTION  OF  BOARD — Laid  over  to  March  10,  1925, 
at  2  p.  m.,  on  request  of  petitioner’s  represen¬ 
tative. 


1194-24HS. 

PETITIONER — Julia  B.  Merrill,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 40  West  56th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  March  10,  1925, 
at  2  p.  m. 


982-24-S. 

PETITIONER — New  York  Yellow  Cab.  Co.  Sales 
Agency,  Inc,,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 614-618  West  131st  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Louis  Levine. 

ACTION  OF  BOARD — Laid  over  to  March  24,  1925, 
at  2  p.  m.,  on  request  of  petitioner's  represen¬ 
tative. 


1484-24-S. 

PETITIONER — Samuel  Rosenblum,  for  Maurice  A. 
Frey,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  order 
*  of  fire  commissioner. 

PREMISES  AFFECTED— 76  West  Houston  street 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 


ACTION  OF  BOARD- — Laid  over  to  March  24,  1925, 
at  2  p.  m.,  to  check  the  existing  occupancy. 


1458-24-S. 

PETITIONER— Starrett  &  Van  Vleck,  for  Henry 
Phipps  estate,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 603-609  Fifth  avenue,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  March  10,  1925, 
at  2  p.  m.,  on  written  request. 


1472-24-S. 

PETITIONER — Samuel  Rosenblum,  for  Eighth  Avenue 
and  53rd  Street  Realty  Co.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 302-6  West  53rd  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  March  10,  1925, 
at  2  p.  m.,  to  obtain  consents  of  adjoining  prop¬ 
erty  owners  for  permission  to  construct  exit 
through  said  owners’  property. 


1201-24-S. 

PETITIONER— Samuel  Cohen,  for  John  C.  Tomlin¬ 
son,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 45-47  West  57th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  None  noted. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  March  10,  1925, 
at  2  p.  m.,  not  having  been  reached  for  hearing 
before  adjournment. 


1356-24-S. 

PETITIONER— Bertram  L.  Kraus,  for  Eva  K.  Moller 
owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  o 
nre  commissioner. 

PREMISES  AFFECTED— 14  West  40th  street,  Man 
hattan. 

APPEARANCES— 

For  Petitioner:  William  B.  De  Lacey 
For  Administration:  Inspector  Maher  of  fin 
department. 

ACTION  OF  BOARD — Laid  over  to  March  10,  1925 

at  2  p.  m„  on  request  of  petitioner’s  represen 
tative. 


1313-24-S 

Loril,ard' 

1  B I  T  Variation  of  labor  law  as  cited  in  order 
nre  commissioner 

ArSSNAcSiCTED^43  Ca"*'  — •  Cantata 

For  Petitioner:  None  noted 
For  Administration:  Inspector  Maher  of  fi 
department.  " 

ACTION  OF  BOARD — Laid  over  to  March  10  192 
at  2  p.  m.;  not  having  been  reached  for  h'earir 
before  adjournment. 
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440^24-S. 

PETITIONER— Vespucci  Petrone,  for  Antonio  Calca- 
terra,  owner.  .  . 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  health  commissioner. 

PREMISES  AFFECTED— 3639  Holland  avenue,  The 
Bronx. 

\PPEARANCES — 

For  Petitioner:  None  noted. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Laid  over  to  March  10,  1925, 
at  2  p.  m.,  not  having  been  reached  for  hearing 
before  adjournment. 


1139-17-S. 

PETITIONER— Frank  P.  Keniston,  for  Mary  E.  Cer¬ 
vantes,  owner. 

SUBJECT— Application  for  variation  of  labor  law  as 
cited  in  order  of  fire  commissioner. 
PREMISES  AFFECTED— 51  East  8th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  None  noted. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Laid  over  to  March  10,  1925, 
at  2  p.  m.,  not  having  been  reached  for  hearing 
before  adjournment. 


549-19-S. 

PETITIONER — Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  estate  of  Margaretta  Metzger, 
owner. 

SUBJECT— Application  for  modification  of  resolution 
— variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 238-244  Sixth  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  None  noted. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Laid  over  to  March  10,  1925, 
at  2  p.  m.,  not  having  been  reached  for  hear¬ 
ing  before  adjournment. 


1422-24-S. 

PETITIONER— Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Chas.  E.  Johnson  Co.,  lessee. 
SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 410-12  Pearl  street  and  46- 
48  New  Chambers  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Super¬ 
intendents  Brady,  Reville  and  Moore...  8 

Negative  . ••••••••  0 

Absent:  Mr.  Holland,  Fire  Chief  Kenlon, 
Deputy  Fire  Commissioner  Hannon,  Su¬ 
perintendents  Kleinert  and  McDermott  5 

THE  RESOLUTION: 

(1422-24-S) 

Whereas,  Croker  Natl.  Fire  Prev.  Eng.  Co.,  for  Chas.  E. 
Johnson  Co.,  lessee,  filed,  December  2,  1924,  a  petition,  with 


the  board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  an  order  of  the 
fire  commissioner,  affecting  premises  410-412  Pearl  street, 
and  46-48  New  Chambers  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  65819- 
LD,  dated  October  7,  1924,  reads  : 

“1.  Remove  the  substandard  fire  escape  on  the  west 
side  (Pearl  Street)  as  per  Rule  of  the  Board  of  Stand¬ 
ards  &  Appeals  adopted  July  2nd,  1918. 

“2.  Provide  an  exterior  screened  iron  stairway  on  the 
west  side  of  building,  as  per  Section  271  of  the  Labor 
Law,  not  less  than  44  in.  in  width,  extending  from 
ground  to  roof,  with  a  balcony  on  each  floor  and  an 
independent  means  of  egress  from  its  lowest  termina¬ 
tion  by  means  of  an  open  court  or  courts  or  a  fireproof 
passageway  leading  to  the  street,  constructed  as  per 
Section  268  of  the  Labor  Law  *  *  ; 

and 

Whereas,  the  building,  fronting  on  two  streets,  is  fire¬ 
proof,  eight  stories  in  height,  49  ft.  by  78  ft.,  irregular  in 
area.  OCCUPIED:  1st,  2nd  and  3rd  stories,  manufacture 
and  storage  of  printing  ink;  upper  stories,  printers,  66  per¬ 
sons  above  the  1st  story;  EQUIPPED  with  a  sprinkler 
system.  EXITS:  Two  interior  iron  stairways,  both  ex¬ 
tending  from  1st  story  to  roof,  and  enclosed  in  fireproof 
partitions  with  fire  doors  at  openings ;  a  60  degree  fire  escape 
on  the  Pearl  street  front  of  the  building  extending  from 
2nd  story  to  top  story  with  gooseneck  ladder  to  roof  and 
a  counterbalanced  stairway  to  street,  with  fireproof  win¬ 
dows  along  the  •course  thereof;  ROOFS  of  adjoining  build¬ 
ings  to  south  two  stories  lower,  to  north  five  stories  lower, 

Whereas,  petitioner  contends  that  a  similar  order  was  is¬ 
sued  by  the  fire  department,  and  after  the  railings  were 
raised  to  a  height  of  4  ft.  6  in.,  steps  to  sills  and  railings 
around  well  house  were  provided,  the  violation  was  dismissed, 
and  petitioner  contends  further  that  it  would  be  a  great 
hardship  to  remove  the  fire  escape  and  to  constiuct  an  ex  ¬ 
terior  screened  stairway.  .  ,  „ 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  (/ra;t/cd, 
as  to  Items  No.  1  and  2,  ratifying  the  action  of  the  board 
of  review,  July  17,  1919,  on  condition  that  the  stipulations  ot 
said  action  shall  be  complied  with,  and  granted  only  so  long 
as  conditions  as  to  occupancy  and  use  otherwise  remain  un¬ 
changed. 

1451-24-S. 

PETITIONER — Jacob  Fisher,  for  Zarelnek,  lessee 

SUBJECT _ Variation  of  labor  law  as  cited  in  order  of 

fire  commissioner. 

PREMISES  AFFECTED— 12  West  29th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Jacob  Fisher. 

For  Administration:  Inspector  Maher  of  fire 
department.  . 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

VOTE _ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell.  Super¬ 
intendents  Brady,  Reville  and  Moore...  8 

Negative  . . .  ® 

Absent:  Mr.  Holland,  Fire  Chief  Kenlon, 
Deputy  Fire  Commissioner  Hannon,  Su¬ 
perintendents  Kleinert  and  McDermott  5 

THE  RESOLUTION: 

(1451-24-S) 

Whereas,  Jacob  Fisher,  for  Joseph  Zarelnek,  lesse,  filed, 
December  9,  1924,  a  petition,  with  the  board  of  standards 
and  appeals  for  variation  from  the  requirements  of  the  la¬ 
bor  law,  as  cited  in  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  12  West  29th  street,  Manhattan;  and 
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Whereas,  the  order  of  the  fire  commissioner,  No.  52190- 
LD,  dated  November  23,  1923,  reads : 

“1.  Extend  the  interior  stairway  at  the  rear  of  the 
building-  to  the  roof  as  per  Section  271  of  the  Labor 
Law”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  and 
basement  in  height,  18  ft.  9  in.  by  98  ft.  9  in.  in  area;  OC¬ 
CUPIED  as  a  tenant  factory,  38  persons  above  the  1st  story; 
EQUIPPED  with  a  fire  alarm  signal  system.  EXITS:  An 
interior  wooden  stairway  at  the  front  of  the  building  ex¬ 
tending  from  1st  story  to  roof;  enclosed  in  wood  stud,  lath 
and  plaster  partitions  with  wooden  doors  at  openings ;  a 
wooden  stairway  at  the  rear  of  the  building,  enclosed  in 
wire  lath  and  Portland  cement  partitions  with  wooden  doors 
at  openings  extending  from  1st  story  to  top  story;  ROOFS 
of  adjoining  buildings  are  at  same  level;  and 

Whereas,  petitioner  contends  that  a  similar  order  was  is¬ 
sued,  but  that,  owing  to  the  location  of  the  water  tank  im¬ 
mediately  above  the  stairway,  an  outside  iron  stairway  was 
provided  from  the  top  story  landing  to  the  roof,  after  plans 
for  the  same  were  approved  by  the  bureau  of  buddings. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted  on 
condition  that  the  main  stairs  shall  be  continued  direct  to 
the  roof,  that  an  outside  balcony  with  iron  stairway  from 
top  story,  rear,  shall  be  carried  direct  to  main  roof, 
with  exit  signs  not  less  than  8  in.  in  height,  painted 
on  the  glass  panel  of  the  door  leading  to  this  balcony,  and 
that  the  door  shall  be  fireproof,  glazed  with  wire  glass,  open¬ 
ing  out,  and  granted  only  so  long  as  conditions  as  to  oc¬ 
cupancy  and  use  otherwise  remain  unchanged. 


1475-24-S. 

PETITIONER — Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  L.  Schepp  Co.,  owner. 
SUBJECT- — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— -165-169  Duane  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Fire 
Chief  Kenlon,  Superintendents  Brady, 

Reville  and  Moore  .  9 

Negative  .  0 

Absent:  Mr.  Holland,  Deputy  Fire  Commis¬ 
sioner  Hannon,  Superintendents  Klein- 
ert  and  McDermott  .  4 

THE  RESOLUTION: 

(1475-24-S) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  L.  Schepp  Co.,  owner,  filed,  December  15  1924 
a  petition,  with  the  board  of  standards  and  appeals,  for  vari¬ 
ation  from  the  requirements  of  the  labor  law,  as  cited  in 
an  order  of  the  fire  commissioner,  affecting  premises  165-9 
Duane  street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  26,  1924,  reads: 

‘‘Order  No.  68693-LD : 

.  “L  Enclose  the  interior  stairway  at  west  side  of  divi¬ 
sion  wall  at  centre  of  building  serving  as  a  required 
means  of  exit,  and  the  landings,  platforms  and  passage¬ 
ways  connecting  therewith  on  all  sides  with  partitions 
of  fire  resisting  material  extending  continuously  from 
the  1st  story  to  3  feet  above  the  roof,  constructed  as 
per  iSection  271  of  the  Labor  Law  *  *  *. 
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“2.  Remove  the  substandard  fire  escape  on  the  east 
and  west  sides  of  building  or  reconstruct  same  in  ac¬ 
cordance  with  Section  274  of  the  Labor  Law  except 
that  in  lieu  of  a  counterbalanced  stair  a  drop  ladder  in 
guides  from  the  lowest  balcony  to  ground  may  be  pro¬ 
vided. 

“3.  Provide  an  additional  required  means  of  exit  on 
each  floor  of  the  building,  remote  from  existing  stair¬ 
way  located  at  west  side  of  division  wall  at  centre  of 
building,  preferably  located  at  the  north  side  of  build¬ 
ing,  in  accordance  with  the  requirements  of  Section  271 
of  the  Labor  Law.”; 
and 

Whereas,  the  building  is  separated  into  two  sections  by 
a  fore  and  aft  brick  wall  with  openings  therein  on  all 
stories  excepting  the  1st,  3rd  and  5th  stories,  and  is  non- 
fireproof,  ten  stories  in  height,  100  ft.  6  in.  by  77  ft.  10  in. 
in  area;  OCCUPIED  for  drying,  shredding  and  packing  co- 
coanut  and  also  for  the  storage  of  shoes  on  the  4th  and 
5th  stories,  78  persons  above  the  1st  story;  EQUIPPED 
with  a  sprinkler  system.  EXITS :  Two  interior  wooden 
stairways,  the  westerly  one  extending  from  the  1st  to  the 
top  story  and  the  easterly  one  extending  from  the  1st  story 
to  the  roof,  partly  enclosed  in  wooden  partitions  with  wooden 
doors  at  the  openings ;  a  sub-standard  fire  escape  on  the 
Hudson  street  front  and  also  one  on  the  Staple  street  front 
of  the  building;  ROOFS  of  adjoining  buildings  are  6  ft. 
lower ;  and 

Whereas,  petitioner  proposes  to  cut  openings  in  the  divi¬ 
sion  wall  on  the  3rd  and  5th  stories  and  to  provide  fire¬ 
proof  doors  at  all  openings  in  the  wall  from  the  2nd  to  the 
10th  story,  inclusive ;  and  proposes  also  to  change  to  45  de¬ 
grees  the  pitch  of  the  connecting  stairs  between  the  fire 
escape  balconies  and  also  to  raise  the  railings  on  the  said 
balconies  to  a  height  of  4  ft.  6  in. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted  as  to 
Item  No.  2  on  condition  that  the  fire  escapes  shall  be  brought 
up  to  standard;  granted  as  to  Item  No.  3  on  condition  that 
the  stair  hall  enclosure  in  the  easterly  section  shall  be  en¬ 
closed  in  fire  retarding  partitions  throughout,  in  accordance 
with  the  rules  of  the  board  of  standards  and  appeals ; 
that  the  stair  halls  in  each  section  of  building  shall  be  en¬ 
closed  throughout ;  denied  as  to  Item  No.  1. 


1514-24-S. 

RETITIONER — Maynicke  &  Franke,  for  Henry  Heide, 
Inc.,  owner. 

SUBJECT — 'Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 293-303  Spring  street,  303- 
313  Hudson  street  and  78-90  Vandam  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Julius  Franke. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — -Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Super¬ 
intendents  Brady,  Reville  and  Moore...  8 

Negative  .  0 

Absent:  Mr.  Holland,  Fire  Chief  Kenlon, 
Deputy  Fire  Commissioner  Hannon,  Su¬ 
perintendents  Kleinert  and  McDermott  5 

THE  RESOLUTION: 

(1514-24-S) 

Whereas,  Maynicke  &  Franke,  for  Henry  Heide,  Inc., 
owner,  filed,  December  23,  1924,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire  com- 
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nissioner,  affecting  premises  293-303  Spring  street,  303-313 
Hudson  street  and  78-90  Vandam  street,  Manhattan;  and 
Whereas,  the  order  of  the  tire  commissioner,  No.  69193- 
LD,  dated  December  3,  1924,  reads: 

“1,  Arrange  the  doors  leading  to  the  stait  way  at 
southeast  corner  on  all  stories  upon  which  five  or  more 
persons  are  employed,  so  as  to  open  outwardly  without 
obstructing  the  stairway,  as  per  Section  271  ot  the  La¬ 
bor  Law.”; 

Whereas,  the  building  is  fireproof,  nine  stories  m  height, 
175  ft.  by  214  ft.  in  area,  divided  into  four  sections  by  brick 
partition' walls,  with  horizontal  openings  therein;  OCCU¬ 
PIED  for  the  manufacture  of  candy,  as  follows  :  Basement, 
50  persons;  1st  story,  65  persons;  2nd  story,  152-  persons, 
3rd  story,  122  persons ;  4th  story,  63  persons ;  5th  story, 
persons:  6th  story,  113  persons;  7th  story  96  persons;  8th 
story,  80  persons;  9th  story,  70  persons ;  having  a  total  oc¬ 
cupancy  of  925  persons;  EQUIPPED  with  a  sprinkler  and 
standpipe  system.  EXITS:  Six  (6)  interior  fireproof  stair¬ 
ways,  three  of  which  extend  from  1st  story  to  root  and 
.three  extending  from  1st  story  to  top  story,  enclosed  in 
fireproof  partitions  with  tin-clad  doors  at  openings,  liiree 
fire  escapes  on  the  interior  court  of  the  building  extending 
from  roof  to  inner  courtyard;  with  EGRESS  from  the  ter- 
mination  of  fire  escape  by  means  of  driveway  to  street, 
ROOFS  of  adjoining  buildings  are  30  and  10  it.  lowei  , 

Whereas,  petitioner  contends  that  the  doors  leading  to 
the  fireproof  stairways  are  automatic  sliding  doors,  equipped 
with  fusible  links,  and  requests  the  acceptance  of  these  doors 
in  view  of  the  existing  ample  exit  facilities  and  the  hardship 
which  would  be  involved  in  rearranging  these  doors 


structed  width  of  at  least  3  feet  throughout  leading 
to  the  street,  adequately  lighted  at  all  times  during 
working  hours,  or  by  means  of  providing  access  to  an 
open  area  having  a  communication  with  the  street,  as 
per  section  273  of  the  Labor  Law.” ; 

and  .  . 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  27  ft.  by  99  ft.  in  area  at  basement  and  1st  story 
and  27  ft.  by  78  ft.  in  area  above.  OCCUPIED:  Base¬ 
ment,  restaurant;  upper  stories,  tenant  factory,  63  persons 
above  the  1st  story;  EQUIPPED  with  a  fire  alarm  signal 
system.  EXITS:  An  interior  wooden  stairway  extending 
from  the  1st  story  to  the  roof,  enclosed  in  fire  retarding 
partitions  with  metal  covered  wooden  doors  at  the  openings , 
a  fire  escape  with  fireproof  windows  along  the  course  there¬ 
of  on  the  rear  of  the  building,  extending  from  the  main 
roof  to  balcony  at  2nd  story;  balcony  continues  east  to 
yard  of  No.  10  West  22nd  street,  thence  by  stair  to  yard 
and  egress  from  this  yard  through  basement  of  No.  11 
West  21st  street;  ROOFS  of  adjoining  buildings,  to  east, 
same  level,  to  west,  three  stories  higher;  and 

Whereas,  petitioner  contends  that  the  existing  means  ot 
egress  from  the  lower  termination  of  the  fire  escape  is 

o  (1  pri  i  inf  p 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  \s  granted 
on  condition  that  a  fire  escape  with  60  degree  stairs  shall 
be  installed  and  maintained  on  the  rear  ot  the  premises, 
with  egress  from  the  termination  over  the  extension  roofs 
of  the  two  buildings  to  the  east,  with  stairs  from  these 
roofs  to  the  vard  of  No.  10  West  22nd  street,  with  egress 
therefrom  through  the  yards  of  premises  11  West  21st 
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fch  would  1*  ^appeals  does  Tee,  3  that  athcony  be  provided  at  2nd  story  level  rear 

Resolved,  that  the  board  ot  stan . .  i  stairs  to  roof  of  extension,  all  properties  in  the 


Kesoivea,  uiai  me  - -  ,  *  <■ 

hereby  make  a  variation  from  the  requirements  ot  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  iereb;  ^  f 
condition  that  all  existing  vertical  and l  horizontal ,  exits  an 
the  stair  halls  be  not  reduced  and  that  there  shall  be  no  open 
flame %e»Sd  or  permitted  throughout  th* :  structure :  and 
granted  so  long  as  conditions  as  to  occupancy  and  use 
main  substantially  unchanged. 


Nast,  for  Henry  Phipps  estate, 


1452-24-  S. 

PETITIONER— A.  E. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 14  West  22nd  street,  Man¬ 
hattan. 

APPEARANCES-^  &  T  Mettberg  C  .  L.  Brown. 

For  Administration:  Inspector  Maher  of  hre 
department.  .... 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  .  _  .  ,  t. 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell.  Super¬ 
intendents  Brady,  Reville  and  Moore... 

Necfcitivc  . . . ..••• 

Absent:  Mr.  Holland,  Fire  Chief  Kenlon, 
Deputy  Fire  Commissioner  Hannon,  Su¬ 
perintendents  Kleinert  and  McDermott  5 

THE  RESOLUTION: 

(1452-24-S) 

Whereas,  A.  E.  Nast,  for  Henry  Phipps  Estate,  owner, 
filed,  December  9,  1924,  a  petition,  with  the  board  ot  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  ot 
the  labor  law,  as  cited  in  an  order  of  the  fire  commissioner, 
affecting  premises  14  West  22nd  street,  Manhattan  ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  20,  1924,  reads: 

‘‘Order  No.  68204-LD:  , 

“1  Provide  safe  and  unobstructed  egre>s  from  the 
lower  termination  of  the  fire  escape  at  re*r  of  buddmg 
by  constructing  a  fireproof  passageway  with  an 
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with  60  degree  stairs  to  roof  of  extension,  all  properties  in  tne 
same  ownership  and  under  the  one  control,  and  granted  so 
long  as  conditions  as  to  occupancy  and  use  remain  unchanged. 

1477-24-S. 

PETITIONER — Samuel  Rosenblum,  for  132  West  36th 
Street  Corp.,  owner.  . 

SUBJECT— Variation  of  labor  law  as  cited  in  order  ot 
fire  commissioner. 

PREMISES  AFFECTED— 1312-138  West  36th  street 
and  139-145  West  35th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Super¬ 
intendents  Brady,  Reville  and  Moore...  8 
Absent :  Mr.  Holland,  Fire  Chief  Kenlon, 
Deputy  Fire  Commissioner  Hannon,  Su¬ 
perintendents  Kleinert  and  McDermott  5 
THE  RESOLUTION: 

(1477-24-S) 

Whereas,  Samuel  Rosenblum,  for  132  West  36th  Street 
Corp.,  owner,  filed,  December  16,  1924,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  an  order  of  the 
fire  commissioner,  affecting  premises  132-138  West  36th  stree* 
and  139-45  West  45th  street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  59254- 

LD,  dated  May  8,  1924,  reads: 

•‘1.  Replace  all  wood  partitions  on  all  stories  with 
partitions  of  incombustible  material  as  per  Sections  263 
and  270  of  the  labor  law.”; 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
facing  on  two  streets,  75  ft.  by  187  ft.  (irregular)  in  area; 
OCCUPIED  as  furniture  show  room,  offices  and  25  per  cent 
of  the  5th  7th,  10th,  11th  and  12th  stories  (only)  for  the 
manufy of  clothing,  298  persons  above  the  1st  story ; 
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EQUIPPED  with  a  sprinkler  system.  EXITS  :  An  interior 
fireproof  stairway  extending  from  1st  story  to  roof,  enclosed 
in  fireproof  partitions  with  fireproof  doors  at  openings ; 
ROOFS  of  adjoining  buildings  to  east  and  west  six  stories 
lower ;  and 

Whereas,  petitioner  contends  that  all  of  the  permanent 
partitions  on  the  premises  are  fireproof  and  that  the  par¬ 
titions  in  question  do  not  obstruct  any  means  of  egress  and 
are,  in  most  cases  dwarf  partitions  enclosing  offices  and 
show  rooms. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  i« 
denied. 


1519-24-S. 

PETITIONER — Regal  Finance  Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 25  East  4th  street,  Man¬ 
hattan. 

APPEARANCES — 

For  Petitioner:  Joseph  Schultz. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution, 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Super- 
intendents  Brady,  Reville  and  Moore...  8 

Negative  .  0 

Absent:  Mr.  Holland,  Fire ’  Chief"  Kenlon, 
Deputy  Fire  Commissioner  Hannon  Su¬ 
perintendents  Kleinert  and  McDermott  5 
THE  RESOLUTION: 


(1519-24-IS) 

,.W“fAS-  Re?al  Finance  Corp.,  owner,  filed,  December 
26,  1924,  a  petition  with  the  board  of  standards  and  ap¬ 
peals,  for  variation  from  the  requirements  of  the  labor  law 
as  cited  in  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  25  East  4th  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  No  68142- 
LD,  dated  November  19,  1924,  reads : 

“1.  Provide  safe  and  unobstructed  egress  from  the 
lower  termination  of  the  fire  escape  at  rear  of  building 
by  constructing  a  fireproof  passageway  with  an  un¬ 
obstructed  width  of  at  least  3  feet  throughout,  leading 
to  the  street  *  *  *  as  per  section  273  of  the  labor  law  ”  • 
and  '  ’ 


Whereas,  the  building  is  non-fireproof,  eight  stories  in 
height,  20  ft.  by  130  ft.  in  area  at  1st  story  and  20  ft.  by 
115  ft.  in  area  above;  OCCUPIED  as  a  tenant  factory,  86 
persons  above  the  1st  story;  EQUIPPED  with  a  fire  alarm 
signal  system.  EXITS:  An  interior  fireproof  stairway  ex¬ 
tending  from  1st  story  to  roof,  enclosed  in  fireproof  par¬ 
titions  with  fire  doors  at  openings ;  a  fire  escape  on  the  rear 
of  the  building  (with  fireproof  windows  along  the  course 
thereof)  extending  from  roof  to  2nd  story  fire  escape  bal- 
cony,  with  iron  stair  to  extension  roof  of  premises  to  the 
rear;  ROOFS  of  adjoining  buildings  are  four  and  five  stories 
lower ;  and 

Whereas,  petitioner  contends  that  there  are  four  modes 
of  egress— by  means  of  fire  escapes  in  adjoining  buildings— 
from  the  extension  roof.  to  the  rear  upon  which  the  fire 
escape  in  question  terminates,  and  petitioner  proposes  to 
construct  a  stairway  from  the  2nd  story  balcony  to  the  yard 
of  premises  No.  27  East  4th  street,  thus  affording  an  exit 
by  means  of  an  8  ft.  driveway  directly  to  the  street. 

Resolved ,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted  on 
condition  that  a  standard  fire  escape  be  maintained  from 


the  2nd  story  to  the  roof,  with  egress  from  the  terminatioi 
at  2nd  story  level  to  the  adjoining  premises  to  the  rea 
and  the  east,  so  long  as  conditions  as  to  use  and  occupant 
remain  unchanged. 


1526-)24-S. 

PETITIONER — David  M.  Jones,  for  Herman  Gerofsky 
owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 19  Bond  street,  Manhattan 

APPEARANCES— 

For  Petitioner:  David  M.  Jones. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Super- 
intendents  Brady,  Reville  and  Moore...  8 

Negative  _ * .  Q 

Absent:  Mr  Holland,  Fire  ’  Chief  ’  Kenlon, 
Deputy  Fire  Commissioner  Hannon  Su¬ 
perintendents  Kleinert  and  McDermott  5 

THE  RESOLUTION: 


\\  hereas  David  M.  Jones,  for  Herman  Gerofsky,  owne 
ed,  December  29,  1924,  a  petition,  with  the  board  of  stanc 
ards  and  appeals,  for  variation  from  the  requirements  c 
the  labor  law,  as  cited  in  an  order  of  the  fire  commissione 
affecting  premises  19  Bond  street,  Manhattan ;  and 
\V  hereas,  the  order  of  the  fire  commissioner  No  6997t 
LD,  dated  July  26,  1924,  reads: 

■  Remove  the  substandard  fire  escape  on  the  rea 
of  the  building  or  reconstruct  same  in  accordance  wit 
Section  274  of  the  Labor  Law,  except  that  in  lieu  o 
a  counterbalanced  stair  a  drop  ladder  in  guides  froi 
the  lowest  balcony  to  the  ground  may  be  provided  a 
per  Resolution  of  the  Board  of  Standards  and  Appeal 
adopted  May  9,  1924.”; 
and 


Whereas,  the  building  is  non-fireproof,  five  stories  in 
height  37  ft.  6  in.  by  109  ft.  in  area;  OCCUPIED  as  a 
tenant  factory,  170  persons  above  the  1st  story;  EQUIPPED 
a  sprinkler  system  and  a  fire  alarm  signal  system. 
EX1 1 S :  An  interior  wooden  stairway  extending  from  1st 
story  to  top  story,  with  iron  ladder  to  scuttle  in  roof ;  en¬ 
closed  in  fire  resisting  partitions  with  fireproof  doors  at 
openings,  a  standard  fire  escape  on  the  Bond  street  front 
of  the  building  and  a  substandard  fire  escape  on  the  Shin¬ 
bone  alley  front  of  the  building  extending  from  the  roof 
to  2nd  story  balcony,  with  counterbalanced  drop  ladder  in 
guides  to  alley ;  with  non-fireproof  windows  along  the  course 
thereof;  ROOFS  of  adjoining  buildings  to  east  one  story 
higher,  to  west  four  stories  lower;  and 

Whereas,  petitioner  contends  that  the  fire  escape  (Shin¬ 
bone  alley  front)  meets  the  requirements  of  the  labor  law 
excepting  in  that  the  windows  along  the  course  thereof 
are  not  fireproof,  but  in  so  much  as  they  are  protected  with 
fire  shutters  and  that  there  are  two  other  means  of  exit 
from  the  premises,  requests  that  the  existing  exits  be  ac¬ 
cepted. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  all  windows  along  the  course  of  the  fire 
escape  on  the  2nd  story  shall  be  made  fireproof  and  self¬ 
closing  ;  that  fire  shutters  shall  be  provided  on  all  other 
windows  on  the  course  of  this  fire  escape  and  that  required 
legal  exits  otherwise  are  maintained,  and  that  this  modifica¬ 
tion  shall  be  granted  so  long  as  conditions  as  to  use  and 
occupancy  remain  unchanged. 
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appliances  submitted  for  approval. 

73-24-SA. 

’ETITIONER— Samson  Electric  Co. 

.UBJECT— Approval  of  Samson  No.  76  Break  Glass 
Interior  Fire  Alarm  Signal  Station. 

iPPEARAN'CES — 

For  Petitioner:  Geo.  W.  Hoelm. 

For  Administration:  Inspector  Mulligan  of  fire 
department. 

ACTION  OF  BOARD — Petition  approved  in  accord¬ 
ance  with  report  of  fire  department. 

THE  VOTE— 

Affirmative:  Chairman  Walsh.  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Super¬ 
intendents  Brady,  Reville  and  Moore...  8 

Negative  . . . •  0 

Absent:  Mr.  Holland,  Fire  Chief  Kenlon, 
Deputy  Fire  Commissioner  Hannon,  Su¬ 
perintendents  Kleinert  and  McDermott  5 


THE  RESLUTION: 

(673-24-SA) 

Whereas,  the  Samson  Electric  Company  filed,  May  14, 
1924,  a  petition,  with  the  board  of  standards  and  appeals,  for 
ipproval  of  their  device  known  as  the  Samson  No.  76  Break 
ilass  Interior  Fire  Alarm  Signal  Station;  and 

Whereas,  this  device  was  referred  to  the  fire  department 
for  test  and  report  and  a  report  of  the  chief  of  the  bureau 
of  fire  prevention  dated  January  8,  1925,  recommends  the 

approval  of  the  device.  ,  . 

Resolved,  that  the  board  of  standards  and  appeals  does  here¬ 
by  approve  the  device  known  as  the  Samson  No.  76  Break 
Glass  Interior  Fire  Alarm  Signal  Station,  when  con¬ 
structed  and  installed  in  accordance  with  the  recom¬ 
mendation  set  forth  in  the  report  of  the  chief  of  the 
bureau  of  fire  prevention,  dated  January  8,  1925. 


872-24-SA. 

PETITIONER— W.  R.  Ostrander  &  Co. 

SUBJECT— Approval  of  Ostrander  A.C.-D.C.  Control 
Panel. 

APPEARANCES— 

For  Petitioner:  C.  E.  Clement. 

For  Administration:  Inspector  Mulligan  of  fire 
department. 

ACTION  OF  BOARD — Petition  approved  in  accordance 
with  report  of  fire  department. 

THE  VOTE — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd.  Gunnison,  Connell,  Super¬ 
intendents  Brady,  Reville  and  Moore...  8 

Negative  . . . . .  0 

Absent:  Mr.  Holland,  Fire  Chief  Kenlon, 
Deputy  Fire  Commissioner  Hannon,  Su¬ 
perintendents  Kleinert  and  McDermott  5 

THE  RESOLUTION: 

(872-24-SA) 

Whereas,  the  W.  R.  Ostrander  &  Company  filed,  Janu¬ 
ary  30,  1924,  a  petition,  with  the  board  of  standards  and 
appeals,  for  approval  of  their  device  known  as  the  Os¬ 
trander  A.C.-D.C.  Control  Panel ;  and 

Whereas,  this  device  was  referred  to  the  fire  department 
for  test  and  report  and  a  report  of  the  chief  of  the  bureau 
of  fire  prevention,  dated  January  30,  1925,  recommends 
the  approval  of  the  device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  Ostrander  A.C.- 
D.C.  Control  Panel,  when  constructed  and  installed  in 
accordance  with  the  report  of  the  chief  of  the  bureau 
of  fire  prevention,  dated  January  '30,  1925. 


Adjourned  6.  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


BOARD  OF  APPEALS 


♦CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  appeals, 
held  Tuesday  morning,  February  17,  1925,  as  they  appeared 
in  Bulletin  No.  7,  Vol.  10,  are  hereby  corrected  to  read 

as  follows : 

THE  RESOLUTION: 

(306-24-A) 

Whereas,  Alexander  C.  McNulty,  for  Adelstein  &  Avru- 
tine,  owners,  filed,  February  26,  1924,  an  appeal,  with  the 
L.I  board  of  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  82-86  Rutgers  slip,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  54482- 
F,  dated  February  5,  1924,  reads  : 

“1.  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  1st  story  which  are  dis¬ 
tant  in  a  direct  line  less  than  30  ft.  from  any  opening 
in  any  other  building  and  not  in  the  same  plane  vv  ith 
said  openings  and  which  are  not  more  than  50  ft.  above 
a  neighboring  roof  at  west  and  south  sides  of  building, 
or  other  approved  protection,  as  per  Sec.  375,  Article 
18,  Chapter  5  of  the  Code  of  Ordinances.” 


* Correction — YV ord  “valve”  omitted  in  next  to  last  line, 
and  word  “dry"  transposed  to  follow  ivord  in. 


‘‘Order  No.  54483-F:  ,  .  . 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 

diameter  *  * 

and  .  .... 

Whereas,  the  building  is  fireproof,  seven  stories  in  height, 
80  ft.  by  58  ft.  in  area.  OCCUPIED:  1st  story  and  base¬ 
ment,  baking;  upper  stories,  tenant  factory,  75  persons  per 
story ;  and 

Whereas,  there  are  eleven  windows  on  each  story  above 
the  1st  story  within  50  ft.  of  the  roof  of  a  one-story  garage 
to  the  west  and  four  windows  on  each  story  above  the  1st 
story,  within  30  ft.  of  openings  in  the  three-story  building 
to  the  south ;  and 

Whereas,  appellant  contends  that  the  windows  in  the  south 
wall  of  the  building  can  be  covered  by  hose  streams  from 
the  street  and  yard  and  the  one-story  garage  does  not  con¬ 
stitute  a  hazard  relative  to  the  windows  in  the  westerly 
wall  above  the  4th  story;  and  that  in  regard  to  the  stand¬ 
pipe,  the  building  is  fireproof  and  there  would  be  hardship 
in  complying  as  the  building  is  not  heated. 

Resolved ,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  only  so  far  as  it  affects  the  second  line  of  windows 
from  the  westerly  gable  walls  on  condition  that  all  other 
openings  embraced  in  this  order  shall  be  equipped  with  ap¬ 
proved  fireproof  windows,  glazed  with  wire  glass ;  that  the 
order  of  the  fire  commissioner,  No.  54483-F,  affecting 
standpipe,  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted  on  condition  that  an  approved  4  in. 
dry  standpipe  system  shall  be  installed  within  the  stairway 
enclosure. 
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SMOKING  IN  FACTORIES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
August  13,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  fire  commissioner. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stairhall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  fire  commissioner  shall 
direct,  a  notice  of  such  prohibition,  and  the  penalty  for  its 
violation. 

(b)  Application.  Application  for  such  permit  shall 
be  made  only  by  the  owner  of  the  building  on  suitable 
blank  forms  to  be  furnished  by  the  fire  commissioner. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a 
conspicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  fire  com¬ 
missioner,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that : 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprinkler 
system,  the  floor  and  ceiling  of  such  room  shall 
be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing ; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works  ; 

Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works ; 

Machine  shops ; 

Smelting; 

Stone  or  monumental  works  ; 
provided  that  in  any  case : 

(l)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed  ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 


CONCRETE  RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement. 


1-1K-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  .  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 
337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 
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357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S— The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S— Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S  Kennell  Gas  Cut-Off  Valve,  approval  of. 


RESERVE  CALENDAR 


B57-22-S — Burnwell  Mechanical  Burner,  approval  of. 

104- 22-S— Dean  Fuel  Oil  Pump,  approval  of. 

105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 

173-22-S — Anti-Syphon  Valve,  approval  of. 

230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

249-22-S — Coen  Oil  Burner,  approval  of. 

274- 22-S — Rodriguez  Oil  Burner,  approval  of. 

391- 22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 

approval  of. 

395-22-S — Caloroil  Burner,  approval  of. 

526-22- S — Delaney  Fuel  Oil  Burner,  approval  of. 

57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-S A — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA— Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA— Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 

275- 23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 

297-23-SA — “Automatic”  Deluge  Valve,  approval  of. 
345-23-SA— Cornell  Falat  Oil  Burner,  approval  of. 

392- 23-SA— “Billow”  Class  G.  R.  Oil  Burner,  approval  of. 

393- 23-SA— “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

397-23-SA— Cornell  No.  1  Type  “A"  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA— Automatic  Gas  Shut-Off,  approval  of. 
525-23-SA — Tilman- White  Gas  Cut-Off  Valve,  approval 

of. 

544-23-SA— Domestic  Fuel  Oil  Burner,  approval  of. 
628-23-SA— Powerlight  Oil  Heat  Burner,  approval  of. 
820-23-SA — Morse  Fuel  Oil  Burning  System,  approval  of 
888-23-SA— Lewis  Oil  Burner,  approval  of. 

898-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-S A— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-SA— Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

1050-23-SA — Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of 
1169-23-SA— Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA— Ziegler  Oil  Burner,  approval  of. 

1180-23-SA— Viking  Pump,  approval  of. 

1231-23-SA — Gill  Oil  Burner,  approval  of. 

1246-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 
1339-23-SA — National  Light  Service  Oil  Pump,  approval  of. 
1346-23-SA — Heatiator  Oil  Burner,  approval  of. 

1358-23-SA — Worthington  Oil  Burner,  approval  of. 
1361-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 
1364-23-S A— Staples  &  Pfeiffer  Oil  Burner,  approval  of. 


1415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1429-23-SA — Kerrihard  Oil  Burner,  approval  of. 

1444-23-S A — Tate-Jones  No.  6  Oil  Burner,  approval  of. 
1484-23-SA — Universal  G.  P.  O.  Burner,  approval  of. 
1493-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
1538-23-SA — Lillibridge  Oil  Vapor  Burner,  approval  of. 
1550-23-SA — Apex  Gas  Cut-Off  Valve,  approval  of. 
68-24-SA — May  Burner,  approval  of. 

254-24-S A — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365-24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-SA — Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA — Faultless  Oil  Burner,  approval  of. 
501-24-SA — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA — Kinney  Rotating  Plunger  Pump,  approval  of. 
53G-21-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA — Marvel  Oil  Burner,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 
735-24-SA — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 
860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

10 1 6-24- S A — Milnes  Oil  Burner,  approval  of. 

1078-24-SA — Nokol  Automatic  Burner,  approval  of. 
1108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 
1134-24-SA— Peerless  Automatic  Oil  Burner,  approval  of 
1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 
1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 
1162-24-SA— Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1 197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA— Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA— Chalmers  Oil  Burner,  approval  of. 

1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 
1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 
1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of 
1361-24-SA— Caloroil  Burner  Type.  A-A,  approval  of. 
1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  uni l  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  W hereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  ivill  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  February  26,  1925  . .  233 


Restored  to  calendar .  15 

Miscellaneous  Applications. 

Requests  to  reopen  .  34 

Requests  to  amend .  0 

Requests  for  modification .  11 

Requests  to  rescind .  0 

Requests  for  extension  of  time .  7 

Requests  for  extension  of  permit .  1 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans  .  4 

Administrative  requests  .  1 

Requests  for  interpretation .  0 

Total  .  904 

Disposed  of  .  263 

Cases  pending  February  26,  1925  .  641 


DISPOSITION  OF  CASES. 

Withdrawn  .  27 

Dismissed  . k 

Denied  .  3( 

Granted  .  i 

Granted  on  condition  . * .  134 

Appliances  approved  .  j 

Appliances  dismissed,  disapproved  or  withdrawn .  0 

Rules  approved  . , .  0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted .  33 

Requests  to  reopen  denied  .  0 

Requests  to  amend  granted .  0 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted .  11 

Request  for  modification  denied  .  0 

Requests  to  rescind  granted .  0 

Requests  to  rescind  denied  .  q 

Requests  for  extension  of  time  granted .  7 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted .  1 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  0 

Requests  to  install  denied .  0 

Plans  approved  .  4 

Plans  disapproved  .  q 

Administrative  requests  granted  . *  q 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  q 

Requests  withdrawn  or  dismissed . 


Total  .  263 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building-, 

New  York  City. 


Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . 

P.  O . 

My  subscription  to  begin  with  the  issue  for .  1925. 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 


OF 

REMOVAL 

NOTICE  IS  HEREBY  GIVEN  THAT  THE 
BOARD  OF  STANDARDS  AND  APPEALS  IS 
NOW  LOCATED  ON  THE  TENTH  FLOOR  OF 
THE  MUNICIPAL  BUILDING,  ROOMS  1001 
TO  1015— NORTH  END  OF  BUILDING. 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Special  Meeting,  Board  of 
February  27,  1925. 

Minutes  of  Meeting,  Board  of  Appeals, 
1925. 

Minutes  of  Special  Meeting,  Board  of 
March  3,  1925. 

Reserve  Calendar. 

Progress  Report. 


Appeals, 
March  3, 
Appeals, 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  on  Tuesday.  March  10, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 

on  a  definite  day.  ,  ,  , 

The  next  subsequent  Call  of  the  Calendar  will  be  on 

Tuesday,  March  17,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 

on  fixed  days. 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  March  5,  1925. 

Cal.  No.  Department.  Premises  Affected. 

252-25-S . F.D . 6  Reade  st.,  Man. 

- -  LD-66922. 

25 1-25 -A . F.D . 89-91  Bridge  st.,  Bklyn. 

- -  C-91426. 

250-25-A . F.D . 89-91  Bridge  st.,  Bklyn. 

-  C-91425. 

249-25-BZ . B.B.B.  ..5315-25  5th  ave.,  Bklyn. 

- -  Applic.  38-1925. 

248-25-BZ . B.B.Bx.  .So.  side  Mt.  Hope  pi.,  89  ft.  9 

in.  W.  of  Jerome  ave.,  Bx. 

-  N.  B.  350-1925. 

247-25-S . B.B.M.  ..34-38  E.  19th  st.,  Man. 

~  •  Certificate  of  Occupancy. 

246-25-BZ . F.D . E.  side  Sutphin  blvd.,  40  ft.  So. 

of  Meyer  ave.  ( 114th  ave.), 

- - —  Jamaica,  Q.  LC-92400- 

24 5-25- BZ . B.BjM.  . .  1721-23-Park  ave.,  Man. 

- -  N.  B.  82-1925. 

244-25-A . B.B.M.  .  305-313  W.  58th  st.,  Man. 

’  Alt.  410-1925. 

243-25-S . B.B.M.  .80  Lafeyette  st.,  Man. 

* -  Alt.  57-1925. 

242-25-SA . F.D . Derby  Closed  Circuit  Sprinkler 

&  Standpipe  Alarm  Panel. 

Appliance. 

241-25-BZ . B.B.Bx.  .1202-1206  Lind  ave.,  Bx. 

N.  B.  171-1925. 

240-25-BZ . B.B.Bx.  .1214-1216  Lind  ave.,  Bx. 

N.  B.  172-1925. 

239-25-A . F.D .  890  Grant  ave..,  Bx. 

LC-26571. 

238-25-S . F.D .  35-37  East  10th  st.,  Man. 

‘  LD-71948. 

237-25-BZ . B.B.B.  ...38-44  State  st.,  Bklyn. 

7  “  Applic.  1909-1925. 

236-25-A . F.D .  1380  Metropolitan  ave.,  Q. 

'  Alt.  2434-1924. 

235-25-A . F.D . 217-219  West  26th  st.,  Man. 

LC-26923. 

234-25-BZ . B.B.M.  .N.  W.  cor.  W.  114th  st.  &  Am¬ 

sterdam  ave.,  Man. 

N.  B.  90-1925. 

Restored  to  Calendar. 

305-24-BZ . F.D.  ....1139  Ogden  ave.,  Bx. 

0-22467. 


F.D.  .. 
H.D.  . 
B.B.B. 
B.B.Bx 
B.B.M. 
B.B.Q. 
B.B.R  . 
T.H.D. 


CODE. 

. Fire  Department 

. Health  Department 

..Bureau  of  Buildings,  Brooklyn 

. Bureau  of  Buildings,  Bronx 

.Bureau  of  Buildings,  Manhattan 
....Bureau  of  Buildings,  Queens 
.Bureau  of  Buildings,  Richmond 
• . .  .Tenement  House  Department 
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CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  March  10,  1925,  at  2  p.  m. 


Building  Zone  Cases. 

1066-24-BZ. 

APPLICANI  (broker  National  Fire  Prevention  Engineer- 
Co.,  for  George  F.  and  Howard  J.  Riley,  owners 

PREMISES— 3507  Newkirk  avenue  and  595  East  35th  street 
Brooklyn. 

TO  PERMIT  in  a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  five  (5)  pleasure  motor 
\enicles,  four  (4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises. 


1415-24-BZ. 

APPLICANT  John  E.  Kerby,  for  Harry  Abramowitz 
owner. 

PREMISES — 608  Westchester  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


1480-24-iBZ. 

PPPvrIS4?T~Emil  Guterman>  for  Paola  Gerardi,  owner 
PPEMiSES_ 105-107  Jackson  street,  Brooklyn. 

1  U  1  ERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


1530-24-BZ. 

AppLI CANT— Edward  P.  Doyle,  for  Boris  Nalven  an< 
Max  Natevky,  owners. 

Pemisylvania  avenue,  Brooklyn. 

1U  PERMIT  in  a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  thai 
five  (5)  motor  vehicles. 


39-25-BZ. 

APPLICANT— William  H.  Kehoe,  for  Louis  Brooks  Inc 
owner.  ’ 

ppemises  India  streetj  Brooklyn 

1  U  PERMIT  in  a  residence  district  the  erection  and  mair 
tenance  of  a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles. 


1485-24-BZ. 

APPUCANT— John  J.  Dunnigan,  for  Joseph  Diamom 
Construction  Co.,  owner 

?nEpIpIlM19”  Br,anl  avenue’  The  Bronx. 

J  PERMIT  in  a  residence  district  the  erection  am 
maintenance  of  a  building  to  be  used  for  busines 
purposes  on  the  1st  story 


402-24-BZ. 

APPLICANT— Charles  Mohr,  for  Mohr-Streiber  Holding 
Co.,  Inc.,  owner. 

PREMISES  149  West  46th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  maintenance  of  the 
use  as  iron  works  on  the  1st  story  and  in  the  cel¬ 
lar  of  an  existing  residence  building. 


APPLICANT — New  York  Telephone  Co.,  owner. 
PREMISES — 4101-4111  Fourteenth  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  a  bus 
ness  district  the  alteration  and  extension  in  heigl 
and  area  of  a  telephone  exchange  building. 

45-25-BZ. 

APPLICANT— Victor  C.  Farrar,  for  40th  Street  and  Par 
Avenue,  Inc.,  owner. 


CALENDAR 


PREMISES — 90-98  Park  avenue  and  38-40  East  40th  street. 

Manhattan. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  office  pur¬ 
poses. 

56-25-BZ. 

APPLICANT— John  J.  Dunnigan,  for  Jacob  O.  Pederson. 

owner. 

PREMISES— 1895  Inwood  avenue,  The  Bronx. 

TO  PERMIT  the  extension,  from  an  unrestricted  district 
into  a  residence  district,  of  a  proposed  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles; 
and  also  its  location  within  200  ft.  of  a  hospital. 

,  f 

59-25-BZ.  . 

APPLICANT — Lawrence  J.  Frank,  for  Solomon  Goldstein, 

owner.  , 

PREMISES — Northwest  corner  of  Sutter  avenue  and  1  lt- 
kin  avenue,  Woodhaven,  Queens. 

TO  PERMIT  in  a  business  district  the  erection  of  additional 
buildings  and  the  extension  of  the  use  of  an  existing 
stone  or  monumental  works. 

74-25-BZ.  . 

APPLICANT— Anthony  D.  Rasso,  for  Domemck  Rasso, 

owner. 

PREMISES— 549  17th  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  business  building. 

1439-24-BZ. 

APPLICANT — Joseph  M.  Smith,  for  Otto  &  Stanley,  Inc., 

lessee. 

PREMISES— 389-91  Fourth  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  maintenance  ot  a 
motor  vehicle  repair  shop. 


630-24- A 
969-24-A- 

1242-24-A- 

1402-24-A- 

1423-24-A- 

1459-24-A- 

1510- 24- A- 

1511- 24-A 


BOARD  OF  APPEALS. 

Tuesday ,  March  10,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

—2210  Newkirk  avenue,  Brooklyn. 

-126  Franklin  street,  and  220-224  West  Broadway, 
Manhattan. 

-110  East  17th  street,  Manhattan. 

-1775  Broadway,  Manhattan. 

-9316  219th  street,  Queens  Village,  Queens. 
-South  side  of  Seventeenth  avenue,  100  ft.  east  of 
Graham  avenue,  Astoria,  Queens. 

—1038  Ocean  avenue,  Brooklyn. 

—771  East  133rd  street,  The  Bronx. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  _  provisions  of  the  buikhng 
zone  resolution,  Tuesday  morning,  March  10,  1925,  at  1 
o’clock  in  Room  1013,  Municipal  Budding,  on  the  following 

matters : 

cal.  no.  1404-24-BZ — Application,  November  26.  1924  under 
the  building  zone  resolution,  of  Jonn 
De  Hart,  applicant,  on  behalf  of  Helen 
Weinstock,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  commercial  motor  vehicles, 
owned  and  used  by  the  person  residing 
on  the  premises;  premises  3-5  Cottage 
place,  The  Bronx. 


cal.  no.  1428-24-BZ— Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Zivie 
Bender,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1223- 
1229  Intervale  avenue,  The  Bronx. 
cal.  no.  5-25-BZ— Application,  January  2,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Irville 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  northwest  corner  of  Cortel- 
you  road  and  Gravesend  avenue,  Brook¬ 
lyn. 

cal.  no.  76-25-BZ— Application,  January  19,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  The 
Barre  Realties,  Inc.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  968-972  Fulton  street,  Brook¬ 
lyn. 

cal.  no.  88-25-BZ— Application,  January  22,  1925,  under  the 
building  zone  resolution,  of  Frank 
Krall,  applicant  and  owner,  to  permit 
in  a  ’  residence  “E”  area  district  the 
erection  and  maintenance  of  a  build¬ 
ing  less  than  ten  (10)  feet  from  the 
street  line;  premises  2108  Avenue  P, 
Brooklyn. 

cal.  no.  1089-23-BZ — Application,  January  13,  1925,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  applicant,  on  behalf  of  Frank  Mit¬ 
chell,  owner,  previously  dismissed  for 
lack  of  prosecution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga¬ 
rage  for  the  storage  of  two  (2)  pleas¬ 
ure  and  two  (2)  commercial  motor  ve¬ 
hicles,  owned  by  the  person  residing  on 
the  premises;  premises  163  McDougal 
street,  Brooklyn. 

cal  no.  1204-24-BZ— Application,  October  7,  1924  under 
the  building  zone  resolution,  of  Charles 
B  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1716-1728  Fulton 
street,  Brooklyn. 

cal.  no.  1091-24-BZ— Application,  September  2,  1924  under 
the  building  zone  resolution,  ot  John 
W.  Clancy,  applicant,  on  behalf  of 
Valhalla  Corporation,  owner,  f->  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Rronx. 

cal.  no.  1529-24-BZ — Application,  December  29,  1924  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Weprm 
Glass  Building  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  202-18  East  55th  street  and 
211-13  East  54th  street,  Manhattan. 
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cal.  no.  1518-23-BZ — Application,  February  3,  1925,  under 
the  building  zone  resolution,  of  William 
J.  McKeown,  applicant,  on  behalf  of 
Service  Realty  Co.,  Inc.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  southwest 
corner  of  Davidson  avenue  and  West 
181st  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  March  10,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1354-24-S — 19-21  East  55th  street,  Manhattan. 

1194-24-S — 40  West  56th  street,  Manhattan. 

1458-24-S — 603-609  Fifth  avenue,  Manhattan. 

1472-24-S — 302-6  West  53rd  street,  Manhattan. 

1201-24-S — 45-47  West  57th  street,  Manhattan. 

1356-24-S — 14  West  40th  street,  Manhattan. 

1313-24-S — 243  Canal  street,  Manhattan. 

1440-24-S — 3639  Holland  avenue,  The  Bronx. 

1139-17-S — 51  East  8th  street,  Manhattan. 

549-19-S — 238-244  Sixth  avenue,  Manhattan. 

1435-24-S — 213  West  33rd  street,  Manhattan. 

1487- 24-S — 333  Seventh  avenue,  Manhattan. 

1488- 24JS — 333  Seventh  avenue,  Manhattan. 

1489- 24-S — 333  Seventh  avenue,  Manhattan. 

1490- 24-S — 333  Seventh  avenue,  Manhattan. 

1491- 24-S — 333  Seventh  avenue,  Manhattan. 

1492- 24-S — 333  Seventh  avenue,  Manhattan. 

1495-24-S — 45  Maiden  lane,  Manhattan. 

10-25-S — 3402-3406  Park  avenue,  The  Bronx. 

13-25-S — 174  Sixth  avenue,  Manhattan. 

28-25-S — 17  East  54th  street,  Manhattan. 

42- 25-S — 349-351  West  26th  street,  Manhattan. 

43- 25-S — i^l-1-*1?  West  45th  street,  Manhattan. 

Appliances  Submitted  for  Approval. 

1 509-24- S A — 'US EM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 
1512-24-SA  Jove  Break  'Glass  Pull  Lever  Box,  approval  of. 

19-25-SA— Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan  Brilliant  Burner,  approval  of. 
1500-24-SA — Smolensky  Check  Valve,  approval  of. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  March  17,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1098-24-BZ. 

APPLICANT  Walter  S.  Beaver,  for  W'illam  and  Lena 
bchwartzberg,  owners. 

PREMISES — 458  Leonard  street,  Brooklyn 

TO  PERMIT  in  a  business  district  the  change  of  occupancy 
from  a  garage  for  the  storage  of  five  (5)  motor 
vehicles  to  a  garage  for  the  storage  of  more  than 
nve  (5)  motor  vehicles. 


1252k24-BZ. 

APPLICANT — Morris  Perlstein,  for  Ritebuilt  Realty  Corp., 
owner. 

PREMISES — Northwest  corner  of  Forest  avenue  and  Lin¬ 
den  street,  Ridgewood,  Borough  of  Queens. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in  a 
business  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

1268-24-BZ. 

APPLICANT — Charles  B.  Meyers,  for  William  H.  Seaich, 
owner. 

PREMISES— 142-156  East  31st  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  conversion  of  occu¬ 
pancy  from  storage  purposes  to  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

1290-24-BZ. 

APPLICANT — Louis  Nathamson,  owner. 

PREMISES— 1921-1927-1931  Neck  road,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  five 
attached  residence  buildings  to  be  used  for  store 
purposes  on  first  story. 

1421-24-BZ. 

APPLICANT— David  G.  Ludins,  for  Elliot  Place  Holding 
Co.,  Inc.,  owner. 

PREMISES  Southeast  corner  of  Jerome  avenue  and  Elliot 
place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  busi¬ 
ness  building. 

1518-24-BZ. 

APPLICANT— Henry  J.  Nurick,  for  Michael  Bonuzo, 
owner. 

PREMISES— 1-11  East  32nd  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  alteration  and  conversion  of  a  pri¬ 
vate  garage  to  be  used  for  store  purposes. 

1532-24-BZ. 

APPLICANT  Moore  &  Landsiederl,  for  Adele  Santini, 
owner. 

PREMISES — East  side  of  Jerome  avenue,  100  feet  south  of 
East  190th  street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  build¬ 
ing  to  be  used  for  business  purposes. 

50-25-BZ. 

APPLICANT— Edward  P.  Doyle,  for  237-239  Madison  ave¬ 
nue,  Inc.,  owner. 

PREMISES — 237-239  Madison  avenue,  Manhattan. 

TO  PERMI  T  in  a  residence  district  the  erection  and  main^ 
tenance  of  a  building  for  business  purposes. 

98-25-BZ. 

APPLICANT— John  De  Hart,  for  Knickerbocker  Ice  Co., 
owner. 

PREMISES — 305-313  West  67th  street  and  308  West  68th 
street,  Manhattan. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

165-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Morris  White  Hold¬ 
ing  Corp.,  owner. 
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PREMISES — 297-303  Lexington  avenue  and  133-139  East 
37th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  residence  building,  part  of  first  story 
to  be  used  for  store  purposes. 

APPLICANT — Philip  J.  Sinnott,  for  Emanuel  Strauss, 
owner. 

PREMISES— *1139  Ogden  avenue,  The  Bronx. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  and  also  in  a  ‘  B  area  district  t  ic 
conversion  of  occupancy  from  a  five  (5)  car  ga¬ 
rage  and  storage  use  to  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 


dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for 
theatre  purposes;  premises  east  side  of 
Walton  avenue,  45  ft  ~"*th  of  Mt. 
Eden  avenue,  and  and  north  side  of 
Mt.  Eden  avenue,  75  ft.  east  of  Walton 
avenue,  The  Bronx. 

no.  1432-24-BZ — Application,  December  4,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Chas. 
E.  Manierre,  owner,  to  permit  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  421-429  West  209th  street  and 
420-428  West  210th  street,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  March  17,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

2-25-A — 564  State  street,  Brooklyn. 

8_25-A— 107  East  31st  street,  Manhattan. 

12-25- A — 86-88  Cherry  street,  Manhattan. 

22-25-A— 25-29  East  40th  street  and  279-293  Madison  ave¬ 
nue,  Manhattan. 

30-25-A — 36  Beverly  road,  Kew  Gardens,  Queens. 
31_25-A— 382  Mott  avenue,  The  Bronx. 

32- 25-A — 8  Grenfell  avenue,  Kew  Gardens,  Queens. 

33- 25- A — 8535  112th  street,  Richmond  Hill,  Queens. 

34- 25-A— 231  Beaumont  street,  Brooklyn. 

35- 25-A — 50  Bay  23rd  street,  Brooklyn. 

36- 25-A— Northwest  corner  of  Onslow  place  and  Austin 

street,  Kew  Gardens,  Queens. 

38-25-A _ 825  Vernon  avenue,  Long  Island  City,  Queens. 


cal.  no.  1479-24-BZ — Application,  December  16,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of  Charles 
Dougherty,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  42-44  Schenectady  avenue, 
Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS 

Tuesday,  March  24,  1925,  at  10  a.  in. 
Appeals  from  Administrative  Orders. 

1367-24-A — 450-458  West  34th  street,  Manhattan. 
1507-24-A — 405-411  East  4th  street,  Manhattan. 
1196-24-A — 407-413  West  28th  street,  Manhattan. 
4-25-A — 52-54  William  street,  Manhattan. 


Under  the  Building  Zone  Resolution 
NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  March  17,  1925,  at  lO 

o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 


matters : 


cal.  no.  1391-24-BZ 


—Application,  November  22,  1924,  under 
under  the  building  zone  resolution,  of 
Samuel  Rosenblum,  architect,  on  behalf 
of  Mrs.  Christina  Schneider,  owner,  to 
permit  in  a  residence  district  the  altera¬ 
tion  and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  102-11  92nd 
avenue,  Richmond  Hill,  Borough  of 
Queens. 


cal.  no.  1504-24-BZ— Application,  December  22,  1924  under 
the  building  zone  resolution,  of  william 
F.  Doyle,  applicant,  on  behalf  of  Smith 
&  Scutt  Co.,  Inc.,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Bergen  avenue, 
317.47  ft.  north  of  Jamaica  avenue  (Ful¬ 
ton  street),  Jamaica,  Borough  of 
Queens. 


cal.  no.  1419-24-BZ — Application,  December  5,  1924,  under 
the  building  zone  resolution,  of  I.  Mar- 
gon  and  C.  Glaser,  architects,  on  behalf 
of  Leo  Silver,  owner,  to  permit  in  a  resi- 


58-25-A — North  side  of  North  Jane  street,  from  Radde 
to  Prospect  streets,  L.  I.  City,  Queens. 

9-25- A — 450-460  West  15th  street,  461-469  West  14th 
street  and  58-76  Tenth  avenue,  Manhattan. 

54-25- A — 248-254  West  60th  street  and  549-555  West  59th 
street,  Manhattan. 

78- 25-A — 411-417  Rodney  street,  Brooklyn. 

79- 25-A — 6-16  West  16th  street  and  7-23  West  15th  street, 

Manhattan. 

1465-24-A — 128-38  Mott  street,  Manhattan. 

1401-24-A — 6701  Ridge  boulevard,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
zone  resolution,  Tuesday  morning,  March  24,  1925,  at  10 

o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  1379-24-BZ — Application,  November  20,  1924,  under 
the  building  zone  resolution,  of  Benja¬ 
min  R.  Leinhardt,  applicant,  on  behalf 
of  Estate  of  Elizabeth  Fischer,  owner, 
to  permit  in  a  business  district  (previ¬ 
ously  denied  by  the  board)  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  50-60  Pennsylvania 
avenue,  Brooklyn. 

cal.  no.  1494-24-BZ — Application,  December  20,  1924,  under 
the  building  zone  resolution,  of  Leo¬ 
pold  Phillipp,  applicant,  on  behalf  of  135 
West  100th  Street  Corp.,  owner,  to  per- 
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mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  133-135  West  100th 
street,  Manhattan. 

cal.  no.  1528-24-BZ — Application,  December  29,  1924.  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Keap  Construction  Company,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  2847-2857  West 
21st  street,  Brooklyn. 

CAL.  no.  16-25-BZ — Application,  January  6,  1924,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Wadbin 
Realty  Co.,  Inc.,  owner,  to  permit  the 
extension,  from  an  unrestricted  district 
into  a  business  district,  of  a  proposed 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1204- 
1212  Webster  avenue,  southeast  corner 
of  East  168th  street,  The  Bronx. 

cal.  no.  29-25-BZ — Application,  January  9,  1925,  under  the 
building  zone  resolution,  of  William 
Shary,  architect,  on  behalf  of  Fidelio 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles  and 
also  the  omission  of  a  rear  yard  as  re¬ 
quired  by  the  building  zone  resolution ; 
premises  511-515  East  80th  street,  Man¬ 
hattan. 

cal.  no.  675-19-BZ — Application,  June  24,  1924,  under  the 
building  zone  resolution,  of  Szerlip  and 
Szerlip,  applicants,  on  behalf  of  Otto 
Heepe,  owner,  previously  denied,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage,  space  in  which  is 
rented  to  persons  not  residing  on  the 
premises;  premises  325-327  16th  street, 
Brooklyn. 

cal  no.  1482-24-BZ — Application,  December  17,  1924,  under' 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Adelheen  Realty  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  204-208  East  97th  street,  Man¬ 
hattan. 

cal.  no.  1393-24-BZ — Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 

cal.  no.  892-24-BZ — Application,  July  3,  1924,  under  the 
building  zone  resolution,  of  John  E. 
Murphy,  applicant  and  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises,  1356  St.  Mark’s  avenue, 
Brooklyn. 

cal.  no.  1394-24-BZ — Application,  November  24,  1924,  under 


the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  New 
York  Consolidated  R.  R.  Co.  and  New 
York  Rapid  Transit  Corp.,  owners,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  sell- 
ng  station;  premises  464  Flatbush  ave¬ 
nue,  Brooklyn. 

cal.  no.  27-25-BZ— Application,  January  8,  1925,  under  the 
building  zone  resolutoin,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Efficient 
Building  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  Jerome  avenue, 
200  ft.  north  of  Clifford  place,  The 
Bronx. 

cal.  no.  200-25-BZ— Application,  February  18,  1925,  under 
the  building  zone  resolution,  of  William 
H.  Gompert,  applicant,  on  behalf  of 
Board  of  Education,  City  of  New  York 
owner,  to  permit  in  an  “F”  area  dis¬ 
trict,.  also  in  a  residence  district,  the 
erection  and  maintenance  of  a  public 
school  nearer  than  fifteen  (15)  feet 
from  the  street  line,  contrary  to  section 
16,  subdivision  A,  of  the  building  zone 
resolution;  premises  134-01  to  134-19 
Cronston  avenue,  Belle  Harbor,  Bor¬ 
ough  of  Queens. 

William  E.  Wals a, -Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  March  24,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

385-24-S — 2268  Second  avenue,  Manhattan. 

982-24-S  614-618  West  131st  street,  Manhattan. 
1484-24-S— 76  West  Houston  street,  Manhattan. 

1493-24-S — 30  East  9th  street,  Manhattan. 

1520-24-S — '125-127  West  42nd  street,  Manhattan. 

1454-24-S— 35-37  Ann  street  and  104-108  Nassau  street 
Manhattan. 

46-25-S — 16  Horatio  street,  Manhattan. 

53-25-S — 209  West  34th  street,  Manhattan. 

55-25-S  623  Broadway,  Manhattan. 

70-25-S — 9  Van  Brunt  street,  Brooklyn. 

73-25- S— 533  Greenwich  street  and  99-101  Van  Dam  street 
Manhattan. 

‘ 5-25-S  128-136  West  31st  street  and  12-133  West  30th 

street,  Manhattan. 

18-25-S' — 12  East  56th  street,  Manhattan. 

25-25-S  35-3/  Ormond  place,  Brooklyn. 

90-25-S  5  East  19th  street,  Manhattan. 

111-25-S  260-262  West  41st  street,  Manhattan. 

113-25-S— 51  Vesey  street,  Manhattan. 

118-25-S  225-241  West  34th  street  and  234-238  West  35th 
street,  Manhattan. 

Appliances  Submitted  for  Approval 
1395-24-SA  Deming  Power  Rotary  Force  Pump,  approval 

154-25-S A— Edwards  Solenoid  Type  Bell,  approval  of. 

Rules. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 
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BOARD  OF  APPEALS. 

SPECIAL  MEETING. 
Friday,  March  27,  192"),  at  10  a.  m. 
Appeal  from  Administrative  Order. 

002-24-A — 401-417  Seventh  avenue,  Manhattan 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
f  a  public  hearing  under  the  provisions  of  the  building 
one  resolution,  Friday  morning,  March  2 « ,  1925,  at  10 
•’clock,  in  Room  1013.  Municipal  Building,  on  the  follow- 
ng  matters: 


cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Duunigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 


al.  no.  1369-24-BZ — Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

al.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 

!in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution;  premises 
northwest  corner  182nd  street  and 
Folin  street,’  The  Bronx. 


cal.  no.  812-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  a  business  building  which  was 
erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx. 


cal  no.  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923 ; 
premises  712-748  Southern  boulevard, 
The  Bronx. 


:al.  no.  1298-23-tBZ — Application,  July  8,  1924  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  3200  Villa 
avenue,  T  he  Bronx. 


•ai  no.  1007-24-BZ— Application,  August  6,  1924,  under 
the  building  zone  resolution,  ot  K. 
Thomas  Short,  applicant,  on  behalf  ot 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

cal.  no.  378-24-BZ — Application.  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner;  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  o 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  l  he 
Bronx. 

cal.  no.  136-24-BZ — Application,  January  29, _  1924  under 

the  building  zone  resolution  of  John 
J.  Dunnigan,  applicant,  on  behalf  ot 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  Th« 
Bronx. 


cal.  no.  1367-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John  J. 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  B  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

cal.  no.  1461-24-BZ— Application,  December  11,  1924,  under 
the  building  zone  resolution,  of  John 
Dunnigan,  applicant,  on  behalf  of  Louis 
Koenig,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  north  side  of  East  170th  street, 
100  ft.  east  of  Fulton  avenue,  The 
Bronx.* 

CAL  NO  1156-24-BZ— Application,  September  22,  1924  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 


CAL.  no.  1434-24-BZ— Application,  December  4,  1924  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Otto 
J.  Schwartzler,  owner,  to  permit  in  a 
business  district  the  alteration  and 
extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  1728-1750  Morris  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


*Correct  location  is  100  ft.  west  of  Fulton  avenue. 
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BOARD  OF  APPEALS. 

Tuesday,  March  31,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1436-24-A — 2501-5  Grand  Concourse,  The  Bronx. 

669-24- A — 37-39  East  28th  street,  Manhattan. 

1357-24-A — 14  West  40th  street,  Manhattan. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24- A — 43-45  Wooster  street,  Manhattan. 

1247-24-A — 202  Flatbush  avenue,  (Brooklyn. 

1261-24-A — 480  Fulton  street,  Brooklyn. 

1474-24-A — 536-546  Wesit  23rd  street,  Manhattan. 

15 15-24- A — 678  East  133rd  street,  The  Bronx. 

72-25-A — 189  Water  street,  Manhattan. 

83-25-A — 491-501  Bushwick  avenue,  Brooklyn. 

99-25-A* — 220  Corbin  place,  Brooklyn. 

Under  Building  Zone  Resolution, 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  March  31,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1438-24-BZ — Application,  December  5,  1924,  under 
the  building  zone  resolution,  of  Joseph 
M.  Smith,  applicant,  on  behalf  of  Lead¬ 
ing  Auto  Top  Co.,  owner,  to  permit  in 
a  business  district  the  maintenance  of 
a  motor  vehicle  repair  shop ;  premises 
605  Fourth  avenue,  Brooklyn. 

cal.  no.  1439-24-BZ — Application,  December  5,  1924,  under 
the  building  zone  resolution,  of  Joseph 
M.  Smith,  applicant,  on  behalf  of  Otto 
&  Stanley,  Inc.,  lessee,  to  permit  in  a 
business  district  the  maintenance  of  a 
motor  vehicle  repair  shop ;  premises  389- 
91  Fourth  avenue,  southeast  corner  of 
6th  street,  Brooklyn. 

cal.  no.  1232-24-BZ — Application,  October  16,  1924,  under 
the  building  zone  resolution,  of  Boris 
W.  Dorfman,  architect,  on  behalf  of 
Louis  Bergstein,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  Linden  street, 
95  ft.  north  of  Central  avenue,  Brook¬ 
lyn. 

cal.  no.  21-25-BZ — Application,  January  8,  1925,  under  the 
building  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Watkins 
Garage  Realty  Co.,  Inc.,  owner,  to 
permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  district, 
of  a  proposed  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  50-54  144th  street  and  69  West 
143rd  street,  Manhattan. 

cal.  no.  23-25-BZ— Application,  January  8,  1925,  under  the 
building  zone  resolution,  of  F.  W.  Rinn, 
architect,  on  behalf  of  Hobson  Realty 
Company,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2161  Jerome  avenue,  north¬ 
west  corner  of  West  181st  street,  The 
Bronx. 

CAL.  NO.  57-25-BZ— -Application,  January  13,  1925,  under  the 
building  zone  resolution,  of  John  De 


Hart,  applicant,  on  behalf  of  Bres- 
lauer  Construction  Co.,  Inc.,  owner,  to 
permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  dis¬ 
trict,  of  a  proposed  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1933-1935  Cedar  ave¬ 
nue,  The  Bronx. 

cal.  no.  81-25-BZ— Application,  January  20,  1925,  under  the 
building  zone  resolution^  of  New  York 
Telephone  Company,  applicant  and  own¬ 
er,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  an  exten¬ 
sion  to  a  telephone  exchange  building; 
premises  10  Marc  place,  Astoria,  Bor¬ 
ough  of  Queens. 

cal.  no.  1021-24-BZ— Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Polk  Construction  Co.,  Inc.,  owner,  pre¬ 
viously  denied,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  88  Jackson  avenue,  Jackson 
Heights,  Borough  of  Queens. 

cal.  no.  4'65-23-BZ— Application,  February  1.7,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Amanda  B.  Manee,  owner,  previously 
withdrawn,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles ;  premises  east 
side  of  River  avenue,  100  ft.  south  of 
East  167th  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 

— ■ — ' — i — i — • 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 


Tuesday,  March  31,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

1307-24-A  292  Chauncey  street,  Astoria,  Queens. 
1306-24-A  276-280,  286-288,  294-296.  300,  318-320,  324,  328 
332,  336,  338-340  Chauncey  street,  Astoria, 
Queens. 


52-58  West  143rd  street,  northeast  corn 
142nd  street  and  Lenox  avenue,  Manhatta 
1388-24-A  310  Chauncey  street,  Astoria,  Queens. 
1167-24-A— East  side  Zerega  avenue,  between  Chattertc 
and  Blackrock  avenues,  The  Bronx 
1447-24-A— 8746  123rd  street,  Richmond  Hill  Queens. 
1496-24- A  205-207  West  33rd  street,  Manhattan. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  March  31,  1925  at 
2  o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1038-24-BZ— Application,  August  19,  1924.  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn. 
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cal.  no.  1450-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  George 
L.  Donnellan,  applicant,  on  behalf  of 
Louis  Hart,  owner,  to  permit  in  a  resi¬ 
dence  district  the  change  of  occupancy 
from  a  residence  use  to  an  undertak¬ 
ing  business;  premises  67  West  130th 
street,  Manhattan. 

cal.  no.  1400-23-BZ— Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Turin  Garage  and  Supply  Co.,  Inc., 
owner,  previously  withdrawn,  to  permit 
in  a  residence  district  the  alteration 
and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  55  West  93rd 
street,  Manhattan. 

cal.  972-24-BZ— Application,  February  17,  1925,  under  the 
building  zone  resolution,  of  Deiches, 
Goldwater  &  Flynn,  applicants,  on  be¬ 
half  of  Edward  R.  and  Edward  L. 
Finch,  trustees  for  A.  R.  Finch,  owner, 
previously  denied,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles: 
premises  1273  Cromwell  avenue,  The 
Bronx. 

Wit.ltam  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  April  7,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

331-24- A — 508-534  West  212th  street,  Manhattan. 

16-24-A — 1342  Park  avenue,  Manhattan. 

100-25-A — West  side  of  Spuyten  Duyvil,  104.14  ft.  north  of 
West  231st  street,  The  Bronx. 


101- 25-A — 727  Avenue  L,  Brooklyn. 

102- 25-A — 2597  Grand  Concourse,  The  Bronx. 

104- 25-A — 42  Smart  street,  Flushing,  Queens. 

105- 25-A — 128  Maple  avenue,  Flushing,  Queens. 

106- 25- A — East  side  of  West  drive,  155  ft.  north  of  Ardsley 

road,  Douglaston,  Queens. 

107- 25-A — 155  Beach  148th  street,  Neponsit,  Queens. 

108- 25-A — 960  Boulevard,  Long  Island  City,  Queens. 

109- 25- A — 21  Luydig  place,  Corona,  Queens. 

117-25- A — 119  Fourth  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  April  7,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  matters: 

cal.  no.  1180-24-BZ — Application,  September  30,  1924.  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Two  Hundred  and  Fifty-seven 
Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  1J4  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution ; 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street, 
Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  April  14,  1925,  n/10  a.  m. 
Appeal  from  Administrative  Order. 
1175-24-A— 628-642  West  45th  street,  Manhattan. 


MINUT 


BOARD  OF  APPEALS 

cprrpT  a  T  MFETING  APPEARANCES — • 

FRIDAY  AFTERNOON,  FEBRUARY  *7.  For  lipe^or"  CarroH  of  fire 

Present:  Chairman  Walsh,  Messrs  Kennedy,  Gun  department, 

son,  Holland,  Connell  and  Fire  Cniet  Kenlon.  ACTION  OF  BOARD — Appeal  withdrawn. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS.  THE  VOTETO  JJTHDRAW-^^  Ren 

APPELLANT-Board  of  Education,  City  of  New  York,  nedy,  "  *"d  , 

SUBJECT— Appeal  from  decision  of  superintendent  of  Absent-  Mr.  Dowd  . .  1 

buildings.  t  * _ 

PREMISES  AFFECTED — 508-534  West  212th  street,  352  2l  A 

Manhattan.  APPELLANT— Abraham  H.  Schwartz,  owner. 

APPEARANCES—  SLTBJECT— Appeal  from  decision  of  fire  commissioner. 

For  Appellant:  Charles  Tilgner.  PREMISES  AFFECTED— Southeast  corner  Fu/lton 

For  Administration.  None.  ,  _  street  and  New  York- avenue.  Borough  of  Queens. 

ACTION  OF  BOARD— Laid  over  to  April  7,  1925,  at  APPEARANCE— 

10  a.  m.,  pending  amendment  to  the  ordinance  Eor  Appellant:  Tames  J.  Walker. 

by  the  board  of  aldermen.  For  Administration:  Inspector  Carroll  of  fire 

- —  department. 

7 80-20- A.  ACTION  OF  BOARD— Appeal  granted  on  condition. 

APPELLANT— Tames  J  Walker,  for  H.  &  G.  Amuse-  CONDITIONS— As  specified  in  resolution. 

ment  Co.  THE  VOTE—  _ 

SUBJECT— Appeal  from  decision  of  fire  commissioner.  Affirmative:  Chairman  Walsh.  Messrs.  Kern 

PREMISES  AFFECTED— 8802-8808  Jamaica  avenue.  nedy,  Gunnison.  Holland,  Connell  and 

Woodhaven,  Queens.  Fir'  Chief  Kenlon  .  « 


269 


MINUTES 


Negative  .  0 

Absent:  Air.  Dowd  .  1 

THE  RESOLUTION: 

(352-21-A) 

\\  hereas,  Abraham  H.  Schwartz,  owner,  filed,  April  26, 
192.1,  an  appeal,  with  the  board  of  appeals,  from  a  deci¬ 
sion  of  the  fire  commissioner,  affecting  premises  southeast 
corner  of  Fulton  street  and  New  York  avenue,  Borough  of 
Queens  ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
April  22,  1921,  rendered  in  acting  on  Standpipe  Applica- 
ion  36-1920,  reads  : 

“1.  Gravity  tank  of  3500  gallons  capacity  for  stand¬ 
pipe  fire  line  supply  may  not  be  omitted. 

‘‘2.  Steel  suction  tank  of  5,000  gals,  capacity  and 
25  H.  P.  250  gallons  pe)r  minute  pump  as  auxiliary  sup¬ 
ply  for  standpipe  fire  lines  may  not  be  omitted.” ; 

and 

Whereas,  the  building  is  of  fireproof  construction,  113 
ft.  3  in.  by  175  ft.  10)4  in.  in  area,  one  story  and  balcony 
in  height  (47  ft.  5  in.),  located  on  a  corner  plot  inside  the 
fire  limits;  OCCUPIED  as  a  moving  picture  theatre;  and 

Whereas,  the  appellant,  in  lieu  of  complying  with  the 
order,  proposes  to  install  a  standpipe  system  connected  to 
the  street  pressure,  omitting  gravity  tank  on  roof,  suction 
tank  and  fire  pumps,  and  contends  that  it  is  only  a  one-story 
and  balcony  moving  picture  theatre  with  no  stage,  no  dress¬ 
ing  rooms,  and  no  movable  scenery,  and  that  the  water 
pressure  is  45  pounds  to  the  square  inch. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  as  to  Item  No.  2,  and  denied  as  to  Item  No.  1. 


355-21-A. 

APPELLANT — A.  H.  Schwartz,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED1 — 946-956  Kings  highway,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  James  J.  Walker. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE- 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon .  6 

Negative  . 0 

Absent:  Mr.  Dowd  .  i 

THE  RESOLUTION: 

(355-21-A) 

Whereas,  A.  H.  Schwartz,  owner,  filed,  April  26,  192.1, 
an  appeal,  with  the  board  of  appeals,  from  a  decision  of  the 
fire  commissioner,  affecting  premises  946-956  Kings  highway 
Brooklyn  ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
January  16,  1921,  jn  acting  on  App.  No.  14-1921,  reads: 

“1.  Standpipe  must  be  supplied  from  a  3500  gallons 
capacity  gravity  tank,  the  bottom  of  which  shall  be  at 
least  20  ft.  above  the  highest  story  outlet. 

“2.  An  auxiliary  supply  consisting  of  25  H.  P.,  250 
gals,  per  minute  pump,  5000  gal.  steel  suction  tank,  with 
all  necessary  valves,  connections,  etc.,  must  be  provided.”; 

and 

Whereas,  the  building  is  of  fireproof  construction,  100 
ft.  by  219  ft.  in  area  in  the  1st  story,  one  story  and  balcony 
in  height,  31  ft.  '6  in.  by  43  ft.,  located  on  the  southwest 
comer  of  Kings  highway  and  Coney  Island  avenue;  OC¬ 
CUPIED  as  a  motion  picture  theatre’,  with  680  seats  in  the 
orchestra  and  640  seats  in  the  balcony;  and 
Whereas,  appellant  contends  that  the  theatre  is  only  one 
story  and  balcony  in  height,  with  no  stage,  dressing  rooinis 
or  movable  scenery,  with  an  average  water  pressure  in  the 
street  main  of  46  pounds  per  square  inch,  an'”  '-opuses  to 


install  a  standpipe  system  directly  connected  to  the  street 
pressure  in  lieu  of  complying  with  the  order. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  as  to  Item  No.  2,  and  denied  as  to  Item  No.  1. 


BUILDING  ZONE  CASES. 

1057-24-BZ. 

APPLICANT — James  J.  Walker,  for  William  A.  Cam¬ 
eron,  owner. 

SLTBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence 
district,  and  partly  in  a  business  district  and 
also  within  “B”  area  district,  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles,  and  also  the  omis¬ 
sion  of  the  rear  yard  required  by  the  zone  res¬ 
olution. 

PREMISES  AFFECTED — Northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  James  J.  Walker. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  laid  over  to  March 
27,  1925,  at  10  a.  m.,  pending  action  by  sinking 
fund  commission,  on  request  of  applicant. 


1156-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Cosmo  Saponaro, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — '982  Morris  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Dr.  John  J.  Sinnott. 

AC'I  ION  OF  BOARD — Application  laid  over  to  March 
27,  1925,  at  10  a.  m.,  on  request  of  applicant. 


378-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hesu  Realty 
Co.,  Inc.,  owner. 

SUBJEC1  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 1101-1109  Union  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Arthur  G.  Basch,  David  M. 
Jones. 

ACT  ION  OF  BOARD — Laid  over  to  March  27,  1925,  at 
10  a.  m.,  on  request  of  applicant. 


136-24-BZ. 

APPLICANT?— John  J.  Dunnigan,  for  Max  Katz, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehi- 
clcs. 

PREMISES  AFFECTED — 809  Union  avenue.  The 
Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Max  Silverstein. 

ACTION  OF  BOARD — Application  laid  over  to  (March 
27,  1925,  at  10  a.  m.,  on  request  of  applicant. 
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APPLICANT — John  J.  Dunnigan,  for  Hattie  W.  Ayer, 

owner.  .  .  ,  .  ,  ,  . 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 495-499  East  171st  street, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Jacob  Feld. 

ACTION  OF  BOARD— Application  laid  over  to  March 
27,  1925,  at  10  a.  m.,  on  request  of  applicant. 


812-24-BZ.  . 

APPLICANT— John  T.  Dunnigan,  for  Sadie  Corn, 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration  and  extension  of  a  business 
building  which  was  erected  under  a  previous 
resolution  of  the  board. 

PREMISES  AFFECTED' — University  avenue,  west  side, 

1  *  360.16  ft.  south  of  West  190th  street,  The  Bronx. 

APPEARANCES— None.  .  .  .  . 

\CTION  OF  BOARD — Application  laid  over  to  March 
27  1925,  at  10  a.  m.,  on  request  of  applicant. 


APPLICANT— John  J.  Dunnigan,  for  Vivaudou  Realty 

Co.,  owner.  .  ,  .  ,  . 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  penmit  the  extension  from  an 
unrestricted  district  into  a  business  district  of 
a  proposed  garage  for  the  storage  of  moie  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 712-48  Southern  boulevard, 
The  Bronx. 

APPEARANCES— None.  .  ..  , 

ACTION  OF  BOARD — Application  laid  over  to  March 
27,  1925,  at  10  a.  m.,  on  request  of  applicant. 


APPLICANT— John  J.  Dunnigan,  for  B.  R.  Construc- 
l  tion  Co.,  owner.  . 

SUBJECT— Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a 
“B”  area  district  the  erection  and  maintenance 
of  a  building  occupying  more  than  40  per  cent 
of  the  rear  yard  area. 

PREMISES  AFFECTED— 1211-1263  Boynton  avenue, 
The  Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD— Application  laid  over  to  March 
27,  1925,  at  10  a.  m.,  on  request  of  applicant. 


1461-24-BZ.  T  .  . 

APPLICANT— John  J.  Dunnigan,  for  Louis  Koenig, 

owner.  .  .  , 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  extending 
from  an  unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— North  side  of  East  170th 
street,  100  feet  east  of  Fulton  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Louis  Koenig. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  March 
27,  1925,  at  10  a.  m.,  on  request  of  applicant. 


1298-23-BZ. 

APPLICANT— McIntyre  &  O’Leary,  for  \  incenzo 
Gargiulo,  owner. 

SUBJECT— Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  partly 
in  a  business  district  and  partly  in  a  residence 
district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 3200  Villa  avenue,  I  he 
Bronx. 

APPEARANCES— 

For  Applicant:  Miss  R.  Fahner. 

For  Opposition:  Abraham  Schwartz,  George 
Ludwig. 

ACTION  OF  BOARD— Application  laid  over  to  March 
27,  1925,  at  10  a.  m.,  for  final  disposition,  on 
request  of  applicant’s  representative. 


1007-24/-1B  Z. 

APPLICANT— R.  Thomas  Short,  for  Homack  Con¬ 
struction  Co.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence 
district  extending  from  a  business  district,  the 
erection  and  maintenance  of  a  building  to  be 
used  for  theater  and  store  purposes. 
PREMISES  AFFECTED— 103-12  to  20  E.  Roosevelt 
avenue,  Corona,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Hon.  James  J.  Walker,  A.  H. 
Schwartz. 

For  Opposition:  Hon.  Maurice  E.  Connolly, 
Asst.  Engr.  Powers,  Jabez  E.  Dunningham 
and  James  Pasta. 

ACTION  OF  BOARD — Application  laid  over  to  March 
27,  1925,  at  10  a.  m.,  pending  inspection  and  re¬ 
port  by  committee  of  the  board. 


APPLICANT— Edward  P.  Doyle,  for  Ida  Van  Rooyan, 
owner. 

SUBJECT— Application  (re:  decision  of  the  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
change  of  occupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1038-40  Lafayette  avenue, 

Brooklyn. 

APPEARANCES— 

For  Applicant :  Edward  P.  Doyle. 

For  Opposition:  David  Lieberman,  Norman  Paul, 
Rev.  C.  Schuchard. 

ACTION  OF  BOARD — Laid  over  to  March  27,  1925,  at 
10  a.  m.,  on  request  of  objector’s  representative. 

1116-24-BZ.  ,  ^  , 

APPLICANT— Edward  P.  Doyle,  for  Robert  C.  Shock, 
owner. 

SUBJECT— Application  for  reopening  (re:  decision  of  su¬ 
perintendent  of  buildings)  to  permit  in  a  business 
district  the  alteration  and  enlargement  of  a  ga¬ 
rage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 2906-08  Broadway.  Manhattan. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition :  Henry  C.  White,  Charles  B. 
Brophy. 

ACTION  OF  BOARD — Application  granted  on  condition. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE — 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 

Gunnison,  Holland  and  Connell .  5 

•  Negative  .  ® 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon -  2 
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THE  RESOLUTION : 

(1116-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  Robert  C.  Shock,  owner, 
filed,  September  11,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  'the 
alteration  and  enlargement  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles;  premises  2906-8  Broad¬ 
way,  .Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  February  27, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  is  a  business  dis¬ 
trict  and  West  113th  street  and  West  114th  street  are  resi¬ 
dence  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  8,  1924,  in  acting  on  Alt.  Application 
No.  2106-24,  reads : 

“1.  Enlargement  of  building  for  a  use  not  permitted 
in  business  district  is  unlawful.  Art.  II,  Building  Zone 
Resolution.”  ; 

and 

Whereas,  the  existing  garage  is  fireproof,  three  stories 
in  height,  50  ft.  by  97  ft.  in  area.  It  is  proposed  to  add  an 
additional  story  and  use  the  entire  building  as  a  public  ga¬ 
rage  for  the  storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  this  application  was  withdrawn  November  12, 
1924,  and  reopened  January  6,  1925;  denied  by  vote  of  the 
board  on  February  3,  1925,  and  reopened  on  February  10, 
1925;  and 

Whereas,  under  the  provisions  of  section  7,  subdivisions 
A  and  E,  the  board  is  empowered  to  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  from  the  application  of  the  use  district  regu¬ 
lations  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  the  pro¬ 
posed  increased  height  shall  not  exceed  one  story,  that  the 
building  zone  regulations  as  to  rear  yard  requirements  and 
area  shall  be  complied  with  in  all  respects  other  than  that 
jog  embracing  the  elevator  and  rear  shaft;  that  there  shall 
be  no  advertising  signs  of  any  description  other  than  the 
title  of  the  garage  which  shall  be  permitted  on  the  front 
of  the  building;  that  there  shall  be  no  roof  signs  of  any 
nature  or  description ;  that  the  front  of  the  building  shall 
be  painted  with  light  color;  and  that  the  gasoline  storage 
equipment  shall  not  be  increased; 

Resolved ,  further ,  that  all  permits  necessary  for  the  pros¬ 
ecution  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months  from 
the  date  of  this  action. 


1210-24-BZ. 

APPLICANT1 — Edward  P.  Doyle,  for  Damax  Homes  Corp., 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  distriot  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED' — 1407-15  West  8th  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Edward  P.  Doyle. 

For  Opposition:  Melvin  Di.  Patron,  Helen  D.  Bres- 


sler. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Walsh,  Messrs.  Kennedy, 

Gunnison,  Holland  and  Connell  .  5 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  ....  2 

THE  RESOLUTION: 

(1210-24-BZ) 


Whereas,  Edward  P.  Doyle,  for  Damax  Homes  Corp., 
owner,  filed,  October  10,  1924,  an  application,  under  the 


building  zone  resolution,  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district,  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than  five 
-motor  vehicles;  premises  1407-1415  West  8th  street,  Brook¬ 
lyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  February  27, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
W  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  8th  street  is  a  residence 
district  and  22nd  avenue  is  a  business  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  25,  1925,  in  acting  on  N.  B.  Application 
No.  18929-24,  reads : 

T.  Application  denied.  Proposed  amendment  to  erect 
a  public  garage  for  more  than  five  cars  in  a  business 
district,  contrary  to  Art.  II,  Sec.  4,  Zoning  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  120  ft. 
and  a  depth  of  82  ft.  6  in. ;  to  be  occupied  as  a  garage  for 
more  than  five  motor  vehicles ;  and 
Whereas,  no  facts  were  adduced  at  the  hearing  to  sup¬ 
port  the  basis  of  the  application  under  section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


1443-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Estate  of  Henry 
Moeller,  owner. 

SUBJECT- — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  distriot  extend¬ 
ing  from  a  business  district  the  change  of  occu¬ 
pancy  from  residence  to  business  purposes. 
PREMISES  AFFECTED* — 52  East  55th  street,  Manhattan 
APPEARANCES— 

For  Applicant:  Edward  P.  Doyle,  E.  B.  Collister. 
For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE- — 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 


Gunnison,  Holland  and  Connell  . : .  5 

Negative  .  q 


Absent :  Mr.  Holland  and  Fire  Chief  Kenlon  . .  2 

THE  RESOLUTION : 

(1443-24-BZ) 

WAereas,  Edward  P.  Doyle,  for  Estate  of  Henry  Moeller, 
owner,  filed,  December  6,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  the  change  of  occupancy 
from  dwelling  to  business  and  dwelling,  of  a  building  partly 
in  a  residence  and  partly  in  a  business  district;  premises 
52  East  55th  street,  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  February  27, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Madison  avenue  is  a  business 
district  and  East  55th  street  is  a  residence  district;  and 
Whereas,  the  order  of  the  superintendent  of  buildings, 
rendered  November  19,  1924,  reads : 

“Violation  Order  4979-24: 

“*  *  *  changing  the  occupancy  of  the  above  premises 
from  dwelling  to  business  and  dwelling  in  a  residence 
district,  contrary  to  the  Building  Zone  Resolution. 

“Vacate  the  business  occupancy  of  the  above  prem¬ 
ises.”  ; 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
four  stories  and  basement  in  height,  with  a  frontage  of 
26  ft.  am1  ~  depth  of  50  ft. ;  a  portion  of  the  structure, 
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814  ft.  in  width,  extending  into  the  residence  district;  it 
is7 proposed  to  alter  the  building  and  change  the  occupancy 
of  the  basement,  1st  story  and  part  of  the  2nd  story  into 

a  restaurant;  and  .  .  .  . 

Whereas,  under  the  provisions  of  section  <,  subdivision 

B,  the  board  is  empowered  to  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  from  the  application  of  the  use  district  regu¬ 
lations  of  the  building  zone  resolution,  and  that  the  apphea- 
tion  be  and  it  hereby  is  granted  only  so  far  as  it  affects  the 
basement  and  1st  story  and  limiting  the  use  to  a  restaurant, 
the  remainder  of  the  building  to  be  restricted  to  dwelling 
occupancy,  on  condition  that  there  shall  be  no  structural 
change  or  alteration  to  the  exterior  wall  of  street  front ; 
and  that  there  shall  be  no  commercial  display  or  advertising 
signs  exposed  on  the  front  of  this  building;  and  that  all 
necessary  permits  shall  be  obtained  within  sixty  days  from 
the  date  of  this  action. 


APPLICANT — Edward  P.  Doyle,  for  Brecher  Building 

Corp.,  owner.  .  .  .  ,  ,  , 

SUBJECT — Application  (re:  decision  of  superintendent  ol 
buildings)  to  permit  in  a  business  district  extending 
from  an  unrestricted  district  and  within  200  ft.  of  a 
hospital  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  \e- 

PREMISESS  AFFECTED — Southeast  corner  of  Hunter 
avenue  and  Crescent  street,  L.  I.  City,  Borough  of 

Queens. 

APPEARANGES—  ,  „  ^  . 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition :  Jabez  E.  Dunmngham  and  John 

Moore.  _  ,  - 

ACTION  OF  BOARD1 — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  . . .  . . y  * 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 

Gunnison,  Holland  and  Connell . 

Absent :  Mr.  Dowd  and  Fire  Chief  Kenlon  . .  2 


THE  RESOLUTION: 

(1445-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  Brecher  Building  Corp., 
owner,  filed,  December  8,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension  from  an 
unrestricted  district  into  a  business  district,  and  also  to 
within  200  ft.  of  a  hospital,  of  a  proposed  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  premises  south¬ 
east  comer  of  Hunter  avenue  and  Crescent  street,  L.  I.  City, 
Borough  of  Queens;  and  .... 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  February  27, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and  _ 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Nott  avenue  is  a  business 
district,  Hunter  avenue  is  an  unrestricted  district  and  Jack- 
son  avenue  is  partly  unrestricted  and  partly  business  dis¬ 
trict;  and  .  ,  ,  .... 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  12,  1924,  in  acting  on  N.  B.  Application  No. 

12334-24,  reads :  ..... 

“1 — Erection  of  this  garage  projecting  into  business 

district  is  prohibited  by  Zone  Law. 

“2 — It  is  prohibited  by  the  Zone  Law  to  locate  a  pub¬ 
lic  garage  for  more  than  five  cars  within  21X)  ft.  of  a 
hospital,  as  is  proposed  in  this  application.  ; 

and  ...  , 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
constructon,  one  story  in  height,  with  a  frontage  of  115.67 
ft.  and  a  depth  of  112  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  there  exists  a  hospital  within  200  ft.  of  the 
premises  in  question,  and  no  facts  were  adduced  at  the 
hearing  to  substantiate  the  basis  of  this  application  under 
section  21. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 

Adjourned  5.30  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


BOARD  OF 

REGULAR  MEETING. 

TUESDAY  MORNING,  MARCH  3,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief  Kenkm. 

The  minutes  of  the  regular  meeting  of  the  board I  t 
appeals  held  on  Tuesday  morning,  February  ~4  l-’Yb 
were  approved  as  printed  in  the  Bulletin,  No.  9,  Vol.  X. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

APPELLANT— Wm.  R.  Heins,  for  Republic  Storage 

Co.  Inc.,  owner.  .  . 

SUBTECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 628-642  W.  45th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  None.  . 

For  Administration:  Inspector  Carroll  of  fire 

department.  9_ 

ACTION  OF  BOARD— Laid  over  to  April  14,  l.~5, 
at  10  a.  m.,  pending  action  of  proposed  amend¬ 
ment  to  sprinkler  rules. 

A  P  PELL  A  N  T — Samuel  Rosenblum.  for  Emma  C. 
Rueff,  owner. 


APPEALS  .  . 

SUBTECT — Appeal  from  order  of  fire  commissioner 
PREMISES  AFFECTED— 128-38  Mott  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  None. 

ACTION  OF  BOARD— Laid  over  to  March  24,  1925, 
at  10  a.  m.,  on  request  of  appellant,  for  final 
disposition. 

1209-24-A.  .  ,  tt  •  -it-  u*  o 

APPELLANT — Brown,  Wheelock,  Harris  Vought  & 
Company,  Inc.,  for  Two  Rector  Street  Corpora¬ 
tion,  owner. 

SUBTECT _ Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 2  Rector  street,  Manhattan. 

APPEARANCES— 

For  Appellant:  J.  L.  Hernon. 

For  Administration:  Inspector  Lynch  of  nre 
department.  . 

ACTION  OF  BOARD — Appeal  withdrawn;  to  comply,  sub¬ 
ject  to  approval  of  superintendent  of  buildings. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh.  Messrs.  Ken¬ 
nedy,  Dowd,  Holland  and  Connell .  5 

\c?StlVC  . . . . 

Absent:  Mr.  Gunnison  and  Fire  Chief  Kenlon  2 
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1315-24-A. 

APPELLANT — Cornell  T_T tilities  Co.,  Inc.,  for  Helen 
B.  Byrne,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 1043  Fifth  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  withdrawn  on  request 
of  appellant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland  and  Connell .  5 

Negative  .  0 

Absent:  Mr.  Gunnison  and  Fire  Chief  Kenlon  2 

.  1446-24-A. 

APPELLANT— Adolph  Isaacsen  &  Son,  Inc.,  lessee. 
SUBJECT  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 63  Fulton  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Alexander  Lederer,  Leroy  F. 
Hovey. 

For  Administration:  Inspector  Lynch  of  fire 

department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs  Ken¬ 
nedy,  Dowd,  Holland,  'Connell  and  Fire 

Chief  Kenlon  .  0 

Negative  .  0 

Absent:  Mr.  Gunnison  .  i 

THE  RESOLUTION: 

( 1446-24- A  ) 

Whereas,  Adolph  Isaacsen  &  Son,  Inc.,  for  Francis  E. 
Holliday,  owner,  filed,  December  8,  1924,  an  appeal,  with 
the  board  of  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  63  Fulton  street,  Manhattan- 
and 

V  hereas,  the  order  of  the  fire  commissioner,  dated 
June  26,  1924,  in  acting  on  Order  No.  24748-LC,  reads : 

1.  Discontinue  the  manufacture  of  a  combustible 
mixture  on  these  premises. 

m  ' rEtS°.NA  Section  141  of  Article  10  of  Chapter 
10,  Code  of  Ordinances,  prohibits  the  manufacture  of 
combustible  mixtures  in  any  building  which  is  arti- 
and  "  y  lghted  hy  any  means  other  than  electricity.”; 

heST7AS4  ^  buiI/%  is  “^-fireproof,  five  stories  in 

hv  47%!'  ;f  by  7  ,  ft-  111  area  at  the  lst  story  and  17  ft. 

f  f  area  above.  OCCUPIED:  lst  story,  storage 

factory  C13>  nf!rSSoCtlC1l!e’  3  ,persons  ’  uPPer  stories,  tenant 
actory,  13  persons  above  the  lst  story;  and 

toTn  thEeAS'  ^Ppe,-lant  “^ends  that  the  mixture  referred 
it  hSew1stmb;fc/rdeH  °I  the  fire  «™»nissioner  be  and 

granted^ on  Zjf,L„  T  an?  '*  is 

stored  on  the  premises  shall  ,m  eXTfif tv  < 50 )  '"'Tl"" 
o  ”ar  and  confined 

separated  LUtte  S°2ir.<iXtenS,r0C0n  ,he  lst  *<>*. 

brick  wall  with  sel  fatlosing  fiiep?«f°L5s  ,JmWmg  by  a 

&  ucprooi  doors  in  any  opening. 

451-24-A.  ~~  ~ 

SUBJECT  NAT“Fiatnk  G'  Whiteside,  owner 
SUBJECT  Appeal  from  order  of  fire  commLioner. 


PREMISES  AFFECTED— 9005  218th  place,  Queens 
Village,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  Frank  G.  Wlhiteside. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  iMessrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  q 

Negative  .  q 

Absent:  Mr.  Gunnison  .  i 

THE  RESOLUTION: 

(451-24-A) 

Whereas,  Frank  G.  Whiteside,  owner,  filed,  March  28, 
1924,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  9005  218th 
place,  Queens  Village,  Borough  of  Queens;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  87090- 
LC,  dated  March  14,  1924,  reads: 

‘‘Discontinue  the  maintenance  of  garage  in  which  is 
kept  motor  vehicles  that  are  used  for  business  pur¬ 
poses. 

This  order  is  issued  for  the  reason  that  the  main¬ 
tenance  of  the  use  or  occupancy  referred  to  above  is 
a  violation  of  the  building  zone  resolution  adopted 
oil  July  25,  1916,  by  the  Board  of  Estimate  and  Ap- 
portionment.  The  premises  affected  by  this  order  lo¬ 
cated  in  a  portion  of  the  city  designated  by  said  reso¬ 
lution  as  a  Residence  District.”; 
and 

Whereas,  the  premises  consist  of  a  plot  of  ground  (lo¬ 
cated  m  a  residence  district)  upon  which  is  located  a 
dwelling,  and  at  the  rear  of  the  lot  a  non-fireproof  ga¬ 
rage  24  ft.  by  20  ft.  in  area,  for  the  storage  of  three 
motor  vehicles ;  and 

Whereas,  appellant  contends  that  the  motor  vehicle  in 
question  is  a  light  delivery  truck  which  is  used  only  on 
camping  trips  by  the  owner. 

Resolved  that  the  order  of  the  fire  commissioner  be 
and  ,t  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  only  so  far  as  it  affects  one  car,  not  of  the 
pleasure  car  type  of  open  body,  maintained  and  used  for 
the  personal  recreational  service  and  the  property  of  the 
owner  of  the  premises.  y 

1176-24-A. 

APPELLANT— The  Fidelity  and  Casualty  Company  of 
.New  York,  owner. 

PR Ap\rr r ctu n°rder  of  fire  commissioner. 
PREMISES  AFFECTED— 92-94  Liberty  street  and 

a  niAT- a  ^7r10i  Cedar  street>  Manhattan. 
APPEARANCES— 

For  Appellant:  Hugo  Magnuson. 

For  Administration:  Inspector  Maher  of  fire 
department. 

rn N T?TT T n v BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resoltuion. 

THE  V  O  T  E — 

Affirmative.  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  5 

Negative  .  q 

Absent:  Mr.  Gunnison  .  1 

THE  RESOLUTION:  . 

(1176-24-A) 

Whereas,  The  Fidelity  &  Casualty  Company  of  New 
\ark  owner  filed,  September  29,  1924,  an  appeal,  with 
the  hoard  of  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  92-94  Liberty  street  and  97- 
103  Cedar  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
September  8,  1924,  reads; 


274 


MINUTES 


“l.  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  1st  story  which  are 
distant  in  a  direct  line  less  than  30  ft.  from  any  open¬ 
ing  in  any  other  building  and  not  in  the  same  plane 
with  said  openings  and  which  are  not  more  than  50 
ft.  above  a  neighboring  roof  at  East  side  of  building 
and  at  north  side  of  twelve-story  portion  of  building 
and  at  East,  North  &  South  sides  of  Court  at  West 
side  of  twelve-story  portion  of  building  or  other  ap¬ 
proved  protection,  as  per  Sec.  375,  Art.  18,  Ch.  5 
of  the  Code  of  Ordinances.” ; 

and  .  . 

Whereas,  the  building,  fronting  on  three  streets,  is  fire¬ 
proof,  divided  into  two  sections,  the  southerly  section 
being  12  stories  ami  the  northerly  portion  being  21  stories 
in  height,  having  a  total  area  of  100  ft.  6  in.  by  113  ft. 

4  in.;  OCCUPIED  as  an  office  building,  approximately 
45  persons  on  each  story;  EQUIPPED  with  a  standpipe 
system ;  and 

Whereas,  there  are  in  the  easterly  wall  16  windows  on 
each  story  above  the  1st  story  within  30  ft.  of  openings 
in  the  walls  of  a  14-story  and  also  a  19-story  building  to 
the  east,  three  windows  in  the  northerly  wall  of  the  12- 
story  section  on  each  story  from  the  5th  to  the  10th  story, 
inclusive,  within  50  ft.  of  the  roof  of  a  5-story  building 
to  the  north  and  also,  on  the  inner  court,  there  are  seven 
windows  in  the  12-story  section  and  two  windows  in  the 
21-story  section  on  each  story  from  the  2nd  story  to  the 
10th  story,  inclusive,  within  30  ft.  of  openings  or  50  ft.  of 
the  roof  of  a  5-story  building  to  the  west;  and 

Whereas,  appellant  contends  the  building  is  an  office 
building;  that  all  windows  in  both  sections  are  glazed  with 
heavy  plate  glass  and  that  the  buildings  constituting  the 
exposures  are  also  office  buildings. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  requirements  of  the  certificate 
of  occupancy  now  in  force  and  issued  by  the  superin¬ 
tendent  of  buildings  shall  be  complied  with  in  all  respects, 
only  so  long  as  the  use  and  occupancy  is  restricted  as  a 
business  building;  denied  as  to  any  openings  on  the  course 
of  the  elevator  or  stair  hall  shafts. 


1469-24.-A. 

APPELLANT — Samuel  Rosenblum,  for  Nathan  Anklet 
Support  Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 2151-2165  Prospect  avenue, 
The  Bronx. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  . •  • .  0 

THE  RESOLUTION: 

( 1469-24-A) 

Whereas,  Samuel  Rosenblum,  for  Nathan  Anklet  Sup¬ 
port  Co.,  lessee,  filed,  December  15,  1924,  an  appeal,  with 
the  board  of  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  2151-65  Prospect  avenue,  Borough 
of  Bronx  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Ma\ 
29,  1924,  reads 

‘‘Order  No.  24346-LC: 

“You  are  hereby  notified  that  an  inspection  of  prem¬ 
ises  used  for  the  storage  and  use  of  nitro-cellulose 
material,  shows  that  the  following  must  be  done  be¬ 
fore  permit  requested  by  you  can  be  issued : 

2 


“1.  Provide  a  pressure  tank  in  addition  to  gravity 
tank  for  sprinkler  system  and  make  sprinkler  sys¬ 
tem  conform  in  all  respects  with  sprinkler  rules  of 
Board  of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  119  ft.  6  in.  by  150  ft.  2  in.  (irregular  in  area), 
separated  into  two  sections  by  a  brick  division  wall  with 
openings  therein  (protected  with  fire  doors)  on  the  2nd 
and  3rd  stories;  EQUIPPED  with  a  sprinkler  system 
supplied  by  a  gravity  tank  and  also  a  street  main  con¬ 
nection;  OCCUPIED  for  the  manufacture  of  curtains  for 
automobiles,  anklet  supports  and  also  for  dyeing,  130  per¬ 
sons  above  the  1st  story;  the  celluloid  being  stored  on  the 
3rd  story  and  used  in  work  in  the  northerly  section  of 
the  2nd  story ;  and 

Whereas,  appellant  contends  that  there  is  no  open  flame 
used  on  the  premises,  that'  the  stock  of  celluloid  (100 
pounds)  not  in  work  is  carried  in  a  metal  cabinet;  that 
the  sprinkler  system  is  supplied  by  a  gravity  tank  and 
also  from  a  connection  to  the  street  water  main,  said 
main  having  a  pressure  of  51  pounds  per  square  inch. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  celluloid  shall  be  limited 
to  finished  sheets  not  exceeding  in  quantity  100  pounds, 
to  be  stored  in  a  double  wall  metal  cabinet  equipped  with 
sprinkler  head  in  accordance  with  the  rules  of  the  board 
of  standards  and  appeals,  and  shall  be  maintained  on  the 
2nd  story  at  the  front  of  the  building  in  the  northerly 
section  of  the  premises ;  granted  on  further  condition  that 
a  3,500-gallon  gravity  tank  shall  be  maintained  exclusively 
for  the  sprinkler  system  and  that  an  additional  street  main 
connection  of  not  less  than  4  in.  shall  be  maintained. 

1473424-A. 

APPELLANT — Samuel  Rosenblum,  for  Eighth  Ave¬ 
nue  and  53rd  Street  Realty  Co.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 302-6  West  53rd  street, 
Manhattan.  • 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Negative  .  o 

Absent:  .  o 

THE  RESOLUTION: 

(1473-24-A) 

Whereas,  Samuel  Rosenblum,  for  8th  Ave.  &  53rd  St. 
Realty  Co.,  owner,  filed,  December  15.  1924,  an  appeal, 
with  the  board  of  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  302-6  West  53rd  street,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 

July  1,  1924,  reads: 

“Order  No.  60914-F : 

“1.  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  1st  story  which  are 
distant  in  a  direct  line  less  than  30  ft.  from  any 
opening  in  any  other  building  and  not  in  the  same 
plane  with  said  openings  and  which  are  not  more  than 
50  ft.  above  a  neighboring  roof  at  east,  south  and 
west  sides  of  building  or  other  approved  protection, 
as  per  Section  375,  Article  18,  Chapter  5  of  the  Code 
of  Ordinances.”  ; 

and 

Whereas,  the  building  is  non-fireproof.  three  and  four 
stories  in  height,  54  ft.  4  in.  by  90  ft.  (irregular)  in  area; 
OCCUPIED  on  the  1st,  2nd  and  3rd  stories  for  the  re- 
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pair  and  storage  of  automobiles  and  the  4th  story  to 
be  used  for  light  manufacturing,  20  persons  above  the 
1st  story ;  and 

Whereas,  there  are  two  windows  opening  on  each  story 
above  the  1st  story,  in  the  southerly  wall  of  the  premises 
within  30  ft.  of  openings  in  a  5-story  building  adjoining 
at  the  southeast  and  also  one  window  ini  the  south  wall 
on  each  story  above  the  1st  story,  less  than  50  ft.  above 
a  one-story  extension  roof  to  (the  southwest;  and 

Whereas,  appellant  proposes  to  protect  the  windows 
in  the  easterly  gable  wall  which  are  immediately  adja¬ 
cent  to  the  adjoining  five-story  'building,  which  constitutes 
the  exposure. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  two  (2)  mullion  windows 
to  the  front  of  the  easterly  gable  wall  shall  be  equipped 
in  accordance  with  the  regulations,  and  granted  only  so 
long  as  conditions  as  to  occupancy  and  use  remain  un¬ 
changed. 


1513-24- A. 

APPELLANT — Jacob  Lubroth,  for  China  Royal  Rest. 
Co.,  Inc.,  lessee. 

SUBJECT — Appeal  from  decision  of  superintendent 
of  buildings. 

PREMISES  AFFECTED— 523-545  Fulton  street, 

Brooklyn. 

APPEARANCES— 

For  Appellant:  Jacob  Lubroth. 

For  Administration:  None. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  ? 

N  egati  ve  .  0 

Absent  .  b 

THE  RESOLUTION: 

(1513-24-A) 

Whereas,  Jacob  Lubroth,  for  Levy  &  Baird,  owner, 
filed,  December  23,  1924,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of  the  superintendent  of  build¬ 
ings,  affecting  premises  523-45  Fulton  street,  Brooklyn ; 

and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  December  12,  1924,  reads : 

“1 — Required  enclosed  stairway  to  be  44  in.  in  width 
as  per  Sect.  153,  Para.  3.” ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories 
and  basement  in  height,  facing  on  three  streets,  and  hav¬ 
ing  a  frontage  of  198  ft.  on  Fulton  street,  69  ft.  on 
Duffield  street  and  185  ft.  on  Gold  street.  OCCUPIED : 
Basement  and  1st  story,  stores ;  upper  stories,  restaurant 
and  stores,  approximately  450  persons  on  each  story,  ap¬ 
pellant  occupying  part  of  the  basement  and  part  of  the 
1st  story  as  a  5  and  10  cent  store;  the  exit  in  question 
is  a  36  in.  stairway  on  the  Fulton  street  front,  leading 
from  the  street  to  the  basement;  and 
Whereas,  appellant  contends  that  there  are  three  other 
means  of  egress  from  the  basement,  one  stairway  at  the 
rear  having  direct  egress  to  alley  leading  to  street,  at  1st 
story  level. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  the  stairway  lead¬ 
ing  directly  to  the  Fulton  street  side  of  the  building  on 
the  1st  story  shall  be  enclosed  in  fireproof  partitions ;  and 
granted  on  further  condition  that  the  said  stairs  shall  have 
a  clear  width  of  not  less  than  3  ft.,  that  two  additional  sets 
of  stairs  shall  be  maintained  from  the  basement  to  the  1st 
story,  and  that  an  enclosed  stairs  shall  be  maintained  at 
the  rear  of  this  section  of  the  building  with  direct  egress 


at  1st  story  to  an  open  alley  leading  direct  to  Gold  street; 
granted  only  so  long  as  conditions  as  to  occupancy  and  use 
otherwise  remain  unchanged. 


1468-24-A. 

APPELLANT — American  Cane  &  Umbrella  Handle 
Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 37J4  Broome  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Chas.  Breslow. 

For  Administration:  Inspector  Lynch  of  fire 
department. 


ACTION  OF  BOARD — Appeal  denied. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  GRANT— 

x  Affirmative  .  o 

Negative:  Chairman  Walsh,  Messrs.  Ken. 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Absent  .  0 

THE  RESOLUTION: 

(1468-24-A) 


Whereas,  American  Cane  &  Umbrella  Handle  Co.,  les¬ 
see,  for  Oscar  Dike,  owner,  filed,  December  13,  1924, 
an  appeal,  with  the  board  of  appeals,  from  an  order  of 
the  fire  commissioner,  affecting  premises  37)4  Broome  street, 
Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
30,  1923,  reads : 

“Order  No.  18894-LC : 

“1.  Forthwith  remove  all  nitro-cellulose  products 
from  the  premises.”; 

and 

Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height,  125  ft.  by  148  ft.  in  area ;  OCCUPIED  as  a  tenant 
factory,  425  persons  in  the  entire  building;  EQUIPPED 
with  a  two-source  sprinkler  system;  appellant  occupying 
a  portion  of  the  2nd  story  for  the  manufacture  of  cane 
and  umbrella  handles  of  celluloid;  and 

Whereas,  appellant  contends  that,  under  the  provisions 
of  section  232,  subdivision  1,  paragraph  2,  article  219,  chap¬ 
ter  10,  Code  of  Ordinances,  that  celluloid  occupancy  under 
a  lease  existing  November  1,  19 22,  is  exempted  from  the 
provisions  of  the  chapter  and  that  his  lease  is  dated  Octo¬ 
ber  11,  1922,  and  runs  for  a  period  of  3  years  and  3/2 
months  from  October  15,  1922;  and 

Whereas,  the  chief  of  the  bureau  of  fire  prevention 
stated  in  writing  that  a  hazard  of  imminent  danger  to  life 
and  property  existed  on  these  premises  and  the  representa¬ 
tive  of  the  bureau  of  fire  prevention  stated  at  the  hearing 
that  the  housekeeping  conditions  were  bad  and  that  an 
extreme  hazard  existed. 

Rsoh’ed,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


BUILDING  ZONE  CASES. 

675-19-BZ. 


owner. 

SUBJECT  Application  (re:  order  of  fire  commission¬ 
er)  to  permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage,  space  in  which  is  rented 
to  persons  not  residing  on  the  premises. 

PREMISES  AFFECTED— 325-327  16th  street,  Brook¬ 
lyn. 

APPEARANCES— 


For  Applicant:  Bernard  Eilem  and  Otto  Heepe. 
For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  March  24,  1925, 
at  10  a.  m.,  on  request  of  applicant’s  represen¬ 
tative. 
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PLICANT — John  J.  Dunnigan,  for  Otto  J.  Schwarz- 

ler,  owner.  .  ,  .  .  ,  . 

BJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  alteration  and  extension  of  a  garage  tor 
the  storage  of  more  than  five  (5)  motor  vehicles. 
EMISES  AFFECTED— 1728-1750  Morris  avenue, 
The  Bronx. 

PEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  None. 

TION  OF  BOARD — Laid  over  to  March  27,  1925, 
at  10  a.  m.,  on  request  of  applicant’s  repre¬ 
sentative. 


2-24-BZ. 

PLICANT — Louis  A.  Sheinart,  for  Adelheen  Realty 

Corp.,  owner.  .  ,  . 

EJECT _ Application  (re:  decision  of  superintendnet 

of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 
DEMISES  AFFECTED— 204-208  East  97th  street, 
Manhattan. 

’PEARANCES —  .  , 

For  Applicant:  Louis  A.  Sheinart. 

For  Opposition:  Mr.  Greenstein. 

)TION  OF  BOARD — Laid  over  to  March  24,  1925, 
at  10  a.  m.,  on  request  of  applicant. 


PPLICANT— Edward  P.  Doyle,  for  Vincent  C.  Pepe, 

owner.  .  .  .  , 

JBTECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
extending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

DEMISES  AFFECTED — 59-61  Carmine  street,  Man¬ 


hattan. 

PEARANCES—  „  ^  , 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Michael  Horan. 
iTION  OF  BOARD— Laid  over  to  March  27,  1925, 
at  10  a.  m.,  on  request  of  both  sides. 


PLICANT — Gharles  B.  Meyers,  for  Ruthie  Realty 

Company.  .  .  ,  . 

BJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
LEMISES  AFFECTED — 246-250  Dyckman  street, 
Manhattan. 

'PEARANCES—  „  ,, 

For  Applicant:  Charles  B.  Meyers. 

For  Opposition:  George  C.  Wheeler. 

'TION  OF  BOARD — Laid  over  to  March  <-4,  1925, 
at  10  a.  m.,  on  request  of  applicant. 


2-23-BZ 

'PLICANT— William  F.  Doyle,  for  Samuel  Harding, 

'BJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  tor 
the  storage  of  more  than  five  (5)  motor  vehicles. 

LEMISES  AFFECTED— 242-270  East  98th  street, 
Brooklyn. 

^PEARANCES —  .  _  „  .  T 

For  Applicant:  William  F.  Doyle,  Bernard  J. 

Turkat,  Abraham  Young,  Albert  Halpern. 


For  Opposition:  Jacob  Solover,  Grover  M. 
Moskowitz,  Joseph  Fennelly,  Leon  Luft, 
Louise  Marks  and  others. 

ACTION  OF  BOARD — Report  of  committee  adopted. 
THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 
TEE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  9 

THE  VOTE  TO  GRANT  ON  CONDITION— 

Affirmative:  Chairman  Walsh,  Messrs.  Hol¬ 
land,  Connell  and  Fire  Chief  Kenlon....  4 

Negative:  Messrs  Kennedy,  Dowd  and  Gun¬ 
nison  .  3 

Absent  .  9 

THE  RESOLUTION: 

(1242-23-BZ) 

Whereas,  William  F.  Doyle,  for  Simon  Harding,  owner, 
filed,  October  31,  1923,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles ;  premises  242-270  East  98th  street, 
Brooklyn ;  and 

W^hereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  3, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

W'hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  98th  street  and  How¬ 
ard  avenue  are  business  districts  and  Hunterfiy  road  is 
a  residence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  10,  1923,  reads : 

“Denied.  Proposition  contrary  to  the  zone  resolu¬ 
tion,  art.  II,  sec.  4.  A  public  garage  in  a  business  dis¬ 
trict.”  ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  one  story  in  height,  with  a  frontage 
of  218  ft.  and  a  depth  of  120  ft.;  to  be  occupied  as  a 
garage  for  the  storage  of  more  than  five  motor  vehicles; 
and 

Whereas,  this  case  was  denied  by  the  board  at  its  meet¬ 
ing  June  27,  1924,  and  reopened  by  vote  of  the  board 
October  3,  1924 ;  and 

Whereas,  there  was  opposition  to  the  granting  of  this 
application  on  the  part  of  neighboring  property  owners, 
and  the  board  deemed  that  a  garage  at  this  location  was 
not  warranted. 

Resolved,  that  the  decision  of  the  superintendent  of 
buildings  be  and  it  hereby  is  affirmed,  and  the  application 
be  and  it  hereby  is  denied. 


1054)-i24-BZ. 

APPLICANT— William  F.  Doyle,  for  Joseph  A.  Lewis, 
owner. 

SUBJECT— Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  resi¬ 
dence  district  extending  from  an  unrestricted 
district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 2201-17  59th  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle 
For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS— As  specified  in  resolution. 
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THE  VOTE—  . 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative:  Mr.  Gunnison  .  1 

Absent  .  0 

THE  RESOLUTION: 


(1054-24-BZ) 

Whereas,  William  F.  Doyle,  for  Joseph  A.  Lewis, 
owner,  filed,  August  20,  1924,  an  application,  under  tire 
building  zone  resolution,  to  permit  in  a  residence  district 
extending-  from  an  unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles ;  premises  2201-2217  59th  street,  Brook¬ 
lyn  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  3, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and.  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  22nd  avenue  is  a  residence 
district,  59th  street  is  an  unrestricted  and  residence  dis¬ 
trict  and  60th  street  is  a  residence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  August  12,  1924,  in  acting  on  App.  No.  16208- 
24,  reads : 

“Proposed  one-story  brick  public  garage  for  more 
than  five  motor  vehicles,  partly  in  a  residence  district 
and  partly  in  an  unrestricted  district  is  contrary  to 
Art.  II,  Sec.  3  of  the  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  one  story  in  height,  with  a  frontage 
of  110  ft.  and  a  depth  of  80  ft.  8%  in.,  irregular  in  area; 
to  be  occupied  as  a  garage  for  more  than  five  motor  ve- 
hides ;  and 

Whereas,  this  application  was  withdrawn  by  the  ap¬ 
plicant  December  9,  1924,  and  reopened  by  vote  of  the 
board ;  and 

W hereas,  under  the  provisions  of  section  7,  subdivision 
C,  the  board  is  empowered  to  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  the  ex¬ 
tension  shall  be  restricted  to  a  line  50  ft.  westerly  from 
the  line  of  the  unrestricted  use  district  area;  that  the  re¬ 
mainder  of  the  plot,  50  ft.  front  on  59th  street  by  a  front¬ 
page  of  80  ft.  on  22nd  avenue,  shall  be  restricted  for  con¬ 
forming  use  designated  on  the  zone  use  maps ;  the  build¬ 
ing  shall  be  restricted  to  a  one-story  structure  in  height 
above  grade;  that  the  front  elevation  on  59th  street  shall 
be  finished  with  face  brick  and  architectural  terra  cotta 
or  stone  trimmings;  that  the  westerly  gable  wall  of  the 
building  shall  be  unpierced  throughout  its  entire  height 
and  length;  the  westerly  gable  return,  for  a  depth  of  80 
ft.,  shall  be  finished  in  light-colored  face  brick;  there 
shall  be  no  advertising  of  any  nature  or  description,  painted 
or  'Otherwise,  displayed  or  exposed  on  the  westerly  gable 
wall ,  that  there  shall  be  no  roof  sign  erected  or  maintained 
on  the  premises ;  that  no  vehicular  entrance  shall  be  in¬ 
stalled  or  maintained  within  25  ft.  of  the  westerly  gable 
wall  on.  o9th  street ;  that  all  permits  necessary,  for  the 
prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  building  completed  within  eighteen  months 
from  the  date  of  this  action. 


1381-24-BZ  . 

APPLICANT  'William  Pilden  Koch,  for  Samuel  Kessler 
and  Jacob  Kavovit,  owners. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 


PREMISES  AFFECTED — 1817  Belmont  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Edward  R.  Koch. 

For  Opposition:  Charles  Stein,  Philip  Wolinsky, 
Max  Alexander,  Max  Turofif  and  others. 


ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  o 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  ^ 

Absent  .  o 


THE  RESOLUTION: 

(1381-24-BZ) 

Whereas,  William  T.  Koch,  for  Samuel  Kessler  and 
J.  Kavovit,  owner,  filed,  November  21,  1925,  an  applica¬ 
tion,  under  the  building  zone  resolution,  to  permit  partly 
in  a  business  district  and  partly  in  a  residence  district 
the  erection  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  motor  vehicles;  premises  1817  Bel¬ 
mont  avenue,  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  3, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  175th  street  is  a  busi¬ 
ness  district  and  Belmont  avenue  is  a  residence  district  • 
and 

.  Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  November  17,  1924,  in  acting  on  N.  B.  Ap¬ 
plication  No.  2951-24,  reads : 

“1.  Erection  of  proposed  garage  for  the  storage 
of  more  than  five  motor  vehicles  in  business  and  resi¬ 
dence  district  is  contrary  to  the  provisions  of  the  Build¬ 
ing  Zone  Resolution.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  and  basement  in  height,  with  a 
frontage  of  50  ft.  and  a  depth  of  85  ft. ;  to  be  occupied 
as  a  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles  ;  and 

,  Wherfas,  no  facts  were  adduced  at  the  public  hearing 
in  support  of  the  basis  of  the  application  under  section 
21  of  the  building  zone  resolution. 

.  Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1,294-24-BZ. 

APPLICANT  Carl  J.  Itzel,  for  Fordhof  Realty  Co., 
Inc.,  owner. 

SUBJECT  -Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  dis¬ 
trict  the  alteration  and  conversion  of  occupancy 
from  residence  use  to  store  purposes  on  first 
story. 

PREMISES  AFFECTED— 2385-2389  Grand  Concourse, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  Carl  J.  Itzel  and  John  J.  Fitz¬ 
gerald. 

For  Opposition:  None. 

ACTION.  OF  BOARD — Application  granted  on  con¬ 
dition. 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  , 

Negative  .  .  „ 

Absent:  Fire  Chief  Kenlon . .7.7.'  "  '  j 
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THE  RESOLUTION: 

(1294-24-BZ) 

Whereas,  Carl  J.  Itzel,  for  Fordhof  Realty  Co.,  Inc., 
owner,  filed,  November  1,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  m  a  residence  district 
the  alteration  and  also  the  conversion  of  occupancy  ot 
the  1st  story  of  a  building,  from  residence  to  store  use; 
premises  2385-2389  Grand  Concourse,  Borough  of  Bronx; 

ar>W hereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting.  March  3 
1925,  after  due  notice  by  publication  in  t lie  Bulletin  ot 
the  Board  of  Standards  and  Appeals;  and  . 

Whereas,  the  use  district  maps  accompanying  the  build- 
ing  zoii€  resolution  show  that  Grand  Concourse,  west  side, 
to  a  point  330  ft.  north  of  East  184th  street,  is  a  resi¬ 
dence  district  and  Grand  Concourse,  east  side,  north  of 
Bast  184th  street,  is  a  business  district  and  Grand  Con¬ 
course,  east  side,  south  of  East  184th  street,  is  a  residence 

district ;  and  .  ,  ,  , 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  June  14,  1924,  in  acting  on  Alt.  Applica¬ 
tion  No.  343-24,  reads:  . 

“1.  Proposed  alteration  and  conversion  of  build¬ 
ing  in  residence  district  to  be  used  for  business  pur¬ 
poses  is  contrary  to  provisions  of  Building  Zone  Reso¬ 
lution.”  ; 

Whereas,  the  existing  building,  occupied  as  an  apart¬ 
ment  house,  is  non-fireproof,  five  stories  in  height.  It  is 
proposed  to  lower  the  floor  of  the  front  portion  of  the 
1st  story,  remove  existing  partition  walls  and  use  the  al¬ 
tered  portion  for  four  stores;  and  . 

Whereas,  this  is  the  only  remaining  plot  within  the 
residence  area  not  used  for  business  purposes  on  this  street 

^Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  only  so  far  as  it  affects 
the  ground  floor  of  these  premises,  to  permit  its  use  for 
retail  mercantile  stores  or  shops,  on  condition  that  there  snail 
be  no  advertising  signs  exposed  on  the  premises  other  than 
the  name  of  the  business,  restricted  to  the  plate  glass  show 
windows  of  the  store  fronts;  that  all  permits  necessary  for 
the  prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  alterations  completed  within  one  year  from 
the  date  of  this  action. 


THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative:  Mr.  Kennedy  .  1 

Absent:  Fire  Chief  Kcnlon  .  1 


AREAS  FIXED. 

(87-25-BZ) 

The  chairman  piesented  and  read  a  communication 
from  David  L.  Malbin,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage; 
premises  617-33  Brooklyn  avenue,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Fenimore  street  from  a  point  200 
ft.  west  of  Brooklyn  avenue  to  a  point  400  ft.  east 
of  proposed  garage.  Both  sides  of  Brooklyn  ave¬ 
nue  from  Winthrop  street  to  Rutland  road,  also  the 
north  side  of  Hawthorne  street  from  Brooklyn  ave¬ 
nue  to  a  point  150  ft.  east  of  Brooklyn  avenue. 


(1437-24-BZ) 

The  chairman  presented  and  read  a  communication 
from  John  B.  Johnston,  requesting  the  board  to  fix 
the  area  deemed  affected  and  within  which  to  obtain 
consents  for  the  erection  and  maintenance  of  a  garage, 
premises,  1265-67-69-71  60th  street,  Brooklyn  . 

The  following  area  was  approved  by  the  board: 

Both  sides  of  60th  street  from  Twelfth  avenue 
to  a  point  100  ft.  east  of  Thirteenth  avenue.  The 
west  side  of  Thirteenth  avenue  from  59th  street 
to  60th  street,  also  the  south  side  of  59th  street 
from  Thirteenth  avenue  to  a  point  250  ft.  west  of 
Thirteenth  avenue. 


(149-25-BZ') 

The  chairman  presented  and  read  a  communication 
from  Richard  H.  Smythe,  requesting  the.  board  to  fix 
the  area  deemed  affected  and  within  which  to  obtain 
consents  for  the  erection  and  maintenance  of  a  garage; 
premises,  437-451  Prospect  avenue.  Brooklyn. 

The  following  area  was  approved  by  the  board.: 

Both  sides  of  Prospect  avenue  from  a  point  100 
ft.  west  of  Eighth  avenue  to  a  point  400  ft.  east  of 
proposed  garage;  the  east  side  of  Eighth  avenue 
from  Prospect  avenue  to  Windsor  place;  also  the 
south  side  of  Windsor  place  from  Eighth  avenue 
to  a  point  330  ft.  east  of  Eighth  avenue. 


APPLICANT — Philip  J.  Sinnott,  for  Emanuel  Strauss, 

owner.  .  ,  .  .  f 

SUBJECT— Application  for  reopening  (re:  decision  ot 
superintendent  of  buildings)  to  permit  in  a 
“B”  area  district  and  also  partly  in  a. residence 
distridt,  the  alteration  and  conversion  ot  a 
garage  for  five  (5)  motor  vehicles  into  a  garage 
for  more  than  five  (5)  motor  vehicles  and  its 
extension  to  cover  the  entire  lot  with  the  omis¬ 
sion  of  the  rear  yard  required  by  the  zone 

resolution.  ^  „ 

PREMISES  AFFECTED— 1139  Ogden  avenue,  1  he 

Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  to  be  set  for  cal¬ 
endar  call  and  public  hearing. 


(1428-24-BZ) 

The  chairman  presented  and  read  a  communication 
from  John  DeHart,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents 
for  the  erection  and  maintenance  of  a  garage;  premises, 
1223-29  Intervale  avenue,  The  Bronx. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Intervale  avenue  from  169th  street 
to  a  point  400  ft.  north  of  proposed  garage.  Both 
sides  of  Home  street  from  Tntervale  avenue  to  a 
point  100  ft.  east  of  Intervale  avenue;  the  south 
side  of  Chisholm  street  from  Stebbins  avenue  t 
Intervale  avenue;  also  the  east  side  of  Stehbins 
avenue  from  Chisholm  street  to  a  point  275  ft. 
south  of  Chisholm  street. 


Adjourned  2:00  p.  m. 

Edward  V.  Barton,  Acting  Secretary. 


notice 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  $1  ;  by  mail,  $1.08. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributine  Division  of  the  City  Record  Office.  125  Worth 
street.  Price,  25c;  by  mail,  27c. 
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BOARD  OF  APPEALS 


SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  MARCH  3,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief  Kenlon. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

14'36-24-A. 

APPLICANT — Deiches,  Goldwater  &  Flynn,  for 
Adams,  Wertheimer  Co.,  Inc.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 2501-2505  Grand  Concourse, 
The  Bronx. 

APPEARANCES— 

For  Appellant:  D.  J.  Curtain. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  March  31,  1925, 
at  10  a.  m.,  on  request  of  appellant’s  represen¬ 
tative. 


6  69-24- A. 

APPELLANT— Philip  J.  Sinnott,  for  37-39  East  28th 
St.  Co.,  owner. 

SUBJECT — Appeal  from  orders  of  fire  commissioner 
PREMISES  AFFECTED — 37f-39  East  28th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Philip  J.  Sinnott. 

For  Administration:  Inspector  Maher  of  fir r 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  March  31, 
1925,  at  10  a.  m.,  on  request  of  applicant. 


1401-24-A. 

APPELLANT — Michael  C.  D’Agrosa,  for  Angelina 
Marino,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 6701  Ridge  boulevard, 
Brooklvn. 

APPEARANCES— 

For  Appellant:  Vincent  Tarzola. 

For  Administration:  Inspector  Maher  of  fir< 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  March  24, 
1925,  at  10  a.  m. 


16-24-A. 

APPELLANT— David  M.  Jones,  for  Philip  Wald  &  S. 
Buchman,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1342  Park  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  David  M.  Jones,  J.  A.  Probst 
and  Louis  C.  Haggerty. 

For  Administration:  Inspector  Maher  of  firr 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  April  7, 
1925,  at  10  a.  m.,  pending  preliminary  stay 
under  decision  of  Supreme  Court. 


1357-24-A. 

APPELLANT— Bertram  L.  Kraus,  for  Eva  K.  Moller, 
owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 14  West  40th  street  Man¬ 
hattan. 


APPEARANCES— 

For  Appellant:  Daniel  J.  Gallagher. 

ACTION  OF  BOARD — Appeal  laid  over  to  March  31. 
1925,  at.  10  a.  m.,  on  request  of  appellant’s  rep¬ 
resentative. 


1002-24rA. 

APPELLANT — Campbell  and  Boland,  for  the  Ne 
York  Statler  Co.,  lessee. 

SUBJECT — Appeal  from  decision  of  fire  commissione 

PREMISES  AFFECTED— 401-417  Seventh  avenu 
Manhattan. 

APPEARANCES— 

For  Appellant:  None. 

ACTION  OF  BOARD — Chairman  read  request  to  la 
over  case.  Laid  over  to  March  27,  1925,  at  1 
a.  m.,  on  written  request. 


588-24-A. 

APPELLANT — Nathaniel  Seaman,  for  Olivett  Dk 
tributing  Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 250  Hudson  street,  Mai 
hattan. 

APPEARANCES— 

For  Appellant:  Nathaniel  Seaman. 

For  Administration:  Inspector  Lynch  of  fir 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  March  3 
1925,  at  10  a.  m.,  on  request  of  appellant. 


589-24-A. 

APPELLANT — Corona  Chemical  Co.,  Inc.,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner 
PREMISES  AFFECTED — 43-45  Wooster  street,  Mar 
hattan. 

APPEARANCES— 

For  Appellant:  Nathaniel  Seaman. 

For  Administration:  Inspector  Lynch  of  fir 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  March  31 
1925,  at  10  a.  m.,  on  request  of  appellant. 


1374W24-A. 

APPELLANT  Croker  National  Fire  Prevention  En 
gineering  Co.,  for  305  Broadway  Corporation 
owner. 


PREMISES  AFFECTED— 305-309 
hattan. 


Broadway, 


APPEARANCES— 


i’ur  appellant:  Herman  L.  Horwood. 

For  Administration:  Inspector  Maher  of  f 
department. 

ACTION  OF  BOARD — Appeal  denied 
THE  VOTE  TO  GRANT- 

Affirmative:  Mr.  Kennedy  . 

Negative :_  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  . 

Absent  . 

THE  RESOLUTION:  . 

...  (1374-24- A) 

Whereas,  Croker  National  Fire  Prevention  Engineeri 
Company,  for  305  Broadway  Corporation,  owner,  filed  F 
vember  20  1924,  an  appeal,  with  the  board  of  appeals,  frc 
an  order  of  the  fire  commissioner,  affecting  premises  30- 
Broadway,  Manhattan  :  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  F 
vember  20,  1924,  reads : 

“Order  No.  58004-F: 


•  Provide  iron  or  katameined  shutters  at  all  open 

mgs  m  the  exterior  wall  above  1st  story  which  are  dis 
tant  m  a  direct  line  less  than  30  ft.  from  any  o^n 
ing  m  any  other  building  and  not  in  the  same  plan* 
with  said  openings  and  which  are  not  more  than  50  ft 
above  a  neighboring  roof  at  north  and  west  sides  ol 
'building  or  other  approved  protection  as  per  Sectior 

3/5,  Article  18.  Chapter  5  of  the  Code  of  Ordinances.” 
and 
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Whereas,  the  building  is  fireproof,  fourteen  stories  in 
height,  74  ft.  6  in.  by  124  ft.  in  area;  OCCUPIED  as  an 
office  building,  40  persons  per  story  ;  equipped  with  a  stand¬ 
pipe  system ;  and 

Whereas,  there  are  four  and  five  windows  in  the  west¬ 
erly  wall  on  the  6th  to  10th  stories,  inclusive,  within  50 
ft.  of  the  roof  of  a  neighboring  building  to  the  west; 
two  windows  in  the  northerly  wall  on  the  2nd  to  6th 
stories,  inclusive,  within  50  ft.  of  the  roof  of  a  neigh¬ 
boring  one-story  extension  to  the  north,  and  windows  in 
the  northerly  court  within  30  ft.  from  openings  in  and  within 
50  ft.  of  the  roof  of  neighboring  buildings  to  the  north; 

Whereas,  appellant  contends  that  all  of  the  openings, 
constituting  exposures  in  the  adjoining  buildings  are 
equipped  with  fire  shutters,  and  that^  the  building  under 
question  is  occupied  solely  as  an  office  building. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


1373-24-A. 

APPELLANT— Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Morris  Sendar,  lessee. 
SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES— 291-293  Bowery,  Manhattan. 
APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fir 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Negative  . 

Absent  .  1 


THE  RESOLUTION: 

(1373-24-A) 

Whereas,  Croker  National  Fire  Preventoin  Engineering- 
Company,  for  Morris  Sendar,  lessee,  filed,  November  20, 
1924,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  291-3  Bowery, 

Manhattan ;  and  .  .  ,  .  . 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 

11,  1924,  reads- 

“Order  No.  568S5-F : 

“1.  Provide  a  separate  and  distinct  system  ot  Auto¬ 
matic  Sprinklers  in  cellar  and  sub-cellar  having  at 
least  one  source  of  water  supply,  arranged  and  equipped 
as  provided  in  the  rules  for  fire  extinguishing  upp  1 
ances  adopted  by  the  Board  of  Standards  and  Appeals 
May  24,  1917,  as  amended  May  2,  1918,  and  January 
21,  1919,  effective  February  17,  1919.”; 


1  Whereas,  the  building  is  non-fireproof,  two  stories,  cel- 
ar  and  sub-cellar  in  height,  60  ft.  by  130  ft.  in  area. 
OCCUPIED  ■  Cellar  and  sub-cellar,  storage  of  crockery, 
10  occupancy;  1st  story,  crockery  salesroom  and  also  a 
religious  mission,  6  persons;  2nd  story,  crockery  storage, 

*  Whereas,  appellant  contends  that  the  cellar  and  sub¬ 
cellar  were  formerly  used  for  the  storage  of  hay  which 
was  used  for  packing  crockery)  and  that  the  on’y  hay  n 
the  entire  premises  is  stored  in  the  small  room  in  No.  ~  , 

and,  excepting  for  the  mission  occupancy,  that  the  reA 
of  the  premises  are  used  for  the  storage  of  crockery. 

Resolved,  that  the  order  of  the  fire  commissioner  be  a  d 

it  hereby  is  modified,  and  the  appeal  be  and  it  Hereby 
granted  on  condition  that  an  approved  sprinkler  system  be 
provided  in  the  cellar  and  sub-cellar. 


1490-23-A, 

APPELLANT — Patrick  J.  Cuskley,  trustee,  for  Estate  of 
Henry  Hunt,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 406  Second  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Louis  C.  Haggerty,  J.  Anthony 
Probst  and  David  M.  Jones. 

For  Administration:  Inspector  Maher  of  firi 


department. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Absent  .  9 

THE  RESOLUTION: 

( 1490-23-A) 


Whereas,  Patrick  J.  Cuskley,  trustee  of  Estate  of  Henry 
Hunt,  owner,  filed,  December  17,  1923,  an  appeal,  with 
the  board  of  appeals,  from  orders  of  the  fire  commissioner, 
affecting  premises  406  Second  avenue,  Borough  of  Manhat¬ 
tan;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated  No¬ 
vember  27,  1923,  read: 

“No.  50773-F : 

“1.  Provide  an  approved  automatic  closed  circuit 
fire  alarm  system  with  a  connection  to  Fire  Depart¬ 
ment  Headquarters.  Automatic  actuating  devices  are 
to  cover  all  portions  of  the  basement,  1st  story,  stair- 
halls,  private  halls  and  all  interior  shafts  throughout 
the  premises. 

“2.  Provide  a  separate  and  distinct  system  of  Au¬ 
tomatic  Sprinklers  in  cellar,  dumbwaiter  shafts  and  all 
stairhalls  having  at  least  one  source  of  water  supply, 
arranged  and  equipped  as  provided  in  the  rules  for 
fire  extinguishing  appliances  adopted  by  the  Board  of 
Standards  and  Appeals  May  24,  1917,  as  amended  May 
2,  1918,  and  January  21,  1919,  effective  February  17, 
1919.” 

“No.  51492-F : 

“1.  Provide  fireproof  doors,  windows  and  transoms 
for  all  openings  leading  to  the  stair  enclosure. 

“2.  Provide  fireproof  windows  on  the  course  of  fire 
escape  on  all  stories.” ; 

and  .  . 

Whereas,  the  building  is  non-fireproof,  five  stones  in 
height,  23  ft.  3  in.  by  55  ft.  in  area;  OCCUPIED  as  flower 
shop  and  barber  shop  on  the  1st  story,  and  tenement  above; 
means  of  egress  consisting  of  an  interior  stairway  extending 
from  1st  story  to  roof,  enclosed  in  lath  and  plaster  parti¬ 
tions  with  wood  doors  .  at  the  openings,  two  fire  escajies 
on  the  rear,  one  one  each  side,  consisting  of  balconies  and 

vertical  ladders;  and  .  . 

Whereas,  appellant  contends  that  the  fire  commissioner 
is  without  jurisdiction  to  act  and  has  no  authority  to  act 
under  the  ordinance  pursuant  to  which  he  has  assumed  to 
clCt. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed ,  and  the  appeal  be  and  it  hereby  is 
denied. 


1499-2®- A.  „  t  „  ..  . 

APPELLANT — J.  Anthony  Probst,  for  Gold  and 
Greenhut,  owners.  ,  . 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 522  West  159th  street,  Man¬ 
hattan. 

APPEARANCES—  _  •  r 

■  For  Appellant:  J.  Anthony  Probst,  Louis  L. 
Haggerty  and  David  M.  Jones. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Appeal  denied. 
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THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Absent  .  0 

THE  RESOLUTION: 

(1499-23-A) 


Whereas,  J.  Anthony  Probst,  for  Gold  &  Greenhut, 
owners,  filed,  December  19,  1924,  an  appeal,  with  the  board 
of  appeals,  from  orders  of  the  fire  commissioner,  affect¬ 
ing  premises  522  West  159th  street,  Manhattan;  and 
Whereas,  the  orders  of  the  fire  commissioner,  dated  De¬ 
cember  4,  1923,  read : 

“No.  51859-F : 

“1.  Provide  fireproof  doors,  windows  and  transoms 
for  all  openings  leading  to  the  stair  enclosure. 

“2.  Provide  fireproof  windows  on  the  course  of  fire 
escape  on  all  stories.  Sec.  20,  Chap.  12,  Code  of 
Ordinances.” 

“No.  51860-F : 

“1.  Provide  an  approved  automatic  closed  circuit  fire 
alarm  system  with  a  connection  to  Fire  Department 
Headquarters.  Automatic  actuating  devices  are  to  cover 
all  portions  of  the  basement,  1st  story,  stair  halls,  pri¬ 
vate  halls  and  all  interior  shafts  throughout  the  prem¬ 
ises. 

“2.  Provide  a  separate  and  distinct  system  of  Au¬ 
tomatic  Sprinklers  in  cellar,  dumbwaiter  shafts  and  all 
stairhalls  having  at  least  one  source  of  water  supply, 
arranged  and  equipped  as  provided  in  the  rules  for  fire 
extinguishing  appliances  adopted  by  the  Board  of 
Standards  &  Appeals  May  24,  1917,  *  *  *.”; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  and 
cellar  in  height,  25  ft.  by  82  ft.  in  area;  OCCUPIED 
as  a  tenement  house,  eight  families ;  and 
Whereas,  appellant  contends  the  building  is  a  tenement, 
and,  as  such,  the  fire  commissioner  has  no  jurisdiction  or 
authority  to  issue  the  orders. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


744-24- A. 

APPELLANT — Cornell  Utilities  Co.,  for  Gason  Plan- 
tiff,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 100  Groton  street,  Forest 
Hills,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 


nell  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(744-24-A) 


Whereas,  Cornell  Utilities  Co.,  for  Gaston  Plantiff, 
owner,  filed,  May  28,  1924,  an  appeal,  with  the  board  of 
appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  100  Groton  street,  Forest  Hills,  Borough  of 
Queens ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  88254- 
LC,  dated  April  17,  1924,  reads : 

“With  reference  to  your  application  for  a. permit 
to  store  fuel  oil  at  the  above  location,  I  regret  to  in¬ 
form  you  that  I  am  without  power  to  grant  such  a 
permit  for  the  reason  that  the  storage  of  Fuel  Oil  at 
the  above  location  is  not  in  accordance  with  the  rules 


adopted  by  the  Board  of  Standards  and  Appeals  on  Nov. 
6,  1919,  amended  January  18,  1924. 

“You  are  therefore  ordered  to  remove  all  fuel  oil 
from  the  storage  tank  and  discontinue  the  further 
storage  and  use  of  fuel  oil  at  the  above  location.”; 
and  the  objection  of  the  fire  department,  Alt.  App.  No.  132- 
23,  dated  January  30,  1925,  reads: 

“(2)  Note  on  tank  drawings,  tank  will  be  tested 
in  presence  of  a  Fire  Department  Representative  and 
afterwards  coated  with  a  suitable  rust  resisting  ma¬ 
terial. 

“(3)  Note  on  plan:  ‘Piping  will  be  tested  in  presence 
of  a  Fire  Department  Representative.’ 

“(4)  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 
and 

Whereas,  the  building  is  non-fireproof,  3J4  stories  in 
height,  29  ft.  by  50  ft.  in  area;  OCCUPIED1  as  a  dwell¬ 
ing,  one  family;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  one  700-gallon  fuel  oil  tank  buried  outside 
the  building,  a  55-gallon  auxiliary  tank  and  a  Nokol  Auto¬ 
matic  Burner;  and 

Whereas,  appellant  contends  that  the  system  was  in¬ 
stalled  in  accordance  with  the  fuel  oil  rides  of  1922,  and 
requests  the  acceptance  of  an  affidavit  to  the  effect  that 
the  storage  tank  has  undergone  a  shop  test  and  that  the 
piping  is  standard  wrought  iron  pipe. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
88254-LC,  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted,  as  to  Item  2,  on  condition  that 
a  certificate  of  factory  test  be  filed  with  the  fire  depart¬ 
ment;  and,  as  to  Item  3,  granted  on  condition  that  stand¬ 
ard  wrought  iron  pipe  be  used  throughout  the  equipment; 
and,  as  to  Item  4,  granted  on  condition  that  the  door  of 
the  fire  box  of  the  boiler  be  equipped  with  self-closing 
device,  and  that  the  installation  comply  with  the  fuel  oil 
rules  in  all  other  respects. 


7  45-24- A. 

APPELLANT — Cornell  Utilities  Co.,  for  Clarence  F. 
Simonson,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 9416  One  Hundred  and 
First  avenue,  Woodhaven,  Borough  of  Queens. 
APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 


nell  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  o 

THE  RESOLUTION: 

(745-24-A) 


Whereas,  Cornell  Utilities  Co.,  for  Clarence  F.  Simon¬ 
son,  owner,  filed,  May  28,  1924,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  9416  101st  avenue,  Woodhaven,  Borough  of 
Queens ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  88611- 
LC,  dated  May  3,  1924,  reads : 

“With  reference  to  your  application  for  the  permit 
to  store  fuel  oil  at  the  above  location,  I  regret  to 
inform  you  that  I  am  without  power  to  grant  such 
a  permit  for  the  reason  that  the  storage  of  fuel  oil 
at  the  above  location  is  not  in  accordance  with  the 
rules  adopted  by  the  Board  of  Standards  and  Appeals 
on  November  6,  1919,  amended  January  18,  1924. 

“You  are  therefore  ordered  to  remove  all  fuel  oil 
from  the  storage  tank  and  discontinue  the  further  stor¬ 
age  and  use  of  fuel  oil  at  the  above  location.”; 
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nd  the  decision  of  the  fire  commissioner,  rendered  De¬ 
ember  29,  1924,  in  acting  on  Alteration  Application  No. 

653-24,  reads:  ,  ,  . 

“1.  Burners  must  be  of  a  type  approved  by  the 

Board  of  Standards  and  Appeals. 

“2.  The  use  of  Grade  B.  Fuel  Oil  is  not  permit¬ 
ted  in  commercial  plants  and  residences  of  more  than 
two  families  unless  the  room  in  which  equipment  is 
used  is  cut  off  from  the  rest  of  building  by  fireproof 
partitions,  ceilings  and  floors.  Such  rooms  must  also 
have  direct  entrance  from  street  only  and  be  adequately 
vented  to  the  outer  air.” ; 

ind  . 

Whereas,  the  building  is  nomhreproof,  two  stones  in 
aeight,  20  ft.  by  88  ft.  in  area.  OCCUPIED  :  1st  story, 
undertaker ;  dwelling  above;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  700-gallon  oil  tank  buried  outside  the 
building,  a  55-gallon  auxiliary  tank  and  a  Nokol  Automatic 
Oil  Burner;  and 

Whereas,  applicant  contends  that  the  fuel  oil  burning 
’system  conforms  with  the  fuel  oil  rules  excepting  in  that 
burner  is  not  an  approved  burner ;  and  further  contends 
that,  according  to  the  rules  of  1922,  Grade  B  fuel  oil  was 
permissible  in  buildings  where  the  heating  installation  sup¬ 
plies  not  over  twenty-five  hundred  (2500)  square  feet  of. 
steam  radiation  or  itts  equivalent  nor  in  dwellings  for  the 
accommodation  of  more  than  two  families ;  and,  although 
the  1st  story  is  not  a  dwelling,  the  2nd  story  is,  as  stated 
above,  and  the  installed  steam  radiation  is  578  square  feet. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
88611-LC,  and  the  decision  rendered  December  29,  1924,  in 
acting  on  Alt.  Application  No.  2653-24,  be  and  it  hereby 
is  modified,  and  that  the  appeal  be  and  it  hereby  is  granted, 
as  to  Item  1,  on  condition  that  the  door  of  the  fire  box  of 
the  boiler  be  equipped  with  a  self-closing  device ;  as  to 
Item  2,  granted  on  condition  that  the  fuel  oil  rules  be  com¬ 
plied  with  in  all  other  respects,  and  that  the  occupancy  and 
use  remain  unchanged ;  and  that  standard  wrought  iron  pipe 
be  used  throughout;  and  that  a  certificate  of  factory  test 
be  filed  with  the  fire  commissioner  . 


BUILDING  ZONE  CASES. 

1232-24-BZ. 

APPLICANT — Boris  W.  Dorfman,  for  Louis  Berg- 

stein,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 169-191  Linden  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  John  J.  McCooey,  Jr. 

For  Opposition :  Chester  Bafifa,  Mrs.  Sellig, 
John  Albone,  Henry  Kleiman,  Mepa  Hues- 
sler,  Angelo  Sanfilopo,  Barbara  Fritzer, 
Frank  Hesselbach,  Philip  Moschitta,  Man¬ 
gels  Siams,  John  Lander,  Casper  Rianzzo, 
Joseph  DeParis,  Jenny  Kimble,  Charles 
Bacchi,  Vincent  Marciante. 

ACTION  OF  BOARD — Application  laid  over  to  March 
31,  1925,  at  10  a.  m.,  for  inspection  and  report 
by  a  committee  of  board. 


1180-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Two  Hundred 
and  Fifty-seven  Madison  Avenue,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  1)4  times 
height  district  the  erection  and  maintenance  of 
a  business  building  and  to  erect  the  street 
walls  to  a  height  exceeding  the  limit  required 
by  the  zone  resolution. 

PREMISES  AFFECTED — 257-261  Madison  avenue. 

•Manhattan. 


APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  John  P.  Fox. 

ACTION  OF  BOARD — Application  laid  over  to  April 
7,  1925,  at  10  a.  m.,  on  request  of  applicant. 


849-24-BZ. 

APPLICANT— John  DeHart,  for  Secured  Properties 
Corp.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  fo. 
the  storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFI ECTED— 348-358  East  184th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  DeHart. 

For  Opposition:  Stanley  Garten  and  others. 

ACTION  OF  BOARD — Application  withdrawn  on  re¬ 
quest  of  applicant. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 

TEE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  hire  Chief  Kenlon .  1 

Negative  .  0 

Absent  .  ® 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Negative  .  ( 

Absent  . b 


922-24-BZ. 

APPLICANT — McKim,  Mead  &  White,  for  Savoy 
Hotel  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  two  times 
height  district  the  erection  of  the  street  walls 
of  a  building  to  a  height  exceeding  the  limit 
prescribed  by  the  building  zone  resolution. 

PREMISES  AFFECTED— 1-11  East  58th  street;  2-14 
East  59th  street  and  761-767  Fifth  avenue, 
Manhattan. 

APPEARANCES— 

For  Applicant:  J.  Cauldwell  Meyers. 

For  Opposition:  N.  T.  Guernsey,  C.  H.  Rob¬ 
inson  and  Henry  S.  Lockwood. 

ACTION  OF  BOARD — Application  withdrawn  on  re¬ 
quest  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 


nell  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 


850-24-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Harry  Gillman, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — West  side  of  Broadway, 
503  ft.  north  of  240th  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  None. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 
TEE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 
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Negative  .  0 

Absent  .  q 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell  and  Fire 


Chief  Kenlon  . 6 

Negative:  Mr.  Gunnison  .  1 

Absent  .  0 

THE  RESOLUTION: 


(850-24-BZ) 

W  hereas,  Philip  J.  Sinmott,  for  Harry  Gillman,  owner, 
filed,  June  25,  1924,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles;  premises  west  side  of  Broadway, 
502  ft.  north  of  240th  street,  Borough  of  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting  March  3, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  and  240th  street 
are  business  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  May  23,  1924,  in  acting  on  N.  B.  Applica¬ 
tion  No.  1767-24,  reads : 

“l-  Erection  of  proposed  garage  for  storage  of 
more  than  five  motor  vehicles  in  business  district  is 
contrary  to  provisoins  of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  and  basement  in  height,  with  a 
frontage  of  109  ft.  and  a  depth  of  10b  ft. ;  to  be  occupied 
as  a  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles  ;  and 

Whereas,  a  committee  of  the  board  visited  the  prem¬ 
ises  and  reports :  , 

REPORT  OF  COMMITTEE: 

On  February  12th,  1925,  a  Committee  of  the  Board 
consisting  of  Chairman  Walsh,  Fire  Chief  Kenlon, 
Messrs.  Holland,  Connell  and  Gunnison  visited  these 
premises  under  appeal,  for  a  public  garage  under  Sec. 

21  of  the  Zoning  Resolution. 

The  entire  West  side  of  Broadway  from  240th  Street 
to  Parkway  Street  is  as  yet  undeveloped  and  unim¬ 
proved  other  than  two  gasoline  selling  stations,  the 
property  is  solely  within  as  what  is  designated  on 
the  zone  maps  as  business  use  district ;  directly  oppo¬ 
site  on  the  Easterly  side  of  Broadway  the  entire  front¬ 
age  of  this  land  is  designated  as  Van  Cortlandt  Park 
property. 

This  appeal  ordinarily  in  the  absence  of  any  non- 
conforming  or  prohibited  use  could  only  come  within 
provision  of  exception  7C  of  the  Building  Zone  Resolu- 
tion  and,  therefore,  would  require  the  consent  of  the 
Sinking  Fund  Commission,  which  is  unlikely  to  con¬ 
sent,  and  therefore  improbable  of  obtaining. 

The  Park  land  property  directly  opposite  is  an  ex¬ 
tensive  tract  of  swamp  land  though  in  the  course  of 
fill  for  at  least  ithe  last  ten  years  and  to-date  is  far 
from  completion,  though  still  used  as  a  dump  for  cinder 
and  other  practical  and  inoffensive  refuse;  the  particu¬ 
lar  site  is  individual  and  peculiar  to  itself,  as  Broad¬ 
way  has  the  elevator  railroad  structure  of  the  subway 
in  operation  in  front  of  the  property,  an  elevator  rail¬ 
road  spur  to  the  South  running  Westerly  to  the  repair 
shop  immediately  to  the  rear  of  this  site  and  an  ele¬ 
vator  steel  runway  from  the  shops  to  the  elevator  struc¬ 
ture  immediately  abutting  and  contiguous  at  the  North¬ 
erly  line  of  the  property  under  appeal. 

A  conforming  business  use  seems  improbable  because 
of  the  surrounding  elevator  railroad  structures  and  un¬ 
tenable  beyond  contradiction  for  the  erection  of  the  ten¬ 
ement  house  or  similar  dwelling  use. 

The  Committee  is  of  the  opinion,  therefore,  that 
this  proposed  use  is  properly  justified  under  the  exercise 
of  its  discretionary  authority  and  a  proper  adjustment 

284 


on  the  basis  of  equity  and  recommends  the  granting 
of  this  appeal  with  restrictions  as  to  vehicular  en¬ 
trances  and  fireproof  safeguards. 

(Signed)  WILLIAM  E.  WALSH, 

JOHN  KENLON, 

HENRY  L.  CONNELL, 

JAMES  P.  HOLLAND, 

JOS  B.  GUNNISON  (dissenting). 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  budding 
shall  be  restricted  to  a  l/2  story  structure  above  grade, 
that  the  rear  and  gable  walls  shall  be  unpierced  through¬ 
out  their  entire  height  and  length;  that  the  ramp  to  the 
2nd  story  shall  set  back  at  least  10  ft.  from  the  front  or 
street  wall  of  the  structure;  that  the  front  elevation  shall 
be  finished  in  face  brick  of  panel  design  with  architectural 
terra  cotta  and  stone  trimmings ;  that  no  roof  signs  shall 
be  erected  or  maintained  on  the  premises  and  that  there 
shall  be  no  portable  gasoline  equipment  maintained  or  op¬ 
erated  outside  of  the  structure; 

Resolved,  further,  that  all  permits  necessary  for  the  pros¬ 
ecution  of  the  work  shall  be  obtained  within  nine  (9) 
months  and  the  building  .completed  within  eighteen  (18) 
months  from  the  date  of  this  action. 


109.2-24-BZ. 

APPLICANT — John  W.  Clancy,  for  Michael  Naftal, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 331  East  184th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  W.  Clancy. 

For  Opposition:  Stanley  Gartner,  Michael  T. 
McGlynn,  Louis  Pimnea,  Mary  Marsella, 
Nathan  Schwartz. 

ACTION  OF  BOARD — Application  denied. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 
TEE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 


nell  and  Fire  Chief  Kenlon .  7 

Negative  .  o 

Absent  . o 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison  and  Holland .  4 

Negative:  Messrs.  Dowd,  Connell  and  Fire 

Chief  Kenlon  .  3 

Absent  .  0 

THE  RESOLUTION: 

(1092-24-BZ) 


Whereas,  John  W.  Clancy,  for  Michael  N'aftal,  owner, 
filed,  September  2,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than  five 
motor  vehicles ;  premises  331  East  184th  street,  Borough 
of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  appli¬ 
cation  by  the  Board  of  Appeals,  at  its  special  meeting, 
March  3,  1925,  after  due  notice  by  publication  in  the  Bul¬ 
letin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  184th  street  is  a  busi¬ 
ness  district  and  Tiebout  avenue  is  a  residence  district; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  August  23,  1924,  in  acting  on  N.  B.  Application 
No.  2349-24,  reads : 


MINUTES 

«  •"'•r — 


“1.  Erection  of  proposed  garage  for  storage  of 
more  than  five  motor  vehicles  in  business  and  residence 
district  is  contrary  to  the  provisions  of  the  Building 
Zone  Resolution.” ; 

nd 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
>roof  construction,  two  stories  in  height,  with  a  frontage 
>f  73.88  ft.  and  a  depth  of  176  ft.;  to  be  occupied  as  a 
garage  for  the  storage  of  more  than  five  motor  vehicles ; 

Whereas,  a  committee  of  the  board  recommended  the 
lenial  of  an  application  for  a  garage  on  the  opposite  side 
»f  the  street  under  Cal.  No.  849-24-BZ,  and  the  board 
leemed  that,  having  made  such  recommendation,  it  would 
lot  be  proper  to  grant  this  application. 

Resolved,  that  the  decision  of  the  superintendent  of  build- 
ngs  be  and  it  hereby  is  affirmed,  and  the  application  be 
ind  it  hereby  is  denied. 


1215-24-BZ. 

APPLICANT— Hollis  Operating  Co.,  Inc.,  owner. 
SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  building  to  be  used  for 
stores,  offices  and  theatre  purposes. 

PREMISES  AFFECTED— South  side  Jamaica  avenue, 
60  ft  east  of  101st  street,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Florence  Zimmerman,  Rev.  F. 
T.  Steele,  Rev.  Arthur  Flandreau  and  W. 

S.  Kooser. 

ACTION  OF  BOARD — Application  dismissed. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  iMessrs.  Ken¬ 
nedy,  Dowd,  Holland  and  Connell .  5 

Negative  . 0 

Absent:  Mr.  Gunnison  and  Fire  Chief  Ken- 

Ion  .  ? 

THE  RESOLUTION: 

(1215-24-BZ) 

Whereas,  Hollis  Operating  Co.,  Inc.,  owner,  filed,  Octo¬ 
ber  10,  1924,  an  application,  under  the  building  zone -reso¬ 
lution,  to  permit  the  extension  of  a  proposed  building,  to 
be  used  as  a  theatre,  stores  and  offices,  from  a  business 
district  into  a  residence  district;  premises  south  side  of 
Jamaica  avenue,  60  ft.  east  of  191st  'street,  Hollis,  Bor¬ 
ough  of  Queens ;  and 

Whereas,  no  one  appeared  on  behalf  of  applicant  when 
this  case  was  called. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


31-24-BZ. 

APPLICANT— F.  W.  Rinn,  for  Samuel  Brenner, 
owner. 

SUBJECT — Application  (re:  order  of  fire  commissioner) 
to  permit  in  a  residence  district  the  mainte¬ 
nance  of  a  garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  three  (3)  spaces  rented  to 
persons  not  residing  on  the  premises. 

PREMISES  AFFECTED— 2251  Grand  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  F.  W.  Rinn. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

;  THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland  and  Connell....  5 

Negative  . . . . .  ® 

Absent:  Mr.  Gunnison  and  Fire  Chief  Ken- 
Ion  .  ® 


THE  RESOLUTION: 

(31-24-BZ) 

Whereas,  F.  W.  Rinn,  for  Samuel  Brenner,  owner,  filed, 
January  9,  1924,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  four  (4)  pleasure  motor 
vehicles,  three.  (3)  spaces  rented  to  persons  not  residing 
on  the  premises;  premises  2251  Grand  avenue,  The  Bronx; 
and 

Whereas,  a  public  hearing  was  held  on  this  applica¬ 
tion  by  the  board  of  appeals,  at  its  special  meeting,  March 
3,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
•  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  avenue  and  Buchanan 
place  are  residence  districts ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
December  17,  1923,  in  acting  on  Order  No.  21644-LC,  reads: 

“1 — 'Discontinue  the  maintenance  of  a  garage  which 
is  not  maintained  as  an  accessory  use  on  these  prem¬ 
ises.”  ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  31  ft. 
and  a  depth  of  20  ft. ;  occupied  as  a  garage  for  the  stor¬ 
age  of  four  automobiles  of  the  pleasure  car  type,  three 
spaces  rented  to  persons  not  residing  on  the  premises ;  and 

Whereas,  the  applicant  has  filed  the  duly  acknowledged 
consents  of  the  owners  of  90  per  cent  of  the  property 
frontage  deemed  by  the  board  to  be  affected. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  capacity 
of  the  garage  shall  be  limited  to  four  (4)  automobiles  of 
the  pleasure  car  type,  space  for  three  (3)  of  which  may 
be  rented  to  persons  not  residing  on  the  premises ;  that  the 
interior  of  the  garage  shall  be  fire  retarded  in  accordance 
with  the  rules  of  the  board  of  standards  and  appeals,  and 
that  no  gasoline  storage  equipment  shall  be  maintained  on 
the  premises,  and  that  no  signs  of  any  nature  or  description 
shall  be  exposed  or  displayed  on  the  premises. 


861-24-BZ. 

APPLICANT — Hackenburg  &  Schwartz,  for  Bernard 
Corrigan,  owner. 

SUBJECT — Application  (re:  decision  of  fire  commis¬ 
sioner)  to  permit  in  a  residence  district  the 
construction  and  maintenance  of  a  gasoline 
filling  station. 

PREMISES  AFFECTED — Southwest  .corner  Thwaites 
place  and  Boston  road,  The  Bronx. 
APPEARANCES— 

For  Applicant:  Albert  E.  Schwartz,  Bernard 
Corrigan. 

For  Opposition:  Jack  Friedman,  Philip  A. 
Moore  and  Henry  Palezri. 

ACTION  OF  BOARD — Application  denied. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs  Kennedy  and  Holland  2 
Negative:  Chairman  Walsh,  Messrs.  Dowd, 


Gunnison  and  Connell  .  4 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(861-24-BZ) 


Whereas,  Hackenburg  &  Schwartz,  for  Bernard  Corri¬ 
gan,  owner,  filed,  June  27,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to  be  used 
as  a  gasoline  filling  station;  premises  southwest,  corner 
of  Boston  road  and  Thwaites  place,  Borough  of  Bronx ; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  March  3, 
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1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Boston  road  and  Thwaites 
place  are  residence  districts;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
June  12,  1924,  in  acting  on  N.  B.  Application  No.  996-24, 
reads : 

“1.  Zoning  maps  show  this  location  in  a  residen¬ 
tial  district  and  gasoline  filling  station  is  not  permit¬ 
ted.”; 

and 

Whereas,  the  proposed  gas  filling  installation  consists 
of  two  gasoline  storage  tanks,  two  outside  pumps  and  a 
one-story  galvanized  steel  structure  18  ft.  by  16  ft.  in 
area ;  and 

Whereas,  no  facts  were  adduced  at  the  public  hearing 
in  support  of  the  basis  of  the  application  under  section  21. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  affirmed,  and  the  application  be  and  it 
hereby  is  denied. 

1271-24-BZ.  , 

APPLICANT— Joseph  McGinnis,  for  Weiman-iMcGin- 
nis  Corp.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 2966-2972  Jerome  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  William  T.  White. 

For  Opposition :  Henirv  E.  Margoshes. 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION : 

(1271-24-BZ) 

Whereas,  Joseph  McGinnis,  for  Weiman-McGinnis  Corp., 
owner,  filed,  October  27,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the  storage 


of  more  than  five  motor  vehicles ;  premises  2966-2972 
Jerome  avenue,  Borough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  applicatior 
by  the  board  of  appeals,  at  its  special  meeting,  March  3, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  and  Bed¬ 
ford  Park  boulevard  are  business  districts  and  Villa  ave¬ 
nue  is  a  residence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  October  10,  1924,  in  acting  on  N.  B.  Ap¬ 
plication  No.  2673-24,  reads : 

“l — Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  con¬ 
trary  to  provisions  of  Building  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  two  stories  in  height,  with  a  frontage 
of  190  ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a 
garage  for  the  storage  of  more  than  five  motor  vehicles ; 
and 

Whereas,  the  board  deemed  that,  owing  to  the  char¬ 
acter  of  the  neighborhood  and  the  presence  of  non-con¬ 
forming  uses  on  the  street,  that  there  would  be  hardship 
in  preventing  applicant  from  making  proposed  use  of  his 
property. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
shall  not  exceed  a  height  of  two  stories  above  grade;  that 
the  rear  and  gable  walls  shall  be  unpierced  throughout 
their  entire  height  and  length ;  and  that  the  requirement 
of  the  zoning  resolution  as  to'  rear  yard  area  shall 
be  complied  with  in  all  other  respects ;  that  the  front  ele¬ 
vation  shall  be  finished  in  face  brick  of  panel  design  with 
architectural  terra  cotta  or  stone  trimmings ;  that  there 
shall  be  no  roof  signs  or  advertising  signs  other  than  the 
title  of  the  garage  displayed  on  the  front  of  the  building; 

Resolved,  further,  that  all  permits  necessary  for  the  pros¬ 
ecution  of  the  work  shall  be  obtained  wiithin  nine  (9) 
months  and  the  building  completed  within  eighteen  (18) 
months  from  the  date  of  this  action. 


Adjourned  6:30  p.  m. 

Edward  V.  Barton,  Acting  Secretary. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 
337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 


357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
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RESERVE  CALENDAR 


957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S— Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 

1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22- S — Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — .Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1528-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 

67-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA— Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA— Packless  Gas  Shut-Off  Valve,  approval  of. 

127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 

232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 

275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 
Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 

297-23-SA — “Automatic”  Deluge  Valve,  approval  of. 

345-23-SA— Cornell  Falat  Oil  Burner,  approval  of. 

392- 23-SA— “Billow"  Class  G.  R.  Oil  Burner,  approval  of. 

393- 23-SA— “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

397-23-SA— Cornell  No.  1  Type  “A"  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA— Automatic  Gas  Shut-Off,  approval  of. 

525-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 

of. 

C44-23-SA— Domestic  Fuel  Oil  Burner,  approval  of. 

628-23-SA — Powerlight  Oil  Heat  Burner,  approval  of. 

820-23-SA— Morse  Fuel  Oil  Burning  System,  approval  of 

888-23-SA— Lewis  Oil  Burner,  approval  of. 

898-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-S A— Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

1050-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of 

1169-23-SA— Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA— Ziegler  Oil  Burner,  approval  of. 

1180-23-SA— Viking  Pump,  approval  of. 

1231-23-SA— Gill  Oil  Burner,  approval  of. 

1246-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 

1339-23-SA — National  Light  Service  Oil  Pump,  approval  of. 

1346-23- S A — Heatiator  Oil  Burner,  approval  of. 

1358-23-SA— Worthington  Oil  Burner,  approval  of. 

1361-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 

1364-23-SA— Staples  &  Pfeiffer  Oil  Burner,  ap/’">val  of. 


1415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1429-23-SA — Kerrihard  Oil  Burner,  approval  of. 
1444-23-SA — Tate-Jones  No.  6  Oil  Burner,  approval  of. 
1484-23-SA — Universal  G.  P.  O.  Burner,  approval  of. 
1493-23-SA — Newpdrt  Rotary  Oil  Burner,  approval  of. 
1538-23-SA — Lillibridge  Oil  Vapor  Burner,  approval  of. 
1550-23-SA — Apex  Gas  Cut-Off  Valve,  approval  of. 
68-24-SA — May  Burner,  approval  of. 

254-24-SA — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365-24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-SA — 'Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA — Faultless  Oil  Burner,  approval  of. 
501-24-SA — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA — Kinney  Rotating  Plunger  Pump,  approval  of. 
536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA — Marvel  Oil  Burner,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 
735-24-S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 
860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

,1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1078-24-SA — Nokol  Automatic  Burner,  approval  of. 
1108-24-SA— Simplicity  Fuel  Oil  Burner,  approval  of. 
1134-24-SA— Peerless  Automatic  Oil  Burner,  approval  of 
1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 
1146-24-SA— Salvo  Fire  Extinguisher,  approval  of. 
1162-24-SA— Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 
1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 
1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 
1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 
1361-24-SA— Caloroil  Burner  Type,  A-A,  approval  of. 
1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  March  5,  1925 
Restored  to  calendar  . 

Miscellaneous  Applications. 
Requests  to  reopen  . 

Requests  to  amend . 

Requests  for  modification . 

Requests  to  rescind . . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit  . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans  . 

Administrative  requests' . 

Requests  for  interpretation . 


DISPOSITION  OF  CASES. 

598  Withdrawn  . . . 

Dismissed  . 

Denied  . 

252  Granted  . . 

Granted  on  condition  . 

Appliances  approved  . 

16  Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

34  Requests  to  reopen  granted . 

Requests  to  reopen  denied  . 

0  Requests  to  amend  granted . 

Requests  to  amend  denied  . 

11  Requests  for  modification  granted . 

Request  for  modification  denied  . 

0  Requests  to  rescind  granted . 

Requests  to  rescind  denied  . 

7  Requests  for  extension  of  time  granted . 

Requests  for  extension  of  time  denied  . 

1  Requests  for  extension  of  permit  granted . 

Requests  for  extension  of  permit  denied  . 

0  Requests  to  install  granted  . 

Requests  to  install  denied  . 

4  Plans  approved  . 

Plans  disapproved  . 

1  Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . . 

0  Interpretations  . 

Requests  withdrawn  or  dismissed . 


Total  .  924  Total 

Disposed  of  .  297 

Cases  pending  March  5,  1925  .  627 _ 
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WARNING. 


9 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 


Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . 

P.  O . 

My  subscription  to  begin  with  the  issue  for .  1925. 
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of  the  board. 


CONTENTS 


This  issue  ol  the  Bulletin  contains,  in  the  order 

yen — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  March  10, 

1925. 

Minutes  of  Meeting,  Board  of  Standards  and  Ap¬ 
peals,  March  10,  1925. 

Notice  of  Public  Hearing. 

Reserve  Calendar. 

Progress  Report. 


REMOVAL 

NOTICE, JflfcHfiftEBY  GIVEN  THAT  THE 
BOARD  OF  STANDARDS  AND  APPEALS  IS 
NOW  LOCATED  ON  THE  TENTH  FLOOR  OF 
THE  MUNICIPAL  BUILDING,  ROOMS  1001 
TO  1015— NORTH  END  OF  BUILDING. 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION. 

'  10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  hoard,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon— Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  on  Tuesday.  March  17, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 

on  a  definite  day.  _  ,  .  ...  , 

The  next  subsequent  Call  of  the  Calendar  will  ie  on 

Tuesday,  March  24.  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 
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CALENDAR 


DOCKET. 

Ncrv  Cases  Filed  Week  Ending  March  12,  1925. 
-al.  No.  Department.  Premises  Affected. 

284-25-A . F.D . 185  Sixth  ave.,  Man. 


283-25-A . F.D . 171-173  Sixth  ave.,  Man. 

-  F-63890. 

282-2'5-A . F.D . 167  Sixth  ave.,  Man. 

- * -  F-63902. 

281-25-A . F.D . 165  Sixth  ave.,  Man. 

- *  F-63893. 

-  280-25-A . F.D . 163  Sixth  ave.,  Man. 

- -  F-63903. 

279-25-S . F.D .  587  Fifth  ave.,  Man. 

- L.D.-67730 

278-25-A . F.D .  280  Broadway,  Man. 

-  F-72206. 

277-25-A. . F.D . 102  E.  15th  st.,  Man. 

-  F-72321. 

2 76 -25- S . F.D . 13  E.  31st  st.,  Man. 

- -  L.D. -70515. 

'275-25-BZ.  ......  B.B.B.  ..88-110  Crown  st.,  Bklyn. 

-  App.  3327-25. 

274-25-S . F.D . 36  W.  36th  st.,  Man. 

-  L.D. -41247. 

273-25-S . B.B.M.  .131  W.  45th  st.,  Man. 

-  Re:  Certificate  of  Occupancy. 

272-25-A . F.D . 607-611  W.  40th  st.,  Man. 

-  Alt.  220-25. 

27 1-25 -BZ . B.B.Bx.  .956  Forest  ave.,  Bx. 

- -  N.B.  164-25. 

270-25-BZ . B.B.M.  ..32-36  W.  100th  st„  Man. 

Decision  of  Supt.  of  Bldgs. 
269-25-BZ . B.B.Bx.  .2805  Pond  pi.,  Bx. 

N.B.  2138-24. 

268-25-A . F.D . 187  Lafayette  st.,  Man. 

"  L.C.-19597. 

267-25-A . F.D .  34-36  Pine  st.,  Man. 

F-71072. 

266-25-BZ . B.B.M.  ..1144  Flatbush  ave.,  Bklyn. 

- -  App.  2077-25. 

265  2'5-S . B.B.M.  .233-235  W.  26th  st.,  Man. 

- * -  N.B.  155-1924. 

264-25-S . F.D .  398  First  ave.,  Man.  ,, 

'  L.D. -70887. 

263-25-BZ . B.B.M.  ..131  W.  52nd  st.,  Man. 

- -  Viol.  3916-24. 

262-25-BZ . B.B.B.  ...1406-14  Elm  ave.,  Bklyn. 

‘  App.  1068-25. 

261-25-BZ . B.B.B.  ..2444-46  Coney  Island  ave., 

*  •  *  Bklyn.  App.  2486-25. 

260-25-BZ . B.B.B.  ...617-25  N.  Y.  ave.,  Bklyn. 

'  '  App.  1079-25. 

259-25-SA . F.D . Appliance-Electrol  Automatic 

- 1 - - —  Oil  Burner. 

258-25- A . F.D .  278-90  Avenue  C,  Man. 

N.B.  196-25. 

257-25-S . F.D .  435-7  Broadway,  Bklyn. 

L.D.-59762. 

256-25-A . F.D . North  side  of  W.  189th  st., 

bet.  Wadsworth  ave.,  & 


Wadsworth  terr.,  Man. 

“  F-704J 

255-25-A . F.D.  ....2-14  Northern  ave.,  731-7 

W.  177th  st.,  Man. 

F-6987 

2j4-25-A . F.D .  398-408  Washington  st.,  Ma 

l  F-7151: 

253-25-A . F.D .  839  8th  ave.,  301-307  W.  50 

*  ‘  ‘  st.,  Man.  Order  No.  64-. 

Restored  to  Calendar. 


1119-22-A. 


F-D .  237  St.  Nich.  ave.,  Bklyn. 

Alt.  1093-192 


F.D.  .. 
H.D.  . 
B.B.B. 
B.B.Bx 
B.B.M. 
B.B.Q. 
B.B.R  . 
T.H.D. 


CODE. 

. Fire  Departmei 

. Health  Departmei 

..Bureau  of  Buildings,  Brooklj 

. Bureau  of  Buildings,  Bron 

.Bureau  of  Buildings,  Manhatta 
....Bureau  of  Buildings,  Queer 
.Bureau  of  Buildings,  Richmor 
. . .  .Tenement  House  Departmer 


CALL  OF  CLERK'S  CALENDAR. 

Tuesday,  March  17,  1925,'  at  2  p.  m. 

Building  Zone  Cases. 

1098-24-BZ. 

APPLICANT — Walter  S.  Beaver,  for  Wiliam  and  Len 
Schwartzberg,  owners. 

PREMISES — 458  Leonard  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  change  of  occupanc 
from  a  garage  for  the  storage  of  five  (5)  moto 
vehicles  to  a  garage  for  the  storage  of  more  thai 
five  (5)  motor  vehicles. 

1252i-24-BZ. 

APPLICANT — Morris  Perlstein,  for  Ritebuilt  Realty  Corp 
owner. 

PREMISES  Northwest  corner  of  Forest  avenue  and  Lin 

Tn  dcdutt^6^’  Ridgewood,  Borough  of  Queens. 

1U  PERMIT  partly  in  a  residence  district  and  partly  in  ; 
business  district  the  erection  and  maintenance  of  ; 
garage *f or  the  storage  of  more  than  five  (5)  moto 
vehicles. 


1268-24-BZ. 

APPLICANT— Charles  B.  Meyers,  for  William  H.  Seaich 
owner. 

142-156  East  31st  street,  Manhattan. 

PEKMI  4  in  a  business  district  the  conversion  of  occu¬ 
pancy  from  storage  purposes  to  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 


APPLICANT — Louis  Nathanson,  owner 

•92]'192.7:1931  Neck  road,' Brooklyn. 

1U  PRKMil  in  a  residence  district  extending  from  a  b 
ness  district  the  erection  and  maintenance  of 
attached  residence  buildings  to  be  used  for  s 
purposes  on  first  story. 


1421-24-BZ. 

APPLICANT— David  G.  Ludins,  for  Elliot  Place  Holding 
Co.,  Inc.,  owner. 

PREMISES  Southeast  corner  of  Jerome  avenue  and  Elliot 
place,  The  Bronx. 
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)  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  busi¬ 
ness  building. 


32- 25-A — 8  Grenfell  avenue,  Kew  Gardens,  Queens. 

33- 25-A— 8535  112th  street,  Richmond  Hill,  Queens. 

34- 25-A — 231  Beaumont  street,  Brooklyn. 


8-24-BZ. 

’PLICANT — Henry  J.  Nurick, 


for  Michael  Bonuzo, 


owner. 

tEMISES — 1-11  East  32nd  street,  Brooklyn.  • 

)  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  alteration  and  conversion  of  a  pri¬ 
vate  garage  to  be  used  for  store  purposes. 


PPLICANT — Moore  &  Landsiederl,  for  Adele  Santini. 
owner. 

DEMISES — East  side  of  Jerome  avenue,  100  feet  south  ot 
East  190th  street,  The  Bronx. 

3  PERMIT  in  a  residence  district  extending  from  a  bust- 
ness  district  the  erection  and  maintenance  of  a  build- 
ing  to  be  used  for  business  purposes. 


-25-BZ. 

PPLICANT— Edward  P.  Doyle,  for  237-239  Madison  ave¬ 
nue,  Inc.,  owner. 

REMISES— 237-239  Madison  avenue,  Manhattan. 

0  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  for  business  purposes. 


1-25-BZ 


PPLICANT— John  De  Hart,  for  Knickerbocker  Ice  Co., 


REMISES _ 305-313  West  67th  street  and  308  West  68th 


street,  Manhattan. 

'0  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 

vehicles. 


35- 25-A — 50  Bay  23rd  street,  Brooklyn. 

36- 25-A — Northwest  corner  of  Onslow  place  and  Austin 

street,  Kew  Gardens,  Queens. 

38-25-A — 825  Vernon  avenue,  Long  Island  City,  Queens. 

Under  the  Building  Zone  Resolution 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  March  17.  1925.  at.  10 

o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cai..  no.  1391-24-BZ — Application,  November  22,  1924,  under 
under  the  building  zone  resolution,  of 
Samuel  Rosenblum,  architect,  on  behalf 
of  Mrs.  Christina  Schneider,  owner,  to 
permit  in  a  residence  district  the  altera¬ 
tion  and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  102-11  92nd 
avenue,  Richmond  Hill,  Borough  of 
Queens. 

cal.  no.  1504-24-BZ— Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Smith 
&  Scutt  Co.,  Inc.,  owner,  to  permit  . in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Bergen  avenue, 
317.47  ft.  north  of  Jamaica  avenue  (Ful¬ 
ton  street),  Jamaica,  Borough  of 
Queens. 


APPLICANT— William  F.  Doyle,  for  Morris  White  Hold¬ 
ing  Corp.,  owner.  „ 

PREMISES — 297-303  Lexington  avenue  and  133-139  East 

37th  street,  Manhattan.  . 

rO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  residence  building,  part  of  first  story 
to  be  used  for  store  purposes. 


105-24-BZ.  ,  _  .  C.M11CC 

\PPLICANT — Philip  J.  Sinnott,  for  Emanuel  Strauss, 

owner. 

PREMISES — '1139  Ogden  avenue,  The  Bronx 
TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  and  also  in  a  "B  area  district  the 
conversion  of  occupancy  from  a  five  (5)  car  ga¬ 
rage  and  storage  use  to  a  garage  for  the  storage 
of  more  than  five  (5)  motor  .vehicles. 


BOARD  OF  APPEALS. 


cal.  no.  1419-24-BZ — Application,  December  5,  1924,  under 
the  building  zone  resolution,  of  I.  Mar- 
gon  and  C.  Glaser,  architects,  on  behalf 
of  Leo  Silver,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for 
theatre  purposes ;  premises  east  side  of 
Walton  avenue,  45  ft  *''>rth  Mt. 
Eden  avenue,  and  and  north  side  of 
Mt.  Eden  avenue,  75  ft.  east  of  Walton 
avenue,  The  Bronx. 

cai..  no.  1432-24-BZ— Application,  December  4,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Chas. 
E.  Manierre,  owner,  to  permit  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  421-429  West  209th  street  and 
420-428  West  210th  street,  Manhattan. 


Tuesday,  March  17,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

2-25-A— 564  State  street,  Brooklyn. 

8-25-A — 107  East  31st  street,  Manhattan. 

12-25-A — 86-88  Cherry  street,  Manhattan. 

22-25-A— 25-29  Ea9t  40th  street  and  279-293  Madison  ave¬ 
nue,  Manhattan. 

30- 25-A — 36  Beverly  road,  Kew  Gardens,  Queens. 

31- 25-A — 382  Mott  avenue,  The  Bronx. 


NO.  1479-24-BZ — Application,  December  16,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of  Charles 
Dougherty,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  42-44  Schenectady  avenue, 
Brooklyn. 

William  E.  Walsh,  Chairman. 
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CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  March  24,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

997-24-BZ. 

APPLICANT — William  F.  Doyle,  for  D.  Coppersmith, 
owner. 

PREMISES — 412-144  East  98th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

82-25-BZ. 

APPLICANT — George  McCauslan,  owner. 

PREMISES — Northwest  corner  Bronx  'boulevard  and  East 
219th  street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  gasoline  selling  station. 


BOARD  OF  APPEALS 

Tuesday,  March  24,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

13G7-24-A — 450-458  West  34th  street,  Manhattan. 

1507-24-A— 405-411  East  4th  street,  Manhattan. 

11 96-24- A — 407-413  West  28th  street,  Manhattan. 

4-25-A — 52-54  William  street,  Manhattan. 

58-25- A— North  side  of  North  Jane  street,  from  Radde 
to  Prospect  streets,  L.  I.  City,  Queens. 

9-25-A— 450-460  West  15th  street,  461-469  West  14th 
street  and  58-76  Tenth  avenue,  Manhattan. 

54-25- A — 248-254  West  60th  street  and  549-555  West  59th 
street,  Manhattan. 

78-25-A — 411-417  Rodney  street,  Brooklyn. 

<9-2a-A  6-16  West  16th  street  and  7-23  West  15th  street 
Manhattan. 

1465-24-A — 128-38  Mott  street,  Manhattan. 

1401-24-A — 6701  Ridge  boulevard,  Brooklyn. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  March  24,  1925,  at  10  o'clock 
in  room  1013,  Municipal  Building,  on  the  following  matters  • 


cal.  no.  1379-24-BZ — Application,  November  20,  1924,  under 
the  building  zone  resolution,  of  Benja¬ 
min  R.  Leinhardt,  applicant,  on  behalf 
of  Estate  of  Elizabeth  Fischer,  owner, 
to  permit  in  a  business  district  (previ¬ 
ously  denied  by  the  board)  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  50-60  Pennsylvania 
avenue,  Brooklyn. 

cal.  no.  1494-24-BZ — Application,  December  20,  1924,  under 
the  building  zone  resolution,  of  Leo¬ 
pold  Phillipp,  applicant,  on  behalf  of  135 
West  100th  Street  Corp.,  owner,  to  per- 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  133-135  West  100th 
street,  Manhattan. 


yj. 


j-^cLeniuer  zy,  jyz-i.  un 
the  building  zone  resolution,  of  V 
liam  F.  Doyle,  applicant,  on  behalf 
Keap  Construction  Company,  owner, 
permit  in  a  business  district  the  er 
tion  and  maintenance  of  a  garage 
the  storage  of  more  than  five  (5)  i 
tor  vehicles ;  premises  2847-3857  W 
21st  street,  Brooklyn. 


cal.  no.  16-25-BZ — Application,  January  6,  1924,  under  th 
building  zone  resolution,  of  John  D. 
Hart,  applicant,  on  behalf  of  Wadbii 
Realty  Co.,  Inc.,  owner,  to  permit  tb 
extension,  from  an  unrestricted  distric 
into  a  business  district,  of  a  proposet 
garage  for  the  storage  of  more  thai 
five  (5)  motor  vehicles;  premises  1204 
1212  Webster  avenue,  southeast  corne 
of  East  168th  street,  The  Bronx. 

cal.  no.  29-25-BZ — Application,  January  9,  1925,  under  th< 
building  zone  resolution,  of  Wiljian 
Shary,  architect,  on  behalf  of  Fidelic 
Realty  Corp.,  owner,  to  permit  in  i 
business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  o! 
more  than  five  (5)  motor  vehicles  a  lie 
also  the  omission  of  a  rear  yard  as  re 
quired  by  the  building  zone  resolution 
premises  511-515  East  80th  street,  Man 
hattan. 

cal.  no.  675-19-BZ — Application,  June  24,  1924,  under  the 
building  zone  resolution,  of  Szerlip  anc 
Szerlip,  applicants,  on  behalf  of  Ottc 
Heepe,  owner,  previously  denied,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage,  space  in  which  b 
rented  to  persons  not  residing  on  the 
premises;  premises  325-327  16th  street, 
Brooklyn. 

cal  no.  1482-24-BZ — Application,  December  17,  1924,  under 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Adelheen  Realty  Corp.,  owner,  to  permit 
iii  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  204-208  East  97th  street,  Man¬ 
hattan. 

cal.  no.  1393-24-BZ — Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 

cal.  no.  892-24 -BZ — Application,  July  3,  1924,  under  the 
building  zone  resolution,  of  John  E. 
Murphy,  applicant  and  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises,  1356  St.  Mark’s  avenue, 
Brooklyn. 

cal.  no.  1394-24-BZ — Application,  November  24,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  New 
York  Consolidated  R.  R.  Co.  and  New 
York  Rapid  Transit  Corp.,  owners,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  sell- 
ng  station ;  premises  464  Flatbush  ave¬ 
nue,  Brooklyn. 

cal.  no.  27-25-BZ — Application,  January  8,  1925,  under  the 
building  zone  resolutoin,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Efficient 
Building  Corp.,  owner,  to  permit  in  a 
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business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (.5)  motor  vehicles, 
premises  east  side  of  Jerome  avenue, 
200  ft.  north  of  Clifford  place,  The 
•  Bronx. 

al.  no.  200-25-BZ — Application,  February  18,  1925,  under 
the  building  zone  resolution,  of  \\  illiam 
H.  Gompert,  applicant,  on  behalf  of 
Board  of  Education,  City  of  New  York, 
owner,  to  permit  in  an  “F”  area  dis¬ 
trict,  also  in  a  residence  district,  the 
erection  and  maintenance  of  a  public 
school  nearer  than  fifteen  (15J  feet 
from  the  street  line,  contrary  to  section 
16,  subdivision  A,  of  the  building  zone 
resolution;  premises  134-01  to  134-19 
Cronston  avenue,  Belle  Harbor,  Bor¬ 
ough  of  Queens. 

:al.  no.  1415-24-BZ — Application,  December  1,  1924,  under 
the  building  zone  resolution,  of  John  E. 
Kerby,  applicant,  on  behalf  of  Harry 
Abramowitz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  608  Westchester  avenue, 
southwest  corner  of  Cauldwell  avenue, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  March  24,  1925,  at  2  p.  tn. 

Petitions  for  Variations. 

385-24-S — 2268  Second  avenue,  Manhattan. 

982-24-S— 614-618  West  131st  street,  Manhattan. 

1484-24-S — 76  West  Houston  street,  Manhattan. 

1493-24-S — 30  East  9th  street,  Manhattan. 

1520-24-S — '125-127  West  42nd  street,  Manhattan. 

1454-24-S — 35-37  Ann  street  and  104-108  Nassau  street, 
Manhattan. 

46-25-S — 16  Horatio  street,  Manhattan. 

53.05.S— 209  West  34th  street,  Manhattan. 

•  55-25-S — 623  Broadway,  Manhattan. 

70-25-S — 9  Van  Brunt  street,  Brooklyn. 

73-25-S — 533  Greenwich  street  and  99-101  Van  Dam  street, 
Manhattan. 

75-25-S _ 128-136  West  31st  street  and  12-133  W  est  30th 

street,  Manhattan. 

18-25-S — 12  East  56th  street,  Manhattan. 

25-25-S — 35-37  Ormond  place,  Brooklyn. 

90-25-S — 5  East  19th  street,  Manhattan. 

111-25-S — 260-262  West  41st  street,  Manhattan. 

113-25-S — 51  Vesey  street,  Manhattan. 

118-25-S — 225-241  West  34th  street  and  234-238  West  3oth 
street,  Manhattan. 

1495-24-S — 45  Maiden  lane,  Manhattan. 

28-25-S — 17  East  54th  street,  Manhattan. 

42-25-S— 349-351  West  26th  street,  Manhattan. 

4  Appliances  Submitted  for  A  pproz'al. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

,  of. 

154-25-SA — Edwards  Solenoid  Type  Bell,  approval  of. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Friday,  March  27,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

1002-24-A — 401-417  Seventh  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 

of  a  public  hearing  under  the  provisions  of  the  building 

zone  resolution,  I  riday  morning,  March  27,  1925,  at  10 

o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters: 

cal.  no.  1369-24-BZ— Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

CAL.  NO.  1057-24-BZ— Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution;  premises 
northwest  corner  182nd  street  and 
Folin  street,  The  Bronx. 

CAL.  NO.  1298-23-iBZ — Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  3200  Villa 
avenue,  The  Bronx. 

CAL.  NO.  1007-24-BZ— Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  K. 
Thomas  Short,  applicant;  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

CAL.  no.  378-24-BZ— Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

CAL.  no.  136-24-BZ— Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 
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cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

cal.  no.  812-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  a  business  building  which  was 
erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx. 

cal.  no.  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923 ; 
premises  712-748  Southern  boulevard, 
The  Bronx. 

cal.  no.  1367-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John  J. 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

r al.  no.  1461-24-BZ — Application,  December  11,  1924,  under 
the  building  zone  resolution,  of  John 
Dunnigan,  applicant,  on  behalf  of  Louis 
Koenig,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  north  side  of  East  170th  street, 
100  ft.  east  of  Fulton  avenue,  The 
Bronx.* 

cal.  no.  1156-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  1434-24-BZ — Application,  December  4,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Otto 
J.  Schwartzler,  owner,  to  permit  in  a 
business  district  the  alteration  and 
extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  1728-1750  Morris  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


^Correct  location  is  100  ft.  west  of  Fulton  avenue. 


BOARD  OF  APPEALS. 

Tuesday,  March  31,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1436-24-A — 2501-5  Grand  Concourse,  The  Bronx. 

669-24-A — 37-39  East  28th  street,  Manhattan. 

1357-24-A — 14  West  40th  street,  Manhattan. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24- A — 43-45  Wooster  street,  Manhattan. 

1247-24-A — 202  Flatbush  avenue,  Brooklyn. 

1261-24-A — 480  Fulton  street,  Brooklyn. 

1474-24- A — 536-546  West  23rd  street,  Manhattan. 
1515-24-A — 678  East  133rd  street,  The  Bronx. 

72-25-A — 189  Water  street,  Manhattan. 

83-25-A — 491-501  Bushwick  avenue,  Brooklyn. 

99-25-A1 — 220  Corbin  place,  Brooklyn. 

258-25-A — 278-290  Avenue  C,  Manhattan. 

Under  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appe 
of  a  public  hearing  under  the  provisions  of  the  buildi 
zone  resolution,  Tuesday  morning,  March  31,  1925,  at 
o  clock,  in  Room  1013,  Municipal  Building,  on  the  folio 
ing  matters : 

cal.  no.  1438-24-BZ — Application,  December  5,  1924,  unc 
the  building  zone  resolution,  of  Jose 
M.  Smith,  applicant,  on  behalf  of  Le; 
ing  Auto  Top  Co.,  owner,  to  permit 
a  business  district  the  maintenance 
a  motor  vehicle  repair  shop;  premi; 
605  Fourth  avenue,  Brooklyn. 

cal.  no.  1439-24-BZ — Application,  December  5,  1924,  unc 
the  building  zone  resolution,  of  Jose 
M.  Smith,  applicant,  on  behalf  of  Ol 
&  Stanley,  Inc.,  lessee,  to  permit  in 
business  district  the  maintenance  of 
motor  vehicle  repair  shop;  premises  3S 
91  Fourth  avenue,  southeast  corner 
6th  street,  Brooklyn. 

cal.  no.  1232-24-BZ — Application,  October  16,  1924,  und 
the  building  zone  resolution,  of  Boi 
W.  Dorfman,  architect,  on  behalf  i 
Louis  Bergstein,  owner,  to  permit 
a  business  district  the  erection  ai 
maintenance  of  a  garage  for  the  sto 
age  of  more  than  five  (5)  motor  v 
hides ;  premises  west  side  Linden  stre< 
95  ft.  north  of  Central  avenue,  Broo! 
lyn. 

CAL.  NO.  21-25-BZ— Application,  January  8,  1925,  under  tl 
building  zone  resolution,  of  Murr; 
Klein,  architect,  on  behalf  of  Watki; 
Garage  Realty  Co.,  Inc.,  owner, 
permit  the  extension,  from  am  unr 
stricted  district  into  a  business  distric 
of  a  proposed  garage  for  the  storaj 
of  more  than  five  (5)  motor  vehicle: 
premises  50-54  144th  street  and  69  We 
143rd  street,  Manhattan. 

cal.  no.  23-25-BZ— Application^  January  8,  1925,  under  tl 
building  zone  resolution,  of  F.  W.  Rin 
architect,  on  behalf  of  Hobson  Reali 
Company,  owner,  to  permit  in  a  bus 
ness  district  the  erection  and  maint* 
nance  of  a  garage  for  the  storage  c 
more  than  five  (5)  motor  vehicle; 
premises  2161  Jerome  avenue,  nortf 
west  corner  of  West  181st  street,  Tl 
Bronx. 
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no.  57-25-BZ — Application,  January  13,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Bres- 
lauer  Construction  Co.,  Inc.,  owner,  to  ' 
permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  dis¬ 
trict,  of  a  proposed  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1933-1935  Cedar  ave¬ 
nue,  The  Bronx. 

no.  81-25-BZ— Application,  January  20,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and  own¬ 
er,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  an  exten¬ 
sion  to  a  telephone  exchange  building; 
premises  10  Marc  place,  Astoria,  Bor¬ 
ough  of  Queens. 

no.  1021-24-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Polk  Construction  Co.,  Inc.,  owner,  pre¬ 
viously  denied,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  88  Jackson  avenue,  Jackson 
Heights,  Borough  of  Queens. 

no.  465-23-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Amanda  B.  Manee,  owner,  previously 
withdrawn,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  east 
side  of  River  avenue,  100  ft.  south  of 
East  167th  street,  The  Bronx. 

no.  5-25-BZ— Application,  January  2,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Irville 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  northwest  corner  of  Cortel- 
you  road  and  Gravesend  avenue,  Brook¬ 
lyn. 

no.  1204-24-BZ — Application,  October  7,  1924,  under 
the  building  zone  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1716-1728  hulton 
street,  Brooklyn. 


.  no. 


1066-24-BZ — Application,  August  25,  1924,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  applicant,  on.  behalf  of  George  F. 
and  Howard  J.  Riley,  owners,  to  per¬ 
mit  in  a  residence  district  the  mainte¬ 
nance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises;  premises  3507 
Newkirk  avenue  and  595  East  35th 
street,  Brooklyn. 


..  no.  1480-24-BZ — Application,  December  16,  1924,  under 
the  building  zone  resolution,  of  hmu 
Guterman,  applicant,  on  behalf  of  Paola 
Gerardi,  owner,  to  permit  in  a  busi¬ 


ness  district  the  alteration  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  105-107  Jackson  street,  Brook¬ 
lyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  March  31,  1925,  at  2  p.  tn. 

Appeals  from  Administrative  Orders. 

1307-24-A — 292  Chauncey  street,  Astoria,  Queens. 
1306-24-A— 276-280,  286-288,  294-296,  300,  318-320,  324,  328, 
332,  336,  338-340  Chauncey  street,  Astoria, 
Queens. 

1187-21-A — 640-644  Lenox  avenue,  59-71. West  142nd  street, 
52-58  West  143rd  street,  northeast  corner 
142nd  street  and  Lenox  avenue,  Manhattan. 

1388-24-A— 310  Chauncey  street,  Astoria,  Queens. 

1167-24-A— East  side  Zerega  avenue,  between  Chatterton 
and  Blackrock  avenues,  The  Bronx. 

1447-24-A— 8746  123rd  street,  Richmond  Hill,  Queens. 
1496-24-A— 205-207  West  33rd  street,  Manhattan. 
1402-24-A— 1775  Broadway,  Manhattan. 

1510-24-A — 1038  Ocean  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  March  31,  1925,  at 
2  o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters: 

CAL.  NO.  1038-24-BZ— Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-700 
New  York  avenue,  Brooklyn. 

CAL.  NO.  1450-24-BZ— Application,  December  9,  1924  under 
the  building  zone  resolution,  of  George 
L.  Donnellan,  applicant,  on  behalf  of 
Louis  Hart,  owner,  to  permit  in  a  resi¬ 
dence  district  the  change  of  occupancy 
from  a  residence  use  to  an  undertak¬ 
ing  business;  premises  67  West  130th 
street,  Manhattan. 

cai  no.  1400-23-BZ— Application,  February  17,  1925  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Turin  Garage  and  Supply  Co.,  Inc., 
owner,  previously  withdrawn,  to  permit 
in  a  residence  district  the  alteration 
and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  55  West  93rd 
street,  Manhattan. 

cal.  972-24-BZ— Application,  February  17,  1925,  under  the 
building  zone  resolution,  of  Deiches, 
Goldwater  &  Flynn,  applicants,  on  be¬ 
half  of  Edward  R.  and  Edward  L. 
Finch,  trustees  for  A.  R.  Finch,  owner, 
previously  denied,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles: 
premises  1273  Cromwell  avenue,  The 
Bronx. 
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cal.  no.  1428-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Zivie 
Bender,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1223- 
1229  Intervale  avenue,  The  Bronx. 

CAL.  no.  76-25-BZ — Application,  January  19,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  The 
Barre  Realties,  Inc.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  968-972  Fulton  street,  Brook¬ 
lyn. 

cal.  NO.  1485-24-B>Z — ^Application,  December  18,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of 
Joseph  Diamond  Construction  Co., 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  build¬ 
ing  to  be  used  for  business  purposes 
on  the  first  story,  premises  1997  Bryant 
avenue,  northwest  corner  of  East  178th 
street,  The  Bronx. 

cal.  no.  1530-24-BZ — ’Application,  December  29,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Boris 
Nalven  and  Max  Natev'ky,  owners,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles  ;  premises  225-235  Pennsyl¬ 
vania  avenue,  northeast  corner  of  Pit¬ 
kin  avenue,  Brooklyn. 

cal.  no.  402-24-BZ — Application,  March  18,  1924,  under  the 
building  zone  resolution,  of  Charles  H. 
Mohr,  applicant,  on  behalf  of  Mohr- 
Steiber  Holding  Co.,  Inc.,  owner,  to 
permit  in  a  business  district  the  main¬ 
tenance  of  the  use  as  iron  works  on 
the  first  story  and  in  the  cellar  of  an 
existing  residence  building ;  premises 
449  West  46th  street,  Manhattan. 

cal.  no.  44-25-BZ — ’Application,  January  12,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  district 
extending  from  a  business  district  the 
alteration  and  extension  in  height  and 
area  of  a  telephone  exchange  building ; 
premises  4101-4111  Fourteenth  avenue, 
southeast  corner  of  41st  street,  Brook¬ 
lyn. 

William  E.  Walsh,  Chairman. 

BOARD  OF  APPEALS. 

Tuesday,  April  7,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

331-24-A — 508-534  West  212th  street,  Manhattan. 

16-24-A — 1342  Park  avenue,  Manhattan. 

100-25-A — West  side  of  Spuyten  Duyvil,  104.14  ft.  north  of 
West  231st  street.  The  Bronx. 

101- 25-A — 727  Avenue  L,  Brooklyn. 

102- 25-A — 2597  Grand  Concourse,  The  Bronx. 

104- 25-A — 12  Smart  street,  Flushing,  Queens. 

105- 25-A — 128  Maple  avenue,  Flushing,  Queens. 

106- 25-A — East  side  of  West  drive,  155  ft.  north  of  Ardsley 

road,  Douglaston,  Queens. 

107- 25-A — 155  Beach  148th  street,  Neponsit,  Queens. 


108- 25-A — 960  Boulevard,  Long  Island  City,  Queens. 

109- 25-A — 21  Luydig  place,  Corona,  Queens. 

117-25-A — 119  Fourth  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  app 
of  a  public  hearing  under  the  provisions  of  the  builc 
zone  resolution,  Tuesday  morning,  April  7,  1925,  at  10  o’cl 
in  Room  1013,  Municipal  Building,  on  the  following  matti 

cal.  no.  1180-24-BZ — Application,  September  30,  1924,  ui 
the  building  zone  resolution,  of 
ward  P.  Doyle,  applicant,  on  be! 
of  Two  Hundred  and  Fifty-se 
Madison  Avenue,  Inc.,  owner,  to  ] 
mit  in  a  residence  iy2  times  he: 
district  the  erection  and  maintem 
of  a  business  building  and  to  erect 
street  walls  to  a  height  exceeding 
limit  required  by  the  zone  resoluti 
premises  257-261  Madison  avei 
southeast  corner  of  East  39th  str 
Manhattan. 

cal.  no.  45-25-BZ — Application,  January  12,  1925,  under 
building  zone  resolution,  of  Vii 

C.  Farrar,  architect,  on  behalf  of  -1 
Street  and  Park  Avenue,  Inc.,  owi 
to  permit  in  a  residence  district 
erection  and  maintenance  of  a  build 
to  be  used  for  office  purposes ;  prern: 
90-98  Park  avenue  and  38-40  East  4 
street,  Manhattan. 

cal.  no.  56-25-BZ — Application,  January  13,  1925,  under 
building  zone  resolution,  of  John 
Dunnigan,  applicant,  on  behalf  of  Ja 
O.  Pederson,  owner,  to  permit  the 
tension  from  an  unrestricted  dist 
into  a  residence  district,  of  a  propo 
garage  for  the  storage  of  more  tl 
five  (5)  motor  vehicles;  and  also 
location  within  200  ft.  of  a  hospit 
premises  1895  Inwood  avenue,  1 
Bronx. 

cal.  no.  59-25-BZ — Application,  January  15,  192.5,  under 
building  zone  resolution,  of  Lawre 
J.  Frank,  applicant,  on  behalf  of  Sc 
mon  Goldstein,  owner,  to  permit  ii 
business  district  the  erection  of  ad 
tional  buildings  and  the  extension 
the  use  of  an  existing  stone  or  mo: 
mental  works ;  premises  northwest  c 
ner  of  Sutter  avenue  and  Pitkin  a 
nue,  Woodhaven,  Borough  o!  Quet 
cal.  no.  74-25-BZ — Application,  January  19,  1925,  under 
building  zone  resolution,  of  Anth< 

D.  Rasso,  applicant,  on  behalf  of  Dc 
enick  Rasso,  owner,  to  permit  in  a  r< 
dence  district  the  erection  and  mail: 
nance  of  a  business  building;  premi 
549  17th  street,  Brooklyn. 

William  E.  Walsh,  Chairmai 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  April  7,  1925,  at  2  p.  m. 
Petitions  for  Variations. 

1354-24-S — iL9-2il  East  55th  street,  Manhattan. 

47-25-S — 65  Fulton  street,  Manhattan. 

126-25-S — 14  East  55th  street,  Manhattan. 

Rule. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rul 
adoption  of. 
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BOARD  OF  APPEALS.  1221-25-A'— 57  East  72nd  street,  Manhattan. 

Tuesday  April  14,  1925,  at  10  a.  m.  123-25-A-132  West  74th  street,  Manhattan. 

Appeals’ from  Administrative  Orders.  *  124-25-A— 13  Van  Dam  street,  Manhattan. 

,  125-25- A — ‘West  side  of  Malba  drive,  intersection  of 

1175-24-A — 628-642  Vest  4uth  street,  Manhatta  .  Fourth  avenue,  Malba,  Queens. 

969-24-A— 126  Franklin  street  and  220-224  West  Broadway,  128-25- A— 379-385  De  Kalb  avenue,  Brooklyn. 

Manhattan.  .  131-25-A— 900  Metropolitan  avenue,  Brooklyn. 

904-24-A — 235-239  West  23rd  street,  Manhattan.  .  , 

1069-24-A — '227-231  East  22nd  street,  Manhattan,  BOARD  OF  APPEALS. 

1376-24-A— 2920-2940  Broadway,  Manhattan.  Tuesday,  April  28,  1925,  at  10  a.  m. 

1498-24-A — 51  West  3rd  slreet,  Manhattan.  Under  the  Building  Zone  Resolution. 

1535-24-A— 169-195  West  street  Brooklyn.  NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 

1540- 34-A — 472-482  Knickerbocker  avenue  an  -  ~  ~  of  a  public  hearing  under  the  provisions  of  the  building  zone 

Bleecker  street,  Brooklyn.  resolution,  Tuesday  morning,  April  28,  1925,  at  10  o’clock, 

1119-22-A— 237  St.  Nicholas  avenue,  Brooklyn.  in  Room  1013,  Municipal  Building,  on  the  following  matters  : 

- * -  cal.  no.  1091-24-BZ— Application,  September  2,  1924,  under 

/-wo  ADDV1T5  the  building  zone  resolution,  of  John 

BOARD  OF  APPEA  S.  \y  Clancy,  applicant,  on  behalf  of 

[,nrrI.T  McrTiwr  Valbalia  Corporation,  owner,  f*  permit 

SPECIAL  MEETING.  jn  a  business  district  the  erection  and 

Tuesday,  April  14,  1925,  at  2  p.  m.  maintenance  of  a  garage  for  the  stor- 

y  .  .  .  age  of  more  than  five  (5)  motor  ve- 

Appcals  from  Administrative  Orders.  hides;  premises  341  East  184th  street, 

48-25-A _ 65  Fulton  street,  Manhattan.  northwest  corner  of  Marion  avenue, 

121-25- A — '230  Corbin  place,  Brooklyn. _ _ The  ronx. _ 

MINUTES 

BOARD  OF  APPEALS 

REGULAR  MEETING.  APPEARANCES^  W.  T.  McCarthy. 

TUESDAY  MORNING,  MARCH  10,  192j.  .  por  Administration:  Inspector  Carroll  of  fire  de- 

Present-  Chairman  Walsh,  Messrs.  Dowd,  Gunnison,  partment. 

Holland  Connell  and  Fire  Chief  Kenlon.  ACTION  OF  BOARD— Appeal  laid  over  to  March  31, 

The  minutes  of  the  regular  meeting  of  the  board  of  ap-  1925,  at  a  p.  m.(  to  enable  appellant  to  look  fur- 

peals  held  on  Tuesday  morning,  March  3,  1925,  and  the  ther  jnto  matter, 

minutes  of  the  -special  meeting  of  the  'board  of  appeals,  - ■ 

held  on  Tuesday  afternoon,  March  3,  1925,  were  approved  1342.24-A.  c 

as  printed  in  the  Bulletin,  No.  10,  Vol.  X.  APPELLANT— Cornell  Utilities  Co.,  for  Katherine  S. 

- -  Tarr,  owner. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS.  ZS- 

APPELLANT — Grinnell  Co..  Inc.,  for  Walter  Shuttle-  AppEApANCES_ 

For  Admm I-P^Lynch  of  fire  de- 

West  Broadway,  Manhattan.  ACTION  OF  BOARD— Appeal  granted  on  condition. 

ACTfoNAOFEIa?RD_Chainnan  read  correspondence.  CONDITIONS-As  specified  in  resolution. 

Appeal  laid  over  to  April  14,  1925,  at  10  a.  nu,  THE  TOTE-  chairma„  Walsh,  Messrs.  Dowd. 

subject  to  action  of  the  board  of  ^ards  and  Affir^"nTs„n,  Coinell.  Holland  and  Fire  Chief 

appeals  on  proposed  amendment  to  sprinkler  rules.  uum^  , . .  g 

Negative  .  ® 

1402-24- A.  .  .  Absent:  Mr.  Kennedv  .  1 

APPELLANT— John  A.  Harriss,  lessee.  .  .  TUI7  pu-grvT  TTTTON  • 

SUBJECT — Appeal  from  decision  of  fire  <^™ssmne  .  -  “  (1242-24-A) 

PREMISES  AFFECTED  1775  Broadway,  Manhatta  .  WhereAS  Cornen  Utilities  Co.,  for  Katherine  S.  Tarr 

APPEARANCES —  choree  B  owner  filed  October  18,  1924.  an  appeal,  with  the  board 

For  Appellant:  W.  H.  Driscoll  and  >  g  appeals,  from  an  order  of  the  fire  commissioner  af- 

For ^Administration :  Inspector  Lynch  of  fire  de-  ord^of 1  the  TOmmissioner,  dated 

ACTI0^f atf^t^  ^p^Xctlon^tc^  this  department  to  have  tanks 

of  application.  CS“Note-  Tanks  required  to  withstand  a  hydrostatic 

test  of  25  lbs.  to  the  square  inch  for  at  least  30  min- 

APPELLANT— W.  T.  McCarthy,  for  J.  Goldstein,  utes  anjJr*J*JJc  "his^department  to  have  all  pip- 

SUBJEC™  Appeal  from  decision  of  fire  commissioner.  ofthl  Fuel’ 

PREMISES  AFFECTED-1038  Ocean  avenue,  Brook-  ^  inch.)  Rule  25,  Sec. 

lyn. 
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Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  24  ft.  'by  68  ft.  in  area;  OCCUPIED  as  a  dwell¬ 
ing;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  two  55-gallon  storage  tanks,  encased  in  4  in. 
of  terra  cotta,  one  55-gallon  auxiliary  tank,  a  NoKol  oil 
burner  and  the  necessary  valves  and"  piping  to  complete 
the  installation;  and 

Whereas,  appellant  contends  that  the  tank  was  installed 
under  the  fuel  oil  rules  of  1922,  and  requests  the  acceptance 
of  an  affidavit  to  the  effect  that  the  tank  has  undergone 
a  shop  test,  and  requests,  further,  a  temporary  permit  to 
use  the  installation  for  90  days. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  1,  on  condition  that  certificate  of 
factory  test  shall  be  filed  with  the  fire  commissioner;  as 
to  Item  3,  on  condition  that  standard  wrought-iron  pipe 
shall  be  used  throughout  equipment;  that  a  self-closing 
device  shall  be  provided  to  the  door  of  the  fire-box  of 
boiler,  and  that  the  conditions  of  resolution  under  Cal.  360- 
24-A  shall  be  complied  with. 


1423-24-A. 

APPELLANT — Joseph  L.  Burke  Corp.,  for  Adolph  Kopp, 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED1 — ‘9316  219th  street,  Queens  Vil¬ 
lage,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  G.  S.  De  Grange,  Jr. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD1 — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 
Connell,  Holland  and  Fire  Chief  Kenlon  . .  5 


Negative  .  0 

Absent :  Messrs.  Kennedy  and  Gunnison .  2 

THE  RESOLUTION : 

(1423-24-A) 


Whereas,  Joseph  L.  Burke  Corp.,  for  Adolph  Kopp, 
owner,  filed,  December  3,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  9316  2il9th  street,  Borough  of  Queens ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
November  13,  1924,  in  acting  on  Alteration  Application 
No.  82-24,  reads  :  , 

.  “2-  File  a  drawing  showing  details  of  construc¬ 
tion  of  tank  and  with  the  following  note : 

“(a)  Tank  will  be  tested  in  presence  of  a  Fire 
Department  representative  and  afterwards  coated 
with,  a  suitable  rust  resisting  material. 

“5.  Piping  must  be  tested  in  presence  of  a  Fire 
Department  Representative. 

“7.  Burner  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals. 

“9.  Provide  a  separate  1%  inch  vent  for  auxiliary 
tank. 

“10.  File  a  copy  of  burner  as  approved  by  the 
Board  of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  frame,  two  stories  in  height 
24  ft.  by  24  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  200-gallon  storage  tank  buried  outside  the 
building,  a  55-gallon  auxiliary  tank,  a  NoKol  burner  and 
the  necessary  valves  and  piping;  and 

Whereas,  appellant  contends  that  the  auxiliary  tank  is 
vented  with  the  1  *4  in-,  pipe  and  that  the  installation  con¬ 
forms  with  the  rules  in  all  respects  excepting  as  noted. 

\esolved  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified ,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  2,  only  so  far  as  it  affects  test, 
on  condition  that  tank  as  now  installed  shall,  be  buried 


below  grade,  outside  of  the  building;  that  certificate  o 
factory  test  and  detailed  drawings  of  tank  construction  shal 
be  filed  with  the  fire  commissioner,  as  to  Item  5,  on  conditio: 
that  standard  wrought  iron  pipe  shall  be  used  throughout  th 
fuel  oil  burning  equipment;  as  to  Item  7,  permitting  use  o 
NoKol  burner,  on  condition  that  the  rules  of  the  board  o 
standards  and  appeals  shall  be  complied  with  in  all  other  re 
spects,  and  that  the  door  of  fire-box  shall  be  equipped  with  , 
self-closing  device  ;  denied  as  to  Item  9;  and  granted  as  ti 
Item  10  on  condition  that  the  foregoing  requirements  shal 
be  complied  with  and  that  the  installation  otherwise  shal 
comply  with  the  fuel  oil  rules  in  all  respects. 


1459-24-A. 

APPELLANT — ‘Morse  Dry  Dock  &  Repair  Co.,  for  Roin. 

Wet  Wash  Laundry  Co.,  owner. 

SUBJECT1 — 'Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECT  ED1 — South  side  of  Seventeen^ 
avenue,  100  ft.  east  of  Graham  avenue,  Astoria 
Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  David  J.  Irish. 

For  Administration:  Inspector  Carroll  of  fire  de 
partment. 

ACTION  OF  BOARD1 — Appeal  granted  on  condition. 
CONDITIONS — iAs  specified  in  resolution. 

THE  VOTE — 

Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 
Connell,  Holland  and  Fire  Chief  Kenlon  . .  I 

Negative  .  ( 

Absent :  Messrs.  Kennedy  and  Gunnison .  i 

THE  RESOLUTION : 

(1459-24-A) 

Whereas,  Morse  Dry  Dock  &  Repair  Co.,  for  Roma 
Wet  Wash  Laundry  Co.,  owner,  filed,  December  11,  1926, 
an  appeal,  with  the  board  of  appeals,  from  a  decision 
of  the  fire  commissioner,  affecting  premises  south  side 
of  Seventeenth  avenue,  100  ft.  east  of  Graham  avenue, 
Astoria,  Borough  of  Queens ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
November  17,  1924,  in  acting  on  N.  B.  Application  No. 
1840-24.  reads : 

“12.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  50  ft.  by  175  ft.  in  area;  OCCUPIED  as  a  wet 
wash  laundry,  boiler  room  and  garage,  20  persons  in  the 
entire  premises ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  6,000-gallon  storage  tank  buried  outside 
the  premises,  a  Morse  fuel  oil  burner  and  the  necessary 
valves  and  piping;  and 

Whereas,  appellant  requests  a  90-day  permit  to  oper¬ 
ate  the  plant  pending  the  approval  of  the  Morse  fuel  oil 
burner  by  the  board. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  for  a  temporary  period  of  ninety  (90)  days, 
for  use  at  owner’s  own  risk,  pending  action  of  the  board 
of  standards  and  appeals  on  petition  regarding  approval 
of  burner,  on  condition  that  the  installation  shall  comply 
with  the  fuel  oil  rules  in  all  other  respects. 


1511-24- A. 

APPELLANT — Frank  E.  Hahn,  for  A.  Finkenberg’s  Sons, 
lessees. 

SUBTECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  A FFBCT E D — 7 7 1  East  133rd  street,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  Frank  E.  Hahn,  I.  Finkenberg. 
For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 
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HE  VOTE —  .  ,  w  ^  . 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland  and  Fire  Chief 

Kenlon  .  ® 

Negative  .  ® 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION : 

(1511-24- A) 

Whereas,  Frank  E.  Hahn,  for  Sparkmount  Realty  Cor- 
.oration,  owner,  filed,  December  23,  1924,  an  appeal,  with 
he  board  of  appeals,  from  a  decision  of  the  fire  com- 
nissioner,  affecting  premises  771  East  133rd  street,  The 

Ironx ;  and  .  .  .  , 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 

December  12,  1924,  reads:  . 

“1.  Gasoline  system  is  not  permitted  in  a  building 
used  for  the  storage  of  furniture,  etc.”  ; 

'"whereas,  the  building  is  fireproof,  six  stories  in  height, 
106  ft.  5  in.  by  153  fit.  2  in.  in  area  at  the  1st  story  and 
.’06  fit.  5  in.  by  110  ft.  in  area  above;  a  portion  of  1st 
dory  being  occupied  as  a  motor  vehicle  repair  shop  and 
the  remainder  of  building  for  the  storage  of  furniture; 
ipproximately  108  persons  above  the  1st  story ;  EQUlt  rLD 
with  a  two-source  sprinkler  system  and  an  approved  stand - 
oipe  installation,  a  560-ga’llor  gasoline  tank  (the  fill  box 
and  the  pump  being  located  outside  the  premises)  is  lo¬ 
cated  beneath  the  floor  of  the  repair  department  at  the 
southwest  corner  of  the  1st  story  of  the  premises,  and 
Whereas,  appellant  contends  that  the  repair  department 
■  is  isolated  from  the  rest  of  the  premises  by  an  unpierced 
ceiling  and  also  by  unpierced  8  in.  brick  wall ;  that  the 
tank  will  be  filled  by  means  of  a  buried  pipe  terminating 
at  the  curb,  and  contends  further  that  the  gasoline  is 
necessary  to  supply  the  motor  trucks  used  in  the  conduct 

1  of  the  owner’s  business.  .  . 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  't  hereby 
is  granted  on  condition  that  the  gasoline  storage  be  lim¬ 
ited  to  one  approved  tank,  not  exceeding  a  capacity  ot 
550  gallons,  located  in  a  room  on  1st  floor,  at  the  mter- 
:  section  of  Willow  avenue  and  East  133rd  street,  separated 
from  floor  area  by  brick  wall  of  approved  masoniy,  un- 
,  pierced,  of  not  less  than  8  in.  in  thickness,  with  unpierced, 
reinforced  concrete  arches  above  and  below ;  that  the  gas 
pump  or  sentinel  shall  be  located  outside  of  building;  and 
that  the  use  shall  be  restricted  to  the  conduct  of  the 
owner’s  business,  maintained  on  the  premises. 


630-24- A. 

APPELLANT— E.  F.  DeYoung,  owner. 

!  SUBJECT— Appeal  from  order  of  superintendent  of  build- 
ings. 

PREMISES— 2210  Newkirk  avenue,  Brooklyn. 


.PP  E  AR  A  N  CE  S — 

For  Appellant :  None. 

For  Administration:  Asst.  Engineer  C.  YYofil- 
stetter  of  bureau  of  buildings. 
lCTION  OF  BOARD— Appeal  dismissed  for  lack  of 
prosecution. 

'HE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh.  Messrs.  Dowd, 
Gunnison,  Holland  and  Connell  .  J 

Negative  . . . .•••••  •• .  ^ 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  .. 


THE  RESOLUTION : 

(630-24- A) 

Whereas,  E.  F.  DeYoung,  owner  of  adjoining  prem¬ 
ises,  filed,  May  6.  1924,  an  appeal,  with  the  b™rd  of 
appeals,  from  a  decision  of  the  superintendent  of  build- 
ings,  affecting  premises  2210  Newkirk  avenue,  Brooklyn; 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings.  rendered  February  24.  1922,  was  the  issuance  of  the 
certificate  of  occupancy.  No.  644,  for  the  use  of  premises 
as  a  restaurant  and  boarding  house,  which  certificate  ot 


occupancy  the  superintendent  of  buildings  has  no  power 
to  revoke;  and 

Whereas,  the  building  is  frame,  two  stories  and  attic 
in  height,  35  ft.  by  60  ft.  in  area;  located  in  a  residence 
district;  OCCUPIED  as  a  rooming  house;  and 

Whereas,  it  appears  that  the  certificate  of  occupancy, 
No.  644,  for  use  of  these  premises  as  a  restaurant  and 
boarding  house,  was  issued  by  the  superintendent  of  build¬ 
ings  on  February  24,  192S,  after  several  affidavits  had 
been  received,  in  effect  that  the  premises  had  been  used 
for  the  purpose  indicated,  before  July  25,  1916;  and 

Whereas,  appellant  now  files  affidavits  to  the  effect  that 
the  premises  were  not  used  as  a  restaurant  prior  to  July 
25,  1916 ;  thal  the  board  of  health  has  no  record  of  a 
permit  for  a  restaurant  issued  prior  to  July  25,  1916, 
and  requests  that  the  board  revoke  the  certificate  of  oc¬ 
cupancy  permitting  the  premises  to  be  used  as  a  restaurant ; 
and 

Whereas,  no  one  appeared  for  the  appellant  when  this 
case  was  called. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


1 1 19-22-A. 

APPELLANT1 — 'Cornell  Vacuum  Burner  Co.,  Inc. 

SUBJECT — Application  for  reopening  (appeal  from  deci¬ 
sion  of  fire  commissioner). 

PREMISES  AFFECTED — 237  St.  Nicholas  avenue, 

APPEARANCES— 

For  Appellant:  H.  A.  Kumitz. 

ACTION  OF  BOARD — Appeal  reopened,  subject  to  con¬ 
sideration  by  the  fire  department  under  the  fuel 
oil  rules  now  in  force. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent :  Mr.  Kennedy  .  1 


BUILDING  ZONE  CASES. 

1428-24-BZ. 

APPLICANT — John  De  Hart,  on  behalf  of  Zivie  Ben¬ 
der,  owner. 

SUBJECT— (Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1223-1229  Intervale  avenue. 
The  Bronx. 

APPEARANCES— 

For  Applicant:  Miss  Sherman. 

For  Opposition:  None. 

ACTION  OF  BOARD— .Application  laid  over  to  March 
31,  1925,  at  2  p.  m.,  on  request  of  applicant’s 
representative. 


APPLICANT— William  F.  Doyle,  for  Irville  Realty  Corp., 
owner. 

SUB TECT— .Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— (Northwest  corner  of  Cortel- 
you  road  and  Gravesend  avenue,  Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Samuel  Levy. 

ACTION  OF  BOARD— .Application  laid  over  to  March 
31,  1925,  at  10  a.  m.,  on  request  of  applicant. 


76-25-BZ. 

APPLICANT — Samuel 
ties,  Inc.,  owner. 
SUB  J  ECT  — .Application 


Rosenblum,  for  The  Barre  Real- 
(re;  decision  of  superintendent 
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of  buildings)  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECT ED— 968-972  Fulton  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Sampel  Rosenblum. 

For  Opposition:  W.  D.  Teese,  Otto  M.  Gable. 
ACTION  OF  BOARD — Application  laid  over  to  March 
31,  1925,  at  2  p.  m.,  on  request  of  objectors’  rep¬ 
resentative. 


1204-24-BZ. 

APPLICANT — Charles  B.  Meyers,  for  Stuyvesant  Fulton 
Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED1 — 1716-17218  Fulton  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  E.  H.  Reichart. 

For  Opposition :  George  Schneider  and  Chas.  H. 

Levy. 

ACTION  OF  BOARD — (Application  laid  over  to  March 
31,  1925,  at  10  a.  m.,  on  request  of  applicant’s 
representative  (for  final  disposition). 


1091-24-BZ. 

APPLICANT — -John  W.  Clancy,  for  Valbalia  Corporation, 
SUBJECT — (Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 341  East  184th  street,  north¬ 
west  corner  of  Marion  avenue,  The  Bronx. 

APPEARANCES— 

For  Applicant :  John  W.  Clancy. 

For  Opposition)  :  Nathan  Schwartz,  Samuel  S. 
Pariser. 

ACTION  OF  BOARD — 'Laid  over  to  April  28,  1925,  at 
10  a.  m.,  on  request  of  both  sides. 


1404-214-  BZ. 

APPLICANT — John  De  Hart,  for  Helen  Weinstock, 
owner. 

SUBJECT — Application  (re.  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  five  (5)  commercial  motor  vehicles,  owned 
and  used  by  the  person  residing  on  the  premise;. 

PREMISES  AFFECTED1 — 3-5  'Cottage  place,  The  Bronx. 
APPEARANCES— 

For  Applicant :  Miss  Sherman. 

For  Opposition:  Henry  H.  McCorkle,  Peter  A. 
Launia. 

ACTION  OF  BOARD1 — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Walsh,  (Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Ch'ef 


Kenlon  .  .  6 

Negative  . •  0 

Absent .  Mr.  Kennedy .  1 


88-25-BZ. 

APPLICANT— Frank  Krall,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  “E”  area 
district  the  erection  and  maintenance  of  a  build¬ 
ing  less  than  ten  (10)  feet  from  the  street  line. 

PREMISES  AFFECTED — 2108  Avenue  P,  Brooklyn. 
APPEARANCES— 

For  Applicant:  Frank  Krall. 

For  Opposition:  None. 


ACTION  OF  BOARD— Application  granted  on  condi 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent:  Mr.  Kennedy  . 

THE  RESOLUTION: 

(88-25-BZ) 

Whereas,  Frank  Krall,  owner,  filed,  January  23,  1924 
an  application,  under  the  building  zone  resolution,  to  per 
mit  in  a  residence  use  and  “E”  area  district  the  erectioi 
and  maintenance  of  a  building  located  less  than  ten  (10 
feet  from  .the  street  line;  premises  2108  Avenue  P,  Brook 
lyn;  and 

Whereas,  a  public  hearing  was  held  on  this  applicatioi 
by  the  board  of  appeals,  at  its  regular  meeting,  March  10 
1925,  after  due  notice  by  publication  in  the  Bulletin  o 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build 
ing  zone  resolution  show  that  Avenue  P  and  Kings  high 
way  are  residence  use  and  E  area  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  December  26,  1924,  reads  : 

“Violation  8039-24  of  the  Building  Zone  Resolutioi 
at  the  premises  hereinafter  described,  in  that  a  footinj 
and'  foundation  letter  has  been  granted  for  describee 
premises.  Frame  structure  is  being  erected  and  is  nov 
being  enclosed;  same  projects  beyond  zone  limit;  n< 
permit.  In  violation  of  art.  1,  sec.  4  of  the  Building 
Code." 

The  decision  of  the  superintendent  of  buildings,  renderec 
December  18,  1924,  in  acting  on  Application  No.  24326 
24,  reads : 

“(l)  10  ft.  setback  required  as  per  Board  of  Esti¬ 
mate.”  ; 

and 

Whereas,  the  proposed  building  is  to  be  of  frame  con 
structioni,  twro  stories  in  height,  with  a  frontage  of  2( 
ft.  and  a  depth  of  46  ft. ;  to  be  occupied  as  a  dwelling 
the  street  wall  being  located  5  ft.  1J4  in.  back  of  th< 
building  line  linstead  of  10  ft. ;  and 

Whereas,  the  existing  abutting  houses  on  the  block  are 
set  back  but  3  ft.  8  in.  and  5  ft.  1)4  in.  from  the  streel 
line,  and  there  would  be  hardship  in  compelling  applicant  tc 
set  back  10  ft. 

Resolved,  that  the  board  of  appeals  does  hereby  make  c 
variation  in  the  application  of  the  use  district  regulation' 
of  the  building  zone  resolution,  and  that  the  applicatior 
be  and  it  hereby  is  granted  on  condition  that  the  face  of 
the  front  porch  line  shall  be  set  back  on  a  line  with  the 
front  of  the  adjoining  porch  to  the  west,  namely,  5  ft 
1/4  in.;  that  any  window  openings  in  the  said  pore! 
be  equipped  with  removable  sash,  glazed  with  plain  glass 
that  the  requirements  of  the  building  zone  resolution  be 
complied  with  in  all  other  respects ;  and  that  all  neces¬ 
sary  permits  be  obtained  within  ninety  (90)  days  frorr 
the  date  of  this  action. 


1089-23-BZ. 

APPLICANT- — Croker  Nat.  Fire  Prevention  Engineer¬ 
ing  Co.,  for  Frank  Mitchell,  owner. 

SUBJECT — Application  for  reopening  (re:  order  o 
fire  commissioner)  to  permit  in  a  residence  dis¬ 
trict  the  maintenance  of  a  garage  for  the  storag< 
of  four  (4)  commercial  motor  vehicles  ownec 
by  the  person  residing  on  the  premises. 

PREMISES  AFFECTED — .163  McDougal  street,  Brook 
lyn. 

APPEARANCES— 

For  Applicant:  Herman  E.  Horwood. 

For  Opposition:  None. 

ACTION  OF  BOARD1 — Application  granted  on  condition 

CONDITIONS — As  specified  in  resolution. 
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HE  VOTE—  ,  _  . 

/n..: iiiativc:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  ® 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1089-23-BZ) 

Whereas,  Croker  National  hire  Prevention  Engineering 
o„  for  Frank  Mitchell,  owner,  filed,  September  17,  1923, 
application,  under  the  building  zone  resolution,  to  per- 
lit  in  a  residence  district,  the  maintenance  of  a  garage 
or  the  storage  of  four  (4)  commercial  motor  vehicles, 

wned  by  the  persons  residing  on  the  premises ;  premises  163 
IcDougal  street,  Brooklyn;  and  . 

Whereas,  a  public  hearing  was  held  on  this  application 
y  the  board  of  appeals,  at  its  regular  meeting,  March  10, 
925,  after  due  notice  by  publication  in  the  Bulletin  ot 
le  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 
lg  zone  resolution  show  that  McDougal  street  is  a  resi- 
ence  district  and  Saratoga  avenue  and  Hopkinson  avenue 

re  business  districts;  and  .  .  .  .  . 

Whereas,  the  order  of  the  fire  commissioner,  dated  Au- 

ust  29,  1923,  reads: 

“Order  No.  82274-LC:  .  f  c 

“Maintenance  of  your  garage  is  a  violation  ot  Sec¬ 
tion  3  of  Art.  2  of  the  Bldg.  Zone  Resolution  of  the 
Board  of  Estimate  and  Apportionment  of  the  Uty 
of  N.  Y.  adopted  July  25,  1916,  inasmuch  as  motor 
vehicles  stored  are  used  for  commercial  purposes.  ; 

Whereas,  the  building  is  of  non-fireproof  construction, 
>ne  story  in  height,  with  a  frontage  of  25  ft.  and  a  dept  i 
>f  30  ft.;  occupied  for  the  storage  of  two  commercial 
md  two  pleasure  motor  vehicles;  and 
Whereas,  this  application  was  dismissed  by  the  board 
it  its  meeting  March  18,  1924,  for  lack  of  Pros^utlon,’ 
md  reopened  by  vote  of  the  board  January  13  1925  ;  and 
Whereas,  the  applicant  having  filed  the  duly  acknowledged 
onsents  of  the  owners  of  82  per  cent  of  the  prope^Y 
rontage  deemed  by  the  board  to  be  affected,  fulfills  the 
xception  of  the  provisions  of  section  7,  subdivision  C. 
Resolved,  that  the  board  of  appeals  does  hereby  make  a 
'ariation  in  the  application  of  the  use  district  regulations 
if  the  building  zone  resolution,  and  that  the  application  be 
md  it  hereby  is  granted  on  condition  that  the  capaci  y  o 
he  garage  be  limited  to  four  motor  vehicles,  all  the  prop- 
■rty  of  the  owner  residing  on  the  premises,  and  shall  be 
estricted  to  two  automobiles  of  the  pleasure  car  type 
ind  two  commercial  trucks;  that  there  shall  be  no  gaso- 
ine  storage  equipment  maintained  on  the  premises ,  that 
here  shall  be  no  signs  nor  advertising  of  ,na^  e 
lescription  displayed  on  the  premises;  and  that  the  inter  or 
jf  the  garage  shall  be  fire-retarded  in  accordance  with 
:he  rules  of  the  board  of  standards  and  appeals. 


APPLICANT — William'  F.  Doyle,  for  Wepnn  Glass 

Bldg.  Corp.,  owner.  .  ,  . 

SUBJECT— Applicaion  (re:  decision  of  superinten  ent 
of  buildings)  to  permit  in  a  business  district  tl  e 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED* — 202-18  East  55th  street  and 
211-13  East  54th  street,  Manhattan. 

APPEARANCES—  _  _  . 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Charles  F.  Leming. 

ACTION  OF  BOARD — Application  granted  on  conui 

tion.  .  ,  . 

CONDITIONS — As  specified  in  resolution. 

TOE  VOTE-i>e;  Chairman  Walsh.  Messrs.  Dowd. 

Gunnison,  Holland,  Connell  and  Tire 


Chief  Kenlon  .  & 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1529-24-BZ  ) 

Whereas,  William  F.  Doyle,  for  Weprin  Glass  Bldg. 
Corp.,  owner,  filed,  December  29,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  dis¬ 
trict  the  alteration  and  conversion  of  occupancy  of  existing 
buildings  (stables  and  brewery)  to  a  garage  for  the  stor¬ 
age  of  more  -than  five  motor  vehicles;  premises  202-218 

East  55th  street  and  211-213  East  54th  street,  Manhat¬ 
tan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meting,  March  10, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  55th  street,  East  54th 
street  and  Third  avenue  are  business  districts;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  24,  1924,  in  acting  on  Alt.  Application 
No.  2874-24,  reads: 

“Item  2 — Garage  for  more  than  five  cars  will  not 
be  permitted  in  a  business  district.  Art.  2,  Building 
Zone  Resolution.” ; 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction,  two  stories  and  cellar  in  height,  with  a 
frontage  of  200  ft.  and  a  depth  of  200  ft.  10  in.  on  East 
55th  street  and  50  ft.  10  in.  on  East  54th  street;  to  be 
occupied  as  a  garage  for  the  storage  of  more  than  five 
motor  vehicles ;  and 

Whereas,  there  existed  on  this  street  between  the  inter¬ 
secting  streets  on  July  25,  1916,  a  stable  for  more  than  five 
horses,  and  the  board  has  granted  application  for  several 
garages  on  this  street  on  the  same  basis  and  under  the  same 

section.  «  f  ,  ,  . 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  -the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  structure 
be  erected  fireproof  and  limited  in  height  to  two  stories 
above  grade;  that  the  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length ;  -that  the  street 
front  elevations  shall  be  finished  in  face  brick  and  archi- 
tectural  terra  cotta  or  natural  stone  trimmings,  laid  up 
in  panel  design ;  that  there  shall  be  no  roof  sign  erected 
or  maintained  on  the  premises,  and  no  advertising  display 
other  than  one  projecting  sign  on  each  street  front  indi¬ 
cating  the  title  of  the  business  conducted  on  the  premises ; 
and  that  all  permits  necessary  for  the  prosecution  of  the 
work  shall  be  obtained  within  nine  months  and  the  struc¬ 
ture  completed  within  eighteen  months  from  the  date  ot 
this  action. 

APPLICANT— William  J.  McKeown,  for  Service 
Realty  Co.,  Inc.,  owner.  .  . 

SUB  I ECT— Application  for  reopening  (re:  decision  ot 
superintendent  of  buildings)  to  permit  in  a 
business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles.  ,  _  . . 

PRFMISES  AFFECTED— Southwest  corner  of  David- 
"  son  avenue  and  West  181st  street,  The  Bronx. 
APPFAR  AN  CES — 

For  Applicant:  Frank  L.  McCue,  H.  J.  Rogers. 
For  Opposition:  Philip  Wellins,  Thomas 

Keogh.  .  ... 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT-  ,  „  . 

Affirmative:  Messrs.  Dowd  and  Gunnison....  2 
Negative:  Chairman  Walsh,  Messrs.  Holland. 

”  Connell  and  Fire  Chief  Kenlon  .  4 

Absent:  Mr.  Kennedy  .  1 
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THE  RESOLUTION: 

(1518-23-BZ) 

Whereas,  William  J.  McKeown,  substituted  for  Philip 
J.  Sinnott,  for  Service  Realty  Co.,  owner,  filed,  December 
23,  1923,  an  application,  under  the  building  zone  resolution, 
to  permit  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than  five  motor 
vehicles ;  premises  southwest  corner  of  Davidson  avenue 
and  181st  street,  Borough  of  Bronx ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting  May  23, 
1924,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and  the  application 
was  denied ;  and 

Whereas,  the  case  was  reopened  by  vote  of  the  board 
February  3,  1925,  and  a  further  public  hearing  held  March 
10,  1925;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  181st  street  is  a  business 
district  and  Davidson  avenue  is  a  residence  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  13,  1923,  in  acting  on  N.  B.  App.  No. 
2600-23,  reads : 

“1.  Erection  of  public  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  the  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of 
92  ft.  10  in.  and  a  depth  of  98  ft.  6  in. ;  to  be  occupied  as 
a  garage  for  more  .than  five  motor  vehicles ;  and 
Whereas,  a  committee  of  the  board  visited  the  premises 
and  reports : 

REPORT  OF  COMMITTEE: 

On  May  2nd,  1924,  a  Committee  of  the  Board,  con¬ 
sisting  of  Chairman  Walsh,  Fire  Chief  Kenlon,  Messrs. 
Boulton,  Holland  and  Kerby,  inspected  the  premises  af¬ 
fecting  which  there  is  an  appeal  now  pending  before  the 
Board,  seeking  a  variation  of  the  building  zone  resolu¬ 
tion  under  section  20  for  the  erection  of  a  public  ga¬ 
rage.  The  plot  is  located  on  the  southwest  corner  of 
Davidson  Avenue  and  181st  Street,  approximately  92 
feet  in  area. 

On  the  southeast  and  southwest  corners  of  Davidson 
Avenue  and  181st  Street  there  exist  public  garages  one 
story  above  grade  of  Davidson  Avenue,  the  one  on  the 
southeast  corner  having  been  erected  prior  to  the  adop¬ 
tion  of  the  building  zone  resolution  and  the  one  on  the 
northeast  corner  having  been  granted  by  an  action  of 
this  Board. 

The  east  side  of  Davidson  Avenue  south  of  181st 
Street  is  occupied  practically  in  its  entirety  by  modern 
apartment  houses.  On  the  west  side  of  Davidson  Ave¬ 
nue  contiguous  to  the  garage  site  under  appeal,  there 
is  in  the  course  of  completion  a  row  of  three  story, 
two  family  dwellings.  The  northwest  corner  of  David¬ 
son  Avenue  and  181st  Street  is  occupied  by  a  recently 
completed  modern  six  story  apartment  house.  These 
dwelling  developments  in  major  part  have  been  completed 
since  the  erection  of  the  original  garage  on  the  south¬ 
east  corner  and  it  would  therefore  appear  that  the  orig¬ 
inal  garage  was  not  a  deterrent  to  the  adjacent  prop- 
ties  of  structures  of  conforming  uses. 

The  Committee  is  of  the  opinion  that  the  appellant 
has  failed  to  justify  his  basis  of  appeal  under  section 
20,  namely,  hardship  and  practical  difficulty,  and  there¬ 
fore  recommends  that  the  application  be  denied. 

(Signed)  WILLIAM  E.  WALSH, 
JOHN  KENLON, 

ALFRED  J.  BOULTON, 
JAMES  P.  HOLLAND, 
JOHN  C.  KERBY. 

and 

Whereas,  no  new  facts  were  submitted  or  adduced  on  the 
re-hearing  of  this  application,  in  support  of  section  21 
at  the  publ'c  hearing  March  10,  1925,  and  the  surround¬ 
ing  conditions  have  been  improved  by  the  erection  of 
dwellings. 


.  Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


4by-k:2-nz,. 

APPLICANT — Walter  L.  Vaughn,  owner. 

SUBJECT — Application  reopening  (re:  order  of  fire 
commissioner)  to  permit  in  a  residence  district 
the  maintenance  of  a  garage  for  three  (3) 
pleasure  cars,  spaces  rented  out. 

PREMISES  AFFECTED— 1468  East  10th  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Walter  L.  Vaughn. 

For  Opposition:  None. 

ACTION  OF  BOARD — Granted  extension  of  permit 
for  period  not  to  extend  beyond  two  years  from 
date  of  this  action. 

THE  VOTE  TO  GRANT  TEMPORARY  PERM  IT- 
Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  q 

Absent:  Mr.  Kennedy  .  j 

THE  RESOLUTION: 


(469-212-BZ) 

Whereas,  Walter  L.  Vaughn,  owner,  filed,  March  30, 
192.2,  an  application,  under  the  building  zone  resolution, 
to  permit  in  a  residence  district  .the  maintenance  of  a 
garage  for  the  storage  of  three  (3)  automobiles  of  the 
pleasure  car  type,  spaces  rented  to  persons  not  residing 
on  the  premises;  premises  1468  East  10th  street,  Brooklyn" 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
20,  1923,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  10th  street,  East  9th 
street  and  Avenue  O  are  residence  districts ;  and 

V  hereas,  the  order  of  the  fire  commissioner,  dated 
January  6,  1922,  Order  No.  69562-LC,  reads : 

“Maintenance  of  your  garage  is  a  violation  of  sec.  3 
of  art.  2  of  the  Bldg.  Zone  Resolution  of  the  Board  of 
Estimate  and  Apportionment  of  the  City  of  N.  Y. 
adopted  July  25,  1916,  inasmuch  as  garage  is  not  an 
accessory  to  residence  on  lot.”; 
and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  26.65  ft. 
and  a  depth  of  36.24  ft. ;  occupied  as  a  garage  for  three 
automobiles,  space  rented  to  persons  not  residing  on  the 
premises ;  and 

Whereas,  there  would  be  undue  hardship  in  preventing 
applicant  from  maintaining  the  garage,  he  having  pur¬ 
chased  the  property  in  good  faith;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  February  20,  1923,  for  a  period  of  two  years 
and  the  owner-applicant  agrees  that  he  shall  discontinue  the 
renting  of  space  and  restrict  his  garage  to  private  personal 
use  on  the  expiration  of  this  permit;  and  that  there  shall 
be  no  further  extension  of  permit  beyond  that  time. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  m  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  for  a  temporary  period  of  two 
years  from  the  date  of  this  action  on  condition  that  space 
for  not  more  than  two  automobiles  of  the  pleasure-car  type 
shall  be  rented  to  persons  not  residing  on  premises. 


39-25-BZ. 

APPLICANT — William  H.  Kehoe,  for  Louis  Brooks, 
Inc.,  owner. 

SUBJECT — Application:  (  re:  decision  of  superin¬ 
tendent  of  buildings)  to  permit  in  a  resi¬ 
dence  district  the  erection  and  maintenance  of  a 


302 


MINUTES 


garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 148-152  India  street,  Brook¬ 
lyn. 

APPEARANCES— None 

vCTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Application  withdrawn. _ _ 


THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

Adjourned  12:30  p.  m. 

Edward  V.  Barton,  Acting  Secretary. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS. 


For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  laid  over  to  March  24, 
192i5,  at  2  p.  m.,  on  request  of  petitioner. 

1194-24-S. 

PETITIONER— Julia  B.  Merrill,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 40  West  56th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Julia  B.  Merrill,  John  C.  Kerby, 
Sarah  Green. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland,  Fire  Chief 
Kenlon,  Superintendents  Brady,  Klein- 

ert,  Reville,  Moore  and  McDermott -  11 

Negative  . •••  0 

Absent:  iMr.  Kennedy  and  Deputy  Fire 

Commissioner  Hannon  .  2 

THE  RESOLUTION: 

(1194-24-S) 

Whereas,  Julia  B.  Merrill,  lessee,  filed,  October  3,  1924, 
a  petition,  with  the  board  of  standards  and  appeals,  for 
variation  from  the  requirements  of  the  labor  law,  as  cited 
in  an  order  of  the  fire  commissioner,  affecting  premises 
40  West  56th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Sep¬ 
tember  2,  1924,  reads: 

“Order  No.  63815-LD: 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  com¬ 
pliance  with  the  provisions  of  Section  273  and  274  of 
the  Labor  Law  *  *  * 

“Among  the  defects  noted  on  this  fire  escape  are 
the  following:  No  fireproof  passageway  from  termina¬ 
tion  to  street.  Windows  on  course  not  fireproof,  self- 

closing.  . 

“2.  Extend  the  interior  stairway  at  the  west  side 
of  building  to  the  roof  as  per  Section  271  of  the 
Labor  Law.” ; 

— r  _  .  .  ...  Viarrn  x*  a"\V  hereas,  the  building  is  non-fireproof,  five  stones  in 

NT  OF  BOARD — Petition  laid  over  to  Marcn  WHE  f  by  87  ft.  in  area  at  the  1st  story  and  25 

1925,  at  2  p.  m.,  to  produce  certificate  of  oc  height, J  ^  ^  7^  aboye .  OCCUPIED  as  follows:  1st 

cupancy.  storv  salesroom  and  workroom,  12  persons;  2nd  story, 

salesroom  and  workroom,  4  persons ;  3rd  story,  salesroom 
42-25-S.  ,  _  ,  .  -  Qonitnrv  Wet  and  workroom,  3  persons;  4th  story,  upper  stories,  dwell- 

PETITIONER— Samuel  Rosenblum,  for  SamU  .  person  each  story.  EXITS:  An  interior  wooden 

Wash  Laundry  Co.,  Inc  lessee  of  st*ir’way  extending  from  the  1st  story  to  the  top  story, 

SUBJECT— Variation  of  labor  law  as  cited  enclosed  in  wood  lath  and  plaster  partitions  with  wooden 

140  151  West  26th  street,  doors  at  openings;  a  fire  escape  on  the  rear  of  the  bmld- 
PREMISES  AFFECTED— 349-351  West  ~o  extending  from  the  main  roof  to  the  roof  of  the 

Manhattan.  story  extension;  ROOFS  of  adjoining  buildings  are  at 

APPEARANCES—  Posenblum  same  level ;  and 

For  Petitioner:  Samuel  RosenDium.  ^ 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  MARCH  10,  1925. 
Present:  Chairman  Walsh,  Messrs.  Dowd,  Gunnison, 
Connell,  Holland.  Fire  Chief  Kenlon  Superintendents 
Brady  Kleinert,  Moore,  Reville  and  McDermott. 

The’ minutes  of  the  regular  meeting  of  the :  ’board  of 
■standards  and  appeals,  held  on  February  24  1925,  weie 
approved  as  printed  in  the  Bulletin,  No.  9,  \  ol.  A. 

PETITIONS  FOR  VARIATION. 

P*ETITIONER — Edward  P.  Doyle,  for  Horace  G.  Ely 

&  Co.,  owner.  .  .  .  ,  „ 

SUBJECT — Variation  of  labor  law  as  cited  in  order  ot 
superintendent  of  buildings. 

PREMISES  AFFECTED— 19-21  East  55th  street,  Man¬ 
hattan. 

APPEARANCES—  . 

For  Petitioner:  Martin  J.  Ort. 

For  Administration:  None.  _ 

ACTION  OF  BOARD'— Petition  laid  over  to  April  i, 
1925,  at  2  p.  m.,  on  request  of  petitioner. 

PETITIONER— Henri  Schwob,  for  45  Maiden  Lane, 

Inc  lessee  c 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 

fire  commissioner.  .  . 

PREMISES  AFFECTED— 45  Maiden  lane,  Manhattan. 

APPEARAN  CES — 

For  Petitioner:  Moses  Minims. 

For  Administration:  Inspector  Maher  of  fire 

department.  .  ,  .,  , 

ACTION  OF  BOARD— Petition  laid  over  to  March 
24,  1925,  at  2  p.  m.,  on  request  of  petitionei  s 
representative. 

PETITIONER— Samuel  Cohen,  for  Elsie  R.  Fraad, 

SUBJECT — Variation  of  labor  law  as  cited  in  older  of 

PREMISES0 AFFECTED— 17  East  54th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Max  beigel. 

For  Administration:  Inspector  Maher  of  fire 

department.  .  .  .  .,  if, rr  u  94 

ACTION  OF  BOARD  Petition  laid  over  to  March 
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Whereas,  petitioner  proposes  to  install  on  the  top  story 
an  iron  ladder  to  scuttle  in  roof,  and  in  lieu  of  providing 
a  fireproof  pasasgeway  to  street  proposes  to  make  easy 
access  to  1st  story  store  by  removing  the  iron  bars  on  the 
windows  at  the  rear  of  the  1st  story  extension. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
for  a  temporary  period,  on  condition  that  the  factory  oc¬ 
cupancy  shall  be  discontinued  and  vacated  on  or  before 
August  1,  1926,  and  that  a  45  degree  fire  escape  with  con¬ 
necting  stairs  shall  be  maintained  on  the  rear  of  the 
premises  and  that  fixed  iron  ladder  shall  be  provided  from 
the  top  story  hall  to  scuttle  in  roof,  and  that  exit  signs 
and  red  lights  shall  be  provided  at  the  exits,  and  that 
the  use  and  occupancy  in  the  interim  shall  remain  un¬ 
changed  and  that  the  factory  occupancy  shall  not  exceed 
25  per  cent  of  the  floor  area  of  the  premises. 


1458-24-S. 

PETITIONER — Starrett  &  Van  Vleck,  for  Henry 
Phipps  Estate,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 603-609  Fifth  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  W.  P.  Litchenstein. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  _ 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland,  Fire  Chief 
Kenlon,  Superintendents  Brady,  Klein- 
ert,  Reville,  Moore  and  McDermott....  11 


Negative  .  0 

Absent:  Mr.  Kennedy  and  Deputy  Fire 
Commissioner  Hannon  .  2 

THE  RESOLUTION: 

(1458-24-S) 


Whereas,  Starrett  and  Van  Vleck,  for  Henry  Phipps 
Estate,  owner,  filed,  December  10,  1924,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from 
the  requirements  of  the  labor  law,  as  cited  in  a  decision 
of  the  superintendent  of  buildings,  affecting  premises  603- 
609  Fifth  avenue,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
N.  B.  App.  No.  583-1924,  dated  November  17,  1924,  reads: 

“17.  All  windows  including  show  windows  must 
be  fireproof,  and  no  pane  must  exceed  720  square  in¬ 
ches.  Section  264,  Subd.  7,  Labor  Law.” ; 

and 

Whereas,  the  building  is  fireproof,  13  stories  in  height, 
having  a  frontage  of  53  ft.  on  Fifth  avenue  and  a  frontage 
of  175  ft.  on  East  49th  street  (irregular  in  area)  ;  OC¬ 
CUPIED  as  a  department  store  on  the  four  lower  stories 
and  above  as  offices  and  showrooms,  approximately  100 
persons  per  story ;  and 

Whereas,  there  are  openings  in  the  Fifth  avenue  front 
and  in  the  East  49th  street  front  of  the  building  on 

the  1st  and  2nd  stories,  glazed  with  plate  glass ;  the  maxi¬ 

mum  area  of  the  glass  being  as  follows :  1st  story,  49th 
street  front,  8  ft.  8  in.  by  15  ft.  8  in. ;  2nd  story,  49th 

street  front,  5  ft.  9  in.  by  6  ft.  6  in. ;  1st  story,  Fifth 

avenue  front,  8  ft.  6  in  by  10  ft.  6  in.;  2nd  story,  Fifth 
avenue  front,  5  ft.  8  in.  by  6  ft.  in  area ;  and 

Whereas,  petitioner  contends  that  to  comply  with  the 
provisions  of  the  labor  law  as  to  the  area  of  the  glass 
would  destroy  the  intended  use  of  those  lower  two  stories. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  zrariation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  windows  on  the  street  front 
of  the  two  lower  stories,  on  condition  that  the  labor  law 
requirements  shall  be  complied  with  in  all  other  respects. 


1472-24-S. 

PETITIONER — 'Samuel  Rosenblum,  for  Eighth  Ave- 
!?ue  an<^  Fifty-third  Street  Realty  Co.,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 302-6  West  53rd  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum 
For  Administration:  Inspector  Maher  of  fire 

department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland,  Fire  Chief 
Kenlon,  Superintendents  Brady,  Klein¬ 
er),  Reville,  Moore  and  McDermott _  11 

Negative  .  q 

Absent:  Mr.  Kennedy  and  Deputy  Fire 

Commissioner  Hannon  .  o 

THE  RESOLUTION: 

(1472-24^S) 

Whereas,  Samuel  Rosenblum,  for  8th  Avenue  and  53rd 
Street  Realty  Co.,  owner,  filed,  December  15,  1924,  a  pe¬ 
tition,  with  the  board  of  standards  and  appeals,  for'  varia¬ 
tion  from  the  requirements  of  the  labor  law,  as  cited  in 
an  order  of  the  fire  commissioner,  affecting  premises  302-6 
West  53rd  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
12,  1924,  reads : 

“Order  No.  60912-LD  : 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  com¬ 
pliance  with  the  provisions  of  Sections  273  and  274 
of  the  Labor  Law  and  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals,  or  carry  out  a  proper  alternative 
method  of  complying  with  the  requirements  of  Section 
271  of  the  Labor  Law. 

“2.  Extend  the  interior  stairway  at  the  east  side 
of  building  to  the  roof,  as  per  Section  271  of  the 
Labor  Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  three  and  four 
stories  in  height,  53  ft.  4  in.  by.  90  ft.,  irregular  in  area. 
OCCUPIED:  1st  story,  automobile  repairs,  4  persons;  2nd 
story,  repairing  fenders  and  radiators,  8  persons ;  3rd  story, 
automobile  dead  storage,  5  persons ;  4th  story,  to  be  used 
for  light  -manufacturing  (vacant  at  present),  7  persons. 
EXITS:  An  interior  wooden  stairway,  extending  from  the 
1st  story  to  the  top  story,  enclosed  in  wooden  partitions 
with  wooden  doors  at  the  openings ;  a  door  leading  from 
the  4th  story  to  the  roof  at  the  3rd  story  section  of 
the  building;  a  fire  escape  on  the  front  of  the  building, 
extending  from  the  4th  story  to  the  2nd  story  balcony! 
with  counterbalanced  stair  to  street,  with  fireproof  windows 
along  the  course  thereof,  and  also  a  sub-standard  fire 
escape  on  the  rear  of  the  premises;  ROOFS  of  adjoining 
buildings— to  west  same  height,  to  east  4  ft.  lower;  and 

Whereas,  petitioner  proposes  to  cut  an  opening  in  the 
wooden  partition  on  the  3rd  story  (which  partition  blocks 
the  egress  to  the  fire  escape  on  the  front  of  the  building), 
and  contends  that  ample  egress  will  then  be  afforded 
from  all  portions  of  the  premises. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
as  to  Item  No.  1  only  so  far  as  it  affects  the  egress  from 
termination  of  the  fire  escape,  on  condition  that  a  45-de¬ 
gree  iron  stairs  shall  be  provided  from  the  roof  of  the 
1st  story  extension  to  the  yard  of  premises  No.  303  West 
52nd  street;  granted  as  to  Item  No.  2  on  condition  that 
a  horizontal  exit  shall  be  provided  on  the  4th  story  level 
in  the  westerly  gable  wall  to  the  roof  of  the  3rd  story 
section,  and  that  the  main  stairs  shall  be  enclosed  on 
the  top  story,  with  approved  fire-retarding  partition  and 
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a  fixed  double  rung  iron  ladder  shall  be  provided  liom 
the  top  story  hall  to  roof,  and  granted  only  so  long  as 
conditions  as  to  occcupancy  and  use  remain  unchanged. 


1201-24-S.  ,  T  ,  „  „ 

PETITIONER— Samuel  Cohen,  for  John  C.  Tomlinson,  111CU)  „  *, . ,  . . 

owner.  •  .  standards  and  appeals,  for  variation  from  the  require- 

_ Petition  for  variation  of  labor  law  as  cited  n,ontc  <->f  1aV*->r  law  as  rited  in  orders  of  the  fire 


Absent:  iMr.  Kennedy  and  Deputy  Fire 
Commissioner  Hannon  .  2 

THE  RESOLUTION : 

(1356-24-S) 

Whereas,  Bertram  L.  Kraus,  for  Eva  K.  Moller,  owner, 
filed,  November  18,  1924,  a  petition,  with  the  board  of 


.  in  order  of  fire  commissioner. 

PREMISES  AFFECTED— 45-47  West  57th  street, 

Manhattan. 

APPEARANCES—  . 

For  Petitioner:  Max  Siegel. 

‘  For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . ••••••••' . "  V  ° 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 

Gunnison,  Connell,  Holland,  Fire  Chief 
Kenlon,  Superintendents  Brady,  Klem- 

ert,  Reville,  Moore  and  McDermott -  11 

Absent:  Mr.  Kennedy  and  Deputy  Fire  Com¬ 
missioner  Hannon  .  2 

THE  RESOLUTION: 

(1201-24-S) 

Whereas,  Samuel  Cohen,  for  John  C.  Tomlinson,  owner, 
filed  October  7,  1924,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  45-47  West  57th  street,  Man¬ 
hattan;  and  „  •  •  XT  cAcn* 

Whereas,  the  order  of  the  fire  commissioer,  No.  6482, - 

LF,  dated  September  17,  1924,  reads:  ‘  . 

“1.  Install  an  adequate  interior  electric  fire  alarm 
system  in  accordance  with  the  Rules  of  the  Board  of 
Standards  &  Appeals  and  the  enclosed  approved  lay¬ 
out.”  ; 

^Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height  50  ft.  by  100  ft.  in  area  at  the  1st  story  and  50  tt. 
by  90  ft.  in  area  above.  OCCUPIED:  1st  story,  stores, 
uuoer  stories,  showrooms,  offices  and  factory,  60  persons 
on  each  story.  EXITS:  An  interior  fireproof  stairway 
extending  from  1st  story  to  roof,  enclosed  in  fireproof 
partitions  with  fire  doors  at  openings;  a  fire  escape  on  the 
rear  of  the  building  extending  from  main  roof  to  root 
of  1st  story  extension,  with  fireproof  windows  along  the 

course 

Whereas,  petitioner  contends  that  there  arelesstnan  WhereaS)  the  building  is  non-fireproof,  six  stones  in 
25  persons  in  the  building  employed  at  factory  work,  wtncn  g9  {t  jn  area  at  the  lst  story  and  25 

number  is  less  than  10  per  cent  of  the  total  number  ot  “an,  aboye>  OCCUPIED:  lst  story  and 

occupants  permitted,  and  that  the  labor  law,  as  to  tne  shoe  storej  8  persons;  2nd  story,  dealer  in  books, 

installation  of  a  fire  alarm  system  does  not  apply-  6  rsons .  3rd  story,  vacant  at  present;  4th  story,  tailors, 

Resolved,  that  the  order  of  the  fire  commissioner  be  6  P  mimeographing,  19  persons ;  6th  story, 

and  it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  ^perso^  5  persons.  EX1XS;  An  mtenor  fire- 

is  denied.  proof  stairway  extending  from  the  lst  story  to  the  root, 

1356-24-S.  _  „  .  Fva  M  Moller  enclosed  in  fireproof  partitions  with  fire  doors  at  open- 

PETITIONER— Bertram  L.  Kraus,  for  Eva  M.  Mole  ,  ROOFS  of  adjoining  buildings  to  east  same  height, 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of  t0 w  h^reas,*’  p^utione/rantends  that  the  only  occupancy 
fire  commissioner.  ,•  h  be  deemed  as  factory  use  exists  on  the  5th  story 

PREMISES  AFFECTED— 14  West  40th  street,  M  (mimeographing)  and  that  this  does  not  come  within  the 

hattan.  StTon  of  article  1.  section  2  of  the  labor  law  as  nothing 

APPEARANCES—  •  T  more  than  office  work  is  done,  and  if  the  board  considers 

For  Petitioner:  William  B.  DeLacey  premises  a  factory  building,  proposes  to  erect  a  fire 

For  Administration:  Inspector  Maher  of  fire  t  e  P  o{  the  building,  with  egress  from  ter- 

Stion  thereof  by  means  of  adjoining  buildings. 
Resolved,  that  the  board  of  standards  and  aPPeal® 


blculUdlUD  auu  apjyv,aiOj  v 

ments  of  the  labor  law,  as  cited  in  orders  of  the  fire 
commissioner,  affecting  premises  14  West  40th  street,  Man¬ 
hattan  ;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated  Sep¬ 
tember  27,  1924,  read : 

‘‘Order  No.  65222-LF : 

“1.  Install  an  adequate  interior  electric  fire  alarm 
system  in  accordance  with  the  Rules  of  the  Board 
of  Standards  and  Appeals  and  the  enclosed  approved 
layout.” 

“Order  No.  65223-LF : 

“An  inspection  of  the  premises  14  West  40th  Street, 
Borough  of  Manhattan,  shows  that  a  fire  drill  should 
be  established  and  maintained  therein  according ,  to 
the  requirements  of  Section  279  of  the  Labor  Law.” 
“Order  No.  i65224-<LD: 

“1.  Provide  an  outside  iron  balcony  fire  escape  on 
the  front  of  building  with  balconies  4  ft.  in  width  con¬ 
nected  by  stairways  not  less  than  22  in.  wide,  placed 
at  an  incline  of  not  more  than  45  deg.,  extending 
from  the  ground  to  the  highest  story,  constructed  as 
per  Section  273  of  the  Labor  Law  *  * 

“Order  No.  65225-LD: 

“1.  Reduce  the  area  of  wire  glass  in  doors  in  par¬ 
titions  enclosing  the  interior  stairway,  so  that  no  pane 
of  wire  glass  in  doors  and  partitions  exceeds  360  square 
inches  in  area  and  not  more  than  720  square  inches 
in  area  on  any  story. 

“NOTE:  Two  panes  of  glass  in  doors  880  square 
inches  total  1,760  square  inches  and  windows  contain 
more  than  720  square  inches  in  partitions  as  per  Sec¬ 
tion  271  of  the  Labor  Law  *  *  *.” 

“Order  No.  65226- LD: 

“1.  Provide  exit  signs,  letters  to  be  at  least  8  in. 
in  height,  at  all  means  of  egress  with  a  a  red  light 
over  all  such  exits  for  use  in  time  of  darkness,  as 
per  section  272  of  the  Labor  Law. 

“Order  No.  65227-LD: 

“1.  Arrange  the  doors  leading  to  the  stairway  on 
all  stories  upon  which  five  or  more  persons  are  em¬ 
ployed,  so  as  to  open  outwardly  without  obstructing 
the  stairway,  as  per  Section  271  of  the  Labor  Law.”; 


department. 

ACTION  OF  BOARD— Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 
rpTj  u  VOTE"*  j 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 

Keffion?nSu^Sendents  Brady,  Klein-  turned  on^or^Deiore  ^  te  provided  at  window  sill 

ert,  Reville,  Moore  and  McDermott....  11  ^f^^^ireoroofing  of  the  windows  on  the  course  of  the 

Qtivp  . . . . . *  * 


heVeby  2kea  ZiZion  Iron,  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  tt  hereby  «  grmtei 
on  condition  that  the  factory  occupancy  shall  be  discon 

Sued  on  or  before  March  31,  IN',  and  .ha.  a  bakony  to 


Negative 
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fire  escape  may  be  omitted,  with  egress  from  lowest  bal¬ 
cony  by  ladder  to  balcony  of  fire  escape  of  building  to  the 
east,  and  that  the  doors  leading  to  the  stairway  on  the 
5th  story  shall  be  made  to  open  out. 


1313-24-S 

PETITIONER — Ernest  E.  Lorillard,  owner. 
SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 243  Canal  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD’ — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison*  Connell,  Holland,  Fire  Chief 
Kenlon,  Superintendents  Brady,  Klein-  4 

ert,  Reville,  Moore  and  McDermott -  11 

Negative  .  0 

Absent:  Mr.  Kennedy  and  Deputy  Fire 

Commissioner  Hannon  .  2 

THE  RESOLUTION: 

(1313-24-S) 

Whereas,  Ernest  E.  Lorillard,  owner,  filed,  November 
8,  1924,  a  petition,  with  the  board  of  standards  and  ap¬ 
peals,  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  an  order  of  the  fire  commissioner,  af¬ 
fecting  premises  243  Canal  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated 
April  30,  1924,  reads: 

“1.  Arrange  the  fire  escape  on  the  rear  of  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof  so  that  same  are  in 
compliance  with  the  provisions  of  Section  273  and 
274  of  the  Labor  Law  *  *  *. 

“NOTE:  Among  the  defects  noted  on  this  fire 
escape  are  the  following : 

“No  fireproof  passageway  from  termination  to 

street.” ; 

and  .  ,  ...... 

Whereas,  the  building  is  fireproof,  six  stories  in  height, 
33  ft.  by  104  ft.  in  area.  OCCUPIED:  1st  to  5th  stories, 
repair  and  manufacture  of  electrical  fixtures;  6th  story, 
decorating  glass,  65  persons  above  the  1st  story ;  EQUIP¬ 
PED  with  a  fire  alarm  signal  system.  EXITS:  An  in¬ 
terior  fireproof  stairway  extending  from  1st  story  to  roof, 
enclosed  in  fireproof  partitions  with  fire  doors  at  open¬ 
ings;  a  sub-standard  fire  escape  on  the  front  of  the  build¬ 
ing  and  also  fire  escape  on  the  rear  of  the  building  (with 
fireproof  windows  along  the  course  thereof),  extending 
from  roof  to  yard;  ROOFS  of  adjoining  buildings  are 
20  ft.  and  50  lower;  and 

Whereas,  petitioner  proposes  to  connect  the  3rd  story 
balcony  of  the  rear  fire  escape  with  the  roof  of  the  two- 
story  building  to  the  east;  egress  from  the  roof  of  this 
building  (No.  239  Canal  street)  may  be  had  by  means  of 
two  fireproof  stairways  to  the  street. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  fire  escape  on  the  front  of  the  build¬ 
ing  shall  be  reconstructed  in  accordance  with  the  labor  law 
requirements  and  the  rules  of  the  board  of  standards  and 
appeals ;  and  that  the  fire  escape  on  rear  be  maintained ; 
and  granted  only  so  long  as  conditions  as  to  use  and  oc¬ 
cupancy  remain  unchanged. 


PETITIONER — Vespucci  Petrone,  for  Antonio  Cal- 
caterra,  owner.  .  .... 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  health  commissioner. 

PREMISES  AFFECTED— 3639  Holland  avenue,  The 
Bronx. 


APPEARANCES— 

For  Petitioner:  V.  Petrone. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland,  Superin¬ 
tendents  Brady,  Kleinert,  Reville,  Moore 


and  McDermott  .  lo 

Negative  .  o 


Absent:  Mr.  Kennedy,  Fire  Chief  Kenlon 
and  Deputy  Fire  Commissioner  Hannon  3 
THE  RESOLUTION: 

(1440-24-S) 

Whereas,  Vespucci  Petrone,  for  Antonio  Calcaterra, 
owner,  filed,  December  5,  1924,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  a  decision  of  the  health 
commissioner,  affecting  premises  3639  Holland  avenue,  Bor¬ 
ough  of  Bronx;  and 

Whereas,  the  decision  of  the  health  commissioner,  ren¬ 
dered  October  31,  1924,  reads : 

“You  are  hereby  informed  that  the  cellar  bakery 
of  premises  No.  3639  Holland  Avenue,  Bronx,  is 
being  used  for  baking  foodstuffs  in  violation  of  Sec¬ 
tion  338  of  Article  12  of  the  Labor  Law. 

“Owing  to  the  fact  that  -there  has  never  been  a  cer¬ 
tificate  of  exemption  issued  for  this  cellar,  the  appli¬ 
cation  for  a  sanitary  certificate  to  operate  a  bakery 
at  No.  3639  Holland  Avenue  was  denied  by  the  Board 
of  Health.”; 

and 

Whereas,  the  building  is  frame,  two  stories  and  cellar 
in  height,  22  ft.  by  60  ft.  in  area.  OCCUPIED :  Cellar, 
bakery;  1st  story,  store;  2nd  story,  dwelling;  the  height 
of  the  'bakery  from  floor  to  ceiling  being  9  ft.  6  in. ;  the 
ceiling  being  2  in.  below  the  curb  level  and  the  floor  being 
6  in.  above  the  yard  level ;  the  means  of  ventilation  con¬ 
sisting  of  3  ft.  by  5  ft.  windows  opening  on  the  side 
yard ;  and 

Whereas,  petitioner  contends  that  the  building  was 
erected  in  1905,  operated  as  a  cellar  bakery  until  1913, 
reopened  as  such  in  1921  and  has  been  in  operation  as  a 
cellar  bakery  since  that  time,  and  further  contends  that 
the  windows  ventilating  the  bakery  open  on  a  large  yard 
2(8  ft.  by  95  ft.  in  area ; 

Whereas,  plans  for  the  erection  of  this  building  were 
approved  October  6,  1905,  and  also  for  -the  alteration  Au¬ 
gust  4,  1913,  due  to  a  change  of  grade  in  the  street,  in¬ 
cluding  use  and  occupancy  as  a  bakery. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  -that  the  necessary  permits  shall  be  obtained 
from  the  department  of  health. 


1139-17-S 

PETITIONER — Frank  P.  Keniston,  for  Mary  E.  Cer¬ 
vantes,  owner. 

SUBJECT — Reopened  petition  in  re:  variation  of  labor 
law  as  cited  in  order  of  fire  commissioner. 

PREMISES  AFFECTED — 51  East  8th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Frank  P.  Keniston. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland,  'Superin¬ 
tendents  Brady,  Kleinert,  Reville,  Moore 

and  McDermott  .  10 

Negative  .  0 

Absent:  Mr.  Kennedy,  Fire  Chief  Kenlon  and 
Deputy  Fire  Commissioner  Hannon...  3 
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THE  RESOLUTION: 

(1139-17-S) 

Whereas,  F.  P.  Keniston,  for  Mary  E.  Cervantes,  owner, 
died,  August  3,  1917,  a  petition,  with  the  board  of  stand¬ 
ards’  and  appeals,  for  variation  from  the  requirements  ot 
section  79Jb-4,  labor  law,  to  be  relieved  of  providing  a 
passageway  from  the  foot  of  rear  fire  escape  to  the  stieet, 
:md  to  accept  in  lieu  thereof,  exit  through  doorway  in 
fence  to  adjoining  westerly  yard;  premises  51  East  8th 

street,  Manhattan;  and  , 

Whereas,  the  building  is  non-fireproof,  four  stories  and 
basement  in  height,  25  ft.  by  73  ft.  in  area  at  the  basement, 

1st  and  2nd  stories  and  25  ft.  by  50  ft.  in  area  alxive ;  (JL- 
CUPIED  as  stores  and  tenant  factory.  EXITS:  An  in¬ 
terior  wooden  stairway,  36  ft.  in  width,  extending  from 
the  1st  story  to  the  top  story,  enclosed  in  wood  lath  and 
plaster  partitions,  with  wooden  doors  at  openings ;  a  60- 
degrec  fire  escape  on  the  rear  of  the  building,  extending 
from  the  roof  to  rear  yard,  with  fireproof  windows  along 
the  course  thereof,  with  egress  from  the  termination  ot 
fire  escape  by  means  of  adjoining  yards  to  the  east  and 

^Whereas,  this  case  was  granted  by  the  board  at  the 
meeting  held  on  December  6,  1917,  on  condition  that  the 
conditions  set  forth  remain  substantially  unchanged,  theie 
being  at  that  time  30  persons  engaged  alxive  the  1st  story, 
of  whom  15  were  engaged  on  the  2nd  story ;  and 
Whereas,  petitioner,  through  her  representative, _  pro¬ 
poses  to  increase  the  occupancy  of  the  premises  to  45  per¬ 
sons  above  the  1st  story,  20  of  whom  will  be  above  the 

^Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  i,t  hereby  is  granted 
on  condition  that  the  number  of  occupants  shall  be  lim¬ 
ited  to  forty-five  (45),  of  which  not  more  than  ten  per¬ 
sons  shall  be  permitted  on  the  4th  story  and  not  more 
than  ten  persons  on  the  3rd  story,  and  that  a 
approved  labor  law  fire  escape  shall  be  provided  on  t  ie 
rear  of  the  building,  with  egress  from  the  termination 
at  yard  level  to  adjoining  yards  to  both  east  and  west. 

549-49-S.  ,  t--  n  r?„ 

PETITIONER— Croker  National  Fire  Prevention  bn- 
gineering  Co.,  for  Estate  of  Margaretta  Metz¬ 
ger,  owner.  .  .  .  ,  f 

SUBJECT' — Variation  of  labor  law  as  cited  in  order  ot 

fire  commissioner. 

PREMISES  AFFECTED— 238-244  Sixth  avenue,  Man¬ 
hattan. 

APPEARANCES—  ^  _  . 

For  Petitioner:  Herman  E.  Horwooci. 

For  Administration:  Inspector  Maher  ot  hre 
department.  ... 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  r,in 

Affirmative:  Chairman  Walsh,  Messrs.  Lun- 
nison.  Connell,  Holland,  Superintendents 
Brady,  Kleinert,  Reville,  Moore  and 
•McDermott  . 

Ab sen t^M e s sr s.  Dowd,  Kennedy,  Fire  Chief 
Kenlon  and  Deputy  Fire  Commissioner 

Hannon  . 

THE  RESOLUTION: 

(549-19-S)  . 

Whereas,  Frank  J.  Schefcik,  architect  on  behalf  of 
Estate  of  Margaretta  Metzger,  owner,  filed,  July  18,  i»i», 
a  petition,  with  the  board  of  standards  and  appeals  tor 
variation  from  the  requirement  of  section  83-a,  labor  law, 
•  as  cited  in  an  order  of  the  fire  commissioner  affecting 
premises  238-244  Sixth  avenue,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  <314t>- 

LF,  dated  December  24,  1917,  reads  : 

“1.  Install  an  adequate  interior  electric  fire  alarm 


and 


system  in  accordance  with  the  industrial  code,  State 
of  New  York,  and  the  enclosed  approved  layout.”; 


Whereas,  the  building  is  of  non-fireproof  construction, 
five  stories  (63  ft.)  in  height,  39  ft.  5  in.  by  70  ft.  in 
area;  OCCUPIED  as  a  tenant  factory,  with  not  more 
than  15  occupants  in  each  story  ;  having  one  interior  stair¬ 
way  enclosed  in  fireproof  partitions  except  that  the  hall 
partitions  in  the  1st  story  are  not  covered  on  the  store 
side  with  fire  resisting  material  and  the  partition  separat¬ 
ing  the  1st  floor  hallway  from  the  stairs  to  the  cellar  is 
not  fire-resisting;  having  one  exterior  fire  escape  on  the 
rear  of  each  building,  with  egress  through  the  yards  of 
adjoining  buildings,  complying  with  the  requirements  of 
law,  except  that  the  1st  floor  windows  on  the  course  of 
the  fire  escape  are  not  fireproof  and  there  is  no  flame  plate 
under  the  2nd  story  balcony;  and 

Whereas,  Frank  J.  Schefcik,  architect,  appeared  before 
the  board  at  its  regular  meeting,  January  6,  1920,  and 
requested  a  modification  of  the  previous  action  of  the  board, 
which  request  was  granted  by  vote  of  the  board ;  and 

Whereas,  this  petition  was  granted  by  the  board  at  its 
meeting,  January  6,  1920,  on  certain  conditions,  and  the 
owner,  through  the  present  representative,  Croker  National 
Fire  Prevention  Engineering  Company,  now  requests  modi¬ 
fication  of  these  conditions  and  permission  to  maintain  an 
occupancy  of  15  persons  in  each  section  of  the  building, 
or  a  total  of  30  persons  per  building  per  story,  and  con¬ 
tends  that  the  exit  facilities  are  good  for  44  persons  per 
building  per  story. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  occupancy  shall  not  exceed  thirty  (30) 
persons  per  story  in  each  building,  so  long  as  the  condi¬ 
tions  of  the  original  resolution  shall  be  complied  with  in 
all  other  respects. 


1435-24-S. 

PETITIONER— Joseph  E.  Marx,  for  Penn  Trading 
Co.,  Inc.,  lessee. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 213  West  33rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Joseph  E.  Marx. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland,  Superintend¬ 
ents  Brady,  Kleinert,  Reville,  Moore  and  Mc¬ 
Dermott  .  10 

Negative  . . . .•••••••• . .  0 

Absent:  Mr.  Kennedy,  Fire  Chief  Kenlon  and 

Deputy  Fire  Commissioner  Hannon  .  3 

THE  RESOLUTION: 

(1435-24-S) 

Whereas,  Joseph  E.  Marx,  for  Wdlham  b.  Inslee,  owner, 
filed  December  4,  1924,  a  petition,  with  the  board  of  stand¬ 
ards’  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  213  West  33rd  street,  Manhat¬ 
tan;  and  „  .  .  ,  ,  x. 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  1,  1924,  reads:  .. 

“1.  Extend  the  interior  stairway  at  the  east  side 
of  building  to  the  roof  as  per  Section  271  of  the 
Labor  Law.”; 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height  20  ft.  by  100  ft.  in  area  at  the  1st  story,  20  ft.  by  7S 
ft.  in  area  at  the  2nd  story  and  20  ft.  by  49  ft.  in  area  above. 
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OCCUPIED:  1st  story,  restaurant;  2nd  story,  show-rooms 
and  repair  of  furs,  6  persons ;  3rd  story,  offices,  ."  persons  ; 
4th  story,  show-rooms  and  mfg.  of  embroidery,  11  persons, 
EXITS  :  An  interior  wooden  stairway  extending  from  1st 
story  to  top  story,  with  iron  ladder  to  scuttle  in  roof ;  en¬ 
closed  in  wire  lath  and  cement  partitions  with  wooden  doors 
at  openings ;  a  fire  escape  on  the  front  of  the  building  ex¬ 
tending  from  the  top  story  to  the  2nd  story,  with  counter¬ 
balanced  stair  to  street;  ROOFS  of  adjoining  buildings  are 
approximately  at  the  same  level;  and 

Whereas,  petitioner  contends,  in  view  of  the  small  size 
and  occupancy  of  the  premises,  that  the  existing  means  of 
exit  are  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted  on 
condition  that  a  fixed  iron  ladder  shall  be  provided  from 
the  top  story  hall  to  scuttle  in  roof,  and  that  the  fire 
escape  shall  be  extended  to  the  roof,  and  that  the 
occupancy  shall  not  exceed  6  persons  on  the  2nd  story, 
3  persons  on  the  5th  story  and  11  persons  on  the  4th  story ; 
and  granted  only  so  long  as  conditions  as  to  occupancy  and 
use  otherwise  remain  substantially  unchanged. 


1487-24-S. 

PETITIONER — H.  M.  Sushan,  for  Laude  &  Miskend, 
lessees. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 333  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  H.  M.  Sushan. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Superintendents  Brady, 


Kleinert,  Reville,  Moore  and  McDermott  9 

Negative  .  0 

Absent :  Messrs.  Kennedy,  Connell,  Fire  Chief 
Kenlon  and  Deputy  Fire  Commissioner 

Hannon  .  4 

THE  RESOUUTION : 

(1487-24-S) 


Whereas,  H.  M.  Sushan,  for  Uaude  &  Miskend,  lessee, 
filed,  December  19,  1924,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  333  Seventh  avenue  (lith  story, 
south),  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  68944- 
UD,  dated  November  29,  1924,  reads: 

1.  Remove  all  partitions  not  built  of  incombustible 
material  as  per  Sections  263  and  270  of  the  Tabor 
Law.” ; 

and 

Whereas,  the  building  is  fireproof,  20  stories  in  height 
197  ft.  by  99  ft.  in  area;  OCCUPIED  for  offices,  show 
rooms  and  25  per  cent  manufacturing,  approximately  100 
persons  per  story;  EQUIPPED  with  a  sprinkler  system, 
and  a  fire  alarm  signal  system.  EXITS:  Six  fireproof 
stairways,  four  extending  from  1st  story  to  bulkhead  to 
the  roof  and  two  extending  from  the  1st  story  to  the 
setback  on  the  15th  story;  enclosed  in  fireproof  parti¬ 
tions  with  fire  doors  at  openings.  There  are  partitions 
separating  the  loft  portion  of  the  premises  from  the  of¬ 
fices  and  show  rooms ;  and 

.  Whereas  .petitioner  contends  that  the  existing  dwarf  par¬ 
titions  are  in  the  nature  of  furniture  and  that  they  do 
not  obstruct  the  exits,  and  in  the  upper  portions  of  the 
partitions  which  extend  to  the  ceiling,  proposes  to  provide 
thin  glass,  so  that  there  will  be  no  impediment  to  the 
operation  of  the  sprinkler  system. 


Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  tar  as  it  affects  the  partitions  around  show  rooms  of¬ 
fice  and  entrance  hall  to  office  and  show  rooms  and  partitions 
ce  and  entrance  hall  to  office  and  show  rooms,  on  condi¬ 
tion  that  the  upper  portion  of  said  partitions  shall  be  glazed 
with  thin  glass  not  less  than  18  in.  below  sprinkler  line  • 
that  exit  door  not  less  than  36  in.  wide  shall  be  provided  in 
said  partition,  leading  from  workroom  and  opening  out  to 
exit  hall :  that  an  exit  sign  at  least  8  in.  in  height  shall  be 
erected  and  a  red  light  placed  over  such  door,  in  addition  to 
otncr  means  of  exit ;  that  on  any  floor  occupied  by  more  than 
one  tenant  the  subdividing  partitions  shall  be  arranged 
so  as  to  allow  independent  egress  to  all  required  means 
ot  exit  for  each  tenant;  that  the  partition  subdividing  one 
tenant  from  another  shall  extend  from  the  floor  to  ceil¬ 
ing,  and  where  partition  prevents  the  effective  discharge 
of  water  from  sprinkler  heads,  additional  heads  shall  be  pro¬ 
vided  to  coyer  entire  area,  to  maintain  sprinkler  throughout 
entire  piemises  ;  that  all  interior  partitions,  excepting  show 
loom,  office  and  entrance  hall  partitions,  shall  be  con¬ 
structed  of  incombustible  material  as  specified  under  sub¬ 
divisions  A  to  H  of  section  355  of  the  building  code  or 
any  approved  fireproof  partition;  and  that  the  occupancy 
and  use  shall  remain  substantially  unchanged. 


1 48  8-2  4- S. 

PETITIONER— H.  M.  Sushan,  for  Albert  Rosenblatt 
&  bon,  Inc.,  lessee. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 333  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  H.  M.  Shushan. 

For  Administration:  Inspector  Maher  of  fire 
department. 

rn\TmTTnxTcB°AARD~Eetition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Superintendents  Brady 
Kleinert,  Reville,  Moore  and  McD'ermott '  9 

Negative  .  0 

Absent:  Messrs.  Kennedy,  Connell,  Fire  Chief 
Kenlon  and  Deputy  Fire  Commissioner 
Hannon  .  . 

THE  RESOLUTION: 

(1488-24-S) 

Whereas,  H.  M  Sushan,  for  Albert  Rosenblatt  &  Son 
Inc.,  lessees,  filed  December  19,  1924,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law  as  cited  in  an  order  of 
the  ^  commissioner,  affecting  premises  333  Seventh  ave- 
nUv*7<  St0I7’  nort^  side),  Manhattan;  and 

r  to  6  °[der  °f  the  fire  commissioner,  No.  68917- 

ED,  dated  November  29,  1924,  reads  ; 

“}■  .  Remove  all  partitions  not  built  of  incombustible 

Law  aS  Per  Sectl0ns  263  and  270  of  the  Labor 

and 

io^?ERfAS'  ^e  building  is  fireproof,  20  stories  in  height 

rooms  b3!  II  •  m  area;  °fCIUpIEI>  for  offices,  show 
rooms  and  25  per  cent  manufacturing,  approximately  100 

person  per  story;  EQUIPPED  with'  a  Tp™, “ 
and  a  fire  alarm  signal  system.  EXITS:  Six  fireproof 
stairways,  four  extending  from  1st  story  to  bulkhead  to 
the  roof  and  two  extending  from  .the  1st  story  to  the  set- 

wffChfi°rnihe  15tfH  St°ry;  en£Iosed  in  fireproof  partitions, 
Inff  dcxn S  at  ^nin&s-  There  are  partitions  separating 

rooms  •  aPn°d  °f  ^  premises  from  the  offices  aad  show 

Whereas,  petitioner  contends  that  the  existing  dwarf 
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artitions  are  in  the  nature  of  furniture  and  that  they  do 
,0t  obstruct  the  exits,  and  in  the  upper  portions  ot  the 
iartitions  which  extend  to  the  ceding,  proposes  to  provide 
kin  glass,  so  that  there  will  be  no  impediment  to  the  opera- 

ion  of  the  sprinkler  system.  ,  .  c 

Resolved,  that  the  board  of  standards  and  appeals  does 
lereby  make  a  variation  from  the  requirements  of  the  la- 
>or  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
,nlv  so  far  as  it  affects  the  partitions  around  show  rooms, 
.ffice  and  entrance  hall  to  office  and  show  rooms  on  condi- 
ion  that  the  upper  portion  of  said  partitions  shall  be  glazv 
with  thin  glass  not  less  than  18  in.  below  s>Pr"lklf^ 
ine-  that  exit  door  not  less  than  36  in  wide  shall  be 
provided  in  said  partition,  leading  direct  from  workroom 
and  opening  out  to  exit  hall;  that  an  exit  sign  at  leas 
8  in.  in  height  shall  be  erected  and  a  red  light  placed 
over  such  door,  in  addition  to  other  means  of  exit ,  that 
on  any  floor  occupied  by  more  than  one  tenant  the  sub¬ 
dividing  partitions  shall  be  arranged  so  as  to  allow  inde¬ 
pendent  egress  to  all  required  means  of  exit  for  each 
tenant-  that  the  partition  subdividing  one  tenant  from 
another  shall  extend  from  the  floor  to  ceiling;  and  where 
partition  prevents  the  effective  discharge  of  water  from 
sprinkler  heads,  additional  heads  shall  be  provided  to  cover 
entire  area,  to  maintain  sprinkler  throughout  entire  prem- 
ises  •  that  all  interior  partitions,  excepting  show  room  o 
fice  and  entrance  hall  partitions,  shall  be  constructed  < 
combustible  material,  as  specified  under  subdivisions  A  t 
H  of  section  355  of  the  building  code,  or  any  approved  fire 
proof  partition ;  and  that  the  occupancy  and  use  shall  remain 
substantially  unchanged. 


PETITIONER— H.  M.  Sushan,  for  Al.  Benjamin  & 

Bro.,  lessees.  .  ,  .  ,  e 

SUBJECT — Variation  of  labor  law  as  cited  in  order  ot 

fire  commissioner.  , 

PREMISES  AFFECT  ED — 333  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES—  ,  _  , 

For  Petitioner:  H.  M.  Sushan. 

For  Administration:  Inspector  Maher  of  hre 

ACTION  OFePBOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

rHE  V  Affinitive:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Superintendents  Brady, 
Kleinert,  Reville,  Moore  and  McDermott  . .  J 

Absent:  Messrs.  Kennedy,  Connell,  Fire  Chief 
kenlon  and  Deputy  Fire  Commissioner  ^ 

Hannon  . 

THE  RESOLUTION: 

(1489-214-S)  .  .  . 

ofstantrdw^appSis,  for’,  variation  from  the  tenure- 
ments  of  the  labor  law,  as  cited  in  an  order  ot  the  nre 
commissioner,  affecting  premises  333  Seventh  avenue  (9t 

story,  north  side),  Manhattan;  and  68933- 

Whereas.  the  order  of  the  fire  commissioner,  No.  68933 

LD,  dated  November  29,  1924,  reads :  ,  tible 

“1.  Remove  all  partitions  not  built  of  JKombust^e 
material  as  per  sections  263  and  2,0  of  the  Labor 

Law.” ; 

rooms  and  25  per  cent  manufacturing,  approximately  10 
rooms  ana  ^  Per  SE  pED  ith  a  spnnkler  system 

persons  per  story,  bCJUH  rtn  |  c:x  fireproof 

and  a  fire  alarm  signal  system,  pa  i  S .  bix  P 

stairways,  four  extending  from  1st  stor\ 

the  roof  and  two  extending  from  ,th.en  partitions 

back  on  the.  15th  story;  enclosed  in  fireproo  p 


with  fire  doors  at  openings.  There  are  partitions  separat¬ 
ing  the  loft  portion  of  the  premises  from  the  offices  and 

show  rooms  ;  and  . 

Whereas,  petitioner  contends  that  the  existing  dwart 
partitions  are  in  the  nature  of  furniture  and  that  they 
do  not  obstruct  the  exits,  and  in  the  upper  portions  of  the 
partitions  which  extend  to  the  ceiling  proposes  to  provide 
thin  glass,  so  that  there  will  be  no  impediment  to  the 
operation  of  the  sprinkler  system. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  partitions  around  show  rooms, 
office  and  entrance  hall  to  office  and  show  rooms,  on  co»di* 
tlon  that  the  upper  portion  of  said  partitions  shall  be 
glazed  with  thin  glass  not  less  than  18  in.  below  sprinkler 
line-  that  exit  door  not  less  than  36  in.  wide  shall  be 
provided  in  said  partition,  leading  direct  from  work  room 
and  opening  out  to  exit  hall;  that  an  exit  sign  at  least 
8  in  in  height  shall  be  erected  and  a  red  light  placed 
over  such  door,  in  addition  to  other  means  of  exit;  that 
on  any  floor  occupied  by  more  than  one  tenant,  the  sub¬ 
dividing  partitions  shall  be  arranged  so  as  to  allow  inde¬ 
pendent  egress  to  all  required  means  of  exit  for  each  ten¬ 
ant-  that  the  partition  subdividing  one  tenant  from  another 
shall  extend  from  the  floor  to  ceiling;  and  where  parti¬ 
tion  prevents  the  effective  discharge  of  water  from  sprin¬ 
kler  heads,  additional  heads  shall  be  provided  to  coyer  entire 
area,  to  maintain  sprinkler  throughout  entire  Premises  that 
all  interior  partitions,  excepting  shown  room  office  and  e 
trance  hall  partitions,  shall  be  constructed  of  ^ombustible 
material,  as  specified  under  subdivisions  A  to  H  of  sectio 
355  of  the  building  code,  or  any  approved  fireproof  par¬ 
don;  and  that  the  occupancy  and  use  shall  remain  sub¬ 
stantially  unchanged. 


1490-24-S.  ,  _  _ 

PETITIONER— H.  M.  Sushan,  for  I.  Beiley  &  Lo., 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner.  , 

PREMISES  AFFECTED — 333  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES—  xT  _  , 

For  Petitioner:  H.  M.  Sushan. 

For  Administration:  Inspector  Maher  of  fire 

ACTION  ONBOARD— Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

™E  V  Affifniitive:  Chairman  Walsh.  Messrs.  Dowd, 
Gunnison,  Holland,  Superintendents  Brady, 
Kleinert,  Reville,  Moore  and  McDermott  ^ 

Absent^Messrs.  Kennedy,  Connell,  Fire  Chief 

Kenlon  and  Deputy  Fire  Commissioner  ^ 

Hannon  . 

THE  RESOLUTION: 

(1490-24-S)  „  _  . 

Whereas  H.  M.  Sushan,  for  I.  Beiley  &  Co.,  lessees, 
filed  December  19,  1924,  a  petition,  with  the  board  of  stai  d- 

arts'  MU’  for 

affecting^  (S,h  story,  south 

•^^“rd^of  the  fire  commissioner,  No.  68929- 

LD,  dated  built  of  incombustible 

material™  ir  Sections  263  and  270  of  the  Labor 

Law.” ; 

toon^  and  25  ^r'c^SS,  approximate.,  ,00 
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persons  per  story ;  EQUIPPED  with  a  sprinkler  system  and 
a  tire  alarm  signal  system.  EXITS:  Six  fireproof  stair¬ 
ways,  four  extending  from  1st  story  to  bulkhead  to  the 
roof  and  two  extending  from  the  1st  story  to  the  setback 
on  the  15th  story ;  enclosed  in  fireproof  partitions  with 
fire  doors  at  openings.  There  are  partitions  separating 
the  loft  portion  of  the  premises  from  the  offices  and  show 
rooms ;  and 

Whereas,  petitioner  contends  that  the  existing  dwarf  par¬ 
titions  are  in  the  nature  of  furniture,  and  that  they  do  not 
obstruct  the  exits,  and  in  the  upper  portions  of  the  par¬ 
titions  which  extend  to  the  ceiling  proposes  to  provide  thin 
glass,  so  that  there  will  be  no  impediment  to  the  opera¬ 
tion  of  the  sprinkler  system. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  partitions  aroynd  show  rooms, 
office  and  entrance  hall  to  office  and  show  rooms,  on  condi¬ 
tion  that  the  upper  portion  of  said  partitions  shall  be  glazed 
with  thin  glass  not  less  than  18  in.  below  sprinkler 
line;  that  exit  door  not  less  than  36  in.  wide  shall  be 
provided  in  said  partition  leading  direct  from  work  room 
and  opening  out  to  exit  hall ;  that  an  exit  sign  at  least 
8  in.  in  height  shall  be  erected  and  a  red  light  placed 
over  such  door,  in  addition  to  other  means  of  exit ;  that 
on  any  floor  occupied  by  more  than  one  tenant,  the  sub¬ 
dividing  partitions  shall  be  arranged  so  as  to  allow  inde¬ 
pendent  egress  to  all  required  means  of  exit  for  each 
tenant;  that  the  partition  subdividing  one  tenant  from  an¬ 
other  shall  extend  from  the  floor  to  ceiling;  and  where 
partition  prevents  the  effective  discharge  of  water  from 
sprinkler  heads,  additional  heads  shall  be  provided  to  cover 
entire  area,  to  maintain  sprinkler  throughout  entire  prem¬ 
ises  ;  that  all  interior^partitions,  excepting  show  room,  office 
and  entrance  hall  partitions,  shall  be  constructed  of  in¬ 
combustible  material,  as  specified  under  subdivisions  A  to 
H  of  the  building  code,  or  any  approved  fireproof  par¬ 
tition  ;  and  that  the  occupancy  and  use  shall  remain  sub¬ 
stantially  unchanged. 

1491-24-5, 

PETITIONER — H,  M.  Sushan,  for  Rosenstock  &  Cohn, 
Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  compiissioner. 

PREMISES  AFFECTED — 333  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  H.  M.  Sushan. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Superintendents  Brady, 
Kleinert,  Reville,  Moore  and  McDermott  . .  9 


Negative  . . . .  0 

Absent :  Messrs.  Kennedy,  Connell,  Fire  Chief 
Kenlon  and  Deputy  Fire  Commissioner 

Hannon  .  4 

THE  RESOLUTION: 

( 1491-24- S) 

Whereas,  H.  M.  Shushan,  for  Rosenstock  &  Cohn,  Inc., 
lessees,  filed,  December  19,  1924,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  333  Seventh  avenue  (7th 
story,  south),  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  68923- 
LD,  dated  November  29,  1924,  reads : 

“1.  Remove  all  partitions  not  built  of  incombustible 
material  as  per  Sections  263  and  270  of  the  Labor 
Law.” ; 

and 


Whereas,  the  building  is  fireproof,  20  stories  in  height 
197  ft.  by  99  ft.  in  area;  OCCUPIED  for  offices,  show 
rooms  and  25  per  cent  manufacturing,  approximately  100 
persons  per  story;  EQUIPPED  with  a  sprinkler  system  and 
a  fire  alarm  signal  system.  EXITS:  Six  fireproof  stair* 
ways,  four  extending  from  1st  story  to  bulkhead  to  the 
roof  and  two  extending  from  the  1st  story  to  the  setback 
on  the  15th  story  ;  enclosed  in  fireproof  partitions  with 
hie  doors  at  openings.  There  are  partitions  separating 
the  loft  portion  of  the  premises  from  the  offices  and  show 
rooms ;  and 

Whereas,  petitioner  contends  that  the  existing  dwarf  par¬ 
titions  are  in  the  nature  of  furniture,  and  that  they  do  not 
obstruct  the  exits,  and  in  the  upper  portions  of  the  par¬ 
titions  which  extend  to  the  ceiling  proposes  to  provide  thin 
glass,  so  that  there  will  be  no  impediment  to  £he  opera¬ 
tion  of  the  sprinkler  system. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  partitions  around  show  rooms, 
office  and  entrance  hall  to  office  and  show  rooms,  on  condi¬ 
tion  that  the  upper  portion  of  said  partitions  shall  be 
glazed  with  thin  glass  not  less  than  18  in.  below  sprinkler 
line;  that  exit  door  not  less  than  36  in.  wide  shall  be 
provided  in  said  partition  leading  direct  from  work  room 
and  opening  out  to  exit  hall;  that  an  exit  sign  at  least 
8  in.  in  height  shall  be  erected  and  a  red  light  placed 
over  such  door,  in  addition  to  other  means  of  exit;  that 
on  any  floor  occupied  by  more  than  one  tenant,  the  sub¬ 
dividing  partitions  shall  be  arranged  so  as  to  allow  inde¬ 
pendent  egress  to  all  required  means  of  exit  for  each 
tenant ,  that  the  partition  subdividing  one  tenant  from  an¬ 
other,  shall  extend  from  the  floor  to  ceiling;  and  where 
partition  prevents  the  effective  discharge  of  water  from 
sprinkler  heads,  additional  heads  shall  be  provided  to  cover 
entire  area,  to  maintain  sprinkler  throughout  entire  prem¬ 
ises  ,  that  all  interior  partitions,  excepting  show  room,  office 
and  entrance  hall  partitions,  shall  be  constructed  of  in¬ 
combustible  material,  as  specified  under  subdivisions  A  to 
H  of  the  building  code,  or  any  approved  fireproof  par¬ 
tition;  and  that  the  occupancy  and  use  shall  remain  sub¬ 
stantially  unchanged. 


1492-24-S. 

PETITIONER— H.  M.  Sushan,  for  Kaye  &  Einstein, 
Inc.,  lessee. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 333  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  H.  M.  Sushan. 

For  Administration:  Inspector  Maher  o£  fire 
department. 

&ranted  on  condition. 

CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Superintendents  Brady, 

Kleinert,  Moore  and  McDermott  .  9 

Negative  .  q 

Absent:  Messrs.  Kennedy,  Connell,  Fire  Chief 
Kenlon  and  Deputy  Fire  Commissioner 
Hannon  .  4 

THE  RESOLUTION: 

(1492-24-S) 

Whereas,  H.  M  Shushan,  for  Kaye  &  Einstein  Inc 
lessees,  filed,  December  19,  1924,  a  petition,  with  the ’board 

SSHSK)’,  333  Seventh  (7*» 
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LL 


Whereas,  the  order  of  the  fire  commissioner,  No.  68924- 
LD,  dated  November  29,  1924,  reads: 

“1  Remove  all  partitions  not  built  of  incombustible 
material  as  per  Sections  263  and  270  of  the  Labor 

Law.” ; 

and  .  . 

Whereas,  the  building  is  fireproof,  20  stories  in  height, 
197  ft  by  99  ft.  in  area;  OCCUPIED  for  offices,  show 
rooms  and  25  per  cent  manufacturing,  approximately  100 
persons  per  story ;  EQUIPPED  with  a  sprinkler  system  and 
f  fire  alarm  signal  system.  EXITS:  Six  fireproof  stair¬ 
ways,  four  extending  from  1st  story  to  bulkhead  to  the 
roof  and  two  extending  from  the  1st  story  to  the  setback 
on  the  15th  story;  enclosed  in  fireproof  partitions  with 
fire  doors  at  openings.  There  are  partitions  separating 
the  loft  portion  of  the  premises  from  the  offices  and  show 
rooms ;  and 

Whereas,  petitioner  contends  that  the  existing  dwarf  par¬ 
titions  are  in  the  nature  of  furniture,  and  that  they  do  not 
obstruct  the  exits,  and  in  the  upper  portions  oi  the  par¬ 
titions  which  extend  to  the  ceiling  proposes  to  provide  thin 
glass,  so  that  there  will  be  no  impediment  to  the  opera¬ 
tion  of  the  sprinkler  system. 

Resolved,  that  the  board  of  standards  and  appeals  dee. 
hereby  make  a  variation  from  the  requirements  of  the 
labor 'law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  partitions  around  show  rooms, 
office  and  entrance  hall  to  office  and  show  rooms,  on  condi¬ 
tion  that  the  upper  portion  of  said  partitions  shall  1 
glazed  with  thin  glass  not  less  than  18  in.  below  sprinkler 
fine  ;  that  exit  door  not  less  than  36  in.  wide  shall  be 
provided  in  said  partition  leading  direct  from  work  room 
and  opening  out  to  exit  hall;  that  an  exit  sign  at  least 
8  in.  in  height  shall  be  erected  and  a  red  '?la^ 

over  such  door,  in  addition  to  other  means  of  exit  that 
on  any  floor  occupied  by  more  than  one  tenant  the  sub¬ 
dividing  partitions  shall  be  arranged  so  as  to  allow  mde 
nendent  egress  to  .all  required  means  of  exit  for  eat. 
tenant ;  that  the  partition  subdividing  one  tenant  f,"orn  a"' 
other  shall  extend  from  the  floor  to  ceiling;  and  where 
partition  prevents  the  effective  discharge  of  water  from 
sprinkler  heads,  additional  heads  shall  he  ^ 

entire  area,  to  maintain  sprinkler  throughout  entire  prern 
ises  •  that  all  interior  partitions,  excepting  show  room,  office 
and’  entrance  hall  partitions,  shall  be  constructed  of  in¬ 
combustible  material,  as  specified  under  subdivisions  .  . 

H  of  the  building  code,  or  any  approved  fireproof  par 
tition;  and  that  the  occupancy  and  use  shall  remain  su  - 
stantially  unchanged. 


PETITIONER— Century  Ribbon  Mills,  Inc.,  lessee. 
SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner.  m<  „ 

PREMISES  AFFECTED— 3402-3406  Park  avenue,  1  he 

Bronx. 

APPEARANCES—  . 

For  Petitioner:  William  Melmker  • 

For  Administration:  Inspector  Maher  of  hre 

department.  „ 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution, 
rug  VOTE _ 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Superintendents  Brady, 
Kleinert,  Moore  and  McDermott  .  ^ 

Abfen\TeMessrs.  Kennedy,  Connell,  F’re  Chief 

Kenlon  and  Deputy  Fire  Commissioner  ^ 
Hannon  . 

THE  RESOLUTION: 

(10-25-S)  .  n  , 

Whereas,  Century  Ribbon  Mills,  Inc.,  J'1  in.L  t^e 
son,  owner,  filed.  January  5,  1925,  a  petition,  with  the 


board  of  standards  and  appeals,  for  variatiorf  from  the 
requirements  of  the  labor  law,  as  cited  in  an  order  of 
the  fire  commissioner,  affecting  premises  3402-3406  Park 
avenue,  The  Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  16,  1924,  reads: 

“1.  Arrange  bars  on  windows  on  2nd  story,  east 
and  north  side,  so  as  to  be  readily  movable  or  re¬ 
movable  from  both  sides  in  such  a  manner  as  to  af¬ 
ford  the  free  and  unobstructed  use  of  such  windows 
for  purposes  of  egress,  as  per  Section  272  of  the  La¬ 
bor  Law.” ; 

and 

Whereas,  the  building  is  non-fireprof,  two  stories  m 
height,  51  ft.  by  227  ft.  in  area,  having  one-  story  exten¬ 
sion  at  the  rear,  there  being  two  windows  in  the  northerly 
wall  and  four  windows  in  the  easterly  wall  of  the  2nd  story 
covered  by  fixed  iron  bars.  OCCUPIED:  1st  story,  laun¬ 
dry;  2nd  story  by  petitioner  for  the  manufacture  of  silk 
ribbons,  approximately  35  persons  above  the  1st  story ; 
EQUIPPED  with  a  sprinkler  system.  EXITS:  An  ex¬ 
terior  fireproof  stairwav  at  the  northerly  side  of  the  prem¬ 
ises,  extending  from  the  street  to  2nd  story,  and  a  hre 
escape  on  the  northerly  side  of  the  building,  extending  from 
2nd  story  to  alley,  with  direct  egress  to  street;  and 

Whereas,  petitioner  contends  that  the  bars  were  installed 
at  the  instance  of  the  Insurance  Rating  Bureau  and  that 
the  removal  of  these  bars  would  deprive  petitioner  of  all 
protection  under  insurance  policies,  and  contends  further 
that  ample  means  of  egress  are  provided  by  the  stairways 

and  the  many  other  windows. 

Resolved,  that  the  board  of  standards  and  appeals  does 
herelw  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  openings  in  the  rear,  easterly, 
wall  of  the  building. 


13-2>5^S.  , 

PETITIONER — Samuel  Rosenblum,  for  Rubin  M. 
Katz,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 174  Sixth  avenue,  Manhat¬ 
tan. 

APPEARANCES—  ,  _  ,, 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  tire 
department. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd. 
Gunnison.  Holland,  Superintendents  Brady, 
Kleinert.  Moore  and  McDermott  .  9 

Absent:  Messrs.  Kennedy.  Connell,  Fire  Chief 
Kenlon  and  Deputy  Fire  Commissioner 

Hannon  . 

THE  RESOLUTION: 

( 13-25-S) 

Whereas,  Samuel  Rosenblum,  for  Rubin  M.  Katz  owner, 
filed  Tanuarv  5  1924,  a  petition,  with  the  board  ot  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  174  Sixth  avenue,  Manhattan, 

^Whereas.  the  order  of  the  fire  commissioner,  dated  Octo- 

^cr  <'<j  Provide  an  outside  iron  balcony  fire  escape  on 
the  west  side  of  building  with  balconies  4  ft.  in  width 
connected  by  stairways  not  less  than  22  in.  wide,  placed 
at  an  incline  of  not  more  than  45  degrees,  extending 
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from  the  ground  to  the  highest  story,  constructed  as 
per  Section  273  of  the  Labor  Law  or  carry  out  a 
proper  alternative  method  of  complying  with  Section 
271  of  the  Labor  Law. 

“2.  Extend  the  interior  stairway  at  the  north  side 
of  building  to  the  roof  as  per  Section  271  of  the 
Labor  Law. 

OR 

“Reduce  the  number  of  persons  to  10  above  the 
1st  story  and  that  no  factory  occupancy  be  conducted 
above  the  2nd  story,  as  per  resolution  of  the  Board 
of  Standards  and  Appeals.  Cal.  1416-18-S.”; 
and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  20  ft.  4  in.  by  80  ft.  in  area  at  the  1st  and  2nd 
stories  and  20  ft.  4  in.  by  40  ft.  in  area  above.  OCCU¬ 
PIED:  1st  story,  cafeteria;  upper  stories,  furrier,  20  per¬ 
sons  above  the  1st  story.  EXITS :  An  interior  wooden 
stairway,  extending  from  the  1st  story  to  the  top  story, 
with  iron  ladder  to  bulkhead  in  roof,  enclosed  in  wood 
lath  and  plaster  partitions,  with  wooden  doors  at  the  open¬ 
ings ;  a  party  wall  balcony  connecting  the  2nd,  3rd  and 
4th  stories  with  buildings  to  the  north,  with  fireproof  win¬ 
dows  opening  on  the  balconies ;  these  exits  are  not  remote 
from  one  another;  ROOFS  of  adjoining  buildings  to  north 
and  south  are  3  ft.  higher ;  and 

Whereas,  under  Cal.  No.  1416-18-S,  a  similar  petition 
was  granted  permitting  an  occupancy  of  10  persons  above 
the  1st  story,  and  petitioner  now  proposes  to  increase  this 
occupancy  to  20  persons. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  1,  on  condition  that  a  fire  escape,  with  60- 
degree  connecting  stairs,  shall  be  provided  on  the  front 
of  the  building,  with  balcony  stair  to  roof,  with  con¬ 
necting  stairs  thereto  from  the  top  story  balcony  and 
counterbalanced  drop  ladder  in  guides  from  the  lower  ter¬ 
minations  to  street  level ;  that  all  openings  on  the  course 
of  the  fire  escape  shall  be  made  fireproof,  self-closing; 
granted  as  to  Item  No.  2  on  condition  that  fixed  double 
rung  iron  ladder  shall  be  provided  from  the  top  story 
hall  to  bulkhead  in  roof,  and  on  further  condition  that 
the  occupancy  shall  not  exceed  twenty  (20)  persons  above 
the  1st  story. 


43-125-S. 

PETITIONER— Samuel  Rosenblum,  for  Tilmar  Hold¬ 
ing  Corp.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 141-147  West  45th  street, 
Manhattan 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 

department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh.  Messrs.  Dowd, 
Gunnison,  Holland,  Superintendents 
Brady,  Kleinert,  Reville,  Moore  and 

McDermott  .  9 

Negative:  .  0 

Absent:  Messrs.  Kennedy,  Connell,  Fire 
Chief  Kenlon  and  Deputy  Fire  Com¬ 
missioner  Hannon  .  4 

THE  RESOLUTION: 

(43-25-S) 

Whereas,  Samuel  Rosenblum,  for  Tilmar  Bldg.  Corp., 
lessee,  filed,  January  10,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments.  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  141-7  West  45th  street, 
Manhattan ;  and 


Whereas,  the  order  of  the  fire  commissioner,  dated  Dp 
cember  13,  1924,  reads: 

“Order  No.  70012-LC : 

“2.  Arrange  the  exterior  screened  stairway  at  the 
rear  of  budding  and  the  openings  leading  thereto  so 
that  same  are  in  compliance  with  the  provisions  of 
Section  268  of  the  Labor  Law. 

.  ‘‘NOTE.  Among  the  defects  noted  are  the  follow¬ 
ing: 

“*  *  *  Treads  are  less  than  10  in.  wide.  *  *  *  No 

fireproof  passageway  leading  directly  to  street”- 
and 

fia^HfEASVthe  lbuiIdin£.  is  fireproof,  12  stories  in  height 

f?  ?'•  7  u'  ™  1f0°  -ft'  5  m'  in  area  at  the  lst  story  and  68 
ft.  /  in.  by  90  ft.  m  area  above.  OCCUPIED :  1st  storv 
stores  and  restaurant ;  2nd  and  upper  stories,  offices,  show 
™landA  fiffht  manufacturing,  40  persons  per  storv. 
4  1  Li  n  interior  fireproof  stairway,  extending  from 

the  lst  story  to  the  roof,  enclosed  in  non-fireproof  parti¬ 
tions  with  non-fireproof  doors  at  openings;  a  fire  escane 
on  the  rear  of  the  building  (having  nine  (9)  in.  treads) 
and  extending  from  the  roof  to  basement  level,  with  egress 
from  the  termination  of  fire  escape  by  means  of  fireproof 
passageway  in  basement,  thence  upstairs  to  first  story  to 

street;  roofs  of  adjoining  buildings  are  four  and  six  stories 
lower;  and 

Whereas,  petitioner  proposes  to  fireproof  the  stair  en¬ 
closure;  provide  fireproof  doors  at  the  openings  therein¬ 
to  screen  the  fire  escape  to  a  height  of  five  (5)  feet  and 
also  to  provide  a  fireproof  door  in  the  basement  passage¬ 
way  just  to  the  south  of  the  stairway,  which  leads  to  the 
1st  story,  so  that  the  passageway  will  be  cut  off  from  the 
front  part  of  the  basement. 

Resolved  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  tread  of  the  exterior  iron  stair¬ 
way  on  condition  that  they  shall  be  not  less  than  9  in.  in 
width ;  granted,  so  far  as  it  affects  the  egress  from  the  termi¬ 
nation  of  the  fire  escape,  on  condition'" that  45-degree  stairs 
shml  be  provided  from  the  lowest  balcony  to  the  yard 
of  adjoining  premises  in  the  rear,  with  egress  therefrom 
t  irough  yard  of  144  West  46th  street  (premises  in  the 
rear)  to  the  street;  that  the  present  fireproof  passage- 
way  through  the  cellar  and  connecting  to  the  main  stair- 
ball  shall  be  maintained,  and  that  the  consent  of  egress 
of  the  owner  of  premises  No.  144  West  46th  street  ‘shall 
be  hied  with  the  fire  commissioner,  and  copy  of  same  with 
the  board  of  standards  and  appeals. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
1509M24-SA. 


PETITIONER — U.  S.  E.  M.  Company. 

SUBJECT  Approval  of  USEM  Closed  Circuit  Stand- 

APPEAIIANCES-1"'111"161"  Supervision  System. 


For  Petitioner:  None. 

For  Administration:  Inspector  Mulligan  of  fire 
department. 

ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  pending  test  and  report  of  fire  depart¬ 
ment. 


1512-24-SA. 

PETITIONER — J.  H.  Bunnell  &  Company. 

SUBJECT— Approval  of  Jove  Break  Glass  Pull  Lever 
Box. 

APPEARANCES— 

For  Petitioner:  J.  H.  Bunnell. 

For  Administration:  Inspector  Mulligan  of  fire 
department. 

ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  pending  test  and  report  of  fire  depart¬ 
ment. 
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19-G5-SA. 

PETITIONER— William  F.  Doyle. 

SUBJECT— Approval  of  Winslow  Industrial  Burner 
and  Pump  Unit. 

APPEARANCES— 

For  Petitioner:  Martin  Ort. 

ACTION  OF  BOARD— Petition  placed  on  reserve 
calendar  pending  report  of  committee  of  inspec¬ 
tion. 


26-25-SA. 

PETITIONER — Thomas  Keenan. 

SUBJECT— Approval  of  Keenan  Brilliant  Burner. 

appearances— 

For  Petitioner:  Thomas  Keenan. 


ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  pending  report  of  committee  of  inspec¬ 
tion. 


1 500-24- SA. 

PETITIONER— Smolensky  Valve  Co.,  Inc. 

SUBJECT — Approval  of  Smolensky  Check  Valve. 
APPEARANCES— None. 

ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  pending  test  and  report  of  fire  depart¬ 
ment. 


Adjourned,  5:15  p.  m. 

Edward  V.  Barton,  Acting  Secretary. 


MINUTES 


BOARD  OF  APPEALS 


♦CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  appeals, 
held  December  9,  1924,  which  appeared  in  Bulletin  No.  51, 
Vol.  IX,  are  hereby  corrected  to  read  as  follows: 

(1183-24- A) 

Whereas,  Cornell  Utilities  Co.,  for  Mrs.  Gertrude  G. 
Anstie,  owner,  filed,  September  30,  1924,  an  appeal,  with 
the  board  of  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  421  West  154th  street,  Manhat¬ 
tan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  25419- 
LD,  dated  September  9,  1924,  reads : 

“1.  Encase  the  inside  storage  tank  with  four  inch 
terra  cotta  or  eight  inches  of  approved  masonry,  as 
per  Rule  19,  Sec.  1-a  of  the  Fuel  Oil  Rules. 

“2.  Place  fuel  oil  storage  tank  or  tanks  in  perma¬ 
nent  position  and  make  hydrostatic  test  in  the  presence 
of  an  inspector  from  the  Fire  Department,  as  per  Rule 
7,  Sec.  1-a  of  the  Fuel  Oil  Rules. 

“5.  Provide  a  hydrostatic  test  of  not  less  than  one 
hundred  pounds  per  square  inch  for  all  Grade  B  fuel 
Oil  Carrying  Piping,  as  per  Rule  25,  Sec.  2,  of  the 
Fuel  Oil  Rules. 

“12.  Provide  fuel  oil  burner  or  burners  of  a  type 
approved  by  the  Board  of  (Standards  &  Appeals,  as 
per  Rule  12  of  the  Fuel  Oil  Rules. 

“20.  Remove  all  fuel  oil  from  the  premises  until 


a  permit  has  been  issued  by  the  Fire  Commissioner,  as 
per  Rule  16  of  the  Fuel  Oil  Rules.”; 

and 

Whereas,  the  building  is  frame,  three  stories  in  height, 
20  ft.  by  52  ft.  in  area ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  Nokol  Burner,  a  55-gallon  auxiliary  tank ; 
and 

Whereas,  appellant  contends  the  tank  was  tested  and 
that  the  piping  was  installed  and  buried  prior  to  the  adop¬ 
tion  of  the  1924  fuel  oil  rules  and  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules  excepting  that  the  burner  is 
not  an  approved  burner. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  as  to  Item  1  on  condition  that  the  tank  shall  be 
installed  and  maintained  in  acocrdance  with  the  rules  of  the 
board  of  standards  and  appeals ;  that  the  appeal  as  to  Item 
2  be  and  it  hereby  is  granted  so  far  as  it  affects  *est,  pro¬ 
vided  a  certificate  of  factory  test  is  filed  with  fire  commis¬ 
sioner,  and  that  the  tank  shall  he  set  and  installed  in  ac¬ 
cordance  with  the  fuel  oil  rules ;  that  the  appeal  as  to 
Item  5  be  and  it  hereby  is  granted  on  condition  that  stand¬ 
ard  wrought-iron  pipe  shall  be  used  throughout  the  equip¬ 
ment ;  appeal  as  to  Item  12  be  and  it  hereby  is  granted 
on  condition  that  the  oil  burning  equipment  and  installa¬ 
tion  shall  comply  with  the  fuel  oil  rules  of  the  board  of 
standards  and  appeals  in  all  other  respects  and  that  the 
fire  door  of  furnace  shall  be  equipped  with  self-closing 


Correction — The  words  a  storage  tank  buried  outside  the 
building  and”  omitted  in  line  29. 


device;  and  appeal  as  to  Item  20  be  and  it  hereby  is  granted 
on  condition  that  all  the  other  conditions  laid  down  in  this 
resolution  shall  be  complied  with  within  twenty  (20)  days. 


PUBLIC  HEARING 


PROPOSED 


AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES 
A  SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Tuesday,  April  7,  1925,  at  2  p.  m.,  Room  1013, 
Municipal  Building,  on  proposed  amendments  to  Rules 
for  Fire  Extinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department.  ....  , 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  vis.,  sise,  location  and  direction  of  joists,  tim¬ 


bers  or  other  structural  members.  They  shall  also  indicate 
the  location  ana  sisc  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis * 
sioner  may  require,  not  exceeding  three  ( j) ,  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
bv  the  Fire  Commissioner  shall  accompany  preliminary 
flans.  If  a  standpipe  ( fire  line )  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 


PUBLIC  HEARING 


ll  hen  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad- 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  with  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  with  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C. ;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 

Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  'Gravity  Tank, 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  arc  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 


The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  ivater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  separate  feed 
mains  from  the  basement  or  lowest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflozv  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be¬ 
low  the  top  of  the  staves  in  zvooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is '  of  brass  or  copper  or  other  non-corrosive  metal  and 
without  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  tzventy-four  (24)  inches  above  roof  and  shall  he  fitted 
with  a  90  degree  elbow. 

The  discharge,  heating  or  filling  pipes  zvhere  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering .  which  may  be  of  three  layers  of  one-inch 
(/')  hair  felt  interspersed  until  building  paper  zvell  zvrapped 
and  secured  and  covered  with  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means .  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc¬ 
tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  zvith  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  zvith  an  ap¬ 
proved  roofing. 

lb  here  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est.  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12J4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  j,ooo  gallons  of  water  for  a  wet  pipe  system 
zvhere  supplemented  by  an  auxiliary  zvater  supply,  and  not 
less  than  5,000  gallons  of  zmter  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-third's  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  has1  been  discharged  from 
the  tank. 

_  [The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (1%)  inches  in  size  [with  a  one  and  one- 
quarter  ( 1 %)  inch  connection  to  the  tank],  or  through  a 


PUBLIC  HEARING 


by-pass  not  less  than  [two  ('-)]  one  and  one-half  (i1/ 2)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  till  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  “Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  user  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 

IV here  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  18"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
fer  supply  connection  at  a  point  not  more  than  taro  (2) 
feet  from  the  point  of  entry  into  a  vault. 

IV here  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

.Evidence  establishing  the  fact  that  water  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fine  pump 
as  an  automatic  source  of  water  supply  is  one  apfirovci 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5 ■  And  shall  receive  ivatcr  supply  only 
from  a  direct  connection  to  the  city  water  mam. 

As  auxiliary  sources  of  water  supply  steam  or  electru. 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  mam  01 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hum  e 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  hreproot 
construction,  properly  ventilated,  lighted  and  draine 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  founc  atm 
not  less  than  one  (1)  foot  in  height.  The  pump r00111 
shall  be  readily  accessible  with  safe  egress  for  the  at 

tC Aareliable  source  of  energy  for  driving  the  pump  shall 


be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  oi 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (}4)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  shall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  I  he  number  of  sprinklei  s  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  zvhere  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 

shall  not  be  grouped.  . 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standaid  lire  depaitment 

threads.  .  ,  .  , 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire_  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (l)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  the  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
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wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  ( 15 )  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (24)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 
ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  (y>)  inch  heads— 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

13  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (l)  inch  heads— 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1%)  inch 
heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  \  aults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Conran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 


*  Wherever  the  term  “Conran  head”  is  used  in  these 
Rides,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De- 
partment,  or  one  that  has  passed  similar  tests  by  the 
hire  Department. 


Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly.  ^  . 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet 
and  the  distance  between  heads  on  each  line  shall  not  exceed' 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being-  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
s  rail  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 

•  j .  •  Wlde’  two  or  more  lines  of  sprinklers  shall  be 

installed  in  each  bay  as  required  by  the  rules  for  spacing 
Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 

■j  irdo  ^ays  n°t  exceeding  twenty  (20)  feet  in 

width  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  -twenty  (20)  feet. 

(c) .  }'or  Conran*  one  and  one-quarter  (1)4) 'inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
o  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
Tokays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the^distance  between  adjacent  lines  exceed  twenty-five  (25) 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
ieet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ()4)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10'  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
eet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
teet  in  width,  not  more  than  one  hundred  (100)  square 
eet  of  ceiling  area  shall  be  allotted  to  any  single  head. 
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(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
af  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width  ,and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 

(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (l)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1  ]/\)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows : 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  f°r 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  sliaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  04)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 

8)4  feet.  ,  , 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  may  be  used  in  lieu  of  heads  located  in  peak  of 

roof : 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 

C)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 


(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  waiter  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad- 
ministraitive  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 

(a)  For  standard  one-half  ()4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

J4  inch .  1  head 

1  “  .  2  heads 

1)4  “  .  3  “ 

1) 4  “  5  “ 

2  “  .  10 

2) 4  “  .  20  “ 

3  “  36  “ 

3)4  “  55  “ 

4  “  .  80  “ 

5  “  140  “ 

6  “  .  200  “ 

7  “  300  “ 

8  “  420  “ 

(b)  For  Conran*  one  (1)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1  inch  .  1  head 

“  .  2  heads 

1) 4  “  3  “ 

2  “  4  “ 

2) 4  “  .  6  “ 
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(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1)4  inch .  1  head 

1  )4  “  .  2  heads 


3 

4 
6 

12 
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When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  ais  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to'arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  ()4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Ride  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected,  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 


(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads  8 
Risers  shall  not  be  located  close  to  windows,  properly 

protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates  clamps 
couplings  or  hangers. 

Ao  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  dead  riser  to  the  foot  of  a  riser  and  an 
aii  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser  ', 
forty  (40)  feet  belozv  the  bottom  of  the  pressure  tank. 

Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  walls  and  other 
pai ts  of  the  budding  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  2i50  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build- 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  zvall  and  exposed  to  the  zveather ,  they 
shall  be  fitted  zvith  hoods  or  doztm-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  ()4)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser ; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 
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At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 


nd 

At  each  supply  main,  when  the  water  in  the  same  can- 
ot  be  removed  through  any  of  the  above  drains.  Such 
rains  shall  be  installed  with  controlling  valves  so  that  flow- 
lg  tests  maybe  made  to  determine  if  the  water  supplies 
r  connections  from  yard  mains  to  the  inside  of  the  build- 
lg  are  in  order  without  causing  water  damage  or  overflow- 
ig  service  connections  to  the  same  house  drain.  Any  such 
rain  shall  be  not  less  than  two  (2)  inches  in  size  except 
nat  drains  at  independent  floor  valves  [may  be  one  and 
ne-quarter  (1R[)  inches  in  size]  shall  be  not  less  than  I  mch 
it  sise  where  floor  valves  are  not  over  2/^  inches  in  size 
nd  ilA  inches  where  floor  valves  are  larger ,  and  connected 
0  a  main  drain  riser  of.  not  less  than  1/2  inches  in  size. 

'  .'he  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
ight  drain,  or  if  carried  through  the  wall  and  exposed  to 
lie  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 

lbow.  .  ,  , 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
y stem  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
milding  there  shall  be  a  4-inch  valved  drain  connection  so 
irranqed  as  to  discharge  on  roof  of  building.  And  ivhere 
1  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 

mound  level.  _  .  . 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
-hall  be  pitched  not  less  than  one-quarter  04)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
calves.  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
.  aitched  at  least  one-half  (j/2)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  >4  inch  in  diameter 
ihall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  04  inches  in 
liameter  in  upper  story  and  arranged  to  discharge,  througn 
a  y2- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  0 j 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  %-mch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 

•  distant  branch  line  and  fitted  with  a  ^-iiic/i  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4/2) 

*  inch  double-spring  Bourdon  pressure  gauge  shall  be  pro- 
j  vided  in  all  automatic  sprinkler  systems  as  follows  : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

1  At  the  pressure  tank ; 
f  At  the  air  compressor; 

Above  the  alarm  valve; 

;  Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve.  , 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  mam 
or  riser  and.  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  tor 
;  draining.  A  plugged  outlet,  not  less  than  one-quartei  ([4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
■  for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodiblel  non-corrosive  material.  Valves  over  1 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  non 


body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 

All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  pipmg  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  ( l/2 )  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  i. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  arc  used,  they  shall  be  either 
lead  lined  or  of  brass.  . 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  drv-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  svstems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty- five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (l/6)  of  the  water 

pressure  in  any  case.  . 

The  air  compressor  shall  have  a  capacity  of  not  less  than 
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eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  A”  diry-pipe  valve : 

(a)  For  standard  one-half  ()4)  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  . 100 


(c)  For  Conran*  one  and  one-quarter  (1)4  inch  heads  64 
Where  equipped  with  an  approved  quick-opening  device 
the  following  number  of  heads  may  be  controlled  by  one 


“Type  A”  dry-pipe  valve : 

(a)  For  Standard  one-half  ()4)  inch  heads  . 8oo 

( b )  For  Conran*  one  (/)  inch  heads  . ....200 


( c )  For  Conran*  one  and  one-quarter  (1%)  inch  heads. 128 
(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  bv  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  B”  dry-pipe  valve : 

(a)  For  Standard  one-half  ()4)  inch  heads  . 500 

(b)  For  Conran*  one  (l)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads.  84 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  ()4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard1  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 

Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  syst''~  such  test 


pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1)4)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by&a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con- 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours.  ' 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tia^  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  .test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con- 
ccaled  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floor 1 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  zrnlls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in1  non-fireproof  business  building's  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis- 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
othcrzmse  specifically  provided  for  in  these  rules. 

Rule  36,.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 
cf  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  Theatre  Buildings.  Automatic  sprinklers 
required  m  theatre  buildings  under  the  provisions  of  Chap- 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con- 
sust  of  at  least  a  One  Source  System. 

Rule  [36]  55  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  -6,  Section  92, 
°  r  Ordinances,  shall  consist  of  a  Two  Source  System. 

Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  building's  in  which  nitro-cellulose  prod¬ 
ucts  are.  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 

approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  tzvo  source 
system  as  provided  for  in  Rule  12.  ~ 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
tiat  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com- 
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missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  zvliere  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  W hen  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  zvliich  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 


systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  ozvner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  titnes  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in-  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Undcrzuritcrs.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 
337-22 -S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 

447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

010-22-S— Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
857-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S— Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S— Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S— Coen  Oil  Burner,  approval  of. 

1274-22-S— Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — .Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1 395-22- S — Caloroil  Burner,  approval  of. 

1526-22-S— Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA— Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA-s-Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA— Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA— S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA— Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Las 

Shut-Off  Valve,  approval  of. 

279-23- S A — Heil  Standard  200  Gal.  Truck  Tank. 

297-23-S A — “Automatic”  Deluge  Valve,  approval  of. 

345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 
392-23-S A— “Billow”  Class  G.  R.  Oil  Burner,  approval  of. 

‘J 


393-23-SA — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

397-23-SA — Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 

525-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA — Domestic  F'uel  Oil  Burner,  approval  of. 

628-23-SA — Powerlight  Oil  Heat  Burner,  approval  of. 

820-23-SA — Morse  Fuel  Oil  Burning  System,  approval  of. 

888-23-SA — Lewis  Oil  Burner,  approval  of. 

898-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-S A — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-S A — Frankfort  Type  "P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

1050-23-S A — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 

1 169-23-S A — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1 1 76-23-SA — Ziegler  Oil  Burner,  approval  of. 

1 180-23-SA — Viking  Pump,  approval  of. 

1231-23-SA — Gill  Oil  Burner,  approval  of. 

1246-23-SA — Ludlow  Gas  Cut-Off  Valve,  approval  of. 

1339-23-SA — National  Light  Service  Oil  Pump,  approval  of. 

1346-23-SA — Heatiator  Oil  Burner,  approval  of. 

1358-23-SA — Worthington  Oil  Burner,  approval  of. 

1361-23-SA — Todd  Residence  Fuel  Oil  Burner,  approval  of. 

1 304-23-S A — Staples  &  Pfeiffer  Oil  Burner,  apr-'wal  of. 

141 5-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

]  429-23-SA — Kerrihard  Oil  Burner,  approval  of. 

1444-23-SA — Tate-Jones  No.  6  Oil  Burner,  approval  of. 

1484-23-SA — Universal  G.  P.  O.  Burner,  approval  of. 

1493-23-S A — Newport  Rotary  Oil  Burner,  approval  of. 

1538-23-SA— Lillibridge  Oil  Vapor  Burner,  approval  of. 

1550-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 
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68-24-SA — May  Burner,  approval  of. 

254-24-S A — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365-24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-SA — Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA — Faultless  Oil  Burner,  approval  of. 

501-24-SA— Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-S A — Kinney  Rotating  Plunger  Pump,  approval  of. 

536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA — Marvel  Oil  Burner,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 

735-24-S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-S A — 'Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-S A — -Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-S A — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1 01  fi-24-S A — Milnes  Oil  Burner,  approval  of. 

1078-24-SA — Nokol  Automatic  Burner,  approval  of. 

1108-24-S A — Simplicity  Fuel  Oil  Burner,  approval  of. 

1134-24-SA— Peerless  Automatic  Oil  Burner,  approval  of 

1  142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 


1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 
1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 
1254-24-SA— -Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 
1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 
1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 
1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 
1361-24-SA — Caloroil  Burner  Type,  A-A,  approval  of. 
1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 
1500-24-SA — Smolensky  Check  Valve,  approval  of. 
1509-24-SA — USEM  Closed  Circuit  Standpipe  Tank  and 

Sprinkler  Supervision  System,  approval  of. 
1512-24-SA — Jove  Break  Glass  Pull  Lever  Box,  approval  of. 
19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan  Brilliant  Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  toil l  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  ivill  be  mailed  to  the 
appellant .  applicant  or  petitioner  of  record. 


PROGRESS  REPORT 

DOCKET.  DISPOSITION  OF  CASES. 


Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  March  12,  1925  .  284 


Restored  to  calendar . 

Miscellaneous  Applications. 


Requests  to  reopen  .  35 

Requests  to  amend .  0 

Requests  for  modification .  11- 

Requests  to  rescind .  0 

Requests  for  extension  of  time .  7 

Requests  for  extension  of  permit .  2 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans  .  4 

Administrative  requests  .  1 

Requests  for  interpretation .  0 

Total  . 959 

Disposed  of  .  329 

329 


Withdrawn  .  34 

Dismissed  .  12 

Denied  .  42 

Granted  . . . 

Granted  on  condition  .  177 

Appliances  approved  . . . 

Appliances  dismissed,  disapproved  or  withdrawn .  0 

Rules  approved  .  ® 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  reopen  granted .  34 

Requests  to  reopen  denied  .  0 

Requests  to  amend  granted .  0 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted .  H 

Request  for  modification  denied  .  0 

Requests  to  rescind  granted  .  0 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted .  7 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted . 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  0 

Requests  to  install  denied .  0 

Plans  approved  . 4 

Plans  disapproved  .  0 

Administrative  requests  granted  .  0 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  0 

Requests  withdrawn  or  dismissed .  1 

Total  .  1 .  329 


Total 
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NOTICE  IS  HEREBY  GIVEN  THAT  THE 
BOARD  OF  STANDARDS  AND  APPEALS  IS 
NOW  LOCATED  ON  THE  TENTH  FLOOR  OF 
THE  MUNICIPAL  BUILDING,  ROOMS  1001 
TO  1015— NORTH  END  OF  BUILDING. 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal 
endar. 


Dffice— Municipal  Building,  Rooms  1001  to  1015. 

Telephone — Worth  0184. 

Office  Hours-9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 

12  noon.  ,  . 

All  communications  should  be  addressed  to  the  chairman 

of  the  board. 


CONTENTS 


All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


This  issue  of  the  Bulletin  contains,  in  the  order 

given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  March  1 1, 
1925. 

Correction  of  Minutes. 

Notice  of  Public  Hearing. 

Reserve  Calendar. 

Rules. 

Progress  Report. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  on  Tuesday,  March  24. 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  March  31,  1925,  at  2  o’clock. 

The  'Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  v — -- 
on  fixed  davs. 
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CALENDAR 


Cal.  No. 

Department. 

^  ~  ~  ^ . 

Premises  Affected. 

302-25-A. . . 

. F.D.  .. 

. .  207-209  E.  49th  st.,  Man. 

301-25-S... 

. F.D.  .. 

F-71500. 

. .  207-209  E.  49th  st.,  Man. 

300-25 -A . . . 

. F.D.  .. 

L.  D.  71498. 

. .  543  Broadway,  Man. 

299-25-A . . . 

. F.D.  .. 

F-71305. 

. .  136  W.  50th  st.,  Man. 

298-25-BZ. . 

. B.B.M. 

L.  C.  28133. 

.  .  234-238  E.  85th  st.,  Man. 

297-25-A. . . 

. F.D.  .. 

N.  B.  137-1925. 
..783  Elton  ave.,  Bx. 

266-25-A.  .  . 

. F.D.  .. 

L.  C.  28324. 

. .  24  E.  22nd  st.,  Man. 

295-25 -A. . . 

. F.D.  .. 

F-71067. 

. .  533-537  W.  48th  st.,  Man. 

294-25-A. . . 

. F.D.  .. 

L.  C.  26482. 
.?62  Stanhope  st.,  Bklyn. 

- * - 1 - - - - - 

293-25-A. . . 

. F.D.  .. 

L.  C.  88215. 

. .  506  W.  Broadway,  Man. 

- - - 1 - u_h - - 

292-25-BZ. . 

. B.B.M. 

F-71840. 

. .  2621-2631  Aqueduct  ave.,  Bx. 

291-2'5-BZ.. . 

. B.B.M.  . 

N.  B.  335-1925. 

.  .  238-244  E.  54th  st.,  Man. 

—  .  .<  4  | 

290-25 -S. .  . . 

. B.B.M.  . 

Alt.  278-1925. 

. .  442-450  W.  31st  st.,  Man. 

• - * — *— +— i 

289-25-BZ.. 

. B.B.B.  . 

Alt.  2649-1924. 

.  553-559  11th  st.,  Bklyn. 

-  ■  4  — «—  . 

288-25-BZ. . . 

....B.B.M.  . 

Applic.  2566-1925. 

.  184-190  Dyckman  st.,  Man. 

287-25-BZ. . . 

....B.B.B.  . 

N.  B.  370-1925. 
..9116-9118  191st  st.,  Hollis,  Q. 

286-25-BZ. . . 

....B.B.M.  . 

Applic.  1707-1925. 

.  2526-2530  Amst.  ave.,  Man. 

285-25-A _ 

....B.B.B.  . 

N.  B.  132-1925. 
..523-545  Fulton  st.,  Bklyn. 

564-19- BZ. . . 

Applic.  3008. 

Restored  to  Calendar. 

....B.B.M.  ..4023-4039  Broadway,  Man. 

621-24-BZ. .  . 

•  ...B.B.M.  . 

N.  B.  179-1919. 
.234-240  E.  54th  st.,  Man. 

698-22-BZ. . . 

....F.D.  ... 

N.  B.  262-1924. 

•  57  Evelyn  pl„  Bx.  C-10188. 

F.D . 

CODE. 

B.B.Bx . 

B.B.M . 

B.B.Q . 

B.B.R  . 

T.H.D.  . .  . 

CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  March  24,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

997-24-BZ. 

APPLICANT— William  F.  Doyle,  for  D.  Coppersmith, 


PREMISES— (112-144  East  98th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  parth 
in  a  residence  district  the  erection  and  mainte' 
nance  of  a  garage  for  the  storage  of  more  that 
five  (5)  motor  vehicles. 

82-25-BZ. 

APPLICANT — George  McCauslan,  owner. 

PREMISES— Northwest  corner  Bronx  ‘boulevard  and  Eas- 
219th  street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main 
tenance  of  a  gasoline  selling  station. 


owner. 


BOARD  OF  APPEALS 

Tuesday,  March  24,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

136 1  -24-A  450-458  West  34th  street,  Manhattan. 

1507-24-A — 405-411  East  4th  street,  Manhattan. 

1196-24-A — 407-413  West  28th  street,  Manhattan. 

4-25- A — 52-54  William  street,  Manhattan. 

58-25-A  North  side  of  North  Jane  street,  from  Rad 
to  Prospect  streets,  L.  I.  City,  Queens. 

9-25-A— 450-460  West  15th  street,  461-469  West  14 
street  and  58-76  Tenth  avenue,  Manhatta 

54-25- A  248-254  West  60th  street  and  549-555  West  59 
street,  Manhattan, 

78- 25-A — 411-417  Rodney  street,  Brooklyn. 

79- 25-A  6-16  West  16th  street  and  7-23  West  15th  stre< 

Manhattan. 

1465-24-A— 128-38  Mott  street,  Manhattan. 

1401-24-A  6701  Ridge  boulevard,  Brooklyn. 

Under  the  Building  Zone  Resolution 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  apnea 

of  a  public  hearing  under  the  provisions  of  the  building  zoi 

resolution,  Tuesday  morning,  March  24,  1925,  at  10  o'clocl 

in  room  1013,  Municipal  Building,  on  the  following  Wter' 

cal.  no.  13  i9-24-BZ— Application,  November  20,  1924,  undi 
the  building  zone  resolution,  of  Benj; 
min  R.  Leinhardt,  applicant,  on  beha 
of  Estate  of  Elizabeth  Fischer,  owne 
to  permit  in  a  business  district  (prev 
ously  denied  by  the  board)  the  erectic 
and  maintenance  of  a  garage  for  tl 
storage  of  more  than  five  (5)  motr 
vehicles;  premises  50-60  Pennsvlvan; 
avenue,  Brooklyn. 

cal.  no.  1494-24-BZ— -Application,  December  20,  1924,  unde 
the  building  zone  resolution,  of  Lee 
pold  Phillipp,  applicant,  on  behalf  of  13 
West  100th  Street  Corp.,  owner,  to  pei 
mij  in  ?  business  district  the  erectio 
and  maintenance  of  a  garage  for  th 
storage  of  more  than  five  (5)  moto 
vehicles;  premises  133-135  West  lOOt 
street,  Manhattan. 

cal.  no.  4  528-24-BZ — Application,  December  29,  1924.  unde 
the  building  zone  resolution,  of  Wil 
ham  F.  Doyle,  applicant,  on  behalf  o 
Reap.  Construction  Company,  owner,  t 
permit  in  a  business  district  the  erec 
tion  and  maintenance  of  a  garage  fo 
the  storage  of  more  than  five  (5)  mo 
tor  vehicles;  premises  2847-2857  Wes 
21st  street.  Brooklyn. 

cal.  no.  16-25-BZ— Application,  January  6,  1924,  under  th. 

building  zone  resolution,  of  John  D. 
Hart,  applicant,  on  behalf  of  Wadbii 
Realty  Co.,  Inc.,  owner,  to  permit  th. 
extension,  from  an  unrestricted  distric 
into  a  business  district,  of  a  proposec 
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garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1204- 
1212  Webster  avenue,  southeast  corner 
of  East  168th  street,  The  Bronx. 

al.  no.  29-25-BZ— Application,  January  9,  1925,  under  the 
building  zone  resolution,  of  William 
Shary,  architect,  on  behalf  of  Fidelio 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles  and 
also  the  omission  of  a  rear  yard  as  re¬ 
quired  by  the  building  zone  resolution , 
premises  511-515  East  80th  street,  Man¬ 
hattan. 

;al.  no.  675-19-BZ— Application,  June  24,  1924,  under  the 
building  zone  resolution,  of  Szerlip  and 
Szerlip,  applicants,  on  behalf  of  Otto 
Heepe,  owner,  previously  denied,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage,  space  in  which  is 
rented  to  persons  not  residing  on  the 
premises;  premises  325-32 <  16th  street, 
Brooklyn. 

cal  no.  1482-24-BZ — Application,  December  17,  1924  under 
the  building  zone  resolution,  of  Louis 
A.  Sheinart,  architect,  on  behalf  of 
Adelheen  Realty  Cprp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  204-208  East  97th  street,  Man¬ 
hattan. 

cal.  no.  1393-24-BZ — Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 

cal.  no.  892-24 -BZ— Application,  July  3, .  1924,  under  the 
building  zone  resolution,  of  John  L. 
Murphy,  applicant  and  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles, 
premises,  1356  St.  Mark  s  avenue, 
Brooklyn. 

CAL.  NO.  1394-24-BZ — Application,  November  24,  192tt  undelj 
the  building  zone  resolution,  of  Edward 
P  Doyle,  applicant,  on  behalf  of  New 
York  Consolidated  R.  R.  Co.  and  New 
York  Rapid  Transit  Corp.,  owners,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  sell- 
ng  station;  premises  464  Flatbush  ave¬ 
nue,  Brooklyn. 

cal.  no.  27-25-BZ— Application,  January  8,  1925  under  the 
building  zone  resolutoin,  of  William  1*. 
Doyle,  applicant,  on  behalf  of  Efficient 
Building  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  Jerome  avenue, 
200  ft.  north  of  Clifford  place,  The 
Bronx. 

cal.  no.  200-25-BZ — Application,  February  18,  1925,  under 
the  building  zone  resolution,  of  William 
H.  Gompert,  applicant,  on  behalf  of 


Board  of  Education,  City  of  New  York, 
owner,  to  permit  in  an  “F”  area  dis¬ 
trict,  also  in  a  residence  district,  the 
erection  and  maintenance  of  a  public 
school  nearer  than  fifteen  (15)  feet 
from  the  street  line,  contrary  to  section 
16,  subdivision  A,  of  the  building  zone 
resolution;  premises  134-01  to  134-19 
Cronston  avenue,  Belle  Harbor,  Bor¬ 
ough  of  Queens. 

cal.  no.  1415-24-BZ — Application,  December  1,  1924,  under 
the  building  zone  resolution,  of  John  E. 
Kerby,  applicant,  on  behalf  of  Harry 
Abramowitz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  608  Westchester  avenue, 
southwest  corner  of  Cauldwell  avenue, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  March  24,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

385-24-S — 2268  Second  avenue,  Manhattan. 

982-24-S — 614-618  West  131st  street,  Manhattan. 

1484-24-S — 76  West  Houston  street,  Manhattan. 

1493-24-S — 30  East  9th  street,  Manhattan. 

1520-24-S— -125-127  West  42nd  street,  Manhattan. 

1454-24-S— 35-37  Ann  street  and  104-108  Nassau  street, 
Manhattan. 

46-25-S — 16  Horatio  street,  Manhattan. 

53-25-S — 209  West  34th  street,  Manhattan. 

55-25-iS — 623  Broadway,  Manhattan. 

70-25-S — 9  Van  Brunt  street,  Brooklyn. 

73-25-S— 533  Greenwich  street  and  99-101  Van  Dam  street, 
Manhattan. 

75-25-S — 128-136  West  31st  street  and  12-133  West  30th 
street,  Manhattan. 

18-25-S — 12  East  56th  street,  Manhattan. 

25-25-S — 35-37  Ormond  place,  Brooklyn. 

90-25-S — 5  East  19th  street,  Manhattan. 

111-25-S — 260-262  West  41st  street,  Manhattan. 

113-25-S — 51  Vesey  street,  Manhattan. 

118-25-S — 225-241  West  34th  street  and  234-238  West  35th 
street,  Manhattan. 

1495-24-S — 45  Maiden  lane,  Manhattan. 

28-25-S — 17  East  54th  street,  Manhattan. 

42-25-S— 349-351  West  26th  street,  Manhattan. 

Appliances  Submitted  for  Approval. 

1395-24 -S A — Deming  Power  Rotary  Force  Pump,  approval 

of. 

154-25-SA — Edwards  Solenoid  Type  Bell,  approval  of. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Friday,  March  27,  1925,  at  10  a.  .in. 

Appeal  from  Administrative  Order. 
1002-24-A — 401-417  Seventh  avenue,  Manhattan. 


) 
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Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Friday  morning,  March  27,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1369-24-BZ — Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution ;  premises 
northwest  corner  182nd  street  and 
Folin  street,  The  Bronx. 

CAL.  no.  1298-23-iBZ— Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  3200  Villa 
avenue,  The  Bronx. 

cal.  no.  1007-24-BZ — Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  R. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

CAL.  no.  378-24-BZ — Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 

cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  .495-499  East  171st  street,  The 
Bronx. 


cal.  no.  812-24-BZ — Application,  June  17,  1924,  under  tl 
building  zone  resolution,  of  John 
Dunnigan,  applicant,  on  behalf  of  Sadi 
Corn,  owner,  to  permit  in  a  res 
dence  district  the  alteration  and  exter 
sion  of  a  business  building  which  wa 
erected  under  a  previous  resolution  c 
the  board ;  premises  101-107  West  188t 
street  and  2451-2457  University  avenui 
The  Bronx. 

cal.  no.  1197-23-BZ — Application,  December  23,  1924,  unde 
the  building  zone  resolution,  of  Joh 
J.  Dunnigan,  applicant,  on  behalf  o 
Vivadou  Realty  Co.,  owner,  for 
modification  of  the  resolution  grante 
by  the  board  on  December  14,  1923 
premises  712-748  Southern  boulevarc 
The  Bronx. 

cal.  no.  1367-23-BZ — Application,  December  23,  1924,  unde 
the  building  zone  resolution,  of  John  j 
J.  Dunnigan,  applicant,  on  behalf  o 
B.  R.  Construction  Co.,  owner,  previ 
ouoly  denied,  to  permit  in  a  “B”  are 
district  the  erection  and  maintenance  o 
a  building  occupying  more  than  40  pe 
cent  of  the  rear  yard  area;  premise 
1211-1263  Boynton  avenue,  The  Bronx 

rAL.  no.  1461-24-BZ — Application,  December  11,  1924,  unde 
the  building  zone  resolution,  of  Johi 
Dunnigan,  applicant,  on  behalf  of  Loui 
Koenig,  owner,  to  permit  partly  in  ; 
business  district  and  partly  in  a  resi 
dence  district  extending  from  an  unre 
stricted  district  the  erection  and  main 
tenance  of  a  garage  for  the  storagi 
of  more  than  five  (5)  motor  vehicles 
premises  north  side  of  East  170th  street 
100  ft.  east  of  Fulton  avenue,  Th( 
Bronx.* 

cal.  no.  1156-24-BZ — Application,  September  22,  1924,  undei 
the  building  zone  resolution,  of  Johr 
J.  Dunnigan,  applicant,  on  behalf  oi 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  parti) 
in  a  business  district  the  erection  anc 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve 
hides;  premises  982  Morris  avenue 
northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  1434-24-BZ — Application,  December  4,  1924.  under 
the  building  zone  resolution,  of  John  J 
Dunnigan,  applicant,  on  behalf  of  Ottc 
J.  Schwartzler,  owner,  to  permit  in  a 
business  district  the  alteration  and 
extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  1728-1750  Morris  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


* Correct  location  is  100  ft.  zvcst  of  Fulton  avenue. 

CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  March  31,  1925,  at  2  p.  m. 

Building  Zone  Cases 

1407-24-BZ. 

APPLICANT — McLain  Realty  Company,  owner. 
PREMISES — 6-8  Linden  avenue,  Flushing,  Queens. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 
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PPLLC AN T — lEmery  Roth,  for  232  Madison  Avenue 
Corp.,  owner. 

REIMISES— 232  Madison  avenue  and  15-17  East  37tn 
street,  Manhattan.  . 

0  PERMIT  in  a  business  and  one  and  one-nail  times 
height  district  the  erection  of  the  street  walls  to 
a  height  exceeding  the  limit  required  by  the  build¬ 
ing  zone  resolution. 

PPUCANT— Walter  B.  Wills,  for  Herman  W.  Bruning, 

owner.  _  ,, 

REMISES— 63  and  63J/2  Schaeffer  street,  Brooklyn. 

O  PERMIT  in  a  residence  district  the  alteration  and 
conversion  of  occupancy  front  a  stable  to  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 


621-24-BZ.  „ 

APPLICANT— William  F.  Doyle,  for  Shiber  Realty  Corp., 

owner. 

PREMISES — S34-240  East  54th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  three  story  garage  (previously  granted 
by  the  board  for  two  stories)  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

1421-24-BZ.  ^  rT  ... 

APPLICANT— David  G.  Ludins,  for  Eliot  Place  Holding 
Co.,  Inc.,  owner. 

PREMISES— (Southeast  corner  of  Jerome  avenue  and  Elliot 
place,  The  Bronx.  . 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  busi¬ 
ness  building. 


39-24-BZ.  ,  _  -.r  T7-  t 

PPLI CAN’T — Charles  E.  Anderson,  for  George  V.  rink 

and  L.  F.  Fink,  Inc.,  owner. 

REMISES— 1977  East  22nd  street,  Brooklyn. 

0  PERMIT  in  a  residence  and  “E”  area  district  the  erec- 
tion  and  maintenance  of  a  building  nearer  than 
ten  (10)  feet  from  the  street  line,  contrary  to  sec¬ 
tion  15,  subdivision  (d)  of  the  building  zone  reso¬ 
lution. 


APPLICANT— (Philip  J.  Sinaott,  for  Gilman,  Schlesinger 
Bldg.  Co.,  owner. 

’REMISES — 1896-1898  Arthur  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  and  one  and  one-half  times 
height  district  the  erection  and  maintenance  °f  a 
building  to  'be  used  for  business  purposes  also  the 
erection  of  the  street  wall  to  a  height  exceeding  the 
limit  required  by  the  Building  zone  resolution. 


iSamuel  Rosenblum,  for  Richard  Weber, 


-25-BZ. 

PPLICANT- 
owner. 

REMISES— ‘266-278  Park  circle,  Brooklyn. 

3  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


APPLICANT — 'Murray  Klein,  for  Louis  Marcus,  owner. 

PREMISES — 307-313  Rutledge  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 


APPLICANT— Frederick  J.  Flynn,  for  Adolph  Lewisohn 
&  Sons,  Inc.,  owner. 

PREMISES — 4023-4039  Broadway,  600-618  West  LOtn 
street  and  603-605  West  169th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance  ot 
a  theater  building  (previously  granted  by  the 
board;  such  grant  having  expired  July  11,  1923, 
under  the  time  limit  imposed  in  the  resolution). 


698-22-BZ. 

APPUCANT— Emma  J.  Wright,  owner. 

PREMISES— 57  Evelyn  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  maintenance  ot  a 
garage  for  the  storage  of  five  (5)  pleasure  motor 
vehicles,  three  (3)  spaces  rented  to  persons  not 
residing  on  the  premises  (previously  granted  by 
the  board  for  a  temporary  period  of  two  years). 


BOARD  OF  APPEALS. 

Tuesday,  March  31,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1436-24-A — 2501-5  Grand  Concourse,  The  Bronx. 
669-24-A— 37-39  East  28th  street,  Manhattan. 
1357-24-A — 14  West  40th  street,  Manhattan. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24-A— 43-45  Wooster  street,  Manhattan. 
1247-24-A — 202  Flatbush  avenue,  (Brooklyn. 
1261-24-A — 480  Fulton  street,  Brooklyn. 
1474-24-A— 536-546  West  23rd  street,  Manhattan. 
1515-24-A — 678  East  133rd  street,  The  Bronx. 

72-25-A— 189  Water  street,  Manhattan. 

83-25-A — 491-501  Bushwick  avenue,  Brooklyn. 
99-25-A — 220  Corbin  place,  Brooklyn. 
258-25-A— 278-290  Avenue  C,  Manhattan. 


Under  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  March  31,  1925  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal  no  1438-24-BZ— Application,  December  s,  1924,  under 
the  building  zone  resolution,  ot  Joseph 
M.  Smith,  applicant,  on  behalf  of  Lead¬ 
ing  Auto  Top  Co.,  owner,  to  permit  in 
a  business  district  the  maintenance  of 
a  motor  vehicle  repair  shop;  premises 
605  F'ourth  avenue,  Brooklyn. 


CAL. 


CAL. 


NO. 


NO. 


1439-24-BZ— Application,  December  5,  1924,  under 
the  building  zone  resolution,  of  Joseph 
M.  Smith,  applicant,  on  behalf  of  ptto 
&  Stanley,  Inc.,  lessee,  to  permit  in  a 
business  district  the  maintenance  of  a 
motor  vehicle  repair  shop;  premises  389- 
91  Fourth  avenue,  southeast  corner  of 
6th  street,  Brooklyn. 

1232-24-BZ — Application,  October  16,  1924,  under 
the  building  zone  resolution,  of  B°n* 
W.  Dorfman,  architect,  on  behalf  of 
Louis  Bergstein,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  Linden  street, 
95  ft/north  of  Central  avenue,  Brook¬ 
lyn. 
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CAL.  NO.  21-25-BZ— Application,  January  8,  1925,  under  the 
building-  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Watkins 
Garage  Realty  Co.,  Inc.,  owner,  to 
permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  district, 
of  a  proposed  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  50-54  144th  street  and  69  West 
143rd  street,  Manhattan. 

cal.  no.  23-25-BZ— Application,  January  8,  1925,  under  the 
building  zone  resolution,  of  F.  W.  Rinn, 
architect,  on  behalf  of  Hobson  Realty 
Company,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2161  Jerome  avenue,  north¬ 
west  corner  of  West  181st  street,  The 
Bronx. 

cal.  no.  57-25-BZ — Application,  January  13,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Bres- 
lauer  Construction  Co.,  Inc.,  owner,  to 
permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  dis¬ 
trict,  of  a  proposed  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  1933-1935  Cedar  ave¬ 
nue,  The  Bronx. 

cal.  no.  81-25-BZ— Application,  January  20,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and  own¬ 
er,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  an  exten¬ 
sion  to  a  telephone  exchange  building; 
premises  10  Marc  place,  Astoria,  Bor¬ 
ough  of  Queens. 

cal.  no.  1021-24-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Polk  Construction  Co.,  Inc.,  owner,  pre¬ 
viously  denied,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  88  Jackson  avenue,  Jackson 
Heights,  Borough  of  Queens. 

cal.  no.  465-23-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Amanda  B.  Manee,  owner,  previously 
withdrawn,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  east 
side  of  River  avenue,  100  ft.  south  of 
East  167th  street,  The  Bronx. 

cal.  no.  5-25-BZ— Application,  January  2,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Irville 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  northwest  corner  of  Cortel- 
you  road  and  Gravesend  avenue,  Brook¬ 
lyn. 

CAL.  NO.  1204-24-BZ— Application,  October  7,  1924,  under 
the  building  zone  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 


and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1716-1728  Fulton 
street,  Brooklyn. 

CAL.  NO.  1066-24-BZ— Application,  August  25,  1924,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  applicant,  on  behalf  of  George  F. 
and  Howard  J.  Riley,  owners,  to  per¬ 
mit  in  a  residence  district  the  mainte¬ 
nance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises;  premises  3507 
Newkirk  avenue  and  595  East  35th 
street,  Brooklyn. 

cal.  no.  1480-24-BZ— Application,  December  16,  1924,  under 
the  building  zone  resolution,  of  Emil 
Guterman,  applicant,  on  behalf  of  Paola 
Gerardi,  owner,  to  permit  ,in  a  busi¬ 
ness  district  the  alteration  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  105-107  Jackson  street,  Brook¬ 
lyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  March  31,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 
1307-24-A— 292  Chauncey  street,  Astoria,  Queens. 
1306-24-A— 276-280,  286-288,  294-296.  300,  318-320,  324,  328, 
332,  336,  338-340  Chauncey  street,  Astoria! 
Queens. 

1187-21- A — 640-644  Lenox  avenue,  59-71  West  142nd  street, 
52-58  West  143rd  street,  northeast  corner 
142nd  street  and  Lenox  avenue,  Manhattan. 
1388-24- A — 310  Chauncey  street,  Astoria,  Queens. 

1167-24- A— East  side  Zerega  avenue,  between  Chatterton 
and  Blackrock  avenues,  The  Bronx 
1447-24-A— 8746  123rd  street,  Richmond  Hill,  Queens. 
1496-24-A  205-207  West  33rd  street,  Manhattan. 

1402-24-A — 1775  Broadway,  Manhattan. 

1510-24-A — 1038  Ocean  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  March  31,  1925,  at 
2  o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1038-24-BZ — Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn. 

cal.  no.  1450-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  George 
L.  Donnellan,  applicant,  on  behalf  of 
Louis  Hart,  owner,  to  permit  in  a  resi¬ 
dence  district  the  change  of  occupancy 
from  a  residence  use  to  an  undertak¬ 
ing  business;  premises  67  West  130th 
street,  Manhattan. 
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no.  1400-23-BZ— Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Turin  Garage  and  Supply  Co.,  Inc., 
owner,  previously  withdrawn,  to  permit 
in  a  residence  district  the  alteration 
and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  55  West  93rd 
street,  Manhattan. 

l.  972-24-BZ — Application,  February  17,  1925,  under  the 
building  zone  resolution,  of  Deiches, 
Goldwater  &  Flynn,  applicants,  on  be¬ 
half  of  Edward  R.  and  Edward  L. 
Finch,  trustees  for  A.  R.  Finch,  owner, 
previously  denied,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1273  Cromwell  avenue,  The 
Bronx. 

l.  no.  1428-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Zivie 
Bender,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1223- 
1229  Intervale  avenue,  The  Bronx. 

VL.  NO.  76-25-BZ — Application,  January  19,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  The 
Barre  Realties,  Inc.,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  968-972  Fulton  street,  Brook¬ 
lyn. 

al  no  1485-24- BZ — Application,  December  18,  1924,  under 
the  building  zone  resolution,  of  J  ohn  J . 
Dunnigan,  applicant,  on  behalf  of 
Joseph  Diamond  Construction  Co., 
owner,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  build¬ 
ing  to  be  used  for  business  purposes 
on  the  first  story,  premises  1997  Bryant 
avenue,  northwest  corner  of  East  178th 
street,  The  Bronx. 

•AL  no.  1530-24-BZ— Application,  December  29,  1924  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Boris 
Nalven  and  Max  Natevky,  owners,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  225-235  Pennsyl¬ 
vania  avenue,  northeast  corner*  of  Pit¬ 
kin  avenue,  Brooklyn. 

CAL.  NO.  402-24-BZ — Application,  March  18,  1924,  und«r  fhe 
building  zone  resolution,  of  Charles  H. 
Mohr,  applicant,  on  behalf  of  Mohr- 
Steiber  Holding  Co.,  Inc.,  owner,  to 
permit  in  a  business  district  the  main¬ 
tenance  of  the  use  as  iron  works  on 
the  first  story  and  in  the  cellar  of  an 
existing  residence  building ;  premises 
449  West  46th  street,  Manhattan. 

cal.  no.  44-25-BZ — .Application,  January  12  under  the 

building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  district 
extending  from  a  business  district  the 
alteration  and  extension  in  height  and 
area  of  a  telephone  exchange  building ; 


premises  4101-4111  Fourteenth  avenue, 
southeast  corner  of  41st  street,  Brook- 
lyn. 

CAL.  no.  1098-24-BZ— Application,  September  4,  1924  under 
the  building  zone  resolution,  of  Walter 
S.  Beaver,  applicant,  on  behalf  of  Will¬ 
iam  and  Lena  Schwartzberg,  owners,  to 
permit  in  a  business  district  the  change 
of  occupancy  from  a  garage  for  the 
storage  of  five  (5)  motor  vehicles  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  458 
Leonard  street,  southeast  corner  of 
Manhattan  avenue,  Brooklyn. 

cal.  no.  165-25-BZ — Application,  February  9,  1925  under 
the  building  zone  resolution,  of  W  uliam 
F.  Doyle,  applicant,  on  behalf  of  Mor¬ 
ris  White  Holding  Corp.,  owner,  to 
permit  in  a  residence  district  the.  erec¬ 
tion  and  maintenance  of  a  residence 
building,  part  of  first  story  to  be  used 
for  store  purposes;  premises  297-303 
Lexington  avenue  and  133-139  East 
37th  street,  Manhattan. 


William  E.  Walsh,  Chairman. 


331-24-A 

16-24-A 

100-25-A- 

101- 25-A 

102- 25-A 

104- 25-A- 

105- 25-A 

106- 25-A 

107- 25-A 

108- 25-A 

109- 25-A 
117-25-A 


BOARD  OF  APPEALS. 

Tuesday,  April  7,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

—508-534  West  212th  street,  Manhattan. 

. — 1342  Park  avenue,  Manhattan. 

-West  side  of  Spuyten  Duyvil,  104.14  ft.  north  of 
West  231st  street,  The  Bronx. 

, — 727  Avenue  L,  Brooklyn. 

. — 2597  Grand  Concourse,  The  Bronx. 

L— 12  Smart  street,  Flushing,  Queens. 

— 128  Maple  avenue,  Flushing,  Queens. 

.East  side  of  West  drive,  155  ft.  north  of  Ardsley 
road,  Douglaston,  Queens. 

.—155  Beach  148th  street,  Neponsit,  Queens. 

— 960  Boulevard,  Long  Island  City,  Queens. 

. — 21  Luydig  place,  Corona,  Queens. 

— 119  Fourth  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  April  7,  1925,  at  10  o  clock, 
in  Room  1013,  Municipal  Building,  on  the  following  matters . 

cal  no.  1432-24-BZ — Application,  December  4,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Chas. 
E.  Manierre,  owner,  to  permit  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  421-429  West  209th  street  and 
420-428  West  210th  street,  Manhattan. 
CAL  no  1180-24-BZ— Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Two  Hundred  and  Fifty-seven 
Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  1  Vi  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution ; 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street, 
Manhattan. 
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CAL.  NO.  45-25-BZ— Application,  January  12,  1925,  under  the 
building  zone  resolution,  of  Victor 
C.  Farrar,  architect,  on  ibehalf  of  40th 
Street  and  Park  Avenue,  Inc.,  owner, 
to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  office  purposes ;  premises 
90-98  Park  avenue  and  38-40  East  40th 
street,  Manhattan. 

cal.  no.  56-25-BZ— Application,  January  13,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Jacob 
O.  Pederson,  owner,  to  permit  the  ex¬ 
tension  from  an  unrestricted  district 
into  a  residence  district,  of  a  proposed 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles ;  and  also  its 
location  within  200  ft.  of  a  hospital; 
premises  1895  Inwood  avenue,  The 
Bronx. 

cal.  no.  59-25-BZ — Application,  January  15,  192,5,  under  the 
building  zone  resolution,  of  Lawrence 
J.  Frank,  applicant,  on  behalf  of  Solo¬ 
mon  Goldstein,  owner,  to  permit  in  a 
business  district  the  erection  of  addi¬ 
tional  buildings  and  the  extension  of 
the  use  of  an  existing  stone  or  monu¬ 
mental  works ;  premises  northwest  cor¬ 
ner  of  Sutter  avenue  and  Pitkin  ave¬ 
nue,  Woodhaven,  Borough  of  Queens. 

cal.  no.  74-25-BZ — Application,  January  19,  1925,  under  the 
building  zone  resolution,  of  Anthony 
D.  Rasso,  applicant,  on  behalf  of  Dora- 
enick  Rasso,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  business  building;  premises 
549  17th  street,  Brooklyn. 

cal.  no.  1504-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Smith 
&  Scutt  Co.,  Inc.,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Bergen  avenue, 
317.47  ft.  north  of  Jamaica  avenue  (Ful¬ 
ton  street),  Jamaica,  Borough  of 
Queens. 

cal.  no.  1252-24-BZ — Application,  October  22,  1924,  under 
the  building  zone  resolution,  of  Morris 
Perlstein,  architect,  on  behalf  of  Rite- 
built  Realty  Corp.,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  cf  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  northwest  corner  of 
Forest  avenue  and  Linden  street, 
Ridgewood,  Borough  of  Queens. 

CAL.  no.  1268-24-BZ— .Application,  October  25,  1924,  under 
the  building  zcne  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Will¬ 
iam  IT.  Seaich,  owner,  to  permit  in  a 
business  district  the  conversion  of  oc¬ 
cupancy  from  storage  purposes  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles  ;  premises  142- 
156  East  31st  street,  Manhattan. 

CAL.  NO.  1290-24-BZ — Application,  October  30,  1924,  under 
the  building  zone  resolution,  of  Louis 
Nathanson,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  extending 
from  a  business  district  the  erection 
and  maintenance  of  five  (5)  attached 
residence  buildings  to  be  used  for  store 


purposes  on  first  story ;  premises  1921- 
1927-1931  Neck  road,  Brooklyn. 
cal.  no.  1518-24-BZ— Application,  December  26,  1924,  under 
the  building  zone  resolution,  of  Henry 
J.  Nurick,  architect  and  engineer,  on 
behalf  of  Michael  Bonuzo,  owner,  to 
permit  in  a  residence  district  extending 
from  a  business  district  the  alteration 
and  conversion  of  a  private  garage  to 
be  used  for  store  purposes ;  premises 
1-11  East  32nd  street,  southeast  corner 
of  Church  avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 

BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  April  7,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1354-24-S — il9-2il  East  55th  street,  Manhattan. 

47-25-S — 65  Fulton  street,  Manhattan. 

126-2 5-S — 14  East  55th  street,  Manhattan. 

1102-24-S  251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

1332-24-S — 101-103  West  42nd  street  and  737-745  Sixth 
avenue,  Manhattan. 

1501-24-S — 12-16  East  14th  street,  Manhattan. 

80425 -S — 23  West  56th  street,  Manhattan. 

135-25-S — 3  Maiden  Lane,  Manhattan. 

140-25-S — .470-472  Seventh  avenue,  Manhattan. 

27 9 -25 -S — 587  Fifth  avenue,  Manhattan' 

Rule. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 

BOARD  OF  APPEALS. 

Tuesday,  April  14,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A — .126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

904-24-A — 235-239  West  23rd  street,  Manhattan. 

1069-24- A — 1227-231  East  22nd  street,  Manhattan. 
1376-24-A — 2920-2940  Broadway,  Manhattan. 

1498-24- A — 51  West  3rd  street,  Manhattan. 

1535-24-A — '169-195  West  street,  Brooklyn. 

1540-24-A — 472-482  Knickerbocker  avenue  and  230-242 
Bleecker  street,  Brooklyn. 

1119-22-A — 237  St.  Nicholas  avenue,  Brooklyn. 

1375 -24- Aj — 2920- 2940  Broadway,  Manhattan. 

1378-24-A — 2920-2940  Broadway,  Manhattan. 

40-25- A  Spuyten  Dtiyvil  Parkway  and  227th  street.  The 
Bronx. 


Under  the  Building  Zone  Resolution 
NOTICE,  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution  Tuesday  morning,  April  14,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  1532-24-BZ — Application,  December  29,  1924,  under 
the  building  zone  resolution,  of  Moore 
and  Landsiedel,  architects,  on  behalf  of 
Adele  Santini,  owner,  to  permit  in  a 
residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for 
business  purposes;  premises  east  side  of 
Jerome  avenue,  100  feet  south  of  East 
190th  street,  The  Bronx. 
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cax.  no.  98-25-BZ — Application,  January  23,  1925,  under 
the  building  zone  resolution,  of  John 
DeHart,  applicant,  on  behalf  of  Knick¬ 
erbocker  Ice  Co.,  owner,  to  permit  in 
a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  305-313  West  67th 
street  and  308  West  68th  street,  Man¬ 
hattan. 

cal.  no.  305-24-BZ— Application,  March  3,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of 
Emanuel  Strauss,  owner,  previously 
denied,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict,  and  also  in  a  “B”  area  district, 
the  conversion  of  occupancy  from  a  five 
(5)  car  garage  and  storage  use  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1139 
Ogden  avenue.  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  April  14,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

4&-25-A — 65  Fulton  street,  Manhattan. 

121-25-A — ‘230  Corbin  place,  Brooklyn. 

122h25-A — 57  East  72nd  street,  Manhattan. 

123- 25-A — 132  West  74th  street,  Manhattan. 

124- 25-A — 13  Van  Dam  street,  Manhattan. 

125- 25- A — -West  side  of  Malba  drive,  intersection  of 

Fourth  avenue,  Malba,  Queens. 

128-25-A — 379-385  De  Kalb  avenue,  Brooklyn. 

131-25-A — 900  Metropolitan  avenue,  Brooklyn. 


71-25-A — 61-83  Fulton  street  and  53-57  Gold  street,  Man¬ 
hattan. 

96-25-A — 78-88  Prince  street,  Brooklyn. 


BOARD  OF  APPEALS. 

Tuesday,  April  21,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

136- 25-A — Northwest  corner  of  Woodhaven  avenue  and 

Ridgewood  avenue,  Woodhaven,  Queens 

137- 25- A — 95  Buckingham  road,  Brooklyn. 

138- 25-A— Foot  of  Amity  and  Congress  streets,  Brooklyn 

139- 25- A — 48-56  Hamilton  avenue,  Brooklyn. 

160- 25- A — 1225  West  254th  street,  The  Bronx. 

161- 25- A — Northeast  corner  of  Shore  road  and  96th  street, 

Brooklyn. 

162- 25- A- — ‘Northeast  corner  of  Waldo  avenue  and  Living¬ 

ston  avenue,  The  Bronx. 

168-25- A — 57-59  Second  avenue,  Manhattan. 

176-25-A — 642  West  57th  street,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  April  28,  1925,  at  10  a.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  April  28,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  matters : 
cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valbalia  Corporation,  owner,  t  s  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


MINUT 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  MARCH  17,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison,  Holland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of  ap¬ 
peals,  held  on  Tuesday  morning,  March  10,  1925,  were  ap¬ 
proved  as  printed  in  the  Bulletin,  No.  11,  Vol.  X. 

- 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
222-25-A. 

APPELLANT — Springsteen  &  Goldhammer,  for  Harry 
Alperstein,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 153-1 55  West  72nd  street,  Man¬ 
hattan. 

APPEARANCES — -None. 

P  ACTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Withdrawn. 

THE  VOTE  TO  WITHDRAW — ■ 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison,  Holland  and  Connell  -  6 

Negative  .  0 

Absent :  Fire  Chief  Kenlon  .  1 


91-25- A. 

APPELLANT — Tebo  Yacht  Basin  Company,  owner. 


SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 738-744  Third  avenue,  front, 
and  702-744  Third  avenue,  extreme  rear.  Brook¬ 
lyn. 

APPEARANCES — None. 

ACTION  OF  BOARD— Chairman  read  request  to  with¬ 
draw.  Withdrawn. 

THE  VOTE  TO  WITHDRAW — * 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland  and  Connell  ....  6 

Negative  .  ® 

Absent:  Fire  Chief  Kenlon  .  1 


APPELLANT— ‘Charles  N.  Whinston,  for  Max  B.  Seltzer, 
lessee. 

SUEJECT— Appeal  from  decision  of  superintendent  of 

buildings. 

PREMISES  AFFECTED— 564  State  street,  Brooklyn. 

APPEARANCES— 

For  Appellant :  Charles  N.  Whinston. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT — 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison.  Connell.  Holland  and  Fire 

Chief  Kenlon  .  1 

Absent  .  c 
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THiE  RESOLUTION: 

(2- 25 -A) 

Whereas,  Charles  N.  Whinston,  for  Ed.  Dolthin,  owner, 
filed,  January  2,  1925,  an  appeal,  with  the  board  of  appeals, 
from  a  decision  of  the  superintendent  of  buildings,  affect¬ 
ing  premises  564  State  street,  Brooklyn;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  27,  1924,  in  acting  on  Application  No. 
25016,  reads  : 

“1.  Original  permit  was  granted  on  condition  that 
this  stairway  will  be  provided.  Omitting  this  stairway 
is  therefore  not  permitted.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  40  ft.  by  70  ft.  (irregular)  in  area ;  separated  into 
two  sections  by  a  partition  wall  with  horizontal  openings 
therein  on  each  story.  OCCUPIED  :  1st  story,  store  and 
restaurant,  75  persons;  2nd  story,  store  and  dance  hall, 
50  persons,  and  dwellings  above ;  and 

Whereas,  appellant  proposes  to  omit  the  stairway  (shown 
upon  the  plans),  extending  from- the  1st  to  the  top  story, 
and  to  provide,  in  lieu  thereof,  horizontal  openings  on  each 
story,  leading  to  the  stairway  in  the  easterly  section  of  the 
premises,  and  further  proposes  to  provide  an  additional  exit 
from  the  rear  of  the  restaurant  on  the  1st  story  by  means 
of  a  door  leading  to  the  yard  of  the  premises  to  the  rear. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  appeal  be  and  it 
hereby  is  denied. 


8-25-A. 

APPELLANT — E.  P.  Keniston,  for  31st  Street  &  4th  Ave¬ 
nue  Realty  Corp.,  owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECT  ED — >1 07  East  31st  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD' — Appeal  dismissed  on  report  of  in¬ 
spector  of  fire  prevention  bureau. 

THE  VOTE  TO  DISMISS— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy. 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 

Chief  Kenlon  . 

Negative  .  0 

Absent  .  .  < 

THE  RESOLUTION:  . 

(8-25-A) 

Whereas,  F.  P.  Keniston,  for  31st  Street  and  4th  Ave¬ 
nue  Realty  Corp.,  owner,  filed,  January  5,  1925,  an  appeal 
with  the  board  of  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  107  East  31st  street,  Manhat¬ 
tan;  and  f 

Whereas,  the  order  of  the  fire  commissioner,  No  70478- 
F,  dated  December  30,  1924,  reads: 

I,  Thomas  J.  Drennan,  Fire  Commissioner,  of  the 
City  of  New  York,,  hereby  certify  that  the  conditions 
existing  in  the  premises  known  as  number  107  East  31st 
Street,  Borough  of  Manhattan.  City  of  New  York,  are 
eminently  dangerous  to  life:  that  an  emergencv  exists 
requiring  that  the  said  building  be  vacated.  You  are 
hereby  ordered  to  vacate  the  said  premises  bv  noon  on 
the  3 1st  day  of  December,  1924  ”  • 

and 

Whereas  the  building  is  non-fireproof,  five  stories  in 
height,  22  ft.  by  99  ft.  8  in.  in  area.  OCCUPIED-  1st 
story,  store :  upper  stories,  offices,  showrooms  and  manu- 
tacturmg,  37  persons  above  the  1st  story ;  and 

\  hereas,  appellant  proposes  to  provide  adequate  exits 
and  also  to  reduce  the  occunancv  of  the  premises ;  and 
Whereas,  on  report  of  the  inspector  of  the  fire  nreven- 
tion  bureau,  that  the  order  had  been  complied  with,  the 
board  deemed  that  the  appeal  should  be  dismissed 
Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 


12-25-A. 

APPELLANT — Samuel  Rosenblum,  for  Frank  Giove,  les¬ 
see. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — '86-88  Cherry  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 


Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  q 


THE  RESOLUTION: 

(12-25-A) 

Whereas,  Samuel  Rosenblum,  for  Frank  Giove,  lessee, 
filed,  January  5,  1925,  an  appeal,  with  the  board  of  appeals, 
from  an  order  of  the  fire  commissioner,  affecting  premises 
86-88  Cherry  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  25726- 
LC,  dated  September  27,  1924,  reads : 

“1.  Reduce  the  quantity  of  combustible  fibre  to  one 
ton  for  the  reason  that  the  Fire  Commissioner  con¬ 
siders  the  storage  of  combustible  fibre  in  these  prem¬ 
ises  unduly  hazardous.” ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
attic  in  height,  34  ft.  by  100  ft.  in  area ;  divided  into  three 
sections  by  a  fore  and  aft  wall  and  also  by  a  cross  wall  above 
the  1st  story.  OCCUPIED:  1st  story  and  2nd  story,  rear, 
junk  shop,  also  for  the  sorting  and  packing  of  waste  paper, 
5  persons  ;  upper  stories,  dwellings  ;  and 

Whereas,  appellant  contends  that  permits  for  the  storage 
of  15  tons  of  paper  have  been  issued  since  1920  and  that 
there  are  water  pails  distributed  throughout  the  premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  ceiling,  side  walls  and  parti¬ 
tions,  also  stair  hall  partition  enclosures  on  1st  story,  shall 
be  fire-retarded  throughout  with  plaster  boards  and  metal 
in  accordance  with  the  rules  of  the  board  of  standards 
and  appeals:  that  the  entire  quantity  of  paper  stock  on 
premises  shall  be  limited  to  five  (5)  tons,  stored  and  main¬ 
tained  on  1st  story  of  premises,  not  more  than  one  ton 
of  which  shall  be  of  loose  paper  and  that  sufficient  water 
pails,  painted  red  and  marked  “FIRE,”  shall  be  maintained 
and  distributed  on  premises. 


22-25-A. 

APPELLANT — W.  L.  Rouse  and  L.  A.  Goldstone,  for 
Murray  Hill  Offices  Corporation,  owner. 
SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 35-29  East  40th  street  and  279- 
293  Madison  avenue,  Manhattan. 
APPEARANCES— 

For  Appellant:  William  L.  Rouse  and  Edward  A. 
Sears. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 


Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(22-25-A) 

Whereas,  W.  L.  Rouse  and  L.  A.  Goldstone,  for  Murray 
Hill  Offices  Corporation,  owner,  filed,  January  8,  1925,  an 
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appeal,  with  the  board  of  appeals,  from  a  decision  of  the 
fire  commissioner,  affecting  premises  25-29  Last  40th  street 
and  279-293  Madison  avenue,  Manhattan;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  22,  1924,  in  acting  on  N.  B.  Application  No.  2399- 

24,  reads :  ,  .  ,  , 

“15  As  pent  house  is  over  12  ft.  in  height  and  con¬ 
sidered  a  story  as  per  Chapter  5,  Article  20,  Section  426, 
Building  Code,  the  bottom  of_  gravity  tank  must  be 
20  ft.  above  pent  house  roof.”; 

Whereas,  the  building  is  fireproof,  25  stories  in  height, 
150  ft  'by  175  ft.  in  area.  OCCUPIED:  1st  story,  bank; 
upper  stories,  offices,  80  persons  per  story  ;  the  pent  house 
is  22  ft  10  in  high;  OCCUPIED  for  elevator  and  ventilat¬ 
ing  machinery  and  also  as  a  studio;  the  tank  is  looted  over 
the  pent  house  and  is  10  ft.  above  the  roof  thereof ;  and 
Whereas,  appellant  contends  that  the  area  of  the  pent 
house  is  small  (1,600  sq.  ft.),  that  it  is  protected  by  stand¬ 
pipes,  and  to  raise  the  tank  20  ft.  above  the  pent  house  roof 

would  be  a  hardship.  .  .  ,  , 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  an  approved  standpipe  system  shall 
be  installed  throughout  the  premises,  with  sufficient  outlets 
provided  in  the  pent  house,  the  height  of  which  shall  l  be 
not  less  than  5  ft.  6  in.  above  the  main  roof  level  and  that 
there  shall  be  no  open  flame  maintained  or  installed  in  the 

pent  house  story. 

3C-&5-A. 

APPELLANT— 'Cornell  Utilities  Co.,  Inc.,  for  C.  S.  W  in¬ 
ston,  owner.  .  . 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 36  Beverly  road,  Kew  'Gardens, 

Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  William  Porter 

For  Administration:  Inspector  Carroll  of  hre  de¬ 
partment.  ... . 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE _ 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Connell,  Holland  and  Fire  Chief 

Kenlon  .  0 

Negative  .  . 

Absent:  Mr.  Dowd  . 

THE  RESOLUTION: 

(30-25- A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  C.  S.  W  mston, 
owner  filed,  January  9,  1925,  an  appeal,  with  the  board l  of 
anneals  from  a  decision  of  the  fire  commissioner,  affecting 
premise’s  36  Beverly  road,  Kew  Gardens,  Borough  of  Queens; 

^Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  2633-24,  dated  December  26,  1924,  reads: 

“5.  Burner  must  be  of  a  type  approved  by  the  Board 

of  Standards  and  Appeals.” ; 

^Whfreas  the  building  is  non-fireproof,  two  stories  m 
height,  45  ft.  by  26  ft.  in  area;  OCCUPIED  as  a  dwelling, 

and 


Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  540-gallon  fuel  oil  tank,  buried  outside  the 
building,  a  55-gallon  auxiliary  tank,  a  NoKol  burner 
the  necessary  valves  and  piping;  and 

Whereas,  appellant  contends  that  the  mstalla  ion  co 
forms  with  the  fuel  oil  rules  excepting  in  that  the  burner 

is  not  an  approved  burner.  .  .  , 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it .hereby 
is  granted,  only  so  far  as  it  affects  the  burner,  on  condition 
that  the  door  to  fire-box  of  boiler  shall  be  equipped  with  self 
closing  device;  and  that  the  installation  shall  comply  wit 
the  fuel  oil  rules  in  all  other  respects. 


31-25-A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  P.  D.  King, 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 382  Mott  avenue,  The  Bronx. 
APPEARANCES — 

For  Appellant :  William  Porter. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Connell,  Holland  and  hire  Chief 

Kenlon  .  6 

Negative  .  ® 

Absent :  Mr.  Dowd  .  1 

(31-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  P.  D.  King, 
owner,  filed,  January  9,  1925,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  382  Mott  avenue,  The  Bronx;  and 

Whereas,  the  decision  of  the  fire  commissioner,  No.  2264- 
24,  dated  December  19,  1924,  reads : 

“4.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 
and  . 

Whereas,  the  building  is  non-fireproof,  three  stones  in 
height,  17  ft.  by  45  ft.  in  area;  OCCUPIED  as  a  store 
and  dwelling;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  200-gallon  fuel  oil  tank,  a  55-gallon  auxiliary 
tank,  a  NbKol  burner  and  the  necessary  valves  and  piping ; 

and  . 

Whereas,  appellant  contends  that  the  installation  conforms 
with  the  fuel  oil  rules,  excepting  in  that  the  burner  is  not 
an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  door  to  the  fire-box  of  boiler 
shall  be  equipped  with  self-closing  device;  and  that  the 
installation  shall  comply  with  the  fuel  oil  rules  in  all  other 
respects. 

32-25-A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  W.  A.  Trock, 

owner.  .  . 

SUBJECT. — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 8  Grenfell  avenue,  Kew  Gar¬ 
dens,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant :  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment.  , 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Connell,  Holland  and  Fire  Chief 

Kenlon  .  ® 

Negative  .  0 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION : 

(32-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  W.  A.  Trock, 
owner,  filed,  January  9,  1925,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  8  Grenfell  avenue,  Kew  Gardens,  Borough  of 

Queens ;  and  ,  ,  .  _  .  .  . ,  . 

Whereas,  the  decision  of  the  fire  Commissioner,  Alt.  App. 
No  1895-24,  dated  December  17,  1924,  reads: 

“5.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.”; 

^Whereas,  the  building  is  non-fireproof,  two  and  one-half 
stories  in  height,  45  ft.  by  25  ft.  in  area;  OCCUPIED  as 
a  dwelling;  and 
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Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  500-gallon  fuel  oil  tank  buried  outside  the 
building,  a  55-gallon  auxiliary  tank,  a  Viking  pump,  a  No- 
Kol  burner  and  the  necessary  valves  and  piping ;  and 
Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules,  excepting  in  that  the  burner 
is  not  an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  door  to  the  fire-box  of  boiler 
shall  be  equipped  with  self-closing  device;  and  that  the  in¬ 
stallation  shall  comply  with  the  fuel  oil  rules  in  all  other 
respects. 


33-25-A. 

APPELLANT — 'Cornell  Utilities  Co.,  Inc.,  for  A.  D.  Sun¬ 
day,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFEC  TED — 8535  1.12th  street,  Richmond 
Hill,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant :  William  Porter. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Connell.  Holland  and  Fire  Chief 


Kenlon  .  6 

Negative' .  0 

Absent:  Mr.  Dowd  .  i 

THE  RESOLUTION : 


(33-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  A.  D.  Sunday, 
owner,  filed,  January  9,  1925,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of  the  fire  commissoiner,  affect¬ 
ing  premises  8535  112th  street,  Richmond  Hill,  Borough  of 
Queens ;  and, 

Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  2523-24,  dated  December  15,  1924,  reads  : 

“1.  Proposed  method  of  storing  and  using  fuel  is 
not  in  accordance  with  Rules  of  the  Board  of  Standards 
and  Appeals. 

“2.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  frame,  two  stories  in  height, 
17  ft.  by  39  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  55-gallon  fuel  oil  tank,  a  NoKol  burner 
and  the  necessary  valves  and  piping;  and 

Whereas,  appellant  contends  that  the  tank  is  an  auxiliary 
tank ;  that  there  is  no  main  storage  tank  and  that  the  in¬ 
stallation  conforms  with  the  fuel  oil  rules,  excepting  in  that 
the  burner  is  not  an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  1,  only  so  far  as  it  affects  a  single, 
55-gallon  storage  tank;  as  to  Item  2,  on  condition  that  the 
door  of  fire-box  of  boiler  shall  be  equipped  with  a  self¬ 
closing  device;  and  that  the  installation  shall  otherwise 
comply  with,  the  fuel  oil  rules  of  the  board  of  standards 
and  appeals  in  all  other  respects. 


34-25-A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Sarah  Burns 
owner. 


bUoJiiLi'  'Appeal  from  decision  of  fire  commissioner 
PREMISES  AFFECTEIV-231  Beaumont  street  Brookh 
APPEARANCES—  3 


For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 


AC  I  ION  OF  BOARD — Appeal  granted  on  condition. 
CONDI  I  IONS — As  specified  in  resolution. 

THE  VOTE— 


Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Connell,  Holland  and  Fire  Chief 

Kenlon  .  e 

Negative  .  0 

Absent:  Mr.  Dowd  .  i 

THE  RESOLUTION : 

(34-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Sarah  Burns 
owner,  filed,  January  9,  1925,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  231  Beaumont  street,  Brooklyn ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  26,  1924,  in  acting  on  Alteration  Application  No. 
2635-24,  reads : 

“2.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  representative  and  after¬ 
wards  coated  with  a  suitable  rust-resisting  material. 

“4.  Note  on  plan:  ‘Piping  will  be  tested  in  presence 
°f  a  hire  Department  representative.’ 

“7.  Burners  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.”; 

and 


wrtt.Ki.As,  me  Duuaing  is  trame,  two  stories  in  height 
28  ft.  by  44  ft.  in  area;  OCCUPIED  as  a  dwelling;  and  ’ 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  270-gallon  fuel  oil  storage  tank  buried  out¬ 
side  the  premises,  a  55-gallon  auxiliary  tank,  a  NoKol  burner 
and  the  necessary  valves  and  piping;  and 
Whereas,  appellant  contends  that  the  storage  tank  was 
installed  in  accordance  with  the  fuel  oil  rules  of  1922  and 
requests  the  acceptance  of  a  sworn  affidavit  to  the  effect 
that  the  tank  has  undergone  a  shop  test,  and  further  con¬ 
tends  that  the  installation  conforms  with  the  fuel  oil  rules 
in  all  other  respects,  excepting  in  that  the  burner  is  not 
an  approved  burner. 


Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  2,  on  condition  that  certificate  of  fac- 
toi>  test  shall  be  filed  with  the  fire  commissioner;  as  to 
Item  4,  on  condition  that  standard  wrought-iron  piping  shall 
>e  used  in  the  installation ;  as  to  Item  7,  on  condition  that 
the  door  to  fire-box  of  boiler  shall  be  equipped  with  a  self¬ 
closing  device ;  and  that  the  installation  otherwise  shall  com¬ 
ply  with  the  fuel  oil  rules  of  the  board  of  standards  and 
appeals  in  all  other  respects. 


APPELLANT  Cornell  Utilities  Co.,  Inc.,  for  Jacob  Stein* 
berg,  owner. 

n d I r v Ft  c  t?~cT ‘^7777 7 77771  eC  ’ 3 1 on  of  fire  commissioner. 

APPEARANCE^?  50  Bay  23rd  Street’  BrookIyn' 
For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

rnwnrnnF\Tc0iJRD^cPpeal  granted  on  condition. 
CONDIjf^ONS— As  specified  in  resolution. 

I  HE  VOTE — 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Connell,  Holland  and  Fire  Chief 
Kenlon  .  ,  - 

Negative  . 7.7.7!!! .  0 

Absent :  Mr.  Dowd  . 

THE  RESOLUTION:  . 

( 35-25-  \ ) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Jacob  Steinberg, 
owner,  filed  January  9,  1925,  an  appeal,  with  the  board 
o  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  50  Bay  23rd  street,  Brooklyn ;  and 
v\  hereas,  the  decision  of  the  fire  commissioner,  rendered 
December  26,  1924,  in  acting  on  Alteration  Application  No. 
2634-24,  reads : 

4.  Burners  must  be  of  a  type  approved  by  the  Board 
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of  Standards  and  Appeals. 

“6.  Note  on  plan,  tanks  and  piping  will  be  tested 
in  the  presence  of  a  Fire  Department  Representative.”; 

Whereas,  the  building  is  frame,  two  and  one-half  stories 
i  height,  17  ft.  by  45  ft.  in  area;  OCCUPIED  as  a  dwell- 

ig;  and  .  , 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
(insisting  of  a  500-gallon  fuel  oil  tank  buried  outside  the^ 
resmises,  a  55-gallon  auxiliary  tank,  a  NoKol  burner  and 
ie  necessary  valves  and  piping;  and 

Whereas,  applicant  contends  that  the  storage  tank  was 
stalled  in  acocrdance  with  the  fuel  oil  rules  of  1922,  and 
equests  the  acceptance  of  a  sworn  affidavit  to  the  effect 
hat  the  tank  has  undergone  a  shop  test,  and  further  con- 
ends  that  the  installation  conforms  with  the  fuel  oil  rule? 
i  all  other  respects,  excepting  in  that  the  burner  is  not  an 
pproved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  lie 
nd  it  hereby  is  Modified,  and  the  appeal  be  and  it  hereby 
s  granted,  as  to  Item  4,  on  condition  that  door  to  fire-box 
>f  boiler  shall  be  equipped  with  a  self-closing  device;  as  to 
tern  6,  on  condition  that  standard  wrought-iron  piping  shall 
>e  used  throughout  the  installation;  and  that  the  installa- 
ion  otherwise  shall  comply  with  the  fuel  oil  rules  of  the 
>oard  of  standards  and  appeals  in  all  other  respects ;  and 
hat  certificate  of  factory  test  shall  be  filed  with  the  fire 
ornmissioner. 


16-25-A. 

YPPELLANT — •Cornell  Utilities  Co.,  Inc.,  for  George  W. 
Yepsen,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— Northwest  corner  of  Onslow 
place  and  Austin  street,  Kew  Gardens,  Borough  of 
Queens. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — .Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution, 
i  THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Connell,  Holland  and  Fire  Chief 

Kenlon  .  *6 

Negative .  0 

Absent:  Mr.  Dowd  .  I 

THE  RESOLUTION : 

(36-25- A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  George  W.  Yep¬ 
sen,  owner,  filed,  January  9,  1925,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  affect¬ 
ing  premises  northwest  corner  of  Onslow  place  and  Austin 
street,  Kew  Gardens,  Borough  of  Queens  ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
'  December  27,  1924,  reads : 

“5.  Note  on  tank  drawing,  tank  will  be  tested  in 

presence  of  a  Fire  Department  Representative  and  aft¬ 
erwards  coated  with  a  suitable  rust-resisting  material. 

“8.  Note  on  plan  :  ‘Piping  will  be  tested  in  presence 
of  a  Fire  Department  Representative.’ 

“12.  Show  auxiliary  tank  located  at  least  10  ft.  from 
any  fire  or  flame. 

“15.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  frame,  two  and  one-half  stories 
in  height,  35  ft.  by  28  ft.  in  area;  OCCUPIED  as  a  dwell¬ 
ing;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  500-gallon  fuel  oil  storage  tank  buried  out- 
•  side  the  premises,  a  ten  (10)  gallon  auxiliary  tank  (located^ 
within  6  ft.  of  the  burner  flame),  a  NoKol  burner  and  the 
necessary  valves  and  piping ;  and 
Whereas,  appellant  contends  that  the  system  was  installed 


in  accordance  with  the  fuel  oil  rules  of  1922,  which  permit¬ 
ted  the  location  of  the  auxiliary  tank  in  its  present  location, 
and  requests  the  acceptance  of  a  sworn  affidavit  to  the  effect 
that  the  tank  has  undergone  a  shop  test,  and  further  con¬ 
tends  that  otherwise  the  installation  conforms  with  the  fuel 
oil  rules,  excepting  in  that  the  burner  is  not  an  approved 
burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  5,  on  condition  that  an  affidavit  shall 
be  filed  with  the  fire  commissioner,  stipulating  the  use  of 
rust-resisting  material  and  thickness  of  concrete  enclosure 
of  said  tank;  as  to  Item  8,  on  condition  that  standard 
wrought-iron  piping  shall  be  used  throughout  the  installa¬ 
tion  ;  as  to  Item  12,  on  condition  that  the  capacity  of 
auxiliary  tank  shall  not  exceed  ten  (10)  gallons,  locates 
not  less  than  10  ft.  from  the  fire-door  of  boiler;  that  the 
boiler  shall  be  encased  and  covered  throughout  with  asbestos 
covering;  as  to  Item  15,  on  condition  that  the  door  to  fire¬ 
box  of  the  boiler  shall  be  equipped  with  self-closing  device; 
and  that  the  installation  otherwise  shall  comply  with  the 
fuel  oil  rules  of  the  board  of  standards  and  appeals  in 
all  other  respects. 


38-25-A. 

APPELLANT — iRavenswood  Company,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 825  Vernon  avenue,  L.  I.  City, 
Borough  of  Queens. 

APPEARANCES— 

For  Appellant :  Frederick  E.  King  and  Allan  Good- 
sail. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — .Appeal  granted  on  condition. 
CONDITIONS — tAs  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 


Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(38-25-A) 

Whereas,  Ravenswood  Company,  owner,  filed,  January  9, 
1925,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  825  Vernon  ave¬ 
nue,  L.  I.  City,  Borough  of  Queens ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  21,  1923,  reads : 

“Order  No.  2942.3-F: 

“(l)  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2/2  inch  regulation  Fire 
Department  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  enclo¬ 
sure.  Each  outlet  to  be  provided  with  sufficient  feet  of 
2l/2  inch  standard  hose  attached  thereto  *  * 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  irregular,  being  in  dimension  approximately  106  ft. 
by  135  ft.,  and  having  an  area  of  10,900  sq.  ft.  on  the  1st 
story,  9,900  sq.  ft.  on  the  2nd  story  and  8,000  sq.  ft.  on 
the  3rd  story;  OCCUPIED  for  the  manufacture  of  interior 

cabinet  work ;  and  .  . 

Whereas,  appellant  contends  that  the  building  is  equipped 
with  an  automatic  sprinkler  system  (supplied  from  a  50,000 
gallon  tank  elevated  on  a  trestle  outside  the  building)  and 
a  fire  alarm  signal  system,  and  further  contends  that  the 
area  of  only  the  1st  story  of  the  premises  warrants  the  in-, 
stallation  of  the  standpipe  system. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  an  approved  sprinkler  system  shall 
be  maintained  in  accordance  with  the  rules  of  the  board  oi 
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standards  and  appeals ;  that  a  supervised  watchman  sys¬ 
tem  with  Central  Office  connection  shall  be  maintained  on 
the  premises,  with  not  less  than  two  (2)  boxes  on  each 
floor. 


BUILDING  ZONE  CASES. 

1504-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Smith  Scutt  Co., 
Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehi- 
cles. 

PREMISES  AFFECTED — West  side  of  Bergen  street, 
317.47  ft.  north  of  Jamaica  avenue  (Fulton 
street),  Jamaica,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition  :  John  H.  Smyth  and  E.  P.  Walley. 

ACTION  OF  BOARD — Application  laid  over  to  April 
7,  1925,  at  10  a.  m.,  to  produce  tentative  map. 

1432-24-BZ. 

APPLICANT — Joseph  McGinnis,  for  Charles  E. 

Manierre,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 421-429  West  209th  street 
and  420-428  West  210th  street,  Manhattan. 

APPEARANCES— 

For  Applicant:  William  T.  White. 

For  Opposition:  J.  H.  Levinson  and  Silas 
Alctcch  i 

ACTION  OF  BOARD — Application  laid  over  to  April 
7,  1925,  at  10  a.  m.,  to  amend  plans. 


1391-24-BZ. 

APPLICANT  —  Samuel  Rosenblum,  for  Christina 
Schneider,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration  and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 102-11  92nd  avenue,  Rich¬ 
mond  Hill,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Samuel  Rosenblum,  Christina 
Schneider  and  Mr.  Schneider. 

For  Opposition:  Samuel  Ertrachter,  Mr.  Oglo- 
with,  Alexander  Beggs,  Mrs.  Minzer  and 
others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Kennedy,  Dowd  and 


Gunnison  .  3 

Negative:  Chairman  Walsh,  Messrs.  Hol¬ 
land  and  Connell  and  Fire  Chief  Kenlon  4 

Absent  .  0 

THE  RESOLUTION: 

(1391-24-BZ) 


\\  hereas,  Samuel  Rosenblum,  for  Christina  Schneider, 
owner,  filed,  November  22,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  residence  district 
the  extension,  over  an  area  now  occupied  by  a  frame  stable, 
of  a  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles;  premises  102-111  92nd  avenue,  Richmond  Hill,  Bor¬ 
ough  of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application! 
bv  the  board  of  appeals,  at  its  regular  meeting,  March  17, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build-' 


ing  zone  resolution  show  that  92nd  avenue  and  91st  avenue 
are  residence  districts  and  102nd  street  is  a  business  dis¬ 
trict;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  3,  1924,  in  acting  on  Alt.  Application 
No.  2805-24,  reads  : 

“Extension  of  garage  as  proposed  in  residence  district 
is  prohibited  by  the  zone  law.” ; 

and 

Whereas,  the  existing  one-story  public  garage  is  partly 
concrete  block  and  partly  frame,  31  ft.  4  in.  by  43  ft.  in 
area;  it  is  proposed  to  build  a  one-story  brick  extension 
57  ft.  by  25  ft.  in  area  over  premises  now  used  as  a  public 
stable  and  occupy  the  whole  as  a  garage  for  the  storage  of 
more  than  five  motor  vehicles ;  and  5 

Whereas,  the  board  does  not  deem  the  application  of 
exception  provided  under  section  7,  subdivision  C,  is  war¬ 
ranted  from  the  testimony  presented,  and  further,  sur¬ 
rounding  existing  conditions  should  be  protected  from  fur¬ 
ther  invasion  of  prohibited  uses. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  .  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1419-24-BZ. 

APPLICANT — I.  Margon  and  C.  Glaser,  for  Leo  Sil¬ 
ver,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  building  to  be  used  for 
theatre  purposes. 

PREMISES  AFFECTED — East  side  of  Walton  ave¬ 
nue,  45.0  ft.  north  of  Mt.  Eden  avenue  and 
north  side  of  Mt.  Eden  avenue,  75  ft.  east  of 
Walton  avenue,  The  Bronx. 

APPEARANCES— 

For  Applicant:  Felix  A.  Muldoon  and  Leo 


Silver. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Connell 

and  Fire  Chief  Kenlon  .  7 

Absent  .  0 

THE  RESOLUTION: 

(1419-24-BZ) 


Whereas,  I.  Margon  and  C.  Glaser,  for  Leo  Silver,  owner, 
filed,  December  5,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  the  extension  of  a  proposed  theatre 
building  from  a  business  district  into  a  residence  district; 
premises  north  side  of  Mt.  Eden  avenue,  75  ft.  east  of 
Walton  avenue,  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  17, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Mt.  Eden  avenue  is  a  business 
district,  Grand  boulevard  is  a  residence  district  and  Walton 
avenue  is  a  business  district  to  a  point  100  ft.  north  of  Mt. 
Eden  avenue  and  residence  district  northerly  therefrom; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  15,  1924,  in  acting  on  N.  B.  App.  No. 
2938-24,  reads : 

“1.  Erection  of  proposed  theatre  in  business  district 
extending  into  a  residence  district  is  contrary  to  pro¬ 
visions  of  building  zone  resolution.”; 

and 

Whereas,  the  proposed  building  is  fireproof,  one  storv 
and  balcony  in  height,  irregular  in  area,  having  a  frontage 
of  125  ft.  on  Walton  avenue  and  25  ft.  on  Mt.  Eden  ave¬ 
nue;  occupied  as  a  moving  picture  theatre  (880  seats  on  1st 
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tor}'  and  520  seats  in  balcony)  ;  75  ft.  of  the  northerly  por- 
ion  of  the  theatre  and  also  an  irregular  area  on  the  easterly 
>ortion  extends  into  the  residence  district ;  and 
Whereas,  the  residence  area  of  street  would  be  unwar- 
antably  invaded  by  business  use ;  moreover,  the  situation 
•ould  be  reasonably  adjusted  by  the  inclusion  of  that  por- 
ion  of  plot  on  corner  now  occupied  by  one-story  taxpayer, 
so  characterized  and  admitted  in  same  ownership. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
uid  it  hereby  is  denied. 

1479-24-BZ. 

APPLICANT— Charles  D.  Cords,  for  Charles  Dough¬ 
erty,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  ex¬ 
tending  from  an  unrestricted  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 42-44  Schenectady  avenue, 
Brooklyn. 

APPEARANCESy- 

For  Applicant:  Charles  D.  Cords. 

For  Opposition:  Philip  Termini,  Maud  Duester, 
Mrs.  Schwartz,  Dora  Klein,  Joseph  Snow  and 
others. 

ACTION  OF  BOARD— Application  granted  on  con¬ 

dition. 

CONDITIONS — as  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell .  fi 

Negative  . 0 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(1479-24-BZ) 

Whereas,  Charles  D.  Cords,  for  Charles  Dougherty, 

owner,  filed.  December  16,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension,  from  an 
unrestricted  district  into  a  business  district,  of  a  proposed 
garage  for  the  storage  of  more  than  five  motor  vehicles; 
premises  42-44  Schenectady  avenue,  Brooklyn and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  17^ 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Herkimer  street  is  a  business 
district  and  Atlantic  avenue  is  an  unrestricted  district  and 
Schenectady  avenue  is  an  unrestricted  district  to  a  point  100 
ft.  north  of  Atlantic  avenue  and  northerly  from  this  point 
is  a  business  district:  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  26,  1924,  in  acting  on  Application  No. 
23364-24,  reads: 

“Proposition  contrary  to  the  Zone  Resolution.  Art.  II, 

Sec.  4. 

“The  erection  of  a  public  garage  for  more  than  five' 
motor  vehicles  partly  in  a  business  district.’  ; 

and 

Whereas,  the  proposed  garage  is  to  be  of  non-fireproof 
construction,  one  story  in  height  above  grade,  irregular  in 
area,  having  a  frontage  of  50  ft.  on  Schenectady  avenue,* 
a  width  across  the  rear  of  135  ft.  6  in.  and  a  depth  of  375 
ft.  About  50  per  cent  of  the  proposed  garage  is  in  the 
unrestricted  district  and  the  remainder  is  in  the  business 
district;  and  .  . 

Whereas,  under  the  provisions  of  section  7,  subdivision 
C,  and  section  21,  the  board  is  empowered  to  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution  and  that  the  application  be 
and  it  hereby  is  (/ranted  on  condition  that  the  building  shall 
not  exceed  one  story  in  height  above  grade  and  shall  l  e 
fireproof  throughout;  that  all  walls  of  this  structure,  other 


than  the  street  front  on  Schenectady  avenue,  shall  be  un¬ 
pierced  throughout  their  entire  height  and  length,  except 
such  means  of  egress  from  the  southerly,  gable  wall  to 
Atlantic  avenue  as  may  be  required,  located  within  the  un¬ 
restricted  use  area  of  plot ;  that  there  shall  be  no  skylights 
installed  within  25  ft.  of  the  northerly  gable  wall  within 
the  business  area ;  that  all  skylights  installed  shall  be  glazed 
with  plain  glass,  equipped  with  wire  guards  above  and  be¬ 
low  ;  that  there  shall  be  no  roof  signs  of  any  nature  or 
description  erected  or  maintained ;  that  the  exterior  of  the 
brick  gable  walls  within  the  business  area  shall  be  laid 
up  with  struck  joints  throughout ;  that  any  gasoline  stor¬ 
age  equipment  installed  shall  be  located  at  the  Schenectady 
avenue  street  front  of  the  building;  that  the  street  front  of 
the  walls  on  Schenectady  avenue  shall  be  finished  in  face 
brick  with  architectural  terra  cotta  or  stone  trimmings ;  that 
all  permits  necessary  for  the  prosecution  of  the  work  shall 
be  obtained  within  nine  months  and  the  building  completed 
within  eighteen  months  from  the  date  of  this  action. 


34-20-BZ. 

APPLICANT — Beekman,  Menken  &  Griscom,  for  New 
Pine  Street  Real  Estate  Corporation,  owner. 
SUBJECT — Application  for  extension  of  time  (re:  deci¬ 
sion  of  superintendent  of  buildings)  to  permit 
in  a  B  area  district  the  omission  of  a  rear  yard. 
PREMISES  AFFECTED— 31-33  Pine  street,  Manhat¬ 
tan. 

APPEARANCES—  - 

For  Applicant:  Robert  L.  Luce. 

For  Opposition:  None. 

ACTION  OF  BOARD — Extension  of  time  granted  for  one 
year  from  date  of  this  action. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  GRANT  EXTENSION  OF  TIME— 
Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(34-20-BZ) 

Whereas,  Cross  &  Cross,  architects,  on  behalf  of  New 
Pine  Street  Real  Estate  Corporation,  owner,  filed,  January 
14,  1920,  with  the  board  of  appeals,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  “B”  district 
the  omission  of  a  rear  yard;  premises  31-33  Pine  street, 
Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  February  3, 
1920,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use,  height  and  area  maps  accompanying 
the  building  zone  resolution  show  that  the  premises  in  ques¬ 
tion  are  located  in  a  business  use  district,  a  2^2  times  height 
district  and  a  “B”  area  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  7,  1920,  in  acting  on  Alteration  2905-1919, 
reads : 

“11.  Provide  lawful  rear  yard.”; 

and 

Whereas,  the  plans  for  the  existing  four-story  structure 
were  approved  and  permit  granted  by  the  superintendent  of 
buildings.  New  Building  Application  838  of  1905:  and  these 
plans  so  filed  embrace  sheets  showing  that  the  grillage  under 
columns  which  support  the  structure,  and  the  columns  in¬ 
stalled,  were  designed  for  a  nine-story  structure ;  but  owing 
to  the  rules  of  the  bureau  of  buildings  the  structure  was 
designated  as  a  four-story  building,  in  order  to  comply  with 
these  requirements  when  turned  in  as  "completed”  in  the 
files ;  and 

Whereas,  these  plans  so  filed  also  show  the  framing  ot 
the  floor  beams  provide  for  an  extra  elevator,  for  the  serv¬ 
ice  of  the  proposed  additional  stories  ;  and  the  interior  vent 
shafts  were  constructed  of  sufficient  area  to  provide  for  a 

nine-story  building;  and  ,  , 

Whereas,  the  floor  beams  for  the  5th  story  were  laid  level 
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and  the  supporting  columns  for  the  additional  stories  were 
carried  above  these  floor  beams  and  capped  at  the  level 
of  the  temporary  roof  which  was  placed  on  the  structure; 
and 

Whereas,  on  the  premises  directly  in  the  rear  and  front¬ 
ing  on  Wall  street  there  has  been  constructed  an  eight-story 
building,  for  which  there  has  been  provided  a  yard  which 
varies  from  approximately  6  ft.  to  11  ft.  7  in.  in  width; 
and 

Whereas,  in  the  light  of  the  conditions  above  recited,  it' 
would  inflict  unnecessary  hardship  upon  the  applicant  to 
comply  with  the  strict  letter  of  the  zoning  resolution,  as 
it  would  require  the  tearing  down  of  the  entire  rear  wall 
and  a  portion  of  the  existing  four-story  structure;  and 

Whereas,  conditions  are  hereby  imposed  that  will  fully 
carry  out  the  spirit  of  the  zoning  resolution,  without  doing 
injustice  to  the  owners  of  the  abutting  property  in  Wall 
street ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting  February  3,  1920,  on  certain  conditions,  and 
applicant  requested  a  modification  of  the  time  limit  imposed 
in  these  conditions,  the  property  being  involved  in  litiga¬ 
tion  restricting  applicant  from  availing  himself  of  the  vari¬ 
ation  originally  granted,  and  applicant  now  requests  a  further 
extension  of  time. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  area  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  additional 
portion  of  the  rear  wall  of  the  structure  shall  be  faced 
with  cream  or  white  glazed  brick ;  and  that  the  upper  sash 
of  any  windows  placed  in  said  wall  shall  be  glazed  with 
prism  glass ;  and 

Resolved,  further,  that  any  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  and  that  the  build¬ 
ing  shall  be  completed  within  one  year  from  the  date  of 
this  action. 


564-19-BZ. 

APPLICANT — Frederick  J.  Flynn,  for  Adolph  Lew- 
isohn,  owner. 

SUBJECT — Application  for  extension  of  permit  (re: 

decision  of  superintendent  of  buildings)  to  per¬ 
mit  in  a  business  district  extending  into  a  res¬ 
idence  district  the  erection  of  a  theatre. 

PREMISES  AFFECTED— 4023-4039  Broadway,  GOO- 
618  West  170th  street  and  603-605  Wrest  169th 
street,  Manhattan. 

APPEARANCES— 

For  Applicant :  Frederick  J.  Flynn. 

For  Opposition:  Aaron  Rosen 

ACTION  OF  BOARD' — Application  reopened;  to  be 
set  for  calendar  call. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative  . 0 

Absent:  Fire  Chief  Kenlon  .  1 


621-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Dexter  Holding 
Corp.,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a 
business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED — 234-240  East  54th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened;  to  be 
set  for  calendar  call. 


THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  $ 

Negative  .  o 

Absent:  Fire  Chief  Kenlon  .  i 


632-23-BZ. 

APPLICANT' — Morris  Perlstein,  architect,  for  Antonio 
Gugliano,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 1711-1729  Neptune  avenue, 
Brooklyn. 

APPEARANCES: 

For  Applicant:  Morris  Perlstein. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened;  resolu¬ 
tion  modified. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESOLU¬ 
TION— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 


Gunnison,  Holland  and  Connell .  5 

Negative  .  0 


Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(632-23-BZ) 

Whereas,  Thomas  O.  Gallagher,  for  Antonio  Guigliano, 
owner,  filed,  August  14,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension,  from 
an  unrestricted  district  into  a  business  district,  of  a  pro¬ 
posed  garage  for  the  storage  of  more  than  five  motor 
vehicles;  premises  1711-29  Neptune  avenue,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  October  7, 
1924,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Neptune  avenue  is  a  busi¬ 
ness  district  and  the  district  to  the  north  is  unrestricted; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  14,  1923,  in  acting  on  Application  No.  8639- 
23,  reads  : 

“Denied.  Proposition  contrary  to  the  Zone  Resolu¬ 
tion,  Art.  II,  Sec.  4.  A  public  garage  partly  in  a  busi¬ 
ness  district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  157 
ft.  in.  and  a  depth  of  277  ft.  4 J4  in.,  irregular  in  area; 
to  be  occupied  as  a  garage  for  more  than  five  motor  ve¬ 
hicles  ;  and 

Whereas,  the  board  deemed  that  owing  to  the  location 
of  these  premises  there  would  be  hardship  in  preventing 
applicant  from  erecting  the  proposed  structure ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  October  7,  1924,  on  certain  conditions,  and  ap¬ 
plicant  requested  a  modification  of  these  conditions  as  to 
size  of  store,  and  location  of  gasoline  tanks. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  structure  be 
limited  in  height  to  a  one-story  structure,  set  back  40  ft. 
from  the  building  line  of  Neptune  avenue;  that  the  rear 
and  gable  walls  shall  be  unpierced  throughout  their  entire 
height  and  length  ;  that  the  front  elevations  on  Neptune  ave¬ 
nue  and  West  19th  street  shall  be  finished  in  face  brick, 
laid  out  in  panel  design,  with  architectural  terra  cotta  or 
stone  trimmings ;  that  the  corner  of  the  building  at  the  in¬ 
tersection  of  Neptune  avenue  and  19th  street  for  a  mini¬ 
mum  distance  of  18  ft.  square,  shall  be  maintained  for 
store  use  and  occupancy ;  that  there  shall  be  no  roof  sign 
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structed  or  maintained  on  these  premises ;  that  there 
II  be  no  vehicular  entrance  on  West  19th  street  within 
ft.  of  Neptune  avenue;  that  the  architect  shall  make  a 
irn  to  this  board  for  approval  of  the  proposed  design 
front  elevation  and  plan  as  now  modified  before  filing 
king  drawings  with  the  superintendent  of  buildings ; 
that  all  permits  necessary  for  the  prosecution  of  the  work 
11  be  obtained  within  nine  months  and  the  building 
ipleted  within  eighteen  months  from  the  date  of  this 
on. 


-22-BZ. 

'PLICANT— Emma  J.  Wright,  owner. 

BJECT— Application  for  reopening  (re:  order  of  fire 
commissioner)  to  permit  in  a  residence  district 
the  maintenance  of  a  garage  for  the  storage  of 
five  (5)  motor  vehicles,  spaces  rented  out. 
EMISES  AFFECTED— 57  Evelyn  place,  The 
Bronx. 

’PEARANCES— 

For  Applicant:  William  J.  Wright. 

For  Opposition:  None. 

iTION  OF  BOARD— Application  reopened,  subjecl 
to  calendar  call  and  amendment  to  7-g. 

IE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  ® 

Negative  . ■ .  0 

Absent:  Fire  Chief  Kenlon  .  1 


!7-24-BZ.  if  t  f"  cm 

jpLICANT — Jacob  Lubroth,  for  Leo  Greenheld, 

owner. 

JBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
DEMISES  AFFECTED— Southwest  corner  of  Kings 
highway  and  Wbst  12th  street,  Brooklyn. 
’PEARANCES — None. 

TTION  OF  BOARD — Chairman  read  request  to 
withdraw.  Application  withdrawn. 


THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  G 

Negative .  0 

Absent:  Fire  Chief  Kenlon .  1 


50-25-BZ. 

APPLICANT— Edward  P.  Doyle,  for  237-239  Madison 
Ave.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to 
be  used  for  office  and  loft  purposes. 
PREMISES  AFFECTED— 237-239  Madison  avenue, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to 

withdraw.  Application  withdrawn. 

THE  VOTE  TO  WITHDRAW — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

AREA  FIXED. 

(1466-24-BZ) 

The  chairman  presented  and  read  a  communication 
from  James  McKillop,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage; 

premises  192-194  Huron  street,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

The  south  side  of  Huron  street  from  Manhattan 
avenue  to  Oakland  street ;  the  north  side  _  of  Huron 
street  from  Manhattan  avenue  to  a  point  100  ft. 
west  of  Oakland  street;  also  the  properties  at  rear 
and  for  a  distance  of  50  ft.  on  either  side  of  the  side 
lot  lines  of  the  premises  in  question. 

Adjourned  2  p.  m. 

Edward  V.  Barton,  Acting  Secretary. 


MINUTES 


BOARD  OF  APPEALS 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  board  of  appeals,  held 
jesday  afternoon,  February  3,  1925,  as  they  appeared  in 
ulletin  No.  6,  Vol.  X,  are  hereby  corrected  to  read  as 

Hows : 

THE  RESOLUTION: 

(727-24-A) 

Whereas,  Frank  Klein,  lessee,  filed,  May  23,  1924,  an 
>peal,  with  the  board  of  appeals,,  from  an  order  of  the 
'e  commissioner,  affecting  premises  36-40  John  street, 

ianhattan;  and  .  .  n.nnn 

Whereas,  the  order  of  the  fire  commissioner,  No.  24009 

C,  dated  May  3,  1924,  reads: 

“1.  Have  each  operator  supervising  the  operation 
of  a  blow-pipe  or  other  similar  device  or  apparatus 

*Correction — J Vord  “main”  added  in  line  24  and  word 
large "  added  in  line  25. 


for  heating,  melting  or  welding,  apply  for  and  secure 
a  Certificate  of  Fitness.”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  62  ft.  by  51  ft.  in  area;  OCGUPIED,  stores  and 
offices,’  light  manufacturing,  25  persons  per  story,  appellant 
occupying  a  portion  of  the  fifth  story  for  the  manufacture 
of  jewelry,  using  blow  torches;  and 

Whereas,  appellant  contends  that  the  persons  operating 
the  blow  torches  do  not  operate  the  oxygen  regualtor  or 
have  anything  to  do  with  the  cylinders  containing  oxygen 
and  that  the  person  operating  the  oxygen  tank  has  a  cer¬ 
tificate  of  fitness. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  person  operating  the  main 
oxygen  tank  and  large  blow  torch  shall  obtain  a  certificate 
of  fitness. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVER  NING  FIRE  EXTINGUISHING  APPLIANCF9 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Tuesday,  April  7,  1925,  at  2  p.  in.,  Room  1013, 
Municipal  Building,  on  proposed  amendments  to  Rules 
for  Fire  Extinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  shozv  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves ,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Cominis 
sioncr  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line)  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtili  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher.  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as  * 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  with  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 

27  of  these  Rules.  .  ,  „  .  , 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 

sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply.  . 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters ;  shall  be  pro¬ 
vided  in  connection  with  a'l  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap- 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton  D  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;’ by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 

Rule  4.  Water  Supply.  Approved  sources  of  water 


supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tan1 
the  Pressure  Tank,  [and]  the  Public  Water  System,  an 
the  Automatic  Electric  Fire  Pump,  installed  as  re  quirt 
under  the  provisions  of  Rule  S,  hereinafter  provided  fo. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  l  it 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  a 
available  quantity  of  water  sufficient  to  supply  twenty-fir 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  th 
average  protected  fire  area  for  twenty  (20)  minutes,  but  no 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shai 
have  an  elevation  of  not  less  than  twenty  (20)  feet  abov 
the  highest  line  of  sprinklers  below  the  main  roof.  Whc 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  0 
the  tank  shall  be  required  to  be  not  less  than  20  feet  abov 
the  highest  line  of  sprinklers  below  the  pent  house  roo; 
but  where  a  pent  house  contains  only  pressure  tanks  this  rul 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  ga: 
Ions  is  required  by  this  rule,  the  amount  of  water  to  b 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  spec: 
fled  by  the  Board  of  Standards  and  Appeals,  except  whet 
tanks  of  unlimited  capacities  are  supported  on  structures  al 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2 
inches  in  size,  discharging  into  the  top  of  the  tank,  0 
through  a  by-pass  not  less  than  two  (2)  inches  in  siz. 
around  the  check  valve  in  the  discharge  pipe,  providec 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (60 ! 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proo] 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  ivater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed,  from  c 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  separate  feea 
mains  from  the  basement  or  lowest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  ,30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflozv  pipe  shall  be  three  (3)  inches  be¬ 
low  the  top  of  the  staves  in  wooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  I  he  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  *  of  brass  or  copper  or  other  non-corrosive  metal  and 
without  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  twenty-four  (24)  inches  above  roof  and  shall  be  fitted 
with  a  ga  degree  elbow. 

1  he  discharge,  heating  or  filling  pipes  where  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost- 
proof  covering  which  may  be  of  three  layers  of  one-inch 
(1  )  hair  felt  interspersed,  zrith  building  paper  well  wrapped 
and  secured  and  covered  zrith  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  U nd erwri ters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means '  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  not  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc¬ 
tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  zveather  shall  be 
covered  zrith  a  double  roof  of  acceptable  construction  con- 
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ting  of  a  tight  flat  cover  of  matched  boards  and  above 
s  a  conical  roof  which  shall  be  covered  with  an  ap- 
wed  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
rd  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca- 
city  and  located  on  a  structure  altogether  independent  of 
tidings  and  the  bottom  shall  not  be  less  than  75  feet  above 
’  ground  level,  and  not  less  than  20  feet  aboz*c  the  liigh- 
t  line  of  sprinklers  below  the  main  roof  of  the  highest 
ilding  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
fficierat  water  to  supply  twelve  and  one  half  per  cent 
2^2%)  of  the  number  of  sprinklers  in  the  average  pro- 
-ted  fire  area  for  twenty  (20)  minutes,  but  not  less 
an  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  system 
here  supplemented  by  an  auxiliary  water  supply,  and  not 
c s  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
igle  tank  shall  have  a  capacity  greater  than  9,000  gallons, 
he  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
lder  a  pressure  of  seventy-five  (75)  pounds  per  square 
ch,  ami  shall  be  so  proportioned  and  located  that  a  pres- 
ire  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
ill  be  available  on  the  highest  line  of  sprinklers  below 
ie  main  roof  when  all  the  water  has  been  discharged  from 
ie  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
ighest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
ighest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
up  ply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
lis  rule,  the  amount  of  water  to  be  provided  m  excess  of 
25,000]  30,000  gallons  shall  be  specified  by  the  Board  ot 
tandards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde- 
endent  of  the  sprinkler  piping,  not  less  than  [two]  one 
nd  one-half  {i'/i)  inches  in  size  [with  a  one  and  one- 
uarter  (ilA)  inch  connection  to  the  tank],  or  through  a 
y-pass  not  less  than  [two  (2)]  one  and  one-half  ( i/2 ) 
hes  in  size  around  the  check  valve  in  the  discharge  pipe 
rovided  the  supply  is  of  sufficient  pressure  to  fill  the  tank, 
he  water  supply  and  connections  shall  be  capable  of  sup- 
•lying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
•allons  per  minute  without  reducing  the  pressure  in  the 
ank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
>n  the  end  opposite  the  glass  gauge,  or  other  acceptable 
levice,  to  indicate  the  level  of  the  water  when  the  tank  is 
wo-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
ncrease  the  air  pressure  at  the  average  rate  of  one 
'l)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
.0  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
lot  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  t  ie 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box.  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  am. 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  soc  et 
wrench  approved  by  the  department  of  water  supp  > , 

gas  and  electricity.  , 

Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  side-walk  and  unth¬ 
in  18"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 


ter  supply  connection  at  a  point  not  more  than  tzvo  ( 2 ) 
feet  from  the  point  of  entry  into  a  vault. 

IV here  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  .flora  of  zvater  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
zvith  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  zvater  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  zvater  supply  is  one  approved 
for  such  use  and  controlled  by  an.  approved  automatic  con¬ 
trolling  deznee,  which  shall  be  adjusted  to  maintain  not 
less  than  13  pounds  zvater  pressure  at  the  highest  sprinkler 
belozv  main  roof  and  in  pent  houses  over  2,300  sq.  ft.,  as 
proznded  in  Rule  3.  And  shall  receive  zvater  supply  only 
from  a  direct  connection  to  the  city  zvater  main. 

As  auxiliary  sources  of  zvater  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  oity  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant.  ...  ,  .. 

A  reliable  source  of  energy  for  driving  the  pump  snail 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings.  . 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a'  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca 
electric  power  plants  shall  be  located  in  rooms  o* 
fireproof  construction  with  approved  fire  doors  at 

°PRuleg  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (JA)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  shall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 

respective  orifices.  . 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions  suck 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 
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Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systenis  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  (200)  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  zvhere  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3Y)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3Y)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (l)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  Viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  the  building 
line  excebt  that  zvhere  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (75)  inches  from  either  side  of 
such  angle  in  accordance  zvith  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightzvay  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  betzveen  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  haznng 
a  one-half  (Y)  inch  pipe  connection  and  one-hcilf  (Y)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (Ti)  inch  drip  connection,  zvith  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
zvhen  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
anv  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 
wavs  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  'between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  haznng  a  total  zvatcr  capacity  for  a  one- 


source  supply  may  be  considered  as  a  two-source  sup  pi 
zvhere  the  occupancy  of  the  building  does  not  conflict  zvit 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  an 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  soli 
plank  and  timber  construction,  5  to  12  foot  bays)  or 
line  of  sprinklers  shall  be  placed  in  the  center  of  eac 
bay  and  the  distance  between  the  heads  on  each  lin 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  (l/2)  inch  heads— 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads— 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  incl 

heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculosi 
products  and  vaults  used  for  the  storage  of  in 
flammable  motion  picture  films  shall  have  on 
standard  one-half  (Y)  inch  head  for  each  62k 
cubic  feet  of  available  storage  space,  or  one  (1 
inch  Conran*  head  for  each  250  cubic  feet  of  avail 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  0 
timbers. 

Ceilings  of  modified  mill  construction  having  bay. 
less  than  three  (3)  feet  wide  shall  be  treated  as  oper 
joist  construction  and  sprinkler  heads  and  lines  spacei 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,  but  less  than  five  (5)  feet  on  centers,  will  requin 
special  ruling  by  the  administrative  official  having  juris 
diction.  .  j  rt-wj-, 

Joisted  Construction.  Under  open  finish  joisted  coil 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinklei 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  Staggered  spaced”  so  that  heads  on  one  line  wil 
be  opposite  a  point  half  way  between  heads  on  adjaceni 
lines. 

(a)  For  Standard  one-half  (Y)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet 
apd  the  distance  between  heads  on  each  line  shall  not  exceed 
eig'ht  (8)  feet,  the  end  heads  on  alternate  lines  being’  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
gliders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (IV/2) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 

•  1  11  j  •  wide’  two  or  mor€  Iines  of  sprinklers  shall  be 

installed  in  each  bay  as  required  by  the  rules  for  spacing. 
W  ere  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition."  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 


*Whereyer  the  term  “Conran  head”  is  used  in  these 
Ru  es,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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th,  measured  from  center  to  center  of  girders,  one  line 
11  be  placed  in  the  center  of  each  bay.  In  bays  exceed- 
twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
installed  in  each  bay  and  in  no  case  shall  the  distance 
,veen  adjacent  lines  exceed  twenty  (20)  feet, 
c)  For  Conran*  one  and  one-quarter  (1J4)  inch  heads 
distance  between  adjacent  lines  shall  not  exceed  twenty- 
(25)  feet  and  the  distance  between  the  head  on  each  line 
11  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
■s  being  spaced  not  more  than  five  (5)  feet  from  wall 
partition.  Where  girders  project  below  the  under  side 
joists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 
ive  (25)  feet  in  width,  measured  from  center  to  center 
girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
i  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
distance  between  adjacent  lines  exceed  twenty-five  (25) 
t. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
ooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
t  wide  and  over  (measurements  to  be  taken  from  center 
center  of  timber,  girder  or  other  projection  or  support 
ming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
follows : 

(a)  For  standard  one-half  (}4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
:h  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
dth,  and  the  distance  between  the  heads  on  each  line 
all  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
an  twenty-three  (23)  feet  in  width,  shall  contain  at 
ist  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
;t  in  width  or  over  shall  have  the  lines  therein  not  over 
n  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
2t  in  width,  not  more  than  one  hundred  (100)  square 
et  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
idth  ,and  the  distance  between  the  heads  on  each  line 
all  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
enty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
les  and  in  no  case  shall  the  distance  between  adjacent 
ies  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  inch 

•ads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
ch  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
idth  and  the  distance  between  the  heads  on  each  line 
all  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
twenty-five  (25)  feet  in  width  shall  contain  at  least 
'0  (2)  lines  and  in  no  case  shall  the  distance  between 
jacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
ill  construction  shall  apply  as  far  as  practicable.  The 
le  may  be  modified,  however,  the  intent  being  to  ar- 
nge  the  spacing  of  heads  to  protect  the  contents  rather 
an  the  ceilings;  but  in  no  case  shall  the  distance  be- 
.een  a  head  on  one  line  and  a  head  on  an  adjacent 
le  exceed  the  following: 

(a)  For  standard  one-half  04)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1/4)  inch  heads, 

•  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
irtition  to  the  first  head  on  a  sprinkler  line  shall  not 
tceed  one-half  the  allowable  distance  between  the  heads 
n  such  line.  Additional  heads  may  be  required  in  the 
arrow  pockets  formed  by  bay  timbers  or  beams  and 
all.  Where  beams,  girders,  columns,  walls,  partitions 

•  other  obstructions  prevent  the  effective  discharge  of 


water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows : 

(a)  One  standard  one-half  (}4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  omc-quarter  (1^4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Patched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  (}4)  inch  heads,  3J4  feet. 

(b)  For  Conranj*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1^4)  inch  heads, 
8*/2  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  may  be  used  in  lieu  of  heads  located  in  peak  of 
roof : 

(a)  For  standard  one-half  (}4)  inch  heads,  2J4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1^4)  inch  heads, 
0*4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  (J4)  inch  heads,  2J4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6^4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  04)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 
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(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 

(a)  For  standard  one-half  ()4)  inch  heads — 

Maximum  No..of 

Size  of  Pipe  Heads  Allowed 

J4  inch .  1  head 

1  “  2  heads 

1) 4  “  3  “ 

iy2  “  5  “ 

2  “  .  10  “ 

2) 4  “  20  “ 

3  “  36 

3) 4  “  55  “ 

4  “  .-. .  80 

5  “  140  “ 

6  “  .  200  “ 

7  “  300  “ 

8  “  420  “ 


(b)  For  Conran*  one  (1)  inch  heads — - 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1  inch  .  1  head 

1)4  “  2  heads 

1) 4  “  3 

2  “  4 

2) 4  “  6  “ 

3  “  9  “ 

4  “  18 

5  “  34  “ 

6  “  51 

7  “  75  “ 

8  “  105  “ 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1)4  inch .  1  head 

1) 4  “  2  heads 

o  <<  o  << 

2) 4  “  4  “ 

3  “  6  “ 

4  “  . .' .  12  “ 

5  “  21  “ 

6  “  40  “ 

7  “  60  “ 

8  “  84 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 


lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  ()4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  ishall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 

protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser ”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser ”, 
forty  ( 40 )  feet  beloiv  the  bottom  of  the  pressure  tank. 

Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  walls  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro- 
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xi  against  corrosion  whenever  found  necessary  by  thor- 
hly  cleaning  the  pipe  of  all  scale  and  grease  and  paint- 
with  a  coat  of  red  lead  and  linseed  oil  paint -or  other 
ptable  moisture  resistive  paint.  When  exposed  to  chemi- 
tumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
)ther  approved  chemical  resistive  paint.  Care  shall  be 
:n  not  to  paint  the  sprinkler  heads, 
upply  pipes  of  risers  in  low  basements  or  low  spaces 
sr  ground  floors  exposed  to  frost,  shall  be  properly  pro- 
ed  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
d  with  mineral  wool,  sawdust  or  tar  mixed  with  granu- 
i  cork,  extending  below  bottom  of  pipe  and  through  the 
flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
1  three  alternate  layers  of  one-inch  hair  felt  and  build- 
paper  or  by  other  approved  method.  When  of  wood, 

1  enclosure  shall  be  constructed  double  with  a  layer  of 
paper  between  the  two  thicknesses  of  wood. 

Mere  risers,  drains,  heating  pipes,  etc.,  pass  through  cin- 
concrete  floors  or  partitions,  they  shall  be  protected 
i  a  metal  sleeve  or  be  grouted  with  cement  mortar, 
v'herever  sprinkiers  are  exposed  to  corrosion,  the  heads 

I  be  protected  with  an  approved  hermetically  sealed  cover, 
•vith  an  approved  wax  coating. 

ule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
so  installed  that  they  can  be  thoroughly  drained,  and 
;re  practicable,  all  piping  shall  be  arranged  to  drain  at 

main  drips. 

drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex- 
e  any  part  of  the  sprinkler  system  to  frost,  and  shall 
so  connected,  either  by  check  valves  or  other  means, 

:  they  will  not  [overthrow]  overflow  domestic  service  or 
er  connections  to  the  same  sewer  or  house  drain,  or  if 
ried  through  the  wall  and  exposed  to  the  weather,  they 
U  be  fitted  with  hoods  or  doitm-turned  elbows. 

)rains,  pitched  not  less  than  one-quarter  04)  inch  in 
(10)  feet,  shall  be  installed: 
it  the  base  of  the  main  riser; 
it  each  alarm  valve ; 
it  each  dry-pipe  valve; 
it  each  gravtiy  tank ; 
it  each  pressure  tank, 
it  each  fire  department  connection ; 

)n  each  floor,  if  independent  floor  control  valves  are  used ; 

it  each  supply  main,  when  the  water  in  the  same  can- 
be  removed  through  any  of  the  above  drains.  Such 
ins  shall  be  installed  with  controlling  valves  so  that  flow- 
tests  may  be  made  to  determine  if  the  water  supplies 
connections  from  yard  mains  to  the  inside  of  the  build- 
are  in  order  without  causing  water  damage  or  overflow- 
service  connections  to  the  same  house  drain.  Any  such 
in  shall  be  not  less  than  two  (2)  inches  in  size  except 
t  drains  at  independent  floor  valves  [may  be  one  and 
-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  I  inch 
size  where  floor  valves  are  not  over  2'/ 2  inches  in  size 
//4  inches  where  floor  valves  are  larger,  and  connected 
a  main  drain  riser  of  not  less  than  /)4  inches  in  size. 
e  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
ht  drain,  or  if  carried  through  the  wall  and  exposed  to 
weather,  it  shall  be  fitted  with  a  hood  or  down-turned 

DW. 

It  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
tern  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
Iding  there  shall  be  a  4-inch  valved  drain  connection  so 
anged  as  to  discharge  on  roof  of  building.  And  zvhere 
ank  is  on  a  separate  structure  altogether  independent  of 
Idings  drain  connection  to  be  arranged  to  discharge  at 
und  level. 

)n  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 

II  be  pitched  not  less  than  one-quarter  04)  inch  in  ten 
>)  feet  to  drain  towards  the  sources  of  supply  with  drip 

.  ves  at  the  low  points. 

Dn  automatic  dry-pipe  systems,  branch  pipes  shall  be 
:hed  at  least  one-half  ()4)  inch  in  ten  (10)  feet. 

-ule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin- 
r  systems  a  test  pipe  of  not  less  than  ^4  inch  in  diameter 


shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  y2- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  fy-inch  itt- 
specto / s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  $4-inch  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4)4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank ; 

At  the  air  compressor; 

Above  the  alarm  valve ; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fcd  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  ()4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 

All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
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readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  ( )4  )  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  f  ollows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (t/6)  of  the  water 
pressure  in  any  case. 

The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  ()4)  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  . 100 


(cj  For  Conran*  one  and  one-quarter  (1)4  inch  heads  64 
Where  equipped  with  an  approved  quick-opening  device 
the  follouring  member  of  heads  may  be  controlled  by  one 


“Type  A”  dry-pipe  valve: 

(a)  For  Standard  one-half  ()4)  inch  heads  . 8oo 

( b )  For  Conran*  one  (i)  inch  heads . 200 


( c )  For  Conran*  one  a)id  one-quarter  (i)4)  inch  heads. 128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  ()4)  inch  heads  . 500 

(b)  For  Conran*  one  (l)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads.  84 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
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that  a  flow  of  water  through  a  one-half  ()4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  ithe  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 

Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  sys^*^  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1)4)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  -test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  ivalls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  .Article  4,  Section  72,  Code  of 
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Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 
of  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Ruildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Oidinances,  shall  consist  of  a  Two  Source  System. 

Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  (  hapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only _  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied,  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 


sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  .be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zrnll,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  zvith  the  rules  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 
337-22-S — Elkhard  Brass  Company,  Siames.-  Connection, 
approval  of. 

357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S— The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S— Crocker  Gas  Valve,  approval  of. 

799 -22- S — Kennel  1  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S— Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S— Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S— Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S— Coen  Oil  Burner,  approval  of. 

1274-22-S— Rodriguez  Oil  Burner,  approval  of. 

1391-22-S— Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1 395-22- S — Caloroil  Burner,  approval  of. 


1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-S A — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-S A — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-S A — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-S A — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-S A — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-S A — Heil  Standard  200  Gal.  Truck  Tank. 

297-23-S A — '“Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 

392- 23-S A — “Billow”  Class  G.  R.  Oil  Burner,  aoproval  of 

393- 23-S A — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

397-23-SA— Cornell  No.  1  Type  “A"  Oil  Burner,  ap¬ 
proval  of. 

443-23-S A — Automatic  Gas  Shut-Off,  approval  of. 
525-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 
of. 
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544-23-SA — Domestic  Fuel  Oil  Burner,  approval  of. 

628-23-SA — Powerlight  Oil  Heat  Burner,  approval  of. 

820-23-SA — Morse  Fuel  Oil  Burning  System,  approval  of. 

888-23-SA — Lewis  Oil  Burner,  approval  of. 

898-23-S A — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-S A — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-S A — Frankfort  Type  “P”  Low  Pressure  Oil  Burner, 
approval  of. 

1050-23-SA— iMarsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 

1169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA — Ziegler  Oil  Burner,  approval  of. 

1180-23-SA — Viking  Pump,  approval  of. 

1231-23-SA — Gill  Oil  Burner,  approval  of. 

1246-23-SA — Ludlow  Gas  Cut-Off  Valve,  approval  of. 

1339-23-SA — National  Light  Service  Oil  Pump,  approval  of. 

1346-23-SA — Heatiator  Oil  Burner,  approval  of. 

1358-23-SA — Worthington  Oil  Burner,  approval  of. 

1361-23-SA — Todd  Residence  Fuel  Oil  Burner,  approval  of. 

1364-23-SA — Staples  &  Pfeiffer  Oil  Burner,  ap/'-'wal  of. 

1415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1429-23-SA — Kerrihard  Oil  Burner,  approval  of. 

1444-23-SA — Tate-Jones  No.  6  Oil  Burner,  approval  of. 


1484-23-SA — Universal  G.  P.  O.  Burner,  approval  of. 
1493-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
1538-23-SA — Lillibridge  Oil  Vapor  Burner,  approval  of. 
1550-23-SA — Apex  Gas  Cut-Off  Valve,  approval  of. 
68-24-SA — May  Burner,  approval  of. 

254-24-SA — Sherman  Oil  Burner,  approval  of. 
269-24-SA — Universe  Oil  Burner,  approval  of. 
365-24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-SA — Sure  Heat  Automatic  Oil  Burner,  approval  of 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box 

approval  of. 

493- 24-SA — Faultless  Oil  Burner,  approval  of. 
501-24-SA — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap 

proval  of. 

503-24-SA — Kinney  Rotating  Plunger  Pump,  approval  of 
536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA — Marvel  Oil  Burner,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of 
735-24-SA — Petro  Mechanical  Burner  and  Air  Register 
approval  of. 

755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap 
proval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  ufot 
which  action  by  the  board  has  been  deferred  pending  com 
mittee  reports,  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  cour 
or  departmental  actions  are  consummated.  Whereupon  tht 
case  or  cases  will  be  restored  to  the  regular  calendar  one 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  tht 
appellant,  applicant  or  petitioner  of  record. 


RULES 


RULES  FOR  THE  CONSTRUCTION  AND  INSTALLATION  OF  GAS  SHUT-OFF  VALVES,  ADOPTED 
BY  THE  BOARD  OF  STANDARDS  AND  APPEALS,  JANUARY  11.  1924. 


RULES  FOR  GAS  SHUT-OFF  VALVES  TO  COM¬ 
PLY  WITH  ORDINANCE  AMENDING  ARTICLE 
2  OF  CHAPTER  12  OF  THE  CODE  OF  ORDI¬ 
NANCES,  RELATING  TO  CONTROL  OF  GAS  IN 
CERTAIN  BUILDINGS  IN  CASE  OF  FIRE. 


1.  Gas  shut-off  valves  and  accessory  appliances  shall 
include  valves  approved  as  such  by  the  Bureau  of  Stand¬ 
ards,  Washington,  D.  C.,  by  the  Underwriters’  Laboratories, 
Inc.,  Chicago,  Ill.,  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston,  or  other  recognized  standard  laboratory; 
and  all  valves  shall  be  approved  and  meet  the  test  pre¬ 
scribed  by  the  Board  of  Standards  and  Appeals. 

2.  Gas  shut-off  valves  shall  be  installed  only  by  corpo¬ 
rations,  firm  or  individuals  who  shall  furnish  evidence  of 
their  qualifications  under  the  Code  of  Ordinances,  to  the 
Fire  Commissioner  or  the  Tenement  House  Commissioner  in 
their  respective  jurisdictions. 

3.  Such  corporations,  firms,  or  individuals  shall  maintain 
a  Service  Station  which  shall  be  in  direct  communication 
with  the  Fire  Department  by  telephone  or  telegraph.  Loca¬ 
tion  of  service  station  and  means  of  communication  shall 
be  on  file  with  the  Fire  Commissioner,  in  order  that  the 
Fire  Department  may  insure  immediate  service  when  the 
gas  is  turned  off  by  the  members  of  the  Fire  Department  or 
from  any  other  cause. 

The  Fire  Department  shall  have  exclusive  use  of  gas 
shut-off  valves  to  be  operated  in  the  event  of  fire  or  other 
emergencies. 


4.  All  gas  shut-off  valves  to  be  installed  must  be  mad< 
of  the  best  quality  of  standard  materials. 

Protection  of  Valves: 

5.  The  gas  shut-off  control  shall  be  protected  by  a  suit¬ 
able,  approved  metal  box,  placed  on  the  exterior  of  the 
building,  which  shall  be  connected,  through  a  rigid  meta! 
conduit,  by  a  cable,  with  the  valve  body  placed  on  the 
gas  intake  where  the  gas  pipe  enters  the  building,  and  a.1 2 3 
near  as  practicable  to  the  inside  face  of  the  wall,  before 
reaching  the  meters.  The  lock  for  securing  box  on  out¬ 
side  wall  of  building  shall  be  operative  only  by  a  Fire 
Department  inner  box  key  by  members  of  the  Fire  Depart¬ 
ment. 

6.  All  valve  bodies  shall  be  made  of  brass  or  bronze 
Tf  a  spring  is  used  to  actuate  a  valve  in  conjunction  wit! 
the  fusible  link,  it  shall  be  of  the  best  quality  phosphor 
bronze. 

7.  The  internal  mechanism  which  acts  to  shut  off  the 
gas  shall  be  securely  connected  with  the  external  mechanisrr 
by  a  direct  mechanical  connection,  made  gas  tight,  where  il 
passes  through  the  valve  body,  by  a  stuffing  box  filled  wit! 
soft,  well-lubricated  packing,  in  accordance  with  recognized 
standard  practice. 

Installation: 

^he  va^ve  shall  be  so  installed  as  to  be  conspicuously 
displayed  and  readily  inspected  and  reset  by  authorized 
persons. 

Valves  shall  be  located  so  that  condensation  will  not  ac- 
cu."™]ate  valves;  and  shall  be  installed  so  that  gas 

will  flow  through  the  valve  in  direction  indicated  on  it. 
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9.  Valves  shall  be  secured  in  piping  by  threaded  connec¬ 
tions  or  companion  flanges.  Combustible  packing  or  sheet 
lead  shall  not  be  used  between  flanges. 

10.  The  gas  main  at  both  ends  of  the  valve  must  be  rigid 
and  secure  to  withstand  the  pull  from  the  control  handle. 
Additional  non-combustible  brackets  or  hangers  must  be 
provided,  if  necessary,  to  secure  and  maintain  rigid  instal¬ 
lation. 

11.  The  valve  shall  be  enclosed  in  a  substantial,  per¬ 
forated  metal  case,  conspicuously  exposed,  painted  red, 
protected  by  standard  lock  acceptable  to  the  Fire  Preven¬ 
tion  Bureau,  and  shall  indicate  the  name,  telephone  num¬ 
ber  and  address  of  installer,  to  insure  prompt  service  to  prop¬ 
erty  owner. 

12.  Casing  of  the  valve  on  gas  intake  shall  be  kept 
locked  to  protect  valve  from  interference  and  make  it  ac¬ 
cessible  only  to  authorized  persons.  Perforations,  to  allow 
circulation  of  air  around  fusible  link,  shall  be  provided  and 
so  arranged  as  to  prevent  tampering  with  valve  when  casing 
is  locked. 

Control  Box: 

13.  The  control  handle  for  the  manual  closing  of  the 
valve  shall  be  in  a  locked  metal  control  box  having  a  cast 
iron  cover  conspicuously  labeled  with  raised  letters,  painted 

red. 

14.  On  the  outside  of  the  cover  or  the  inside  of  the  con¬ 
trol  box,  in  raised  or  stamped  letters,  or  on  a  securely  fas¬ 
tened  metal  plate,  shall  be  displayed  concise  operating 
directions,  together  with  the  name,  initials  or  registered 
trademark  of  the  manufacturer. 

15.  The  control  box  must  be  placed  as  nearly  vertically 
above  the  point  where  the  gas  main  enters  the  premises 
as  is  practicable,  when  this  does  not  involve  excessive  length 
of  cable  and  extra  turns,  and  at  a  height  above  the  side¬ 
walk  or  grade,  of  not  less  than  two  (2)  feet  and  not  more 
than  five  (5)  feet.  Without  special  permission,  the  control 
box  shall  not  be  placed  or  mounted  on  basement  window 
frames,  or  directly  above  basement  windows  or  other  open¬ 
ings,  nor  shall  it  be  located  behind  doors  or  other  obstruc¬ 
tions  which  would  prevent  the  Fire  Department  from  having 
easy  access  to  it. 

16.  Control  boxes  must  be  securely  and  permanently  fas¬ 
tened.  Whenever  possible,  they  shall  be  fastened  to  a  non- 
combustible  wall,  pillar  or  column.  They  shall  be  secured 
by  not  less  than  two  3/16  inch  bolts  or  the  equivalent. 
Unless  the  building  is  so  constructed  that  the  control  box 
must  unavoidably  be  secured  to  a  wooden  part,  the  use  of 
wood  screws  is  not  permitted  for  supporting  countersunk 
control  boxes :  lag  bolts  shall  be  used.  When  the  walls 
are  of  masonry  or  concrete,  through  bolts,  expansion  bolts 
or  toggle  bolts  shall  be  used.  All  fastenings  must  be  ar¬ 
ranged  so  that  they  cannot  be  loosened  except  from  inside 
opening  of  the  control  box. 

17.  Control  boxes  may  be  set  or  recessed  into  the  wall 
to  a  depth  not  greater  than  the  depth  of  the  box  so  that 
cover  is  flush  with  the  face  of  the  wall.  Control  boxes  may 
be  mounted  directly  on  the  surface  of  the  wall. 

18.  The  control  box  shall  be  located  on  the  outside  of 
the  building  wall,  facing  the  street,  whenever  possible.  When 
the  control  box  is  installed  on  an  alley  face  oj  a  building, 
or  in  a  similar  place  where  the  control  box  is  subject  to 
injury  from  passing  vehicles,  etc.,  the  control  box  must  be 
thoroughly  protected.  This  may  be  done  by  having  the  con¬ 
trol  box  recessed,  marked  by  waterproof  red  paint  ring  and 
waterproof  white  paint  ring  on  the  wall,  or,  when  such  pro- 

1.1  tection  is  not  available,  protected  by  heavv  iron  channels 
or  angles  secured  to  the  wall  by  through  bolts,  expansion 
bolts,  or  toggle  bolts. 

Control  Handles: 

19.  Control  handles  shall  be  of  standard  construction,  ar¬ 
ranged  to  fit  the  control  boxes  so  that  they  may  be  locked 
without  difficulty,  and  cable  connections  shall  be  securely 
made  in  an  approved  manner,  according  to  the  design  of 

the  handle. 


Cable: 

20.  The  connection  between  the  valve  and  control  handle 
shall  be  as  direct  as  practicable,  and  shall  consist  of  a  single 
piece  of  stranded  phosphor  bronze  cable  not  less  than  3/32 
inch  in  diameter.  No  splices  in  the  cable  shall  be  permitted. 

21.  It  is  essential  that  cable  connections  to  valve  and  han¬ 
dle  be  securely  made  according  to  the  design  in  each  case. 
The  able  may  be  slightly  annealed  for  making  ends,  and 
when  cutting  the  cable,  it  should  be  taped  and  cut  through 
the  tape,  or  a  small  amount  of  solder  applied  where  it  is  to 
be  cut,  so  as  to  prevent  frayed  end. 

Conduit: 

22.  The  control  cable  for  the  shut-off  valve  shall  be  run 
in  galvanized  wrought  iron  or  steel  pipe  or  other  stand¬ 
ard  approved  conduit  not  less  than  inch  in  pipe  size.  The 
pipe  or  conduit  line  must  be  water-tight  and  continuous  from 
the  casing  enclosing  the  operating  mechanism  of  the  valve 
to  the  control  box  on  outside  of  building.  The  cable  shall 
not  be  exposed  at  any  point  in  its  length. 

23.  All  ends  of  pipe  or  conduit,  not  only  at  valve  and 
control  box  terminals,  but  in  the  run  of  the  piping,  shall  be 
carefully  reamed  so  as  to  remove  burrs  and  fins  caused  by 
cutting-off  tools,  which  would  interfere  with  the  movement 
of  the  cable  in  the  run,  or  cut,  or  wear  the  cable.  Unions 
should  not  be  employed  in  making  joints. 

24.  Pipe  or  conduit  must  be  rigidly  and  permanently  se¬ 
cured  in  position.  Pipe  straps  and  hangers  of  standard 
forms  may  be  employed  *for  this  purpose.  In  every  case 
supports  must  be  provided  at  points  sufficiently  numerous 
to  prevent  sagging.  Pipe  straps  (if  used)  must  be  of  metal 
of  sufficient  thickness  to  insure  a  permanent  fastening  and 
must  be  thoroughly  coated  to  prevent  corrosion. 

Bends  and  Offsets: 

25.  Bends  of  small  radius  or  through  much  of  an  arc,  in¬ 
troduce  possibilities  of  binding  of  the  cable  or  of  an  appre¬ 
ciable  friction  resisting  the  pull  of  the  cable;  therefore, 
approved  roller  fittings  shall  be  required  wherever  the  pipe 
or  conduit  is  bent  to  a  radius  of  less  than  4  inches,  or 
wherever  the  bend  is  through  an  arc  exceeding  15  degrees, 
except  as  outlined  for  offsets. 

26.  When  connections  to  control  boxes  are  made  from 
below,  it  is  frequently  necessary  to  make  an  offset  in  the 
conduit  to  avoid  a  water  table  or  other  part  of  a  building 
wall.  One  offset  of  not  more  than  2  inches  will  be  permit¬ 
ted  for  each  installation  at  such  points.  The  bends  in  the 
pipe  forming  the  offsets  must  be  carefully  made  to  avoid 
cracking  the  enamel  or  galvanized  coating,  or  the  flattening 
or  cracking  of  the  pipe  or  conduit.  The  amount  of  offset 
shall  not  exceed  2  inches  and  the  length  of  the  offset  shall 
not  be  less  than  five  times  the  amount  of  the  offset.  For 
example,  a  2-inch  offset  must  be  at  least  10  inches  long. 
Single  offsets  only  shall  be  permitted.  Double  offsets  are 
not  acceptable. 

Roller  Fittings: 

27.  For  turns  in  the  conduit  greater  than  those  mentioned 
above,  approved  roller  fittings  shall  be  used.  No  roller  fit¬ 
tings  turning  more  than  90  degrees  from  a  straight  line 
shall  be  used. 

Automatic  Control: 

28.  The  fusible  link  which  controls  actuation  of  the  valve 
in  the  event  of  direct  heat,  shall  melt  at  not  less  than  225 
degrees  F.  and  shall  be  so  arranged  as  to  in  no  way  inter¬ 
fere  with  the  manual  means  of  shutting  off  the  gas  which 
is  controlled  by  the  handle  in  box  placed  on  the  face  of  the 
building.  Only  approved  fusible  links  shall, be  used.  Auto¬ 
matic  control  shall  in  no  way  depend  upon  electric  current 
for  its  operation. 

Production  Tests  at  Factory: 

29.  Valves  must  be  tight  under  the  following  tests : 

(a)  Valves  shall  be  mounted  in  the  position  in  which 
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they  are  designed  to  operate.  Normal  city  gas  pressure  or 
equivalent  air  pressure  shall  be  applied  to  the  inlet  side  and 
the  valve  shall  completely  shut  off  the  gas  or  air  when 
closed  as  in  normal  operation. 

(b)  To  determine  whether  the  valve  shuts  off  tightly 
under  this  test,  a  tube  shall  be  connected  with  the  outlet 
side  of  the  valve  and  the  outer  end  of  the  tube  shall  be  im¬ 
mersed  in  water  to  a  depth  not  exceeding  one  (l)  inch, 
indicating  leakage  by  bubbles  rising  through  the  water  from 
the  end  of  this  tube. 

(c)  Valves,  after  this  test,  shall  be  capable  of  shutting 
off  ten  (10)  pounds  air  pressure  applied  to  the  inlet  side; 
to  determine  whether  the  valve  is  tight,  the  test  procedure 
shall  be  as  indicated  in  the  preceding  test. 

(d)  Valve  bodies  shall  be  strong  enough  to  withstand, 
without  leakage,  one  hundred  (100)  pounds  pressure  applied 
from  either  end  with  the  other  end  closed.  In  this  test 
the  entire  valve,  including  the  stuffing  box,  shall  be  com¬ 
pletely  immersed  in  water,  so  that  leakage  will  be  indicated 
by  bubbles  rising  through  the  water. 

(e)  The  fusible  link  connections  of  each  valve  shall  be 
carefully  tested  to  avoid  prematurely  operating  the  gas  shut¬ 
off  valve  through  vibration  or  concussion.  The  construction 
of  the  fusible  link  connections  shall  be  so  designed  and  made 
that  the  automatic  feature  will  not  operate  through  vibra¬ 
tion  or  concussion. 

(f)  The  entire  process  of  manufacture  of  the  valves 
shall  be  subject  to  inspection  and  review  and  each  valve 
shall  be  tested  at  the  factory  by  a  recognized  laboratory  or 
agency  with  facilities  for  making  the  test  prescribed  by  the 
Board  of  Standards  and  Appeals,  and  each  valve  must  bear 
satisfactory  evidence  that  it  has  been  so  tested. 

(g)  Manufacturers  of  gas  shut-off  valves  must  submit 
the  name  or  names  of  said  laboratories  or  agencies  to  the 


Fire  Commissioner  or  the  Tenement  House  Commissione 
in  their  respective  jurisdictions,  with  satisfactory  evidenc 
of  their  ability  and  facilities  to  properly  carry  out  sai 
tests. 

(h)  Valves  and  operating  mechanisms  shall  be  so  de 
signed  and  constructed  that  they  will  withstand  the  deteriora 
ing  effects  or  corrosion,  as  evidenced  by  operating  tests. 
Installation  and  Inspection  Tests: 

30.  a.  After  shut-off  valve  is  installed,  it  shall  be  st 
and  operated  to  determine  that  proper  closure  is  secure 
by  operating  the  control  handle.  Particular  care  shoul 
be  taken  to  observe  that  when  operating  the  control  handl< 
no  part  of  the  cable  or  of  its  attachment  to  the  valv 
interferes  in  any  way  with  the  positive  closure  of  the  valvt 

b.  After  the  above  test,  all  gas  outlets  in  the  buildin 
must  be  inspected  to  insure  their  being  closed  before  th 
valve  shall  be  set  and  the  gas  turned  on.  Valve  and  con 
nections  shall  also  be  tested  for  leaks  by  applying  a  solutio 
of  soap  and  water  to  all  parts,  including  connections  to  ga 
piping. 

c.  After  the  valve  has  been  used  to  shut  off  gas,  it  sha 
be  reset  only  by  authorized  corporations,  firms  or  ind 
viduals,  or  by  members  of  the  Fire  Department. 

d.  Operating  and  installation  corporations,  firms  or  ind 
viduals  responsible  for  the  installation  of  the  gas  shut-o 
valves  shall  permanently  maintain  properly  equipped  servic 
stations  in  each  of  the  boroughs  where  they  install  valve 

Gas  shut-off  valves  and  installations  shall  be  inspected  i 
least  once  a  year  by  members  of  the  Fire  Department  c 
the  Tenement  House  Department,  in  their  respective  j  uris 
dictions,  or  by  corporations,  firms  or  individuals  authorize 
to  install  gas  shut-off  valves,  as  determined  by  the  Fir 
Commissioner  or  the  Tenement  House  Commissioner,  i 
their  respective  jurisdictions. 
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DIRECTORY  v  .  ..  NOTICE 

BOARD  OF  APPEALS.  APR  ^  OF 

WILLIAM  E.  WALSH,  Chairman.  \  T 

James  P.  Holland  John  Dowd  JNIVLftej  j  jr  ib'.HyOi 

Hfnry  L  Connell  Joseph  B.  Gunnison  _ _ _ 

Fire  Chief  John  Kenlon  J.  Sarsfield  Kennedy  NOTICE  IS  HEREBY  GIVEN  THAT  THE 

_  BOARD  OF  STANDARDS  AND  APPEALS  IS 

BOARD  OF  STANDARDS  AND  APPEALS.  NOW  LOCATED  ON  THE  TENTH  FLOOR  OF 
WILLIAM  E.  WALSH,  Chairman.  THE  MUNICIPAL  BUILDING,  ROOMS  1001 

hTvPLHCoZ”,  Joseph'b" Gunnison  TO  1015  NORTH  END  OF  BUILDING. 

Fire  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy 

Thomas  J.  Drennan . Fire  Commissioner  _ 

Charles  Brady . Supt.  of  Buildings,  Manhattan 

P  T  Revili.e . Supt.  of  Buildings,  The  Bronx 

Albert  E.  Kle.nert . Sup,,  of  Buddings.  Brook,,*  DATES  AND  HOURS  OF  MEETINO. 

John  W  Moore . Supt.  of  Buildings,  Queens  B°ard  °f  APPeaIs-  Tuesdays,  at  10  a.  m. 

William  J.  McDermott.  . .  .Supt.  of  Buildings.  Richmond  Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerks  Calendar,  Tuesdays,  at  2  p.  rn. 

William  J.  O  orman,  ecre  ary  Board  of  Standards  and  Appeals,  as  listed  in  the  Caf- 

Edward  V.  Barton,  Chief  Clerk  endar. 

Office — Municipal  Building,  Rooms  1001  to  1015.  All  tarings  are  Reid  in  Room  1013,  Municipal  Building, 

...  .  Manhattan. 

Telephone — Worth  0184. 

Office  Hours— 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to  _ 

12  noon.  . 

All  communications  should  be  addressed  to  , he  cha.rman  CONSULTATION. 

°1  ,h'  bmri-  10  A  M.  to  1  P.  M. 

_  __  Any  person  desiring  to  consult  the  chairman  or  the  en- 

GQN  I  E  INI  I  5  gineers,  pertaining  to  the  work  of  either  board,  will  be 

_ _  —  seen  only  between  the  hours  of  ten  in  the  morning  and  one 

in  the  afternoon — Saturdays  excepted. 

This  issue  of  the  Bulletin  contains,  in  the  order 

given —  - 

Docket. 

Call  of  Clerk’s  Calendar.  CALL  OF  CLERK’S  CALENDAR. 

The  Trial  Calendar.  The  Clerk’s  Calendar  consists  of  applications  under  the 

Notices  in  Building  Zone  Cases.  Building  Zone  Resolution,  and  its  object  is  to  give  inter- 

Minutes  of  Meeting,  Board  of  Appeals,  March  24.  ested  property  owners  opportunity  to  file  objections  if  any. 
.one  and  will  be  called  in  Room  1013,  on  Tuesday,  March  31, 

.  ,,  .  -c  A  t  An  1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 

M. mites  of  Meeting  Board  of  Standards  and  Ap-  ^  a’defini,e  day 

peals,  March  24,  1925.  The  next  Sl,hsequent  Call  0f  the  Calendar  will  be  on 

Notice  of  Public  Hearing.  Tuesday,  April  7,  1925,  at  2  o’clock. 

Reserve  Calendar.  The  Clerk's.  Calendar  is  not  to  be  confused  with  the 

Rules.  calendar  of  cases  that  have  been  definitely  set  for  hearing 

Progress  Report.  on  fixed  ^ys. 
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DOCKET. 

New  Cases  Filed  Week  Ending  March  26,  1925. 

Cal.  No.  Department.  Premises  Affected. 

324-25-BZ . B.B.Q.  ..W.  S.  Junction  blvd.,  88  ft. 

8^4  in.  north  of  Roosevelt 
ave.,  Elmhurst,  Q. 

-  N.  B.  2452-1925. 

323-25-S . B.B.M.  .1-11  West  47th  st.,  Man. 

- -  Decision. 

322-25-S . F.D . 4-6  Varet  st.,  Bklyn. 

- -  L.  D.  43985. 

321-25-S . B.B.M.  .232-234  W.  37th  st.,  Man. 

- • — • — —  Certificate  of  Occupancy. 

320-25-S . F.D .  145-147  W.  27th  st.,  Man. 

. .  L.  D.  73339. 

319-25-BZ . B.B.B.  . .  S.  S.  Germania  pi.,  150  ft.  west 

of  Nostrand  ave.,  Bklyn. 

- ■  •  —  Applic.  18304-1924. 

318-25-A . F.D . E.  S.  Newtown  Creek,  586.63 

ft.  north  of  Grand  st.,  Mas- 

-  peth,  Q.  Alt.  1453-1924. 

317-25-A . F.D . 17  W.  17th  st.,  Man. 

-  L.  C.  28334. 

316-25-A . F.D . 106-111  John  st.,  Bklyn. 

- —  L.  D.  70248. 

315-25-S . F.D . 106-111  John  st.,  Bklyn. 

-  L.  D.  70245. 

314-25-BZ . B.B.Bx.  .1160-1162  Intervale  ave.,  Bx. 

- -  N.  B.  2874-1924. 

313-25-BZ . B.B.B.  ..521-523  Bergen  st.,  Bklyn. 

-  Applic.  3656-1925. 

312-25-A . F.D .  56-60  Pearl  st.,  Bklyn. 

-  '  F-71807. 

3 11-2 5- A . F.D .  931-939  Carroll  st.,  Bklyn. 

- -  Applic.  812-813—1922. 

310-25-A . F.D .  3202  Perry  ave.,  Bx. 

— -  .  Alt.  2610-1924. 

309-25-S . F.D . 639-641  W.  51st  st.,  Man. 

- -  L.  D.  72683. 

308-25-A . F.D . 25-27  Thames  st.,  Man. 

-  F-67501. 

307-25-S . H.D.  ...3218  Church  ave.,  Bklyn. 

■ - -  Sanitary  Certificate. 

306-25-BZ . B.B.Bx.  .700  Southern  blvd.,  Bx. 

. . -  N.  B.  2341-1924. 

305-25-BZ . B.B.Q.  . .  W.  S.  224th  st.,  250  ft.  north 

Foch  blvd.,  Jamaica,  Q. 

- * -  N.  B.  19233-1924. 

304-25-BZ . B.B.Q.  . .  W.  S.  143rd  st.,  100  ft.  south 

of  11th  ave.,  Jamaica,  Q. 

- - —  N.  B.  19232-1924. 

303-25-A . F.D . 120-124  W.  57th  st.,  Man. 

- —  F-66272. 

Restored  to  Calendar. 

1092-24-BZ . B.B.Bx.  .331  E.  184th  st.,  Bx. 

- 1  ~  '  N.  B.  2349-1924. 

61-23-A . F.D .  1078  Willoughby  ave.,  Bklyn. 

- * -  C-76254. 


CODE. 


F-D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R  . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  March  31,  1925,  at  2  p.  m. 

Building  Zone  Cases 

1407-24-BZ. 

APPLICANT — McLain  Realty  Company,  owner. 

PREMISES — 6-8  Linden  avenue,  Flushing,  Queens. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

120-25-BZ. 

APPLICANT — Emery  Roth,  for  232  Madison  Avenue 
Corp.,  owner. 

PREMISES — 232  Madison  avenue  and  15-17  East  37th 
street,  Manhattan. 

TO  PERMIT  in  a  business  and  one  and  one-half  times 
height  district  the  erection  of  the  street  walls  to 
a  height  exceeding  the  limit  required  by  the  build¬ 
ing  zone  resolution. 

1149-24-BZ. 

APPLICANT — -Walter  B.  Wills,  for  Herman  W.  Bruning, 
owner. 

PREMISES — 63  and  63 Schaeffer  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  alteration  and 
conversion  of  occupancy  from  a  stable  to  a  garage 
-  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

1539-24-BZ. 

APPLICANT — Charles  E.  Anderson,  for  George  V.  Fink 
and  L.  F.  Fink,  Inc.,  owner. 

PREMISES — 1977  East  22nd  street,  Brooklyn. 

TO  PERMIT  in  a  residence  and  “E”  area  district  the  erec¬ 
tion  and  maintenance  of  a  building  nearer  than 
ten  (10)  feet  from  the  street  line,  contrary  to  sec¬ 
tion  15,  subdivision  (d)  of  the  building  zone  reso¬ 
lution. 

7-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Gilman,  Schlesinger 
Bldg.  Co.,  owner. 

PREMISES — 1896-1898  Arthur  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  and  one  and  one-half  times 
height  district  the  erection  and  maintenance  of  a 
building  to  be  used  for  business  purposes  also  the 
erection  of  the  street  wall  to  a  height  exceeding  the 
limit  required  by  the  building  zone  resolution. 

52-25-BZ. 

APPLICANT — Samuel  Rosenblum,  for  Richard  Weber, 
owner. 

PREMISES — 266-278  Park  circle,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

175-25-BZ. 

APPLICANT — 'Murray  Klein,  for  Louis  Marcus,  owner. 

PREMISES — 307-313  Rutledge  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 
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564-19-BZ.  #  M.  Smith,  applicant,  on  behalf  of  Otto 

APPLICANT— Frederick  J.  Flynn,  for  Adolph  Lewisohn  &  Stanley,  Inc.,  lessee,  to  permit  in  a 

&  Sons,  Inc.,  owner.  business  district  the  maintenance  of  a 

motor  vehicle  repair  shop;  premises  389- 
91  Fourth  avenue,  southeast  corner  of 
6th  street,  Brooklyn. 


PREMISES— 4023-4039  Broadway,  600-618  West  170th 
street  and  603-605  West  169th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance  of 
a  theater  building  (previously  granted  by  the 
board;  such  grant  having  expired  July  11,  1923, 
under  the  time  limit  imposed  in  the  resolution). 

698-22-BZ. 

APPLICANT — Emma  J.  Wright,  owner. 

PREMISES — 57  Evelyn  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
garage  for  the  storage  of  five  (5)  pleasure  motor 
vehicles,  three  (3)  spaces  rented  to  persons  not 
residing  on  the  premises  (previously  granted  by 
the  board  for  a  temporary  period  of  two  years). 

621-24-BZ. 

■  APPLICANT — William  F.  Doyle,  for  Shiber  Realty  Corp., 
owner. 

PREMISES — 234-240  East  54th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  three  story  garage  (previously  granted 
by  the  board  for  two  stories)  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

1421-24-BZ. 

APPLICANT — David  G.  Ludins,  for  Eliot  Place  Holding 
Co.,  Inc.,  owner. 

PREMISES — 'Southeast  corner  of  Jerome  avenue  and  Elliot 
place.  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  busi¬ 
ness  building. 


BOARD  OF  APPEALS. 

Tuesday,  March  31,  1925,  at  10  a.  in. 

Appeals  from  Administrative  Orders. 

1436-24-A — 2501-5  Grand  Concourse,  The  Bronx. 

669-24-A — 37-39  East  28th  street,  Manhattan. 

1357-24-A — 14  West  40th  street,  Manhattan. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24-A — 43-45  Wooster  street,  Manhattan. 

1247-24-A — 202  Flatbush  avenue,  'Brooklyn. 

1261-24-A — 480  Fulton  street,  Brooklyn. 

1474-24-A — 536-546  West  23rd  street,  Manhattan. 

1515-24-A — 678  East  133rd  street,  The  Bronx. 

72-25-A — 189  Water  street,  Manhattan. 

83-25-A — 491-501  Bushwick  avenue,  Brooklyn. 

99-25-A — 220  Corbin  place,  Brooklyn. 

258-25-A — 278-290  Avenue  C,  Manhattan. 

Under  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  March  31,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters: 

cal.  no.  1438-24-BZ— Application,  December  5,  1924,  under 
the  building  zone  resolution,  of  Joseph 
[<  M.  Smith,  applicant,  on  behalf  of  Lead- 

^  ing  Auto  Top  Co.,  owner,  to  permit  in 

a  business  district  the  maintenance  of 
a  motor  vehicle  repair  shop ;  premises 
605  Fourth  avenue,  Brooklyn. 
cal.  no.  1439-24-BZ — Application,  December  5,  1924,  under 
the  building  zone  resolution,  of  Joseph 


cal.  no.  1232-24-BZ — Application,  October  16,  1924,  under 
the  building  zone  resolution,  of  Boris 
W.  Dorfman,  architect,  on  behalf  of 
Louis  Bergstein,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  Linden  street, 
95  ft.  north  of  Central,  avenue,  Brook¬ 
lyn. 

cal.  no.  21-25-BZ — Application,  January  8,  1925,  under  the 
building  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Watkins 
Garage  Realty  Co.,  Inc.,  owner,  to 
permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  district, 
of  a  proposed  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles  : 
premises  50-54  144th  street  and  69  West 
143rd  street,  Manhattan. 

cal.  no.  23-25-BZ — Application,  January  8,  1925,  under  the 
building  zone  resolution,  of  F.  W.  Rinn, 
architect,  on  behalf  of  Hobson  Realty 
Company,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
'premises  2161  Jerome  avenue,  north¬ 
west  corner  of  West  181st  street,  The 
Bronx. 

cal.  no.  57-25-BZ — Application,  January  13,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Bres- 
lauer  Construction  Co.,  Inc.,  owner,  to 
permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  dis¬ 
trict,  of  a  proposed  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1933-1935  Cedar  ave¬ 
nue,  The  Bronx. 

cal.  no.  81-25-BZ — Application,  January  20,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and  own¬ 
er,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  an  exten¬ 
sion  to  a  telephone  exchange  building ; 
premises  10  Marc  place,  Astoria,  Bor¬ 
ough  of  Queens. 

cal.  no.  1021-24-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Polk  Construction  Co.,  Inc.,  owner,  pre¬ 
viously  denied,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  88  Jackson  avenue,  Jackson 
Heights,  Borough  of  Queens. 

cal.  no.  465-23-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Amanda  B.  Manee,  owner,  previously 
withdrawn,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
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five  (5)  motor  vehicles;  premises  east 
side  of  River  avenue,  100  ft.  south  of 
East  167th  street,  The  Bronx. 

cal.  no.  5-25-BZ — Application,  January  2,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Irville 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  northwest  corner  of  Cortel- 
you  road  and  Gravesend  avenue,  Brook¬ 
lyn. 

cal.  no.  1204-24-BZ — Application,  October  7,  1924,  under 
the  building  zone  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Stuy- 
vesant  Fulton  Co.,  Inc.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1716-1728  Fulton 
street,  Brooklyn. 

cal.  no.  1066-24-BZ — Application,  August  25,  1924,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  applicant,  on  behalf  of  George  F. 
and  Howard  J.  Riley,  owners,  to  per¬ 
mit  in  a  residence  district  the  mainte¬ 
nance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises ;  premises  3507 
Newkirk  avenue  and  595  East  35th 
street,  Brooklyn. 

cal.  no.  1480-24-BZ — Application,  December  16,  1924,  under 
the  building  zone  resolution,  of  Emil 
Guterman,  applicant,  on  behalf  of  Paola 
Gerardi,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  105-107  Jackson  street,  Brook¬ 
lyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  March  31,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

1307-24-A — 292  Chauncey  street,  Astoria,  Queens. 
1306-24-A— 276-280,  286-288,  294-296,  300,  318-320,  324,  328, 
332,  336,  338-340  Chauncey  street,  Astoria, 
Queens. 

1187-21-A — 640-644  Lenox  avenue,  59-71  West  142nd  street, 
52-58  West  143rd  street,  northeast  corner 
142nd  street  and  Lenox  avenue,  Manhattan. 
1388-24-A — 310  Chauncey  street,  Astoria,  Queens. 

1167-24-A — East  side  Zerega  avenue,  between  Chatterton 
and  Blackrock  avenues,  The  Bronx. 
1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 
1496-24-A — 205-207  West  33rd  street,  Manhattan. 
1402-24-A— 1775  Broadway,  Manhattan. 

1510-24-A — 1038  Ocean  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  March  31,  1925,  at 
2  o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 


cal.  no.  1038-24-BZ — Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn. 

cal.  no.  1450-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  George 
L.  Donnellan,  applicant,  on  behalf  of 
Louis  Hart,  owner,  to  permit  in  a  resi¬ 
dence  district  the  change  of  occupancy 
from  a  residence  use  to  an  undertak¬ 
ing  business ;  premises  67  West  130th 
street,  Manhattan. 

cal.  no.  1400-23-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil 
liam  F.  Doyle,  applicant,  on  behalf  o 
Turin  Garage  and  Supply  Co.,  Inc. 
owner,  previously  withdrawn,  to  pernri 
in  a  residence  district  the  alteratioi 
and  extension  of  an  existing  garagt 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  55  West  93rc 
street,  Manhattan. 

cal.  972-24-BZ — Application,  February  17,  1925,  under  tin 
building  zone  resolution,  of  Deiches 
Goldwater  &  Flynn,  applicants,  on  be 
half  of  Edward  R.  and  Edward  L 
Finch,  trustees  for  A.  R.  Finch,  owner 
previously  denied,  to  permit  in  a  busi 
ness  district  the  erection  and  mainte 
nance  of  a  garage  for  the  storage  o 
more  than  five  (5)  motor  vehicles 
premises  1273  Cromwell  avenue,  Thi 
Bronx. 

cal.  no.  1428-24-BZ — Application,  December  3,  1924,  unde: 

the  building  zone  resolution,  of  Johi 
De  Hart,  applicant,  on  behalf  of  Zivit 
Bender,  owner,  to  permit  in  a  busines: 
district  the  erection  and  maintenance  o 
a  garage  for  the  storage  of  more  that 
five  (5)  motor  vehicles;  premises  1223 
1229  Intervale  avenue,  The  Bronx. 

cal.  no.  76-25-BZ — Application,  January  19,  1925,  under  th 
building  zone  resolution,  of  Samue 
Rosenblum,  architect,  on  behalf  of  Th 
Barre  Realties,  Inc.,  owner,  to  permi 
partly  in  a  business  district  and  parti; 
in  a  residence  district  the  erection  am 
maintenance  of  a  garage  for  the  storag 
of  more  than  five  (5)  motor  vehicles 
premises  968-972  Fulton  street,  Brook 
lyn. 

cal.  no.  1485-24-BZ— Application,  December  18,  1924,  undei 
the  building  zone  resolution,  of  John  J 
Dunnigan,  applicant,  on  behalf  o 
Joseph  Diamond  Construction  Co. 
owner,  to  permit  in  a  residence  distric 
the  erection  and  maintenance  of  a  build 
ing  to  be  used  for  business  purpose: 
on  the  first  story,  premises  1997  Bryan 
avenue,  northwest  corner  of  East  178tl 
street,  The  Bronx. 

cal.  no.  1530-24-BZ — 'Application,  December  29,  1924.  undei 
the  building  zone  resolution,  of  Edwarc 
P.  Doyle,  applicant,  on  behalf  of  Bori: 
Nalven  and  Max  Natevky,  owners,  t( 
permit  in  a  business  district  the  erec 
tion  and  maintenance  of  a  garage  fo 
the  storage  of  more  than  five  (5)  mo 
tor  vehicles;  premises  225-235  Pennsyl 
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vania  avenue,  northeast  corner  of  Pit¬ 
kin  avenue,  Brooklyn. 

;al.  no.  402-24-BZ — Application,  March  18,  1924,  under  the 
building  zone  resolution,  of  Charles  H. 
Mohr,  applicant,  on  behalf  of  Mohr- 
Steiber  Holding  Co.,  Inc.,  owner,  to 
permit  in  a  business  district  the  main¬ 
tenance  of  the  use  as  iron  works  on 
the  first  story  and  in  the  cellar  of  an 
existing  residence  building ;  premises 
449  West  46th  street,  Manhattan. 

cal.  no.  44-25-BZ — Application,  January  12,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  district 
extending  from  a  business  district  the 
alteration  and  extension  in  height  and 
area  of  a  telephone  exchange  building ; 
premises  4101-4111  Fourteenth  avenue, 
southeast  corner  of  41st  street,  Brook- 


P REMISES— North  side  of  West  170th  street,  11.33  ft.  west 
of  Cromwell  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

1092-24-BZ. 

APPLICANT — John  W.  Clancy,  for  Michael  Naftal,  owner. 

PREMISES— 331  East  184th  street,  The  Bronx. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles.  (Previously  denied  by  the  board.) 

27  5-2:5- BZ. 

APPLICANT — Leo  S.  Sheridan,  owner. 

PREMISES— 188-110  Crown  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


Iyn. 

cal.  no.  1098-24-BZ — Application,  September  4,  1924,  under 
the  building  zone  resolution,  of  Walter 
S.  Beaver,  applicant,  on  behalf  of  Will¬ 
iam  and  Lena  Schwartzberg,  owners,  to 
permit  in  a  business  district  the  change 
of  occupancy  from  a  garage  for  the 
storage  of  five  (5)  motor  vehicles  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  458 
Leonard  street,  southeast  corner  of 
Manhattan  avenue,  Brooklyn. 

cal.  no.  165-25-BZ— Application,  February  9,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Mor¬ 
ris  White  Holding  Corp.,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  residence 
building,  part  of  first  story  to  be  used 
for  store  purposes ;  premises  297-303 
Lexington  avenue  and  133-139  East 
37th  street,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  April  7,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

331-24-A — 508-534  West  212th  street,  Manhattan. 

16-24-A — 1342  Park  avenue,  Manhattan. 

100-25-A — West  side  of  Spuyten  Duyvil,  104.14  ft.  north  of 
West  231st  street,  The  Bronx. 

101- 25-A — 727  Avenue  L,  Brooklyn. 

102- 25-A — 2597  Grand  Concourse,  The  Bronx. 

104- 25-A — 12  Smart  street,  Flushing,  Queens. 

105- 25-A — 128  Maple  avenue,  Flushing,  Queens. 

106- 25-A — East  side  of  West  drive,  155  ft.  north  of  Ardsley 

road,  Douglaston,  Queens. 

107- 25-A— 155  Beach  148th  street,  Neponsit,  Queens. 

108- 25-A — 960  Boulevard,  Long  Island  City,  Queens. 

109- 25-A — 21  Luydig  place,  Corona,  Queens. 

117-25-A — 119  Fourth  avenue,  Manhattan. 


William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  April  7,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

110-25-BZ. 

1  APPLICANT — Edward  P.  Doyle,  for  Brecher  Building 
Corp.,  owner. 

PREMISES— Southeast  corner  of  Washington  avenue  and 
Fifth  avenue,  L.  I.  City,  Borough  of  Queens. 

'  TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  April  7,  1925,  at  10  o  clock, 
in  Room  1013,  Municipal  Building,  on  the  following  matters : 

cal.  no.  1432-24-BZ— Application,  December  4,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Chas. 
E.  Manierre,  owner,  to  permit  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  421-429  West  209th  street  and 
420-428  West  210th  street,  Manhattan. 


143-25-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Lottie  Snyder,  owner. 

PREM I S ES — *7 601-71628  21st  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  buildings  to  be  used  for  store  purposes 
only  on  1st  story. 

I 

166-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Hallert  Realty  Corp., 
owner. 

PREMISES — 178-186  Parkside  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  store  purposes. 

194-25-BZ. 

APPLICANT— Richard  J.  Cullinan,  for  Joseph  Rosenzweig, 
owner. 


cal.  no.  1180-24-BZ— Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Two  Hundred  and  Fifty-seven 
Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  1  Yi  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution; 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street, 
Manhattan. 

cal.  no.  45-25-BZ— Application,  January  12,  1925,  under  the 
building  zone  resolution,  of  Victor 
C.  Farrar,  architect,  on  behalf  of  40th 
Street  and  Park  Avenue,  Inc.,  owner, 
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to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  office  purposes ;  premises 
90-98  Park  avenue  and  38-40  East  40th 
street,  Manhattan. 


cal.  no.  56-25-BZ — Application,  January  13,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Jacob 
O.  Pederson,  owner,  to  permit  the  ex¬ 
tension  from  an  unrestricted  district 
into  a  residence  district,  of  a  proposed 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles ;  and  also  its 
location  within  200  ft.  of  a  hospital ; 
premises  1895  Inwood  avenue,  The 
Bronx. 

cal.  no.  59-25-BZ — Application,  January  15,  192,5,  under  the 
building  zone  resolution,  of  Lawrence 
J.  Frank,  applicant,  on  behalf  of  Solo¬ 
mon  Goldstein,  owner,  to  permit  in  a 
business  district  the  erection  of  addi¬ 
tional  buildings  and  the  extension  of 
the  use  of  an  existing  stone  or  monu¬ 
mental  works ;  premises  northwest  cor¬ 
ner  of  Sutter  avenue  and  Pitkin  ave¬ 
nue,  Woodhaven,  Borough  of  Queens. 

cal.  no.  74-25-BZ — Application,  January  19,  1925,  under  the 
building  zone  resolution,  of  Anthony 
D.  Rasso,  applicant,  on  behalf  of  Dom- 
enick  Rasso,  owner,  to  permit  in  a  resi-v 
dence  district  the  erection  and  mainte¬ 
nance  of  a  business  building ;  premises 
549  17th  street,  Brooklyn. 

cal.  no.  1504-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Smith 
&  Scutt  Co.,  Inc.,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Bergen  avenue, 
317.47  ft.  north  of  Jamaica  avenue  (Ful¬ 
ton  street),  Jamaica,  Borough  of 
Queens. 

cal.  no.  1252-24-BZ — Application,  October  22,  1924,  under 
the  building  zone  resolution,  of  Morris 
Perlstein,  architect,  on  behalf  of  Rite- 
built  Realty  Corp.,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  cf  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  northwest  corner  of 
Forest  avenue  and  Linden  street, 
Ridgewood,  Borough  of  Queens. 

cal.  no.  1268-24-BZ — Application,  October  25,  1924,  under 
the  building  zcne  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Will¬ 
iam  IT.  Seaich,  owner,  to  permit  in  a 
business  district  the  conversion  of  oc¬ 
cupancy  from  storage  purposes  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  142- 
156  East  31st  street,  Manhattan. 

cal.  no.  1290-24-BZ — Application,  October  30,  1924,  under 
the  building  zone  resolution,  of  Louis 
Nathanson,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  extending 
from  a  business  district  the  erection 
and  maintenance  of  five  (5)  attached 
residence  buildings  to  be  used  for  store 
purposes  on  first  story ;  premises  1921- 
1927-1931  Neck  road,  Brooklyn. 

cal.  no.  1518-24-BZ — 'Application,  December  26,  1924,  under 
the  building  zone  resolution,  of  Henry 


J.  Nurick,  architect  and  engineer,  on 
behalf  of  Michael  Bonuzo,  owner,  to 
permit  in  a  residence  district  extending 
from  a  business  district  the  alteration 
and  conversion  of  a  private  garage  to 
be  used  for  store  purposes ;  premises 
1-11  East  32nd  street,  southeast  corner 
of  Church  avenue,  Brooklyn 

William  E.  Walsh,  Chairman. 

BOARD  OF  STANDARDS  AND  APPEALS 

Tuesday,  April  7,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1354-24-S — 19-21  East  55th  street,  Manhattan. 

47-25-S— 65  Fulton  street,  Manhattan. 

126-25-S — 14  East  55th  street,  Manhattan. 

1 102-24- S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

118-25-S — 225-241  West  34th  street  and  234-238  West  35th 
street,  Manhattan. 

1332-24-S — 101-103  West  42nd  street  and  737-745  Sixth 
avenue,  Manhattan.  . 

1501-24-S — 12-16  East  14th  street,  Manhattan. 

80^25-S — 23  West  56th  street,  Manhattan. 

135-25-S — 3  Maiden  Lane,  Manhattan. 

140-25-S — 470-472  Seventh  avenue,  Manhattan. 

279-25-S — 587  Fifth  avenue,  Manhattan. 

385-24-S — 2268  Second  avenue,  Manhattan. 

1493-24-S — 30  East  9th  street,  Manhattan. 

8 6-25- S — 33  West  56th  street,  Manhattan. 

Rule. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BOARD  OF  APPEALS. 

Tuesday,  April  14,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24- A — '126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

904-24-A — 235-239  West  23rd  street,  Manhattan. 

1069-24- A — 1227-2.31  East  22nd  street,  Manhattan. 

1376-24- A — 2920-2940  Broadway,  Manhattan. 

1498-24-A — 51  West  3rd  street,  Manhattan. 

1535-24-A — 169-195  West  street,  Brooklyn. 

1540-24-A — 472-482  Knickerbocker  avenue  and  230-242 
Bleecker  street,  Brooklyn. 

1119-22-A — 237  St.  Nicholas  avenue,  Brooklyn. 

1375-24-A — 2920-2940  Broadway,  Manhattan. 

1378-24-A — 2920-2940  Broadway,  Manhattan. 

40-25-A — Spuyten  Duyvil  Parkway  and  227th  street,  The 
Bronx. 

1367-24-A — 450-458  West  34th  street,  Manhattan. 

79-25-A — 6-16  West  16th  street  and  7-23  West  15th  street, 
Manhattan. 

Under  the  Building  Zone  Resolution 
NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution  Tuesday  morning,  April  14,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  1532-24-BZ — Application,  December  29,  1924,  under 
the  building  zone  resolution,  of  Moore 
and  Landsiedel,  architects,  on  behalf  of 
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AL. 


AL. 


AL. 


AL. 


AL. 


:al. 


AL. 


Adele  Santini,  owner,  to  permit  in  a 
residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for 
business  purposes;  premises  east  side  of 
Jerome  avenue,  100  feet  south  of  East 
190th  street,  The  Bronx. 

no.  98-25-BZ — Application,  January  23,  1925,  under 
the  building  zone  resolution,  of  John 
DeHart,  applicant,  on  behalf  of  Knick¬ 
erbocker  Ice  Co.,  owner,  to  permit  in 
a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  305-313  West  67th 
street  and  308  West  68th  street,  Man¬ 
hattan. 

no.  305-24-BZ — Application,  March  3,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of 
Emanuel  Strauss,  owner,  previously 
denied,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict,  and  also  in  a  “B”  area  district, 
the  conversion  of  occupancy  from  a  five 
(5)  car  garage  and  storage  use  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1139 
Ogden  avenue,  The  Bronx. 
no.  1393-24-BZ — (Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 

no.  1394-24-BZ — Application,  November  24,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  New 
York  Consolidated  R.  R.  Co.  and  New 
York  Rapid  Transit  Corp.,  owners,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  sell¬ 
ing  station ;  premises  464  Flatbush  ave¬ 
nue,  Brooklyn. 

no.  27-25-BZ — Application,  January  8,  1925,  under  the 
building  zone  resolutoin,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Efficient 
Building  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  Jerome  avenue, 
200  ft.  north  of  Clifford  place,  The 
Bronx. 

no.  1415-24-BZ — 'Application,  December  1,  1924,  under 
the  building  zone  resolution,  of  John  E. 
Kerby,  applicant,  on  behalf  of  Harry 
Abramowitz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  608  Westchester  avenue, 
southwest  corner  of  Cauldwell  avenue, 
The  Bronx. 

no.  997-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  D. 
Coppersmith,  owner,  to  permit  partly 
in  a  business  district  and  partly  in  a 


residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  112-144  East  98th  street, 
Brooklyn. 

cal.  no.  82-25-BZ — Application,  January  20,  1925,  under  the 
building  zone  resolution,  of  George 
McCauslan,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  gasoline  selling 
station ;  premises  northeast  corner  of 
Bronx  boulevard  and  East  219th  street, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


48-25 

121-25 

1221-25 

123- 25 

124- 25 

125- 25 

128-25 

131-25 

71-25 

96-25 

1188-24 

1300-24 

61-23 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  April  14,  1925,  at  2  />.  m. 

Appeals  from  Administrative  Orders. 

■A — 65  Fulton  street,  Manhattan. 

A — ‘230  Corbin  place,  Brooklyn. 

■A — 57  East  72nd  street,  Manhattan. 

A — ‘132  West  74th  street,  Manhattan. 

•A — 13  Van  Dam  street,  Manhattan. 

-A — ‘West  side  of  Malba  drive,  intersection 
Fourth  avenue,  Malba,  Queens. 

-A — 379-385  De  Kalb  avenue,  Brooklyn. 

A — 900  Metropolitan  avenue,  Brooklyn. 

A — 81-83  Fulton  street  and  53-57  Gold  street,  Man¬ 
hattan. 

■A — 78-88  Prince  street,  Brooklyn. 

-A — 37-65  Franklin  avenue  and  22-46  Skillman  street, 
Brooklyn. 

-A — 20-22  Bogart  street  and  2-8  Rock  street,  Brook¬ 
lyn. 

-A — <1078  Willoughby  avenue,  Brooklyn. 


of 


SPECIAL  NOTICE 

All  cases  scheduled  for  hearing  by  the  board  of  appeals 
for  March  27,  1925,  at  10  a.  m.,  have  been  postponed  on 
request  of  applicants  and  set  for  hearing  at  a  special  meet¬ 
ing  to  be  hold  on  April  17,  1925,  at  10  a.  m. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Friday,  April  17,  1925,  at  10  a.  tn. 

Appeal  from  Administrative  Order. 

1002-24-A — 401-417  Seventh  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Friday  morning,  April  17,  1925,  at  10  a.  m., 
in  Room  1013,  Municipal  Building,  on  the  following  matters: 
cal.  no.  1369-24-BZ — Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for. the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

cal.  no.  1506-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Vin- 
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cent  C.  Pepe,  owner,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  59-4S1  Carmine  street,  Man¬ 
hattan. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  and  also  within 
a  “B”  area  district,  the  erection  and 
also  the  omission  of  the  rear  yard  re¬ 
quired  by  the  zone  resolution ;  premises 
northwest  corner  182nd  street  and 
Folin  street,  The  Bronx. 

cal.  no.  1298-23-BZ — Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  3200  Villa 
avenue,  The  Bronx. 

cal.  no.  1007-24-BZ — Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  R. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

cal.  no.  378-24-BZ — Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 

cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

cal.  no.  812-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  a  business  building  which  was 
erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 


street  and  2451-2457  University  avenue, 
The  Bronx. 

cal.  no.  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923 ; 
premises  712-748  Southern  boulevard, 
The  Bronx. 

cal.  no.  1367-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John  J. 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1283  Boynton  avenue,  The  Bronx. 

'-al.  no.  1461-24-BZ — Application,  December  11,  1924,  under 
the  building  zone  resolution,  of  John 
Dunnigan,  applicant,  on  behalf  of  Louis 
Koenig,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  north  side  of  East  170th  street, 
100  ft.  east  of  Fulton  avenue,  The 
Bronx.* 

cal.  no.  1156-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  1434-24-BZ — Application,  December  4,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Otto 
J.  Schwartzler,  owner,  to  permit  in  a 
business  district  the  alteration  and 
extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  1728-1750  Morris  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 

*Correct  location  is  100  ft.  west  of  Fulton  avenue. 


BOARD  OF  APPEALS. 

Tuesday,  April  21,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

136- 25-A — Northwest  corner  of  Woodhaven  avenue  and 

Ridgewood  avenue,  Woodhaven,  Queens 

137- 25-A — 95  Buckingham  road,  Brooklyn. 

138- 25-A — Foot  of  Amity  and  Congress  streets,  Brooklyn 

139- 25-A — 48-56  Hamilton  avenue,  Brooklyn. 

160- 25- A — 825  West  254,th  street,  The  Bronx. 

161- 25-A— Northeast  corner  of  Shore  road  and  96th  street, 

Brooklyn. 

162- 25 -A' — Northeast  corner  of  Waldo  avenue  and  Living¬ 

ston  avenue,  The  Bronx. 
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168-25-A — 57-59  Second  avenue,  Manhattan. 

176-25-A — 642  West  57th  street,  Manhattan. 

1433-24-A — 16-26  Northern  avenue,  Manhattan. 

1462-24-A — 186-188  Wooster  street,  Manhattan. 

1508-24-A — 420-438  Oakland  street  and  1-11  Paidge  ave- 
nue,  Brooklyn. 

54-25-A— 248-254  West  60th  street  and  5-19-555  West  59th 
street,  Manhattan. 

1401-24-A — 6701  Ridge  boulevard,  Brooklyn. 

BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  April  21,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

982-24-S — 614-618  West  131st  street,  Manhattan. 

18-25-S — 12  East  56th  street,  Manhattan. 

1495-24-S — 45  Maiden  lane,  Manhattan. 

28-25-S — 17  East  54th  street,  Manhattan. 

42-25-S— 349-351  West  26th  street,  Manhattan. 

112-2i5-S — 833  Seventh  avenue,  Manhattan. 

163-25-S — 4049  Third  avenue,  The  Bronx. 

172-25- S — 635-547  West  45th  street,  Manhattan. 

174-25-S — 105-117  Madison  avenue,  Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

Appliances  Submitted  for  Approval. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

154-25-SA— Edwards  Solenoid  Type  Bell,  approval  of. 


242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 


BOARD  OF  APPEALS. 

Tuesday,  April  28,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

103-26- A — 'South  side  of  West  250th  street,  128  ft.  west  of 
Goodridge  avenue,  The  Bronx. 

156-25-A— 350  West  44th  street,  Manhattan. 

195- 25-A — '262  West  End  avenue,  Brooklyn. 

196- 25-A — '316  West  91st  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  April  28,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  matters : 
cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valbalia  Corporation,  owner,  ti  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


MINUTES 

BOARD  OF  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  MARCH  24,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison,  Connell,  Holland  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of  ap¬ 
peals,  held  on  Tuesday  morning,  March  17,  1925,  were  ap¬ 
proved  as  printed  in  the  Bulletin,  No.  12,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS.  ' 

1367-24-A. 

APPELLANT — Croker  Natoinal  Fire  Prevention  Engineer¬ 
ing  Co.,  for  French  Hospital,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 450-458  West  34th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant :  Herman  E.  Horwood. 

For  Administration:  Inspector  Lynch,  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  April  14,  1925, 
at  10  a.  m. ;  to  submit  corrected  plans. 


54-25-A. 

APPELLANT — Frederick  Meister,  for  Richard  Carvel, 
owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED— 248-254  West  60th  street  and 
549-555  West  59th  street,  Manhattan. 
APPEARANCES— 

For  Appellant :  George  D.  Langley  and  Richard  Car¬ 
vel. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 


ACTION  OF  BOARD — Appeal  laid  over  to  April  21,  1925, 
at  10  a.  m. ;  to  confer  with  fire  department. 


79-25-A. 

APPELLANT — (Rudolph  P.  Miller,  for  The  Society  of  the 
New  York  Hospital,  owner. 

SUBTECT — -Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 6-16  West  16th  street  and  7- 
23  West  15th  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Rudolph  P.  Miller. 

For  Administration :  Inspectors  Lynch  and  Maher 
of  fire  department. 

ACTION  OF  BOARD — Appeal  laid  over  to  April  14,  1925, 
at  10  a.  m.,  subject  to  action  by  fire  department. 


1401-24-A. 

APPELLANT— Michael  C.  D’Agrosa,  for  Angelina  Ma¬ 
rino,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 6701  Ridge  boulevard,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Vincent  Tanzola. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  laid  over  to  April  21,  1925, 
at  10  a.  m„  in  order  that  appellant  may  meet  ob¬ 
jections  of  fire  department. 


61-23-A. 

APPELLANT— Croker  National  Fire  Prevention  Engineer¬ 
ing  Co. 
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SUBJECT^ — Application  for  reopening  (appeal  from  order  THE  RESOLUTION: 

of  fire  commissioner).  (1196-24-A) 

PREMISES  AFFECTED— 1078  Willoughby  avenue,  .  Whereas,  Frank  H.  Hines,  superintendent  of  public  build- 

APPE4PA°vri7c'  mgS’  for.City  of  New  York,  owner,  filed,  October  4,  1924, 

APPEARANCES  aPPeal>  with  the  board  of  appeals,  from  an  order  of  the 

A  r  T  i  rw°nr?fn  at? tv  Hfman,  E‘  Hor™ood;  fire  commissioner,  affecting  premises  407-413  West  28th’ 

AC11U-N  UP  BOARD — Appeal  reopened  and  set  for  hear-  street,  Manhattan;  and 

THE  vnTFV^PPOPi™5’  at  3  p-  m’  T  Whereas,  the  order  of  the  fire  commissioner,  No.  25535- 

1HR  VO  IE  TO  REO'PEN —  LC,  dated  September  15,  1924,  reads: 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy,  “Section  214  A,  sub-division  4  F,  of  Chapter  10  of 

Dowd,  Gunnison,  Holland  and  Connell  -  6  the  Code  of  Ordinances,  provides  that  no  permit  shall  be 

Negative  .......... .  o  issued  for  the  storage  of  liquified  chlorine  in  any 

Absent :  Fire  Chief  Kenlon  .  l  building  used  as  a  place  of  public  assembly. 

“You  are,  therefore,  ordered  to 

apppit  amt  tt  «.  o  n  T  ,  ^  “J1)  Discontinue  the  use  and  storage  of  and  remove 

^t\DDLLANT  Forest  Box  &  Lumber  Co.,  owner.  all  liquified  chlorine  gas  from  premises.  REASON¬ 
ED  BJ  EC  1  Appeal  from  order  of  fire  commissioner.  Building  used  as  a  place  of  public  assemble  ”  • 

PREMISES  AFFECTED — 405-411  East  4th  street,  Man-  and  P  assembD.  , 

APPFApTantfc;  i  )V,^EI^AS'  ^  building  is  non-fireproof,  four  stories  i* 

APPEARANCES—  height,  76  ft.  by  98  ft.  in  area;  OCCUPIED  as  a  public 

Por  Appellant:  M.  Lester  M  endell.  bath,  approximately  75  persons  per  story  -  and 

For  Administration:  Inspector  Maher  of  fire  de-  Whereas,  appellant  contends  that  the ’quantity  of  liqui- 

ArTTOM  nKnARn  a  ,  ,  •  ,  Sf1,  <?Jll?rine  Sas,  011  the  premises  is  limited  to  20  pounds; 

THF  vriTp  Tn™wtPt  ,u  Is  f,r0perly  0PeratP  in  the  purifying  system. 

4  HE  VOTE  TO  GRANT  and  that  all  necessary  safeguards  have  been  provided. 

Affirmative  . . •••■•••••• . .  . . .  0  .  Resolved,  that  the  order  of  the  fire  commissioner  be  and 

Negative:  Chairman  Walsh,  Messrs.  Kennedy,  it  hereby  is  modified,  and  the  appeal  be  and  it  herebv  is 

Dowd,  Connell,  Holland  and  Fire  Chief  Ken-  granted  on  condition  that  not  more  than  one  10-pound 

l°n  6  cylinder  of  chlorine  be  stored  on  the  premises,  immersed  in 

THR  DEcm\mAM!SOn  .  0  water  and  maintained  in  an  enclosure  of  4  in.  terra  cotta 

1HE  RESOLUTION:  partitions;  the  water  cask  shall  be  equipped  with  a  water 

(1507-24-A)  supply  and  discharge;  that  the  water  supply  shall  be 

Whereas,  P orest  Box  &  Lumber  Co.,  owner,  filed,  De-  equipped  with  a  quick-opening  lever  valve,  located  outside 

cember  22,  1924,  an  appeal,  with  the  board  of  appeals,  from  of  this  enclosure;  and  that  the  enclosure  shall  be  equipped 

an  order  of  the  fire  commissioner,  affecting  premises  405-  with  self-closing  tin-clad  doors  with  rabbeted  iambs 

411  East  4th  street,  Manhattan;  and  _ 

Whereas,  the  order  of  the  fire  commissioner,  No.  68399-  4-25-A. 

F.  dated  December  2,  1924,  reads  :  APPELLANT — Wilpin  Corporation,  owner 

•4.  _  Provide  a  separate  and  distinct  system  of  Au-  SUBJECT— Appeal  from  decision  of  fire  commissioner 

tomatic  Sprinklers  throughout  building  having  at  least  PREMISES  AFFECTED— 52-54  William  street  Manhat- 

one  source  of  water  supply,  arranged  and  equipped  as  tan. 

provided  in  the  rules  for  fire  extinguishing  appliances  APPEARANCES — 

adopted^  by  the  Board  of  Standards  and  Appeals  May  For  Appellant:  Arthur  C.  Ban"-. 

24,  1917,  as  amended  May  2,  1918,  and  January  21,  1919,  For  Administration:  Inspector&Maher  of  fire  de- 

effective  February  17,  1919.”;  partment. 

an5L  ,  ,  ....  .  .  ACTION  OF  BOARD — 'Appeal  denied. 

Whereas,  the  building  is  fireproof,  six  stories  in  height,  THE  VOTE  TO  GRANT _ 

85  ft.  by  96  ft. .in  area.  OCCUPIED:  On  the  1st,  2nd,  Affirmative  .  q 

3rd  and  4th  stories,  corrugated  boxes;  5th  story,  yarn  dye-  Negative:  Chairman  Walsh,  Messrs'  Kennedy 

mg ;  6th  story,  manufacture  of  hats ;  approximately  100  per-  Dowd,  Gunnison,  Connell,  Holland  and  Fire 

sons  above  the  1st  story;  and  Chief  Kenlon  .  7 

Whereas,  appellant  contends  that  there  is  a  standpipe  sys-  Absent  .  0 

tern  and  an  interior  fire  alarm  signal  system  installed  in  the  THE  RESOLUTION: 

premises  and  that  the  building  is  accessible  to  city  fire  fight-  (4-25-A)  >» 

ing  apparatus  in  view  of  surrounding  open  spaces.  Whereas,  Wilpin  Corporation,  owner,  filed,  January  2 

Resolved,  that,  the  order  of  the  fire  commissioner  be  and  1925,  an  appeal,  with  the  board  of  appeals,  from  a  decision 
!l  IS  affirmed,  and  the  appeal  be  and  it  hereby  is  of  the  fire  commissioner,  affecting  premises  52-54  William 

denied.  street,  Manhattan;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
t ’*  •  December  16,  1924,  reads : 

'  PPELE-^K  T74Drank  H;  Hines,  supt.  public  bldgs.,  for  ‘‘Rule  12  of  the  Standpipe  Rules  adopted  by  the 

^  °f  York,  owner  Board  of  Standards  and  Appeals  require  the  tanks  shall 

PDF  ncrc  ArrrrTm  commissioner.  not  be  fed  through  the  standpipe  but  shall  be  fed 

PREMISES  AFFECTED  407-413  West  28th  street,  Man-  through  a  separate  line  at  least  two  inches  in  diameter; 

APPEARAXTTEQ  therefore,  if  is  our  conclusion  that  your  request  for  a 

APPEARANCES—  modification  of  this  order  must  be  denied.”; 

For  Appellant:  -Grover  S.  Eble.  and 

For  Administration:  Inspector  Lynch  of  fire  de-  Whereas,  the  building  is  fireproof,  20  stories  in  height 

A  mo  at  a  ,  j  •  •  r8  ft  by  91  ft  (^regular)  in  area;  OCCUPIED  as  an  of- 

KU“V-PP,ea?  granted  on  condition.  fice  building,  approximately  40  persons  per  story;  EQUIP- 

YUNU1 1  IONS— As  specified  in  resolution.  PED  with  a  standpipe  system  supplied  by  a  5,000-gallon 

Am  v  ,  ,  h?use  suPPJy  and  standpipe  tank,  having  a  3,500-gallon  stand-' 

Amrmative :  Chairman  Wialsh,  Messrs.  Kennedy,  pipe  reserve,  the  tank  being  fed  through  the  standpipe  line  • 
Dowd,  Gunnison,  Connell,  Holland  and  Fire  and 

Chief  Kenlon  .  7  Whereas,  appellant  contends  that  the  ball  cock,  which 

AKgatlVC  . . .  0  c^oses  automatically  when  the  tank  is  filled,  thereby  pre- 

Absent  . .  .  0  venting  the  water  from  running  out  and  over  the  roof  has 
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•n  tested  and  held  under  a  300-pound  pressure  and  at 
recent  fire,  when  the  line  was  in  actual  use,  held  at  a 
)-pound  per  inch  pressure. 

Kcsolved,  that  the  decision  of  the  fire  commissioner  be 
i  it  hereby  is  affirmed ,  and  the  appeal  be  and  it  hereby 

denied. 


-25-A.  •  • 

‘PELLANT — William  J.  Gorman,  for  Brewster  &  Co., 
Inc.,  owner. 

JBJECT— Appeal  from  order  of  fire  commissioner. 
DEMISES  AFFECTED— North  side  of  North  Jane 
street,  from  Radde  to  Prospect  streets,  L.  I.  City, 
Borough  of  Queens. 

PPEARANCES— 

For  Appellant:  William  J.  Gorman,  S.  J.  Baum. 
For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

3TION  OF  BOARD — Appeal  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  birfc 
Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  ® 

THE  RESOLUTION: 

(58-25-A) 

Whereas,  William  J.  Gorman,  for  Brewster  &  Co.,  Inc., 
vner,  filed,  January  14,  1925,  an  appeal,  with  the  -board  of 
>peals,  from  an  order  of  the  fire  commissioner,  affecting 
emises  north  side  North  Jane  street,  from  Radde  to 
rospect  streets,  L.  I.  City,  Borough  of  Queens  ;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  90648- 
C,  dated  September  27,  1924,  reads: 

“6.  Provide  wire  guards  to  protect  electric  lights 
1  from  mechanical  injury  or  vapors.  Sec.  234,  Sub-divi¬ 
sion  1,  Chapter  10,  Article  19,  Code  of  Ordinances 
“8.  Protect  all  steam  pipes  or  risers  that  are  within 
6  ft.  of  floor  with  wire  guards  or  non-combustible  pipe 
covering  on  3rd  story.  Sec.  235,  Sub-division  9,  Chap- 
;  ter  10,  Article  19,  Code  of  Ordinances. 

“9.  Provide  suitable  guards  around  radiator  and 
steam  pipes  to  prevent  combustible  material  from  com¬ 
ing  in  contact  therewith.  NOTE:  Top  shall  be  slop¬ 
ing  so  as  to  prevent  same  from  being  used  as  shelves. 

“10.  Bottom  of  guard  shall  be  arranged  so  as  to  lift 
up  for  cleaning.  Sec.  2-35,  Sub-division  9,  Chapter  10, 
Art.  19,  Code  of  Ord. 

“11.  Provide  a  sufficient  number  of  tote  boxes  of  ap¬ 
proved  construction,  in  which  must  be  kept  materials 
1  and  articles  in  process  of  manufacture,  except  such  erS 
are  kept  in  vaults  or  cabinets.  Sec.  235,  Sub-div.  10-4- 
A,  Chapter  10,  Art.  19,  Code  of  Ordinances. 

“12.  Provide  (Type  A)  enclosure  for  all  D.  C.  mo- 

-  tors  on  all  floors  and  drip  pans  for  all  motors.  Sec. 

’  780,  Greater  New  York  Charter.”; 

nd  . 

Whereas,  the  building  is  fireproof,  six  stories  in  height, 
"regular  in  area,  having  a  frontage  of  169  ft.  on  Prospect 
treet.  201  ft.  on  Bridge  plaza  and  353  ft.  on  Radde  street; 
KXUPIED  for  the  manufacture  of  automobile  bodies, 
portion  of  the  3rd  story  is  used  for  the  storage  of  25 
ounds  of  celluloid,  kept  in  a  metal  lined  box  which  is 
seated  in  a  sprinklered  room,  the  celluloid  being  used  for 
ghts  in  car  curtains;  212  persons  above  the  1st  story, 
nd 

Whereas,  appellant  contends  that  celluloid  has  been 
sed  for  the  same  purpose  in  the  building  since  1910, 
lat  the  building  is  sprinklered  and  that  there  is  no  open 
atne  or  fire  within  75  ft.  of  where  the  nitro-cellulose  prod- 

/:ets  are  stored  or  used.  . 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
:  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
;  granted  on  condition  that  the  quantity  of  celluloid  stored 
n  the  premises  at  any  one  time  shall  not  exceed  25  pounds 

-  celluloid  sheets),  confined  to  3rd  story,  located  m  enclo¬ 


sure  of  fireproof  material,  with  not  more  than  one  fire¬ 
proof,  self-closing  door  to  said  enclosure;  that  said  en¬ 
closure  shall  be  ventilated  to  the  open  air  and  equipped 
with  at  least  one  jumbo  sprinkler  head. 


9-25-A. 

APPELLANT — National  Biscuit  Company,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED- — -450-460  West  15th  street,  461- 
469  West  14th  street  and  58-76  Tenth  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Perry  W.  Mosher,  D.  M.  Mc- 
Kelvey. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Do-wd,  Gunnison,  Connell,  Holland  and  Fire 


Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(9-25-A) 

Whereas,  National  Biscuit  Co.,  owner,  filed,  January 
5,  1*9-25,  an  appeal,  with  the  board  of  appeals,  from  an 
order  of  the  fire  commissioner,  affecting  premises  450- 
460  West  15th  street,  461-469  West  14th  street  and  58-76 
Tenth  avenue,  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  6658t-’ 
F,  dated  October  30,  1924,  reads : 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch  with  necessary  check  valves  and  regulation 
2 y2  inch  Fire  Department  outlets  and  hose  attached 
thereto.” ; 

and 

Whereas,  the  building  is  fireproof,  one  story  in  height, 
having  a  frontage  of  206  ft.  on  Tenth  avenue,  175  ft.  on 
West  15th  street  and  100  ft.  on  West  14th  street,  a  total 
area  of  approximately  28,000  sq.  ft.;  separated  into  four 
sections  by  8  in.  hollow  tile  cross  walls  with  fire  doors 
at  openings  therein;  the  area  of  the  maximum  section  be¬ 
ing  approximately  11,000  sq.  ft.;  OCCUPIED  as  a  ma¬ 
chine  shop,  181  persons;  and  #  . 

Whereas,  appellant  contends  that  the  building  faces  on 
two  streets,  is  only  one  story  in  height;  EQUIPPED  with 
an  automatic  sprinkler  system,  and  that  ample  exits  have 
been  provided. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  only  so  long  as  the  building  for  a  depth  of  175 
'ft.  on  15th  street  and  100  ft.  on  14th  street  remains  a 
one-storv  structure,  sub-divided  as  now  indicated  on  plans 
filed  in  this  appeal,  on  condition  that  the  opening  between 
the  one  and  adjoining  six-story  sections  of  building  shall 
be  equipped  with  standard,  automatic,  tin-clad,  fireproof 
doors;  and  granted  only  so  long  as  the  present  occupancy, 
use  and  conditions  remain  unchanged. 


7 8-25- A. 

APPELLANT— Murray 


Klein,  for  Rosen  Bros.,  Inc., 


owner.  .  . 

SUBJECT _ Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED— 411-417  Rodney  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant :  Murray  Klein. 

ACTION  OF  BOARD— Appeal  denied. 

CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative 
nison  . 


Messrs.  Kennedy,  Dowd  and  Gun- 
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Negative:  Chairman  Walsh,  Messrs.  Connell, 


Holland  and  Fire  Chief  Kenlon  .  4 

Absent  .  0 

THE  RESOLUTION: 

(78-25-A) 


Whereas,  Murray  Klein,  for  Rosen  Bros.,  Inc.,  owner, 
filed,  January  20,  1925,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  411-17  Rodney  street,  Brooklyn;  and 

Whereas,  the  decision  of  the  fire  commissioney  N.  B. 
App.  No.  2609-24,  dated  December  16,  1924,  reads: 

“1.  A  garage  may  not  be  permitted,  which  is  situ¬ 
ated  within  20  ft.  of  the  nearest  wall  of  a  moving 
picture  theatre,  and  where  the  garage  has  a  frontage 
on  the  same  street  as  the  frontage  of  the  moving 
picture  theatre.” ; 

and 

Whereas,  the  building  is  non- fireproof,  one  story  in 
height  , irregular  in  area,  having  a  frontage  of  100  ft.  on 
Hope  street  and  80  ft.  on  Rodney  street;  OCCUPIED  as 
a  garage  for  the  storage  of  more  than  five  motor  vehicles ; 
located  in  an  unrestricted  district  and  adjoining  a  one-stor^ 
moving  picture  theatre ;  and 

Whereas,  appellant  contends  that  the  main  entrance  to 
the  moving  picture  theatre  is  on  Grand  street  and  that  the 
open  exit  to  Rodney  street  is  only  an  emergency  exit ;  that 
the  rear  and  side  walls  of  the  garage  are  unpierced ;  that 
only  a  small  portion  of  the  garage  is  contiguous  to  the 
theatre  and  that  the  gasoline  storage  is  at  the  northwesjerly 
corner  of  the  garage  on  the  Hope  street  side. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby 
is  denied. 


1465-24-A. 

APPELLANT — 'Samuel  Rosenblum,  for  Emma  C.  Rueff, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 1128-138  Mott  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant :  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 


Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(1465-24-A) 

Whereas,  Samuel  Rosenblum,  for  Emma  C.  Rueff,  owner, 
filed,  December  13,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  128-38  Mott  street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
22,  1924,  reads : 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2%  in.  regulation  Fire 
Department  outlet  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  enclo¬ 
sure.  Each  outlet  to  be  provided  with  sufficient  feet 
of  2l/2  in.  standard  hose  attached  thereto. 

“Such  standpipe  shall  be  kept  constantly  filled  with 
water  by  means  of  an  approved  tank  or  pump  supply 
and  be  ready  for  use  at  all  times.”; 

and 

V  hereas,  the  premises  consist  of  two  seven-story  non- 
fireproof  buildings,  having  a  total  area  of  approximately 
49  ft.  by  80  ft.  above  the  1st  story,  separated  by  a  brick 
wall  with  openings,  protected  by  fire  doors  in  the  hallwav 
on  each  story;  the  basement  and  1st  story  of  the  southerly 
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building  running  through  to  Elizabeth  street;  OCCUPIED 
as  a  tenant  factory,  with  a  total  occupancy  of  323  pei 
sons  above  the  1st  story ;  and 

Whereas,  appellant  contends  that  the  premises  exceed  tl 
allowable  10,000  sq.  ft.  in  the  basement  and  1st  stork 
only,  where  the  total  area  is  about  11,400  sq.  ft.,  and  als 
that  the  allowable  85  ft.  in  height  is  exceeded  by  a  max 
mum  of  3  ft.  6  in.  on  the  northerly  point  and  1  ft.  6  ij 
on  the  southerly  point  of  the  premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  an 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  i 
granted  on  condition  that  the  Elizabeth  street  portion  0 
building  shall  be  cut  off  from  the  Matt  street  structur 
by  fireproof  walls  of  approved  masonry,  with  not  more  tha 
one  opening  therein ;  that  said  opening  shall  be  equippe 
with  fire  doors;  that  the  exit  facilities  as  required  by  th 
labor  law  shall  be  installed  and  maintained ;  and  that  th 
conditions  as  to  use  and  occupancy  shall  remain  substantiall 
unchanged. 


723-24- A. 

APPELLANT — -William  F.  Doyle,  for  Thomas  Walkc 
lessee. 

SUBJECT — Application  for  reopening  for  modificatio 
(appeal  from  order  of  fire  commissioner). 
PREMISES  AFFECTED — 423  Broome  street,  Manhattai 
APPEARANCES— 

For  Appellant:  William  F.  Doyle. 

ACTION  OF  BOARD— (Resolution  modified;  occupanc 
to  correspond  with  certificate  of  occupancy  in  foro 
THE  VOTE  TO  CORRECT— 

Affirmative:  Chairman  Walsh,  Messrs.  Kenned\ 

Dowd,  Gunnison,  Holland  and  Connell _ 

Negative  . 

Absent :  Fire  Chief  Kenlon  . 

THE  RESOLUTION  : 

(723-24-A) 

Whereas,  William  F.  Doyle,  for  Thomas  B.  Walkei 
owner,  filed,  May  23,  1924,  an  appeal,  with  the  board  0 
appeals,  from  an  order  of  the  fire  commissioner,  affectin 
premises  423  Broome  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Ma 
2,  1924,  reads : 

“L  Install  a  standpipe  system  with  risers  4  inche 
in  diameter,  tested  to  withstand  a  pressure  of  300  lb; 
per  square  inch,  extending  from  the  cellar  to  roo 
with  necessary  check  valves  and  2l/2  inch  regulatio: 
FIRE  DEPARTMENT  outlets  on  each,  story  (in-clud 
ing  basements,  cellars,  and  roofs),  placed  within  mai: 
stairways,  enclosures,  etc.” ; 
and 

Whereas,  the  building  is  non-fireproof,  seven  storie 
(96  ft.)  in  height,  25  ft.  by  110  ft.  in  area.  OCCUPIED 
Cellar  and  1st  story,  store  and  office,  30  persons ;  uppe 
stories,  tenant  factory,  255  persons  above  the  1st  story 
and 

Whereas,  appellant  contends  that  ample  egress  is  af 
forded;  the  building  is  small  in  area;  the  occupancy  is  nc 
hazardous  and  that  the  height  of  the  building  is  only 
few  feet  above  the  height  limit  set  by  the  code. 

Whereas,  this  appeal  was  granted  by  the  board  at  it 
meeting,  July  22,  1924,  on  certain  conditions,  but  it  ap 
pears  that  the  occupacy  stated  did  not  agree  with  th 
occupancy  permitted  under  -the  certificate  of  occupanc 
issued  by  the  superintendent  of  buildings  and  considere 
by  the  board  of  standards  and  appeals  under  Cal.  N< 
632-24JS  ;  and 

Whereas,  the  'board  deemed  that  the  resolution  shoul 
be  amended  so  that  the  ocupancy  would  agree  with  the 
stated  in  Cal.  No.  632-24-S,  and  comply  with  the  certificat 
of  occupancy. 

Resolved,  that  the  order  of  the  fire  commissioner  b 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereb 
is  granted  on  condition  that  a  dry  line  standpipe  syster 
shall  be  installed  with  Siamese  connections  to  street  front 
that  the  labor  law  requirements  shall  be  complied  wit 
in  all  other  respects;  and  granted  only  so  long  as  preser 
use  and  occupancy  remain  substantially  unchanged. 


MINUTES 


BUILDING  ZONE  CASES. 

(92-24-BZ.  .  ,  „  ,  , 

PPLICANT— John  W.  Clancy,  for  Michael  Naftal, 
owner. 

UBJECT— Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  partly 
in  a  residence  district  and  partly  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

REMISES  AFFECTED— 331  East  184th  street,  The 
Bronx. 

PPEARAN  CES— 

For  Applicant:  John  W.  Clancy. 

For  Opposition:  None. 

CTION  OF  BOARD— Application  reopened  and  set 
for  calendar  call. 

HE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative .  0 

Absent:  Fire  Chief  Kenlon  .  1 


44-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Bee  Dee  Realty 
Corp.,  owner. 

•  UBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

’REMISES  AFFECTED— 600-650  Empire  boulevard, 
Brooklyn. 

APPEARANCES' — None. 

ACTION  OF  BOARD — Application  withdrawn  on  re¬ 
quest  of  applicant. 

'HE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative  . 0 

Absent:  Fire  Chief  Kenlon  .  1 


1393-!24-BZ. 

APPLICANT — Charles  B.  Meyers,  for  Ruthie  Realty 
Company. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 246-250  Dyckman  street, 
Manhattan. 

\PPEARANCES — 

For  Applicant:  Charles  B.  Meyers  and  Sigmund 
Solomon. 

For  Opposition:  George  C.  Wheeler,  Charles 
W.  Mark,  Robert  Veitch  and  R.  W.  Leary. 
ACTION  OF  BOARD— Laid  over  to  April  14,  1925,  at 
10  a.  m.,  on  request  of  applicant. 


1394-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  N.  Y.  Consoli¬ 
dated  R.  R.  Co.  and  N.  Y.  Rapid  Transit  Corp., 
owners. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
j  the  erection  and  maintenance  of  a  gasoline  sell¬ 

ing  station. 

PREMISES  AFFECTED— 464  Flatbush  avenue, 

Brooklyn. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Mildred  Malat. 

ACTION  OF  BOARD— Chairman  read  communication 


from  applicant  requesting  application  lay  over; 
laid  over  to  April  14,  1925,  at  10  a.  m. 


27-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Efficient  Building 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — East  side  Jerome  avenue, 
200  ft.  north  of  Clifford  place,  The  Bronx. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  April 
14,  1925,  at  10  a.  m.,  on  request  of  applicant. 


1415-24-BZ. 

APPLICANT — Harry  Abramowitz,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 608  Westchester  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  E.  Kerby. 

For  Opposition:  Benjamin  Burrows,  Mary  J. 

Faulhaber  and  others. 

ACTION  OF  BOARD — Application  laid  over  to  April 
14,  1925,  at  10  a.  m.,  on  request  of  objectors’ 
representative. 


1379-24-BZ. 

APPLICANT — Benjamin  R.  Leinhardt,  for  Estate  of 
Elizabeth  Fischer,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
(previously  denied  by  the  board)  the  erection 
and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 50-60  Pennsylvania  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Benjamin  R.  Leinhardt. 

For  Opposition:  Joseph  V.  Flynn,  Michael  Hal- 
per,  Walter  F.  Garner,  Herman  Dalton, 
Joseph  Ingarra,  Anna  Chibowski  and  Isi¬ 
dore  Spector. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland...  5 
Negative:  Mr.  Connell  and  Fire  Chief  Ken¬ 


lon  .  2 

Absent  .  0 


THE  RESOLUTION: 

(1379-24-BZ) 

Whereas,  Benjamin  Leinhardt,  for  Estate  of  Elizabeth 
Fischer,  owner,  filed,  November  20,  1924,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  premises  50-60 
Pennsylvania  avenue,  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meting,  March  24, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Pennsylvania  avenue  and  At¬ 
lantic  avenue  are  business  districts  and  Fulton  street  is  an 
unrestricted  district;  and 
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Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  24,  1924,  in  acting  on  N.  B.  Application 
No.  18986-24,  reads  : 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
2,  Sec.  4.  A  garage  for  more  than  five  motor  vehicles 
in  a  business  district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  one  story  in  height  above  grade,  with  a  front¬ 
age  of  100  ft.  and  a  depth  of  100  f,t. ;  to  be  occupied  as 
a  garage  for  more  than  five  motor  vehicles ;  and 

Whereas,  the  applicant  has  filed  the  duly  acknowledged 
consents  of  the  owners  of  90  per  cent  of  the  property 
frontage  deemed  by  the  board  to  be  affected. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
shall  be  restricted  in  height  to  one  story  above  street 
grade;  that  the  rear  and  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length;  that  the  front 
elevation  shall  be  finished  substantially  in  accordance  with 
the  design  of  facade  filed  in  this  case,  of  finished  brick, 
wih  architectural  terra  cotta  or  stone  trimmings ;  that  there 
shall  be  no  roof  signs  erected  or  maintained  on  the  prem¬ 
ises  and  that  there  shall  be  no  advertising  display  other 
than  a  projecting  or  flat  sign,  indicating  the  title  of  the 
garage  'business ;  that  any  gasoline  storage  equipment  shall 
be  located  at  the  extreme  northerly  end  of  the  street  front 
of  the  building; 

Resolved,  further,  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 


1494-24-BZ. 

APPLICANT — Leopold  Phillipp,  for  135  West  100th 
Street  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 133-135  West  100th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant :  Leopold  Phillipp,  Jacob  Ruth 
and  A.  N.  Gitterman. 

For  Opposition:  Eva  Landman  and  Samuel 


Jurmark. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Ivenlon .  7 

Absent  .  0 

THE  RESOLUTION: 

(1494-24-BZ) 


Whereas,  Leopold  Phillipp,  for  135  West  100th  Street 
Corp.,  owner,  filed,  December  20,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  premises  133- 
135  West  100th  street,  Manhattan ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meting,  March  24, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  100th  street,  Amster¬ 
dam  avenue  and  Columbus  avenue  are  business  districts  ; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  28,  1924,  in  acting  on  N.  B.  App.  No. 
354-24,  reads : 

“13.  Proposed  public  garage  for  more  than  five  mo¬ 
tor  vehicles  in  a  business  district  is  contrary  to  Art. 


II,  Sec.  4,  of  the  Building  Zone  Resolution.”; 

and 

WRereas,  the  proposed  building  is  .to  be  of  fireprool 
construction,  four  stories  in  height,  with  a  frontage  of  5C 
ft.  and  a  depth  of  90  ft.  11  in.;  and 

Whereas,  the  board  deemed  that  a  further  invasion  of 
this  street  by  prohibited  uses  was  not  justified  in  view  of 
the  street  being  now  almost  in  its  entirety  improved  and 
occupied  with  tenement  dwellings,  and  the  structure  now 
in  course  of  erection  as  a  warehouse  under  a  permit  issued 
by  the  bureau  of  buildings  cannot  be  held  to  be  unproductive 
of  substantial  return  and  therefore  no  facts  as  to  condi¬ 
tion  of  hardship  were  adduced  or  supported  on  the  testi¬ 
mony  presented  at  the  hearing. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1528-24-BZ. 

APPLICANT^ — 'William  F.  Doyle,  for  Keap  Const. 
Company,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 2847-2857  West  21st  street 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Maria  Klippel. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  g 

Negative  .  q 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION: 

(1528-24-BZ) 

Whereas,  William  F.  Do>le,  for  Keap  Const.  Co.,  owner, 
filed,  December  2,9,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
.than  five  motor  vehicles;  premises  2847-2857  West  21st 
street,  Brooklyn;  and 

W  hereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  24, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  21st  street,  West  20th 
street,  Mermaid  avenue  and  Neptune  avenue  are  business 
districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  17,  1924,  in  acting  on  Application  No. 
24489-24,  reads  : 

“Proposition  contrary  to  the  Zone  Resolution,  Art.  2, 
Sec.  4.  The  erection  of  a  public  garage  for  more  than 
five  motor  vehicles  in  a  business  district.” ; 

and 

W  hereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height  above  grade,  with  a  front- 
age  of  100  ft.  and  a  depth  of  118  ft.  9)^  in. ;  to  be  occu¬ 
pied  as  a  garage  for  more  than  five  motor  vehicles ;  and 
W  hereas,  the  further  invasion  is  comparable  with  the 
many  now  existing  non-conforming  uses. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
shall  be  restricted  in  height  to  one-story  structure  above 
grade;  that  the  rear  and  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length;  that  the  roof 
shall  be  of  flat  design  and  construction,  fire-retarded  in  ac¬ 
cordance  with  the  rules  of  the  board  of  standards  and  ap- 
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peals ;  that  the  front  elevation  shall  be  finished  with  face 
brick,  architectural  terra  cotta  or  stone  trimmings ;  and, 
further,  there  shall  be  no  roof  signs  erected  or  maintained; 
any  skylights  installed  shall  be  glazed  with  plain  glass,  pro¬ 
tected  with  wire  guards  above  and  below ; 

Resolved,  further,  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  (.9) 
months  and  the  building  completed  within  eighteen  (18) 
months  from  the  date  of  this  action. 


16-25-BZ. 

APPLICANT— John  DeHart,  for  Wadbin  Realty  Co., 
Inc.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  the  extension,  from  an 
unrestricted  district  into  a  business  district,  of  a 
proposed  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED* — 1204-1212  Webster  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  Louis  Hemmerdinger  and 
Wm.  Sudbrink. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(16-25-BZ) 

Whereas,  John  De  Hart,  for  Wadbin  Realty  Co.,  owner, 
filed,  January  6,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  district,  of  a  proposed  ga¬ 
rage  for  the  storage  of  more  than  five  motor  vehicles; 
premises  1204-1212  Webster  avenue,  Borough  of  Bronx; 

and  .... 

Whereas,  a  public  hearing  was  held  on  this  application' 
by  the  board  of  appeals,  at  its  regular  meeting,  March  24, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Webster  avenue,  north  of 
a  point  100  ft.  south  of  East  168th  street,  business  district, 
and  Webster  avenue,  south  of  a-  point  100  ft.  south  of  East 
168th  street,  is  an  unrestricted  district  and  East  168th 
street  is  a  business  district  and  Brook  avenue  is  an  unre¬ 
stricted  district;  and  _ 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  2,  1925,  in  acting  on  N.  B.  Application 
No.  16-25,  reads : 

“Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  and  unrestricted 
districts  is  contrary  to  the  provisions  of  the  Building 
Zone  Resolution.” ; 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  124 
it.  on  Webster  avenue,  100  ft.  on  East  168th  street  and  a 
depth  of  145  ft.;  across  the  rear  to  be  occupied  as  a  ga¬ 
rage  for  the  storage  of  more  than  five  motor  vehicles ; 

and  .  ,  .  .  .  .  . 

Whereas,  under  the  provisions  of  section  7,  subdivision 

B,  the  board  is  empowered  to  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
shall  be  restricted  to  a  one-story  structure  above  grade; 
that  the  gable  walls  shall  be  unpierced  throughout  their 
entire  height  and  length;  that  there  shall  be  no  vehicular 
entrance  on  East  168th  street  or  doorway  other  than  one 


emergency  exit  not  exceeding  3  ft.  8  in.  in  width,  and, 
any  windows  installed  shall  be  equipped  with  fixed  steel 
sash;  that  there  shall  be  no  roof  signs  erected  nor  any  ad¬ 
vertising  signs  or  display  maintained  on  the  premises,  other 
than  one  projecting  sign  on  either  or  both  street  fronts, 
indicating  the  name  or  title  of  the  garage  business;  that  any 
gasoline  storage  equipment  installed  shall  be  located  at  the 
extreme  southerly  end  of  the  Webster  avenue  front  of 
building;  that  the  elevations  of  street  fronts  shall  be  fin¬ 
ished  in  face  brick  with  architectural  terra  cotta  or  stone 
trimmings ; 

Resolved,  further,  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 


29-25-BZ. 

APPLICANT— William  Shary,  for  Fideho  Realty  Corp., 


owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles 
and  also  the  omission  of  a  rear  yard  as  required 
by  the  zone  resolution. 

PREMISES  AFFECTED — 511-515  East  80th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Wjilliam  Shary  and  Winter  Rus¬ 
sell. 

For  Opposition:  Alexander  Arnold. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE: 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell....  5 

Negative  . . .  0 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(29-25-BZ) 

Whereas,  William  Shary,  for  Fidelio  Realty  Corp., 
owner,  filed,  January  9,  192i5,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles,  and  also  the  omission  of  a 
rear  yard  as  required  by  the  zone  resolution;  premises  511- 
15  East  80th  street,  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  24, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  80th  street  and  Ave¬ 
nue  A  are  business  districts  and  East  End  avenue  is  an 
unrestricted  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  1,  1924,  in  acting  on  N.  B.  Applica¬ 
tion  No.  639-24,  reads: 

“1.  Erection  of  a  garage  for  more  than  5  motor  ve¬ 
hicles  in  a  business  district  is  contrary  to  Art.  II, 
Sec.  4,  of  the  Building  Zone  Resolution. 

“2.  A  lawful  rear  yard  should  be  provided.” ; 


Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  and  basement  in  height,  with  a 
frontage  of  75  ft.  and  a  depth  of  102.2  ft.  \  to  be  occupied 
as  a  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles  ;  and  . 

Whereas,  there  existed  on  this  street  between  the  in¬ 
tersecting  streets  on  July  25,  1916,  a  stable  for  more  than 


Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  rear  and 
gable  walls  shall  be  unpierced  throughout  their  entire 
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height  and  length;  that  the  building  shall  not  exceed  a 
height  of  two  stories  above  grade;  that  the  front  eleva¬ 
tion  shall  be  finished  in  face  brick,  with  architectural  terra 
cotta  or  stone  trimmings;  that  there  shall  be  no  adver¬ 
tising  signs  erected  or  displayed  on  the  premises ;  that 
any  skylights  installed  shall  be  glazed  with  plain  glass, 
protected  with  wire  guards  above  and  below,  and  that  no 
skylight  shall  be  installed  within  25  ft.  of  the  rear  wall; 
granted  on  further  condition  that  the  requirements  of  the 
building  zone  resolution  as  to  rear  yard  and  area  restric¬ 
tions  shall  be  complied  with  in  all  respects ; 

Resolved,  further,  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  (9) 
months  and  the  building  completed  within  eighteen  (18) 
months  from  the  date  of  this  action. 


675-19-BZ. 

APPLICANT — Szerlip  &  Szerlip,  on  behalf  of  Otto 
Heepe,  owner. 

SUBJECT — Application  (previously  denied)  (re:  order 
of  fire  commissioner)  to  permit  in  a  residence 
district  the  maintenance  of  a  garage,  space  in 
which  is  rented  to  persons  not  residing  on  the 
premises. 

PREMISES  AFFECTED — 325-327  16th  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Sidney  Szerlip. 

ACTION  OF  BOARD— Application  dismissed  without 
prejudice. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell....  5 

Negative  .  0 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(675-19-BZ) 

Whereas,  Otto  Heepe,  on  behalf  of  Margaret  A.  Mor¬ 
rison,  owner,  filed,  August  23,  1919,  with  the  board  of  ao- 
peals,  an  application,  under  the  building  zone  resolution, 
to  permit  in  a  residence  district  the  maintenance  of  a 
garage,  space  in  which  is  rented  to  persons  not  residing 
on  premises;  premises  325-327  16th  street,  north  side,  100 
ft.  west  of  Seventh  avenue,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  'board  of  appeals,  at  ts  meetings  on  October  2il  and 
November  18,  1919,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  applicant  failed  to  appear  at  the  public  hear¬ 
ing  and  the  application  was  dismissed  for  lack  of  prosecu¬ 
tion,  November  18,  1919,  and  applicant  appeared  before  the 
board  and  stated  that  his  non-appearance  was  due  to  a 
misunderstanding  of  the  time  of  hearing,  and  requested 
a  reopening  of  the  case,  which  request  was  granted  by 
vote  of  the  board ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  January  20, 
1920,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  16th  street  is  located  in  a 
residence  district  and  that  Seventh  avenue  is  located  in  a 
business  district ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
August  1,  1919,  is  contained  in  Order  No.  53421-LC,  which 
reads : 

‘With  reference  ,to  your  application,  for  a  permit 
to  maintain  a  garage  at  the  above  location,  I  regret 
to  inform  you  that  I  am  without  power  to  grant  such 
a  permit  for  the  following  reasons : 

_  “Maintenance  of  your  garage  is  a  violation  of  sec¬ 
tion  3  of  article  2  of  the  Building  Zone  Resolution  of 
the  Board  of  Estimate  and  Apportionment  of  the 
City  of  New  York  adopted  July  25,  1916,  inasmuch  as 
garage  is  not  an  accessory  to  residence  on  lot,  and 


motor  vehicles  stored  are  for  sale,  for  rent,  or  for  hire 
or  are  subject  to  charges  for  storage.  *  *  *. 

“You  are,  therefore,  ordered  to  remove  all  motor 
vehicles,  the  fuel  tanks  of  which  are  not  empty,  stored 
by  others  than  the  occupants  of  dwelling  on  lot  where 
garage  is  situated.”; 
and 

Whereas,  the  premises  consists  of  a  plot  of  ground  on 
which  are  located  a  number  of  buildings  and  shed,  occupied 
as  stable  and  garage ;  and 

Whereas,  this  application  was  denied  by  the  board  at  its 
meeting,  January  20,  192,0,  and  applicant,  through  his  at¬ 
torney,  requested  a  reopening  of  the  case,  which  request 
was  granted  by  vote  of  the  board;  and 

Whereas,  the  applicant  has  obtained  a  certificate  of  oc¬ 
cupancy  from  the  superintendent  of  buildings  for  the  ex¬ 
isting  occupancy  of  the  premises  and  the  board  deemed 
that  the  matter  should  be  submitted  to  the  fire  commis¬ 
sioner  for  consideration  as  to  issuance  of  necessary  per¬ 
mits. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed,  without  prejudice,  for  further  consideration  by 
the  fire  commissioner  as  to  certificate  of  occupancy  issued 
by  the  superintendent  of  buildings  subsequent  to  the  action 
of  the  board,  January  20,  1920. 


i. 


1482-24-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Adelheen  Realty 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 204-208  East  97th  street, 
Manhattan. 

APPEARANCES— 


For  Applicant:  Louis  A.  Sheinart. 

For  Opposition:  Nathan  D.  Stern,  Samuel 
Ecker,  Charles  Novello  and  eight  other  ob¬ 
jectors. 


A u  1 1 U IN  BUARD— Application  denied. 

CONDITIONS — As  specified  in  resolution 
THE  VOTE  TO  GRANT— 

Affirmative:  Mr.  Gunnison  . 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd  and  Connell  . 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon 
THE  RESOLUTION: 


1 

4 

2 


(1482-24-BZ) 

Whereas,  Louis  A.  Sheinart,  for  Adelheen  Realty  Corp 
owner,  filed,  December  17,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles ;  premises  204-208  East 
97th  street,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  24, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  97th  street,  Third  ave¬ 
nue  and  Second  avenue  are  business  districts ;  and 
.  Whereas,  the  decision  of  the  superintendent  ’of  buildings 
mgs,  rendered  December  9,  1924,  in  acting  on  N.  B  App’ 
No.  678-24,  reads: 

“1.  A  public  garage  may  not  be  erected  in  a  busi¬ 
ness  district.  (Section  4,  Art.  II,  Zoning  Resolu¬ 
tion.).”; 
and 


Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction,  four  stories  and  cellar  in  height,  with  a 
frontage  of  81  ft.  and  a  depth  of  100  ft.  11  in.;  ’to  be  oc¬ 
cupied  as  a  garage  for  the  storage  of  more  than  five  mo¬ 
tor  vehicles ;  and 

Whereas,  no  facts  w^ere  adduced  at  the  public  hearing 
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teen  (15)  feet  from  the  street  line,  contrary 
to  section  16,  subdivision  (a)  of  the  zoning  res¬ 
olution. 


in  substantiation  of  the  basis  of  this  application  under 
section  21. 

Resolved,  that  the  decision  of  the  superintendent  of 
buildings  be  and  it  hereby  is  affirmed,  and  the  application 
be  and  it  hereby  is  denied. 


892-24-BZ. 

APPLICANT — John  E.  Murphy,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1356  St.  Mark’s  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  John  E.  Murphy. 

For  Opposition:  Annie  Cohen  and  Joseph 


Sumpter. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT: 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(892-24-BZ) 


Whereas,  John  E.  Murphy,  owner,  filed,  July  3,  1924, 
an  application  .under  the  building  zone  resolution,  to  permit 
on  an  interior  lot,  in  a  residence  district,  the  erection  and 
maintenance  of  individual  garages,  spaces  to  be  rented  out 
to  persons  not  residing  on  the  premises;  premises  1356  St. 
Marks  avenue,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
■bv  the  'board  of  appeals,  at  its  regular  meeting,  March  24. 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  St.  Marks  avenue  and  Pros¬ 
pect  place  are  residence  districts;  and 

W hf.reas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  19,  1924,  in  acting  on  N.  B.  App.  No.  13185- 
24,  reads : 

“Denied — Proposition  contrary  to  the  Zone  Resolu¬ 
tion.  Art.  2,  Sec.  3  (8).  The  erection  of  garages  in 
a  residential  district  not  accessory  to  the  residential 
use  of  the  lot.”; 

and  _  ,  ... 

Whereas,  the  premises  consist  of  an  interior  lot,  ap¬ 
proximately  300  ft.  long  and  30  ft.  wide,  having  an  exit 
to  St.  Marks  avenue.  It  is  proposed  to  erect  eighteen  in¬ 
dividual  garages  (in  four  units)  thereon,  and  rent  them 
to  persons  not  residing  on  the  premises ;  and  . 

Whereas,  the  board  deemed  that  the  erection  of  the 
proposed  structure  in  the  rear  of  the  private  residence 
would  constitute  a  nuisance. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
,  and  it  hereby  is  denied. 


200-25-BZ.  ,  „  .  ,  „  , 

APPLICANT— William  H.  Gompert,  for  Board  of  Ed¬ 
ucation,  City  of  New  York,  owner.  . 
SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  an  “F”  area,  district 
also  in  a  residence  district  the  erection  and 
maintenance  of  a  public  school  nearer  than  fif- 


PREMISES  AFFECTED — 134-01  to  134-19  Cronston  ave¬ 
nue,  Belle  Harbor,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  William  H.  Gompert  and  James 
J.  Buckley. 

For  Opposition:  Mrs.  May. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  . 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative  .  o 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION:  ' 

(200-25-BZ) 


_  Whereas,  William  Gompert,  for  Board  of  Education, 
City  of  New  York,  owner,  filed,  February  18,  1925,  an 
application,  under  the  building  zone  resolution,  to  permit 
in  an  “F”  area  district  the  erection  and  maintenance  of 
the  street  wall  of  a  public  school,  nearer  than  fifteen  (15) 
feet  from  the  street  line;  premises  134-01  to  134-19  Cronston 
avenue.  Belle  Harbor,  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  24, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  area  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  the  premises  are  located  in 
an  “F”  area  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  22,  1925,  in  acting  no  N.  B.  Application 
No.  275-25,  reads : 

“1.  Contrary  to  Zoning  Resolution  in  that  building 
is  erected  nearer  than  15  feet  to  the  building  line  of 
street.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction,  three  stories  in  height,  with  a  frontage  of 
185  ft.  and  a  depth  of  97  ft.  14  in.;  to  be  occupied  as 
a  public  school,  the  east  and  west  street  walls  setting 
■back  7  ft.  6  in.  from  the  building  line  instead  of  15  ft. 
as  required  by  the  building  zone  resolution ;  and 
Whereas,  it  appears  that  more  than  60  per  cent  of  the 
entire  plot  area  will  be  maintained  as  an  open,  unoccupied 
yard,  and  there  would  be  hardship  in  compelling  appli¬ 
cant  to  set  these  street  walls  back,  necessitating  a  change 
in  the  entire  design  of  the  school. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  street 
walls  on  Reach  134th  and  Beach  135th  streets  shall  be 
set  back  not  less  than  7  ft.  6  in.  from  the  building  line; 
that  the  requirements  of  the  building  zone  resolution  shall 
he  complied  with  in  all  other  respects ; 

Resolved,  further,  that  all  permits  necessary  for  the  pros¬ 
ecution  of  the  work  shall  be  obtained  within  nine  (9) 
months  and  the  construction  work  prosecuted  to  comple¬ 
tion  without  interruption  or  suspension. 


Adjourned,  2:30  p.  m. 

Edwarp  V.  Barton,  Acting  Secretary. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  bow  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
•treet.  Price,  $1;  by  mail,  $1.08. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  B5c;  by  mail,  27c. 
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BOARD  OF  STANDARDS  AND  APPEALS. 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  MARCH  24,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Holland,  Connell,  and  Superintendents  Brady, 
Reville,  Kleinert,  Moore  and  McDermott. 

The  minutes  of  the  regular  meeting  of  the  board  of 
standards  and  appeals,  held  on  March  17,  1925,  were 
approved  as  printed  in  the  Bulletin,  No.  11,  Vol.  X. 


PETITIONS  FOR  VARIATION. 

385-24-S. 

PETITIONER — Michelina  Nicosia,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  health  commissioner. 

PREMISES  AFFECTED1 — 2268  Second  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner :  Sarah  Murphy. 

For  Administration:  None. 

ACTION  OF  BOARD — Petition  laid  over  to  April  7, 
1925,  at  2  p.  m.,  on  requestt  of  petitioner’s  rep¬ 
resentative. 


982-24-S. 

PETITIONER — New  York  Yellow  Cab  Co.,  Sales 
Agency,  Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED1 — '614-618  Wbst  131st  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Louis  Levine. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  April  21, 
1925,  at  2  p.  m.,  on  request  of  petitioner’s  rep¬ 
resentative. 


1493-24-S. 

PETITIONER — Harold  F.  Smith,  for  Trustees  of  Sail¬ 
ors’  Snug  Harbor,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  order 
of  fire  commissioner. 

PREMISES  AFFECTED — 30  East  9th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  Miss  Anna  Mack. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  April  7, 
1925,  at  2  p.  m.,  on  request  of  petitioner’s  rep¬ 
resentative. 


18-25-S. 

PETITIONER — Joseph  C.  Schaeffler,  for  Juliet  J. 
Jonas,  lessee. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  order 
of  fire  commissioner. 

PREMISES  AFFECTED— 12  East  56th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Joseph  C.  Schaeffler. 

For  Administration:  Inspector  Maher,  of  fire 
department.* 

ACTION  OF  BOARD — Petition  laid  over  to  April  21, 
1925,  at  2  p.  m.,  to  incorporate  objections  of  the 
bureau  of  buildings. 


118-25-S. 

PETITIONER — William  F.  Doyle,  for  Penn  Oper¬ 
ating  Company,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  deci¬ 
sion  of  superintendent  of  buildings. 


PREMISES  AFFECTED — 225-241  West  34th  street 
and  234-238  West  35th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  William  F.  Doyle. 

For  Administration:  None. 

ACTION  OF  BOARD— Laid  over  to  April  7,  1925,  at 
2  p.  m.;  not  reached  before  adjournment. 


1495-24-S. 

PETITIONER — Henri  Schwob,  for  45  Maiden  Lane, 
Inc.,  lessee. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  order 
of  fire  commissioner. 

PREMISES  AFFECTED' — 45  Maiden  lane,  Manhattan 
APPEARANCES— None. 

ACTION  OF  BOARD — Petition  laid  over  to  April  21. 

1925,  at  2  p.  m.;  not  reached  before  adjourn¬ 
ment. 


28-25-S. 

PETITIONER — Samuel  Cohen,  for  Elsie  R.  Braad, 
lessee. 

SUBJECT — Variation  of  the  labor  law,  as  cited  in  order 
of  fire  commissioner. 

PREMISES  AFFECTED- — 17  East  54th  Street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Petition  laid  over  to  April  21, 
1925,  at  2  p.  m.;  no  reached  before  adjourn¬ 
ment. 


42-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Sanitary  Wet 
Wash  Laundry  Co.,  Inc.,  lessee. 

SUBJECT — Variation  of  the  labor  law,  as  cited  in  order 
of  fire  commissioner. 

PREMISES  AFFECTED — 349-351  West  26th  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Petition  laid  over  to  April  21, 
1925,  at  2  p.  m.;  not  reached  before  adjourn¬ 
ment. 


1484-24-S. 

PETITIONER — Samuel  Rosenblum,  for  Maurice  A. 
Frey,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order 
of  fire  commissioner. 

PREMISES  AFFECTED — 76  Wtest  Houston  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD — Petition  dismissed,  order  not 
being  enforceable  at  this  time. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 
Superintendents  Brady,  Reville,  Kleinert, 


Moore  and  McDermott  .  10 

Negative  .  o 


Absent:  Mr.  Kennedy,  Fire  Chief  Kenlon 
and  Deputy  Fire  Commissioner  Hannon  . .  3 

THE  RESOLUTION: 

(1484-24-S) 

Whereas,  Samuel  Rosenblum,  for  Maurice  A.  Frey, 
owner,  filed,  December  18,  1924,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  76  West  Houston  street, 
Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  63423- 
LD,  dated  August  2,  1924,  reads : 
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"1.  Extend  the  interior  stairway  at  the  west  side 
of  building  to  the  roof,  as  per  Section  271  of  the 
Labor  Law. 

“1.  Arrange  the  fire  escape  on  the  front  of  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof  so  that  same  are  in 
compliance  with  the  provisions  of  Section  273  and  274 
of  the  Labor  Law  and  the  rules  of  the  Board  of  Stand¬ 
ards  &  Appeals  *  *  *. 

“NIOTE:  Among  the  defects  noted  on  this  fire  escape 
are  the  following: 

“Windows  on  course  not  fireproof,  self-closing.  No 
counterbalanced  stairway  to  street.  No  stairway  ,from 
i oof  of  4th  story  level  to  balcony  at  3rd  story.”; 


and 

Whereas,  the  building  is  non-fireproof,  three  and  five 
stories  in  height,  21  ft.  8  in.  by  70  ft.  in  area  at  1st,  2nd 
and  3rd  sotries  and  21  ft.  8  in.  by  24  ft.  in  area  at  4th 
and  5th  stories.  OCCUPIED  as  follows:  1st  floor,  mfg. 
radio  cabinets,  7  persons;  2nd  floor,  mfg.  hats,  9  persons; 
3rd  floor,  will.have  occupancy  of  about  10  persons  (vacant 
at  present)  ;  4th  floor,  stain  radio  cabinets,  4  persons ;  5th 
floor,  polishing  radio  cabinets,  3  persons.  EXITS :  An 
interior  wooden  stairway  extending  from  the  1st  to  top 
story;  enclosed  in  fire  resisting  partitions,  with  metal-cov¬ 
ered  doors  at  openings;  a  fire  escape  (with  non-fireproof 
windows  along  the  course  thereof)  on  the  front  of  the  three- 
story  portion  of  the  building,  having  a  gooseneck  ladder 
to  roof  and  drop  ladder  in  guides  to  street;  on  the  front 
of  the  4th  and  5th  story  section— there  is  a  balcony  on 
the  5th  story  with  an  85  degree  ladder  to  roof  of  main 
building;  roofs  of  adjoining  building  to  west  (at  5th  story- 
section)  is  5  ft.  higher  and  to  east  two  stories  higher ;  and 

Whereas,  petitioner  proposes  to  provide  a  60  degree  stair 
to  replace  the  85  degree  ladder  extending  from  5th  story 
balcony  to  main  roof,  a  gooseneck  ladder  to  roof  of  5th 
story  portion  of  premises;  to  provide,  also,  on  the  fire 
escape  on  the  three-story  section,  a  60  degree  connecting 
stair  to  roof  of  main  building  and  to  counterweight  the 
existing  drop  ladder  in  guides ;  and 

Whereas,  it  appears  that  the  factory  occupancy  has  been 

vscstcd  •  •  • 

Resolved,  that  the  petition  be  and  it  hereby  is  dismissed 

as  the  order  is  not  enforceable  at  this  time. 


1520-24-S. 

PETITIONER— John  David,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  or 
fire  commissioner. 

PREMISES  AFFECTED' — 125-127  West  42nd  street, 
Manhattan. 


APPEARANCES— 

For  Petitioner:  J.  A.  Hyman. 

For  Administration:  Inspector  Maher,  of  hre 
department.  . 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 


THE  VOTE—  „  f  „ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Superintendents  Brady,  Reville, 
Kleinert,  Moore  and  McDermott  .  11 

Negative  . .  •  . . •  v  '  0 

Absent:  Fire  Chief  Kenlon  and  Deputy  hire 
Commissioner  Hannon  .  2 


THE  RESOLUTION: 

(1520-24-S) 

Whereas,  John  David,  lessee,  filed,  December  26  1924, 
a  petition,  with  the  board  of  standards  and  appeals,  or 
variation  from  the  requirements  of  the  labor  law,  as  cited 
in  orders  of  the  fire  commissioner,  affecting  premises  1-a- 
127  West  42nd  street,  Manhattan ;  and  _ 

Whereas,  the  orders  of  the  fire  commissioner,  dated  e 
cember  9,  1924,  and  December  17,  1924,  read: 

“Order  No.  69576-LD— December  9,  192*: 


“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  com¬ 
pliance  with  the  provisions  of  Section  273  and  274  of 
the  Labor  Law  and  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals,  *  *  *. 

“Among  the  defects  noted  on  this  fire  escape  are 
the  following : 

“No  stairway  from  top  balcony  to  roof. 

“No  stairway  from  lowest  balcony  to  ground. 

“No  safe  passageway  to  the  street  from  the  termina¬ 
tion.” 

“Order  No.  70149-LF — December  17,  1924: 

“1.  Install  an  adequate  interior  electric  fire  alarm 
system  in  accordance  with  the  Rules  of  Board  of  Stand¬ 
ards  and  Appeals  and  the  enclosed  approved  layout.”; 


and 

Whereas,  the  premises  consist  of  two  non-fireproof  build¬ 
ings,  having  openings  (protected  with  fireproof  doors)  in 
the  dividing  wall  on  each  story;  each  building  being  five 
stories  and  basement  in  height,  and  each  building  being 
20  ft.  by  100  ft.  in  area  at  the  1st  story  and  20  ft.  by  90  ft. 
in  area  above.  OCCUPIED  as  follows :  No.  125 — 'Base¬ 
ment,  storage;  1st  and  2nd  stories,  clothing  store;  3rd 
story,  musical  instruments ;  4th  story,  showrooms ;  5th  story, 
mfg.  neckwear;  19  persons  above  the  1st  story.  No.  127 — 
Basement,  vacant  at  present;  1st  story,  store;  2nd  story, 
showrooms;  3rd  story,  offices;  4th  story,  busheling;  5th 
story,  dentist;  19  persons  above  the  1st  story.  EQUIPPED 
with  a  fire  alarm  signal  system.  EXITS :  An  interior 
fireproof  stairway,  in  the  westerly  section  of  the  h-uildmg. 
extending  from  1st  story  to  the  roof,  enclosed  in  fireproof 
partitions  with  fire  doors  at  openings ;  a  party  wall  fire 
escape  balcony,  taking  in  one  window  on  each  side  of  the 
division  wall,  on  the  rear  of  building,  at  the  3rd.  4th  and 
5th  stories,  with  connecting  stairs  and  a  gooseneck  ladder 
to  roof;  ROOFS  of  adjoining  buildings  are  about  15  ft. 

lower ;  and  . 

Whereas,  petitioner  proposes  to  provide  a  hre  escape 
balcony  on  the  2nd  story  rear  of  No.  127  and  connect  with 
the  balcony  on  the  3rd  story;  to  extend  this  3rd  story  bal¬ 
cony  to  the  east  and  to  provide  stairs  connecting  to  the 
3rd  story  balcony  on  premises  No.  123  West  42nd  street 
and  also  to  provide  additional  means  (on  fire  escape  on 
No.  123)  of  exit  to  yard;  and  proposes  further  to  provide 
an  opening  in  the  easterly  wall  of  No.  125  leading  from 
vard  of  No.  123  and  also  to  provide  in  the  basement,  an 
opening,  in  the  division  wall,  leading  to  No.  127 ;  and  con¬ 
tends  that  the  existing  gooseneck  ladder  affords  ample 

egress  from  upper  balcony  to  roof.  .  , 

Resolved  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
as  to  Order  No.  69576-LD  on  condition  that  the  existing 
fire  escape  balconies  on  the  rear  of  the  3rd  and  4th  and  5th 
stories  are  provided  with  60  degree  stairways  with  a  goose¬ 
neck  ladder  from  the  top  story  balcony  to  the  roof ;  with 
iron  stairway  from  roof  of  extension  at  rear  of  No.  K5 
o  the  balcony  of  No.  123;  that  a  60  degree  stairway  shall 
be  provided  'from  the  roof  of  the  extension  of  No.  127 
o  the  roof  of  the  extension  of  No.  125,  all  openings  on 
course  of  fire  escape  of  No.  125-127  to  be  fireproof,  self¬ 
closing  except  the  stained  glass  openings  on  the  rear  of 
2nd  storv  of  No.  125;  and  that  the  occupancy  shall 
not  exceed25  persons  on  each  story,  above  the  1st  story; 
7.MI1 'rk  as  to  Order  No.  70149-LF. 


PETITIONER— Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Irving  Ruland  owner 

SUBJECT— Variation  of  labor  law  as  cited  in  order  ot 
fire  commissioner. 

PREMISES  AFFECTED— 35-37  Ann  street  and  104- 
108  Nassau  street,  Manhattan. 

\PPEARANCES —  _  TT  , 

For  Petitioner:  Herman  E.  Horwood. 
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For  Administration:  Inspector  Maher,  of  fire 
department, 

ACTION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Superintendents  Brady,  Reville, 


Kleinert,  Moore  and  McDermott .  11 

Negative  .  0 


Absent:  Fire  Chief  Kenlon  and  Deputy  Fire 
Commissioner  Hannon  .  2 

THE  RESOLUTION: 

( 1454-24- S) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Irving  Ruland,  owner,  filed,  December  9,  1924,  a 
petition,  with  the  board  of  standards  and  appeals,  for  vari¬ 
ation  from  the  requirements  of  the  labor  law,  as  cited  in 
an  order  of  the  fire  commissioner,  affecting  premises  35- 
37  Ann  street  and  104-108  Nassau  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Oc¬ 
tober  16,  1924,  reads : 

“1.  Extend  the  interior  stairways  at  the  centre  of 
building  to  the  roof,  as  per  'Section  271  of  the  Labor 
Law,  said  extension  and  the  landings  and  passageways 
connecting  therewith  to  be  enclosed  on  all  sides  with 
partitions  of  fire  resisting  material  extending  at  least 
3  ft.  above  the  roof,  as  per  Section  271  and  272  of 
the  Labor  Law  and  Rule  2  of  the  Industrial  Code. 

“2.  Enclose  the  interior  stairways  at  the  centre  of 
building  serving  as  a  required  means  of  exit,  and  the 
landings,  platforms  and  passageways  connecting  there¬ 
with  on  all  sides  with  partitions  of  fire  resisting  ma¬ 
terial  extending  continuously  from  the  1st  story  to  3 
/ft.  above  the  roof,  constructed  as  per  Section  *271  of 
the  Labor  Law  and  Rule  2  of  the  Industrial  Code. 
*  *  *_ 

“3.  Provide  an  additional  means  of  exit  from  the 
cellar,  said  exit  to  be  located  at  the  Ann  Street  side 
of  building  in  accordance  with  the  requirements  of 
the  Labor  Law.” ; 
and 

Whereas,  the  building  is  non -fireproof,  five  stories  and 
cellar  in  height,  42  ft.  by  39  ft.  (irregular)  in  area;  sep¬ 
arated  into  two  sections  by  a  fore  and  aft  brick  wall  hav¬ 
ing  a  horizontal  opening  on  the  2nd  story ;  OCCUPIED  as 
a  tenant  factory,  37  persons  above  the  1st  story ;  the  cellar 
of  the  easterly  section  being  used  for  printing,  2  persons. 
EXITS:  An  interior  wooden  stairway  extending  from  1st 
story  to  top  story  in  the  westerly  section  and  also  one 
in  the  easterly  section,  extending  from  the  2nd  story  to 
top  story;  both  are  enclosed  in  wooden  partitions  with 
wooden  doors  at  openings,  and  two  iron  ladders  from  top 
story  to  scuttle  in  roof ;  a  fire  escape  on  the  Ann  street 
front  of  the  building  extending  from  the  top  story  to  2nd 
story  balcony,  with  counterbalanced  stair  to  street;  ROOFS 
of  adjoining  buildings,  to  north  7  stories  higher,  to  south 
five  feet  higher ;  and 

Whereas,  petitioner  contends  that,  in  view  of  the  light 
occupancy  of  the  building,  the  existing  means  of  exit  are 
adequate  and  in  re:  to  Item  No.  3  of  the  order,  proposes 
to  provide  an  iron  ladder  leading  from  the  areaway  in  the 
easterly  section  of  the  premises,  to  Ann  street. 

Resolved,  that  the  board  of  standards  and  appeals  does” 
hereby  make  a  variation  from  the  requirement?  of  the  la¬ 
bor  law,  and  that  the  petition,  as  to  Items  Nos.  1  and  2, 
be  and  it  hereby  is  granted  on  condition  that  the  stairhall 
on  the  westerly  side  of  the  dividing  brick  wall  be  enclosed 
in  fire-retarding  partitions,  from  the  cellar  to  the  roof, 
with  fireproof  self-closing  doors  at  openings,  and  that  a 
fixed  double-rung  iron  ladder  or  stairway  be  provided  from 
the  top  story  hall  to  a  scuttle  in  the  roof  and  a  double 
rung  iron  ladder  be  maintained  in  top  story  hall  of  east¬ 
erly  section;  and  granted  as  to  Item  No.  °  on  condition 


that  an  engineer’s  ladder  be  provided  in  the  easterly  sec¬ 
tion  from  the  cellar  to  the  sidewalk  on  the  Ann  street 
side;  and  that  this  variation  shall  be  granted  so  long  as 
conditons  as  to  use  and  occupancy  remain  unchanged. 


46-25-S. 

PETITION'ER — John  H.  Knubel,  for  Estate  of  P.  E. 
Guerin,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 46  Horatio  street,  Manhattan 
APPEARANCES— 

For  Petitioner:  John  H.  Knubel  and  Mr.  Har- 
oth. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE/ — 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 


nell,  and  Superintendents  Brady,  Reville, 

Kleinert,  Moore  and  McDermott .  11 

Negative  .  q 

Absent:  Fire  Chief  Kenlon  and  Deputy  Fire 
Commissioner  Hannon  .  2 

THE  RESOLUTION: 

(46-25-S) 


Whereas,  John  H.  Knubel,  for  Estate  of  P.  E.  Guerin 
owner,  filed,  January  12,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require- 
ments.  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  16  Horatio  street,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
January  29,  1924,  reads : 

1.  Provide  an  additional  required  means  of  exit 
on  2nd  floor  of  the  building,  remote  from  the  existing 
stairway,  preferably  located  at  the  south  side  of  the 
building,  in  accordance  with  the  requirements  of  Sec¬ 
tion  271  of  the  Labor  Law.”; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  25  ft.  by  95  ft.  in  area  at  1st  story  and  25  ft.  by 
90  ft.  in  area  above;  OCCUPIED1  as  a  piano  factory, 
6  persons  on  the  2nd  story  and  10  persons  above.  EXITS : 
An  interior  wooden  stairway  extending  from  1st  story  to 
top  story,  with,  iron  ladder  to  scuttle  in  roof ;  enclosed 
in  wooden  partitions ;  no  doors  at  openings ;  a  sub-stand¬ 
ard  fire  escape  on  the  front  of  the  building,  extending 
from  the  4th  story  to  2nd  story  balcony  wtih  drop  ladder 
in  guides  to  street;  and  also  fireproof  passageways  on  the 
stor'es.  connecting  with  building  to  the  south; 
ROOFS  of  adjoining  buildings  are  10  ft.  higher;  and 

Whereas,  petitioner  contends  that  an  adequate  secondary 
means  of  exit  is  provided  on  the  2nd  story  by  means  of 
a  door  at  the  rear,  west,  leading  to  a  fireproof  extension 
roof  at  premises  No.  23  Jane  street  (under  same  owner- 
ship),  thence  across  roof  to  door  leading’  to  premises  No 
-1  Jane  street  (also  under  same  ownership),  and  thence 
to  street. 

Resolved ,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted  on 
condition  that  an  exit  be  provided  at  the  rear  of  the  2nd 
story  to  the  roof  of  the  extension  of  premises  No.  23 
Jane  street;  that  iron  steps  and  platform  be  provided  at  the 
westerly  end  of  the  2nd  story  with  openings  to  the  roof 
of  extension  to  west,  with  egress  therefrom  over  the  roof 
of  No.  23  Jane  street,  with  egress  into  No.  21  Jane  street; 
that  an  opening  be  provided  in  the  parapet  wall,  or  neces¬ 
sary  steps  be  provided  to  take  up  the  difference  in  level; 
and  that  the  occupancy  shall  not  exceed  25  persons  above 
the  1st  story. 
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MINUTES 


3-25-S. 

'ETITIONER — John  J.  Saminon,  for  Patrick  J. 
Mooney,  owner. 

UBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

’REMISES  AFFECTED— 209  West  34th  street,  Man¬ 
hattan. 

APPEARANCES — 

For  Petitioner:  John  J.  Samraon  and  Patrick 
J.  Mooney. 

For  Administration:  Inspector  Maher  of  fire 
department. 

iCTION  OF  BOARD-v-Petition  granted  on  condition. 


’ONDITIONS — As  specified  in  resolution. 

'HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Superintendents  Brady,  Reville, 

Kleinert,  Moore  and  McDermott .  11 

Negative  . 0 

Absent:  Fire  Chief  Kenlon  and  Deputy  Fire 

Commissioner  Hannon  .  2 

THE  RESOLUTION: 

(53-25-S) 


Whereas,  John  J.  Sammon,  for  Patrick  J.  Mooney, 
>wner,  filed,  January  12,  1925,  a  petition,  with  the  board 
>f  standards  and  appeals,  for  variation  from  the  require- 
nents  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
ommissioner,  affecting  premises  209  West  34th  street,  Man- 
lattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
3,  1924,  reads : 

“Order  No.  59238-LD: 

“I.  Provide  an  outside  iron  balcony  fire  escape  on  the 
south  side  of  building  with  balconies  4  ft.  in  width 
connected  by  stairways  not  less  than  22  in.  wide,  placed 
at  an  incline  of  not  more  than  45  degrees,  extending 
from  the  ground  to  the  highest  story,  constructed  as 
per  Section  273  of  the  Labor  Law  and  the  rules  of 
the  Board  of  Standards  and  Appeals. 

"2,  Extend  the  interior  stairway  at  the  east  side 
of  building  to  the  roof,  as  per  section  271  of  the  La¬ 
bor  Law.” ; 
tnd 

Whereas,  the  building  is  non- fireproof,  three  stories  in 
neight,  17  ft.  by  99  ft.  in  area  at  the  1st  story  and  17  ft. 
ly  50  ft.  in  area  above.  OCCUPIED:  1st  story,  stationery 
■.tore  and  printer,  5  persons;  2nd  story,  furrier,  5  persons; 
3rd  story,  artist,  3  persons.  EXITS:  An  interior  stair¬ 
way,  fireproof  on  the  1st  story  and  wooden  above,  extend¬ 
ing  from  1st  story  to  top  story,  with  iron  ladder  to  scuttle 
;n  roof,  enclosed  in  fireproof  partitions  on  the  1st  story 
and  wood  lath  and  plaster  above,  with  wooden  doors  at 
the  openings;  ROOFS  of  adjoining  buildings  are  at  the 
'ame  level ;  and 

Whereas,  petitioner  contends  that  in  view  of  the  light 
accupancy  of  the  premises  that  the  existing  means  of  exit 

are  adequate. 

Resolved ,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  lav*,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  1,  on  condition  that  a  balcony  be  provided  on 
the  rear  of  3rd  story  of  the  building  with  a  gooseneck 
ladder  to  the  roof  and  60  degree  iron  stairs  to  the  roof 
of  the  extension  immediately  at  the  rear ;  and  granted, 
as  to  Item  2,  on  condition  that  a  fixed,  double-rung  iron 
ladder  be  provided  from  the  closet  on  the  top  story  to 
the  roof,  with  no  door  at  the  opening  of  said  closet ;  and 
this  variation  shall  be  granted  so  long  as  conditions  as  to 
use  and  occupancy  remain  unchanged. 


55-25-S. 

PEAITIONER — Jno.  B.  Snook  Sons,  for  Estate  of  Thomas 
Lewis,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 


PREMISES  AFFECTED — 623  Broadway,  Manhattan. 
APPEARANCES— 

For  Petitioner — John  W.  Boylston. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 
Superintendents  Brady,  Reville,  Kleinert, 


Moore  and  McDermott  .  10 

Negative  .  0 


Absent:  Mr.  Connell,  Fire  Chief  Kenlon  and 
Deputy  Fire  Commissioner  Hannon....  3 
THE  RESOLUTION: 

(55-25-S) 

Whereas,  Jno.  B.  Snook  Sons,  for  Estate  of  Thomas 
Lewis,  owner,  filed,  January  12,  1925,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from 
the  requirements  of  the  labor  law,  as  cited  in  a  decision 
oif  the  superintendent  of  buildings,  affecting  premises  623 
Broadway,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  December  26,  1924,  in  acting  on  Alt.  Appli¬ 
cation  No.  2703-24,  reads: 

“3.  Fire  resisting  partitions  should  conform  to  La¬ 
bor  Law.  Both  sides  should  be  protected  by  fire  re¬ 
sisting  material.” ; 
and 

Whereas,  the  building,  running  through  from  street  to 
street,  is  non-fireproof,  five  stories  in  height,  34  ft.  by 
200  ft.  in  area ;  OCCUPIED  as  a  tenant  factory,  39  per¬ 
sons  above  the  1st  story;  EQUIPPED  with  a  fire  alarm 
signal  system.  EXITS:  Two  interior  wooden  stairways, 
the  Broadway  front  stairway  unenclosed  on  the  1st  story 
and  both  stairways  are  unenclosed  on  the  5th  story  and 
at  all  other  stories  both  stairways  are  enclosed  in  parti¬ 
tions  composed  of  two  thicknesses  of  %  in.  boards  with 
sheet  iron  on  the  loft  side,  with  metal-covered  wooden  doors 
at  openings;  ROOFS  of  adjoining  buildings  to  south,  four 
stories  higher  and  to  north,  seven  stories  higher;  and 

Whereas,  petitioner  proposes,  in  lieu  of  the  wire  lath 
and  Portland  cement  on  2  in.  by  4  in.  studs  as  required 
by  rule  504  of  the  industrial  code,  to  fire-retard  the  exist¬ 
ing  partitions  by  means  of  applying  furring  strips,  16  in. 
on  center  on  the  loft  side  of  the  present  enclosure,  then 
wire  lath  and  %  in.  Portland  cement,  space  between  furring 
strips  parked  with  mineral  wool,  all  in  accordance  with 
plans  filed  with  this  case,  and  proposes,  also,  to  enclose 
the  stairways  on  the  1st  story,  Broadway  front,  and  both 
stairways  on  the  5th  story  with  standard  fire-resisting  par¬ 
titions  and  also  to  provide  two  iron  ladders  from  top  story 
to  scuttle  in  roof. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  hall  side  of  the  existing  stairhall  par¬ 
tition  be  fire-retarded  with  V-ribbed  metal  lath  and  cement 
mortar,  and  that  the  loft  side  be  stiffened  with  2  by  2 
angle  irons,  3  ft.  on  center,  with  metal-covered  self-closing 
dools  at  openings. 


70-25-S.  „ 

PETITIONER— 'Samuel  Rosenblum,  for  Marx  &  Raw- 


olle,  owners. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 9  Van  Brunt  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 
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MINUTES 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 


nedy,  Dowd,  Gunnison,  Holland  and 
Superintendents  Brady,  Reville,  Kleinert, 

Moore  and  McDermott  .  10 

Negative  .  0 

Absent:  Mr.  Connell,  Fire  Chief  Kenlon  and 
Deputy  Fire  Commissioner  Hannon....  3 
THE  RESOLUTION: 

(70-25-S) 


Whereas,  Samuel  Rosenblum,  for  Marx  &  Rawolle, 
owner,  filed,  January  17,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  9  Van  Brunt  street,  Brook¬ 
lyn  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  13,  1904,  reads : 

“1.  Extend  both  interior  stairways  to  the  roof,  as 
per  Section  271  of  the  Labor  Law. 

“2.  Extend  the  interior  stairway  from  the  3rd  to 
the  4.th  story  and  from  the  2nd  story  to  the  1st  story 
at  the  north  side  of  building  “C”  as  per  Section  271 
of  the  Labor  Law.” ; 

and 

Whereas,  the  premises  consist  of  two  non-fireprooi 
buildings,  separated  by  a  fore  and  aft  brick  wall  with 
horizontal  openings  therein  (protected  with  fireproof  swing¬ 
ing  doors)  on  each  story,  each  four  stories  in  height; 

there  being  an  iron  storage  shed  on  the  roof  of  building 

“D”;  building  “C”  being  34  ft.  8  in.  by  50  ft.  and  build¬ 
ing  “D”  heing  26  ft.  by  50  ft.  in  area;  OCCUPIED  for 

the  manufacture  of  shellac,  the  maximum  occupancy  of 
both  buildings  being  10  persons;  EQUIPPED  with  a  sprin¬ 
kler  system.  EXITS :  A  wooden  stairway  in  building 
“C”  extending  from  the  2nd  to  3rd  stories;  a  wooden 
stairway  in  building  “D”  extending  from  the  1st  story 
to  top  story,  enclosed  in  wooden  partitions  with  wooden 
doors  at  openings ;  a  60  degree  fire  escape  on  the  rear  of 
the  building  extending  from  yard  to  4th  story  balcony 
with  gooseneck  ladder  to  roof ;  windows  along  course  of 
the  fire  escape  are  non-fireproof ;  EGRESS  from  yard  by 
means  of  passageway  to  street ;  and  #  . 

Whereas,  petitioner  contends  that  practical  difficulties 
(large  tanks  taking  up  the  greater  part  of  the  floor  area) 
make  it  impractical  to  extend,  in  either  direction,  the 
stairway  in  building  “C,”  and  contends,  further,  in  view 
of  the  small  occupancy,  that  the  existing  means  of  exit  are 
adequate 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  exits  as  indicated  on  plans  filed  with 
this  petition  are  maintained,  and  that  buildings  C,  D  and 
E  and  the  building  to  the  north  on  Van  Brunt  street  remain 
under  one  control  and  operation,  and  this  variation  shall 
be  granted  so  long  as  conditions  as  to  occupancy  remain 
unchanged. 


73-25-S. 

PETITIONER— International  Coffee  Company,  Inc. 

SUBJECT— Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED— 533  Greenwich  street  and 
99-101  Van  Dam  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  W.  E.  Graham  and  A.  S- 
Rubin. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD— Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 
Superintendents  Brady,  Reville,  Kleinert 
and  Moore  .  9 


Negative  .  ( 

Absent:  Mr.  Connell,  Fire  Chief  Kenlon, 
Deputy  Fire  Commissioner  Hannon  and 
Superintendent  McDermott  . 

THE  RESOLUTION: 

(73-25-S) 

Whereas,  International  Coffee  Co.,  owner,  filed,  Januarj 
19,  1925,  a  petition,  with  the  board  of  standards  and  ap 
peals,  for  variation  from  the  requirements  of  the  laboi 
law,  as  cited  in  orders  of  the  fire  commissioner,  affecting 
premises  533  Greenwich  street  and  99-101  Van  Dam  street 
Manhattan ;  and 

Whereas,  the  orders  of  the  fife  commissioner,  dated  Oc¬ 
tober  8,  1924,  read  :  r 

“Order  No.  65916-LD: 

“1.  Arrange  the  fire  escape  on  the  south  side  oi 
building  and  the  openings  leading  thereto  and  the  win¬ 
dows  opening  on  the  course  thereof  so  that  same  art 
in  compliance  with  the  provisions  of  Section  273  ant 
274  of  the  Labor  Law  and  the  rules  of  the  Board  o: 
Standards  and  Appeals,  or  carry  out  a  proper  alterna¬ 
tive  method  of  complying  with  the  requirements  ot 
Section  271  of  the  Labor  Law. 

“Among  the  defects  noted  on  this  fire  escape  art 
the  following:  Windows  on  course  not  fireproof,  self¬ 
closing.  Not  screened  to  height  of  4  ft.  6  in.  Nt 
steps  to  window  sills  provided.  No  counterbalancec 
stairway  from  lowest  balcony  to  ground.  Connecting 
stairs  are  not  placed  at  angle  of  45  degrees.  No  con¬ 
nection  of  top  balcony  to  roof. 

“2.  Enclose  the  interior  stairway  at  center  of  build¬ 
ing  serving  as  a  required  means  of  exit,  and  the 
landings,  platforms  and  passageways  connecting  there¬ 
with  on  all  sides  with  partitions  of  fire-resisting  ma¬ 
terial  extending  continuously  from  the  1st  story  to  " 
ft.  above  the  roof,  constructed  as  per  Section  271  of 
the  Labor  Law  or  carry  out  a  proper  alternative  meth¬ 
od  of  complying  with  the  requirements  of  Section  271 
of  the  Labor  Law.” 

“•Order  No.  65918-LD: 

“1.  Arrange  the  entrance  doors  at  street  so  as  tc 
open  outwardly,  as  per  Section  271  of  the  Labor 
Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  seven  stories  ir 
height,  25  ft.  by  100  if t.  in  area;  OCCUPIED  for  roast¬ 
ing,  packing  and  storing  of  coffee,  13  persons  in  the  entire 
building;  the  means  of  egress  consisting  of  an  interior 
stairway  at  the  center  of  the  building,  extending  from  the 
1st  story  to  the  roof,  enclosed  in  wood  studs  covered  both 
sides  with  26  gauge  metal ;  an  interior  stairway  at  the  Van 
Dam  street  front  extending  from  the  1st  story  ot  the  2nd 
story,  with  fire  escape  on  the  Van  Dam  street  front  of 
building,  with  balcony  connected  by  60  degree  stairs,  witl: 
gooseneck  ladder  to  roof  and  drop  ladder  to  street;  ROOFS 
of  adjoining  buildings  are  at  same  level;  and 

Whereas,  petitioner  contends  that  the  main  occupancy  is 
on  the  2nd  story  from  which  there  are  three  means  of  exit ; 
that  in  the  1st  story  there  are  three  exit  doorways  giving 
direct  access  to  the  street ;  that  the  upper  portior^  of  the 
building  is  used  for  storage  only,  with  two  persons  working 
on  the  top  story,  and  that  the  means  of  egress  are  adequate 
for  the  small  occupancy. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Order  No.  65916-LD,  Item  1,  on  condition  that  the 
fire  escape  be  maintained  with  60  degree  connecting  stairs, 
and  that  the  casement  doors  thereto  shall  not  be  less  than 
5  ft.  high,  with  gooseneck  to  roof  and  counterbalanced 
drop  ladder  in  guides  to  street;  denied  in  all  other  respects; 
and  granted,  as  to  Item  2,  on  condition  that  the  occupancy 
above  the  4th  story  shall  not  exceed  two  persons ;  and  that 
the  petition  be  and  it  hereby  is  denied  as  to  Order  No. 
65918-LD,  Item  No.  1. 


MINUTES 


75-25-A. 

PETITIONER— William  F.  Doyle,  for  132  West  31st 
Street  Realty  Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 128-136  West  31st  street 
and  127-133  West  30th  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  William  F.  Doyle. 

For  Administration:  None. 

ACTION  OF  BOARD — Petition  granted  on  condition. 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Su¬ 
perintendents  Brady,  Reville,  Kleinert 

and  Moore  .  9 

Negative  .  0 

Absent:  Mr.  Connell,  Fire  Chief  Kenlon, 
Deputy  Fire  Commissioner  Hannon  and 

Superintendent  McDermott  .  4 

THE  RESOLUTION: 

(75-25-S) 


Whereas,  Wm.  F.  Doyle,  for  132  West  31st  Street  Realty 
Corp.,  owner,  filed,  January  19,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  a  decision  of 
the  superintendent  of  buildings,  affecting  premises  128-136 
West  31st  street  and  127-133  West  30th  street,  Manhattan; 
and 

W hereas,  the  decision  of  the  sueprintendent  of  buildings, 
rendered  January  15,  1925,  in  acting  on  N.  B.  Application 
No.  179-24,  reads : 

“14.  All  windows  must  be  provided  with  self-closing 
device.  Industrial  Code,  Rule  503.” ; 

and 

Whereas,  the  building  is  fireproof,  17  stories  in  height, 
125  ft.  by  197  ft.  in  area;  OCCUPIED  for  lofts  and  of¬ 
fices,  variable  number  of  employees;  EQUIPPED  with 
a  sprinkler  system.  EXITS:  Three  interior  fireproof 
stairways,  extending  from  the  1st  story  to  the  roof,  en¬ 
closed  in  fireproof  partitions  with  fire  doors  at  the  open¬ 
ings;  ROOFS  of  adjoining  buildings  to  east  are  13  stories 
lower,  to  west  no  buildings;  and 

Whereas,  petitioner  proposes  to  provide  self-closing  de¬ 
vices  only  on  such  windows  which  form  an  exposure  and 
which  are  within  30  ft.  of  any  other  opening  in  another 
building  or  within  50  ft.  of  a  neighboring  roof. 

Resolved,  that  the  board  of  standards  and  appeals,  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  any  windows  that  constitute  exposures 
within  30  ft.  horizontally  and  50  ft.  vertically  of  openings 
on  roofs  of  adjoining  building  shall  be  equipped  in  ac¬ 
cordance  with  the  requirements  of  the  building  code. 


25-25-S. 

PETITIONER— Leopold  L.  Langrock,  owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 35-37  Ormond  place,  Brook¬ 
lyn. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD— Petition  dismissed. 

THE  VOTE  TO  DISMISS: 

Affirmative:  Chairman  Walsh,  Messrs., 

Dowd,  Gunnison,  Holland  and  Superin¬ 
tendents  Brady,  Reville,  Kleinert  and 

Moore  .  ® 

Negative  . .  ® 

Absent:  Messrs.  Kennedy  and  Connell,  Fire 
Chief  Kenlon,  Deputy  Fire  Commis¬ 


sioner  Hannon  and  Superintendent  Mc¬ 
Dermott  .  5 

THE  RESOLUTION: 

(25-25-S) 

Whereas,  Leopold  L.  Langrock,  owner,  filed,  January  8, 
1925,  a  petition,  with  the  board  of  standards  and  appeals, 
for  variation  from  the  requirements  of  the  labor  law,  as 
cited  in  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  35-37  Ormond  place,  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  11,  1924,  reads : 

“1.  Extend  the  interior  stairway  at  the  southwest 
end  of  building  to  the  roof,  as  per  Section  271  of 
the  Labor  Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  41  ft.  4  in.  by  165  ft.  (irregular)  in  area;  separated 
into  two  sections  by  a  brick  partition  wall,  with  openings 
therein  on  each  story ;  OCCUPIED  for  the  manufacture 
of  children’s  underwear,  approximately  205  persons  above 
the  1st  story;  EQUIPPED  with  a  sprinkler  system.  EX¬ 
ITS  ;  An  interior  fireproof  stairway  extending  from  1st 
story  to  roof ;  enclosed  in  fireproof  partitions  with  fire 
doors  at  openings,  and  two  wooden  stairways  extending 
from  1st  to  top  story,  both  enclosed  in  wooden  partitions 
with  wooden  doors  at  openings;  ROOFS  of  adjoining 
buildings  are  at  same  level ;  and 

Whereas,  petitioner  contends  that  the  existing  exits  are 
adequate,  and  further  contends  that  a  similar  order  was 
accepted  in  June,  1918,  as  complied  with,  after  certain  work 
had  been  done,  by  the  board  of  review  of  the  fire  depart¬ 
ment  ;  and 

Whereas,  no  one  appeared  when  this  case  was  called. 

Resolved,  that  the  petition  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


90-25-S. 

PETITIONER — Otto  L.  Spannhake,  for  Adolph  Klar, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 5  East  19th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Otto  L.  Spannhake  and  Adolph 
Klar. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 


nedy,  Dowd,  Gunnison,  Holland  and  Su¬ 
perintendents  Brady,  Reville,  Kleinert 

and  Moore  .  9 

Negative  . 0 

Absent:  Mr.  Connell,  Fire  Chief  Kenlon, 
Deputy  Fire  Commissioner  Hannon  and 

Superintendent  McDermott  .  4 

THE  RESOLUTION: 

(90-25-S) 


Whereas,  Otto  L.  Spannhake,  for  Adolph  Klar,  owner, 
filed,  January  22,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  a  decision  of  the  superintendent 
of  buildings,  affecting  premises  5  East  19th  street,  Man¬ 
hattan  ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  January  21,  1925,  reads: 

“2.  Egress  to  street  from  termination  of  fire  escape 
should  comply  with  Section  273  of  Labor  Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  92  ft.  in  area  at  1st  story  and  25  ft.  by 
82  ft.  in  area  above;  OCCUPIED  as  a  tenant  factory.  44 
persons  above  the  1st  story.  EXITS:  An  interior  fire¬ 
proof  stairway  extending  from  1st  story  to  roof ;  enclosed 
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in  fireproof  partitions  with  fire  doors  at  openings ;  a  fire 
escape  (with  fireproof  windows  along  the  course  thereof) 
on  the  rear  of  the  building  extending  from  the  roof  to 
2nd  story  fire  escape  balcony;  ROOFS  of  adjoining  build¬ 
ings  to  east  same  level,  to  west  50  ft.  higher;  and 

Whereas,  petitioner  proposes  to  extend  the  fire  escape 
balcony,  on  the  2nd  story,  to  the  east,  taking  in  one  win¬ 
dow  on  premises  No.  7  East  19th  street,  and  contends  that 
this  will  afford  adequate  exit  from  the  termination  of  the 
fire  escape. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  a  standard  fire  escape  be  provided  on 
the  rear  with  party  wall  balcony  at  the  2nd  story  level, 
connecting  to  No.  7,  embracing  not  less  than  two  plain  glass 
windows  on  No.  7;  and  that  this  variation  shall  be  granted 
so  long  as  conditions  as  to  use  and  occupancy  remain  un¬ 
changed. 


111-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Union  Photo 
Engraving  Co.,  lessee  of  3rd  floor;  Werner 
Bros.,  lessee  of  6th  floor,  and  Art  Craft  Photo 
Engraving  Co.,  lessee  of  7th  floor. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED— 260-262  West  41st  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenbloom. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITION'S — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Superintend¬ 
ents  Brady,  Reville,  Kleinert  and  Moore  8 

Negative  . .  .  0 

Absent:  Messrs.  Holland  and  Connell,  Fire 
Chief  Kenlon,  Deputy  Fire  Commis¬ 
sioner  Hannon  and  Superintendent  Mc¬ 
Dermott  . . .  5 

THE  RESOLUTION: 

(111-25-S) 

Whereas,  Samuel  Rosenblum,  for  Union  Photo  Engrav¬ 
ing  Co.,  lessee  of  3rd  story;  Werner  Bros.,  lessee  of  6th 
story,  and  Art  Crafts  Photo  Engraving  Co.,  lessee  of  7th 
story,  filed,  January  26,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  orders  of  the  fire  com¬ 
missioner,  affecting  premises  260-262  West  41st  street, 
Manhattan ;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated  No¬ 
vember  25,  1924,  read: 

“Order  No.  6S522-LD: 

“1.  Remove  all  partitions  not  built  of  incombustible 
material  as  per  Section  263  and  270  of  the  Labor 
Law.” 

“Order  No.  68510-LD : 

“1.  Remove  all  partitions  not  built  of  incombustible 
material  as  per  Sections  263  and  270  of  the  Labor 
Law.” 

“Order  No.  68511-LD : 

“1.  Remove  all  partitions  not  built  of  incombustible 
material  as  per  Sections  263  and  2(0  of  the  Labor 
Law.” ; 

and  .  .  . 

Whereas,  the  building  is  fireproof,  eight  stories  in 
height,  50  ft.  by  99  ft.  in  area.  OCCUPIED:  1st  story, 
stores ;  2nd  story,  storage  of  uniforms ;  3rd  story,  photo 
engraving ;  4th  story,  printing ;  5th  and  6th  stories,  manu¬ 
facturing  of  jewelry;  7th  story,  photo  engraving;  8th 
storv  strage  of  ink;  approximately  35  persons  per  Vory ; 
EQUIPPED  with  a  fire  alarm  signal  system.  EXITS: 
Two  interior  stairways,  both  extending  from  the  1st  story 


to  the  roof,  both  enclosed  in  fireprooif  partitions  with  fire¬ 
proof  doors  at  openings;  ROOFS  of  adjoining  buildings 
to  east  three  stories  lower,  to  west  five  stories  lower;  and 

Whereas,  petitoner  contends  that  the  greater  part  of 
the  partitions  in  question  are  dwarf  partitions  of  a  tem¬ 
porary  nature  and  that  they  do  not  obstruct  the  exits. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  partitions  around  show  rooms, 
office  and  entrance  hall  to  office  and  show  rooms,  on  con¬ 
dition  that  the  upper  portion  of  said  partitions  shall  be 
glazed  with  thin  glass  not  less  than  18  in.  below  ceiling; 
that  exit  door  not  less  than  36  in.  wide  shall  be  provided 
in  said  partition,  leading  from  workroom  and  opening  out 
to  exit  hall;  that  an  exit  sign  at  least  8  in.  in  height 
shall  be  erected  and  a  red  light  placed  over  such  door, 
in  addition  to  other  means  of  exit;  that  on  any  floor 
occupied  by  more  than  one  tenant,  the  subdividing  par¬ 
titions  shall  be  arranged  so  as  to  allow  independent  egress 
to  all  required  means  of  exit  for  each  tenant;  that  the 
partition  separating  one  tenant  from  another  shall  ex¬ 
tend  from  the  floor  to  the  ceiling;  that  all  interior  par¬ 
titions,  excepting  show  room,  office  and  entrance  hall 
partitions,  shall  be  constructed  of  incombustible  material 
as  specified  under  subdivisions  A  to  H  of  section  355 
of  the  Building  Code,  or  any  approved  fireproof  partition; 
and  that  the  occupancy  and  use  shall  remain  substantially 
unchanged. 
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113-25-S 

PETITIONER— Samuel  Rosenblum,  for  Alice  L.  Krav- 
igny,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  orders 
of  fire  commissioner. 

PREMISES  AFFECTED — 51  Vesey  street  Manhattan. 
APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher,  of  fire 
department. 

AC1ION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 
Superintendents  Brady,  Reville  and 

Kleinert  .  g 

Negative  .  q 

Absent:  Mr.  Connell,  Fire  ’ Chief’  Kenlon,’ 
Deputy  Fire  Commissioner  Hannon  and 
Superintendents  Moore  and  McDermott  5 
THE  RESOLUTION: 

(113-25-S) 

Whereas,  Samuel  Rosenblum,  for  Alice  L.  Kravigny, 
owner,  filed,  January  26,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  orders  of  the  fire  commis¬ 
sioner,  affecting  premises  51  Vesey  street,  Manhattan;  and 
Whereas,  the  orders  of  the  fire  commissioner,  dated  Oct- 
tober  24,  1924,  read: 

“'Order  No.  66708-LD: 

“1.  Reduce  the  number  of  persons  employed  above 
the  1st  story  to  (22)  as  per  resolution  of  the"  Board  of 
Standards  and  Appeals,  calendar  1467-18-S,  and  proper¬ 
ly  paint  the  fire  escape  on  front  of  building  with  at 
least  two  coats  of  paint  or  provide  an  outside  iron 
balcony  fire  escape  on  the  front  of  building  with  balconies 
4  ft.  in  width  connected  by  stairways  not  less  than 
22  in.  wide,  placed  at  an  incline  of  not  more  than 
45  degrees,  extending  from  the  ground  to  the  highest 
story,  constructed  as  per  Section  273  of  the  Labor 
Law  and  the  rules  of  the  Board  of  Standards  and 
Appeals,  or  carry  out  a  proper  alternative  method  of 
complying  with  Section  271  of  the  Labor  Law. 

“REMOVE  the  substandard  fire  escape  on  the  rear 
of  the  building  or  reconstruct  same  in  accordance  with 
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Section  274  of  the  Labor  Law,  as  per  rules  of  the 
Board  of  Standards  and  Appeals,  amended  May  9, 
1924.” 

MOrder  No.  66710-LF : 

“As  inspection  of  the  premises  51  Vesey  Street, 
Borough  of  Manhattan,  shows  that  a  fire  drill  should 
be  established  and  maintained  therein  according  to  the 
requirements  of  Section  279  of  the  Labor  Law,  the 
Labor  Law  specifically  charges  the  1'  ire  Commissioner 
with  the  duty  of  enforcing  the  provisions  of  the  law, 
as  to  fire  drills. 

“This  law  holds  the  owner  of  such  premises  respon¬ 
sible  for  the  proper  supervision  and  maintenance  of  fire 
drills.  It  is,  therefore,  your  duty  to  organize  and  main¬ 
tain  a  fire  drill  in  the  above  premises  in  accordance  with 
the  rules  and  regulations  of  the  Board  of  Standards 
and  Appeals.” ; 

and  .  . 

Whereas,  the  building  is  noil-fireproof,  five  stories  in 
height  25  ft.  by  81  ft.  in  area  at  the  1st  story  and  25 
ft.  by’  75  ft.  in  area  above;  OCCUPIED  as  a  printing 
establishment.  1st  story,,  15  occupants;  2nd  story,  10  oc¬ 
cupants;  3rd  story,  12  occupants;  4th  story,  7  occupants; 
5th  story,  5  occupants.  EXITS  :  An  interior  wooden  stair¬ 
way,  extending  from  the  1st  story  to  the  top  story  (with 
iron  ladder  to  scuttle  in  roof),  enclosed  in  wood  board  par¬ 
titions  with  wooden  doors  at  the  openings;  a  60  degree 
fire  escape  on  the  front  of  the  building,  with  fireproof 
windows  along  the  course  thereof,  extending  from  the  top 
story  to  the  2nd  story  balcony,  with  counterbalanced  slair- 
way  to  street ;  a  sub-standard  fire  escape  on  the  rear  of 
the  building,  with  non-fireproof  windows  along  the  course 
thereof,  extending  from  the  top  story  to  the  3rd  story 
balcony,  with  a  connection  therefrom  to  extension  roof 
of  adjoining  premises  to  west;  ROOFS  of  adjoining  build¬ 
ings  to  east,  two  stories  lower,  to  west  one  story  lower ; 
and 


Whereas,  petitioner  contends  that  many  of  the  employees 
operate  presses  and  serious  loss  would  be  involved  if  same 
were  to  be  stopped  prematurely  by  operators  who  were 
to  take  part  in  the  fire  drill,  and  proposes  to  install  an 
interior  fire  alarm  signal  system  throughout  the  building, 
and  contends  further  that  the  existing  means  of  egress 
are  adequate  for  the  number  of  employees  on  the  premises. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted. 
as  to  Order  No.  667'08-LD,  on  condition  that  a  gooseneck 
ladder  to  the  roof  be  provided  from  the  top  story  balcony 
of  rear  fire  escape;  and  granted,  as  to  Order  No.  66710-LF, 
on  condition  that  an  interior  fire  alarm  system  lve  installed ; 
and  that  the  occupancy  shall  not  exceed  25  persons  above 
the  2nd  story. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

1 395-24-SA. 

PETITIONER— Ralph  B.  Carter  Co. 

SUBJECT— Approval  of  Deming  Power  Rotary  Force 
Pump. 

APPEARANCES— None. 

ACTION  OF  BOARD — Petition  laid  over  to  April  21, 
1925,  at  2  p.  m.;  not  reached  before  adjourn¬ 
ment. 


154-25-SA. 

PETITIONER— Edwards  &  Co. 

SUBTECT— Approval  of  Edwards  Solenoid  Type  Bell. 
APPEARANCES— None. 

ACTION  OF  BOARD— Petition  laid  over  to  April  21, 
1925,  at  2  p.  m.;  not  reached  before  adjourn¬ 
ment. 


Adourned,  5:30  p.  m. 

Edward  V.  Barton,  Acting  Secretary. 


PUBLIC  HEARING 


PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES— 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Tuesday,  April  7,  1925,  at  2  p.  m„  Room  1013, 
Municipal  Building,  on  proposed  amendments  to  Rules 
for  Fire  Extinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only..  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 

approval  to  Fire  Department. 

These  plans  shall  be  drazm  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  shozv  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  vis.,  sise,  location  and  direction  of  joists  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  sise  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 

of  sprinklers.  ,  ,  , 

Upon  approval  of  preliminary  plans  such  number  of  sets 

of  clean,  corrected  plans  on  cloth  as  the  Fire  Comnus -> 
sioner  may  require,  not  exceeding  three  (j),  shall  be  pled 
for  final  approval  of  the  Fire  Commissioner  A  certiped 
copy  of  the  approved  plans  shall  be  forzvarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
bx  the  Fire  Commissioner  shall  accompany  preliminary 
plans  If  a  standpipe  ( fire  line )  equipment  is  provided 


throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

IVhen  entirely  completed  in  accordance  zvtih  the  ap¬ 
proved  plans  and  as  per  test  herein  proznded  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  zvill  be  so  ad¬ 
vised  in  zvriting  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
zvorkmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  oyer  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  with  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
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sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C. ;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 

Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  fcquircd 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  separate  feed 
mains  from  the  basement  or  lowest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (.?)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overfloiv  pipe  shall  be  three  (3)  inches  be¬ 
low  the  top  of  the  staves  in  wooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
without  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  twenty-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbozv. 

The  discharge,  heating  or  filling  pipes  where  exposed 
to  the  zveather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  which  may  be  of  three  layers  of  one-inch 
(/")  hair  felt  interspersed  zvith  building  paper  zvell  wrapped 
and  secured  and  covered  zvith  canvas  zvell  painted  or  bv 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 


Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  not  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc¬ 
tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  zveather  shall  be 
covered  zvith  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high- 
cst'  line  of  sprinklers  below  the  mam  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12J4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  zvater  for  a  zvet  pipe  system 
where  supplemented  by  an  auxiliary  zvater  supply,  and  not 
less  than  5,000  gallons  of  zvater  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater 'than  9,000  gallons. 
The  tank  shall  be  kept  two-third's  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  has  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (iJ/2)  inches  in  size  [with  a  one  and  one- 
quarter  (iT/i)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (21)]  one  and  one-half  ( i1/^ )  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from’  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side- 
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tlk.  The  cover  shall  be  bolted  to  the  casing  arid 
.all  be  so  marked  as  to  be  quickly  located  and  to 
dicate  the  purpose  of  the  valve.  The  valve  shall  be 
[  indicating  pattern,  operated  by  a  special  socket 
rench  approved  by  the  department  of  water  supply, 
is  and  electricity. 

Where  it  is  impractical  to  install  a  control  valve  box 
the  curb  because  of  a  vault  under  the  sidezvalk  and  zvith- 
18"  thereof,  the  control  valve  may  be  located  in  the  zva- 
r  supply  connection  at  a  point  not  more  than  two  ( 2 ) 

•ct  from  the  point  of  entry  into  a  vault. 

I  Vhcr e  a  zvater  meter  is  required  in  the  zvatcr  supply 
mncction  to  an  automatic  sprinkler  equipment,  it  shall  be 
f  a  type  which  allozvs  free  flozv  of  zvatcr  and  approved 
V  the  Department  of  Water  Supply,  Gas  and  Electricity, 
r  a  type  of  fire  line  meter  which  has  been  specifically  ap- 
roved  by  the  Fire  Commissioner  for  use  in  connection 
nth  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  zvatcr  supply  con- 
itions  and  pressures  are  as  may  be  required  shall  be  sub- 
• tilted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
s  an  automatic  source  of  zvatcr  supply  is  one  approved 
or  such  use  and  controlled  by  an  approved  automatic  con- 
rolling  deznee,  which  shall  be  adjusted  to  maintain  not 
css  than  15  pounds  zvatcr  pressure  at  the  highest  sprinkler 
•elozv  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
> rovided  in  Rule  5.  And  shall  receive  zvatcr  supply  only 
rom  a  direct  connection  to  the  city  zvatcr  main. 

As  auxiliary  sources  of  zvater  supply  steam  or  electric 
tandard  fire  pumps  shall  receive  water  supply  from  a  suc- 
ion  tank,  a  direct  connection  to  the  city  water  main  or 
>ther  approved  sources  capable  of  supplying  the  pump 
it  its  rated  capacity  for  sixty  (60)  minutes.  Ihe  rated 
apacity  of  the  pump  shall  be  not  less  than  five  hundred 
;500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin- 
clers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
ind  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
tor  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
1  supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  oil  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca1 
electric  power  plants  shall  be  located  in  rooms  ot 
fireproof  construction  with  approved  fire  doors  at 

openings.  , 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  ot 
computing  the  capacity  of  water  supplies,  standard 
'  one-half  04)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  shall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
|  respective  orifices. 


Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforrps 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  from 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  tzvo  hundred  (200)  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  zvhere 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
stix  (6)  inch  pipe  for  three  and  one-half  (3^4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the. 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  the  building 
line  cxceht  that  zvhere  there  is  an  angle  formed  by  the  street 
zvall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (1.5)  inches  from  cither  side  of 
such  angle  in  accordance  zvith  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  z>alve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  04)  inch  pipe  connection  and  one-half  04)  inch 
orifice  and  a  bronze  boll  of  proper  size,  or  by  a  three-quar¬ 
ter  (Yxj  inch  drip  connection,  zvith  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sezver.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
zvhen  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
anv  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street ;  or  a 
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direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 
ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  (between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  hairing  a  total  ivatcr  capacity  for  a  ove- 
sourcc  supply  may  be  considered  as  a  two-source  supply 
ivhere  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  (r/2)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8>  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1 U)  inch 

heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  (y2)  inch  head  for  each  62 y2 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor  ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

_  Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  (l/2)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11%) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
pi y)  pet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 
Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  f20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 


teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spacer 
not  more  than  four  (4)  feet  from  wall  or  partition.  When 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  ir 


*  Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 

width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
reet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay ) ,  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ( y2 )  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least,  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1%)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
ea-j  u  ay  ^°r  kay.s  n°t  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar- 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 

(a)  For  standard  one-half  (y2)  inch  heads,  12  feet. 
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j  (b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1J4)  inch  heads, 

25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

1  Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
■  to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  (J/2)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1J4)  inch  head  tor 
each  500  square  feet  of  inflammable  surface. 

;  Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  sliaft  is  trapped.  \\  here  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 

floor  level.  ,  ,  .  . 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
i  than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  (l/2)  inch  heads,  V/2  feet. 

(b)  For  Conranr*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  ( 1 %)  inch  heads, 

8 1/2  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
i  the  roof,  may  be  used  in  lieu  of  heads  located  in  peak  of 

roof :  • 

(a)  For  standard  one-half  (l/2)  inch  heads,  2l/2  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads, 

c/4  feet  .  ,  ,  ,  , 

In  sawtooth  roof  construction,  the  end  heads  on  the 

branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  04)  inch  heads,  2J4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  ( 1 %)  inch 
heads,  6J4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 

^(aTwhere  standard  one-half  (*4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 


joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


indard  one-half  ( }4 )  inch  heads — 

Maximum  No.  of 
Heads  Allowed 

.  1  head 

.  2 

heads 

.  3 

ii 

ii 

.  10 

it 

.  20 

ii 

.  36 

a 

.  55 

a 

.  80 

a 

.  140 

a 

.  200 

a 

.  300 

a 

.  420 

a 

Size  of  Pipe 
Yi,  inch 

1 

iJ4  “ 

i/2  “ 

2 

2)4  “ 

3 

354  “ 

4 

5 

6 

7 

8 

(b)  For  Conran*  one  (1)  inch  heads — 
Size  of  Pipe 

1  inch  . 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

2  heads 


J-/4 

IK 

9 

ii 

3 

it 

ii 

4 

ii 

2*4 

9 

it 

6 

ii 

ii 

9 

u 

4 

a 

18 

a 

* 

a 

34 

a 

A 

a 

51 

a 

a 

. . . .  75 

a 

Q 

a 

. . . .  105 

a 

(c)  For  Conran*  one  and  one-quarter 

Size  of  Pipe 

(1J4)  *nch  heads — 
Maximum  No.  of 
Heads  Allowed 

1  head 

U4 

9 

a 

. . . .  2  heads 

a 

3 

a 

a*4 

9 

a 

. . . .  4 

a 

a 

. . . .  6 

a 

4 

a 

12 

a 

a 

. ...  21 

a 

A 

a 

.  .  . .  40 

a 

7 

u 

60 

a 

8 

a 

84 

a 

When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 
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Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (J4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  rims  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ( )4 )  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 
Risers  shall  not  be  located  close  to  windows,  properly 

protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

Ho  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  zvith  the  discharge  pipe,  or  “dead  riser”, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 

Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  walls  and  other 


parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflozv  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  wall  and  exposed  to  the  zveather,  they 
shall  be  fitted  zvith  hoods  or  dozvn-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  ()4)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser ; 

At  each  alarm  valve  ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection  ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 
and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  fknv- 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 
ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  I  inch 
in  size  where  floor  valves  are  not  over  a]4  inches  in  size 
and  i )4  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  iV2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down- fed 
system  a  drain  shall  not  be  required. 
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At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  where 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

Oil  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (fa)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (l/2)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [O11]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  fa  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  ifa  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  J/2-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  zvhere  the  test  pipe  passes  through  the  zvall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  fa-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  fa-inch  shut-off  valve 
stopped  zvith  a  brass  plug. 

j!  Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4 fa) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank; 

I  At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (fa) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 

All  gate  valves  shall  be  solid  or  double  wedge  disc,  sut- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  ^grind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs.  .  . 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con- 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
;  possible  to  the  supply  inlet. 


Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  ot  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (fa)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  cither 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 

The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 


tained  throughout  the  year.  . 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve : 

(a)  For  standard  one-half  (fa)  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  ..... - 

(c)  For  Conran*  one  and  one-quarter  (l  fa  inch  heads  64 
Where  equipped  zvith  an  approved  quick-opening  device 

the  following  number  of  heads  may  be  controlled  by  one 
‘'Type  A”  dry-pipe  valve: 

(a)  For  Standard  one-half  (lfa)  inch  heads . too 

(b)  For  Conran*  one  (/)  inch  heads . . . .....200 

(c)  For  Conran*  one  and  one-quarter  (ifa)  inch  heads. 128 
(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 

system  shall  be  designed  to  operate  at  a  temperature  lower 
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than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  ()4)  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads.  84 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  ()4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  |the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building;.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard'  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 

Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1)4)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 


Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  pip-ing,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
zvalls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  zvalls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 
of  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  '6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 

Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  an  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  cojusist  of  a  tzvo  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  zvhei'e  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  which  must  be 
automatic. 
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Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  pei- 
son  employed  by  the  ozvner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 

Fire  Department.  ... 

There  shall  be  kept  available  at  all  times  tn  the  premises 


a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  W hen  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Underzvritcrs.  Plans  for  such  installation  to  be  filed  with 
the  Fire  Department  for  approval. 


RULES 


THE  CONSTRUCTION  AND  INSTALLATION  OF  GAS  SHUT-OFF  VALVES,  ADOPTED 
RULES  FOR  -Jy  THE  BOARD  OF  STANDARDS  AND  APPEALS,  JANUARY  11,  1924. 


RULES  FOR  GAS  SHUT-OFF  VALVES  TO  COM¬ 
PLY  WITH  ORDINANCE  AMENDING  ARTICLE 
2  OF  CHAPTER  12  OF  THE  CODE  OF  ORDI¬ 
NANCES,  RELATING  TO  CONTROL  OF  GAS  IN 
CERTAIN  BUILDINGS  IN  CASE  OF  FIRE. 


1.  Gas  shut-off  valves  and  accessory  appliances  shall 
include  valves  approved  as  such  by  the  Bureau  of  Stand¬ 
ards,  Washington,  D.  C.,  by  the  Underwriters  Laboratories, 
Inc  Chicago,  Ill.,  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston,  or  other  recognized  standard  laboratory ; 
and  all  valves  shall  be  approved  and  meet  the  test  pre¬ 
scribed  by  the  Board  of  Standards  and  Appeals. 

2.  Gas  shut-off  valves  shall  be  installed  only  by  corpo¬ 
rations,  firm  or  individuals  who  shall  furnish  evidence  of 
their  qualifications  under  the  Code  of  Ordinances, .  to  the 
Fire  Commissioner  or  the  Tenement  House  Commissioner  in 

their  respective  jurisdictions.  .....  ,  ,  ,,  .  .  • 

3  Such  corporations,  firms,  or  individuals  shall  maintain 
a  Service  Station  which  shall  be  in  direct  communication 
with  the  Fire  Department  by  telephone  or  telegraph.  Loca¬ 
tion  of  service  station  and  means  of  communication  shall 
be  on  file  with  the  Fire  Commissioner,  in  order  that  the 
Fire  Department  may  insure  immediate  service  when  the 
gas  is  turned  off  by  the  members  of  the  Fire  Department  or 

from  anv  other  cause.  . 

The  Fire  Department  shall  have  exclusive  use  of  gas 
shut-off  valves  to  be  operated  in  the  event  of  fire  or  other 

emergencies.  .  „  ,  .  , 

4.  All  gas  shut-off  valves  to  be  installed  must  be  made 

of  the  best  quality  of  standard  materials. 

Protection  of  Valves: 

5.  The  gas  shut-off  control  shall  be  protected,  by  a  suit- 
able,  approved  metal  box,  placed  on  the  exterior  of  tie 
building,  which  shall  be  connected,  through  a  rigid  metal 
conduit,  by  a  cable,  with  the  valve  body  placed  on  the 
gas  intake’  where  the  gas  pipe  enters  the  building,  and  as 
near  as  practicable  to  the  inside  face  of  the  wall,  before 
reaching  the  meters.  The  lock  for  securing  box  on  out¬ 
side  wall  of  building  shall  be  operative  only  by  a  hire 
Department  inner  box  key  by  members  of  the  Fire  Depart- 

ment.  ,  ,  , 

6  All  valve  bodies  shall  be  made  of  brass  or  bronze. 
If  a  spring  is  used  to  actuate  a  valve  in  conjunction  with 
the  fusible  link,  it  shall  be  of  the  best  quality  phosphor 

bronze.  .  a  , 

7.  The  internal  mechanism  which*  acts  to  shut  on  the 
gas  shall  be  securely  connected  with  the  external  mechanism 
by  a  direct  mechanical  connection,  made  gas  tight,  where  it 
passes  through  the  valve  bodv,  by  a  stuffing  box  filled  uitn 
soft,  well-lubricated  packing,  in  accordance  with  recognized 
standard  practice. 

Installation: 

8.  The  valve  shall  be  so  installed  as  to  be  conspicuously 
displayed  and  readily  inspected  and  reset  by  authorized 

persons. 


Valves  shall  be  located  so  that  condensation  will  not  ac¬ 
cumulate  in  the  valves  j  and  shall  be  installed  so  that  gas 
will  flow  through  the  valve  in  direction  indicated  on  it. 

9.  Valves  shall  be  secured  in  piping  by  threaded  connec¬ 
tions  or  companion  flanges.  Combustible  packing  or  sheet 
lead  shall  not  be  used  between  flanges. 

10.  The  gas  main  at  both  ends  of  the  valve  must  be  rigid 

and  secure  to  withstand  the  pull  from  the  control  handle. 
Additional  non-combustible  brackets  or  hangers  must  be 
provided,  if  necessary,  to  secure  and  maintain  rigid  instal¬ 
lation.  . 

11.  The  valve  shall  be  enclosed  in  a  substantial,  per¬ 
forated  metal  case,  conspicuously  exposed,  painted  red, 
protected  by  standard  lock  acceptable  to  the  Fire  Preven¬ 
tion  Bureau,  and  shall  indicate  the  name,  telephone  num¬ 
ber  and  address  of  installer,  to  insure  prompt  service  to  prop¬ 
erty  owner. 

12.  Casing  of  the  valve  on  gas  intake  shall  be  kept 
locked  to  protect  valve  from  interference  and  make  it  ac¬ 
cessible  only  to  authorized  persons.  Perforations,  to  allow 

'circulation  of  air  around  fusible  link,  shall  be  provided  and 
so  arranged  as  to  prevent  tampering  with  valve  when  casing 
is  locked. 

Control  Box: 

13.  The  control  handle  for  the  manual  closing  of  the 
valve  shall  be  in  a  locked  metal  control  box  having  a  cast 
iron  cover  conspicuously  labeled  with  raised  letters,  painted 
red. 

14.  On  the  outside  of  the  cover  or  the  inside  of  the  con¬ 
trol  box,  in  raised  or  stamped  letters,  or  on  a  securely  fas¬ 
tened  metal  plate,  shall  be  displayed  concise  operating 
directions,  together  with  the  name,  initials  or  registered 
trademark  of  the  manufacturer. 

15.  The  control  box  must  be  placed  as  nearly  vertically 
above  the  point  where  the  gas  main  enters  the.  premises 
as  is  practicable,  when  this  does  not  involve  excessive  length 
of  cable  and  extra  turns,  and  at  a  height  above  the  side¬ 
walk  or  grade,  of  not  less  than  two  (2)  feet  and  not  more 
than  five  (5)  feet.  Without  special  permission,  the  control 
box  shall  not  be  placed  or  mounted  ,  on  basement  window 
frames,  or  directlv  above  basement  windows  or  other  open¬ 
ings,  nor  shall  it  be  located  behind  doors  or  other  obstruc¬ 
tions  which  would  prevent  the  Fire  Department  from  having 
easy  access  to  it. 

Ifi.  Control  boxes  must  be  securely  and  permanently  fas¬ 
tened.  Whenever  possible,  they  shall  be  fastened  to  a  non¬ 
combustible  wall,  pillar  or  column.  They  shall  be  secured 
bv  not  less  than  two  3/16  inch  bolts  or  the  equivalent. 
Unless  the  building  is  so  constructed  that  the  control  box 
must  unavoidably  be  secured  to  a  wooden  part,  the  use  of 
wood  screws  is  not  permitted  for  supporting  countersunk 
control  boxes:  lag  bolts  shall  be  used.  When  the  walls 
are  of  masonrv  or  concrete,  through  bolts,  expansion  bolts 
or  toggle  bolts  shall  be  used.  All  fastenings  must  be  ar¬ 
ranged  so  that  they  cannot  be  loosened  except  from  inside 
opening  of  the  control  box. 
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17.  Control  boxes  may  be  set  or  recessed  into  the  wall 
to  a  depth  not  greater  than  the  depth  of  the  box  so  that 
cover  is  flush  with. the  face  of  the  wall.  Control  boxes  may 
be  mounted  directly  on  the  surface  of  the  wall. 

18.  The  control  box  shall  be  located  on  the  outside  of 
the  building  wall,  facing  the  street,  whenever  possible.  When 
the  control  box  is  installed  on  an  alley  face  of  a  building, 
or  in  a  similar  place  where  the  control  box  is  subject  to 
injury  from  passing  vehicles,  etc.,  the  control  box  must  be 
thoroughly  protected.  This  may  be  done  by  having  the  con¬ 
trol  box  recessed,  marked  by  waterproof  red  paint  ring  and 
waterproof  white  paint  ring  on  the  wall,  or,  when  such  pro¬ 
tection  is  not  available,  protected  by  heavy  iron  channels 
or  angles  secured  to  the  wall  by  through  'bolts,  expansion 
bolts,  or  toggle  bolts. 

Control  Handles: 

19.  Control  handles  shall  be  of  standard  construction,  ar¬ 
ranged  to  fit  the  control  boxes  so  that  they  may  be  locked 
without  difficulty,  and  cable  connections  shall  be  securely 
made  in  an  approved  manner,  according  to  the  design  of 
the  handle. 

Cable: 

20.  The  connection  between  the  valve  and  control  handle 
shall  be  as  direct  as  practicable,  and  shall  consist  of  a  single 
piece,  of  stranded  phosphor  bronze  cable  not  less  than  3/32 
inch  in  diameter.  No  splices  in  the  cable  shall  be  permitted. 

21.  It  is  essential  that  cable  connections  to  valve  and  han¬ 
dle  be  securely  made  according  to  the  design  in  each  case. 
The  able  may  be  slightly  annealed  for  making  ends,  and 
when  cutting  the  cable,  it  should  be  taped  and  cut  through 
the  tape,  or  a  small  amount  of  solder  applied  where  it  is  to 
be  cut,  so  as  to  prevent  frayed  end. 

Conduit: 

22.  The  control  cable  for  the  shut-off  valve  shall  be  run 
in  galvanized  wrought  iron  or  steel  pipe  or  other  stand¬ 
ard  approved  conduit  not  less  than  y2  inch  in  pipe  size.  The 
pipe  or  conduit  line  must  be  water-tight  and  continuous  from 
the  casing  enclosing  the  operating  mechanism  of  the  valve 
to  the  control  box  on  outside  of  building.  The  cable  shall 
not  be  exposed  at  any  point  in  its  length. 

23.  All  ends  of  pipe  or  conduit,  not  only  at  valve  and 
control  box  terminals,  but  in  the  run  of  the  piping,  shall  be 
carefully  reamed  so  as  to  remove  burrs  and  fins  caused  by 
cutting-off  tools,  which  would  interfere  with  the  movement 
of  the  cable  in  the  run,  or  cut,  or  wear  the  cable.  Unions 
should  not  be  employed  in  making  joints. 

24.  Pipe  or  conduit  must  be  rigidly  and  permanently  se¬ 
cured  in  position.  Pipe  straps  and  hangers  of  standard 
forms  may  be  employed  for  this  purpose.  In  every  case 
supports  must  be  provided  at  points  sufficiently  numerous 
to  prevent  sagging.  Pipe  straps  (if  used)  must  be  of  metal 
of  sufficient  thickness  to  insure  a  permanent  fastening  and 
must  be  thoroughly  coated  to  prevent  corrosion. 

Bends  and  Offsets: 

25.  Bends  of  small  radius  or  through  much  of  an  arc,  in¬ 
troduce  possibilities  of  binding  of  the  cable  or  of  an  appre¬ 
ciable  friction  resisting  the  pull  of  the  cable ;  therefore, 
approved  roller  fittings  shall  be  required  wherever  the  pipe 
or  conduit  is  bent  to  a  radius  of  less  than  4  inches,  or 
wherever  the  bend  is  through  an  arc  exceeding  15  degrees, 
except  as  outlined  for  offsets. 

26.  When  connections  to  control  boxes  are  made  from 
below,  it  is  frequently  necessary  to  make  an  offset  in  the 
conduit  to  avoid  a  water  table  or  other  part  of  a  building 
wall.  One  offset  of  not  more  than  2  inches  will  be  permit¬ 
ted  for  each  installation  at  such  points.  The  bends  in  the 
pipe  forming  the  offsets  must  be  carefully  made  to  avoid 
cracking  the  enamel  or  galvanized  coating,  or  the  flattening 
or  cracking  of  the  pipe  or  conduit.  The  amount  of  offset 
shall  not  exceed  2  inches  and  the  length  of  the  offset  shall 
not  be  less  than  five  times  the  amount  of  the  offset.  For 
example,  a  2-inch  offset  must  be  at  least  10  inches  long. 
Single  offsets  only  shall  be  permitted.  Double  offsets  are 
not  acceptable. 


Roller  Fittings: 

27.  For  turns  in  the  conduit  greater  than  those  mentioned 
above,  approved  roller  fittings  shall  be  used.  No  roller  fit¬ 
tings  turning  more  than  90  degrees  from  a  straight  line 
shall  be  used. 

Automatic  Control: 

.  2$-  The  fusible  link  which  controls  actuation  of  the  valve 
in  the  event  of  direct  heat,  shall  melt  at  not  less  than  225 
degrees  F.  and  shall  be  so  arranged  as  to  in  no  way  inter¬ 
fere  with  the  manual  means  of  shutting  off  the  gas  which 
is  .controlled  by  the  handle  in  box  placed  on  the  face  of  the 
building.  Only  approved  fusible  links  shall  be  used.  Auto¬ 
matic  control  shall  in  no  way  depend  upon  electric  current 
for  its  operation. 

Production  Tests  at  Factory: 

29.  Valves  must  be  tight  under  the  following  tests : 

(a)  Valves  shall  be  mounted  in  the  position  in  which 
they  are  designed  to  operate.  Normal  city  gas  pressure  or 
equivalent  air  pressure  shall  be  applied  to 'the  inlet  side  and 
the  valve  shall  completely  shut  off  the  gas  or  air  when 
closed  as  in  normal  operation. 

(b)  To  determine  whether  the  valve  shuts  off  tightly 
under  this  test,  a  tube  shall  be  connected  with  the  outlet 
side  of  the  valve  and  the  outer  end  of  the  tube  shall  be  im¬ 
mersed  in  water  to  a  depth  not  exceeding  one  (l)  inch, 
indicating  leakage  by  bubbles  rising  through  the  water  from 
the  end  of  this  tube. 

(c)  Valves,  after  this  test,  shall  be  capable  of  shutting 
off  ten  (10)  pounds  air  pressure  applied  to  the  inlet  side; 
to  determine  whether  the  valve  is  tight,  the  test  procedure 
shall  be  as  indicated  in  the  preceding  test. 

.(d)  Valve  bodies  shall  be  strong  enough  to  withstand, 
without  leakage,  one  hundred  (100)  pounds  pressure  applied 
from  either  end  with  the  other  end  closed.  In  this  test 
the  entire  valve,  including  the  stuffing  box,  shall  be  com¬ 
pletely  immersed  in  water,  so  that  leakage  will  be  indicated 
by  bubbles  rising  through  the  water. 

(e)  The  fusible  link  connections  of  each  valve  shall  be 
carefully  tested  to  avoid  prematurely  operating  the  gas  shut¬ 
off  valve  through  vibration  or  concussion.  The  construction 
of  the  fusible  link  connections  shall  be  so  designed  and  made 
that  the  automatic  feature  will  not  operate  through  vibra¬ 
tion  or  concussion. 

(f)  The  entire  process  of  manufacture  of  the  valves 
shall  be  subject  to  inspection  and  review  and  each  valve 
shall  be  tested  at. the  factory  by  a  recognized  laboratory  or 
agency  with  facilities  for  making  the  test  prescribed  by  the 
Board  of  Standards  and  Appeals,  and  each  valve  must  bear 
satisfactory  evidence  that  it  has  been  so  tested. 

(g)  Manufacturers  of  gas  shut-off  valves  must  submit 
the  name  or  names  of  said  laboratories  or  agencies  to  the 
Fire  Commissioner  or  the  Tenement  House  Commissioner, 
in  their  respective  jurisdictions,  with  satisfactory  evidence 
of  their  ability  and  facilities  to  properly  carry  out  said 
tests. 

.(h)  Valves  and  operating  mechanisms  shall  be  so  de¬ 
signed  and  constructed  that  thev  will  withstand  the  deteriorat¬ 
ing  effects  or  corrosion,  as  evidenced  by  operating  tests. 

Installation  and  Inspection  Tests: 

30.  a.  After  shut-off  valve  is  installed,  it  shall  be  set 
and  operated  to  determine  that  proper  closure  is  secured 
by  operating  the  control  handle.  Particular  care  should 
be  taken  to  observe  that  when  operatine  the  control  handle, 
no  part  of  the  cable  or  of  its  attachment  to  the  valve 
interferes  in  any  way  with  the  positive  closure  of  the  valve. 

b.  After  the  above,  test,  all  gas  outlets  in  the  building 
must  be  inspected  to  insure  their  being  closed  before  the 
valve  shall  be  set  and  the  iras  turned  on.  Valve  and  con¬ 
nections  shall  also  be  tested  for  leaks  bv  applvinc  a  solution 
of  snap  and  water  to  all  parts,  including  connections  to  gas 
piping. 
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c.  After  the  valve  has  been  used  to  shut  off  gas,  it  shall 
be  reset  only  by  authorized  corporations,  firms  or  indi¬ 
viduals,  or  by  members  of  the  Fire  Department. 

d.  Operating  and  installation  corporations,  firms  or  indi¬ 
viduals  responsible  for  the  installation  of  the  gas  shut-off 
valves  shall  permanently  maintain  properly  equipped  service 
stations  in  each  of  the  boroughs  where  they  install  valves. 


Gas  shut-off  valves  and  installations  shall  be  inspected  at 
least  once  a  year  by  members  of  the  Fire  Department  or 
the  Tenement  House  Department,  in  their  respective  juris 
dictions,  or  by  corporations,  firms  or  individuals  authorized 
to  install  gas  shut-off  valves,  as  determined  by  the  Fire 
Commissioner  or  the  Tenement  House  Commissioner,  in 
their  respective  jurisdictions. 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 


53-21-S — Angle  Hose  Valve. 

1372-21-S— Ford  Fire  Line  Reducing  Valve,  approval  of. 
337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

957-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 

392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 

447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

810-22-S— Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S— Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S— Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S— Combustion  Fuel  Oil  Burner,  approval  of. 

1 173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1 249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S— Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S— Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA— Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA— Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA— Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA— Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-S A — Manual  and  Thermal  Gas  Cut-Off  \  alve. 
275-23-S A — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA— “Automatic"  Deluge  Valve,  approval  of. 
345-23-SA— Cornell  Falat  Oil  Burner,  approval  of. 

392- 23-SA— “Billow"  Class  G.  R.  Oil  Burner,  aoproval  of. 

393- 23-SA — “Billow"  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

397-23-SA — Cornell  No.  1  Type  “A"  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 
525-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 

544-23-S A— Domestic  Fuel  Oil  Burner,  approval  of. 
628-23-SA — Powerlight  Oil  Heat  Burner,  approval  of. 
820-23-SA— Morse  Fuel  Oil  Burning  System,  approval  of 
888-23-SA— Lewis  Oil  Burner,  approval  of. 


898-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

9§p-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-S A — Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

1 050-23- SA— .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 

1169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA — Ziegler  Oil  Burner,  approval  of. 

1 180-23-SA — Viking  Pump,  approval  of. 

1231-23-SA — Gill  Oil  Burner,  approval  of. 

1246-23-*SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 

1339-23-SA— National  Light  Service  Oil  Pump,  approval  of. 

1 346-23- S A — Heatiator  Oil  Burner,  approval  of. 

1358-23-SA — Worthington  Oil  Burner,  approval  of. 

1361-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 

1364-23-S A— Staples  &  Pfeiffer  Oil  Burner,  apr'^val  of. 

1415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1 429-23-SA — Kerrihard  Oil  Burner,  approval  of. 

1444-23-S A — Tate-Jones  No.  6  Oil  Burner,  approval  of. 

1484-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 

1493-23-SA— Newport  Rotary  Oil  Burner,  approval  of. 

1538-23-SA— Lillibridge  Oil  Vapor  Burner,  approval  of. 

1550-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 

68-24-SA— May  Burner,  approval  of. 

254-24-S A — Sherman  Oil  Burner,  approval  of. 

269-24-S A — Universe  Oil  Burner,  approval  of. 

365-24- S A — Koaless  Oil  Burner,  approval  of. 

379-24-SA— Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA — Faultless  Oil  Burner,  approval  of. 

501-24-SA — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA — Kinney  Rotating  Plunger  Pump,  approval  of. 

536-24-S A — Climax  Oil  Burner,  approval  of. 

654-24-SA— Marvel  Oil  Burner,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 

735 -24- S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-S A — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24- S A — Holmes- Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-S A — Heymsfield  Low  Pressure  Burner,  approval  of. 

800-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

007-24-SA— Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 
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939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1078-24-SA — Nokol  Automatic  Burner,  approval  of. 
1108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 
1134-24-S A — Peerless  Automatic  Oil  Burner,  approval  of 
1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 
1146-24-S A — Salvo  Fire  Extinguisher,  approval  of. 
1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 
1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 


1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 
1361-24-SA — Caloroil  Burner  Type,  A-A,  approval  of. 
1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 
1500-24-SA — Smolensky  Check  Valve,  approval  of. 

1509-24- S A — TJSEM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 
1512-24-S A — Jove  Break  Glass  Pull  Lever  Box,  approval  of. 
19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan^  Brilliant  Burner,  approval  of. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  zvill  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  zvill  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . 


598 


Cases  filed  up  to  and  including  March  26,  1925  . 324 


Restored  to  calendar 


Miscellaneous  Applications. 

Requests  to  reopen  .  40 


Requests  to  amend .  0 

Requests  for  modification  .  13 

Requests  to  rescind .  0 

Requests  for  extension  of  time  .  8 

Requests  for  extension  of  permit  .  2 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans  .  4 

Administrative  requests  .  4 

Requests  for  interpretation .  q 


^  Total  .  1012 

Disposed  of  .  38g 


Cases  pending  March  26,  1925  .  626 


DISPOSITION  OF  CASES. 

Withdrawn  .  39 

Dismissed  .  16 

Denied  .  51 

Granted  .  1 

Granted  on  condition  .  203 


22 


Appliances  approved  . . 

Appliances  dismissed,  disapproved  or  withdrawn. 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  reopen  granted  . 

Requests  to  reopen  denied  . 

Requests  to  amend  granted . 

Requests  to  amend  denied  . 


3 

0 

0 

0 


39 

0 

0 

0 


Requests  for  modification  granted  .  13 


Request  for  modification  denied 

Requests  to  rescind  granted . 

Requests  to  rescind  denied  . 

Requests  for  extension  of  time  granted. 

Requests  for  extension  of  time  denied 

Requests  for  extension  of  permit  granted  .  2 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  0 

Requests  to  install  denied  .  0 

Plans  approved  .  4 

Plans  disapproved  .  g 

Administrative  requests  granted  .  g 

Administrative  requests  denied  or  withdrav/n  . .  1 

Interpretations  .  g 

Requests  withdrawn  or  dismissed .  1 


Total  .  386 
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'  CONTENTS 


NOTICE 


OF 

IfiPlPV 

REMOVAL 


r 


APR  IS  jqc* 

NOTICE  IS  HEREBY  GIVEN  THAT  THE 
BOARD  OF  STANDARDS  AND  APPEALS  IS 
NOW  LOCATED  ON  THE  TENTH  FLOOR  OF 
THE  MUNICIPAL  BUILDING,  ROOMS  1001 
TO  1015— NORTH  END  OF  BUILDING. 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  ra. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 

Manhattan. 


This  issue  of  the  Bulletin  contains,  in  the  order 

ven — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  March  3  , 
1925. 

Minutes  of  Special  Meeting,  Board  of  Appeals, 
March  31,  1925. 

Notice  of  Public  Hearing. 

Rules. 

Reserve  Calendar. 

Progress  Report. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon— Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections  if  any, 
and  will  be  called  in  Room  1013  on  Tuesday,  April  7, 
1025,  at  2  o'clock.  At  this  call  each  case  is  set  for  hearing 

on  a  definite  day.  ,  , 

The  next  subsequent  Call  of  the  Calendar  will  be  o 

Tuesday,  April  14,  1925,  at  2  o  clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 
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New 
Cal.  No. 
358-25-S . . 

357-25-A. . 

356-25-A. . 
355-25-S. . 
354-25-BZ 
353-25-S. . 
352-25-S.  . 
351-25-A. . 
350-25-A. . . 
349-25-A. .  , 
348-25-A. . . 
347-25-S .  .  . 
346-25-S .  .  . 
345-25-A. . . 


344-25-BZ 


343-25-BZ . 


342-25-A. . 


341-25-S . .  . 


340-25-SA. 


339-25-A. . . . 


338-25-BZ .  . 


337-25-S .  . . 


336-25-A. 


335-25-BZ .  . 


334-25-A. . 


333-25-S _ 


332-25-S _ 


331-25-BZ .  . 


_____  CALENDAR 

DOCKET.  330-25-A . F.D . 66-70  Wyckoff  ave  ,  Bklyn. 

Cases  Filed  Week  Ending  April  2,  1925.  F-71811 

Department.  Premises  Affected.  329-25-A . F.D . 448-454  12th  st.,  Bklyn. 

. F.D . 138-140  E.  25th  st.,  Man.  9,  A  „  _  A,t-  640-1923. 

L  D  74395  -28-25-A . F.D . 775-87  and  789-97  Humboldt 

. F.D . West  side  Sheridan  ave.,  200  "0"7  D  D  ^  5t”  Bklyn'  F-69822. 

ft.  south  of  Mt.  Eden  ave.,  32?-25'BZ . BB‘Q-  ••  162-166  Prospect  st,  L.  I.  C., 

Bronx.  L.  C.  28237.  A  R  R  .  _  .  Alt-  496*1925- 

. B.B.M.  .628  Lexington  ave.,  Man.  ~  . 141-14?  Fifth  ave.,  Man. 

Exit  Order  257-1924.  o2*  o*  tT7  p  „  R  VioL  807-1925- 

. F.D . 514-516  W.  57th  St.,  Man.  25~BZ . B'BB-  ■■8°-92  Kmgsland  ave.,  Bklyn. 

L.  D.  69998.  N-  B-  3505-1925. 

. B.B.M.  .55  E.  60th  st.,  Man.  ....  .  Restored  to  Calendar. 

Alt  423-1935.  4‘A . F-D . 1101-22  Webster  ave.,  Bx. 

. B.B.M.  .208-210  W.  27th  st,  Man.  1fu.  0<  L-  C.  25159. 

N.  B.  716-1924.  ~  . B.M.  .156-166  West  End  ave.,  Man. 

. B.B.M.  .491-495  Seventh  ave.,  Man  09  ~  Ap-  1567-1924. 

N.  B  102-1925.  ~  .  B.B.M.  .235-49  W.  154th  st.,  Man. 

. F.D . 2609  Davidson  ave.,  Bx.  ’  ^  ..  “  ^  ^  N.  B.  577-1923. 

L.  C.  28650.  A . F.D . 3587-89  Broadway,  Man. 

. F.D . 637  Broadway,  Man.  00  .  „  _  Order  No.  8-A. 

F-61902.  A . F.D . 2711  Webster  ave.,  Bx. 

. F'D . 219  E.  63rd  st,  Man.  ‘  1428  9,  p?  R  _  R  0rder  No.  11-A. 

L  C  28323.  BZ . B-B'Bx-  •  1223-1229  Intervale  ave.,  Bx. 

. B.B.M.  .260  W.  88th  st.,  Man.  N.  B.  3046-1924. 

Viol.  2774-1924.  - - - 

.....F.D . 47  Christopher  st.,  Man. 

L.  D.  61860.  FD  CODE. 

. F.D . 91-103  Washington  ave.,  Bklyn.  F  . . . Fire  Department 

L.  D.  73432.  R  B  R . Health  Department 

. F.D . 204-210  Broadway,  Man.  B  B  b"  . Bureau  of  Buildings,  Brooklyn 

F-55075-55077.  r Vat* . Bureau  of  Buildings,  Bronx 

....  B.B.M.  .15-19  E.  33rd  st.,  Man.  . . Bureau  of  Buildings,  Manhattan 

N.  B  177-1925.  p  r  p . Bureau  of  Buildings,  Queens 

. B.B.B.  ..244  68th  st,  Bklyn.  . Bureau  of  Buildings,  Richmond 

Applic.  20887-1925.  . Tenement  House  Department 

. F.D . 588-590  Broadway,  Man. 

L.  C.  28556.  CALL  OF  CLERK’S  CALENDAR. 

. F.D . 86-88  Meserole  st.  Bklyn.  Tuesday,  April  7,  1925,  at  2  p.  m. 

E.  D.  73285.  Building  Zone  Cases. 

- F.D . McCann-Harrison  Low  Pres-  110-25-BZ. 

wr.  sure  Oil  Burner.  Appliance.  APPLICANT— Edward  P.  Doyle,  for  Brecber  Building 

- F.D . West  side  Kemple  ave.,  1352  ppra/ttcricP'’  owner. 

ft.  south  of  Mill  ave.,  Bklyn.  EM1KES— Southeast  corner  of  Washington  avenue  and 

N  B  527-19*5  TO  P F R MIT a.ven u f»  p.  p  City,  Borough  of  Queens. 

. . . .  B.B.BX.  .  1395  Cromwell  ave.,  Bx  V  lenanceV  f 

N.  B  450-1925.  (5)  motor  vehicles. 

- F-D .  537-539  Broadway,  Alan.  1 43-25- BZ 

•••  RD . 46  °ld  Broadway1  MDan7°334'  lisf^vLnue^^oklyn^'161'’  °WnCr- 

L  C.  24211.  1(J  FERMI T  in  a  residence  district  the  erection  and  main- 

.... B.B.B.  ..89-99  Granite  st.,  Bklyn.  tenance  of  buildings  to  be  used  for  store  purposes 

a  ■  „„„  only  on  1st  story.  v  p 

Applic.  3383-1925.  J 

- F.D . 178-192  Sullivan  st.,  Bklyn.  166-25-BZ. 

F-68873.  APPLICANT— William  F.  Doyle,  for  Hallert  Realty  Corp , 

. . . . H.D . 29  Stanton  st.,  Man.  PPT7MT“.  Y  P’ 

Sanitary  Certificate  TO^FRMTtP-78'186  -5arksi1?  avenue-  BrookIyn. 

•  •  F.D . 326  W  48th  st  '  Alan  '  °  J  re,s,df.n.ce  dlstrict  the  erection  and  main- 

st.  Man.  tenance  of  a  building  to  be  used  for  store  purposes. 

-*—*•  66702. 

- B.B.B.  . .187a-201  Garfield  nl.  Bklvn  l9i~25~BZ- 

AnnUc.  3171-1925.  AppLICANT  [Richard  J.  Cullinan,  for  Joseph  Rosenzweig, 
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REMISES— North  side  of  West  170th  street,  11.33  ft.  west 
of  Cromwell  avenue,  The  Bronx. 

X)  PERMIT  in  a  business  district  extending  from  an  un- 
restricted  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

i 

092-24-BZ.  w.  ,  ,  _T  .  , 

APPLICANT — John  W.  Clancy,  for  Michael  Naftal,  owner. 

PREMISES — 331  East  184th  street,  The  Bronx. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles.  (Previously  denied  by  the  board.) 

375-25-BZ. 

APPLICANT— Leo  S.  Sheridan,  owner. 

PREMISES— (88-110  Crown  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  April  7,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

331-24-A— 508-534  West  212th  street,  Manhattan. 

16-24-A — 1342  Park  avenue,  Manhattan. 

100-25-A — West  side  of  Spuyten  Duyvil,  104.14  ft.  north  of 
West  231st  street,  The  Bronx. 

101- 25-A— 727  Avenue  L,  Brooklyn. 

102- 25-A — 2597  Grand  Concourse,  The  Bronx. 

104- 25-A — 12  Smart  street,  -Flushing,  Queens. 

105- 25-A — 128  Maple  avenue,  Flushing,  Queens. 

106- 25-A— East  side  of  West  drive,  155  ft.  north  of  Ardsley 

road,  Douglaston,  Queens. 

107- 25-A — 155  Beach  148th  street,  Neponsit,  Queens. 

108- 25-A — 960  Boulevard,  Long  Island  City,  Queens. 

109- 25-A — 21  Luydig  place,  Corona,  Queens. 

117-25-A — 119  Fourth  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 

of"  a  public  hearing  under  the  provisions  of  the  building 

zone  resolution,  Tuesday  morning,  April  7,  1925,  at  10  o  clock, 

in  Room  1013,  Municipal  Building,  on  the  following  matters: 

cai..  no.  1432-24-BZ — Application,  December  4,  1924,  under 
the  building  zone  resolution,  of  Joseph 
McGinnis,  applicant,  on  behalf  of  Chas. 
E.  Manierre,  owner,  to  permit  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  421-429  West  209th  street  and 
420-428  West  210th  street,  Manhattan. 

cai..  no.  1180-24-BZ — Application,  September  30,  1924,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Two  Hundred  and  Fifty-seven 
Madison  Avenue,  Inc.,  owner,  to  per¬ 
mit  in  a  residence  \V*  times  height 
district  the  erection  and  maintenance 
of  a  business  building  and  to  erect  the 
street  walls  to  a  height  exceeding  the 
limit  required  by  the  zone  resolution ; 
premises  257-261  Madison  avenue, 
southeast  corner  of  East  39th  street, 
Manhattan. 

cal.  no.  45-25-BZ— Application,  January  12,  1925,  under  the 
building  zone  resolution,  of  Victor 


C.  Farrar,  architect,  on  behalf  of  40th 
Street  and  Park  Avenue,  Inc.,  owner, 
to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  office  purposes ;  premises 
90-98  Park  avenue  and  38-40  East  40th 
street,  Manhattan. 

cal.  no.  56-25-BZ — Application,  January  13,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Jacob 
O.  Pederson,  owner,  to  permit  the  ex¬ 
tension  from  an  unrestricted  district 
into  a  residence  district,  of  a  proposed 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  and  also  its 
location  within  200  ft.  of  a  hospital ; 
premises  1895  Inwood  avenue,  The 
Bronx. 

cal.  no.  59-25-BZ — Application,  January  15,  1925,  under  the 
building  zone  resolution,  of  Lawrence 
J.  Frank,  applicant,  on  behalf  of  Solo¬ 
mon  Goldstein,  owner,  to  permit  in  a 
business  district  the  erection  of  addi¬ 
tional  buildings  and  the  extension  oT 
the  use  of  an  existing  stone  or  monu¬ 
mental  works ;  premises  northwest  cor¬ 
ner  of  Sutter  avenue  and  Pitkin  ave¬ 
nue,  Woodhaven,  Borough  of  Queens. 

cal.  no.  74-25-BZ — Application,  January  19,  1925,  under  the 
building  zone  resolution,  of  Anthony 
D.  Rasso,  applicant,  on  behalf  of  Dom- 
enick  Rasso,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  business  building;  premises 
549  17th  street,  Brooklyn. 

cal.  no.  1504-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Smith 
&  Scutt  Co.,  Inc.,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  west  side  of  Bergen  avenue, 
317.47  ft.  north  of  Jamaica  avenue  (Ful¬ 
ton  street),  Jamaica,  Borough  of 
Queens. 

cal.  no.  1252-24-BZ— Application,  October  22,  1924,  under 
the  building  zone  resolution,  of  Morris 
Perlstein,  architect,  on  behalf  of  Rite- 
built  Realty  Corp.,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  cf  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  northwest  corner  of 
Forest  avenue  and  Linden  street, 
Ridgewood,  Borough  of  Queens. 

cal.  no.  1268-24-BZ — Application,  October  25,  1924^under 
the  building  zene  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Will¬ 
iam  IT.  Seaich,  owner,  to  permit  in  a 
business  district  the  conversion  of  oc¬ 
cupancy  from  storage  purposes  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  142- 
156  East  31st  street,  Manhattan. 

cal.  no.  1290-24-BZ — Application,  October  30,  1924.  under 
the  building  zone  resolution,  of  Louis 
Nathanson,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  extending 
from  a  business  district  the  erection 
and  maintenance  of  five  (5)  attached 
residence  buildings  to  be  used  for  store 
purposes  on  first  story;  premises  1921- 
1927-1931  Neck  road,  Brooklyn. 
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cal.  no.  1518-24-BZ — Application,  December  26,  1924,  under 
the  building  zone  resolution,  of  Henry 
J.  Nurick,  architect  and  engineer,  on 
behalf  of  Michael  Bonuzo,  owner,  to 
permit  in  a  residence  district  extending 
from  a  business  district  the  alteration 
and  conversion  of  a  private  garage  to 
be  used  for  store  purposes ;  premises 
1-11  East  32nd  street,  southeast  corner 
of  Church  avenue,  Brooklyn 

cal.  no.  1428-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  applicant,  on  behalf  of  Zivie 
Bender,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1223- 
1229  Intervale  avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

Tuesday,  April  7,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1354-24-S — >19-21  East  55th  street,  Manhattan. 

47-25-S — 65  Fulton  street,  Manhattan. 

126-25-S — 14  East  55th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

118-25-S — 225-241  West  34th  street  and  234-238  West  35th 
street,  Manhattan. 

1332-24-S — 101-103  West  42nd  street  and  737-745  Sixth 
avenue,  Manhattan. 

1501-24-S — 12-16  East  14th  street,  Manhattan. 

80-25-S— 23  West  56th  street,  Manhattan. 

135-25-S — 3  Maiden  Lane,  Manhattan. 

140-25-S — 470-472  Seventh  avenue,  Manhattan. 

279-25-S — 587  Fifth  avenue,  Manhattan. 

385-24-S — 2268  Second  avenue,  Manhattan. 

1493-24-S — 30  East  9th  street,  Manhattan. 

86-25-S — 33  West  56th  street,  Manhattan. 

Rule. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 

CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  April  14,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

188-25-BZ. 

APPLICANT — >Samuel  Rosenblum,  for  William  C.  Perry, 
owner. 

PREMISES— £48  West.  132nd  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  the  1st  story  from  residence  use  to  the 
undertaking  business. 

191-25-BZ. 

APPLICANT — James  W.  Byrnes,  for  Bernard  Kiritz, 
owner. 

PREMISES — 1209-1211  Putnam  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  and  “C”  area  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles,  also  the  omis- 
-sion  of  a  rear  yard  required  by  the  building  zone 
resolution. 

19'7-25-BZ. 

APPLICANT — (John  J.  Dunnigan,  for  Elsie  Levy,  Clara 
Sarnof  and  Maurice  Oppenheimer,  by  Mortimer 
Kraus,  his  attorney  in  fact,  owners. 

PREMISES— 1279-1285  Jerome  avenue,  The  Bronx. 


TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles. 

206-25-BZ. 

APPLICANT — William  F.  Doyle,  for  J.  V.  Cannizaro, 
owner. 

PREMISES — 94-96  Avenue  U,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1041-24-BZ. 

APPLICANT — (330  West  95th  Street  Corp.,  owner. 

PREMISES — 156-166  West  End  avenue,  Manhattan. 

TO  PERMIT  in  a  business  district  the  alteration  and  also 
the  conversion  of  occupancy  of  a  building  occupied 
as  a  storage  warehouse  to  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  April  14,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A — 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

904-24-A — >235-239  West  23rd  street,  Manhattan. 
1069-24-A — 227-231  East  22nd  street,  Manhattan. 
1376-24-A — 2920-2940  Broadway,  Manhattan. 

1498-24-A — 51  West  3rd  street,  Manhattan. 

1535-24-A — 169-195  West  street,  Brooklyn. 

1540-24-A — 472-482  Knickerbocker  avenue  and  230-242 
Bleecker  street,  Brooklyn. 

1119-22-A — 237  St.  Nicholas  avenue,  Brooklyn. 

1375-24-A — 2920-2940  Broadway,  Manhattan. 

1378-24-A — 2920-2940  Broadway,  Manhattan. 

40-25-A — Spuyten  Duyvil  Parkway  and  227th  street,  The 
Bronx. 

1367-24-A — 450-458  West  34th  street,  Manhattan. 

79-25-A — 6-16  West  16th  street  and  7-23  West  15th  street, 
Manhattan. 

1247-24-A — 202  Flatbush  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution  Tuesday  morning,  April  14,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  1532-24-BZ — Application,  December  29,  1924,  under 
the  building  zone  resolution,  of  Moore 
and  Landsiedel,  architects,  on  behalf  of 
Adele  Santini,  owner,  to  permit  in  a 
residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for 
business  purposes ;  premises  east  side  of 
Jerome  avenue,  100  feet  south  of  East 
190th  street,  The  Bronx. 

cal.  no.  98-25-BZ — Application,  January  23,  1925,  under 
the  building  zone  resolution,  of  John 
DeHart,  applicant,  on  behalf  of  Knick¬ 
erbocker  Ice  Co.,  owner,  to  permit  in 
a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  305-313  West  67th 
street  and  308  West  68th  street,  Man¬ 
hattan. 
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305-24-BZ — .Application,  March  3,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of 
Emanuel  Strauss,  owner,  previously 
denied,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict,  and  also  in  a  “B”  area  district, 
the  conversion  of  occupancy  from  a  five 
(5)  car  garage  and  storage  use  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1139 
Ogden  avenue,  1  he  Bronx. 


1393-24-BZ — Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 


1394-24-BZ— Application,  November  24,  1924  under 
the  building  zone  resolution,  of  Edward 
P  Doyle,  applicant,  on  behalf  of  New 
York  Consolidated  R.  R.  Co.  and  New 
York  Rapid  Transit  Corp.,  owners,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  sell¬ 
ing  station ;  premises  464  Flatbush  ave¬ 
nue,  Brooklyn. 

27-25-BZ — Application,  January  8,  1925,  under  the 
building  zone  resolutoin,  of  William  r . 
Doyle,  applicant,  on  behalf  of  Efficient 
Building  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main- 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  Jerome  avenue, 
200  ft.  north  of  Clifford  place,  The 
Bronx. 


1415-24-BZ — Application,  December  1,  1924  under 
the  building  zone  resolution,  of  John  E. 
Kerby,  applicant,  on  behalf  of  Harry 
Abramowitz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  608  Westchester  avenue, 
southwest  corner  of  Cauldwell  avenue, 
The  Bronx. 


NO.  997-24-BZ 


— Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  D. 
Coppersmith,  owner,  to  permit  part  y 
in  a  business  district  and  partly  in.  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  112-144  East  98th  street, 
Brooklyn. 


82-25-BZ — Application,  January  20,  1925 .under  the 
building  zone  resolution,  of  George 
McCauslan,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  ere<^!° 
and  maintenance  of  a  gasoline  selli  g 
station ;  premises  northeast  corner  o 
Bronx  boulevard  and  East  219th  street, 
The  Bronx. 

465-23-BZ — Application,  February  17,  1925  under 
the  building  zone  resolution,  of  Wil 
liam  F.  Doyle,  applicant,  on  behalf  of 


Amanda  B.  Manee,  owner,  previously 
withdrawn,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  east 
side  of  River  avenue,  100  ft.  south  of 
East  137th  street,  The  Bronx. 

cal.  no.  1480-24-BZ — Application,  December  16,  1924,  under 
the  building  zone  resolution,  of  Emil 
Guterman,  applicant,  on  behalf  of  Paola 
Gerardi,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  105-107  Jackson  street,  Brook¬ 
lyn. 

cal.  no.  1407-24-BZ — Application,  November  26,  1924,  under 
the  building  zone  resolution,  of  Mc¬ 
Lain  Realty  Company,  applicant  and 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  6-8  Lin¬ 
den  street,  Flushing,  -  Borough  of 
Queens. 

CAL  no  120-25 -BZ — Application,  January  27,  1925,  under 
the  building  zone  resolution,  of  Emery 
Roth,  architect,  on  behalf  of  232  Madi¬ 
son  Ave.  Corp.,  owner,  to  permit  in  a 
business  and  1^4  times  height  district 
the  erection  of  the  street  walls  to  a 
height  exceeding  the  limit  required  by 
the  building  zone  resolution;  premises 
232  Madison  avenue  and  15-17  East  37th 
street,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 
Tuesday,  April  14,  1925,  at  2  p.  m. 
Appeals  from  Administrative  Orders. 


48-25 

121- 25 

122- 25 

123- 25 

124- 25- 

125- 25- 

128-25- 

131-25- 

71-25- 

96-25 

1188-24 

1300-24- 


A— 65  Fulton  street,  Manhattan. 

A — '230  Corbin  place,  Brooklyn. 

-A— 57  East  72nd  street,  Manhattan. 

-A— 132  West  74th  street,  Manhattan. 

A _ 13  Van  Dam  street,  Manhattan. 

A— West  side  of  Malba  drive,  intersection  of 
•  Fourth  avenue,  Malba,  Queens. 

A— 379-385  De  Kalb  avenue,  Brooklyn. 

A— 900  Metropolitan  avenue,  Brooklyn 
A— 81-83  Fulton  street  and  53-57  Gold  street,  Man¬ 
hattan. 

A _ 78-88  Prince  street,  Erooklyn. 

A— 37-65  Franklin  avenue  and  22-46  Skillman  street, 
Brooklyn. 

A _ 20-22  Bogart  street  and  2-8  Rock  street,  Broo 

lyn. 


Under  the  Building  Zone  Resolution. 

r  matters : 

,  070  94-BZ— Application,  February  17  1925,  under  the 

L.  97.-24  ™u.lding  zone  resolution,  of  De.ches, 

Goldwater  &  Flynn,  applicants,  on  be¬ 
half  of  Edward  R.  and  Edward  L. 
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Finch,  trustees  for  A.  R.  Finch,  owner, 
previously  denied,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1273  Cromwell  avenue,  The 
Bronx. 


SPECIAL  NOTICE 

All  cases  scheduled  for  hearing  by  the  board  of  appeals 
01  ^a:ch  27,  1925,  at  10  a.  m.,  have  been  postponed  on 
request  of  applicants  and  set  for  hearing  at  a  special  meet¬ 
ing  to  be  held  on  April  17,  1925,  at  10  a.  m. 


cal.  no.  1149-24-BZ  -Application,  September  19,  1924,  under 
the  building  zone  resolution,  of  Walter 
B.  Wills,  architect,  on  behalf  of  Her¬ 
man  W.  Bruning,  owner,  to  permit  in 
a  residence  district  the  alteration  and 
conversion  of  occupancy  from  a  stable 
to  a  garage  for  the  storage  oi  more 
than  five  (5)  motor  vehicles ;  premises 
63-63 Schaeffer  street,  Brooklyn. 

CAL.  NO.  7-26-BZ — ^Application,  January  2,  1925,  under  the 
building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Gil¬ 
man,  Schlesinger  Bldg.  Co.,  owner,  to 
permit  in  a  residence  and  ll/2  times 
height  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for 
business  purposes,  also  the  erection  of 
the  street  wall  to  a  height  exceeding 
the  limit  required  by  the  building  zone 
resolution;  premises  1896-1898  Arthur 
avenue,  The  Bronx. 

cal.  no.  175-25-BZ— Application,  February  13,  1925,  under 
the  building  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Louis 
Marcus,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  307-313  Rutledge  street, 
Brooklyn. 

CAL.  NO.  564-19-BZ — Application,  March  17,  1925,  under  the 
building  zone  resolution,  of  Frederick 
J.  Flynn,  applicant,  on  behalf  of  Adolph 
Lewisohn,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  theatre  building  (previously 
granted  by  the  board ;  such  grant  hav¬ 
ing  expired  July  11,  1923,  under  the 
time  limit  imposed  in  the  resolution)  ; 
premises  4023-4039  Broadway,  600-618 
West  170th  street  and  603-005  West 
169th  street,  Manhattan. 

cal.  no.  698-22-BZ — Application,  March  17,  1925,  under  the 
building  zone  resolution,  of  Emma  J. 
Wright,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage 
of  five  (5)  pleasure  motor  vehicles, 
three  (3)  spaces  rented  to  persons  not 
residing  on  the  premises  (previously 
granted  by  the  board  for  a  temporary 
period  of  two  years)  ;  premises  57 
Evelyn  place,  The  Bronx. 

cal.  no.  621-24-BZ — Application,  March  17,  1925,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Dex¬ 
ter  Holding  Corp.,  owner,  to  permit  in 
a  business  district  the  erection  and 
.  maintenance  of  a  three-story  garage 

(previously  granted  by  the  board  for 
two  stories)  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
234-240  East  54th  street,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 


Friday,  April  17,  1925,  at  10  a.  m. 
Appeals  from  Administrative  Orders. 
1002-24-A— 401-417  Seventh  avenue,  Manhattan. 


of  Is  EIEREB\  GIVEN  by  the  board  of  appeals 

ol  a  public  hearing  under  the  provisions  of  the  buildine 
zone  resolution,  Friday  morning,  April  17,  1925,  at  10  a  m” 
m  Room  1013,  Municipal  Building,  on  the  following  matters': 
cal.  no.  1369-24-BZ  Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 


cal.  no.  1506-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  Vin¬ 
cent  C.  Pepe,  owner,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  59-61  Carmine  street,  Man¬ 
hattan. 


cal.  no.  1057-24-BZ— Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
(5)f  motor  vehicles,  and  also  within  a 
B  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 

cal.  no.  1298-23-.BZ— Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  3200  Villa 
avenue,  The  Bronx. 

cal.  no.  1007-24-BZ — Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  R. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

cal.  no.  378-24-BZ— Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
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Uunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

•Ai  no  136-24-BZ— Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  Tht 
Bronx. 

:al.  no.  8 11-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Du.inigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  T  he 
Bronx. 

cal  no.  812-24-BZ— Application,  June  17,  1924  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  a  business  building  which  was 
erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx. 

cal  no  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923; 
premises  712-748  Southern  boulevard, 
The  Bronx. 


cal.  no.  1367-23-BZ— Application,  December  23,  1924  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 


tal  no.  1461-24-BZ— Application,  December  11,  1924  under 
the  building  zone  resolution,  of  John 
Dunnigan,  applicant,  on  behalf  of  Lpuis 
Koenig,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  north  side  of  East  l<0th  street, 
100  ft.  east  of  Fulton  avenue,  The 
Bronx.* 


,l.  no.  1156-24-BZ— Application,  September  22,  1924  under 
the  building  zone  resolution,  of  J0*11] 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  982  Morris  avenue, 


northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  1434-24-BZ — Application,  December  4,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Otto 
J.  Schwartzler,  owner,  to  permit  in  a 
business  district  the  alteration  and 
extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  1728-1750  Morris  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


*Correct  location  is  100  ft.  west  of  Fulton  avenue. 


BOARD  OF  APPEALS. 


Tuesday,  April  21,  1925,  at  10  a,  m. 

Appeals  from  Administrative  Orders. 

136- 25-A — Northwest  corner  of  Woodhaven  avenue  and 

Ridgewood  avenue,  Woodhaven,  Queens 

137- 25-A — 95  Buckingham  road,  Brooklyn. 

138- 25-A — Foot  of  Amity  and  Congress  streets,  Brooklyn 

139- 25-A — 48-56  Hamilton  avenue,  Brooklyn. 

160- 25-A — i225  West  254th  street,  The  Bronx. 

161- 25-A— Northeast  corner  of  Shore  road  and  96th  street, 

Brooklyn. 

162- 25-A — Northeast  corner  of  Waldo  avenue  and  Living 

ston  avenue,  The  Bronx. 

168-25-A— 57-59  Second  avenue,  Manhattan. 

176-25-A— 642  West  57th  street,  Manhattan. 

1433-24- A — 16-26  Northern  avenue,  Manhattan. 

1462-24-A — 186-188  Wooster  street,  Manhattan. 

1508-24-A — 420-438  Oakland  street  and  1-11  Paidge  ave¬ 
nue,  Brooklyn. 

54-25- A — 248-254  West  60th  street  and  549-555  West  59th 
street,  Manhattan. 

1401-24-A— 6701  Ridge  boulevard,  Brooklyn. 

1510-24-A — 1038  Ocean  avenue,  Brooklyn. 

182-25- A — 'East  side  Ranton  street,  corner  of  Newtown 
Creek,  Brooklyn. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  April  21,  192o,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

CAL.  no.  5-25-BZ — Application,  January  2,  1925  under  the 
building  zone  resolution,  of  William  r. 
Doyle,  applicant,  on  behalf  of  Irville 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles, 
premises  northwest  corner  of  Cortel- 
_  a  o t-,^1  r.i'ovpcpml  avpnne.  Brook¬ 


lyn. 

cal.  no.  402-24-BZ — Application,  March  18,  1924,  under  the 
building  zone  resolution,  of  Charles  H. 
Mohr,  applicant,  on  behalf  of  Mohr- 
Steiber  Holding  Co.,  Inc.,  owner,  to 
permit  in  a  business  district  the  main¬ 
tenance  of  a  prohibited  use.  iron  works 
in  the  first  story  and  in  the  cellar  of 
an  existing  building;  premises  449  West 
46th  street,  Manhattan. 


CAL.  NO. 


1421-24-BZ— Application,  December  2,  1924,  under 
the  building  zone  resolution,  of  David 
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G.  Ludins,  applicant,  on  behalf  of 
Elliot  Place  Holding  Co.,  owner,  to 
permit  in  a  residence  district  extending 
from  a  business  district  the  erection 
and  maintenance  of  a  business  building; 
premises  southeast  corner  of  Jerome 
avenue  and  Elliot  place,  The  Bronx. 

cal.  no.  1539-24-BZ — Application,  December  31,  1924,  under 
the  building  zone  resolution,  of  Charles 
E.  Anderson,  applicant,  on  behalf  of 
George  V.  Fink  and  L.  F.  Fink,  Inc., 
owner,  to  permit  in  a  residence  and 
E  area  district  the  erection  and  main¬ 
tenance  of  a  building  nearer  than  ten 
(10)  feet  from  the  street  line;  contrary 
to  section  15,  subdivision  (d)  of  the 
building  zone  resolution;  premises  1977 
East  22nd  street,  Brooklyn. 

cal.  no.  52-25-BZ — Application,  January  12,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
Richard  Weber,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  266-278  Park  circle,  Brooklyn. 

Willlam  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  April  21,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

982-24-S — 614-618  West  131st  street,  Manhattan. 

18-25-S — 12  East  56th  street,  Manhattan. 

1495-24-S — 45  Maiden  lane,  Manhattan. 

28-25^S — 17  East  54t.h  street,  Manhattan. 

42-25-S — 349-351  West  26th  street,  Manhattan. 

112-25-S — 833  Seventh  avenue,  Manhattan. 

163-25-S, — 4049  Third  avenue,  The  Bronx. 

172- 25-S — 535-547  West  45th  street,  Manhattan. 

174-25-S — 105-117  Madison  avenue,  Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

129-25-S — 1596  Broadway,  Manhattan. 

147-25-S — 1210  Bowery,  Manhattan. 

173- 25-'S — 4  East  53rd  street,  Manhattan. 

178-25-S — 391  Washington  street,  Manhattan. 

187-25-S — 00  East  3rd  street,  Manhattan. 

Appliances  Submitted  for  Approval. 

1395-24-SA— Deming  Power  Rotary  Force  Pump,  approval 

of. 

154-25-SA — Edwards  Solenoid  Type  Bell,  approval  of. 
242-25- SA  Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 


BOARD  OF  APPEALS. 

Tuesday,  April  28,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

103-25- A  South  side  of  West  2,50th  street,  128  ft.  west  of 
Goodridge  avenue,  The  Bronx. 

156-25- A — 350  West  44th  street,  Manhattan. 

195- 25-A — '262  West  End  avenue,  Brooklyn. 

196- 25-A — '316  West  91st  street,  Manhattan. 

669-24-A — 37-39  East  28th  street,  Manhattan. 

588-24-A — 250  Hudson  street,  Manhattan. 


589-24-A— 43-45  Wooster  street,  Manhattan. 

99-25-A — 220  Corbin  place,  Brooklyn. 

1447-24-A— 8746  123rd  street,  Richmond  Hill,  Queens. 
1496-24-A  205-207  W  est  33rd  street,  Manhattan. 
1402-24-A — 1775  Broadway,  Manhattan. 

840-23-A — 3587-3589  Broadway,  Manhattan. 

1414-24- A  11104-1122  Webster  avenue,  The  Bronx. 

867-23-A — 2711  Webster  avenue,  The  Bronx. 

Under  the  Building  Zone  Resolution. 

NOl  ICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning ,  April  28,  1925,  at  10  o’clock 
m  Room  1013,  Municipal  Building,  on  the  following  matters : 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valbalia  Corporation,  owner,  t  ■>  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue! 
The  Bronx. 

cal.  no.  57-25-BZ— Application,  January  13,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Bres- 
lauer  Construction  Co.,  Inc.,  owner,  to 
permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  dis¬ 
trict,  of  a  proposed  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1933-1935  Cedar  ave¬ 
nue,  The  Bronx. 

cal.  no.  1038-24-BZ — Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn. 

cal.  no.  1400-23-BZ  Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
I  urin  Garage  and  Supply  Co.,  Inc., 
owner,  previously  withdrawn,  to  permit 
in  a  residence  district  the’  alteration 
and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  55  West  93rd 
street,  Manhattan. 

cal.  no.  1437-23-BZ— Application,  March  31,  1925,  under 
the  building  zone  resolution,  of  C.  &  M. 
Garage,  Inc.,  applicant  and  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles  (previously  granted  by  the 
board,  December  23,  1924)  ;  premises 
235-249  West  154th  street,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 
Tuesday,  April  28,  1925,  at  2  p.  m. 
Appeals  from  Administrative  Orders. 
146-25-A  513  East  59th  street,  Manhattan. 
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148-25-A — 264-284  Furman  street,  Brooklyn. 

171-25-A — 427-429  West  13th  street  and  428-430  West  14th 
street,  Manhattan. 

201-25-A — '102  Fulton  street,  Manhattan. 

208-25-A — 137  West  3rd  street,  Manhattan. 

227-25- A — 105  Onslow  place,  Kew  Gardens,  Queens. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  May  5,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

192- 25-S — ‘16  West  31st  street,  Manhattan. 

193- 25-S — il4  West  31st  street,  Manhattan. 

209-25-S — 427  Fourth  avenue,  Manhattan. 

211-25-S — 20  Starr  street,  Brooklyn. 

224-25-S — 38  Great  Jones  street,  Manhattan. 


MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  MARCH  31,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  March  24,^  1925,  were 
approved  as  printed  in  the  Bulletin,  No.  13,  A  ol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

669-24-A. 

APPELLANT — (Philip  J.  Sinnott,  for  37-39  East  28th 
Street  Co.,  owner. 

SUB TECT— Appeal  from  orders  of  fire  commissioner. 

PREMISES  AFFECTED — 37-39  East  28th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant :  Philip  J.  Sinnott. 

ACTION  OF  B O AR D — A ppeal  laid  over  to  April  28,  1925, 
at  10  a.  m.,  on  request  of  appellant’s  representa¬ 
tive. 


588-24-A.  _  ... 

APPELLANT— (Nathaniel  Seaman,  for  Olivett  Distributing 

Co.,  lessee. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED-^250  Hudson  street,  Manhattan. 
APPEARANCES— 

For  Appellant :  Alexander  Rosenzweig. 

ACTION  OF  BOARD1— (Appeal  laid  over  to  April  28.  1925, 
at  10  a.  m.,  on  request  of  appellant’s  representa¬ 
tive. 


589-24-A. 

APPELLANT— Corona  Chemical  Co.,  Inc.,  lessee. 
SUBJECT— -Appeal  from  order  of  fire  commissioner 
PREMISES  AFFECTED— 43-45  Wooster  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant :  Alexander  Rosenzweig. 

ACTION  OF  BOARD — Appeal  laid  over  to  April  28.  1925, 
at  10  a.  m. 


APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  laid  over  to  April  28,  1925, 
at  10  a.  m.,  on  written  request. 


1261-24- A. 

APPELLANT— Abel  I.  Smith,  for  Wynn  Mersereau,  Inc., 
lessee. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 480  Fulton  street,  Brooklyn. 

APPEARANCES— 

For  Appellant:  Joseph  A.  McNamara. 

ACTION  OF  BOARD— Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW—* 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell.  Holland  and  Fire  Chief 

Kenlon  . 

Negative  .  ® 

Absent:  Mr.  Kennedy  .  1 


1247-24-A. 

APPELLANT— 'Abel  I.  Smith,  for  George  J.  McFadden 
Co.,  Inc.,  lessee.  .  . 

SUBJECT— Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 202  Flatbush  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Joseph  A.  McNamara. 

ACTION  OF  BOARD — (Appeal  laid  over  to  April  14.  i.'~o, 
at  10  a.  m.,  on  request  of  appellant’s  representa¬ 
tive. 


840-23-A. 

APPELLANT— Success  Theatre  Corp.,  lessee. 

SUBJECT— Application  for  reopening  (appeal  from  order 
of  fire  commissioner). 

PREMISES  AFFECTED— 3587-89  Broadway,  Manhattan. 

APPEARANCES—  . 

For  Appellant:  Edward  P.  Doyle.  Harry  A.  Harris. 
For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARDi— Appeal  reopened  and  set  for  hear- 
ine  on  April  28,  1925,  at  10  a.  m. 

THE  VOTE—  .  „r  ,  „  . 

Affirmative:  Chairman  Walsh,  Messrs.  Kenned}, 

Dowd,  Gunnison,  Connell  and  Holland  -  6 

Negative  .  ^ 

Absent :  Fire  Chief  Kenlon  .  1 


APPELLANT— 'Oscar  Goldschlag,  for  S.  &  R.  Garage, 
lessee* 

SUBJECT— Application  for  reopening  (appeal  from  order 
of  fire  commissioner). 

PREMISES  AFFECTED— 1104-1122  Webster  avenue.  The 
Bronx. 

APPEARANCES-  „  , , 

For  Annellant :  Oscar  Goldschlag. 

ACTION  OF  BOARD — 'Anneal  restored  to  calendar  ;  set 
for  hearing  on  April  28,  1925,  at  10  a.  m. 

THE  V^E-tive;  QaL.nalin  Walsh.  Messrs.  Kennedy, 

Dowd,  Gunnison,  Connell  and  Holland  -  * 

Negative  . .  •  •  . .  1 

’  Absent :  Fire  Chief  Kenlon  . 


99-25 -A 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Michael 

Shea,  owner.  .  .  „ 

SUB  TECT— 'Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 220  Corbin  place,  Brookl>n. 


APPELLANT— {Tames  J.  Walker,  for  Gee  Kay  Amuse¬ 
ment  Corp..  lessee.  „ 

SUBJECT— Application  for  reopening  (appeal  trom  oraer 

of  fire  commissioner. 
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PREMISES  AFFECTED — 2711  Webster  avenue,  The 
Bronx. 

APPEARANCES — None. 

ACTION  OF  BOARD — Appeal  reopened  and  set  for  hear¬ 
ing  on  April  28,  1925,  at  10  a.  m. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland  _  6 


Negative  .  o 

Absent :  Fire  Chief  Kenlon  .  i 


1436-24-A. 

APPELLANT — Deiches,  Goldwater  &  Flynn,  for  Adams, 
Wertheimer  Co.,  Inc.,  lessee. 

SUBJECT — Appeal  from  orders  of  fire  commissioner. 
PREMISES  AFFECTED — 2501-2505  Grand  Concourse, 
The  Bronx. 

APPEARANCES— 

For  Appellant :  Monroe  Goldwater,  Samuel  Rosen- 
blum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  i 

THE  RESOLUTION: 


(1436-24-A) 

W hereas,  Deiches  &  Goldwater  &  Flynn,  for  Adams, 
Wertheimer  Co.,  Inc.,  lessee,  filed,  December  4,  1924,  an  ap¬ 
peal,  with  the  board  of  appeals,  from  orders  of  the  fire  com¬ 
missioner,  affecting  premises  2501-5  Grand  Concourse,  The 
Bronx;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated 
November  14,  1924,  read: 

“No.  66746-F: 

_  “1-  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2 J4  inch  regulation  Fire 
Department  outlets  on  each  story  (including  base¬ 
ments,  cellars,  and  roofs),  placed  within  main  stair¬ 
way  enclosure.  Each  outlet  to  be  provided  with  suf¬ 
ficient  feet  of  2y2  inch  standard  hose  attached  there¬ 
to. 

“Such  standpipe  shall  be  kept  constantly  filled  with 
water  by  means  of  an  approved  tank  or  pump  supply 
and  to  be  ready  for  use  at  all  times  *  * 

“No.  66747-F : 

“1.  _  Provide  a  separate  and  distinct  system  of  Au¬ 
tomatic  Sprinklers  throughout  building  having  at  least 
one  source  of  water  supply,  arranged  and  equipped 
as  provided  in  the  rules  for  fire  extinguishing  appli¬ 
ances  adopted  by  the  Board  of  Standards  and  Ap¬ 
peals  May  24,  1917,  as  amended  May  2,  1918,  and  Janu¬ 
ary  21,  1919,  effective  February  17,  1919.” 

“No.  66748-F : 

“1.  _  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  1st  story  which  are 
distant  in  a  direct  line  less  than  30  ft.  from  any  open¬ 
ing  in  any  other  building  and  not  in  the  same  plane 
with  said  openings  and  which  are  not  more  than  50 
ft.  above  a  neighboring  roof  at  west  side  of  building, 
or  other  approved  protection,  as  per  Sec.  375,  Article 
18,  Chapter  5  of  the  Code  of  Ordinances.”; 
and 

Whereas,  the  building  is  non-fireproof,  two  and  four 
stories  in  height,  having  a  frontage  of  120  ft.  on  Ford- 
ham  road  and  93  ft.  4  in.  on  Grand  Concourse,  irregular  in 
shape;  OCCUPIED  as  a  department  store;  and 

Whereas,  there  are  eight  windows  on  the  2nd  story,  in 
the  west  wall,  rear,  within  30  ft.  of  openings  in  the  wall 


of  an  apartment  house  to  the  west;  and 

Whereas,  appellant  contends  that  the  building  is  amply 
provided  with  exits,  that  it  faces  on  three  street  fronts, 
and,  also,  that  it  is  equipped  with  a  watchman  service  and 
fire  alarm  boxes. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
66746,  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition,  and  only  so  long  as 
the  present  area  and  dimensions  of  the  building  shall  re¬ 
main  substantially  unchanged;  that  the  orders  of  the  fire 
commissioner,  No.  66747,  and  No.  66748,  be  and  they  hereby 
are  affirmed,  and  the  appeal  as  to  these  orders  be  and  it 
hereby  is  denied. 


1357-24- A. 

APPELLANT — Bertram  L.  Kraus,  for  Eva  K.  Moller, 
owner. 

SUBJECT- — -Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 14  West  40th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  William  B.  Delacey. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland  and 


Fire  Chief  Kenlon  .  6 

Negative  .  o 

Absent:  Mr.  Kennedy  .  l 

THE  RESOLUTION: 


(1357-24-A) 

Whereas,  Bertram  L.  Kraus,  for  Eva  K.  Moller,  owner, 
filed,  November  18,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  14  West  40th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  20,  1924,  reads : 

“1.  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  1st  story  which  are  dis¬ 
tant  in  a  direct  line  less  than  30  ft.  from  any  opening 
in  any  other  building  and  not  in  the  same  plane  with 
said  openings  and  which  are  not  more  than  50  ft. 
above  a  neighboring  roof  at  south  side  of  building,  or 
other  approved  protection,  as  per  Section  375,  Article 
18,  Chapter  5  of  the  Code  of  Ordinances.” ; 
and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  25  ft.  by  98  ft.  in  area  at  1st  story  and  25  ft.  by 
88  ft.  in  area  above.  OCCUPIED :  1st  story  and  base¬ 
ment,  shoe  store,  6  persons ;  2nd  story,  dealer  in  books, 
6  persons ;  3rd  story  vacant  at  present ;  4th  story,  tailors, 
4  persons ;  5th  story,  mimeographing,  19  persons ;  6th  story, 
diamond  merchants,  5  persons ;  and 

Whereas,  there  are  three  windows  on  each  story  above 
the  1st  story  within  30  ft.  of  openings  in  the  wall  of  a 
building  to  the  rear ;  and 

Whereas,  appellant  contends  that  the  building  to  the  rear 
is  a  fireproof  building,  protected  by  a  sprinkler  system 
and  the  windows  therein,  forming  the  exposure,  are  fire¬ 
proof  windows ;  and 

Whereas,  the  openings  in  the  building  within  the  area 
of  exposure,  immediately  to  the  rear,  are  protected  and 
the  building  is  sprinklered. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  stipulations  set  forth  in  the 
resolution  under  Cal.  No.  1356-24-S,  reading: 

“Resolved,  that  the  board  of  standards  and  appeals  doeSt, 
hereby  make  a  variation  from  the  requirements  of  the 
labor  lazv,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  factory  occupancy  shall  be  discon¬ 
tinued  on  or  before  March  31,  1926,  and  that  a  balcony  fire 
escape  ( section  273,  L.  L.)  shall  be  provided  at  window  sill 
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ml,  the  fireproofing  of  the  Endows  on  the  course  of  the  PREMISES  AFFECTF.D-078  East  133rd  street,  The 
<\rc  escape  may  be  omitted,  with  egress  from  lowest  bat-  Bronx. 

■any  by  ladder  to  balcony  of  fire  escape  of  budding  to  the  AI  EARANL  Essom 

W,  and  that  the  doors  leading i  to  the  stairway  on  the  Fo  ApPeUant ^ John  of  fire 

■Ah  story  shall  be  made  to  open  out.  A  u 

*aJJ  ,be  complied  Y'o,V  o^txTore  Marcha<3ti°r:i926.CUPanC}  ACTION  OF  BOARD— Appeal  granted  on  condition. 

’hall  be  discontinued  on^o _ -  ‘  ’  CONDITIONS — As  specified  in  resolution. 

.p  |  J  ~p^  ^  Q  'J'  g 

k4pplLLANT~Samue.  Rose.ib.um,  lor  540  Rea.ty  Co.,  H«&  5 

SLTBTECT— -Appeal  from  order  of  fire  commissioner.  Negative:^  Fire  Clnef^  Kenlon  .  1 

PREMISES  AFFECTED— 536-546  West  23rd  street,  Absent:  Mr.  Kennedy  . 

Manhattan.  THE  RESOLUTION: 

APPEARANCES—  (1515-24- A) 

For  Appellant:  Samuel  Rosen  >  vim  Whereas,  John  Lemkau,  owner,  filed,  December  24,  1021, 

For  Administration:  Inspector  I  a  ie  an  appeal,  with  the  board  of  appeals,  from  an  order  of 

department.  the  fire  commissioner,  affecting  premises  678  East  133rd 

ACTION  QF  BOARD— Appeal  granted  on  condition.  street>  The  Bronx ;  and 

CONDITIONS — As  specified  in  resolution.  Whereas,  the  order  of  the  fire  commissioner,  dated  Octo- 

THE  VOTE—  .  .  w„_rc  her  7,  1924,  reads: 

Affirmative:  Chairman  ,,S_Y  iViess  s-  “You  are  hereby  notified  that  an  inspection  of  prem- 

Dowd,  Gunnison,  Connell,  Holland  and  jses  67g  East"  133rd  Street,  Bronx,  used  as  a  non- 

iFire  Chief  Kenlon  .  ^  storage  garage,  shows  that  the  following  must  be  done 

Negative  . .  before  permit  requested  by  you  can  be  issued: 

Absent:  Mr.  Kennedy  .  1  «2.  Separate  boiler  from  remainder  of  building  by 

THE  RESOLUTION:  unpierced  wall  of  solid  masonry  at  least  8  inches  in 

(1474-24- A)  ,  thickness.  Entrance  to  boiler  room  to  be  from  ex- 

Whereas,  Samuel  Rosenblum,  for  540  Realty  Lo.,  me.,  terj0r  q{  building  only.  Section  159-1,  Chapter  10, 

filed.  December  15,  1924,  an  appeal,  with  the  boarc  o  ap  Code  of  Ordinances.”; 

peals,  from  an  order  of  the  fire  commissioner,  affecting  ^  .  . 

premises  536-46  West  23rd  street,  Manhattan ,  and  Whereas,  the  building  is  non-fireproof,  two  stories  in 

Whereas,  the  order  of  the  fire  commissioner,  dated  April  jieight,  25  ft.  by  100  ft.  in  area  at  1st  story  and  25  ft.  by 
28,  1921,  reads:  ,  ,  .  ,  40  ft.  in  area  above.  OCCUPIED:  1st  story,,  boiler  room 

“1.  Replace  the  missing  and  defective  shutters  witn  (encjosed  jn  y2  in.  plaster  boards  covered  with  24  gauge 
proper  iron  or  kalameined  shutters  at  all  openings  in  metal^  and  milk  distributing  station,  and  incidental 

the  exterior  wall  above  the  first  story  which  are  distant  as  a  non-storage  garage  for  two  trucks;  2nd  story, 

in  a  direct  line  less  than  30  ft.  fiom  am  occupied  as  dwelling  by  owner;  and  < 

any  other  building  and  not  in  the  same  plane  with  Whfreas,  appellant  contends  that  there  is  no  gasoline 
said  openings  and  which  are  not  more  than  50  it.  storgd  Qn  the  premises  other  than  that  in  the  tanks  of  the 
above  a  neighboring  roof  at  east,  south  and  west  side  trucks  and  that  hardship  would  result  if  compelled  to  carry 
of  building,  or  other  approved  protection  as  per  Sec-  QUt  the  order ;  and  .  .... 

tion  375,  Article  18,  Chapter  5,  of  the  Code  ot  urui-  Whereas,  there  are  two  intervening  partitions  between 
nances.” ;  the  boiler  room  and  garage  on  the  premises  which  are  fire- 

“whereas,  the  building  is  non-fireproof,  four  stones  in  r^efdved,  that  the  order  of  the  fire  commissioner  be  and 
height,  150  ft.  by  98  ft.  9  in.  in  area.  OCCUPIED  -  1st  ^  herebv  .g  modified>  and  the  appeal  be  and  it  hereby  is 

story,  pipe  cutters;  2nd  story,  mfg.  of  paper  boxes.  18 ■  pc  nted  on  condition  that  the  runway  side  of  the  partition 

sons;  3rd  storv,  mfg.  of  fibre  cases,  30  persons,  4th  story,  ^  garage  area  shan  be  protected  with  plaster  boards  and 
dyeing  establishment,  16  persons ;  and  26  •  gau£?e  metal,  with  not  more  than  one  doorway  pro- 

Whereas,  there  are  six  windows  in  the  easterly  wal  of  ™  ®  4h\  tin-clad  door;  and  that  there  shall.be  no  gaso- 
the  building  on  the  3rd  and  4th  stories,  withm  50  ft. ■  ot  storage  equipment  maintained  on  the  premises. 

the  rear  of  an  adjoining,  two-story  building  m  the  soum  - - 

erlv  wall  there  are  18  windows  on  the  2nd  and  3rd  stor  70-25-A  ,  , 

and  11  windows  on  the  4th  story,  within  30  ft.  of  °Pe™^  APPELLANT— John  Powell  &  Co.,  Inc.,  sub-lessee, 
in  buildings  to  the  south;  and  6  windows  on  all  stories  <  SUBJECT — Appeal  from  order  of  fire  commissioner 

the  1st  story  in  the  westerly  wall  within  30  ft.  of  openings  ppEJMISES  AFFECTED— 189  Water  street,  Manhat- 

in  the  adjoining  building  to  *e  west;  and  Jn  tan. 

Whereas,  appellant  contends  that  all  of  tl  c  APPEARANCES— 

the  six-story  building  to  the  south  are  fireproof  .  and  that  •  ^  AppeIlant:  George  R.  Rmke. 

all  the  windows  in  the  southerly  wall  of  the  westerly  Eor  Administration:  Inspector  Lynch  of  fire  de- 

tion  of  the  building  under  appeal  are  protected  with  n  partment.  .  ....  n 

tsusna  H3  smswsssws  •" 

rfifrSs  , 

only  four  stories  in  height  and  protected  with  a  spnnk  Dowd(  Gunnison,  Connell  and  Holland.,  ■> 

stiz  "  the  REsoujTI0^-i5-A) 

and  westerly  gable  walls.  Whereas.  John  Powell  &  Co.,  Inc.,  for  Alfrec  .  .  . 

- -  owner,  filed.  January  19,  1925,  an  appeal,  with  the  board 

1515-24-A.  of  appeals,  from  an  order  of  the  fire  commissioner,  af 

APPELLANT— John  Lemkau,  owner  ommissioner.  fecting  premises  189  Water  street,  Manhattan;  and 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
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Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  30,  1924,  reads: 

“Order  No.  27131-LC: 

1.  Provide  glass  bottles  of  a  capacity  not  exceed¬ 
ing  four  ounces  each,  or  metal  cans  of  a  capacity  not 
exceeding  one  gallon  each,  the  latter  fitted  with  a  screw 
top  so  made  that  the  can  will  be  air-tight  when  closed 
for  combustible  mixtures.”: 
and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  20  ft.  by  82  ft.  in  area  at  the  1st  story  and  20  ft. 
by  60  ft.  in  area  above;  OCCUPIED  for  the  storage  of 
crude  drugs,  8  persons  in  the  entire  building ;  and 

Whereas,  appellant  proposes  to  store  two  50-gallon  steel 
drums  of  an  insecticide  having  a  kerosene  base,  and  con¬ 
tends  that  this  liquid  is  not  a  finished  product,  that 
it  is  sold  only  in  bulk  to  dealers  who  after  adding  other 
substances  put  it  in  small  packages  for  retail  consump¬ 
tion. 

Resolved ,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  not  more  than  two  (2)  fifty- 
gallon  steel  drums  of  insecticide  shall  be  stored  on  the 
premises  at  any  one  time,  located  in  the  basement,  at  the 
extreme  front  of  cellar,  with  direct  egress  therefrom  by 
means  of  stairs  to  the  street. 


83-25-A. 

APPELLANT — Henry  J.  Nurick,  for  Bernard  Green- 
thal,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 491-501  Bushwick  avenue, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Henry  J.  Nurick. 

For  Administration:  Inspector  Carroll  of  fire 


department. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Mr.  Dowd  .  1 

Negative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Connell,  Holland  and  Fire  Chief 

Kenlon  .  5 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(83-25-A) 


Whereas,  Henry  J.  Nurick,  for  Bernard  Grcenthal, 
owner,  filed,  January  21,  1925,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  491-501  Bushwick  avenue,  Brooklyn;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
January  9,  1925,  reads: 

“1.  Standpipe  system  cannot  be  omitted  since  build¬ 
ing^  exceeds  an  area  of  10,000  square  feet  within  ex¬ 
terior  walls  of  building.” ; 
and 

Whereas,  the  building  is  fireproof,  two  stories  (26  ft.  2 
in.)  in  height,  100  ft.  by  122  ft.  5  in.  (approximately  11,500 
sq.  ft.  within  walls)  in  area;  OCCUPIED  as  stores  in  the 
1st  story,  Bushwick  avenue  front,  and  the  remainder  of  the 
premises  is  occupied  as  a  public  garage ;  and 
Whereas,  appellant  contends  that  the  building  is  low  in 
height,  that  there  are  two  city  fire  hvdrants  immediately 
in  front  of  the  premises  and  that  the  building  is  accessible 
to  the  fire  department  from  two  street  fronts. 

Resolved ,  that  the  decision  of  the  fire  commissioner  be 
and.it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


258-25-A. 

APPELLANT — Wm.  Wirt  Mills,  Department  of  Plants 
and  Structures,  for  City  of  New  York,  owner. 
SUBJECT  Appeal  from  decision  of  fire  commissioner 
PREMISES  AFFECTED— 278-290  Avenue  C,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  F.  P.  McDuffy. 


For  Administration:  Inspector  Carroll  of  fire 
department. 

AS™SrSE.BCiARD-APp-l  Sranted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Connell,  Gunnison,  Holland  and 

Fire  Chief  Kenlon  .  5 

Negative  . j  q 

Not  Voting:  Mr.  Kennedy  . 1 

Absent  . . '  '  q 

THE  RESOLUTION: 

(258-25-A) 

Whereas,  William  Wirt  Mills,  for  the  City  of  New 
ork  owner,  filed,  March  6,  1925,  an  appeal,  with  the 
board,  of  appeals,  from  a  decision  of  the  fire  commissioner 
affectmg  premises  278-290  Avenue  G,  Manhattan;  and  ’ 
yv  hereas,  the  decision  of  the  fire  commissioner,  rendered 
February  13,  1925,  reads: 

“7.  The  average  number  of  sprinkler  heads  per  floor 
being  about  7.00,  the  tank  capacity  of  40,000  gallons 
now  provided  is  insufficient,  and,  since  the  tank  capacity 
required  is  any  way  greatly  in  excess  of  25,000  gal- 
lons  Rule  No.  5  requires  that  the  capacity  required 
sha  1  be  specified  by  the  Board  of  Standards  and  Ap- 
peals  and  therefore  the  question  must  be  referred  to 
said  Board. 

“8.  By  Rule  No.  15  the  8  in.  dead  riser  now  provided 
may  only  serve  for  420  heads,  and  as  the  average  num¬ 
ber  per  floor  is  about  700,  this  question  also  must  be 
referred  to  the  Board. 


9.  While  Rule  No.  12,  B,  permits  the  combination 
ot  any.  two  automatic  sources  for  a  “two  source  sys¬ 
tem  ,  it  does  not  specifically  permit  such  a  combina- 
tion  to  be  acceptable  for  a  “one  source  system”  and, 
therefore.,  the  proposed  combination  of  the  40,000  gal¬ 
lon  gravity  tank  and  8  in.  dead  riser  portion  of  the 
system  with,  the  other  portion  consisting  of  the  two  di- 
rect.  connections  to  the  city  water  supply  and  one  of  the 
auxiliary  sources,  to  wit,  the  1,500  gallons  per  minute 
hre  pump  as  a  compromise  for  a  “One  Service  system” 
must  be  referred  to  the  Board  of  Standards  and  Ap¬ 
peals,  for  decision.”  ; 


VV  JtitKEAS, 


.  .  .  uie  proposed  minding  is  to  be  fireproof,  ten 

stories  in  height,  173.7  ft.  by  346.3  ft.  from  the  1st  to  the 
7th  story  and  173.7  ft.  bv  330.6  ft.  in  the  upper  stories 
in  area;  to  be  OCCUPIED  as  a  repair  shop,  50  persons 
per  story;  the  building  being  equipped  with  approved  stand¬ 
pipe  system  and  a  sprinkler  system,  supplied  from  a  40- 
000-gall.on  tank  with  an  8  in.  dead  riser,  three  Siamese 
connections  on  the  street  front,  three  supply  pumps  and 
one.  nre  pump,  the  system  being  fed  two  wavs  from  a  6  in. 
main  on.  Avenue  C  and  a  12  in.  main  on  East  16th  street 
there  being  an  average  of  700  sprinkler  heads  per  story 
and 


Whereas,  the  appellant  contends  that  the  tank  is  of  ample 
capacity  the  8  in.  dead  riser  is  adequate  and  the  source 
of  supply  is  also  ample. 

Resolved ,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  sprinkler  system  shall  com¬ 
ply  with  the  rules  in  all  other  respects ;  and  that  an  ap¬ 
proved  standpipe  system  shall  be  installed  and  maintained. 


1366-24-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Frederick  Gilbert  Estate,  owner. 

SUBTECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 49  East  13th  street  and  46 
East  14th  street,  Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken- 


MINUT 


nedy,  Dowd,  Gunnison,  Connell  and  Hol¬ 
land  .  ® 

Negative  .  ^ 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

( 1366-24-A) 

Whereas  Croker  National  Fire  Prevention  Engineering 
Company,  for  Frederick  Gilbert  Estate,  owner,  filed  Novem¬ 
ber  18  1924,  an  appeal,  with  the  board  of  appeals,  from 
an  order  of  the  fire  commissioner,  affecting  premises  49 
East  13th  street  and  46  East  14th  street,  Manhattan ,  and 
Whereas,  appellant  has  failed  to  complete  his  papers,  al¬ 
though  duly  notified  so  to  do.  .  ,.  .  . 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 

for  lack  of  prosecution. 

BUILDING  ZONE  CASES. 

57-25-BZ. 

APPLICANT — John  De  Hart,  for  Breslauer  Construc- 

ition  Co.,  Inc.,  owner.  ^  .  «  . 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  the  extension  from  an 
unrestricted  into  a  business  district  of  a  pro¬ 
posed  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— 1933-1935  Cedar  avenue, 

IThe  Bronx. 

APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  Harry  A.  McDonough,  Everett 
Garribrants  and  Carl  Pearson. 

ACTION  OF  BOARD — Application  laid  over  to  April 
28,  1925,  at  10  a.  m.,  for  final  disposition. 

- - - 

465-23-BZ.  ^  ,  r  a  jr 

APPLICANT — William  F.  Doyle,  for  Amanda  is 

Manee,  owner.  .  .  ,  . 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— East  side  of  River  avenue, 
100  ft.  south  of  East  167th  street,  I  he  Bronx. 

For  Applicant:  William  F.  Doyle  and  Thomas 

S.  Walker.  . 

For  Opposition:  Morris  Remson  and  Mary 

Brady.  .  .  .. 

ACTION  OF  BOARD — Application  laid  over  to  April 
14,  1925,  at  10  a.  m.,  to  correct  plans. 

\>  ’  - - 

5-25-BZ 

APPLICANT— William  F.  Doyle,  for  Irville  Realty 

Corp.,  owner.  .  ,  . 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— Northwest  corner  Cortelyou 
road  and  Gravesend  avenue,  Brooklyn. 

APPEARANCES—  ^  ^  , 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None.  .. 

ACTION  OF  BOARD — Application  laid  over  to  April 
21,  1925,  at  10  a.  m.,  to  amend  application  and 
file  consents. 

1480-24-BZ.  ,  „  *  r  _ 

APPLICANT- -Emil  Guterman,  for  Paola  fjerarai, 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  altera¬ 
tion  and  extension  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles 
PREMISES  AFFECTED — 105-107  Jackson  street, 

Brooklyn. 

APPEARANCES—  m  „ 

For  Applicant:  Emil  Guterman. 


For  Opposition:  J.  Matto. 

ACTION  OF  BOARD— Application  laid  over  to  April 
14,  1925,  at  10  a.  m.,  for  hearing  before  full 
board. 

1437-23-BZ. 

APPLICANT — Benjamin  Nieberg,  for  *C.  &  M.  Garage, 
Inc.,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a 
business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— 235-249  West  154th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Julius  Eckman. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  set 
for  hearing  April  28,  1925,  at  10  a.  m.,  as  to 
modification  of  design. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland..  6 

Negative  . . .  ® 

Absent:  Fire  Chief  Kenlon .  1 

1041-24-BZ. 

APPLICANT— 330  West  95th  Street  Corp.,  owner.  < 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  also  the  conver¬ 
sion  of  occupancy  of  a  building  occupied  as  a 
storage  warehouse  to  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 156-166  West  End  avenue, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Albert  E.  Schwartz. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  set 
for  calendar  call  on  April  14th,  1925,  at  2  p.  m. 

THE  VOTE—  f  ,  „ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dow'd,  Gunnison,  Connell  and  Hol¬ 
land  .  ® 

Negative  .  ® 

Absent:  Fire  Chief  Kenlon  .  1 

1438-24-BZ.  ,  T  ..  ,  ... 

APPLICANT— Joseph  M.  Smith,  for  Leading  Auto  lop 

Co.,  owner. 

SUBJECT — Application  (re:  order  of  fire  commis¬ 

sioner)  to  permit  in  a  business  district  the  main¬ 
tenance  of  a  motor  vehicle  repair  shop. 
PREMISES  AFFECTED— 605  Fourth  avenue,  Brook¬ 
lyn. 

APPEARANCES—  . 

For  Applicant:  Joseph  M.  Smith. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  __ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Connell 

and  Fire  Chief  Kenlon  .  7 

Negative  .  ® 

Absent .  0 

THE  RESOLUTION: 

(1438-24-BZ) 

Whereas,  Jos.  M.  Smith,  for  Leading  Auto  Top  Co., 
owner,  filed,  December  5,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  maintenance  of  a  motor  vehicle  repair  shop;  premises 
605  Fourth  avenue,  Brooklyn;  and  . 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  31, 
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1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

\\  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fourth  avenue  is  a  busi¬ 
ness  district  and  17th  street  and  18th  street  are  residence 
districts ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
February  28,  1924,  reads: 

“Order  No.  86688-LC : 

“1.  Discontinue  the  maintenance  of  a  motor  vehicle 
repair  shop  on  the  premises,  the  use  of  the  premises  for 
the  repairing  and  manufacturing  of  automobile  tops 
and  side  curtains  constitutes  a  motor  vehicle  repair 
shop. 

“This  order  is  issued  for  the  reason  that  the  main¬ 
tenance  of  the  use  or  occupancy  referred  to  above  is  a 
violation  of  the  Building  Zone  Resolution  adopted  on 
July  25,  1916,  by  the  Board  of  Estimate  &  Apportion¬ 
ment.  The  premises  affected  by  this  order  located  in  a 
portion  of  the  City  designated  by  said  resolution  as  a 
business  district.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  20-  ft. 
and  a  depth  of  80  ft. ;  occupied  for  repair  and  manufacture 
of  automobile  tops ;  and 

Whereas,  the  board  deemed  that  the  element  of  hardship 
justifies  the  variation. 

Resolved ,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted,  only  so  far  as  it  permits  the  con¬ 
duct  of  an  auto  top  repairing  business,  on  condition  that 
there  shall  be  no  power-driven  machinery  of  any  nature  or 
description  operated  on  the  premises,  and  that  there  shall 
be  no  gasoline  storage  equipment  maintained  on  the  premises. 


1439-24-BZ. 

APPLICANT— Joseph  M.  Smith,  for  Otto  &  Stanley, 
Inc.,  owner. 

SUBJECT — Application  (re:  order  of  fire  commis¬ 
sioner)  to  permit  in  a  business  district  the  main¬ 
tenance  of  a  motor  vehicle  repair  shop. 
PREMISES  AFFECTED— 389-391  Fourth  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Joseph  M.  Smith. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 


nell  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(1439-24-BZ) 


Whereas,  Joseph  M.  Smith,  for  Otto  &  Stanley,  Inc., 
owner,  filed,  December  5,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  maintenance  of  a  motor  vehicle  repair  shop ;  premises 
389-391  Fourth  avenue,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  31, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fourth  avenue,  west  side, 
is  an  unrestricted  district  and  Fourth  avenue,  east  side,  is 
a  business  district  and  Sixth  avenue  is  a  business  district ; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
21,  1924,  reads: 

“Order  No.  89047-LC: 

“1.  Discontinue  the  maintenance  of  a  Motor  Vehicle 
Repair  Shop  on  these  premises. 


"Ihis  order  is  issued  for  the  reason  that  the  main¬ 
tenance  of  the  use  or  occupancy  referred  to  above  is  a 
violation  of  the  Building  Zone  Resolution  adopted  on 
July  25th,  1916,  by  the  Board  of  Estimate  &  Appor¬ 
tionment.  These  premises  affected  by  this  order  lo¬ 
cated  in  a  portion  of  the  City  designated  by  said  reso¬ 
lution  as  a  Business  District.”; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  50  ft.  and 
a  depth  of  97  ft.  10  in. ;  occupied  for  automobile  painting ; 
and 

Whereas,  there  would  be  hardship  in  compelling  appli¬ 
cant  to  discontinue  this  business. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  business  con¬ 
ducted  on  the  premises  be  restricted  to  auto  body  paint¬ 
ing  ;  that  there  shall  be  no  gasoline  storage  equipment 
installed  or  maintained  on  the  premises,  and  that  there 
shall  be  no  power-driven  machinery  operated  or  maintained 
on  the  premises. 


1232-24-BZ. 

APPLICANT — Boris  W.  Dorfman,  for  Louis  Berg- 
stein,  owner. 

SUBJECT- — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — -169-191  Linden  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  John  H.  McCooey,  Jr. 

For  Opposition:-  Chester  Baffa,  and  others. 
ACTION  OF  BOARD — Report  of  committee  of  the 
board  adopted;  application  denied. 

THE  VOTE  TO  ADOPT  COMMITTEE’S  RE¬ 
PORT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Connell 

and  Fire  Chief  Kenlon .  7 

Absent  .  0 

THE  RESOLUTION: 

(1232-24-BZ) 

Whereas,  Boris  W.  Dorfman,  for  Louis  Bergstein,  owner, 
filed,  October  16,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles ;  premises  169-191  Linden  street,  Brook¬ 
lyn  ;  and 

W hereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  31, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Linden  street  and  Central 
avenue  are  business  districts  and  Grove  street  is  a  resi- 
depce  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  20,  1924,  in  acting  on  N.  B.  Applica¬ 
tion  No.  7530-24,  reads: 

“Denied — Proposition  contrary  to  the  Zone  Resolu¬ 
tion,  Art.  II,  Sec.  4.  A  public  garage  for  more  than 
five  motor  vehicles  in  a  business  district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  250 
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ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
more  than  five  motor  vehicles;  and 

Whereas,  a  committee  of  inspection  of  the  board  visited 
the  premises  and  reported  adversely,  which  report  was 
adopted  unanimously  and  no  facts  were  adduced  from  the 
testimony  offered  in  support  of  hardship  or  practical  dii 
ficulty,  the  report  reads: 

Cal.  No.  1232-24-BZ. 

Premises— 169-191  Linden  St.,  Brooklyn. 

TO  THE  BOARD  OF  APPEALS: 

On  March  30,  1925,  a  Committee  of  the  Board,  con¬ 
sisting  of  Chairman  Walsh,  Chief  Kenlon,  Messrs. 
Holland,  Dowd  and  Connell,  visited  this  premises,  the 

site  of  the  proposed  garage. 

The  appeal  is  brought  under  section  20,  namely,  hard¬ 
ship,  and  covers  a  plot  of  ground  250  ft.  frontage  on 
Linden  Street  with  a  depth  of  100  feet. 

There  is  no  other  prohibited  or  non-conforming  use 
on  this  entire  street  front.  Adjoining  to  the  west,  there 
is  a  four-car  garage  which,  being  in  a  business  street, 
is  permissible.  The  entire  street,  otherwise,  is  now  oc¬ 
cupied  by  frame  dwellings.  Grove  Street,  the  next 
street  to  the  north,  is  occupied  by  frame  dwellings,  other 
than  a  vacant  plot  immediately  to  the  rear  of  this  pro- 
nosed  garage,  and,  on  the  northerly  side  of  Grove  Street, 
a  wagon  factory,  as  mentioned  in  the  moving  papers 
in  this  appeal,  does  exist  in  a  small  frame  dwelling,  ap¬ 
proximately  25  ft.  front  and  two  stories  in  height.  It 
is  a  wagon  repair  works  on  the  ground  floor  with  liv 
ing  apartments  above,  and  its  existence  in  no  wise 
supports  consideration  of  a  con-conforming  invasion  on 
this  street,  one  block  easterly  therefrom. 

The  Committee  reports  that  there  is  no  other  provi¬ 
sion  of  exception  in  the  Building  Zone  Resolution  ap¬ 
plicable  to  this  case,  and  the  basis  alleged  in  the  ap 
peal  namely,  hardship  and  practical  difficulty,  is  abso¬ 
lutely  unsupported  because  the  remainder  of  Linden 
Street  as  well  as  Grove  Street  is  developed  by  dwellings. 
The  Committee  therefore  recommends  denial  of  the  ap¬ 
plication.  WILLIAM  E.  WALSH, 

^  JOHN  KENLON, 

JOHN  DOWD, 

JAMES  P.  HOLLAND, 
HENRY  L.  CONNELL. 

Resolved  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  am 

it  hereby  is  denied. 


an  unrestricted  district  into  a  business  district  of  a  pro¬ 
posed  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles;  premises  50-54  West  144th  street  and  69  West  143rd 
street,’  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  31, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  the  southerly  side  of  West 
144th  street,  100  ft.  east  of  Lenox  avenue  is  unrestricted 
and  the  southeast  corner  of  West  144th  street  and  Lenox 

avenue  is  business;  and  .  .  .  .... 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  2,  1924,  in  acting  on  N.  B.  Application 

No.  637-24,  reads:  ...  *  .  TT 

“1.  Proposed  occupancy  should  comply  with  Art.  li, 

Section  4,  of  the  Zone  Resolution.”; 

^Whereas,  the  proposed  building  is  to  be  of  non-fireproof 

construction,  one  story  in  height,  with  a  *««ta«.e  °£  75  £ 
on  West  144th  street,  47  ft.  2  in.  on  West  143rd  street, 
and  a  depth  of  199  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles,  a  Portl°" 
15  ft.  wide  at  the  westerly  side  of  the  144th  street  front 

is  in  the  business  district;  and  .  ...  .  . 

Whereas,  under  the  provisions  of  section  7,  subdivision 

C  the  board  is  empowered  to  act.  .  ,  „ 

’Resolved  that  the  board  of  appeals  does  hereby  ma^e  a 
JbtiZ  in  the  application  of  the  use  district  regu  atmns 
of  the  building  zone  resolution,  and  that  the  application 
be  i  d  it  hereby  is  granted  on  condition  that  the  structure 
S  I  mited  in  height  to  a  one-story  building  above  grade; 
ffia  There  be  no  cellar  other  than  a  boiler  room  not  ex¬ 
ceeding  in  area  20  ft.  by  20  ft.,  including  the  stairs  there¬ 
from  located  at  the  extreme  northwesterly  corner  of  the 
l44th  street  front  of  the  building;  that  the  gable  walls 
shall  be  unpierced  throughout  their  entire  height  and  length , 

,  t  o-asnline  storage  equipment  installed  shall  not  ex 
that  any  gas  t  h  more  than  550  gallons  capacity, 

Sated  Extreme  northerly  end  of  the  structure  at 

the  144th  street  wall  front ;  that  the  roof  shall  be  of  flat 

desi^  and  construction,  fire-retarded  throughout  in  accord- 
design  ana  cons  ,  standards  and  appea  s  ; 


APPLICANT — Murray  Klein,  for  Watkins  Garage 

SUBJECT— AppHcation’ (re:  decision  of  superintendent 
SUBJ  of  buildings)  to  permit  the  extension  rom  an 
unrestricted  district  into  a  business  district  ot  a 
proposed  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AF FECT ED — 50-54  West  144th  street  and 
69  West  143rd  street,  Manhattan. 

'  APPEA|orNApph7ant:  Murray  Klein  and  Joseph  Le- 

For  'Opposition:  B.  F.  Record  and  Lawrence 

D.  Connelly.  ,• 

ACTION  OF  BOARD— Application  granted  on  condi- 

tion 

CONDITIONS — As  specified  in  resolution. 

THE  V2ffirmative;  Chairman  Walsh  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon . 

Negative  .  0 

Absent  . 

THE  RESOLUTION: 

(21-25-BZ)  „  „ 

Whereas  Murray  Klein,  for  Watkins  Garage  Realty 
Co.  ?„c  owner  filed.  January  7,  1925,  an  appl  cat,™  under 
the  building  zone  resolution,  to  permit  the  extensio;  -  from 


for  Hobson  Realty  Corn- 
decision  of  superintendent 


APPLICANT— F.  W.  Rinn, 
pany,  owner. 

SUBJEMKt  feVfius^ric,  the 

5S  a^ofmo”a,.h”  (5)  m|, or  vehicle, 
PREMISES  AFFECTED— Jerome  avenue,  northwest  cor 
ner  181st  street,  The  Bronx. 
APPEARANCES-nt;  D  Sullivan 

For  Opposition:  William  B.  De  Lacey,  Dora 
Widrevitz  and  others. 

ACTION  OF  BOARD— Application  granted  on  cond - 
CONDITIONS— As  specified  in  resolution. 

V Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 

nedy,  Dowd,  Holland,  Connell  and  Fire 

Chief  Kenlon  . . 

Negative:  Mr.  Gunnison  .  ^ 

Absent  . 

THE  RESOLUTION. 

filed  H  January1  8  ^^TTan  Tpplkatiorq  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erection 
Lid  m^TTiance  of  a  garage  for  the  storage  of  more  than 
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five  motor  vehicles;  premises  Jerome  avenue,  northwest  cor¬ 
ner  of  181st  street,  Borough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  31, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 
W hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  and  181st 
street  are  business  districts ;  and 
W  hereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  5,  1925,  in  acting  on  N.  B.  Application 
No.  19-25,  reads: 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  5  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  the  Building  Zone  Resolution.”; 
and 

Whereas,  the  proposed  building  is  of  fireproof  construc¬ 
tion,  two  stories  in  height,  with  a  frontage  of  71.5  ft.  and 
a  depth  of  92.41  ft. ;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  motor  vehicles;  and 
Whereas,  there  existed  on  this  street  between  the  inter¬ 
secting  streets  on  July  25,  1916,  a  garage  for  more  than 
five  motor  vehicles;  and  the  board  granted  two  garages 
under  the  same  provision  of  exception  on  181st  street  be¬ 
tween  Jerome  and  Davidson  avenues. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  proposed 
garage  be  limited  in  height  to  a  two-story  building  above 
the  grade  of  the  Jerome  avenue  curb  level;  that  the  rear 
and  gable  walls  be  unpierced  throughout  their  entire  height 
and  length;  that  the  street  fronts  on  181st  street  and  on 
Jerome  avenue  be  finished  with  face  brick  and  architectural 
terra  cotta  or  stone  trimmings;  that  there  shall  be  no  roof 
signs  of  any  nature  or  description  erected  or  maintained 
on  the  premises  and  there  shall  be  no  advertising  sign  or 
display  other  than  one  projecting  sign  on  the  face  of  the 
building;  and  that  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  months  and 
the  work  completed  within  eighteen  months  from  the  date 
of  this  action. 


81-25-BZ. 

APPLICANT — New  York  Telephone  Company,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  an  extension 
to  a  telephone  exchange  building. 

PREMISES  AFFECTED — 10-26  Marc  place,  Astoria, 
L.  I.,  Queens. 

APPEARANCES— 

For  Applicant:  N.  B.  Egleston. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Gunnison  .  l 

THE  RESOLUTION: 


(81-25-BZ) 

Whereas,  New  York  Telephone  Company,  owner,  filed, 
January  20,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  erection 
and  maintenance  of  an  extension  to  a  telephone  exchange 
building;  premises  10-26  Marc  place,  Borough  of  Queens; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  31, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Marc  place  is  a  residence 


district  and  Second  avenue  and  Grand  avenue  are  business 
districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  December  15,  1924,  in  acting  on  Alt.  Application 
No.  3427-24,  reads: 

Extension  of  telephone  building  into  a  residence  dis¬ 
trict  is  prohibited  by  zoning  resolution.”  • 

and 

Whereas,  it  is  proposed  to  build  an  extension  to  the  ex¬ 
isting  three-story  telephone  exchange,  to  be  fireproof,  three 
stories  and  two  stories  (the  northeast  section)  in  height 
and  approximately  65  ft.  by  89  ft.  11  in.  in  area;  the  en¬ 
tire  structure  to  be  used  as  a  central  telephone  exchange’ 
and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
D,  the  board  is  empowered  to  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
be  restricted  to  the  dimensions  stipulated  on  plans  filed  in 
this  appeal ;  that  the  requirements  of  the  building  zone  reso¬ 
lution  in  all  other  respects  as  to  area  and  height  shall  be 
complied  with ;  and  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from 
the  date  of  this  action. 


1021-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Polk  Construc¬ 
tion  Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit,  partly  in  a  residence 
district  and  partly  in  a  business  district,  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 88  Jackson  avenue,  between 
19th  and  20th  streets,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Mrs.  Louise  Devito  and  Wil¬ 
liam  Rail. 

AC  I  ION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDI  I  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell  and  Fire 


Chief  Kenlon  .  g 

Negative:  Mr.  Gunnison  . *  .  *  i 

Absent  .  g 

THE  RESOLUTION: 


(1021-24-BZ) 

Whereas,  William  F.  Doyle,  for  Polk  Construction  Com¬ 
pany,  owner,  filed,  August  11,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  partly  in  a  resi¬ 
dence  district  and  partly  in  a  business  district,  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles;  premises  88  Jackson  avenue  (be¬ 
tween  19th  and  20th  streets),  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  31, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

_W hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jackson  avenue  is  a  busi¬ 
ness  district,  19th  street  and  20th  street  are  residence  dis¬ 
tricts  ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  August  11,  1924,  in  acting  on  N.  B.  App.  No. 
9671-24,  reads: 

Erection  of  this  garage  in  a  residential  district  and 
business  district  is  prohibited  by  the  Zone  Law  ”  • 

and 

Whereas,  this  application  wras  denied  by  the  board  at 
its  meeting  November  25,  1924,  and  reopened  by  vote  of 
the  board ;  and 
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Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  -00 
ft  and  a  depth  of  150  ft. ;  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  five  motor  vehicles;  and 
Whereas,  the  applicant  has  filed  the  duly  acknowledged 
consents  of  the  owners  of  81  per  cent  of  the  property  front¬ 
age  deemed  by  the  board  to  be  affected.  , 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulation, 
o?  the  budding  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
he  restricted  to  a  one-story  structure  above  grade,  with 
no  cellar  other  than  the  boiler  room;  that  the  r°of  sha11  c 
of  flat  design  and  construction;  that  the  elections  ot 
street  fronts  shall  be  finished,  in  face  brick  with  architec¬ 
tural  terra  cotta  or  stone  trimmings;  that  the  rear  wall 
shall  be  unpierced  throughout  its  entire  height reet 
that  there  shall  be  no  vehicular  entrances  on  the  19th  street 
or  the  20th  street  front;  that  any  openings,  other  than 
an  emergency  exit  not  exceeding  3  ft.  8  in.  in  width,  on  t 
Street  aid  20th  street  fronts,  shall  be  restricted  to  win¬ 
dows  the  sills  of  which  shall  be  not  less  than  5  ft.  6  in. 
above  grade;  that  there  shall  be  no  roof  signs  erected  or 
maintafned  on  the  structure;  that  any  gasoline  storage  equip¬ 
ment  installed  shall  be  located  at  the  street  wall  of  the 
Son  avenue  front;  and  that  all  permits  necessary  for 
the  prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  building  completed  within  eighteen  months 
from  the  date  of  this  action. 


APPLICANT — Charles  B.  Meyers,  for  Stuyvesant  Ful¬ 
ton  Co.,  Inc.,  owner.  . 

SUBTECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  tor  the 
storage  of  more  than  five  (5)  motor  vehicles 

PREMISES  AFFECTED— 1716-1728  Fulton  street, 
Brooklyn. 

APPEARANCES^^  charleg  B  Meyers  and  Samuel 

Hellinger.  „  ,  _ 

For  Opposition:  Charles.  II.  Levy  and  George 

Schneider. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE—  0 

Affirmative  . ••••••; .  '  "  ' 

Negative:  Chairman  Walsh.  Messrs.  Ken- 
nedy,  Dowd,  Gunnison,  Holland,  Connell 

and’  Fire  Chief  Kenlon .  J 

Absent  . 

THE  RESOLUTION: 

(1204-24-BZ) 

Whereas,  Charles  B.  Meyers,  for  Stuyvesant  Fulton  Co., 
Inc.,  owner,  filed,  October  7,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles;  premises  1 7 16-1728  hui 

ton  street,  Brooklyn;  and  ..  .. 

Whereas,  a  public  hearing  was  held  on  this  application 
bv  the  board  of  appeals,  at  its  regular  meeting,  March  31 
1925,  after  due  notice  by  publication  in  the  Bulletin  ot 
the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fulton  street  and  Herkimer 
street  are  business  districts  and  Stuyvesant  avenue  is 

residence  district;  and  .  f 

Whereas,  the  decision  of  the  superintendent  of  bmldmgs. 
rendered  September  5,  1924,  in  acting  on  Application  No. 

17405-24,  reads:  ,  r 

“1.  Erection  of  a  public  garage  for  more  than  five 

motor  vehicles  in  a  business  district  is  contrary  to  Zone 
Res.  Art.  II,  Sec.  4-a.  Therefore  denied.  ; 

^Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction:  one  story  in  height,  with  a  frontage  of  175 


ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles;  and 

Whereas,  there  is  a  city  park  located  opposite  the  prem¬ 
ises  and  applicant  failed  to  substantiate  the  basis  of  his 
application  under  section  7,  subdivision  E,  and  section  21. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 

1066-24-BZ. 

APPLICANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  George  F.  and  Howard  J.  Riley, 
owners. 

SUBJECT — Application  (re:  order  of  fire  commis¬ 
sioner)  to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  storage  of  five 
(5)  pleasure  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the  premises. 
PREMISES  AFFECTED— 595  East  35th  street.  Brooklyn. 
APPEARANCES— 

For  Applicant:  Herman  E.  Horwood. 

For  Opposition:  Arthur  Windels. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland  and  Connell .  5 

Absent:  Mr.  Gunnison  and  Fire  Chief  Ken¬ 
lon  .  2 

THE  RESOLUTION: 

(1066-24-BZ) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  George  F.  and  Howard  J.  Riley,  owners,  filed,  Au¬ 
gust  25,  1924,  an  application,  under  the  building  zone  reso¬ 
lution,  to  permit  in  a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  five  (5)  pleasure  motor  ve¬ 
hicles,  four  (4)  spaces  rented  to  persons  not  residing  on  the 
premises:  premises  595  East  35th  street,  Brooklyn ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  31. 


U  V  Li  1  V_  LiUUi  V*  Vi  "  — O -  -  O' 

1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  budd¬ 
ing  zone  resolution  show  that  East  35th  street  and  Newkirk 
avenue  are  residence  districts;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
8,  1924,  reads: 

“Order  No.  88717-LC: 

“Discontinue  the  maintenance  of  Garage  on  the  prem¬ 
ises  in  which  is  kept  motor  vehicles  that  are  used  for 
business  purposes. 

“This  order  is  issued  for  the  reason  that  the  main¬ 
tenance  of  the  use  or  occupancy  referred  to  above,  is 
a  violation  of  the  Building  Zone  Resolution  adopted 
July  25,  1916,  by  the  Board  of  Estimate  and  Appor¬ 
tionment.  The  premises  affected  by  this  order  located 
in  a  portion  of  the  city  designated  by  said  resolution 
as  a  residence  district.” ; 

and 

Where^.  the  existing  building  is  non-fireproof.  one  story 
in  height,  40  ft.  by  20  ft.  in  area;  occupied  as  a  garage 
for  five  cars;  it  is  proposed  to  rent  four  spaces  to  persons 

not  residing  on  premises ;  and  ...... 

Whereas,  the  applicant  failed  to  substantiate  the  basi 
of  his  application,  under  section  7,  subdivision  G,  not  hav¬ 
ing  filed  the  necessary  consent.  .  t  ,  Kl 

Rewired,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 

239-19-BZ.  • 

APPLICANT — Nathan  Permut,  for  Jose  B.  DeCastro 
and  Lydia  DeCastro.  .  .  .  f 

SUBJECT— Application  for  reopening  (re: 

fire  commissioner)  to  permit  the  maintenance 
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of  a  public  garage  in  a  residence  district. 
PREMISES  AFFECTED — 1171  New  York  avenue  and 
3301  Cortelyou  road,  Brooklyn. 
APPEARANCES— 

For  Applicant:  Nathan  Permut. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion;  permit  extended  two  (2)  years,  expiring 
March  24,  1927. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and 


Holland  . ; .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION: 

(239-19-BZ) 


Whereas,  John  Kenny,  owner,  filed,  April  22,  1919,  with 
the  board  of  appeals,  an  application,  under  the  building 
zone  resolution,  to  permit  the  maintenance  of  a  public 
garage  in  a  residence  district;  premises  1171  New  York 
avenue  and  3301  Cortelyou  road,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  May  20, 
1919,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  New  York  avenue  is  in  a 
residence  district  and  that  Canarsie  lane  (Cortelyou  road) 
is  in  a  residence  district;  and 
Whereas,  the  decision  of  the  fire  commissioner,  dated 
April  7,  1919,  reads : 

“Maintenance  of  your  garage  is  a  violation  of  Sec¬ 
tion  3  of  Article  2  of  the  Building  Zone  Resolution 
*  *  *  inasmuch  as  motor  vehicles  stored  are  for  sale, 
for  rent,  or  for  hire  or  are  subject  to  charges  for 
storage.” ; 

and 

Whereas,  the  building  is  non-fireproof  (cement  block), 
one  story,  9  ft.  6  in.  in  height,  with  a  frontage  of  47  ft. 
6  in.  and  a  depth  of  20  ft. ;  and 
Whereas,  it  appears  that  Canarsie  lane,  east  of  34th 
street,  is  undeveloped,  and  there  is  a  printing  shop  lo¬ 
cated  in  the  rear  of  486  East  34th  street  and  also  a  private 
garage  located  on  adjoining  property  on  New  York  ave¬ 
nue  ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  May  20,  1919,  for  a  temporary  period  of  two 
years  and  applicant’s  grantee  requested  an  extension  of 
time  until  May,  1925,  and  now  requests  a  further  extension 
of  time  until  May,  1927,  and  the  request  was  granted  by 
vote  of  the  board. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  for  a  period  of  two  years,  from 
the  expiration  of  the  present  permit,  i.  e.,  until  May  24.  1927, 
on  condition  that  not  more  than  five  automobiles  of  the 
pleasure  car  type  are  stored  on  the  premises  at  any  time. 


896-19-BZ. 

APPLICANT — Michael  J.  Martin  &  Son,  Inc. 

SUBJECT — Application  for  modification  of  resolution  (re: 

decision  of  superintendent  of  buildings)  to  per¬ 
mit,  partly  in  a  business  district  and  partly  in 
an  unrestricted  district,  the  erection  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  vehi¬ 
cles. 

PREMISES  AFFECTED — Southeast  corner  of  230th 
street  and  Exterior  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  George  V.  Martin. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  for  modification  of 
resolution  granted. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Hol¬ 
land  . 

Negative . 

Absent:  Fire  Chief  Kenlon...  .  .  i 

THE  RESOLUTION:  . 

(896-19-BZ) 

,, • ^HEREAS..  Moore  &  Landsiedel,  architects,  on  behalf  of 
Michael  J.  Martin  &  Son,  Inc.,  owner,  filed,  November  28, 

,  9  -ir  b°ard  of  appeals,  an  application,  under  the 

building  zone  resolution,  to  permit  partly  in  a  business 
district  and  partly  in  an  unrestricted  district  the  erection 
of  a  garage  for  storage  of  more  than  five  motor  vehicles- 
premises  southeast  corner  West  230th' street  and  Exterior 
street,  The  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  December  18 
1919,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Exterior  street  is  located 
in  an  unrestricted  district  and  that  230th  street  and  Broad¬ 
way  are  both  located  in  business  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
dated  November  13,  1919,  reads: 

“Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  unrestricted  "district  ex¬ 
tending  into  a  business  district  is  contrary  to  provi¬ 
sions  of  Building  Zone  Resolution.”; 
and 


Whereas,  the  proposed  building  was  to  be  of  fireproof 
construction,  five  stories  in  height,  with  a  frontage  of  133.62 
ft.  and  a  depth  of  106.98  ft.,  the  building  extending  ap¬ 
proximately  6  ft.  6  in.  into  the  business  district  to  the  east; 
to  be  occupied  as  a  garage  for  more  than  five  motor  ve¬ 
hicles,  the  maps  accompanying  the  building  zone  resolution 
specifically  placing  the  corner  on  which  the  proposed  garage 
is  to  be  located  in  an  unrestricted  district;  and 

Whereas,  this  application  was  granted  by  the  board  at  its 
meeting,  December  18,  1919,  on  certain  conditions,  and  ap¬ 
plicant  requested  a  modification  of  the  time  limit  imposed, 
and  on  April  8,  1924,  applicant  requested  a  modification  of 
the  resolution  to  permit  the  reduction  of  the  height  of  the 
building  from  five  to  two  stories  and  the  change  of  type 
of  construction  from  fireproof  to  fireproof  except  the  roof, 
which  is  to  be  of  non-fireproof  construction ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  April  8,  1924,  and  applicant  requested  a  cor¬ 
rection  of  the  resolution  as  to  the  openings  in  walls  in  the 
unrestricted  district. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  granted  on  condition  that  the  build¬ 
ing  be  restricted  to  two  stories  in  height  above  grade,  con¬ 
structed  fireproof,  other  than  the  roof  of  the  building,  which 
shall  be  fire-retarded  in  accordance  with  the  rules  of  the 
board  of  standards  and  appeals,  and  the  building  to  be 
equipped  with  2^4  in.  standpipe ;  that  the  rear  and  side 
walls  in  the  business  district  be  unpierced  throughout  their 
entire  height  and  length;  that  the  front  of  the  building 
shall  be  of  face  brick,  with  architectural  terra  cotta  or 
stone  trimmings;  and  that  all  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  within  ninety  days 
and  the  building  completed  within  six  months  from  the 
date  of  this  action. 


AREAS  FIXED. 

(205-25-BZ) 

The  chairman  presented  and  read  a  communication 
from  Victor  Tria,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  erection  and  maintenance  of  a  garage;  premises  737- 
743  Pennsylvania  avenue,  Brooklyn. 

The  following  area  was  approved  by  the  board: 
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Both  sides  of  Pennsylvania  avenue  from  a  point 
100  feet  north  of  Linden  (Lorraine)  avenue  to  a 
point  400  feet  north  of  proposed  garage;  also  the 
properties  at  rear  and  for  a  distance  of  50  feet  on 
either  side  of  the  side  lot  lines  of  the  premises  in 
question. 

(206-25-BZ) 

The  chairman  presented  and  read  a  communication 
from  William  F.  Doyle,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage; 
premises  94-96  Avenue  U,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Avenue  U  from  West  8th  street  to 
West  11th  street,  the  east  side  of^West  10th  street 
from  Avenue  U  to  a  point  150  feet  south  of  Avenue 
U;  also  the  west  side  of  West  9th  street  from  Ave¬ 
nue  U  to  a  point  150  feet  south  of  Avenue  U. 


(27-25-BZ) 

The  chairman  presented  and  read  a  communication 
from  William  F.  Doyle,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage; 


premises,  east  side  of  Jerome  avenue,  200  feet  north  of 
Clifford  place,  The  Bronx. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Jerome  avenue  from  West  176th 
street  to  a  point  400  feet  south  of  proposed  garage; 
both  sides  of  East  175th  street  from  Jerome  avenue 
to  Townsend  avenue;  also  the  west  side  of  Towns¬ 
end  avenue  from  East  175th  street  to  a  point  240 
feet  south  of  East  175th  street. 


(732-24-BZ) 

The  chairman  presented  and  read  a  communication 
from  William  F.  Doyle,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage; 
premises  162-172  McDougal  street,  Brooklyn. 

The  following  area  was  approved  by  the  Board: 

Both  sides  of  McDougal  street  from  Saratoga 
avenue  to  a  point  200  feet  east  of  Hopkinson  ave¬ 
nue;  both  sides  of  Hopkinson  avenue  from  Sumpter 
street  to  a  point  100  feet  south  of  Hull  street;  also 
the  north  side  of  Hull  street  from  Hopkinson  ave¬ 
nue  to  a  point  150  feet  west  of  Hopkinson  avenue. 


Adjourned,  3:25  p.  m. 

Edward  V.  Barton,  Acting  Secretary. 
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SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  MARCH  31,  1925. 

Present:  Chairman  Walsh,  Messrs.  Dowd,  Gunnison,  Con¬ 
nell,  Holland  and  Fire  Chief  Kenlon. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

1447-24-A. 

APPELLANT — Keiner  Williams  Stamping  Co.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 8746  123rd  street,  Richmond 
Hill,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  Frederick  A.  Fullhardt. 

ACTION  OF  BOARD — Appeal  laid  over  to  April  28,  1925, 
at  10  a.  m.,  on  request  of  appellant’s  representative. 

1496-24- A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  Brotherhood 
of  Locomotive  Engineers,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED— 205-207  West  33rd  street,  Man¬ 
hattan. 

APPEARANCES — 

For  Appellant:  William  Porter. 

ACTION  OF  BOARD— Appeal  laid  over  to  April  28,  1925, 
at  10  a.  m.,  on  request  of  appellant’s  representative. 


1402-24-A. 

APPELLANT — John  A.  Harriss,  lessee. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 1775  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant :  G.  A.  Dornheim. 

ACTION  OF  BOARD— Appeal  laid  over  to  April  28,  1925, 
at  10  a.  m.,  on  request  of  appellant’s  representative. 


1510-24-A. 

APPELLANT— W.  T.  McCarthy,  for  J.  Goldstein,  owner. 
SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 1038  Ocean  avenue,  Brooklyn. 
APPEARANCES— 

For  Appellant :  None. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment 


ACTION  OF  BOARD — Appeal  laid  over  to  April  21,  1925, 
at  10  a.  m.,  on  written  request. 


1307-24- A. 

APPELLANT — Yankauer  &  Davidson,  for  William  T. 
Lawlor,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 292  Chauncey  street,  Astoria, 
Queens. 

APPEARANCES— 

For  Appellant:  H.  T.  Mann,  M.  L.  Pomares,  J.  B. 
Dunningham,  and  others. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowrd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 

Kenlon  . 

Negative  . 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1307-24-A) 

Whereas,  Yankauer  &  Davidson,  for  William  T.  Law¬ 
lor,  owner,  filed,  November  6,  1924,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
effecting  premises  292  Chauncey  street,  Astoria,  Queens; 
and 

Whereas,  the  order  of  the  fire  commissioner,  No.  89209- 
LC,  dated  May  28,  1924,  reads: 

“5.  Provide  a  fire  escape  or  other  secondary  means 
of  escape  for  each  story  above  the  garage,  etc. 

“6.  Separate  boiler  from  remainder  of  building  by 
unpierced  wall  of  solid  masonry  at  least  8  in.  in  thick¬ 
ness.  Entrance  to  boiler  room  to  be  from  exterior  of 
building  only,  etc.”; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
cellar  in  height,  18  ft.  by  34  ft.  in  area.  OCCUPIED: 
Basement,  boiler  room  and  garage;  upper  stories  as  a  dwell¬ 
ing  ;  and 

Whereas,  appellant  submitted  a  certificate  of  occupancy 
permitting  the  use  of  the  premises  as  a  dwelling  and  ga- 
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rage  issued  by  the  superintendent  of  buildings ;  and  con¬ 
tends  that  to  comply  with  the  orders  of  the  fire  commis¬ 
sioner  would  be  a  hardship. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  5,  on  condition  that  fire  escape  bal¬ 
conies  not  less  than  3  ft.  by  3  ft.  in  area,  embracing  at 
least  one  window  on  each  story,  connected  by  vertical  lad¬ 
ders  with  drop  ladder  in  guides  from  lowest  balcony  to 
yard,  shall  be  provided  on  rear  of  building;  and,  as  to 
Item  6.  on  condition  that  the  opening  between  the  garage 
and  boiler  room  shall  be  built  up  solidly  with  approved 
masonry;  that  not  more  than  one  automobile  be  maintained 
on  premises,  and  that  no  gasoline  storage  equipment  be  main¬ 
tained  on  premises. 


1306-24-A. 

APPELLANT — Yankauer  &  Davidson,  for  Marino  L.  Po- 
mares,  et  al.,  owners. 

SUBJECT — Appeals  from  orders  of  fire  commissioner. 
PREMISES  AFFECTED— 276,  278,  280,  286,  288,  294,  296, 
300,  318,  320,  324,  328,  332,  336,  340  Chauncey  street, 
Astoria,  Queens. 

APPEARANCES— 

For  Appellant:  H.  T.  Mann,  M.  L.  Pomares,  J.  E. 
Dunningham,  and  others. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent :  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


(1306-24-A) 

Whereas,  Yankauer  &  Davidson,  for  Marino  L.  Pomares, 
and  otners,  owners,  filed,  November  6,  1924,  an  appeal,  with 
the  board  of  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  276,  278,  280,  286,  288,  294,  296, 
300,  318,  320,  324,  328,  332,  336,  338  and  340  Chauncey  street, 
Astoria,  Borough  of  Queens ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  21,  1924,  reads : 

“Order  No.  90870-LC : 

“With  reference  to  your  application  dated  February 
26th,  1924,  for  a  permit  to  maintain  a  garage  at  the 
above  location,  I  regret  to  inform  you  that  I  am  with¬ 
out  power  to  grant  such  a  permit  for  the  reason  that 
Section  154,  Chap.  10,  Code  of  Ordinances,  provides  that 
a  permit  shall  not  be  issued  for  a  garage  in  a  building 
in  which  more  than  two  (2)  stories  above  the  garage 
are  used  as  living  apartments. 

“You  are  therefore  ordered  to  remove  all  automobiles 
from  the  premises  and  discontinue  the  maintenance  of 
a  garage  on  the  premises.” ; 

and 

Whereas,  the  premises  consist  of  a  number  of  buildings 
located  on  Chauncey  street,  each  non-fireproof,  three  stories 
and  basement  in  height,  18  ft.  by  34  ft.  in  area.  OCCU¬ 
PIED  :  Basement,  boiler  room  and  garage ;  upper  stories  as 
a  dwelling;  and 

W hereas,  appellant  submitted  a  certificate  of  occupancy 
permitting  the  use  of  the  premises  as  a  garage  and  dwelling, 
issued  by  the  bureau  of  buildings ;  and  contends  that  to 
comply  with  the  orders  of  the  fire  commissioner  would  be 
a  hardship. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  fire  escape  balconies  not  less  than 
3  ft.  by  3  ft.  in  area,  embracing  at  least  one  window  on  each 
story,  connected  by  vertical  ladders,  with  drop  ladder  in 
guides  from  lowest  balcony  to  yard,  shall  be  provided  on 
the  rear  of  each  building;  that  the  opening  between  garage 
and  boiler  room  shall  be  built  up  solidly  with  approved  ma¬ 
sonry  and  that  not  more  than  one  automobile  shall  be  main¬ 


tained  on  each  premises ;  and  that  no  gasoline  storage  equip¬ 
ment  shall  be  maintained  on  premises. 


1187-21-A. 

APPELLANT— George  Kuss,  for  Finndell  Amusement  & 
Construction  Co.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 640-644  Lenox  avenue,  59-71 
West  142nd  street  and  52-58  West  143rd  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  George  J.  Kuss. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent :  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


(1187-21-A) 

Whereas,  George  Kuss,  Finndell  Amusement  &  Con.  Co., 
owner,  filed,  October  13,  1921,  an  appeal,  with  the  board. of 
appeals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  640-44  Lenox  avenue,  59-71  West  142nd  street  and 
52-58  West  143rd  street,  Manhattan ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
October  3,  1921,  in  acting  on  N.  B.  Application  No.  1018- 
21,  reads : 

“1.  A  regulation  standpipe  equipment  must  be  in¬ 
stalled  together  with  a  3500  gal.  gravity  tank  filling 
pump,  capable  of  filling  tank  at  the  rate  of  65  gals, 
per  minute  and  a  5000  gal.  suction  tank,  fire  pump  and 
etc.,  all  to  be  shown  in  detail  on  plans  and  section.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  “L”  shape  in  area,  facing  on  three  streets,  the  por¬ 
tion  facing  on  Lenox  avenue  being  74  ft.  11  in.  by  85  ft  in 
area,  two  stories  in  height,  the  main  portion  of  the  building 
extending  from  142nd  street  to  143rd  street  being  100  ft.  by 
200  ft.  in  area;  the  entire  building  to  be  OCCUPIED  as  the¬ 
atre  and  stores  and  assembly  hall ;  theatre  seating  2,200  per¬ 
sons  and  assembly  hall  100  persons ;  and 

Whereas,  appellant  states  that  the  theatre  portion  of  the 
building  is  only  17,500  sq.  ft.  in  area,  facing  on  two  streets, 
and  there  will  be  no  stage  or  scenery. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  a  regulation  standpipe  with  4  in. 
street  connections  to  city  water  mains  in  both  streets  be 
provided;  that  there  shall  be  no  dressing  room,  stage, 
scenery  or  stage  setting  maintained  or  used  on  premises; 
that  there  shall  be  no  roof  garden ;  and  that  the  public 
assembly  occupancy  of  premises  shall  be  restricted  to  one 
floor,  the  auditorium. 


1388-24-A. 

APPELLANT — Joseph  N.  Escobal,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 310  Chauncey  street,  Asto¬ 
ria,  Queens. 

APPEARANCES— 

For  Appellant:  H.  T.  Mann  and  Joseph  N. 
Escobal. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon .  6 

Negative  .  0 

Absent:  Mr.  Kennedy .  1 


 -  - —  - 

MINUTES 


THE  RESOLUTION: 

(1388-24-A) 

Whereas,  Joseph  N.  Escobal,  owner,  filed,  November  21, 
1924,  an  appeal,  with  the  board  of  appeals,  from  an  order 
jf  the  fire  commissioner,  affecting  premises  310  Chauncey 
street,  Astoria,  Queens;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  21,  1924,  reads: 

“With  reference  to  your  application  for  a  permit  to 
maintain  a  garage  at  the  above  location,  I  regret  to 
inform  you  that  I  am  without  power  to  grant  such  a 
permit  for  the  reason  that  Section  154,  Chap.  10,  Code 
of  Ordinances,  provides  that  a  permit  shall  not  be  is¬ 
sued  for  a  garage  in  a  building  in  which  more  than 
two  (2)  stories  above  the  garage  are  used  as  living 
apartments. 

“You  are,  therefore,  ordered  to  remove  all  automobiles 
from  the  premises  and  discontinue  the  maintenance  of  a 
garage  on  the  premises.” ; 

and  _  ,  ,  , 

t  Whereas,  the  building  is  non-fireproof,  three  stories  and 

basement  in  height,  18  ft.  by  34  ft.  in  area.  OCCUl  IED. 
1st  story,  boiler  room  and  garage ;  upper  stories,  dwellings , 

^Whereas,  appellant  submitted  a  certificate  of  occupancy 
permitting  the  use  of  the  premises  as  dwellings  and  garage 
issued  by  the  superintendent  of  buildings;  and  contends  that 
to  comply  with  the  orders  of  the  fire  commissioner  would 

be  a  hardship.  .  .  ,  , 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
tiran ted  on  condition  that  fire  escape  balconies  not  less  than 
3  ft  by  3  ft.  in  area,  embracing  at  least  one  window  on 
each’  story,  connected  by  vertical  ladders,  with  drop  ladder 
in  guides  from  lowest  balcony  to  yard  shall  be  provided 
on  the  rear  of  the  building;  that  the  opening  between  ga¬ 
rage  and  boiler  room  shall  be  built  up  solidly  with  approved 
masonry ;  that  not  more  than  one  automobile  shall  be  stored 
on  the  premises;  and  that  no  gasoline  equipment  shall  be 
maintained  on  premises. 


1167-24-A.  ..  ,  _  D  c  • _ 

APPELLANT — E.  H.  Gibson,  for  Gulf  Refining  Co., 

owner.  .  .  . 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— East  side  of  Zerega  avenue, 
between  Chatterton  and  Blackrock  avenues,  the 
Bronx. 

APPEARANCES— 

For  Appellant:  Albert  Conway. 

For  Administration:  Inspector  Carroll  of  hre 

department.  . 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  ^solution. 

THE  VOTE  TO  ADOPT  REPOR1  Oh  COMMIT¬ 
TEE _  ' 

"*  Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell  and  Fire  Chief 

Kenlon  .  j* 

Negative . . 

Absent:  Messrs.  Kennedy  and  Holland .  ~ 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell  and  hire  Chief 

Kenlon  .  ^ 

Negative  . . . 

Absent:  Messrs.  Kennedy  and  Holland .  ~ 


THE  RESOLUTION: 

( 1167-24-A) 

Whereas,  E.  H.  Gibson,  for  Gulf  Refining  Co.,  owner, 
filed,  September  25,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  east  side  of  Zerega  avenue,  betwen  Chatterton  anc 
Blackrock  avenue,  The  Bronx;  and  . 

Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  1460-24,  dated  September  5,  1924,  reads : 


“1.  Fire  Department  considers  location  of  plant  un¬ 
satisfactory. 

“2.  Filling  tanks  arc  required  to  be  buried  2  ft.  be¬ 
low  the  grade  level.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground,  ap¬ 
proximately  200  ft.  by  200  ft.,  upon  which  is  located  the 
storage  plant  of  the  Gulf  Refining  Co.;  and 

Whereas,  appellant  contends  that  the  location  of  the  plant 
offers  no  fire  hazard;  that  the  tanks  comply  with  the  regula¬ 
tions  relating  to  explosives  and  hazardous  trades  regarding 
filling  tanks;  and  that  the  method  used  is  common  to  all  oil 
storage  plants;  and 

Whereas,  a  committee  of  the  board  visited  the  premises 
and  reported : 

Cal.  No.  1167-24-A. 

Premises — Zerega  Ave.,  Chatterton  Ave., 

Blackrock  Ave.,  The  Bronx. 

TO  THE  BOARD  OF  APPEALS : 

On  March  30,  1925,  a  committee  of  the  board,  com¬ 
posed  of  Chairman  Walsh,  Fire  Chief  Kenlon,  Messrs. 
Holland  and  Connell,  made  a  personal  inspection  and 
survey  of  the  plot  embraced  in  this  appeal  and  the  en¬ 
virons. 

The  appeal  affects  a  proposed  oil  storage  plant  at 
the  above  location,  from  Zerega  Avenue  to  Westchester 
Creek,  and  is  from  an  objection  of  the  fire  department — 
“location  of  tank  unsatisfactory.” 

This  is  rather  an  isolated  district  at  the  extreme  east¬ 
erly  end  of  Chatterton  Avenue  on  Westchester  Creek. 

The  block  to  the  south  is  occupied  by  coal  pockets; 
the  block  to  the  north  by  a  machinery  plant  of  the 
Bronx  Gas  and  Electric  Company ;  the  property  directly 
opposite  on  Zerega  Avenue  is  occupied  as  a  stone  yard. 
The  tributary  of  Westchester  Creek  bordering  this  prop¬ 
erty  is  very  shallow  and  narrow  with  an  extensive 
meadow  stretching  from  this  immediate  tributary  to  the 
east  between  the  two  tributaries  of  Westchester  Creek. 
There  is  no  development  or  improvement  adjoining  or 
abutting  that  in  any  way  could  be  affected  by  this  pro¬ 
posed  oil  storage  yard  and  plant,  and  the  Committee  rec¬ 
ommends  granting  of  the  appeal  on  condition  that  the 
proposed  finished  drawings  of  enclosures  and  safeguards 
be  approved  by  this  Board. 

(Signed)  WILLIAM  E.  WALSH, 
JOHN  KENLON, 

JAMES  P.  HOLLAND, 
HENRY  L.  CONNELL. 

'  Resolved,  that  the  decision  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
qranted  on  condition  that  the  working  drawings  of  the  lay¬ 
out  shall  be  submitted  to  this  board  for  approval  before 
submission  to  the  fire  department ;  and  that  this  plant  shall 
be  completed  in  compliance  with  the  code  of  ordinances  in 
all  other  respects. 


BUILDING  ZONE  CASES. 

APPLICANT — Charles  D.  Cords,  for  Quartin-Handler 
Corporation,  owner.  _  .  , 

SUBJECT — Application  ,(re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles. 

PREMISES  AFFECTED— 750-760  New  York  avenue, 
Brooklyn. 

APPEARANCES—  ^  r  a 

For  Applicant:  Charles  D.  Cords. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  laid  over  to  April 
28,  1925,  at  10  a.  m.,  on  request  of  applicant. 

1400-23-BZ.  ,  ,  „  .  ~  o 

APPLICANT— William  F.  Doyle,  for  Turin  Garage  & 
Supply  Co.,  Inc.,  owner. 


407 


MINUTES 


SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration  and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 55  West  93rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  W.  N.  O’Neill. 

ACTION  OF  BOARD — Application  laid  over  to  April 
28,  1925,  at  10  a.  m.,  on  request  of  applicant. 


972-24-BZ. 

APPLICANT — Deiches,  Goldwater  &  Flynn,  for  Ed¬ 
ward  R.  and  Edward  L.  Finch,  Trustees  for 
A.  R.  Finch,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1273  Cromwell  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Maurice  Deiches  and  George 
Euell. 

For  Opposition:  Wm.  J.  Flynn,  P.  J.  Dwyer, 
Francis  Campbell,  F.  Lohman,  H.  Fried¬ 
man,  L.  Billingsley,  D.  Lencher,  J.  Maho¬ 
ney,  H.  Rosenthal,  B.  Friedman,  H.  Len- 
eher  and  H.  Mahoney. 

ACTION  OF  BOARD — Application  laid  over  to  April 
14,  1925,  at  2  p.  m.,  to  check  consents  submitted 
by  applicant. 


402-24-BZ. 

APPLICANT — Charles  H.  Mohr,  for  Mohr-Steiber 
Holding  Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  tenement  house 
commissioner)  to  permit  in  a  business  district 
the  maintenance  of  the  use  as  iron  works  on  the 
first  story  and  in  the  cellar  of  an  existing  resi¬ 
dence  building. 

PREMISES  AFFECTED — 449  West  46th  Street,  Man¬ 
hattan. 

APPEARANCES. — 

For  Applicant:  None. 

For  Opposition:  G.  D.  Blake. 

ACTION  OF  BOARD — Application  laid  over  to  April 
21,  1925,  at  10  a.  m.,  on  written  request  of  ap¬ 
plicant. 


1428-24-BZ. 

APPLICANT — John  De  Hart,  on  behalf  of  Zivie 
Bender,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles. 

PREMISES  AFFECTED — 1223-1229  Intervale  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  John  T.  Havekost. 

ACTION  OF  BOARD — Application  granted  but  on  mo¬ 
tion  to  reconsider  was  reopened  and  set  for  hear¬ 
ing  on  April  7,  1925,  at  10  a.  m.,  for  further  con¬ 
sideration. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Dowd,  Gunnison,  Hol¬ 
land,  Connell  and  Fire  Chief  Kenlon....  5 


Negative:  Chairman  Walsh  .  1 

Absent:  Mr.  Kennedy  .  1 

THE  VOTE  TO  RECONSIDER— 

Affirmative:  Chairman  Walsh,  Messrs. 


Dowd,  Gunnison,  Holland  an"1  rv>nnell  5 


Negative  . .  o 

Absent:  Mr.  Kennedy  and  Fire  Chief  Ken¬ 
lon  .  o 


1450-24-BZ. 

APPLICANT — George  I,.  Donnellan,  on  behalf  of  Louise 
Hart,  owner. 

SUBJECT— Application  (  re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
maintenance  of  an  undertaking  establishment  in 
the  first  story  of  a  dwelling. 

PREMISES  AFFECTED— 67  West  130th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  George  L.  Donnellan. 

For  Opposition:  J.  C.  Hawkins,  B.  F.  Mills, 
Conrad  T.  Gittens,  A.  Grometstein  and 
others. 

AC1ION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDTIIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Fire  Chief 


Kenlon  .  5 

Negative:  Mr.  Connell  .  1 

Absent:  Mr.  Kennedy  . 1 


THE  RESOLUTION: 

(1450-24-BZ) 

Whereas,  George  L.  Donnellan,  for  Louise  Hart,  owner, 
filed,  December  9,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  the  main¬ 
tenance  of  an  undertaking  establishment  in  the  1st  story 
of  a  dwelling;  premises  67  West  130th  street,  Manhattan; 
and 

W  hereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  March  31, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  tire 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  130th  street  and  West 
131st  street  are  residence  districts  and  Lenox  avenue  is  a 
business  district;  and 

Whereas,  th,e  decision  of  the  superintendent  of  buildings, 
rendered  November  19,  1924,.  reads: 

“With  reference  to  application  for  Certificate  of  Oc¬ 
cupancy  for  above  premises,  we  beg  to  state  that  Cer¬ 
tificate  cannot  be  issued  as  application  calls  for — as 
business  is  prohibited  in  a  residence  district.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  five  stories  in  height,  with  a  frontage  of  20  ft. 
and  a  depth  of  53  ft. ;  occupied  as  a  dwelling ;  it  is  pro¬ 
posed  to  occupy  the  1st  story  as  an  undertaking  estab¬ 
lishment,  the  remainder  of  premises  to  be  occupied  as  a 
dwelling;  and 

Whereas,  the  inconspicuous  use,  with  no  outward  evidence 
of  business  display,  and  being  but  one  house  removed  from 
the  business  use  district  influence  of  Lenox  avenue,  the 
board  deemed  a  temporary  permit  a  reasonable  adjustment. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  no  sign,  other 
than  a  glass  sign  not  exceeding  8  in.  by  14  in.  placed  on  the 
inside  of  the  ground  floor  window,  shall  be  displayed  on 
the  premises,  and  there  shall  be  no  advertising  of  any 
nature  or  description  displayed;  that  there  shall  be  no  struc¬ 
tural  alteration  or  change;  that  the  use  shall  be  limited  tc 
a  period  of  two  years  and  confined  to  the  front  room  on 
the  1st  floor  for  a  licensed  embalmer’s  office  and  mortuary 
chapel,  the  remainder  of  the  structure  to  be  restricted  tc 
residential  or  dwelling  use. 
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7G-25-BZ. 

APPLICANT— Samuel  Rosenblum,  for  The  Barre  Real¬ 
ties,  Inc.,  owner.  . 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit,  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district,  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED  — 968-972  Fulton  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Samuel  Rosenblum. 

PFor  Opposition:  Otto  M.  Gabler,  W.  D.  Teese, 
Jacob  Wohlberg,  Margaret  Whittet,  Rarl  b. 
Recht  and  Louis  Rosenweig. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  •  ■  •  •  •  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland  and  Connell . .......  3 

Absent:  Mr.  Kennedy  and  Fire  Chief  Ken- 

Ion  .  ~ 

THE  RESOLUTION: 

(76-25-BZ) 

Whereas  Samuel  Rosenblum,  for  I  he  Barre  Realties, 
Inc.,  owner,  filed,  January  19,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  district  the  alteration 
and  conversion  of  an  existing  business  building  (theatre) 
into  a  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles'  premises  968-972  hulton  street,  Brooklyn,  and 
Whereas,  a  public  hearing  was  held  on  this  application 
bv  the  board  of  appeals,  at  its  special  meeting,  March  31, 
1925,  after  due  notice  by  publication  in  the  Bulletin  ot  tie 

Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fulton  street  is  a  business 
district  and  Lefferts  place  is  a  residence  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  29,  1924,  in  acting  on  App.  No.  25217- 

24’  ^  “Proposition  contrary  to  the  zone  resolution,  Art.  2, 
Sec  4A  15,  and  Sec.  3.  The  erection  of  a  public 
garage  for  more  than  five  motor  vehicles  in  a  busi¬ 
ness  district  and  extending  into  a  residential  distnct.  , 

“whereas,  .be  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  two  stories  and  cellar  m  heigh  "'th  a  irontage 
of  91  ft  and  a  depth  of  100  ft.  and  142  ft.,  irregular  in 
area!  to  be  occupied  as  a  garage  for  the  storage  of  more 
than  five  motor  vehicles ,  3.nd  «  , 

Whereas  the  board  deemed  that  the  existing  thcaac 
building  is  adaptable  by  reasonable  alteration  for  any  of 
the  permissible  uses  in  a  business  district  with  substantial 
return  rather  than  the  demolition  of  this  structure  -  for 

to'tdecisio,.  of  the  superintendent  of  build- 

ings  be  and  it  hereby  is  affirmed,  and  the  application  b 
and  it  hereby  is  denied. 


APPLICANT — John  J.  Dunnigan,  for  Joseph  Diamond 

SUBiFCT—Apphcatioii5  (reT^le^cision  of  superintendent 
■  J  of  buildhtgs)  to  permit  in  a  nts.dct.ee  dtsmtet  the 
erection  and  maintenance  of  “’A  ® 
used  for  business  purposes  on  the  first  stt  y. 
PREMISES  AFFECTED— 1997  Bryant  avenue,  1  he 
Bronx. 

I  APPEARANCES—^  WaUer  A  Dunnigan  and  John 
I  For J O pposd  tion :  Henry  Nordheim,  Dr.  Mirkin, 

ACTION  p^^B^DARD— AppHcaUon^^ranted  on  con- 
CONDITIONS — As-  specified  in  resolution.  4Q9 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  . • . .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Ken- 

Ion  .  2 

THE  RESOLUTION: 

(1485-24-BZ) 

Whereas,  John  J.  Dunnigan,  for  Joseph  Diamond  Cons. 

Co.,  owner,  filed,  December  18,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a  building  to  be 
used  for  business  purposes  on  the  1st  story;  premises  1997 
Bryant  avenue,  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  March  31, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and  <  ' 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bryant  avenue  and  East  178th 
street  are  residence  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  13,  1924,  in  acting  on  N.  B.  App.  No. 

1500-24,  reads:  .  r  ,  . 

“Proposed  occupancy  of  portion  of  building  tor  busi¬ 
ness  purposes  in  residence  district  is  contrary  to  pro¬ 
visions  of  Building  Zone  Resolution.” ; 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  six  stories  in  height,  with  a  frontage  of  31 
ft.  3  in.  and  a  depth  of  100  ft.  5  in. ;  to  be  occupied,  stores 
in  the  1st  story  and  apartments  above;  and 

Whereas,  the  board  deemed  that,  owing  to  the  charac¬ 
ter  of  the  existing  business  uses  established  in  this  street, 
there  would  be  hardship  in  preventing  applicant  from  mak¬ 
ing  a  similar  use  of  a  portion  of  his  property. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
he  and  it  hereby  is  granted  on  condition  that  the  return 
for  business  use  from  the  corner  formed  by  the  intersec¬ 
tion  of  Bryant  avenue  shall  not  exceed  a  depth  of  54 
ft  and  that  the  business  use  shall  be  restricted  to  the  1st 
storv  for  the  conduct  of  retail  merchandise  business,  other 
than' ’foodstuffs,  and  that  the  remainder  of  structure  shall 
be  limited  and  restricted  to  conforming  uses,  as  stipulated 
in  the  building  zone  resolution,  and  that  the  requirements 
of  the  building  zone  resolution  shall  be  complied  with  in  all 

^Resolved  further,  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 

APPUCANT-Edward  P.  Doyle,  for  Boris  Nalven  and 
Max  Natevky,  owners.  _  , 

SUBTECT — Application  (re:  decision  of  superintende 

of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 225-235  Pennsylvania  ave¬ 
nue,  Brooklyn. 

APPEARANCES—  ,  o  tv  i 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  John  Krogmann  and  others. 
A.CTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT: 

Affirmative  . . . R  '  ‘  7 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 

Gunnison,  Holland  and  Connell  . •  5 

Absent:  Mr.  Kennedy  and  hire  Chief  Ken- 

Ion  . 

THE  RESOLUTION: 

( 1530-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  Boris  Nalven  &  Max 
Natevky,  owners,  filed,  December  29,  1924,  an  application, 


1 


MINUTES 


under  the  building  zone  resolution,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  motor  vehicles ;  premises  225- 
235  Pennsylvania  avenue,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  March  31, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Pennsylvania  avenue  and  Pit¬ 
kin  avenue  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  22,  1924,  in  acting  on  N.  B.  App.  No. 
24237-24,  reads  : 

“Proposition  is  contrary  to  the  Zone  Resolution,  Art. 
II,  Sec.  4,  a  public  garage  for  more  than  five  motor 
vehicles  in  a  business  district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  100 
ft.  on  Pennsylvania  avenue,  100  ft.  on  Pitkin  avenue;  and 
Whereas,  there  was  general  opposition  to  the  granting  of 
this  application  on  the  part  of  neighboring  property  owners 
and  the  board  deemed  that  any  further  invasion  of  this 
street  by  prohibited  uses  is  unwarranted  in  deference  to  the 
dwelling  occupancies  throughout  this  entire  street,  the  non- 
conforming  use  on  which  the  application  is  based  being 
located  on  the  corner  at  the  extreme  end  of  this  block. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


44-25-BZ. 

APPLICANT — New  York  Telephone  Company,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  alteration 
and  extension  in  height  and  area  of  a  telephone 
exchange  building. 

PREMISES  AFFECTED — 4101-4111  14th  avenue, 

Brooklyn. 

APPEARANCES— 

For  Applicant:  N.  B.  Egleston. 

For  Opposition:  Morris  H.  Katz  and  Rudolph 
L.  Wiseman.- 

ACTION  OF  BOARD — Application  granted  on  con¬ 


dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Ken- 

Ion  .  2 

THE  RESOLUTION: 

(44-25-BZ) 


Whereas,  New  York  Telephone  Company,  owner,  filed, 
January  12,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  the  alteration  and  extension  of  an 
existing  telephone  exchange  building,  located  partly  in  a 
business  and  partly  in  a  residence  district;  premises  4101- 
4111  Fourteenth  avenue,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  March  31, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  Fourteenth  avenue  is  a  business 
use  district,  41st  and  42nd  streets  are  residence  use  dis¬ 
tricts,  and  the  premises  is  located  in  a  one-times  height 
district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  25,  1924,  in  acting  on  Alt.  App.  No. 
23155-24,  reads: 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
II,  Sec.  3.  Extending  a  telephone  exchange  in  a  resi¬ 
dence  district.” ;  and 


Whereas,  the  existing  building,  permission  to  erect  which 
was  granted  under  Cal.  No.  665-17-A,  is  fireproof,  two 
stories  in  height,  100  ft.  2  in.  by  142  ft.  6  in.  in  area;  it  is 
proposed  to  build  an  additional  story  on  the  existing  build¬ 
ing  and  also  a  three-story  fireproof  extension  46  ft.  9 y&  in. 
long  on  41st  street  and  44  ft.  4  in.  deep  on  the  southerly 
end  of  the  building,  and  use  the  entire  structure  as  a  cen¬ 
tral  telephone  exchange;  and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
D,  the  board  is  empowered  to  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  fiereby  is  granted  on  condition  that  the  building 
shall  be  finished,  as  to  material,  design  and  architecture, 
in  accordance  with  the  existing  structure;  that  the  build¬ 
ing  shall  otherwise  comply  with  the  requirements  of  the 
building  zone  resolution,  and  that  the  use  and  occupancy 
shall  be  restricted  exclusively  to  the  conduct  and  use  as 
a  telephone  exchange ; 

Resolved,  further,  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 


1098-24-BZ. 

APPLICANT — William  S.  Beaver,  for  William  and  Lena 
Schwartzberg,  owners. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
change  ot  occupancy  from  a  garafge  for  the 
storage  of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 458  Leonard  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Walter  S.  Beaver. 

For  Opposition:  None. 

AC  1  ION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 


Gunnison,  Holland  and  Connell  .  5 

Negative .  o 

Absent:  Mr.  Kennedy  and  Fire  Chief  Ken- 

Ion  .  2 

THE  RESOLUTION: 

(1098-24-BZ) 


Whereas,  Walter  S.  Beaver,  for  William  and  Lena 
Schwartzberg,  owner,  filed,  September  4,  1924,  an  appli¬ 
cation,  under  the  building  zone  resolution,  to  permit  in  a 
business  district  the  change  of  occupancy  of  a  building, 
from  a  garage  for  the  storage  of  five  motor  vehicles,  to  a 
garage  for  the  storage  of  more  than  five  motor  vehicles; 
premises  458  Leonard  street,  Brooklyn;  and 

W hereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  March  31, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Leonard  street  is  a  busi¬ 
ness  district,  Manhattan  avenue,  east  side,  is  an  unrestricted 
district,  Manhattan  avenue,  west  side,  is  a  business  district; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  August  7,  1924,  in  acting  on  Alt.  App.  No.  15884- 
24,  reads : 

“This  application  denied  as  it  is  contrary  to  Article 
2,  Sect.  4,  Sub.  Div.  15,  of  the  Zone  Law.  Garage 
for  more  than  five  cars  prohibited  in  a  business  dis¬ 
trict.”  ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  103.5 


ft.  and  a  depth  of  124  ft.,  irregular  in  area;  to  be  oc¬ 
cupied  as  a  garage  for  the  storage  of  more  than  five  motor 

Whereas,  applicant  is  unable  to  obtain  the  required  con¬ 
sent  of  the  property  frontage  deemed  by  the  board  to  be 
affected  due  to  the  presence  of  city  owned  property  in  the 
area  and  the  board  deemed  that  there  would  be  hardship 
in  preventing  applicant  from  making  proposed  use  ot  bis 
property  owtag  ,o  the  character  of  the  ne.ghborhood  and 
the  spirit  and  intent  of  the  requirements  of  section  7,  subd 
vision  G,  being  otherwise  substantially  complied  with 

Resolved,  that  the  board  of  appeals  does  hereby  ^ea 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  apphcation 
be  and  it  hereby  is  granted  on  condition ;  that  the :  struc 
ture  shall  be  restricted  in  size  and  area  to  that  of  the  exist¬ 
ing  building;  that  there  shall  be  no  entrance  or  exit  on 
Leonard  street;  and  that  there  shall  be  no  gasoline  storage 
equipment  installed  or  maintained  on  the  premises. 

APPlFcANT— william  F.  Doyle,  for  Morris  White 
Holding  Corp.,  owner.  ,  .  .  .  t 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  residence 
building,  part  of  first  story  to  be  used  for  store 

PREMISES° AFFECTED  207-30:1  Lexington  avenue 
and  133-139  East  37th  street,  Manhattan. 

ArFEARANCES— nt;  wnUam  F.  Doyle  and  Charles 

For  Opposition:  John  P.  Fox,  Martin  S.  WaUs, 
Max  B.  Berg,  Mrs.  Wootton,  Wm.  E.  Bar- 
dusch  and  John  J.  McGrath. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE—  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd^ 


Gunnison,  Holland  and  Connell .  5 

Absent:  Mr.  Kennedy  and  Fire  Chief  Ken- 

Ion  .  2 

THE  RESOLUTION: 

(165-25-BZ) 

Whereas,  William  F.  Doyle,  for  Morris  White  Holding 
Corp.,  owner,  filed,  February  9,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a  residence  building, 
part  of  1st  story  to  be  used  for  store  purposes;  premises 
297-303  Lexington  avenue  and  133-139  East  37th  street,  Man¬ 
hattan;  and  ..... 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  March  31. 
1925,  after  due  notice  by  publication  in  the  Bulletin  ot 
the  Board  of  Standards  and  Appeals;  and  _ 

Whereas,  the  use  district  maps  accompanying  the  build- 
ing  zone  resolution  show  that  Lexington  avenue  and  East 
37th  street  are  residence  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  13,  1925,  in  acting  on  N.  B.  Application 

No.  12-1925,  reads:  .  ,  . 

“1.  Inasmuch  as  the  premises  are  located  in  a  resi¬ 
dence  district,  the  proposed  use  or  occupancy  of  any 
part  of  the  building  for  stores  is  prohibited  by  the 
Building  Zone  Resolution,  Section  3,  Article  2.  ; 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  15  stories  in  height,  with  a  frontage  of  98  it. 
7U  in.  and  a  depth -of  140  ft.;  to  be  occupied  as  an  apart¬ 
ment  hotel ;  it  is  proposed  to  use  part  of  the  1st  story  for 

stores  and  business  uses;  and  ,  . 

Whereas,  no  facts  were  adduced  at  the  hearing  in  sip- 

nort  of  the  application  under  section  21.  ,  ,  ... 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 

Adjourned,  7:40  p.  m.  .  c 

Edward  V.  Barton,  Acting  Secretary. 
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PROPOSED  AMENDMENTS  TO  «LLKS  COVER 

[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Tuesday,  April  7,  1925,  at  2  p.  m„  Room  1013 
Municipal  Building,  on  proposed  amendments  *ules 

for  Fire  Extinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipments 
remodeled,  complete  working  plans  should  be  submitted  for 

°P%Z‘  Ml 'Te'TrZL  ,0  an  indicat'd  scaie.^e 

correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  f^re  of  he 
construction,  vis.,  size,  location  and  direction  of  oists  in, 
bers  or  other  structural  members.  I  hey  shall  also  im/ir 
the  location  and  size  of  water  supplies,  con,'eC!m% J 
feed  mains  and  risers,  gate,  check,  alarm  and  dry  -pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  Tan.  corrected  plans  on  cloth  as  the  Fire ’  Commis^ 
sioner  may  require,  not  exceedinn  three  (j),  si  . 

for  final  approval  of  the  Fire  Commissioner.  A  cert, hid 
copy  of  the  approved  plans  shall  be  foru'ardcd  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevent, on  J uch 
application  and  specification  forms  as  may  be  preset  bed 
bv  the  Fire  Commissioner  shall  accompany  prelim, nary 
plans  If  a  standpipe  ( fire  line)  equipment  is  provided 


NING  FIRE  EXTINGUISHING  APPLIANCES- 
SYSTEMS 

throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 

xvorkmanlike  manner.  * 

Rule  1.  Definition  of  Automatic  Extinguisher  _  Sys¬ 
tems  Automatic  extinguisher  systems  shall  consist  of 
a  svstem  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  oyer  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2  Classification  of  Sprinkler  Systems,  ror 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  with i  water ; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 

27  of  these  Rules.  .  . 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
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sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  with  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 

Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  'Gravity  Tank, 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  Ihe  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  50,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  50,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  separate  feed 
mains  from  the  basement  or  lowest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflozv  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  zip  to  50,000  gallons  capacity  and  not 
less  than  three  (5)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflozv  pipe  shall  be  three  (5)  inches  be¬ 
low  the  top  of  the  staves  in  wooden  tanks  and  one  ( 1 ) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
zvithout  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflozv  pipes  shall  terminate  not  more 
than  tzventy-four  (24)  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbozv. 

The  discharge,  heating  or  filling  pipes  zvherc  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  which  may  be  of  three  layers  of  one-inch 
( 1")  hair  felt  interspersed  with  building  paper  zvell  wrapped- 
and  secured  and  covered  with  canvas  zvell  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters , 


Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc¬ 
tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
7  anks  not  enclosed  and  exposed  to  the  zveather  shall  be 
covered  zvith  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  zvith  an  ap¬ 
proved  roofing. 

II  here  a  gravity  tank  may  supply  both  sprinklers  and 
yard-  hydrants  it  shall  not  be  of  less  than  50,000  gallons  ca¬ 
pacity  and  located  on  a  structure  .altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est.  line  of  sprinklers  bclozv  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(1254%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  5,000  gallons  of  water  for  a  zvet  pipe  system 
zvhcrc  supplemented  by  an  auxiliary  zvatcr  supply,  and  not 
less  than  5,000  gallons  of  zvater  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  has  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied-  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  50,000  gallons  -as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  50,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (iY)  inches  in  size  [with  a  one  and  one- 
quarter  (ipi)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (iY)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
-inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply.  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb.,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box.  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side- 
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;alk.  The  cover  shall  be  bolted  to  the  casing  and 
hall  be  so  marked  as  to  be  quickly  located  and  to 
ndicate  the  purpose  of  the  valve.  I  he  valve  shall  be 
>f  indicating  pattern,  operated  by  a  special  socket 
.vrench  approved  by  the  department  of  water  supply, 

ras  and  electricity.  ,  , 

’  Where  it  is  impractical  to  install  a  control  valve  box 
it  the  curb  because  of  a  vault  under  the  sidewalk  and  ivitli- 
n  18"  thereof,  the  control  valve  may  be  located  in  the  wa- 
cr  supply  connection  at  a  point  not  more  than  two  (2) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  has  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
■mith  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con- 
f ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  ivatcr  supply ■  is  one  approved 
1  for  mch  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  ivhich  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  ivatcr  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,500  sq  ft.,  as 
I  provided  in  Rule  5 •  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  ivatcr  mam. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank  a  direct  connection  to  the  city  \yater  main  01 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  1  he  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundre 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  spun 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproot 
construction,  properly  ventilated,  lighted  and  drained 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproot  floor 
ami  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foun  ation 
not  less  thangone  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at 

tendant.  ...  v,  11 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  stiaH  be  made 
for  sufficient  steam  power  to  operate  the  P^ps  at 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times  Where  there  is  more  than  one  boiler,  the  pipes 
aS  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supplv  to  the  pump  from  the  other  boilers.  The  boiler 
room' shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a;  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  elect™ 
fire  pumps.  When  local  power  plants  s^ppl>'  t  ie  ^r 
erev  for  operating  electric  pumps,  two  motor  generat 
units  siaUPbe  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  s™ltcho  T*  ;f 

electric  power  plants  shall  be  locat  doors  at 

fireproof  construction  with  approved  fire  doors  at 

,  OPRulegS0  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  M)  inch  .sprinkler  head,  aha]  he  »  d  to 
have  an  average  discharge  of  twenty  (20)  gallons  pe 
minute,  and  the  discharge  of  larger  heads  shall  be  con 
puted  proportionately  in  the  ratio  of  the  areas  of  their 

respective  orifices. 


Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklcred  stories  in  such  section.  In 
determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.'  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)  J  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (Zl/2)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire.  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
s'ix  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr. 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  the  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code.  . 

jn  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  siamese  coupling  by  either  a  ball  drip  having 
a  one-half  (JA)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (A)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
anv  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  anv  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  citv  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
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direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 
ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  ove- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  zvith 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  04)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (llA)  inch 

heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  (r/2)  inch  head  for  each  62J4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor  ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters.  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  wil1 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  04)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bav  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  ( 1 1*4 ) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
chall  then  be  spaced  on  each  line  so  that  the  area  covered 
bv  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
pip?)  feet  wide,  two  or  more  lines  of  sprinklers  shall  he 
installed  in  each  bav  as  required  bv  the  rules  for  spacing. 
Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adiacent  lines  shall  mot  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 


teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 


*  Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 

width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bay’s  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1  yA)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  gilders,  one  line  shall  be  placed  in  the  center  of  each  bay 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(  2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  (yz)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
vvidth,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  les^ 
than  twentv-three  (23)  feet  in  width,  shall  contain  at 
leasptwo  (2)  lines  of  sprinklers:  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceilmg  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  hay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
fines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

h  ^d*  ^°r  C°nran*  one  an<^  one-quarter  (lx/\)  inch 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
ea-j  u  *or  ^avs  no*  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bavs  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mnl  construction  shall  apply  as  far  as  practicable.  The 
rule  mav  be  modified,  however,  the  intent  being  to  ar- 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
fine  exceed  the  following: 

(a)  For  standard  one-half  04)  inch  heads,  12  feet. 
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(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 

25  feet. 

Distance  From  Walls,  I  he  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 


joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 


feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 

(a)  For  standard  one-half  ()4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

)4  inch .  1  head 

2  heads 

3  “ 


1 

1  lA 

1) 4 

2 

2) 4 

3 

3) 4 

4 

5 

6 

7 

8 


5 

10 

20 

36 

55 

80 

140 

200 

300 

420 


(a)  One  standard  one-half  ()4)  inch  head  for  each  200  upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  1Ilch  head  *or 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 

floor  level.  ...  .  < 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  paiallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  nidi  heads, 

8 Vi  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  may  be  used  in  lieu  of  heads  located  in  peak  of 
roof : 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one' and  one-quarter  (1)4)  inch  heads, 

6)4  teet  ,  .  .  , 

In  sawtooth  roof  construction,  the  end  heads  on  the 

branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2/2  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1  V\)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  ot 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 

(a)  Where  standard  one-half  ( )4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roots  or  the 
incline  of  stairs,  but  when  installed  in  the  peak  ot  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  trom 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  ot 


(b)  For  Conran*  one  (1)  inch  heads — 


Size  of  Pipe 

1  inch 

D4  “ 

1) 4  “ 

2 

2) 4  “ 

3 


4 

5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 

3 


4 

6 

9 

18 

34 

51 

75 

105 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads— 

Maximum  No.  of 
Heads  Allowed 
.  1  head 


Size  of  Pipe 
1)4  inch 

1)4  “ 

2 

2t)4  “ 

3 

4 

5 

6 

rt  “ 

8 


2  heads 

3 

4  “ 

6  “ 

12  “ 

21  “ 
40 

60  “ 

84  “ 


When  it  is  desired  to  use  pipe  ot  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 
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Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  ()4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  zvall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  ( 1 %)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 

protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser ”, 
forty  ( 40 )  feet  beloiv  the  bottom  of  the  pressure  tank. 

Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall=  and  other 


parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed,  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  wall  and  exposed  to  the  zveather,  they 
shall  be  fitted  with  hoods  or  down-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  ()4)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser ; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 
and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 
ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  1  inch 
in  size  zvhere  floor  valves  are  not  over  2\ 4  inches  in  size 
and  1%  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  l]/2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 
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At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  where 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (A)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (jA)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  ivet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  A  inch  in  diameter 
■  shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iA  inches  in 
diameter  dn  upper  story  and  arranged  to  discharge,  through 
a  Vi- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
,  freezing  of  \ water  in  test  pipe.  . 

In  all  dry-pipe  automatic  sprinkler  systems  a  At-inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  Y^-inch  shut-off  valve 
stopped  ivith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4 /2) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves; 

Below  dry-pipe  valves ; 

I  At  the  pressure  tank; 

j  At  the  air  compressor ; 

Above  the  alarm  valve ; 
j  Below  the  alarm  valve ;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fcd  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quaiter  (/4) 

,  inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 

All  gate  valves  shall  be  solid  or  double  wedge  disc,  sui- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind- 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con- 
J  necting  each  source  of  watfer  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
*  screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
sttpply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 


Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  ol  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (J4)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 

A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  s  1 1a  1 1 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (l/6)  of  the  water 
pressure  in  any  case. 

The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry -pipe  systems  shall  be  main¬ 
tained  throughout  the  year.  ,  „  , 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  (A)  inch  heads  . 400 

(b)  For  Conran*  one  (l)  inch  heads  ........... ..100 

(c)  For  Conran*  one  and  one-quarter  (1J4  >ncl]  heads  64 
Where  equipped  with  an  approved  quick-opening  device 

the  following  number  of  heads  may  be  controlled  by  one 
•  Type  A”  dry-pipe  valve: 

(a)  For  Standard  one-half  (A)  inc’1  heads  . °oo 

(b)  For  Conran*  one  (/)  inch  heads  .............. --200 

/ c )  For  Conran*  one  and  one-quarter  ( ilA )  inch  heads. lets 
(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 

system  sba.il  be  designed  to  operate  at  a  temperature  lower 
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than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  B”  dry-pipe  valve : 

(a)  For  Standard  one-half  (}4)  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  (1J4)  inch  heads.  84 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (j4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  Fligh  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  (the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building;.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 

Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1^4)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 


Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing ,  except  piping  passing  through  floors, 
zvalls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  zvalls,  partitions  or  beams. 

Rule  34.  Noil-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  FLazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  systein  unless 
otherzvise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 
cf  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 

Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  fin  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  fin  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  tzvo  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  zvith  sprinklers  communicates  zi nth  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  zvhich  must  be 
automatic. 
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Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
stems  shall  be  inspected  at  least  once  a  month  by  the  per- 
n  in  charge  of  the  building,  or  by  other  competent  per¬ 
il  employed  by  the  owner,  to  see  that  all  parts  of  the  sys- 
m  are  in  perfect  working  order,  and  the  fire  department 
mnection  or  connections,  if  any,  ready  for  immediate  use 
,  thc  fire  Department.  A  detailed  record  of  each  vispec- 
on  shall  be  kept  for  examination  by  a  representative  of  the 

ire  Department.  ... 

There  shall  be  kept  available  at  all  times  in  the  premises 


a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  thc  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  IV lien  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  with 
thc  Fire  Department  for  approval. 


RULES 


>tti  ES  for  the  construction  and  installation  of  gas  shut-off  valves,  adopted 

BY  THE  BOARD  OF  STANDARDS  AND  APPEALS,  JANUARY  11,  1924. 


RULES  FOR  GAS  SHUT-OFF  VALVES  TO  COM¬ 
PLY  WITH  ORDINANCE  AMENDING  ARTICLE 
OF  CHAPTER  12  OF  THE  CODE  OF  ORDI¬ 
NANCES.  RELATING  TO  CONTROL  OF  GAS  IN 
:ERTAIN  BUILDINGS  IN  CASE  OF  FIRE. 


1.  Gas  shut-off  valves  and  accessory  appliances  shall 
nclude  valves  approved  as  such  by  the  Bureau  of  Stand- 
irds,  Washington,  D.  C,  by  the  Underwriters  Laboratories, 
Inc.,  Chicago,  Ill.,  by  the  Associated  Factory  Mutual  Labora- 
ories  of  Boston,  or  other  recognized  standard  laboratory ; 
and  all  valves  shall  be  approved  and  meet  the  test  pre¬ 
scribed  by  the  Board  of  Standards  and  Appeals. 

2  Gas  shut-off  valves  shall  be  installed  only  by  corpo¬ 
rations,  firm  or  individuals  who  shall  furnish  evidence  of 
their  qualifications  under  the  Code  of  Ordinances, _  to  the 
Fire  Commissioner  or  the  Tenement  House  Commissioner  in 

their  respective  jurisdictions.  .  . 

3  Such  corporations,  firms,  or  individuals  shall  maintain 
a  Service  Station  which  shall  be  in  direct  communication 
with  the  Fire  Department  by  telephone  or  telegraph.  Loca¬ 
tion  of  service  station  and  means  of  communication  shal 
be  on  file  with  the  Fire  Commissioner,  in  order  that  t  e 
Fire  Department  may  insure  immediate  service  when  the 
gas  is  turned  off  by  the  members  of  the  Fire  Department  or 

from  anv  other  cause.  . 

The  Fire  Department  shall  have  exclusive  use  of  gas 
shut-off  valves  to  be  operated  in  the  event  of  fire  or  other 

emergencies.  ....  ,  , 

4.  All  gas  shut-off  valves  to  be  installed  must  be  made 
of  the  best  quality  of  standard  materials. 

Protection  of  Valves: 

5.  The  gas  shut-off  control  shall  be  protected  by  a  suit¬ 
able,  approved  metal  box,  placed  on  the  exterior  of  the 
building,  which  shall  be  connected,  through  a  rigid  metal 
conduit,  by  a  cable,  with  the  valve  body  placed  on  the 
gas  intake  where  the  gas  pipe  enters  the  building,  and  as 
near  as  practicable  to  the  inside  face  of  the  wall,  before 
reaching  the  meters.  The  lock  for  securing  box  on  out¬ 
side  wall  of  building  shall  be  operative  only  by  a  F  ire 
Department  inner  box  key  by  members  of  the  Fire  Depart¬ 
ment. 

6.  All  valve  bodies  shall  be  made  of  brass  or  bronze^ 

If  a  spring  is  used  to  actuate  a  valve  in  conjunction  with 
the  fusible  link,  it  shall  be  of  the  best  quality  phosphor 
bronze.  .  . 

7.  The  internal  mechanism  which  acts  to  shut  off  the 
gas  shall  be  securely  connected  with  the  external  mechanism 
by  a  direct  mechanical  connection,  made  gas  tight,  where  it 
passes  through  the  valve  body,  bv  a  stuffing  box  filled  with 
soft,  well-lubricated  packing,  in  accordance  with  recognized 
standard  practice. 

Installation : 

8.  The  valve  shall  he  so  installed  as  to  be  conspicuously 
displayed  and  readily  inspected  and  reset  by  authorized 

persons. 


Valves  shall  be  located  so  that  condensation  will  not  ac¬ 
cumulate  in  the  valves  5  and  shall  be  installed  so  that  gas 
will  flow  through  the  valve  in  direction  indicated  on  it. 

9.  Valves  shall  be  secured  in  piping  by  threaded  connec¬ 
tions  or  companion  flanges.  Combustible  packing  or  sheet 
lead  shall  not  be  used  between  flanges. 

10.  The  gas  main  at  both  ends  of  the  valve  must  be  rigid 
and  secure  to  withstand  the  pull  from  the  control  handle. 
Additional  non-combustible  brackets  or  hangers  must  be 
provided,  if  necessary,  to  secure  and  maintain  rigid  instal¬ 
lation. 

11.  The  valve  shall  be  enclosed  in  a  substantial,  per¬ 
forated  metal  case,  conspicuously  exposed,  painted  red, 
protected  by  standard  lock  acceptable  to  the  Fire  Preven¬ 
tion  Bureau,  and  shall  indicate  the  name,  telephone  num¬ 
ber  and  address  of  installer,  to  insure  prompt  service  to  prop¬ 
erty  owner. 

12.  Casing  of  the  valve  on  gas  intake  shall  be  kept 
locked  to  protect  valve  from  interference  and  make  it  ac¬ 
cessible  only  to  authorized  persons.  Perforations,  to  allow 
circulation  of  air  around  fusible  link,  shall  be  provided  and 
so  arranged  as  to  prevent  tampering  with  valve  when  casing 
is  locked. 

Control  Box: 

13.  The  control  handle  for  the  manual  closing  of  the 
valve  shall  be  in  a  locked  metal  control  box  having  a  cast 
iron  cover  conspicuously  labeled  with  raised  letters,  painted 
red. 

14.  On  the  outside  of  the  cover  or  the  inside  of  the  con¬ 
trol  box,  in  raised  or  stamped  letters,  or  on  a  securely  fas¬ 
tened  metal  plate,  shall  be  displayed  concise  operating 
directions,  together  with  the  name,  initials  or  registered 
trademark  of  the  manufacturer. 

15.  The  control  box  must  be  placed  as  nearly  vertically 
above  the  point  where  the  gas  main  enters  the.  premises 
as  is  practicable,  when  this  does  not  involve  excessive  length 
of  cable  and  extra  turns,  and  at  a  height  above  the  side¬ 
walk  or  grade,  of  not  less  than  two  (2)  feet  and  not  more 
than  five  fS')  feet.  Without  special  permission,  the  control 
box  shall  not  be  placed  or  mounted  on  basement  window 
frames,  or  directly  above  basement  windows  or  other  open¬ 
ings  nor  shall  it  be  located  behind  doors  or  other  obstruc¬ 
tions  which  would  prevent  the  Fire  Department  from  having 
easy  access  to  it. 

Ifi.  Control  boxes  must  be  securely  and  permanently  fas- 
tened.  Whenever  possible,  they  shall  be  fastened  to  a  non¬ 
combustible  wall,  pillar  or  column.  They  shall  be  secured 
bv  not  less  than  two  3/lfi  inch  bolts  or  the  equivalent 
Unless  the  building  is  so  constructed  that  the  control  box 
must  unavo'dahly  be  secured  to  a  wooden  part,  the  use  of 
wood  screws  is  not  permitted  for  supporting  countersunk- 
control  boxes:  lag  bolts  shall  be  used.  When  the  walls 
are  of  masonrv  or  concrete,  through  bolts,  expansion  bolts 
or  toggle  bolts  shall  be  used.  All  fastenings  must  be  ar¬ 
ranged  so  that  they  cannot  be  loosened  except  from  inside 
'■'riomng  of  the  control  box. 


419 


RULES 


17.  Control  boxes  may  be  set  or  recessed  into  the  wall 
to  a  depth  not  greater  than  the  depth  of  the  box  so  that 
cover  is  flush  with  the  face  of  the  wall.  Control  boxes  may 
be  mounted  directly  on  the  surface  of  the  wall. 

18.  The  control  box  shall  be  located  on  the  outside  of 
the  building  wall,  facing  the  street,  whenever  possible.  When 
the  control  box  is  installed  on  an  alley  face  of  a  building, 
or  in  a  similar  place  where  the  control  box  is  subject  to 
injury  from  passing  vehicles,  etc.,  the  control  box  must  be 
thoroughly  protected.  This  may  be  done  by  having  the  con¬ 
trol  box  recessed,  marked  by  waterproof  red  paint  ring  and 
waterproof  white  paint  ring  on  the  wall,  or,  when  such  pro¬ 
tection  is  not  available,  protected  by  heavy  iron  channels 
or  angles  secured  to  the  wall  by  through  bolts,  expansion 
bolts,  or  toggle  bolts. 

Control  Handles: 

19.  Control  handles  shall  be  of  standard  construction,  ar¬ 
ranged  to  fit  the  control  boxes  so  that  they  may  be  locked 
without  difficulty,  and  cable  connections  shall  be  securely 
made  in  an  approved  manner,  according  to  the  design  of 
the  handle. 

Cable: 

20.  The  connection  between  the  valve  and  control  handle 
shall  be  as  direct  as  practicable,  and  shall  consist  of  a  single 
piece  of  stranded  phosphor  bronze  cable  not  less  than  3/32 
inch  in  diameter.  No  splices  in  the  cable  shall  be  permitted. 

21.  It  is  essential  that  cable  connections  to  valve  and  han¬ 
dle  be  securely  made  according  to  the  design  in  each  case. 
The  able  may  be  slightly  annealed  for  making  ends,  and 
when  cutting  the  cable,  it  should  be  taped  and  cut  through 
the  tape,  or  a  small  amount  of  solder  applied  where  it  is  to 
be  cut,  so  as  to  prevent  frayed  end. 

Conduit: 

22.  The  control  cable  for  the  shut-off  valve  shall  be  run 
in  galvanized  wrought  iron  or  steel  pipe  or  other  stand¬ 
ard  approved  conduit  not  less  than  y2  inch  in  pipe  size.  The 
pipe  or  conduit  line  must  be  water-tight  and  continuous  from 
the  casing  enclosing  the  operating  mechanism  of  the  valve 
to  the  control  box  on  outside  of  building.  The  cable  shall 
not  be  exposed  at  any  point  in  its  length. 

23.  All  ends  of  pipe  or  conduit,  not  only  at  valve  and 
control  box  terminals,  but  in  the  run  of  the  piping,  shall  be 
carefully  reamed  so  as  to  remove  burrs  and  fins  caused  by 
cutting-off  tools,  which  would  interfere  with  the  movement 
of  the  cable  in  the  run,  or  cut,  or  wear  the  cable.  Unions 
should  not  be  employed  in  making  joints. 

24.  Pipe  or  copduit  must  be  rigidly  and  permanently  se¬ 
cured  in  position.  Pipe  straps  and  hangers  of  standard 
forms  may  be  employed  for  this  purpose.  In  every  case 
supports  must  be  provided  at  points  sufficiently  numerous 
to  prevent  sagging.  Pipe  straps  (if  used)  must  be  of  metal 
of  sufficient  thickness  to  insure  a  permanent  fastening  and 
must  be  thoroughly  coated  to  prevent  corrosion. 

Bends  and  Offsets: 

25.  Bends  of  small  radius  or  through  much  of  an  arc,  in¬ 
troduce  possibilities  of  binding  of  the  cable  or  of  an  appre¬ 
ciable  friction  resisting  the  pull  of  the  cable;  therefore, 
approved  roller  fittings  shall  be  required  wherever  the  pipe 
or  conduit  is  bent  to  a  radius  of  less  than  4  inches,  or 
wherever  the  bend  is  through  an  arc  exceeding  15  degrees, 
except  as  outlined  for  offsets. 

26.  When  connections  to  control  boxes  are  made  from 
below,  it  is  frequently  necessary  to  make  an  offset  in  the 
conduit  to  avoid  a  water  table  or  other  part  of  a  building 
wall.  One  offset  of  not  more  than  2  inches  will  be  permit¬ 
ted  for  each  installation  at  such  points.  The  bends  in  the 
pipe  forming  the  offsets  must  be  carefully  made  to  avoid 
cracking  the  enamel  or  galvanized  coating,  or  the  flattening 
or  cracking  of  the  pipe  or  conduit.  The  amount  of  offset 
shall  not  exceed  2  inches  and  the  length  of  the  offset  shall 
not  be  less  than  five  times  the  amount  of  the  offset.  For 
example,  a  2-inch  offset  must  be  at  least  10  inches  long. 
Single  offsets  only  shall  be  permitted.  Double  offsets  are 
not  acceptable. 


Roller  Fittings: 

27.  For  turns  in  the  conduit  ^greater  than  those  mentioned 
above,  approved  roller  fittings  shall  be  used.  No  roller  fit¬ 
tings  turning  more  than  90  degrees  from  a  straight  line 
shall  be  used. 

Automatic  Control: 

28.  The  fusible  link  which  controls  actuation  of  the  valve 
in  the  event  of  direct  heat,  shall  melt  at  not  less  than  225 
degrees  F.  and  shall  be  so  arranged  as  to  in  no  way  inter¬ 
fere  with  the  manual  means  of  shutting  off  the  gas  which 
is  controlled  by  the  handle  in  box  placed  on  the  face  of  the 
building.  Only  approved  fusible  links  shall  be  used.  Auto¬ 
matic  control  shall  in  no  way  depend  upon  electric  current 
for  its  operation. 

Production  Tests  at  Factory: 

29.  Valves  must  be  tight  under  the  following  tests: 

(a)  Valves  shall  be  mounted  in  the  position  in  which 
they  are  designed  to  operate.  Normal  city  gas  pressure  or 
equivalent  air  pressure  shall  be  applied  to  the  inlet  side  and 
the  valve  shall  completely  shut  off  the  gas  or  air  when 
closed  as  in  normal  operation. 

(b)  To  determine  whether  the  valve  shuts  off  tightly 
under  this  test,  a  tube  shall  be  connected  with  the  outlet 
side  of  the  valve  and  the  outer  end  of  the  tube  shall  be  im¬ 
mersed  in  water  to  a  depth  not  exceeding  one  (l)  inch, 
indicating  leakage  by  bubbles  rising  through  the  water  from 
the  end  of  this  tube. 

(c)  Valves,  after  this  test,  shall  be  capable  of  shutting 
off  ten  (10)  pounds  air  pressure  applied  to  the  inlet  side; 
to  determine,  whether  the  valve  is  tight,  the  test  procedure 
shall  be  as  indicated  in  the  preceding  test. 

.(d)  Valve  bodies  shall  be  strong  enough  to  withstand, 
without  leakage,  one  hundred  (100)  pounds  pressure  applied 
from  either  end  with  the  other  end  closed.  In  this  test 
the  entire  valve,  including  the  stuffing  box,  shall  be  com¬ 
pletely  immersed  in  water,  so  that  leakage  will  be  indicated 
by  bubbles  rising  through  the  water. 

(e)  The  fusible  link  connections  of  eacjj  valve  shall  be 
carefully  tested  to  avoid  prematurely  operating  the  gas  shut¬ 
off  valve  through  vibration  or  concussion.  The  construction 
of  the  fusible  link  connections  shall  be  so  designed  and  made 
that  the  automatic  feature  will  not  operate  through  vibra¬ 
tion  or  concussion. 

(f)  The  entire  process  of  manufacture  of  the  valves 
shall  be  subject  to  inspection  and  review  and  each  valve 
shall  be  tested  at.  the  factory  by  a  recognized  laboratory  or 
agencv  with  facilities  for  making  the  test  prescribed  by  the 
Board  of  Standards  and  Appeals,  and  each  valve  must  bear 
satisfactory  evidence  that  it  has  been  so  tested. 

(g)  Manufacturers  of  gas  shut-off  valves  must  submit 
the  name  or  names  of  said  laboratories  or  agencies  to  the 
Fire  fommissioner  or  the  Tenement  House  Commissioner, 
in  their  respective  jurisdictions,  with  satisfactory  evidence 
of  their  ability  and  facilities  to  properly  carry  out  said 
tests. 

(h)  Valves  and  operating  mechanisms  shall  be  so  de¬ 
signed  and  constructed  that  thev  will  withstand  the  deteriorat¬ 
ing  effects  or  corrosion,  as  evidenced  by  operating  tests. 
Installation  and  Inspection  Tests: 

30.  a.  After  shut-off  valve  is  installed,  it  shall  be  set 
and  operated  to  determine  that  proner  closure  is  secured 
by  operating  the  control  handle.  Particular  care  should 
be  taken  to  observe  that  when  operating  the  control  handle 
no  part  of  the  cable  or  of  its  attachment  to  the  valve 
interferes  in  any  wav  with  the  positive  closure  of  the  valve. 

b.  After  the  above  test,  all  gas  outlets  in  the  building 
must  be  inspected  to  insure  their  being  closed  before  the 
valve  shall  he  set  and  the  gas  turned  on.  Valve  and  con- 
n^^t’cns  shall  also  he  tested  for  leaks  by  applying  a  solution 
of  soap  and  water  to  all  parts,  including  connections  to  gas 
piping. 
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After  the  valve  has  been  used  to  shut  off  gas,  it  shall 
reset  only  by  authorized  corporations,  firms  or  indi- 
[uals,  or  by  members  of  the  Fire  Department. 

1.  Operating  and  installation  corporations,  firms  or  indi- 
luals  responsible  for  the  installation  of  the  gas  shut-off 
ives  shall  permanently  maintain  properly  equipped  service 
tions  in  each  of  the  boroughs  where  they  install  valves. 


Gas  shut-off  valves  and  installations  shall  be  inspected  at 
least  once  a  year  by  members  of  the  Fire  Department  or 
the  Tenement  House  Department,  in  their  respective  juris 
dictions,  or  by  corporations,  firms  or  individuals  authorized 
to  install  gas  shut-off  valves,  as  determined  by  the  Fire 
Commissioner  or  the  Tenement  House  Commissioner,  in 
their  respective  jurisdictions. 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

33-21-S — Angle  Hose  Valve. 

'2-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 
37-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

57-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 
92-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 

147-22- S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

10-22-S — Crocker  Gas  Valve,  approval  of. 

99-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
57-22-S — Burnwell  Mechanical  Burner,  approval  of. 
04-22-S— Dean  Fuel  Oil  Pump,  approval  of. 

05-22-S — Combustion  Fuel  Oil  Burner,  approval  of. 
73-22-S — Anti-Syphon  Valve,  approval  of. 

30-22-S— Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

49-22-S — Coen  Oil  Burner,  approval  of. 

74-22-S— Rodriguez  Oil  Burner,  approval  of. 

91-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

95-22-S — Caloroil  Burner,  approval  of. 

26-22-S— Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA— Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA— Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

23-23-SA— Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 
proval  of. 

24-23-SA— Master  Gas  Shut-Off  Valve,  approval  of. 

25-23-SA— Packless  Gas  Shut-Off  Valve,  approval  of. 
27-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
■32-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
175-23- S A — Wm.  E.  Toelle  Manual  &  Automatic  Gas 
Shut-Off  Valve,  approval  of. 

179-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
!97-23-SA— “Automatic”  Deluge  Valve,  approval  of. 
145-23-SA— Cornell  Falat  Oil  Burner,  approval  of. 
192-23-SA— “Billow”  Class  G.  R.  Oil  Burner,  aoproval  of. 
593-23- S A — “Billow”  Class  C-  R.  F.  Oil  Burner,  approval 
of. 

397-23-S A— Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 
525-23- S A — Tilman- White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-S A— Domestic  Fuel  Oil  Burner,  approval  of. 
B28-23-SA — Powerlight  Oil  Heat  Burner,  approval  of. 
S20-23-SA— Morse  Fuel  Oil  Burning  System,  approval  of 
888-23-SA— Lewis  Oil  Burner,  approval  of. 
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898-23-S A — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

932-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-S A — Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

1050-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of 

1 169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA — Ziegler  Oil  Burner,  approval  of. 

1180-23-SA — Viking  Pump,  approval  of. 

1231-23-SA — Gill  Oil  Burner,  approval  of. 

1246-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 

1339-23-SA— National  Light  Service  Oil  Pump,  approval  of. 

1346-23-SA — Heatiator  Oil  Burner,  approval  of. 

1358-23-SA — Worthington  Oil  Burner,  approval  of. 

1361-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 

1364-23-SA — Staples  &  Pfeiffer  Oil  Burner.  apr"wal  of. 

1415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1 429-23-S A — Kerrihard  Oil  Burner,  approval  of. 

1444-23-S A — Tate- Jones  No.  6  Oil  Burner,  approval  of. 

1484-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 

1493-23-SA— Newport  Rotary  Oil  Burner,  approval  of. 

1538-23-SA— Lillibridge  Oil  Vapor  Burner,  approval  of. 

1550-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 

68-24-SA— May  Burner,  approval  of. 

254-24-S A — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365-24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-SA— Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer- Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA — Faultless  Oil  Burner,  approval  ^  of. 

501-24-SA — Hagan  Swivel  Type  Burner  for  huel  Oil.  ap¬ 
proval  of. 

503-24-SA — Kinney  Rotating  Plunger  Pump,  approval  of. 

536-24-S A — Climax  Oil  Burner,  approval  of. 

654-24-SA— Marvel  Oil  Burner,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of 

735-24-SA — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-SA— Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24*SA — Holmes- Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-S A — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-S A — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 
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939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA— Milnes  Oil  Burner,  approval  of. 

1078-24-SA — Nokol  Automatic  Burner,  approval  of. 
1108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 
1134-24-S A — Peerless  Automatic  Oil  Burner,  approval  of 
1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 
1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 
1162-24-SA— Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 
1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 
1337-24-SA— Sure  Heat  Gravity  Oil  Burner,  approval  of. 


1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 
1361-24-SA — Caloroil  Burner  Type,  A-A,  approval  of. 
1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 
1500-24-SA — Smolensky  Check  Valve,  approval  of. 
1509-24-SA — 'USEM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 
1512-24-SA — Jove  Break  Glass  Pull  Lever  Box,  approval  of. 
19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan  Brilliant  Burner,  approval  of. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant .  applicant  or  petitioner  of  record. 


PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  59s 

Cases  filed  up  to  and  including  April  2,  1925  .  358 

Restored  to  calendar  .  28 

Miscellaneous  Applications. 

Requests  to  reopen  .  46 

Requests  to  amend .  0 

Requests  for  modification  .  14 

Requests  to  rescind .  0 

Requests  for  extension  of  time  .  8 

Requests  for  extension  of  permit  .  3 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans  .  4 

Administrative  requests  .  1 

Requests  for  interpretation .  0 

Total  .  1060 

Disposed  of  .  425 


DISPOSITION  OF  CASES. 

Withdrawn  .  40 

Dismissed  .  17 

Denied  .  58 

Granted  .  2 

Granted  on  condition  .  229 

Appliances  approved  . 

Appliances  dismissed,  disapproved  or  withdrawn .  0 

Rules  approved  .  0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  45 

Requests  to  reopen  denied  .  0 

Requests  to  amend  granted .  0 

Requests  to  amend  denied  . 0 

Requests  for  modification  granted  .  14 

Request  for  modification  denied  .  0 

Requests  to  rescind  granted  .  0 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted .  8 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted .  3 

Requests  for  extension  of  permit  denied .  0 

Requests  to  install  granted  .  0 

Requests  to  install  denied  .  0 

Plans  approved  .  4 

Plans  disapproved  .  0 

Administrative  requests  granted  .  0 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  0 

Requests  withdrawn  or  dismissed .  1 

Total  .  425 


Cases  pending  April  2,  1925  .  635 

HOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building', 

New  York  City. 
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BOARD  OF  STANDARDS  AND  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 

Ames  P.  Holland  John  Dowd 

[enry  L.  Connell  Joseph  B.  Gunnison 

ire  Chief  John  Kenlon  J.  Sarsfield  Kennedy 

homas  J.  Drennan . Fire  Commissioner 

harles  Brady . Supt.  of  Buildings,  Manhattan 

.  J.  Reville . Supt.  of  Buildings,  The  Bronx 

, lbert  E.  Kleinert . Supt.  of  Buildings,  Brooklyn 

ohn  W.  Moore . Supt.  of  Buildings,  Queens 

Vtlliam  J.  McDermott - Supt.  of  Buildings,  Richmond 

William  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

)ffice — Municipal  Building,  Rooms  1001  to  1015. 

'elephone — Worth  0184. 

Jffice  Hours — 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

Ill  communications  should  be  addressed  to  the  chairman 

of  the  board. 


CONTENTS 


NOTICE  IS  HEREBY  GIVEN  THAT  THE 
BOARD  OF  STANDARDS  AND  APPEALS  IS 
NOW  LOCATED  ON  THE  TENTH  FLOOR  OF 
THE  MUNICIPAL  BUILDING,  ROOMS  1001 
TO  1015— NORTH  END  OF  BUILDING. 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  ro. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


This  issue  of  the  Bulletin  contains,  in  the  order 

given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  April  7, 
1925. 

Minutes  of  Meeting,  Board  of  Standards  and  Ap¬ 
peals,  April  7,  1925. 

Notice  of  Public  Hearing. 

Progress  Report. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk's  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  on  Tuesday.  April  14, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  April  21,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 
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DOCKET. 

New  Cases  Filed  Week  Ending  April  9,  1925. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  April  14,  1925,  at  2  p.  m. 


Cal.  No.  Department.  Premises  Affected. 

379-25-BZ . B.B.R.  ...352  Broadway,  W.  New  Brigh- 

-  ton,  Rich.  N.  B.  351-1925. 

378-25-A . F.D . W.  S.  Van  Alst  ave.,  115  ft.  S. 

of  S.  Jane  st.,  L.  I.  City,  Q. 

-  L.  C.  92148. 

377-25- A . F.D . 18-32  Grand  ave.,  Bklyn. 

-  F-72706. 

376-25-BZ . B.B.M.  ..  310  2nd  ave.,  Man. 

■  -  Alt.  491-1925. 

375-25-A . F.D .  86-88  Meserole  st.,  Bklyn. 

-  F-73286. 

374-25-S . F.D .  957-971  Kent  ave.,  Bklyn. 

-  L.  D.  71338. 

373-25-A . F.D .  957-971  Kent  ave.  (rear), 

-  Bklyn.  F-71340-71341. 

372-25-A . F.D .  2343  Hughes  ave.,  Bx. 

-  Order  No.  65- A. 

371-25-BZ . B.B.M.  ..428-432  Cherry  st.,  Man. 

■  -  N.  B.  150-1925. 

370-25- A . F.D .  509  Ave.  S,  Bklyn. 

■  -  Alt.  2078-1924. 

369-25- A . F.D .  284  Chauncey  st.,  Astoria,  Q. 

■  -  L.  C.  95106. 

368-25-S . F.D .  582  5th  ave.,  Man. 

-  L.  D.  67732. 

367-25-BZ . B.B.B.  ...1486-96  Coney  Island  ave., 

-  Bklyn.  Applic.  4451-1925. 

366-25-A . F.D .  637-649  W.  125th  st.,  Man. 

-  Alt.  2088-1924. 

365-25-S . F.D .  2139  3rd  ave.,  Man. 

-  L.  D.  71014. 

364-25-BZ . B.B.M.  ..9-17  Bainbridge  st.,  Bklyn. 

-  Applic.  4186-1925. 

363-25-BZ . B.B.M.  . .  E.  S.  Private  Right-of-Way, 

226  ft.  N.  of  84th  st.,  Bklyn. 

-  Applic.  2398-1925. 

362-25-S . B.B.M.  ..  231-239  W.  29th  st.,  Man. 

-  N.  B.  18-1925. 

361-25-S . B.B.M.  ..41  W.  57th  st.,  Man. 

-  N.  B.  155-1925. 

360-25-A . F.D .  695  Atlantic  ave.,  Bklyn. 

-  L.  C.  88792. 

359-25-BZ . B.B.B.  ...1026-1042  Liberty  st.,  Bklyn. 

-  Applic.  2926-1925. 

Restored  to  Calendar. 

25-25-S . F.D .  35-37  Ormond  pi.,  Bklyn. 

L.  D.  69835. 


F.D.  .. 
H.D.  .. 
B.B.B.  . 
B.B.Bx. 
B.B.M. 
B.B.Q. 
B.B.R. 
T.H.D. 


CODE. 


. Fire  Department 

. Health  Department 

. .  .Bureau  of  Buildings,  Brooklyn 

. Bureau  of  Buildings,  Bronx 

.Bureau  of  Buildings,  Manhattan 
...  .Bureau  of  Buildings,  Queens 
. .  Bureau  of  Buildings,  Richmond 
....Tenement  House  ^-^artment 


Building  Zone  Cases. 

188-25-BZ. 

APPLICANT — 'Samuel  Rosenblum,  for  William  C.  Perry, 
owner. 

PREMISES — 348  West  132nd  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  the  1st  story  from  residence  use  to  the 
undertaking  business. 


191-25-BZ. 

APPLICANT — James  W.  Byrnes,  for  Bernard  Kiritz, 
owner. 

PREMISES — 1209-1211  Putnam  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  and  “C”  *irea  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles,  also  the  omis¬ 
sion  of  a  rear  yard  required  by  the  building  zone 
resolution. 

19'7-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Elsie  Levy,  Clara 
Sarnof  and  Maurice  Oppenheimer,  by  Mortimer 
Kraus,  his  attorney  in  fact,  owners. 

PREMISES — 1279-1285  Jerome  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles. 

206-25-BZ. 

APPLICANT: — William  F.  Doyle,  for  J.  V.  Cannizaro, 
owner. 

PREMISES — 94-96  Avenue  U,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1041-24-BZ. 

APPLICANT — 330  West  95th  Street  Corp.,  owner. 

PREMISES — '156-166  West  End  avenue,  Manhattan. 

TO  PERMIT  in  a  business  district  the  alteration  and  also 
the  conversion  of  occupancy  of  a  building  occupied 
as  a  storage  warehouse  to  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  April  14,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24- A — 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

904-24-A — 235-239  West  23rd  street,  Manhattan. 
1069-24-A — 1227-231  East  22nd  street,  Manhattan. 
1376-24-A — 2920-2940  Broadway,  Manhattan. 

1498-24-A — 51  West  3rd  street,  Manhattan. 

1535-24-A — 169-195  West  street,  Brooklyn. 

1540-24-A — 472-482  Knickerbocker  avenue  and  230-242 
Bleecker  street,  Brooklyn. 

1119-22-A — 237  St.  Nicholas  avenue,  Brooklyn. 

1375-24-A — 2920-2940  Broadway,  Manhattan. 

1378-24-A — 2920-2940  Broadway,  Manhattan. 

40-25- A — Spuyten  Duyvil  Parkway  and  227th  street,  The 
Bronx. 

1367-24-A — 450-458  West  34th  street,  Manhattan, 

79-25 -A — 6-16  West  16th  street  and  7-23  West  15th  street, 
Manhattan. 

1247-24-A — 202  Flatbush  avenue,  Brooklyn. 
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ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  608  Westchester  avenue, 
southwest  corner  of  Cauldwell  avenue, 
The  Bronx. 


Under  the  Building  Zone  Resolution 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 

t  a  public  hearing  under  the  provisions  of  the  building 

ine  resolution  Tuesday  morning,  April  14,  1925,  at  10 

clock,  in  Room  1013,  Municipal  Building,  on  the  following 

atters : 

\l.  no.  1532-24-BZ — Application,  December  29,  1924,  under 
the  building  zone  resolution,  of  Moore 
and  Landsiedel,  architects,  on  behalf  of 
Adele  Santini,  owner,  to  permit  in  a 
residence  district  extending  from  _  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for 
business  purposes;  premises  east  side  of 
Jerome  avenue,  100  feet  south  of  East 
190th  street,  The  Bronx. 

al.  no.  98-25-BZ— Application,  January  23,  1925,  under 
the  building  zone  resolution,  of  John 
DeHart,  applicant,  on  behalf  of  Knick¬ 
erbocker  Tee  Co.,  owner,  to  permit  in 
a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  305-313  West  67th 
street  and  308  West  68th  street,  Man¬ 
hattan. 

•al.  no.  305-24-BZ — (Application,  March  3,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of 
Emanuel  Strauss,  owner,  previously 
denied,  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  dis¬ 
trict,  and  also  in  a  “B”  area  district, 
the  conversion  of  occupancy  from  a  five 
(5)  car  garage  and  storage  use  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  1139 
Ogden  avenue,  The  Bronx. 

cal.  NO.  1393-24-BZ— Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  246-250  Dyck- 
man  street,  Manhattan. 

cal.  NO.  1394-24-BZ — Application,  November  24,  1924^  under 
the  building  zone  resolution,  of  Edward 
P.  Doyle,  applicant,  on  behalf  of  New 
t  York  Consolidated  R.  R.  Co.  and  New 

York  Rapid  Transit  Corp.,  owners,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  sell¬ 
ing  station ;  premises  464  Flatbush  ave¬ 
nue,  Brooklyn. 

cal.  no.  27-25-BZ — Application,  January  8,  1925,  under  the 
building  zone  resolutoin,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Efficient 
Building  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
t  premises  east  side  of  Jerome  avenue, 

200  ft.  north  of  Clifford  place,  The 
i  Bronx. 

i  cal.  no.  1415-24-BZ — Application,  December  1,  1924,  under 

the  building  zone  resolution,  of  John  E. 
Kerby,  applicant,  on  behalf  of  Harry 
Abramowitz,  owner,  to  permit  in  a  busi- 

r 


cal.  no.  997-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  D. 
Coppersmith,  owner,  to  permit  partly 
in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  112-144  East  98th  street, 
Brooklyn. 

cal,  no.  82-25-BZ — Application,  January  20,  1925,  under  the 
building  zone  resolution,  of  George 
McCauslan,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  gasoline  selling 
station ;  premises  northeast  corner  of 
Bronx  boulevard  and  East  219th  street, 
The  Bronx. 

cal.  no.  465-23-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Amanda  B.  Manee,  owner,  previously 
withdrawn,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  east 
side  of  River  avenue,  100  ft.  south  of 
East  167th  street,  The  Bronx. 

cal.  no.  1480-24-BZ — Application,  December  16,  1924,  under 
the  building  zone  resolution,  of  Emil 
Guterman,  applicant,  on  behalf  of  Paola 
Gerardi,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  105-107  Jackson  street,  Brook¬ 
lyn.  ' 

CAL.  no.  1407-24-BZ — Application,  November  26,  1924,  under 
the  building  zone  resolution,  of  Mc¬ 
Lain  Realty  Company,  applicant  and 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  6-8  Lin¬ 
den  street,  Flushing,  Borough  of 
Queens. 

CAL.  NO.  120-25-BZ — 'Application,  January  27,  1925  under 
the  building  zone  resolution,  of  Emery 
Roth,  architect,  on  behalf  of  232  Madi¬ 
son  Ave.  Corp.,  owner,  to  permit  in  a 
business  and  1J4  times  height  district 
the  erection  of  the  street  walls  to  a 
height  exceeding  the  limit  required  by 
the  building  zone  resolution;  premises 
232  Madison  avenue  and  15-17  East  37th 
street,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 
Tuesday,  April  14,  1925,  at  2  p.  m. 
Appeals  from  Administrative  Orders. 

48-25-A — 65  Fulton  street,  Manhattan. 
121-25-A — 230  Corbin  place,  Brooklyn. 
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122r25-A' — 57  East  72nd  street,  Manhattan. 

123- 25-A — <132  West  74th  street,  Manhattan. 

124- 25-A — 13  Van  Dam  street,  Manhattan. 

125- 25-A — -West  side  of  Malba  drive,  intersection  of 

Fourth  avenue,  Malba,  Queens. 

128-25-A— 379-385  De  Kalb  avenue,  Brooklyn. 

131-25-A — 900  Metropolitan  avenue,  Brooklyn. 

71-25-A — 81-83  Fulton  street  and  53-57  Gold  street,  Man¬ 
hattan. 

96-25-A — 78-88  Prince  street,  Brooklyn. 

1188-24-A — 37-65  Franklin  avenue  and  22-46  Skillman  street, 
Brooklyn. 

1300-24-A — 20-22  Bogart  street  and  2-8  Rock  street,  Brook¬ 
lyn. 

6 1-23 -A — 1078  Willoughby  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  April  14,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters: 

cal.  972-24-BZ— Application,  February  17,  1925,  under  the 
building  zone  resolution,  of  Deiches, 
Goldwater  &  Flynn,  applicants,  on  be¬ 
half  of  Edward  R.  and  Edward  L. 
Finch,  trustees  for  A.  R.  Finch,  owner, 
previously  denied,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles: 
premises  1273  Cromwell  avenue,  The 
Bronx. 

cal.  no.  1149-24-BZ — 'Application,  September  19,  1924,  under 
the  building  zone  resolution,  of  Walter 
B.  Wills,  architect,  on  behalf  of  Her¬ 
man  W.  Bruning,  owner,  to  permit  in 
a  residence  district  the  alteration  and 
■conversion  of  occupancy  from  a  stable 
to  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
63-63 3^  Schaeffer  street,  Brooklyn. 

CAL.  NO.  7-26-BZ— -Application,  January  2,  1925,  under  the 
building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Gil¬ 
man,  _  Schlesinger  Bldg.  Co.,  owner,  to 
permit  in  a  residence  and  1J4  times 
height  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for 
business  purposes,  also  the  erection  of 
the  street  wall  to  a  height  exceeding 
the  limit  required  by  the  building  zone 
resolution;  premises  1896-1898  Arthur 
avenue,  The  Bronx. 

cal.  no.  175-25-BZ — Application,  February  13,  1925,  under 
the  building  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Louis 
Marcus,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  307-313  Rutledge  street, 
Brooklyn. 

cal.  no.  564-19-BZ— Application,  March  17,  1925,  under  the 
building  zone  resolution,  of  Frederick 
J.  Flynn,  applicant,  on  behalf  of  Adolph 
Lewisohn,  owner,  to  permit  in  a  resi- 
r  __  dence  district  extending  from  a  busi- 

L  -  ness  district  the  erection  and  mainte¬ 


nance  of  a  theatre  building  (previously 
granted  by  the  board;  such  grant  hav¬ 
ing  expired  July  11,  1923,  under  the 
time  limit  imposed  in  the  resolution) 
premises  4023-4039  Broadway,  600-61* 
West  170th  street  and  603-605'  Wesl 
169th  street,  Manhattan. 

CAL.  NO.  698-22-BZ — Application,  March  17,  1925,  under  the 
building  zone  resolution,  of  Emma  J 
Wright,  applicant  and  owner,  to  per 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage 
of  five  (5)  pleasure  motor  vehicles 
three  (3)  spaces  rented  to  persons  nol 
residing  on  the  premises  (previously 
granted  by  the  board  for  a  temporary 
period  of  two  years)  ;  premises  51 
Evelyn  place,  The  Bronx. 

CAL.  NO.  621-24-BZ— Application,  March  17,  1925,  under  the 
building  zone  resolution,  of  Williair 
F.  Doyle,  applicant,  on  behalf  of  Dex¬ 
ter  Holding  Corp.,  owner,  to  permit  ir 
a  business  district  the  erection  and 
maintenance  of  a  three-story  garage 
(previously  granted  by  the  board  for 
two  stories)  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
234-240  East  54th  street,  Manhattan. 

cal.  no.  45-25-BZ — Application,  January  12,  1925,  under  the 
building  zone  resolution,  of  Victor 
C.  Farrar,  architect,  on  behalf  of  40th 
Street  and  Park  Avenue,  Inc.,  owner, 
to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  office  purposes ;  premises 
90-98  Park  avenue  and  38-40  East  40th 
street,  Manhattan. 

William  E.  Walsh,  Chairman. 


SPECIAL  NOTICE 

All  cases  scheduled  for  hearing  by  the  board  of  appeals 
for  March  27,  1925,  at  10  a.  m.,  have  been  postponed  on 
request  of  applicants  and  set  for  hearing  at  a  special  meet¬ 
ing  to  be  held  on  April  17,  1925,  at  10  a.  m. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Friday,  April  17,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1002-24-A — 401-417  Seventh  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

L OTICE  IS  HEREBk  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Friday  morning,  April  17,  1925,  at  10  a.  m., 
in  Room  1013,  Municipal  Building,  on  the  following  matters: 
cal.  no.  1369-24-BZ — Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

cal.  no.  1506-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  Edward 
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P.  Doyle,  applicant,  on  behalf  of  Vin¬ 
cent  C.  Pepe,  owner,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  59-61  Carmine  street,  Man¬ 
hattan. 

kl.  no.  1057-24-BZ— Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  and  also  within  a 
“B”  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution  ;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 

no.  1298-23-iBZ — Application,  July  8,  1924,  under  the 
building  zone  resolution,  of  McIntyre 
&  O’Leary,  applicants,  on  behalf  of 
Vincenzo  Gargiulo,  owner,  previously 
denied,  to  permit  partly  in  a  business 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  3200  Villa 
avenue,  The  Bronx. 

;al.  no.  1007-34-BZ— Application,  August  6,  1924,  under 
the  building  zone  resolution,  of  K. 
Thomas  Short,  applicant,  on  behalf  of 
Homack  Construction  Co.,  owner,  to 
permit  partly  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  a  building 
to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  103-12  to  20  East 
Roosevelt  avenue,  Corona,  Queens. 

cal.  no.  378-24-BZ — 'Application,  March  11,  1924  under  the 
building  zone  resolution,  of  John  J. 
Dunmgan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
•  business  district  the  erection  and  main¬ 

tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles, 
premises  1101-1109  Union  avenue,  The 
Bronx. 

CAL.  NO.  136-24-BZ— Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles, 
premises  809  Union  avenue,  Tht 
Bronx. 


erected  under  a  previous  resolution  of 
the  board;  premises  101-107  West  188th 
street  and  2451-2457  University  avenue, 
The  Bronx. 

cal.  no.  1197-23-BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Vivadou  Realty  Co.,  owner,  for  a 
modification  of  the  resolution  granted 
by  the  board  on  December  14,  1923; 
premises  712-748  Southern  boulevard, 
The  Bronx. 

cal.  no  1367-23  BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,-  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

pal.  no.  1461-24-BZ — Application,  December  11,  1924,  under 
the  building  zone  resolution,  of  John 
Dunnigan,  applicant,  on  behalf  of  Louis 
Koenig,  owner,  to  permit  partly  in  a 
business  district  and  partly  an  a  resi¬ 
dence  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  north  side  of  East  170th  street, 
100  ft.  east  of  Fulton  avenue,  The 
Bronx.* 

cal.  no.  1156-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  1434-24-BZ — Application,  December  4,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Otto 
J.  Schwartzler,  owner,  to  permit  in  a 
business  district  the  alteration  and 
extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  1728-1750  Morris  avenue,  The 
•  Bronx. 

William  E.  Walsh,  Chairman. 


*Correct  location  is  100  ft.  ivest  of  Fulton  avenue. 


cal.  no.  811-24-BZ — Application,  June  L7,  1924,  under  the 
building  zone  resolution,  of  John  J- 
Dunnigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

cal.  no.  812-24-BZ— Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J- 
Dunnigan,  applicant,  on  behalf  of  Sadie 
Corn,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  a  business  building  which  was 
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CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  April  21,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

237-25-BZ. 

APPLICANT— Wm.  F.  Doyle,  for  Bee  Dee  Realty  Co. 
owner. 

PREMISES— 38-44  State  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 


CALENDAR 


1358-24-BZ. 

APPLICANT — Murray  Klein,  for  Lirpa  Realty,  owner. 

PREMISES — 57-59  West  132nd  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  alteration  and  con¬ 
version  of  occupancy  from  a  stable  for  more  than 
five  (5)  horses  to  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  April  21,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

136- 25-A — Northwest  corner  of  Woodhaven  avenue  and 

Ridgewood  avenue,  Woodhaven,  Queens, 

137- 25-A— 95  Buckingham  road,  Brooklyn. 

138- 25-A — Foot  of  Amity  and  Congress  streets,  Brooklyn. 

139- 25-A — 48-56  Hamilton  avenue,  Brooklyn. 

160- 25-A — (225  West  254th  street,  The  Bronx. 

161- 25-A— Northeast  corner  of  Shore  road  and  96th  street, 

Brooklyn. 

162- 25-A — Northeast  corner  of  Waldo  avenue  and  Living-. 

ston  avenue,  The  Bronx. 

168-25-A — 57-59  Second  avenue,  Manhattan. 

176-25-A — 642  West  57th  street,  Manhattan. 

1433-24-A — 16-26  Northern  avenue,  Manhattan. 

1462-24-A — >186-188  Wooster  street,  Manhattan. 

1508-24-A — 420-438  Oakland  street  and  1-11  Paidge  ave¬ 
nue,  Brooklyn. 

54-25-A — 248-254  West  60th  street  and  519-555  West  59th 
street,  Manhattan. 

1401-24-A — 6701  Ridge  boulevard,  Brooklyn. 

1510-24-A— -1038  Ocean  avenue,  Brooklyn. 

182-25-A — East  side  Ranton  street,  corner  of  Newtown 
Creek,  Brooklyn. 

16-24-A — 1342  Park  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  -GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  April  21,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  5-25-BZ — Application,  January  2,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Irville 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5).  motor  vehicles; 
premises  northwest  corner  of  Cortel- 
you  road  and  Gravesend  avenue,  Brook¬ 
lyn. 

cal.  no.  402-24-BZ — Application,  March  18,  1924,  under  the 
building  zone  resolution,  of  Charles  H. 
Mohr,  applicant,  on  behalf  of  Mohr- 
Steiber  Holding  Co.,  Inc.,  owner,  to 
permit  in  a  business  district  the  main¬ 
tenance  of  a  prohibited  use,  iron  works 
in  the  first  story  and  in  the  cellar  of 
an  existing  building;  premises  449  West 
46th  street,  Manhattan. 

cal.  NO.  1421-24-BZ — Application,  December  2,  1924,  under 
the  building  zone  resolution,  of  David 
G.  Ludins,  applicant,  on  behalf  of 
Elliot  Place  Holding  Co.,  owner,  to 
permit  in  a  residence  district  extending 
from  a  business  district  the  erection 
and  maintenance  of  a  business  building; 


premises  southeast  corner  of  Jerome 
avenue  and  Elliot  place,  The  Bronx. 

cal.  no.  1539-24-BZ — Application,  December  31,  1924,  under 
the  building  zone  resolution,  of  Charles 
E.  Anderson,  applicant,  on  behalf  of 
George  V.  Fink  and  L.  F.  Fink,  Inc., 
owner,  to  permit  in  a  residence  and 
“E”  area  district  the  erection  and  main¬ 
tenance  of  a  building  nearer  than  ten 
(10)  feet  from  the  street  line;  contrary 
to  section  15,  subdivision  (d)  of  the 
building  zone  resolution;  premises  1977 
East  22nd  street,  Brooklyn. 

cal.  no.  52-25-BZ — Application,  January  12,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
Richard  Weber,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  266-278  Park  circle,  Brooklyn. 

cal.  no.  1252-24-BZ — Application,  October  22,  1924,  under 
the  building  zone  resolution,  of  Morris 
Perlstein,  architect,  on  behalf  of  Rite- 
built  Realty  Corp.,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  cf  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  northwest  corner  of 
Forest  avenue  and  Linden  street, 
Ridgewood,  Borough  of  Queens. 

cal.  no.  1268-24-BZ — -Application,  October  25,  1924,  under 
the  building  zcne  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Will¬ 
iam  IT.  Seaich,  owner,  to  permit  in  a 
business  district  the  conversion  of  oc¬ 
cupancy  from  storage  purposes  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  142- 
156  East  31st  street,  Manhattan. 

cal.  no.  275-25-BZ— Application,  March  11,  1925,  under 
the  building  zone  resolution,  of  Leo  S. 
Sheridan,  applicant  and  owner,  Maur¬ 
ice  F.  Hickey,  lessee,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  88-110  Crown  street,  Brook¬ 
lyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  April  21,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

982-24-S- — 614-618  West  131st  street,  Manhattan. 
18-25-S — 12  East  56th  street,  Manhattan. 

1495-24-S — 45  Maiden  lane,  Manhattan. 

28-25-lS — 17  East  54t-h  street,  Manhattan. 

42-25-S — 349-351  West  26th  street,  Manhattan. 
112-25-S — (333  Seventh  avenue,  Manhattan. 

163-25-Sr — 4049  Third  avenue,  The  Bronx. 

172- 25-S — 535-547  West  45th  street,  Manhattan. 
174-25-S — 105-117  Madison  avenue,  Manhattan. 
198-25-S — 566-568  Seventh  avenue,  Manhattan. 

129-25-S — 1596  Broadway,  Manhattan. 

147-25-S — J210  Bowery,  Manhattan. 

173- 25JS — 4  Fast  53rd  street,  Manhattan. 
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78-25-S — 391  Washington  street,  Manhattan. 

87-25-S — 00  East  3rd  street,  Manhattan. 

86-25-S — 33  West  56th  street,  Manhattan. 

25-25-S — 35-37  Ormond  place,  Brooklyn. 

Appliances  Submitted  for  Approval. 

195-24-SA — Deming  Power  Rotary  Force  Pump,  approval 
of. 

154-25-SA— Edwards  Solenoid  Type  Bell,  approval  of. 
>42-25- SA— Derby  Closed  Circuit  Automatic  Sprinkler  and 
'Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 


BOARD  OF  APPEALS. 

Tuesday,  Ap-ril  28,  1925,  at  10  a.  in. 

Appeals  from  Administrative  Orders. 

103-25-A— South  side  of  West  250th  street,  128  ft.  west  of 
Goodridge  avenue,  The  Bronx. 

156-25-A — 350  West  44th  street,  Manhattan. 

195- 25-A — 262  West  End  avenue,  Brooklyn. 

196- 25- A— 316  West  91st  street,  Manhattan. 

669-24-A— 37-39  East  28th  street,  Manhattan. 

588- 24-A— 250  Hudson  street,  Manhattan. 

589- 24-A — 43-45  Wooster  street,  Manhattan. 

99 -25- A — 220  Corbin  place,  Brooklyn. 

447-24-A— 8746  123rd  street,  Richmond  Hill,  Queens. 

496-24-A— 205-207  West  33rd  street,  Manhattan. 

402-24-A — 1775  Broadway,  Manhattan. 

840-23-A— 3587-3589  Broadway,  Manhattan. 

414-24- A — 4104-1122  Webster  avenue,  The  Bronx. 

867-23-A — 2711  Webster  avenue,  The  Bronx. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 

}f  a  public  hearing  under  the  provisions  of  the  building  zone 

'esolution,  Tuesday  morning,  April  28,  1925,  at  10  o  clock, 

n  Room  1013,  Municipal  Building,  on  the  following  matters : 

:al.  no.  109 1-24- BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valbalia  Corporation,  owner,  t  a  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

CAL.  NO.  57-25-BZ — Application,  January  13,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Bres- 
lauer  Construction  Co.,  Inc.,  owner,  to 
permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  dis¬ 
trict,  of  a  proposed  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1933-1935  Cedar  ave¬ 
nue,  The  Bronx. 

cal.  no.  1038-24-BZ — Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  ’Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn 


cal.  no.  1400-23-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Turin  Garage  and  Supply  Co.,  Inc., 
owner,  previously  withdrawn,  to  permit 
in  a  residence  district  the  alteration 
and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  55  West  93rd 
street,  Manhattan. 

cal.  no.  1437-23-BZ — Application,  March  31,  1925,  under 
the  building  zone  resolution,  of  C.  &  M. 
Garage,  Inc.,  applicant  and  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles  (previously  granted  by  the 
board,  December  23,  1924)  ;  premises 
235-249  West  154th  street,  Manhattan. 

cal.  no.  110-25-BZ — Application,  January  26,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Brecher  Building  Corp.,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  southeast  cor¬ 
ner  of  Washington  avenue  and  Fifth 
avenue,  Long  Island  City,  Queens. 

cal.  no.  143-25-BZ — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Lottie  Snyder,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  buildings  to  be  used 
for  store  purposes  only  on  the  1st 
story;  premises  7601-23  21st  avenue, 
Brooklyn. 

cal.  no.  194-23-BZ— Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Richard 
J.  Cullinan,  applicant,  on  behalf  of 
Joseph  Rosenzweig,  owner,  to  permit 
in  a  business  district  extending  from 
an  unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  north  side  of  West 
170th  street,  11.33  ft.  west  of  Crom- 
wTell  avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  April  28,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

146-25-A — 513  East  59th  street,  Manhattan. 

148-25-A— 264-284  Furman  street,  Brooklyn. 

171-25-A — 427-429  West  13th  street  and  428-430  West  14th 
street,  Manhattan. 

201-25-A — '102  Fulton  street,  Manhattan. 

208-25-A — 37  West  3rd  street,  Manhattan. 

227-25-A — 105  Onslow  place,  Kew  Gardens,  Queens. 

331-24-A— 508-534  West  212th  street,  Manhattan. 

285-25-A— 523-545  Fulton  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  April  28,  1925,  at  ~ 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 
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CAL.  NO.  166-25-BZ — Application,  February  9,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Hallert  Realty  Corp.,  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  store  purposes;  premises  178-186 
Parkside  avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  May  5,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1377-24-A — 2920-2940  Broadway,  Manhattan. 

65-25-A — 22  East  57th  street,  Manhattan. 

133-25- A — 375  Canal  place,  The  Bronx. 

141-25-A — 445-451  West  30th  street,  Manhattan. 

219-25-A — 8739-8765  126th  street,  Richmond  Hill,  Queens. 

223-25-A — 2406-14  Myrtle  avenue,  Ridgewood,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May  5,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1092-24-BZ— Application,  March  24,  1925,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 


age  of  more  than  five  (5)  motor  ve¬ 
hicles  (previously  denied  by  the  board)  ; 
premises  331  East  184th  street,  The 
Bronx. 

William  E.  Walsh,  Chairman. 

BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  May  5,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

192- 25-S — ‘16  West  31st  street,  Manhattan. 

193- 25-S— ill  West  31st  street,  Manhattan. 

209-25-S — 427  Fourth  avenue,  Manhattan. 

21 1-25- Si — 20  Starr  street,  Brooklyn. 

224-25-S — 38  Great  Jones  street,  Manhattan. 

126-25-S — 14  East  55th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

1332-24-S— 101-103  West  42nd  street  and  737-745  Sixth 
avenue,  Manhattan. 

80^25-S — 23  West  56th  street,  Manhattan. 

1493-24-S — 30  East  9th  street,  Manhattan. 

1249-24-S — 157-161  West  29th  street,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  May  8,  1925,  at  10  a.  m. 

Rule. 

77-25-SR— Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  APRIL  7,  1925. 

Present:  Chairman  Walsh,  Messrs.  Dowd,  Gunnison, 
Holland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  March  31,  1925,  and 
the  minutes  of  the  special  meeting  of  the  board  of  ap¬ 
peals,  held  on  Tuesday  afternoon,  March  31,  1925,  were 
approved  as  published  in  the  Bulletin,  No.  14,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

331-24-A. 

APPELLANT — Board  of  Education,  City  of  New 
York,  owner. 

SUBJECT- — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 508-534  West  212th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Charles  Tilgner. 

ACTION  OF  BOARD — Appeal  laid  over  to  April  28, 
1925,  at  2  p.  m.,  on  request  of  appellant’s  repre¬ 
sentative. 


16-24-A. 

APPELLANT — David  M.  Jones,  for  Philip  Wald  and 
S.  Buchman,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1342  Park  avenue,  Manhat¬ 
tan. 


APPEARANCES— 

For  Appellant:  David  M.  Jones. 

ACTION  OF  BOARD — Appeal  laid  over  to  April  21, 
1925,  at  10  a.  m. 


100-25-A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  C.  F. 
Williams,  owner. 

SUBJECT  Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— West  side  Spuyten  Duyvil 
parkway,  104.14  feet  north  of  West  231st  street, 
The  Bronx. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

AC1ION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland  and 


Fire  Chief  Kenlon  .  6 

Negative  .  o 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


(100-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  C.  F.  Williams, 
owner,  filed,  January  23,  1925,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  west  side  of  Spuyten  Duyvil  parkway, 
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,.14  ft.  north  of  West  231st  street,  Borough  of  Bronx; 

1 

jVhereas,  the  decision  of  the  fire  commissioner,  rendered 
cembcr  30,  1924,  in  acting  on  Alteration  Application  No. 

1 6-24,  reads : 

“3.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  representative  and  aft¬ 
erwards  coated  with  a  suitable  rust  resisting  mate¬ 
rial. 

“7.  Note  on  plan :  ‘Piping  will  be  tested  in  pres¬ 
ence  of  a  Fire  Department  Representative.’ 

“11.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 
d  ...  .  . 

Whereas,  the  building  is  non-fireproof,  2J4  stories  in 
■gilt,  33  ft.  by  37  ft.  in  area;  OCCUPIED  as  a  dwelling; 
d 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
isisting  of  a  700-gallon  fuel  oil  storage  tank  buried  out- 
e  the  premises,  a  55-gallon  auxiliary  tank,  a  Nokol 
rner  and  the  necessary  valves  and  piping  to  complete 
2  installation ;  and 

Whereas,  appellant  requests  that  a  sworn  affidavit  to 
;  effect  that  the  tank  has  undergone  a  shop  test  be  ac- 
ited;  and  contends  that  the  installation  conforms  with 
e  fuel  oil  rules  in  all  other  respects,  excepting  in  that 
:  burner  is  not  an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
cl  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
granted,  as  to  Item  3,  on  condition  that  certificate  of  fac- 
y  test  shall  be  filed  with  the  fire  commissioner;  as  to 
>m  7,  on  condition  that  all  piping  used  throughout  the 
dallation  shall  be  of  standard  wrought  iron ;  as  to  Item 
,  on  condition  that  the  door  of  the  fire-box  of  boiler 
all  be  equipped  with  self-closing  device;  and  that  the 
stallation  shall  comply  with  the  fuel  oil  rules  in  all  other 
spects. 


t-25-A. 

;  PPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Mrs.  M. 
Kelly,  owner. 

JBJECT — Appeal  from  decision  of  fire  commissioner. 
REMISES  AFFECTED— 727  Avenue  L,  Brooklyn. 
PPEARANCES — 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

CTION  OF  BOARD — Appeal  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon  .  6 

Negative .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(101-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Mrs.  M.  Kelly, 
vner,  filed,  January  23,  1925,  an  appeal,  with  the  board 
appeals,  from  a  decision  of  the  fire  commissioner,  af- 
cting  premises  727  Avenue  L,  Brooklyn;  and 
Whereas,  the  decision  of  the  fire  commissioner,  reti¬ 
red  December  29,  1924,  in  acting  on  Alteration  Applica- 
M  No.  2641-24,  reads : 

“3.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative  and 
afterwards  coated  with  a  suitable  rust  resisting  ma¬ 
terial. 

“6.  Note  on  plan :  ‘Piping  will  be  tested  in  presence 
of  a  Fire  Department  Representative.’ 

“9.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 

id 

1  Whereas,  the  building  is  frame,  two  stories  in  height, 
1  ft.  by  34  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 


Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  275-gallon  fuel  oil  storage  tank  buried  out¬ 
side  the  premises,  a  55-gallon  auxiliary  tank,  a  Nokol 
burner  and  the  necessary  valves  and  piping  to  complete  the 
installation ;  and 

Whereas,  appellant  requests  that  a  sworn  affidavit  to 
the  effect  that  the  tank  has  undergone  a  shop  test  be  ac¬ 
cepted  ;  and  contends  that  the  installation  conforms  with 
the  fuel  oil  rules  in  all  other  respects,  excepting  in  that 
the  burner  is  not  an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  3,  on  condition  that  certificate  of 
factory  test  shall  be  filed  with  the  fire  commissioner ;  as 
to  Item  6,  on  condition  that  all  piping  used  throughout  the 
installation  shall  be  of  standard  wrought  iron ;  as  to  Item 
9,  on  condition  that  the  door  of  fire-box  of  boiler  shall 
be  equipped  with  self-closing  device;  and  that  the  installa¬ 
tion  shall  comply  with  the  fuel  oil  rules  in  all  other  respects. 


102-25- A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  J.  Louis, 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 2597  Grand  Concourse,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd.  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 


THE  RESOLUTION: 

(102-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  J.  Louis,  owner, 
filed,  January  23,  1925,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  2597  Grand  Concourse,  Borough  of  Bronx ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  30,  1924,  in  acting  on  Alteration  Application 
No.  2658-24,  reads : 

“4.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative  and  aft¬ 
erwards  coated  with  a  suitable  rust  resisting  material. 

“7,  Note  on  plan :  ‘Piping  will  be  tested  in  pres¬ 
ence  of  a  Fire  Department  Representative.’ 

“10.  Burners  must  be  of  a  tvne  approved  by  the 
Board  of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  non-fireproof,  2lA  stories  in 
height,  30.6  ft.  by  51  ft.  in  area;  OCCUPIED  as  a  dwell¬ 
ing  ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  500-gallon  fuel  oil  storage  tank  buried  out¬ 
side  the  premises,  a  55-gallon  auxiliary  tank,  a  Nokol 
burner  and  the  necessary  valves  and  piping  to  complete 
the  installation ;  and 

Whereas,  appellant  requests  that  a  sworn  affidavit  to 
the  effect  that  the  tank  has  undergone  a  shop  test  be  ac¬ 
cepted :  and  contends  that  the  installation  conforms  with 
the  fuel  oil  rules  in  all  other  respects,  excepting  in  that 
the  burner  is  not  an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  4,  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner;  as  to 
Ttem  7.  on  condition  that  all  piping  used  throughout  the 
installation  shall  be  of  standard  wrought  iron ;  as  to  Item 
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10,  on  condition  that  the  door  of  fire-box  of  boiler  shall 
be  equipped  with  self-closing  device;  and  that  the  installa¬ 
tion  shall  comply  with  the  fuel  oil  rules  in  all  other  respects. 


104-25-A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  W.  J. 
Bird,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 12  Smart  street,  Flushing, 
Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  .  _  - 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(104-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  W.  J.  Bird, 
owner,  filed,  January  23,  1925,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of  the  fire  commissioner,  affect¬ 
ing  premises  12  Smart  street,  Flushing,  Borough  of  Queens ; 
and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  29,  1924,  in  acting  on  Alteration  Application  No. 
2642-24,  reads: 

“2.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  representative  and  aft¬ 
erwards  coated  with  a  suitable  rust  resisting  mate¬ 
rial. 

“6.  Note  on  plan :  ‘Piping  will  be  tested  in  pres¬ 
ence  of  a  Fire  Department  Representative.’ 

“11.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  frame,  two  stories  in  height, 
24  ft.  by  19  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  700-gallon  fuel  oil  storage  tank  buried  out¬ 
side  the  premises,  a  55-gallon  auxiliary  tank,  a  Nolcol 
burner  and  the  necessary  valves  and  piping  to  complete 
the  installation ;  and 

Whereas,  appellant  requests  that  a  sworn  affidavit  to 
the  effect  that  the  tank  has  undergone  a  shop  test  be  ac¬ 
cepted;  and  contends  that  the  installation  conforms  with 
the  fuel  oil  rules  in  all  other  respects,  excepting  in  that 
the  burner  is  not  an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  2,  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner ;  as  to 
Item  6,  on  condition  that  all  piping  throughout  the  installa¬ 
tion  shall  be  of  standard  wrought  iron;  as  to  Item  11,  on 
condition  that  the  door  of  the  fire-box  of  boiler  shall  be 
equipped  with  self-closing  device;  and  that  the  installa¬ 
tion  shall  comply  with  the  fuel  oil  rules  in  all  other  respects. 


105-25-A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Paul  T. 
Wise,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 128  Maple  avenue,  Flush¬ 
ing,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  . 

Negative  . 

Absent:  Mr.  Kennedy  . 

THE  RESOLUTION: 

(105-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Paul  T.  Wise 
owner,  filed,  January  23,  1925,  an  appeal,  with  the  boarc 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af 
fecting  premises  128  Maple  avenue,  Flushing,  Borough  o 
Queens ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  Tenderer 
December  29,  1924,  reads : 

“3.  Note  on  tank  drawing,  tank  will  be  tested  ir 
presence  of  Fire  Department  Representative  and  aft 
erwards  coated  with  a  suitable  rust  resisting  material 
“6.  Note  on  plan:  ‘Piping  will  be  tested  in  pres 
ence  of  a  Fire  Department  Representative.’ 

“10.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  frame,  2l/2  stories  in  height, 
48  ft.  by  45  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  700-gallon  fuel  oil  storage  tank  buried  out¬ 
side  the  premises,  a  55-gallon  auxiliary  tank,  a  Nokol 
burner  and  the  necessary  valves  and  piping  to  complete 
the  installation ;  and 

Whereas,  appellant  requests  that  a  sworn  affidavit  to 
the  effect  that  the  tank  has  undergone  a  shop  test  be  ac¬ 
cepted  ;  and  contends  that  the  installation  conforms  with 
the  fuel  oil  rules  in  all  other  respects,  excepting  in  that 
the  burner  is  not  an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  3,  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner;  as  to 
Item  6,  on  condition  that  all  piping  used  throughout  the  in¬ 
stallation  shall  be  of  standard  wrought  iron ;  as  to  Item 
10,  on  condition  that  the  door  of  the  fire-box  of  boiler  shall 
be  equipped  with  self-closing  device;  and  that  the  installa¬ 
tion  shall  comply  with  the  fuel  oil  rules  in  all  other  respects. 


106-25- A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  J.  W. 
Day,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner 
PREMISES  AFFECTED— East  side  of  West  drive,  155 
feet  north  of  Ardsley  road,  Douglaston,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd.  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(106-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  J.  W.  Day, 
owner,  filed,  January  23,  1925,  an  anpeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  east  side  of  West  drive,  155  ft.  north  of 
Ardsley  road,  Douglaston,  Borough  of  Queens ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  30,  1924,  reads: 
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“6.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative  and  aft¬ 
erwards  coated  with  a  suitable  rust  resisting  material. 

"9.  Note  on  plan :  ‘Piping  will  be  tested  in  pres¬ 
ence  of  a  Fire  Department  Representative.’ 

“12.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 
and 

Whereas,  the  building  is  non-fireproof,  1)4  stories  in 
height,  44  ft.  by  29  ft.  in  area;  OCCUPIED  as  a  dwelling; 

and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  700-gallon  fuel  oil  storage  tank  buried  out¬ 
side  the  premises,  a  55-gallon  auxiliary  tank,  a  Nokol 
burner  and  the  necessary  valves  and  piping  to  complete 
the  installation;  and 

Whereas,  appellant  requests  that  a  swTorn  affidavit  to 
the  effect  that  the  tank  has  undergone  a  shop  test  be  ac¬ 
cepted ;  and  contends  that  the  installation  conforms  with 
the  fuel  oil  rules  in  all  other  respects,  excepting  in  that 
the  burner  is  not  an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  6,  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner;  as  to 
Item  9,  on  condition  that  all  piping  used  throughout  the 
installation  shall  be  of  standard  wrought  iron;  as  to  Item 
12,  on  condition  that  the  door  of  the  fire-box  of  boiler 
shall  be  equipped  with  self-closing  device;  and  that  the 
installation  shall  comply  with  the  fuel  oil  rules  in  all  other 
respects. 


1 07-25- A 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Herman 
Brasch,  owner. 

SURJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 155  Beach  148th  street,  Ne- 
ponsit.  Borough  of  Queens. 
APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell.  Holland  and 

Fire  Chief  Kenlon  .  6 

Negative .  0 

Absent:  Air.  Kennedy  .  1 

THE  RESOLUTION: 

(107-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Herman  Brasch, 
owner,  filed,  January  23,  1925,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  155  Beach  148th  street.  Neponsit,  Borough 

{ of  Queens ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  27,  1924,  reads: 

“2.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative  and  aft¬ 
erwards  coated  with  a  suitable  rust  resisting  material. 

“5.  Note  on  plan :  ‘Piping  will  be  tested  in  pres¬ 
ence  of  a  Fire  Department  Representative.’ 

“11.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.”; 
and 

Whereas,  the  building  is  non-firenroof.  1)4  stories  in 
height,  26  ft.  by  40  ft.  in  area ;  OCCUPIED  as  a  dwelling ; 

and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  500-gallon  fuel  oil  storage  tank  buried  out- 
|  side  the  premises,  a  55-gallon  auxiliary  tank,  a  Nokol 
burner  and  the  necessary  valves  and  piping  to  complete 
the  installation ;  and 


Whereas,  appellant  requests  that  a  sworn  affidavit  to 
the  effect  that  the  tank  has  undergone  a  shop  test  be  ac¬ 
cepted  ;  and  contends  that  the  installation  conforms  with 
the  fuel  oil  rules  in  all  other  respects,  excepting  in  that 
the  burner  is  not  an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  2,  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner ;  as  to 
Item  5,  on  condition  that  all  piping  used  throughout  the  in¬ 
stallation  shall  be  of  standard  wrought  iron ;  as  to  Item 
11,  on  condition  that  the  door  of  the  fire-box  of  boiler 
shall  be  equipped  with  self-closing  device;  and  that  the 
installation  shall  comply  with  the  fuel  oil  rules  in  all  other 
respects. 


108-25-A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  L.  Mol- 
teni,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 960  Boulevard,  Long  Island 
City,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland  and 


Fire  Chief  Kenlon  .  fi 

Negative  .  o 

Absent:  Mr.  Kennedy  .  l 

THE  RESOLUTION: 


(108-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  L.  Molteni, 
owner,  filed,  January  23,  1925,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  960  Boulevard,  Long  Island  City,  Borough 
of  Queens;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  30,  1924,  in  acting  on  Alteration  Application  No. 
2647-24,  reads : 

“3.  Note  on  tank  drawing,  tank  will  be  tested  in  pres¬ 
ence  of  a  Fire  Department  Representative  and  after¬ 
wards  coated  with  a  suitable  rust  resisting  material. 

“7.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.”; 
and 

Whereas,  the  building  is  non-fireproof,  2)4  stories  in 
height,  28  ft.  by  43  ft.  in  area ;  OCCUPIED  as  a  dwell¬ 
ing  ;  and 

Whereas,  a  fuel  oil  burning  system  lias  been  installed 
consisting  of  a  275-gallon  fuel  oil  storage  tank  buried  out¬ 
side  the  premises,  a  55-gallon  auxiliary  tank,  a  Noko!  burner 
and  the  necessary  valves  and  piping  to  complete  the  installa¬ 
tion  ;  and 

Whereas,  appellant  requests  that  a  sworn  affidavit  to 
the  effect  that  the  tank  has  undergone  a  shop  test  be  ac¬ 
cepted  ;  and  contends  that  the  installation  conforms  with 
the  fuel  oil  rules  in  all  other  respects,  excepting  in  that 
the  burner  is  not  an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  3,  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner :  as  to 
Item  7.  on  condition  that  the  door  of  the  fire-box  of  boiler 
shall  be  equipped  with  self-closing  device:  and  that  the 
installation  shall  comply  with  the  fuel  oil  rules  in  all  other 
respects. 


109-25-A. 

APPELLANT — Cornell  Utilities  Co..  Inc.,  for  A.  Mar- 
chetti,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 


1 
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PREMISES  AFFECTED — 21  Luydig  place,  Corona, 
Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(109-25- A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  A.  Marchetti, 
owner,  filed,  January  23,  1925,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of  the  fire  commissioner,  affect¬ 
ing  premises  21  Luydig  place,  Corona,  Borough  of  Queens. 

and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  29,  1924,  in  acting  on  Alteration  Application  No. 
2643-24,  reads : 

“4.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative  and  after¬ 
wards  coated  with  a  suitable  rust  resisting  material. 

“9.  Note  on  plan :  ‘Piping  will  be  tested  in  pres¬ 
ence  of  a  Fire  Department  Representative.’ 

“13.  Burners  must  be  -of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  frame,  2]/2  stories  in  height, 
28  ft.  by  28  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  280-gallon  fuel  oil  storage  tank  buried 
outside  the  premises,  a  55-gallon  auxiliary  tank,  a  Nokol 
burner  and  the  necessary  valves  and  piping  to  complete 
the  installation ;  and 

Whereas,  appellant  requests  that  a  sworn  affidavit  to 
the  effect  that  the  tank  has  undergone  a  shop  test  be  ac¬ 
cepted  ;  and  contends  that  the  installation  conforms  with 
the  fuel  oil  rules  in  all  other  respects,  excepting  in  that 
the  burner  is  not  an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  4,  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner;  as  to 
Item  9,  on  condition  that  all  piping  used  throughout  the 
installation  shall  be  standard  wrought  iron ;  as  to  Item  13, 
on  condition  that  the  door  of  the  fire-box  of  boiler  shall 
be  equipped  with  self-closing  device;  and  that  the  installa¬ 
tion  shall  comply  with  the  fuel  oil  rules  in  all  other  re¬ 
spects. 


117-25-A. 

APPELLANT — F.  P.  Keniston,  for  L.  Schreiber  &  Co., 
lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 119  Fourth  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  F.  P.  Keniston. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd.  Gunnison,  Connell,  Holland  and 


Fire  Chief  Kenlon  .  6 

Negative  .  o 

Absent:  Mr.  Kennedy  .  i 


THE  RESOLUTION: 

(117-25-A) 

Whereas,  F.  P.  Keniston,  for  L.  Schreiber  &  Co.,  lessee, 
filed,  January  27,  1925,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  119  Fourth  avenue,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  14,  1925,  reads : 

“With  reference  to  your  application  dated  December 
18,  1924,  for  a  permit  to  store  nitro-cellulose  products 
in  the  building  113,  119  Fourth  Avenue,  Manhattan, 
I  regret  to  inform  you  that  I  am  without  power  to  grant 
such  a  permit  for  the  following  principal  reason: 

“The  sprinkler  system  of  the  building  has  no  gravity 
tank.  (Sprinkler  Rule  No.  37.) 

“You  are,  therefore,  hereby,  ordered  to: 

“1.  Remove  all  nitro-cellulose  products  from  the 
premises.” ; 

and 

Whereas,  the  building  is  non-fireproof,  eight  stories  in 
height,  103  ft.  by  126  ft.  in  area;  OCCUPIED  as  a  ten¬ 
ant  factory,  310  persons  above  the  1st  story;  the  1st  story 
(the  one  in  question)  being  occupied  for  shaping  and  spotting 
celluloid  dice,  40  persons  on  this  story,  7  being  engaged 
on  this  process ;  and 

Whereas,  appellant  contends  that  the  sprinkler  system 
is  supplied  by  four  7,500-gallon  pressure  tanks ;  that  the 
building  is  equipped,  also,  with  a  regulation  standpipe 
system  and  with  an  interior  fire  alarm  signal  system;  and 
proposes  to  store  20  pounds  of  nitro-cellulose  stock  in  a 
sprinklered  fireproof  enclosure  on  the  1st  story  of  the 
premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  not  more  than  20  pounds  of 
cellulose  stock  shall  be  kept  on  the  premises,  stored  in 
an  enclosure  of  fireproof  partitions,  located  on  1st  story; 
that  said  room  or  enclosure  shall  be  equipped  with  an  ap¬ 
proved  sprinkler  head ;  and  granted  so  long  as  building  is 
equipped  and  maintained  with  an  approved  sprinkler  system. 


BUILDING  ZONE  CASES. 

45-25-BZ. 

APPLICANT — Victor  C.  Farrar,  for  40th  Street  & 
Park  Avenue,  Inc.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to 
be  used  for  office  purposes. 

PREMISES  AFFECTED — 90-98  Park  avenue  and  38- 
40  East  40th  street,  Manhattan. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  Edmund  Baylies,  John  P.  Fox, 
Kenneth  M.  Spence  and -Mark  Jacobs. 

ACTION  OF  BOARD — Application  laid  over  to  April 
14,  1925,  at  2  P.  M.,  on  request  of  applicant. 


1 252-24-BZ. 

APPLICANT — Morris  Perlstein,  for  Ritebuilt  Realty 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit,  partly  in  a  residence 
district  and  partly  in  a  business  district,  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Northwest  corner  of  For¬ 
est  avenue  and  Linden  street,  Ridgewood, 
Queens. 

APPEARANCES— 

For  Applicant:  Thomas  O.  Gallagher. 

For  Opposition:  George  J.  Rhodius. 

ACTION  OF  BOARD — Application  laid  over  to  April 
21,  1925,  at  10  a.  m.,  on  request  of  both  sides. 
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1268-24-BZ. 

APPLICANT — Charles  B.  Meyers,  for  William  H. 
Seaich,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
conversion  of  occupancy  from  storage  purposes 
to  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED — 142-156  East  31st  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Charles  B.  Meyers. 

For  Opposition:  C.  E.  Heydt. 

ACTION  OF  BOARD — Application  laid  over  to  April 
21,  1925,  at  10  a.  m.,  on  request  of  applicant. 

1432-24-BZ. 

APPLICANT — Joseph  McGinnis  for  Charles  Manierre, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 421-429  West  209th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  William  T.  White. 

For  Opposition:  H.  Rabanowitz  and  Silas 
Alacchi. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  6 

Negative .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


(1432-24-BZ) 

Whereas,  Joseph  McGinnis,  for  Charles  Manierre,  owner, 
filed,  December  4,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles ;  premises  421-29  West  209th  street, 
Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  7, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Tenth  avenue  is  a  business 
district  and  West  209th  street  and  West  210th  street  are 
unrestricted  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  3,  1925,  in  acting  on  amendment  to  N.  B. 
Application  No.  634-24,  reads : 

“1.  Location  of  proposed  garage  is  contrary  to  the 
provisions  of  section  3  of  the  Building  Zone  Resolu¬ 
tion. 

“4.  Rear  yard  should  be  provided  as  per  sect.  12  & 
16,  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  100 
ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  the  proposed  site  is  contiguous  to  a  garage 
authorized  by  a  former  action  of  this  board ;  the  street 
frontage  is  already  invaded  by  other  public  garages ;  the 
applicant  has  supported  his  appeal  by  filing  substantial  con¬ 
sents  of  owners  of  property  immediately  affected,  and  it 
would  be  a  hardship  to  deprive  him  of  a  non-conforming 
use  similar  to  other  such  uses  in  the  street. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 


of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  structure 
be  limited  to  a  one-story  building  above  grade  and  the  build¬ 
ing  covering  the  entire  area  of  the  plot;  that  the  rear  and 
gable  walls  shall  be  unpierced  throughout  their  entire  height 
and  length;  that  any  skylights  installed  shall  be  glazed  with 
plain  glass,  equipped  with  wire  guards  above  and  below, 
and  shall  not  be  located  within  25  ft.  of  the  rear  wall ; 
that  the  front  elevation  shall  be  finished  in  face  brick,  with 
architectural  terra  cotta  or  stone  trimmings ;  that  any  gaso¬ 
line  storage  equipment  installed  shall  be  located  at  the  ex¬ 
treme  front  of  the  building  at  the  street  wall ;  that  all  per¬ 
mits  necessary  for  the  prosecution  of  the  work  shall  be 
obtained  within  nine  months  and  the  building  completed 
within  eighteen  months  from  the  date  of  this  action. 


1180-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Two  Hundred 
and  Fifty-seven  Madison  Avenue,  Inc.,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  1  x/i  times 
height  district  the  erection  and  maintenance  of 
a  business  building  and  to  erect  the  street  walls 
to  a  height  exceeding  the  limit  required  by  the 
zone  resolution. 

PREMISES  AFFECTED — 257-261  Madison  avenue, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle  and  Robert 
B.  Knowles. 

For  Opposition:  Edmund  L.  Baylies,  John  P. 
Fox,  Masten  &  Nichols,  Keneth  M.  Spence 


and  C.  H.  Robinson. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1180-24-BZ) 


Whereas,  Edward  P.  Doyle,  for  257  Madison  Ave.,  Inc., 
owner,  filed,  September  30,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  residence  use  1  ]/i 
times  height  district  the  erection  and  maintenance  of  a 
business  building  and  also  to  permit  the  erection  of  the 
street  walls  to  a  height  exceeding  the  limit  set  by  the 
zone  resolution ;  premises  257-259-261  Madison  avenue,  Man¬ 
hattan  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  7, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  Madison  avenue  from  38th  to 
39th  streets  and  East  38th  and  East  39th  streets  are  resi¬ 
dence  districts  and  Madison  avenue,  north  of  39th  street,  is 
a  business  use  district;  and  that  the  premises  are  located 
in  a  two-times  height  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  17,  1924,  in  acting  on  N.  B.  Plan  No. 
497-24,  reads: 

“Item  2.  Proposed  occupancy  is  unlawful  in  a  resi¬ 
dence  district.  Art.  II,  Building  Zone  Resolution. 

“Item  3.  Proposed  height  is  excessive.  Art.  Ill, 
Building  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction,  22  stories  in  height,  with  a  frontage  of  78j4 
ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  business 
building,  the  street  wall  to  be  erected  to  a  height  of  150 
ft.,  thereby  exceeding  the  height  regulations;  and 
Whereas,  there  was  vigorous  objection  on  the  part  of 
property  owners  having  residences  within  the  immediate 
vicinity,  and  the  applicant  having  but  recently  acquired 
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title  to  the  proposed  site,  with  a  presumption  of  knowledge 
that  it  was  in  a  residential  zone ;  and  there  were  no  facts  ad¬ 
duced  from  the  testimony  offered  supporting  any  element 
of  hardship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


56-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Jacob  O.  Peder¬ 
son,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  the  extension  from  an 
unrestricted  district  into  a  residence  district  of 
a  proposed  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles,  and  also  its  location 
within  200  feet  of  a  hospital. 

PREMISES  AFFECTED — 1895  Inwood  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Charles  V.  Scanlan  and  Dr.  E. 

W.  Sherman. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Gunnison  and  Holland  2 
Negative:  Chairman  Walsh,  Messrs.  Dowd, 


Connell  and  Fire  Chief  Kenlon .  4 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(56-25-BZ) 


Whereas,  John  J.  Dunnigan,  for  Jacob  O.  Pederson, 
owner,  filed,  January  13,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension,  from  an 
unrestricted  district  into  a  residence  district,  of  a  proposed 
garage  for  the  storage  of  more  than  five  motor  vehicles, 
and  also  its  location  within  200  ft.  of  a  hospital ;  premises 
1895  Inwood  avenue,  Borough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  7, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Inwood  avenue  is  an  unre¬ 
stricted  district  and  Featherbed  lane  is  a  residence  district; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  27,  1924,  in  acting  on  N.  B.  Applica¬ 
tion  No.  3070-24,  reads: 

“1.  Erection  of  proposed  garage  for  storage  of 
more  than  five  motor  vehicles  in  unrestricted  district 
extending  into  a  residence  district  is  contrary  to  the 
provisions  of  the  Building  Zone  Resolution. 

“2.  Proposed  garage  appears  to  be  located  within 
200  ft.  of  a  hospital.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  one  story  and  basement  in  height  on 
Inwood  avenue  and  one  story  with  apartments  above  grade 
on  Featherbed  lane,  with  a  frontage  of  125  ft.  on  Inwood 
avenue  and  124.27  ft.  on  Featherbed  lane ;  the  building 
to  be  occupied  as  a  garage  with  dwelling  above  the  grade 
level  on  Featherbed  lane,  the  plot  being  located  within  200 
ft.  of  a  hospital ;  and 

Whereas,  there  was  vigorous  opposition  on  the  part  of 
property  owners  residing  in  the  immediate  vicinity,  and  a 
protest  from  the  hospital  authorities,  and  the  applicant  failed 
to  substantiate  his  basis  of  appeal  under  section  21,  namely, 
hardship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


59-25-BZ. 

APPLICANT — Lawrence  J.  Frank,  for  Solomon  Gold¬ 
stein,  owner. 


SUBJECT — Application  (re:  decision  of  superintenden 
of  buildings)  to  permit  in  a  business  district  th 
erection  of  additional  buildings  and  the  extensio 
of  the  use  of  an  existing  stone  or  monumenta 
works. 

PREMISES  AFFECTED — Northwest  corner  of  Sutte 
avenue  and  Pitkin  avenue,  Woodhaven,  Bor 
ough  of  Queens. 

APPEARANCES— 

For  Applicant:  Lawrence  J.  Frank. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  . . 

Negative  . 

Absent:  Mr.  Kennedy  . 

THE  RESOLUTION: 

(59-25-BZ) 

Whereas,  Lawrence  Frank,  for  Solomon  Goldsteir 
owner,  filed,  January  15,  1925,  an  application,  under  th 
building  zone  resolution,  to  permit  in  a  business  distric 
the  erection  of  additional  buildings  and  the  extension  o 
the  use  of  an  existing  stone  or  monumental  works;  prem 
ises  northwest  corner  of  Sutter  avenue  and  Pitkin  avenut 
Woodhaven,  Borough  of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  applicatio 
by  the  board  of  appeals,  at  its  regular  meeting,  April  1 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  th 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build 
ing  zone  resolution  show  that  Sutter  avenue  and  Pitki 
avenue  are  business  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  building: 
January  6,  1925,  in  acting  on  N.  B.  Application  No.  17029 
24,  reads : 

“Erection  of  building  or  structure  for  stone  or  monu 
mental  works  is  prohibited  in  business  district.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav 
ing  a  frontage  of  264  ft.  on  Pitkin  avenue  and  an  averag 
depth  of  approximately  100  ft.,  upon  which  is  located  vari 
ous  sheds,  cranes  and  stone  cutting  machinery  incidenta 
to  a  monument  works ;  it  is  proposed  to  extend  the  use  t 
the  intersection  of  Pitkin  and  Sutter  avenues,  a  distanc 
of  about  329  ft.,  and  to  erect  additional  buildings  fo 
travelling  cranes,  office  and  air  compressor,  rooms,  etc. 
and 

Whereas,  the  applicant  has  filed  82  per  cent  of  consent 
of  affected  property  frontage,  and  the  board  deemed  it 
hardship  to  refuse  permission  to  extend  the  existing  us 
under  restrictive  conditions. 

Resolved,  that  the  board  of  appeals  does  hereby  mak 
a  variation  in  the  application  of  the  use  district  regula 
tions  of  the  building  zone  resolution,  and  that  the  applica 
tion  be  and  it  hereby  is  granted  on  condition  that  any  mo 
tive  power  employed  on  the  plant  be  restricted  to  electrics 
operation ;  that  a  fence  wall  be  erected  not  less  than 
ft.  in  height,  of  face  brick  or  reinforced  concrete,  pan 
eled ;  that  operation  and  use  of  the  plant  shall  be  restricte 
to  the  extension  of  existing  stone  monument  works;  an 
that  all  permits  necessary  for  the  prosecution  of  the  wor 
shall  be  obtained  within  nine  months  and  the  alteratio 
completed  within  one  year  from  the  date  of  this  action. 


74-25-BZ. 

APPLICANT — Anthony  D.  Rasso,  for  Dominick  Rasso 
owner. 

SUBJECT — Application  (re:  decision  of  superintender 
of  buildings)  to  permit  in  a  residence  distric 
the  erection  and  maintenance  of  a  busines 
building. 

PREMISES  AFFECTED — 549  17th  street,  Brooklyn. 
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PPEARANCES — 

For  Applicant:  Anthony  D.  Rasso. 

For  Opposition:  None. 

CTION  OF  BOARD — Application  denied. 

HE  VOTE  TO  GRANT— 

Affirmative:  Mr.  Holland  .  1 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell  and  Fire  Chief  Ken- 

Ion  .  a 

Absent:  Mr.  Kennedy  .  l 

THE  RESOLUTION: 

(74-25-BZ  ) 

Whereas,  Anthony  D.  Rasso,  for  Dominick  Rasso,  owner, 
ed,  January  19,  1925,  an  application,  under  the  building 
>ne  resolution,  to  permit  in  a  residence  district  the  erec- 
jn  and  maintenance  of  a  business  building;  premises  549 
rth  street,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
f  the  board  of  appeals,  at  its  regular  meeting,  April  7, 
)25,  after  due  notice  by  publication  in  the  Bulletin  of  the 
oard  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 
g  zone  resolution  show  that  17th  street  and  Prospect  ave- 
je  are  residence  districts  and  Tenth  avenue  is  a  business 
strict;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
:ndered  December  18,  1924,  in  acting  on  Application  No. 
1371-24,  reads: 

“1.  Occupancy  contrary  to  Zone  Resolution.  Busi¬ 
ness  building  in  residence  district.” ; 

id 

Whereas,  the  proposed  building  is  to  be  of  non-fireproot 
anstruction,  one  story  in  height,  with  a  frontage  of  12  ft. 
nd  a  depth  of  18  ft.;  to  be  occupied  as  an  office;  and 
Whereas,  the  proposed  site  is  in  a  residence  district  and 
lere  intervenes  between  this  site  and  the  business  district 
lotlier  plot,  also  in  the  residence  district;  and  no  facts 
ere  submitted  to  warrant  the  variation  requested. 
Resolved,  that  the  decision  of  the  superintendent  of  build- 
igs  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
hereby  is  denied. 

, 

504-24-BZ. 

.PPLICANT — William  F.  Doyle,  on  behalf  of  Smith- 
Scutt  Co.,  Inc.,  owner. 

UBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
’REMISES  AFFECTED — West  side  of  Bergen  ave¬ 
nue,  317.47  feet  north  of  Jamaica  avenue  (Fulton 
street),  Jamaica,  Borough  of  Queens. 
lPPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Edward  P.  Welley  and  John 


H.  Smyth. 

iCTION  OF  BOARD — Application  denied. 

'HE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Holland  and  Connell 

and  Fire  Chief  Kenlon  .  3 

Negative:  Chairman  Walsh,  Messrs.  Dowd 

and  Gunnison  .  3 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1504-24-BZ) 


Whereas,  Wm.  F.  Doyle,  for  Smith-Scutt  Co.,  Inc., 
■wner,  filed,  December  22,  1924,  an  application,  under  the 
uilding  zone  resolution,  to  permit  in  a  business  district 
he  erection  and  maintenance  of  a  garage  for  the  storage 
>f  more  than  five  motor  vehicles;  premises  west  side  of 
iergen  avenue,  317.47  ft.  north  of  Jamaica  avenue,  Jamaica, 
lorough  of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
>y  the  board  of  appeals,  at  its  regular  meeting.  April  7, 

M 


1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bergen  avenue,  Clinton  ave¬ 
nue  and  Jamaica  avenue  are  business  districts;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  15,  1924,  reads : 

“Garage  for  more  than  five  cars  prohibited  in  a  busi¬ 
ness  district  by  the  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  garage,  situated  at  the  rear  of 
the  lot  (whereon  there  exists  a  public  stable  which  will  be 
demolished)  is  non-fireproof,  one  and  two  stories  in  height; 
approximately  139  ft.  by  234  ft.  in  area  at  1st  story  and 
139  ft.  by  26  ft.  in  area  at  2nd  story,  with  entrances  from 
Bergen  avenue  and  also  Jamaica  avenue;  the  2nd  story  occu¬ 
pied  as  offices  and  the  remainder  of  the  premises  as  a  ga¬ 
rage  for  the  storage  of  more  than  five  motor  vehicles;  and 
Whereas,  applicant  has  failed  to  prove  to  the  satisfac¬ 
tion  of  the  board  that  the  property  is  unsuitable  for  any 
other  than  garage  purposes,  and  there  being  opposition  to 
the  granting  of  the  application. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


1290-24-BZ. 

APPLICANT — Louis  Nathanson,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  five  attached  residence 
buildings  to  be  used  for  store  purposes  on  first 
story. 

PREMISES  AFFECTED— 1921-27  and  1931  Neck  road, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Thomas  O’Rourke  Gallagher. 
For  Opposition:  C.  R.  Lesten,  J.  Carr,  C.  W. 


Richman  and  J.  S.  Royke. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1290-24-BZ) 


Whereas,  Louis  Nathanson,  owner,  filed,  October  30,  1924, 
an  application,  under  the  building  zone  resolution,  to  permit 
in  a  residence  district  extending  from  a  business  district 
the  erection  and  maintenance  of  five  (5)  attached  resi¬ 
dence  buildings,  to  be  used  for  store  purposes  on  the  1st 
story;  premises  1921-27  and  1931  Neck  road,  Brooklyn; 

and  — 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  7, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  19th  street  is  a  busi¬ 
ness  district,  Ocean  avenue  is  a  residence  district  and  Neck 
road  is  a  business  district  to  a  point  100  ft.  east  of  East 
19th  street  and  residence  to  east  therefrom;  and 
Whereas,  the  decisions  of  the  superintendent  of  build¬ 
ings,  rendered  October  9,  1924,  in  acting  on  App.  No.  20207- 
24,  for  premises  192i-27  Neck  road,  reads: 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 

II,  Sec.  3.  Stores  in  a  residence  district.”; 
and  App.  No.  20208-24,  for  premises  1931  Neck  road,  reads: 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 

II,  Sec.  3.  Stores  in  a  residence  district.”; 

and 

Whereas,  approximately  6  ft.  6  in.  of  the  westerly  side  of 
the  lot  is  in  the  business  district,  the  remainder  being  in 
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the  residence  district.  It  is  proposed  to  erect  thereon  five 
attached  non-fireproof  dwellings,  one  building  (on  Ocean 
avenue  corner)  being  three  stories  in  height  and  26  ft. 
by  87  ft.  in  area,  the  remainder  being  two  stories  in  height 
and  21  ft.  7  in.  by  87  ft.  in  area;  it  is  proposed  to  occupy 
them  all  by  stores  on  the  1st  story  and  dwellings  above; 
and 

Whereas,  the  proposed  site  is  6  ft.  in  a  business  dis¬ 
trict  and  100  ft.  in  a  residence  district,  extension  of  busi¬ 
ness  use,  under  section  7-c,  is  unwarranted,  and  the  appli¬ 
cant  having  purchased  the  property  within  a  year  has  not 
substantiated  an  appeal  on  the  ground  of  hardship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


1518-24-BZ. 

APPLICANT — Henry  J.  Nurick,  for  Michael  Bonuzo, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  alter¬ 
ation  and  conversion  of  a  private  garage  to  be 
used  for  store  purposes. 

PREMISES  AFFECTED — 1-11  East  32nd  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Henry  J.  Nurick. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative .  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Kennedy .  1 

THE  RESOLUTION: 

(1518-24-BZ) 


Whereas,  Henry  J.  Nurick,  for  Michael  Bonuzo,  owner, 
filed,  December  26,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  district,  ex¬ 
tending  from  a  business  district,  the  alteration  and  also 
the  conversion  of  occupancy  of  a  building  used  as  a  pri¬ 
vate  garage  to  a  store  use;  premises  1-11  East  32nd  street, 
Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  7, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Church  avenue  is  a  business 
district  and  East  32nd  street  is  a  residence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  31,  1924,  in  acting  on  Alt.  App.  No.  21251- 
24,  reads : 

“1.  Application  contrary  to  Art.  II,  Sect.  3.  Store 
portion  extends  into  residence  district.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  22 
ft.  6  in.  by  103  ft.  in  area,  on  which  is  located  a  three- 
story  non-fireproof  dwelling  with  store  on  the  1st  story, 
having  an  extension  to  the  south  containing  two  stores  and 
a  further  extension  to  the  south  thereof  consisting  of  a 
one-story  non-fireproof  private  garage  20  ft.  by  21  ft.  10 
in.  in  area.  It  is  proposed  to  alter  this  private  garage  into 
two  one-story  stores ;  and 

Whereas,  the  board  is  of  the  opinion  the  conversion  is 
unwarranted  under  the  circumstances. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


1428-24-BZ. 

APPLICANT — John  De  Hart,  for  Zivie  Bender,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 


erection  and  maintenance  of  a  garage  for  t 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 1223-1229  Intervale  aveni 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  Charles  Tilgner. 

ACTION  OF  BOARD — Application  granted  on  co 
dition. 

CONDITIONS — As  specified  in  resolution.' 

THE  VOTE— 

Affirmative:  Messrs.  Dowd,  Gunnison,  Hol¬ 
land,  Connell  and  Fire  Chief  Kenlon... 

Negative:  Chairman  Walsh  . 

Absent:  Mr.  Kennedy . 

THE  RESOLUTION: 

(1428-24-BZ) 

Whereas,  John  De  Hart,  for  Zivie  Bender,  owner,  file 
December  3,  1924,  an  application,  under  the  building  zoj 
resolution,  to  permit  in  a  business  district  the  erection  ai 
maintenance  of  a  garage  for  the  storage  of  more  than  fi 
motor  vehicles ;  premises  1223-1229  Intervale  avenue,  T1 
Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  applicatk 
by  the  board  of  appeals,  at  its  regular  meeting,  April 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  tl 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  buih 
ing  zone  resolution  show  that  Intervale  avenue,  Chishol 
street  and  Home  street  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  building 
rendered  December  2,  1924,  in  acting  on  N.  B.  App.  N 
3046-24,  reads : 

“Erection  of  proposed  garage  for  storage  of  moi 
than  five  motor  vehicles  in  business  district  is  contrat 
to  provisions  of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-firepro( 
construction,  one  story  and  basement  in  height,  with  a  fron 
age  of  100  ft.  and  a  depth  of  184  ft. ;  to  be  occupied  ; 
a  garage  for  the  storage  of  more  than  five  motor  vehicle: 
and 

Whereas,  applicant  substantiated  his  basis  of  appeal  und< 
section  7-e  and  also  filed  44  per  cent  of  consents  in  suppo 
of  his  application. 

Resolved,  that  the  board  of  appeals  does  hereby  mat 
a  variation  in  the  application  of  the  use  district  reguk 
tions  of  the  building  zone  resolution,  and  that  the  applic; 
tion  be  and  it  hereby  is  granted  on  condition  that  the  builc 
ing  be  limited  to  a  one-story  structure  above  grade;  th; 
a  rear  yard  shall  be  maintained  above  the  1st  story  levei 
that  the  rear  and  gable  walls  shall  be  unpierced  throughoi 
their  entire  height  and  length ;  that  there  shall  be  no  sk] 
light  within  25  ft.  of  the  rear  or  gable  walls  other  tha 
flat  skylight  at  level  of  1st  story  rear ;  that  any  gasolir 
storage  equipment  shall  be  maintained  at  the  southerly  en 
of  the  building  at  the  street  front;  that  the  roof  shall  t 
of  flat  design  and  construction;  that  the  front  elevatic 
shall  be  finished  in  face  brick  with  architectural  terra  cotl 
or  stone  trimmings ;  that  all  permits  necessary  for  th 
prosecution  of  the  work  shall  be  obtained  within  nine  month 
and  the  building  completed  within  eighteen  months  frot 
the  date  of  this  action. 


CASES  DISMISSED. 

Appeals  from  Administrative  Orders. 

The  chairman  called  attention  to  the  following  case 
where  notices  of  intention  to  appeal  were  offered  for  filing 
but  where,  despite  notices  from  this  office,  papers  ha\ 
not  been  completed,  thus  tying  the  hands  of  the  admini 
trative  official  in  the  performance  of  his  duty : 

(1226-24- A) 

Filed  October  14,  1924 — Premises  9  East  40th  street,  Mai 
hattan.  Order  of  the  fire  commissione 
Appellants,  Draper,  Satterlee  &  Pope.  Di: 
missed  for  lack  of  prosecution. 


438 


MINUTES 


(1245-24-A) 

Filed  October  20,  1924— '.Premises  229-231  West  42nd  street, 
Manhattan.  Order  of  the  fire  commissioner. 
Appellant,  Selwyn  Realty  Corporation.  Dis¬ 
missed  for  lack  of  prosecution. 

(1330-24- A) 

Filed  November  8,  1924 — Premises  2720-24  Broadway, 
Manhattan.  Order  of  the  fire  commissioner. 
Appellant,  Realty  Sureties,  Inc.  Dismissed 
for  lack  of  prosecution. 

(1341-24-A) 

Filed  November  12,  1924 — Premises  482  Fulton  street, 
Brooklyn.  Order  of  the  fire  commissioner. 
Appellant,  Herbert  Studio.  Dismissed  for 
lack  of  prosecution. 

(1353-24-A) 

Filed  November  17,  1924— Premises  600-604  Degraw  street, 
Brooklyn.  Order  of  the  fire  commissioner. 
Appellant,  Richard  Godfrey.  Dismissed  for 
lack  of  prosecution. 

(1406-24-A) 

Filed  November  26,  1924 — .Premises  52  Lafayette  street, 
Manhattan.  Order  of  the  fire  commissioner. 
Appellant,  Equipment  &  Supply  Co.,  Inc. 
Dismissed  for  lack  of  prosecution. 

THE  VOTE  TO  DISMISS  FOR  LACK  OF  PROSECU¬ 
TION)— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


Whereas,  the  foregoing  appellants  have  filed  with  the 
board  of  appeals  various  appeals  from  orders  affecting  the 
premises  stated ;  and 

Whereas,  appellants  have  failed  to  complete  their  pa¬ 
pers,  though  duly  notified  to  do  so. 

Resolved,  that  the  foregoing  appeals  be,  and  they  hereby 
are,  dismissed  for  lack  of  prosecution. 

Under  the  Building  Zone  Resolution. 

The  chairman  called  attention  to  the  following  cases, 
where  notices  of  intention  to  appeal  were  offered  for  filing, 
but  where,  despite  notices  from  this  office,  papers  luve  not 
been  completed,  thus  tying  the  hands  of  the  administrative 
official  in  the  performance  of  his  duty : 

(817-24-BZ) 

Filed  June  18,  1924— Premises  2354  Valentine  avenue,  The 
Bronx.  Order  of  the  fire  commissioner. 
Applicant,  Martha  Dreyfuss.  Dismissed  for 
lack  of  prosecution. 

( 1127-24-BZ) 

Filed  September  15,  1924— Premises  2706-36  86th  street. 

Brooklyn.  Decision  of  superintendent  of 


buildings.  Applicant,  Arthur  J.  Stern.  Dis¬ 
missed  for  lack  of  prosecution. 

(1144-24-BZ) 

Filed  September  18,  1924— Premises  560-562  ll,th  street, 
Brooklyn.  Decision  of  superintendent  of 
buildings.  Applicant,  Max  Hirsch.  Dis¬ 
missed  for  lack  of  prosecution. 

( 1189-24-BZ) 

Filed  October  2,  1924— 'Premises  7235  Amboy  road,  Totten- 
ville,  S.  I.,  Richmond.  Decision  ot  superin¬ 
tendent  of  buildings.  Applicant,  Max  Men- 
delowitz.  Dismissed  for  lack  of  prosecution. 

(1289-24-BZ) 

I'  iled  October  30,  1924 — ‘Premises  northwest  corner  of 
Vulcan  street  and  Olympia  street,  South 
Beach,  S.  I.,  Richmond.  Decision  of  super¬ 
intendent  of  buildings.  Applicant,  Salvator 
Caradonna.  Dismissed  for  lack  of  prosecu¬ 
tion. 

THE  VOTE  TO  DISMISS  FOR  CLACK  OF  PROSECU¬ 
TION— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  g 

Negative  .  q 


Absent:  Mr.  Kennedy  . .  .  ’  i 

THE  RESOLUTION: 

Whereas,  the  foregoing  applicants  have  filed  with  the 
board  of  appeals  various  applications  under  the  building  zone 
resolution,  affecting  the  premises  in  question ;  and 

\\  hereas,  the  applicants  have  failed  to  complete  their  pa¬ 
pers,  though  duly  notified  to  do  so. 

Resolved,  that  the  foregoing  applications  be  and  they  here¬ 
by  are  dismissed  for  lack  of  prosecution. 


AREA  FIXED. 

(5-25-BZ) 

The  chairman  presented  and  read  a  communication  trom 
William  F.  Doyle,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  erection  and  maintenance  of  a  garage ;  premises  north¬ 
west  corner  Cortelyou  road  and  Gravesend  avenue,  Brook¬ 
lyn. 

The  following  area  was  approved  by  the  board  : 

Both  sides  of  Gravesend  avenue  from  a  point  200 
feet  south  of  Cortelyou  road  to  a  point  400  feet  north 
of  proposed  garage.  Both  sides  of  Cortelyou  road 
from  West  street  to  a  point  400  feet  east  of  proposed 
garage;  also  both  sides  of  West  street  from  a  point 
100  feet  south  of  Cortelyou  road  to  a  point  100  feet 
north  of  Cortelyou  road. 


Adjourned  2:15  p.  m.  . 

Edward  V.  Barton,  Acting  Secretary. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS. 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  APRIL  7,  1925. 
Present:  Chairman  Walsh,  Messrs.  Dowd,  Gunmson, 
Holland,  Connell,  Fire  Chief  Kenlon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and  McDermott. 

The  minutes  of  the  regular  meeting  of  the  Board 
Standards  and  Appeals  held  on  I  uesday  afternoon,  .larch 
24,  1925,  were  approved  as  printed  in  the  Bulletin,  No.  13, 
Vol.  X. 


PETITIONS  FOR  VARIATIONS. 

126-25-S. 

•PETITIONER— Samuel  Rosenblum,  for  Maybelle  E. 
Manning,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREM ISES  AFFECTED— 14  East  55th  street,  Man¬ 
hattan. 


MINUTES 


APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  May  5, 
1925,  at  2  p.  m.,  subject  to  application  for  cer¬ 
tificate  of  occupancy. 


1102-24-S. 

PETITIONER- — Arthur  Greenbaum,  for  Abram  I.  Kap¬ 
lan,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 251  Fifth  avenue  and  1  East 
28th  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  John  Caldwell  Meyers  and 
Samuel  Sclar. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  May  5, 
1925,  at  2  p.  m.,  to  permit  the  petitioner  to  examine 
further  into  the  case. 


1332-24-S. 

PETITIONER — Edward  P.  Doyle,  for  Unity  Fee  Co., 
Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders 
of  fire  commissioner. 

PREMISES  AFFECTED — 101-103  West  42nd  street 
and  737-745  Sixth  avenue,  Manhattan. 

APPEARANCES— 

For  Petitioner:  Edward  P.  Doyle. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  laid  over  to  May  5, 
1925,  at  2  p.  m.,  for  further  information. 


80-25-S. 

PETITIONER- — Samuel  Cohen,  for  Michael  C.  A.  For- 
mato,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 23  West  56th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Max  Seigel. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  May  5, 
1925,  at  2  p.  m.,  to  submit  elevation  of  fire  escape 
proposed,  with  egress  therefrom. 


1493-24-S. 

PETITIONER— Harold  F.  Smith,  for  Trustees  of  Sail¬ 
ors'  Snug  Harbor,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 30  East  9th  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  Harold  F.  Smith. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  May  5, 
1925,  at  2  p.  m.,  to  submit  corrected  plans. 


86-25-S. 

PETITIONER — Jules  Sorel,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 33  West  56th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  William  F.  Doyle. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  April  21, 
1925,  at  2  p.  m.,  to  submit  an  alternate  plan. 


966-24-S. 

PETITIONER — Samuel  Rosenblum,  for  Fifth  Avenue 
and  33rd  Street  Co.,  owner. 

SUBJECT — Application  for  reopening  —  variation  of 
labor  law  as  cited  in  order  of  fire  commissioner. 

PREMISES  AFFECTED — 1-13  East  33rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD — Request  to  reopen  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Mr.  Gunnison,  Superintendents 

Brady  and  McDermott  .  3 

Negative:  Chairman  Walsh,  Messrs.  Dowd 
and  Connell,  Fire  Chief  Kenlon  and  Su¬ 
perintendents  Kleinert  and  Moore .  6 

Absent:  Messrs.  Kennedy  and  Holland, 
Deputy  Fire  Commissioner  Hannon  and 
Superintendent  Reville  .  4 


25-25-S. 

PETITIONER — Leopold  L.  Langrock. 

SUBJECT — Application  for  reopening — petition  for  va¬ 
riation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 35-37  Ormond  place,  Brooklyn. 

APPEARANCES— 

For  Petitioner:  Leopold  L.  Langrock. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  reopened  and  set  for 
hearing  April  21,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland,  Fire 


Chief  Kenlon,  Superintendents  Brady, 

Kleinert,  Moore  and  McDermott .  10 

Negative  .  o 

Absent:  Mr.  Kennedy,  Deputy  Fire  Com¬ 
missioner  Hannon  and  Superintendent 
Reville  .  3 


1248-24-S. 

PETITIONER — Eugene  K.  Denton,  for  The  Tailored 
Woman,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order 
of  fire  commissioner. 

PREMISES  AFFECTED — 622  Fifth  avenue,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Petition  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland,  Fire 
Chief  Kenlon,  Superintendents  Brady, 

Kleinert,  Moore  and  McDermott .  10 

Negative  .  0 

Absent:  Mr.  Kennedy,  Deputy  Fire  Com¬ 
missioner  Hannon  and  Superintendent 
Reville  .  3 


1354-24-S. 

PETITIONER — Edward  P.  Doyle,  for  Horace  G.  Ely 
&  Co.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 19-21  East  55th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Edward  P.  Doyle. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 
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Dowd,  Gunnison,  Connell  and  Holland, 
Superintendents  Brady,  Reville,  Kleinert, 
Moore  and  McDermott  .  10 

Negative  . '  0 

Absent:  Mr.  Kennedy,  hire  Chief  Kenlon 
and  Deputy  Fire  Commissioner  Hannon  3 


47-25-S. 

PETITIONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Samuel  Berman,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 65  Fulton  street,  Manhat¬ 
tan. 


THE  RESOLUTION: 

(1354-24-S) 

Whereas,  Edward  P.  Doyle,  for  Horace  G.  Ely  &  Co., 
owner,  filed  November  17,  1924,  a  petition  with  the  board 
of  standards  and  appeals  for  variation  from  the  require¬ 
ments  of  the  labor  law  as  cited  in  an  order  and  decision 
of  the  superintendent  of  buildings  affecting  premises  19-21 

East  55th  street,  Manhattan;  and 

Whereas,  the  order  of  the  superintendent  of  buildings, 
No.  4803-1924,  dated  November  6,  1924,  reads: 

“In  that  of  occupying  first  floor,  nine  persons  em¬ 
ployed  at  manufacturing;  six  at  manufacturing  of  lamp 
shades,  and  three  at  dressmaking ;  contrary  to  Certificate 
of  Occupancy  No.  7084,  which  permits  only  five  persons 
at  manufacturing  in  the  entire  building. 

“You  are  hereby  directed  to  discontinue  the  said  use 
of  the  above  described  building  until  a  certificate  of 
occupancy  has  been  issued  by  the  superintendent  of 
buildings  for  such  use.”  ; 

Whereas,  the  decision  of  the  superintendent  of  buildings 
dated  November  26,  1924,  reads: 

“An  inspection  of  the  above  premises  in  connection 
with  application  for  Certificate  of  Occupancy  was  made 
and  it  was  found  that  before  certificate  may  be  issued  it 
will  be  necessary  to  provide  a  secondary  means  of 
egress  from  all  floors  and  same  must  meet  the  require¬ 
ments  of  the  Labor  Law,  paragraph  271.  Exit  signs  and 
lights  must  also  be  provided  and  floor  loads  must  be 
posted.” ; 

and  . 

Whereas,  the  building  is  non-fireproof,  five  stories  and 
basement  in  height,  33  ft.  by  80  ft.  in  area  at  first  story 
and  33  ft.  by  60  ft.  in  area  above,  separated  into  two  sec¬ 
tions  by  a  fore  and  aft  brick  wall  with  openings  therein 
on  each  story.  OCCUPIED  as  follows:  Basement,  stores; 
first  story,  salesrooms  and  manufacture  of  lamp  shades,  six 
persons,  and  also  dressmaking, *three  persons;  upper  stories, 
dwellings.  EXITS  :  An  interior  wooden  stairway  extending 
from  first  story  to  roof ;  enclosed  in  wood  lath,  and  plaster 
partitions  with  wooden  doors  at  openings ;  a  fire  escape 
balcony  on  the  rear  at  the  second  story  only,  of  the  building. 
ROOFS  of  adjoining  buildings  to  east  and  west  are  10  ft. 
lower ;  and 

Whereas,  petitioner  proposes  to  provide  a  4  ft.  wide  fire 
escape  balcony  at  the  rear  of  the  first  story  connected  with 
a  45  degree  stairway  to  the  roof  of  extension  of  the  first 
story,  also  a  45  degree  stairway  from  the  basement  roof  to 
the  adjoining  west  yard;  a  casement  fireproof  door  is  to 
be  provided  from  each  workroom;  all  window  openings  on 
course  of  fire  escape  are  to  be  made  fireproof,  self-closing; 
flame  plates  covering  entire  length  and  width  of  fire  escape 
balcony  rear  of  fire  story  will  be  provided ;  egress  from 
this  roof  (No.  19-21)  to  adjoining  roofs  can  be  had  by 
means  of  ladders ; 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law  and  that  the  petition  be  and  it  hereby  is  granted  on 
condition  that  a  fire  escape  shall  be  provided  on  the  rear  of 
the  building,  embracing  not  less  than  one  window  from 
each  apartment  occupancy  above  first  story  with  45  degrees 
stairs  and  landing  from  the  roof  of  first  story  extension  to 
the  roof  of  the  basement  story  at  first  story  level,  with  45 
degree  stairs  to  yard  of  adjoining  premises  to  the  west, 
with  egress  therefrom  through  yard  of  premises  No.  17, 
by  means  of  a  plain  glass  door,  and  that  the  use  and  oc¬ 
cupancy  shall  be  limited  to  the  conditions  certified  in  the  cer¬ 
tificate  of  occupancy  issued  by  the  superintendent  of  build¬ 
ings. 


APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Mother  of  fire 
department. 

ACTION  OF"  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell  and  Holland, 
Superintendents  Brady,  Reville,  Kleinert, 


Moore  and  McDermott  .  10 

Negative  .  0 


Absent:  Mr.  Kennedy,  Fire  Chief  Kenlon 
and  Deputy  Fire  Commissioner  Hannon  3 
THE  RESOLUTION: 

(47-25-S) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  Samuel  Berman,  owner,  filed,  January  12, 
1925,  a  petition,  with  the  board  of  standards  and  appeals, 
for  variation  from  the  requirements  of  the  labor  law,  as 
cited  in  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  65  Fulton  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner  dated  Oc¬ 
tober  7,  1924,  reads : 

“Order.  No.  65824^LD : 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  compli¬ 
ance  with  the  provisions  of  Sections  273  and  274  of 
the  Labor  Law  and  the  rules  of  the  Board  of  Standards 
and  Appeals  *  *  *. 

“NOTE:  Among  the  defects  noted  are  the  following: 

“No  fireproof  passageway  from  termination  to  street. 

“2.  Provide  an  unobstructed  passageway  around  hoist¬ 
way  leading  from  the  foot  of  the  stairway  to  the  street, 
said  passageway  to  have  a  width  of  not  less  than  the 
width  of  the  stairway,  as  per  Section  271  of  the  Labor 
Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  39  ft.  by  89  ft.  in  area  at  the  first  story  and  39  ft.  by 
53  ft.  in  area  above;  OCCUPIED  as  tenant  factory,  nine 
persons  above  the  first  story ;  the  second  story  being  vacant 
at  present;  EXITS:  An  interior  wooden  stairway  extending 
from  the  first  story  to  the  roof;  enclosed  in  wooden  parti¬ 
tions  with  wooden  doors  at  the  openings;  a  fire  escape  on 
the  rear  of  the  building,  extending  from  the  main  roof  to 
the  roof  of  the  one  story  extension,  with  egress  from  the 
termination  of  fire  escape  by  means  of  extension  roof  to 
ladder  leading  to  extension  roof  of  premises  to  the  rear 
and  therefrom  by  means  of  fire  escape  on  said  building  to 
the  rear;  ROOFS  of  adjoining  buildings  are  at  the  same 
level ;  and 

Whereas,  petitioner  contends  that  the  existing  means  of 
egress  from  the  termination  of  the  fire  escape  are  adequate 
and  proposes  in  re.  Item  No.  2  to  install  tell-tale  chains  at 
the  hoistway; 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  egress  from  the  termination  of  the  rear 
fire  escape,  on  condition  that  the  requirements  of  the  labor 
law  shall  be  complied  with  in  all  other  respects,  and  that 
the  rear  fire  escape  shall  be  carried  to  the  roof  of  exten¬ 
sion,  with  egress  therefrom  over  extension  of  property  in 
the  rear  and  to  roof  of  extension  adjoining  on  both  sides; 
granted,  as  to  Item  No.  2,  on  condition  that  tell-tale  chains 
shall  be  provided  on  the  hoistway  in  accordance  with  the  spe¬ 
cifications  laid  down  in  book  of  rules  of  the  board  of  stand- 


MINUTES 


ards  and  appeals,  and  that  the  occupancy  shall  not  exceed 
twenty-five  (25)  persons  above  the  first  story. 


118-25-S. 

PETITIONER— William  F.  Doyle,  for  Penn  Operating 
Company,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 225-241  West  34th  str  V 
and  234-238  West  35th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  William  F.  Doyle. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell  and  Holland, 
Fire  Chief  Kenlon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and 


McDermott  .  11 

Negative  .  0 

Absent:  Mr.  Kennedy  and  Deputy  Fire  Com¬ 
missioner  Hannon  .  2 

THE  RESOLUTION: 


(118-25-S) 

Whereas,  William  F.  Doyle,  for  Penn  Operating  Com¬ 
pany,  owner,  filed,  January  27,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the  re¬ 
quirements  of  the  labor  law,  as  cited  in  a  decision  of  the 
superintendent  of  buildings,  affecting  premises  225-41  West 
34th  street  and  234-38  West  35th  street,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  January  16,  1925,  in  acting  on  N.  B.  Application 
No.  224-24,  reads: 

“8.  All  windows  in  the  building  should  be  fireproof. 
Sec.  264  of  Labor  Law.  Fireproof  windows  must  be 
stationary  or  self-closing  to  conform  with  the  require¬ 
ments  of  Rule  503  of  the  Industrial  Code.” ; 

and 

WIhereas,  the  building  is  fireproof,  22  stories  in  height, 
154  ft.  by  197  ft.  (irregular)  in  area;  OCCUPIED  for 
lofts  and  offices — variable  number  of  employees.  EXITS  : 
Two  interior  fireproof  stairways,  both  extending  from  the 
first  story  to  the  roof,  both  enclosed  in  fireproof  partitions 
with  fireproof  doors  at  openings;  ROOFS  of  adjoining 
buildings  on  West  34th  street  front — to  west,  six  stories 
lower;  to  east,  nine  stories  lower;  on  West  35th  street 
front — to  west,  eighteen  stories  lower;  to  east,  four  and 
seven  stories  lower ;  and 

Whereas,  petitioner  proposes  to  provide  self-closing  de¬ 
vices  only  on  such  windows  which  form  an  exposure  and 
which  are  within  30  ft.  of  any  opening  in  another  building 
or  within  50  ft.  of  a  neighboring  roof. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  all  windows  within  50  feet  vertically,  or 
30  feet  horizontally,  of  any  other  roof  or  exposure,  shall 
be  equipped  in  accordance  with  the  labor  law  requirements. 


1501-24-S. 

PETITIONER — Adolf  Rosenbaum,  for  Springler-Van 
Beuren  Estates,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 12-16  East  14th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Adolf  Rosenbaum. 

For  Administration :  Inspector  Maher  of  fire  depart¬ 
ment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Gunnison,  Connell  and  Holland,  Fire 


Chief  Kenlon,  Superintendents  Brady, 
Reville,  Kleinert,  Moore  and  McDermott  10 


Negative  .  o 

Absent:  Messrs.  Kennedy,  Dowd  and  Deputy 

Fire  Commissioner  Hannon .  3 

THE  RESOLUTION: 

(1501-24-S) 


Whereas,  Adolf  Rosenbaum,  for  Springler-Van  Beuren 
Estates,  owtier,  filed,  December  22,  1924,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  an  order  of  the 
fire  commissioner,  affecting  premises  12-16  East  14th  street, 
Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  15,  1924,  reads : 

“1.  Remove  the  substandard  fire  escape  on  the  south 
side  of  the  building  or  reconstruct  same  as  per  section 
274  of  the  Labor  Law  and  Rule  3  amended  by  the  Board 
of  Standards  and  Appeals,  May  9,  1924. 

“Among  the  defects  noted  are  the  following: 

“Windows  on  course  not  fireproof,  self-closing. 

“No  egress  from  termination  to  street.”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  having  a  frontage  of  40  ft.  on  West  13th  street  and 
75  ft.  on  West  14th  street  and  a  depth  of  206  feet;  OCCU¬ 
PIED  as  a  tenant  factory — 95  persons  above  the  first 
story;  EQUIPPED  with  a  fire  alarm  signal  system. 
EXITS  :  Three  interior  wooden  stairways,  two  extending 
from  first  story  to  roof  and  one  extending  from  the  second 
to  top  story ;  all  stairways  enclosed  in  fireproof  partitions 
with  fire  doors  at  openings ;  a  60  degree  fire  escape  with 
fireproof  windows  along  the  course  thereof,  on  the  13th 
street  front  of  the  building,  extending  from  the  top  story 
to  second  story  balcony  with  drop  ladder  in  guides  to 
street ;  a  fire  escape  (the  one  in  question)  in  the  court  with 
balconies  on  each  story  connected  by  60  degree  stairs  to 
second  story  balcony,  which  balcony  extends  along  the 
south  wall  of  the  premises  and  leads  to  a  60  degree  stairs 
to  an  intermediate  balcony — thence  by  means  of  a  drop 
ladder  to  open  yard  leading  to  13th  street;  ROOFS  of 
adjoining  buildings  are  at  same  level;  and 

Whereas,  petitioner  contends  that  the  non-fireproof  win¬ 
dows  along  the  course  of  the  fire  escape  are  protected  with 
iron  shutters ;  that  the  fire  escape  balconies  being  four  feet 
wide,  egress  along  same  is  not  obstructed  by  said  shutters, 
and  further  contends  that  the  open  yard  wherein  the  fire 
escape  terminates  is  used  for  a  driveway  from  13th  street; 
having  at  the  street  front  a  pair  of  large  wooden  gates 
which  are  open  all  day  and  can  be  opened  at  any  time  from 
the  yard  side. 

Resolved y  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law  and  that  the  petition  be  and  it  hereby  is  granted  on 
condition  that  the  small  fire  escape  on  the  rear  of  the  east¬ 
erly  section  of  the  building  shall  be  removed  above  the  sec¬ 
ond  story,  and  that  the  remainder  of  the  fire  escape 
on  the  rear  of  the  premises  shall  be  maintained  structurally 
safe  and  that  sufficient  and  adequate  exits  shall  otherwise 
be  maintained  throughout  the  premises ;  granted  only  so 
long  as  the  abutting  properties  remain  in  one  ownership 
and  the  conditions  as  to  occupancy  and  use  of  the  premises 
remain  otherwise  unchanged. 


135-25-S. 

PETITIONER — James  P.  Whiskeman,  for  Estate  of 
Byam  K.  Stevens,  owner  (U.  S.  Trust  Co.  of 
N.  Y.,  trustee). 

SUBJECT— Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AbFECTED — 3  Maiden  lane,  Manhattan. 
APPEARANCES— 

For  Petitioner:  James  P.  Whiskeman. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 


442 


ONDITIONS — As  specified  in  resolution. 

he  vote— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell  and  Holland, 
Fire  Chief  Kenlon,  Superintendents 
Brady,  Rcville,  Kleinert,  Moore  and 

McDermott  .  11 

Negative  .  0 

Absent:  Mr.  Kennedy  and  Deputy  Fire  Com¬ 
missioner  Hannon  .  2 

THE  RESOLUTION: 

(135-25-S) 

Whereas,  James  P.  Whiskeman,  for  Estate  of  Byam  K. 
Sevens,  owner,  filed,  January  31,  1925,  a  petition,  with 
he  board  of  standards  and  appeals,  for  variation  from  the 
equipments  of  the  labor  law,  as  cited  in  orders  of  the  fire 
ommissioner,  affecting  premises  3  Maiden  lane,  Manhattan; 

>tnd  .  .  ,11-, 

Whereas,  the  orders  of  the  fire  commissioner,  dated  De¬ 
ember  3,  1924,  read: 

“Order  No.  69155-LF: 

“1.  Install  an  adequate  interior  electric  fire  alarm 
system  in  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals  and  the  enclosed  approved  lay¬ 
out.” 

“Order  No.  69156-LF : 

“An  inspection  of  the  premises  3  Maiden  Lane,  Bor¬ 
ough  of  Manhattan,  shows  that  a  fire  drill  should  be 

° .  «  •  .  •  1  ,1 _ *  _ 4^  tlia 


(140-25-S) 

Whereas,  Samuel  Rosenblum,  for  Kaufwein  Realty  Co., 
owner,  filed,  January  31,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  470-72  Seventh  avenue, 
Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
3,  1924,  reads : 

“1.  Remove  all  partitions  not  built  of  incombustible 
material  as  per  Sections  263  and  270  of  the  Labor 
Law.” ; 
and 

Whereas,  the  building  is  fireproof,  12  stories  in  height 
(irregular  in  area),  having  a  frontage  of  34  ft.  on  West 
36th  street  and  40  ft.  8  in.  on  Seventh  avenue.  OCCU¬ 
PIED:  Offices,  salesrooms  and  manufacturing,  approxi¬ 
mately  350  persons  above  the  1st  story;  EQUIPPED  with 
a  sprinkler  system  and  a  fire  alarm  signal  system.  EX¬ 
ITS  :  Three  (3)  interior  fireproof  stairways,  extending 
from  1st  story  to  roof ;  enclosed  in  fireproof  partitions,  with 
fire  doors  at  openings ;  and 

Whereas,  petitioner  contends  that  practically  all  of  the 
partitions  form  part  of  the  fixtures  of  the  tenant ;  that 
they  do  not  obstruct  the  means  of  egress  and  that  they  are 
generally  dwarf  partitions  and  of  temporary  nature. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  partitions  around  show  rooms, 


established  and  maintained  therein  according  to  the  re¬ 
quirements  of  Sect.  279  of  the  Labor  Law.  The  Labor  office  and  entrance  hall  to  office  and  show  rooms  and  par- 

Law  specifically  charges  the  Fire  Commissioner  with  titions,  on  condition  that  the  upper  portion  of  said  parti- 

•  f  r  •  a  1  /n  (  fLn  lour 


the  duty  of  enforcing  the  provisions  of  the  law,  as  to 
fire  drills.” ; 

Whereas,  the  building  is  fireproof,  eight  stories  and  pent 
house  in  height,  50  ft.  3  in.  by  26  ft.  9  in.  in  area ,  ( 
CUPIED  mainly  as  offices  and  salesrooms,  78  persons  above 
the  1st  story,  8  persons  being  engaged  in  regulating  watches. 
F.XITS:  An  interior  fireproof  stairway  extending  from  the 
1st  story  to  the  roof,  enclosed  in  fireproof  partitions  with 
fire  doors  at  the  openings;  a  fire  escape  on  the  front  of 
the  building  extending  from  roof  to  2nd  story  balcony,  with 
counterbalanced  stair  to  street;  windows  along  the  course 
of  the  fire  escape  are  fireproof;  and  . 

Whereas,  petitioner  proposes  to  reduce  the  number  oi  per- 
sons  (8)  engaged  in  factory  work  to  seven  persons,  and 
contends  that  this  number,  being  less  than  10  per  cent 
of  the  occupancy,  the  building  is  not  a  factory  building. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law  and  that  the  petition  be  and  it  hereby  is  granted  on 
condition  that  not  more  than  seven  (7)  persons  shall  be 
employed  at  factory  work  throughout  the  premises. 


tions  shall  be  glazed  with  thin  glass  not  less  than  18  in. 
below  the  sprinkler  line ;  that  exit  door  not  less  than  36 
in.  wide  shall  be  provided  in  said  partition,  leading  from 
workroom  and  opening  out  to  exit  hall ;  that  an  exit  sign 
with  letters  at  least  8  in.  in  height  shall  be  provided  and  a 
red  light  placed  over  such  door,  in  addition  to  other  means  of 
exit ;  that  on  any  floor  occupied  by  more  than  one  tenant,  the 
subdividing  partitions  shall  be  arranged  so  as  to  allow 
independent  egress  to  all  required  means  of  exit  from  each 
tenant ;  that  the  partition  subdividing  one  tenant  from  an¬ 
other  shall  extend  from  the  floor  to  ceiling;  and  where 
partition  prevents  the  effective  discharge  of  water  from 
sprinkler  heads,  additional  heads  shall  be  provided  to  cover 
entire  area;  that  all  interior  partitions,  excepting  show 
room,  office  and  entrance  hall  partitions,  shall  be  constructed 
of  incombustible  material  as  specified  under  subdivisions 
A  to  H  of  section  355  of  the  building  code,  or  any  approved 
fireproof  partition;  and  that  the  occupancy  and  use  shall 
remain  substantially  unchanged. 


ny  uu, j  u  u  iiv.* .  #  ,  *  f 

-Variation  of  labor  law  as  cited  in  order  ot 


140-25-S.  ,  ,  T-  ,  . 

PETITIONER— Samuel  Rosenblum,  for  Kaufwein 

Realty  Co.,  owner. 

SUBJECT- 

fire  commissioner. 

PREMISES  AFFECTED— 470-472  Seventh  avenue, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment.  . 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

*  Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell  and  Holland, 
Fire  Chief  Kenlon,  Superintendents  Brady, 
Reville,  Kleinert,  Moore  and  McDermott  . 

Negative  . .  . . 

Absent:  Mr.  Kennedy  and  Deputy 

Commissioner  Hannon  . 

THE  RESOLUTION: 


11 

0 


Fire 


279-25-S. 

PETITIONER— John  F.  Jason,  for  587  Fifth  Avenue, 
Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED —  587  Fifth  avenue,  Manhat¬ 
tan. 

' APPEARANCES— 

For  Petitioner:  John  F.  Jason. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell  and  Holland, 
Fire  Chief  Kenlon,  Superintendents 
Brady,  Kleinert.  Moore  and  McDermott  10 

Negative  . ’ .  0 

Absent:  Mr.  Kennedy,  Deputy  Fire  Com¬ 
missioner  Hannon  and  Superintendent 

Reville  . * .  3 

THE  RESOLUTION: 

(279-25-S) 

Whereas,  John  F.  Jason,  for  587  Fifth  Avenue,  Inc., 
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owner,  filed,  March  12,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  587  Fifth  avenue,  Manhattan ; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  11,  1924,  reads: 

“Order  No.  67730-LD : 

“1.  Provide  an  additional  required  means  of  exit  on 
each  floor  of  the  building,  remote  from  the  existing 
stairway,  preferably  located  at  the  southeast  corner 
of  the  building  in  accordance  with  the  requirements 
of  Section  270  of  the  Labor  Law. 

“2.  Provide  approved  self-closing  fire  doors  at  least 
44  in.  in  width  at  openings  leading  to  balcony  of  fire 
tower  at  north  side  of  building  on  all  stories,  opening 
outwardly  as  per  Section  266  of  the  Labor  Law  and 
Rule  502  of  the  Industrial  Code. 

“3.  Provide  approved  self-closing  fire  doors  at  least 
44  in.  in  width  leading  to  fire  tower  at  north  side 
of  building  from  balcony  on  all  stories,  opening  in¬ 
wardly  from  the  balcony  to  the  stairway,  so  as  not 
to  obstruct  the  stairway,  as  per  Section  266  of  the  La¬ 
bor  Law  and  Rule  502  of  the  Industrial  Code.” ; 
and 

Whereas,  petitioner  amended  his  petition  to  include  the 
decision  of  the  superintendent  of  buildings,  dated  March 
23,  1925,  rendered  in  acting  on  Alteration  Application  No. 
565-25,  reads: 

“1.  Proposed  exterior  stairway  not  a  lawful  means 
of  exit  from  a  new  factory  building.  Sect.  270  of 
Labor  Law.” ; 

and 

Whereas,  the  building  is  fireproof,  ten  stories  in  height, 
30  ft.  by  115  ft.  in  area  on  the  1st  to  6th  stories  inclusive, 
and  37  ft.  by  107  ft.  in  area  above;  OCCUPIED  on  the 
1st  story  as  store,  on  the  2nd,  3rd,  6th  and  7th  stories 
for  manufacturing  and  on  the  remaining  stories  as  offices, 
139  persons  above  the  1st  story;  the  5th  story  being  va¬ 
cant  at  present.  EXITS :  An  interior  fireproof  stairway 
extending  from  the  1st  story  to  the  roof,  enclosed  in  fire¬ 
proof  partitions,  with  kalameined  doors  at  openings;  these 
doors  being  42  in.  in  width,  the  doors  leading  to  the  fire 
tower  opening  outwardly;  ROOFS  of  adjoining  buildings 
are  approximately  30  ft.  lower;  and 

Whereas,  petitioner  proposes  to  install  a  standard  fire 
escape  on  the  rear  of  the  premises,  extending  from  the 
roof  to  the  2nd  story  balcony;  thence  by  means  of  iron 
stairway,  to  rear  yard,  of  premises  No.  1  East  47th  street, 
with  exit  from  termination  of  fire  escape  by  means  of 
door  to  store  leading  to  East  47th  street,  and  contends 
that,  due  to  structural  conditions  in  the  fire  tower,  that 
the  doors  leading  thereto  would  block  the  stairs  if  hung 
to  .  open  inwardly  and  in  view  of  the  proposed  additional 
exit,  afforded  by  the  fire  escape  requests  acceptance  of  the 
42  in.  wide  doors  on  account  of  the  hardship  which  would 
result  if  compelled  to  make  them  44  in.  wide. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  as  to  Item  No.  1,  Order  No. 
67730,  and  Objection  to  Application  No.  565-25  of  the  su¬ 
perintendent  of  buildings,  on  condition  that  a  standard  ex¬ 
terior  screened  stairway,  in  accordance  with  section  268 
of  the  labor  law,  shall  be  erected  on  the  rear  south  end  land¬ 
ing  in  the  yard  of  No.  1  East  47th  street,  with  egress  there¬ 
from  to  the  street  through  glass  panel  door,  on  condition 
that  the  occupancy  of  the  building  shall  not  exceed  the  legal 
capacity  of  the  interior  fire  tower;  granted,  as  to  Item  No. 

on  condition  that  the  present  doors  of  not  less  than  42 
m.  in  width  shall  be  maintained,  same  to  be  self-closing  and 
fireproof,  opening  out  on  the  line  of  travel ;  denied,  as  to 
Item  No.  3,  only  so  far  as  it  affects  the  swing  of  the 
door. 


385-24-S. 

PETITIONER — Michel ine  Nicosia,  owner. 


/  SUBJECT — Variation  of  labor  law'  as  cited  in  decision 
of  health  commissioner. 

PREMISES  AFFECTED — 2268  Second  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Nichelina  Nicosia  and  Sarah 
Murphy. 

ACTION  OF  BOARD — Petition  granted. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell  and  Holland, 
Fire  Chief  Kenlon,  Superintendents 


Brady,  Kleinert  and  McDermott .  9 

Negative  .  q 

Absent:  Mr.  Kennedy  and  Deputy  Fire 
Commissioner  Hannon,  Superintendents 

Reville  and  Moore  .  4 

THE  RESOLUTION: 

(385-24-S) 


Whereas,  Micheline  Nicosia,  owner,  filed,  March  13,  1924, 
a  petition,  with  the  board  of  standards  and  appeals,  for  a 
variation  from  the  requirements  of  the  labor  law,  as  cited 
in  a  decision  of  the  health  commissioner,  affecting  premises 
2268  Second  avenue,  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  health  commissioner,  dated 
October  23,  1923,  reads  : 

“At  a  meeting  of  the  Board  of  Health  of  the  De¬ 
partment  of  Health  of  The  City  of  New  York,  held 
October  23,  1923,  your  application  for  a  Sanitary  Cer¬ 
tificate  for  a  cellar  bakery  at  2268  2nd  Ave.  in  the  Bor¬ 
ough  of  Manhattan  was  denied.” ; 
and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  26  ft.  by  50  ft.  in  area.  OCCUPIED:  Cellar, 
bakery;  1st  story,  stores;  upper  stories,  dwellings;  the 
height  of  the  bakery  from  floor  to  ceiling  being  10  ft.  3  in.; 
the  ceiling  being  at  same  level  as  the  curb  and  the  floor 
being  7  ft.  8  in.  below  the  rear  court  level ;  the  means  of 
ventilation  consisting  of  a  window  opening  on  the  yard ; 
and 

Whereas,,  petitioner  contends  it  would  be  a  hardship  to 
raise  the  ceiling  of  the  bakery  one  foot  above  the  curb 
level,  and  that  it  is  her  only  means  of  livelihood. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted. 


1441-24-S. 


-odwiuci  ivuseuuium,  ror  44  west 


Street  Corporation,  owner. 

SUBJECT  Application  for  reopening  —  variation  of 
labor  law  as  cited  in  order  of  fire  commissioner. 
PREMISES  AFFECTED — 44  West  56th  street,  Manhat¬ 
tan. 


APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  reopened  and  resolu¬ 
tion  modified. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESOLU¬ 
TION — 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell  and  Holland, 
Fire  Chief  Kenlon,  Superintendents 
Brady,  Kleinert,  Moore  and  McDermott  10 

Negative  .  0 

Absent:  .  Mr.  Kennedy  and  Deputy  Fire 
missioner  Hannon  and  Superintendent 

Reville  .  3 

THE  RESOLUTION: 

(1441-24-S) 

V  hereas,  Samuel  Rosenblum,  for  44  West  56th  Street 
Corp  owner,  filed,  December  5,  1924,  a  petition,  with  the 
oara  of  standards  and  appeals,  for  variation  from  the 
1  equirements  of  the  labor  law,  as  cited  in  an  order  of 
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the  fire  commissioner,  affecting  premises  44  West  56th 
street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  23,  1924,  reads : 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  com¬ 
pliance  with  the  provisions  of  Section  273  and  274  of 
the  Labor  Law  *  *  *. 

“Among  the  defects  noted  on  this  fire  escape  are  the 

following : 

“*  *  *  no  fireproof  passageway  leading  to  the  street 
from  the  termination.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  90  ft.  in  area  on  the  1st,  2nd  and  3rd 
stories  and  25  ft.  by  64  ft.  in  area  above;  OCCUPIED 
as  a  tenant  factory,  85  persons  above  the  1st  story.  EX¬ 
ITS  :  An  interior  wooden  stairway,  extending  from  1st 
story  to  roof,  enclosed  in  fire  resisting  partitions  with 
metal  covered  wooden  doors  at  openings;  a  45  degree 
fire  escape  on  the  rear  of  the  building  (with  fireproof 
windows  along  the  course  thereof),  extending  from  the 
main  roof  to  the  roof  of  the  3rd  story  extension,  and  a  fire 
escape  on  the  rear  of  the  three-story  extension  extending 
from  the  roof  thereof  to  the  yard ;  with  EGRESS  from 
the  termination  of  fire  escape  by  means  of  a  door  in  the 
fence  to  yard  of  premises  to  west;  ROOFS  of  adjoining 
buildings  are  at  same  level ;  and 
Whereas,  petitioner  contends  that  the  existing  means  of 
egress  are  adequate ;  and 

Whereas,  this  petition  was  granted  by  the  board  at  its 
meeting,  February  10,  1925,  on  certain  conditions,  and  pe¬ 
titioner  requested  a  modification  of  these  conditions  as  to 
the  existing  certificate  of  occupancy  to  change  to  the  pro¬ 
posed  certificate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  egress  from  termination  of  fire 
escape,  on  condition  that  the  fire  escape  shall  be  carried 
to  the  yard  level  with  egress  therefrom  through  fence 
to  yard  of  adjoining  premises;  and  that  the  premises  other¬ 
wise  conform  to  the  requirements  of  the  certificate  of  oc¬ 
cupancy. 

99-22-S. 

PETITIONER — Samuel  Rosenblum,  for  Albert  Levi, 
owner. 

SUBJECT — Application  for  reopening — variation  of 
labor  law  as  cited  in  decision  of  superintendent 
of  buildings. 

PREMISES  AFFECTED — 138  West  34th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  reopened  and  resolution 
modified. 

THE  VOTE  TO  MODIFY— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison  and  Connell,  Fire  Chief 


Kenlon,  Superintendents  Brady,  Kleinert, 

Moore  and  McDermott  .  9 

Negative .  0 

Absent:  Messrs.  Kennedy  and  Holland, 

Deputy  Fire  Commissioner  Hannon  and 

Superintendent  Reville  .  4 

THE  RESOLUTION: 

(99-22-S) 


Whereas,  Samuel  Rosenblum,  for  Albert  Levi,  owner, 
filed,  January  24,  1922,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  a  decision  of  the  superintendent  of 
buildings,  affecting  premises  138  West  34th  street,  Manhat¬ 
tan  ;  and 


Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 

“1.  Plan  of  vestibule  is  not  clear;  obstruction  by 
showcase  not  permitted.  (Also  egress  from  the  fire 
escapes  must  be  through  a  fireproof  passageway  and 
so  indicated  on  plans.)”; 
and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  98  ft.  9  in.  in  area.  OCCUPIED:  1st 
story,  store;  2nd  story,  salesrooms,  8  persons;  3rd  story, 
men’s  tailor,  9  persons;  4th  story,  furrier,  5  persons;  5th 
story,  cloaks  and  suits,  13  persons;  the  means  of  egress 
consisting  of  an  interior  stairway  extending  from  the  1st 
story  to  the  roof,  enclosed  in  fire  resisting  partitions  with 
kalameined  doors  at  the  openings,  a  fire  escape  on  the  rear 
of  the  building  with  landing  on  roof  of  extension  in  the 
2nd  story,  with  counter-balanced  stairway  to  adjoining  yard 
and  with  fireproof  windows  on  the  course  of  the  fire  escape, 
one  on  each  story  being  a  casement  sash ;  and 

Whereas,  petitioner  contends  that  the  show  window  in 
the  entrance  hall  is  permanently  built  in  and  rigid  and  that 
there  is  a  fireproof  door  directly  from  the  entrance  to  the 
hallway  shutting  off  the  stairway  and  hallway  from  this 
show  window ;  and 

Whereas,  the  petitioner,  in  view  of  the  light  occupancy, 
requests  that  the  means  of  exit  be  considered  adequate;  and 

Whereas,  this  petition  was  granted  by  the  board  at  its 
meeting,  April  11,  1922,  on  certain  conditions,  and  peti¬ 
tioner  now  requests  a  modification  of  these  conditions  as 
to  egress  from  the  termination  of  fire  escapes,  egress  to 
adjoining  yard  being  blocked. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law  and  that  the  petition  be  and  it  hereby  is  granted  as  to 
egress  from  the  rear  fire  escape  by  means  of  a  direct  con¬ 
nection  from  the  2nd  story  extension  to  the  extension  roof  of 
the  adjoining  premises,  with  egress  therefrom  through  plain 
glass  windows,  on  condition  that  consent  of  the  adjoining 
owner  is  filed  with  the  bureau  of  buildings,  and  that  the 
conditions  remain  unchanged,  and  that  the  decision  of  the 
superintendent  of  buildings  as  to  the  vestibule  and  extend¬ 
ing  hall  partitions  to  the  street  be  and  it  hereby  is  affirmed 
and  the  petition  as  to  this  item  be  and  it  hereby  is  denied. 


RLTLES. 

77-25-SR. 

PETITIONER — National  Automatic  Sprinkler  Associ¬ 
ation. 

SUBJECT  —  Proposed  amendments  to  the  Sprinkler 
Rules. 

APPEARANCES— 

For  Petitioner:  Ira  G.  Hoagland,  Eugene  A. 
Drumm,  Ormond  J.  Burke,  Henry  A.  Fiske, 
Chas.  Adams.  Earl  W.  Harrington,  E.  P. 
Boone,  J.  H.  McDowell  and  W.  B.  Plumer. 
For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  May  8, 
1925,  at  10  a.  m. 


CASES  DISMISSED. 

Variations  of  the  Labor  Lazv. 

The  chairman  called  attention  to  the  following  cases, 
where  notices  of  intention  to  petition  were  offered  for  fil¬ 
ing  ;  but  where,  despite  notices  from  this  office,  papers  have 
not  been  completed,  thus  tying  the  hands  of  the  administra¬ 
tive  official  in  the  performance  of  his  duty : 

(1336-24-S) 

Filed  November  13,  1924 — Premises  241  Lafayette  street, 
Manhattan.  Order  of  the  fire  commissioner, 
labor  law.  Petitioner,  C.  E.  Doppeler.  Dis¬ 
missed  for  lack  of  prosecution. 

(1416-24-S) 

Filed  December  1,  1924 — Premises  818  Broadway,  Manhat¬ 
tan.  Orders  of  the  fire  commissioner,  labor 
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law.  Petitioner,  Leo  Silver.  Dismissed  for 
lack  of  prosecution. 

Appliances  Submitted  for  Approval. 

(1256-24-SA) 

Filed  October  23,  1924 — Approval  of  Needham  Fuel  Oil 
Burner.  Petitioner,  Needham  Oil  Burner 
Company.  Dismissed  for  lack  of  prosecu¬ 
tion. 

(1298-24-SA) 

Filed  November  1,  1924 — Approval  of  Continental  Oil 
Burner.  Petitioner,  Continental  Oil  Burner 
Corporation.  Dismissed  for  lack  of  prose¬ 
cution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell,  Fire  Chief 


Kenlon,  Superintendents  Brady,  Kleinert, 


Moore  and  McDermott  .  10 

Negative  .  0 


Absent:  Mr.  Kennedy,  Deputy  Fire  Commis¬ 
sioner  Hannon  and  Superintendent  Reville  3 
THE  RESOLUTION: 

Whereas,  the  foregoing  petitioners  have  filed  with  the 
board  of  standards  and  appeals  petitions  for  variation  from 
the  requirements  of  the  labor  law  affecting  the  premises 
noted ;  and  for  approval  of  the  devices  noted ;  and 

Whereas,  the  foregoing  petitioners  have  failed  to  com¬ 
plete  their  papers,  although  duly  notified  to  do  so. 

Resolved,  that  the  petitions  be  and  hereby  are  dismissed 
for  lack  of  prosecution. 


Adjourned  5.35  p.  m. 

Edward  V.  Barton,  Acting  Secretary. 


PUBLIC  HEARING 


PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES— 

SPRINKLER  SYSTEMS. 


[77-25-SR1 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday  May  8,  1925,  at  10  a.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only ._  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  dr  aim  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  shout  sectional  ele¬ 
vations  of  the  building ;  and  the  essential  features  of  the 
construction,  vis.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  .  They  shall  also  indicate 
the  location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gafe,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-1 
sioner  may  require,  not  exceeding  three  ( 3 ),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forzmrdcd  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
Plans.  If  a  standpipe  ( fire  line)  equipment  is  provided 
throughout  the  building ,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad- 
znsed  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
zvorkmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher.  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  oyer  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 

classified  as:  . 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  with  water; 


(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  zvith  at!  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton.  D.  C. ;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 

Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  .the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  belozv  the  pent  house  roof, 
but  zvhere  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  arc  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 
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The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
jsing  and  may  extend  through  tank  bottom  to  discharge 
‘  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
side  tank  must  be  of  brass  or  copper  or  other  non-cor- 

isive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
jmmon  source  of  supply,  either  a  pump  or  a  direct  serv- 
e  main  connection,  proznded  that  there  are  separate  feed 
tains  from  the  basement  or  lowest  story  and  a  control 
alve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2)  inches 
1  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
ss  than  three  (3)  inches  in  diameter  for  larger  tanks, 
'lie  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be- 
,u 1  the  top  of  the  staves  in  zvooden  tanks  and  one  ( 1 ) 
tch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
trough  the  bottom  of  tank  provided  the  portion  inside  tank 
of  brass  or  copper  or  other  non-corrosive  metal  and 
ithout  joints  or  it  may  extend  through  side  of  tank.  For 
inks  over  roofs  overflozv  pipes  shall  terminate  not  more 
i an  twenty-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
ith  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  where  exposed 
0  the  weather  shall  be  protected  from  freezing  by  a  frost- 
roof  covering  zvhich  may  be  of  three  layers  of  one-inch 
1")  liair  felt  interspersed  with  building  paper  zvell  wrapped 
nd  secured  and  covered  with  canvas  zvell  painted  or  by 
rost-proof  boxing  as  specified  by  the  National  Board  of 
ire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
leans  of  a  steel  gooseneck  ladder  substantially  constructed 
nd  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
rom  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
cquirements  of  the  Building  Code  and  supporting  struc- 
iires  shall  be  approved  by  the  Superintendent  of  Buildings. 
" anks  not  enclosed  and  exposed  to  the  zveather  shall  be 
overed  zvith  a  double  roof  of  acceptable  construction  cou¬ 
nting  of  a  tight  flat  cover  of  matched  boards  and  above 
his  a  conical  roof  which  shall  be  covered  with  an  ap- 
roved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
ard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca- 
■acity  and  located  on  a  structure  altogether  independent  of 
uildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
he  ground  level,  and  not  less  than  20  feet  above  the  high- 
st  line  of  sprinklers  below  the  main  roof  of  the  highest 
uilding  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
ufficient  water  to  supply  twelve  and  one  half  per  cent 

;  12 of  the  number  of  sprinklers  in  the  average  pro- 
seted  fire  area  for  twenty  (20)  minutes,  but  not  less 
nan  [5,000]  3,000  gallons  of  water  for  a  zvet  pipe  system 
here  supplemented  by  an  auxiliary  zvater  supply,  and  not 

'  ss  than  5,000  gallons  of  zvater  for  a  dry-pipe  system.  No 
ingle  tank  shall  have  a  capacity  greater  than  9,000  gallons, 
he  tank  shall  be  kept  two-third's  (2/3)  full  of  water 
nder  a  pressure  of  seventy-five  (-75)  pounds  per  square 
ich,  and  shall  be  so  proportioned  and  located  that  a  pres- 
ure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
/ill  be  available  on  the  highest  line  of  sprinklers  below 
he  main  roof  when  all  the  water  has  been  discharged  from 
ie  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
lighest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  belozv  the 
ighest  line  of  sprinklers  supplied  by  tank  or  tanks. 
Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
upply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
his  rule,  the  amount  of  water  to  be  provided  in  excess  of 
25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde- 
■endent  of  the  sprinkler  piping,  not  less  than  [two]  one 
nd  one-half  {iVi)  inches  in  size  [with  a  one  and  one- 
uarter  ( 1 *4)  inch  connection  to  the  tank],  or  through  a 
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by-pass  not  less  than  [two  (2)]  one  and  one-half  (il/2)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 

under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 

shall  be  so  marked  as  to  be  quickly  located  and  to 

indicate  the  purpose  of  the  valve.  The  valve  shall  be 

of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 

Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  zvith- 
in  18"  thereof,  the  control  valve  may  be  located  in  the  zva¬ 
ter  supply  connection  at  a  point  not  more  than  two  ( 2 ) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  zvater  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  zvhich  allozvs  free  flozv  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
zvith  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  zvater  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  deznee,  zvhich  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
belozv  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  zvater  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  zvater  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes,  d  he  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
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be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50 )  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (54)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  shall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforqis 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( zoo )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  zvhere  frontage  is  not  continuous  but  in  all  cases  zvhere 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (354)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
✓  fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *he  building 


line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  betzvecn  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  haznng 
a  one-half  (54)  inch  pipe  connection  and  one-half  (54)  inch 
orifice  and  a  bronze  bait  of  proper  size,  or  by  a  three-quar¬ 
ter  CVa)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
zvhen  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  .Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 
ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  graznty  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  zvatcr  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
zvhere  the  occupancy  of  the  building  does  not  conflict  zvitli 
Rules  38,  39  and  40  hereinafter  provided  for.  * 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  (54)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  (^2)  inch  head  for  each  6254 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
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special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  .be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  (J4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
md  the  distance  between  heads  on  each  line  shall  not  exceed 
fight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
tot  more  than  two  (2)  feet  from  wall  or  partition.  Permis- 
fion  may  be  given  by  the  administrative  official  having  juris- 
liction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
reiling  into  bays  ten  (10)  to  eleven  and  one-half  (11  /2) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
tehall  then  be  spaced  on  each  line  so  that  the  area  covered 
Dy  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 
Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 

■  of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
-  of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ( )4 )  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 

.  - 

*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De- 
I  partment,  or  one  that  has  passed  similar  tests  by  the 

Fire  Department. 


least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings ;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 

(a)  For  standard  one-half  04)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows : 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  sliaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof.  jw»v  be  used  in  lieu  of  heads  located  in  peak  of 
roof  * 
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(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran.*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6  y±  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative,  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  ( )4 )  inch  heads — 


of  Pipe 

54  inch  . 

1  “  . 

Maximum  No.  of 
Heads  Allowed 

i)4  “  . 

.  3 

it 

i)4  “  . 

.  5 

it 

2  “  . 

.  10 

tt 

2)4  “  . 

.  20 

it 

3  “  . 

a 

3)4  “  . 

.  55 

a 

4  “  . 

.  80 

it 

5  “  . 

.  140 

u 

6  “  . 

.  200 

a 

7  “  . 

.  •  300 

tt 

8  "  . 

u 

(b)  For  Conran*  one  (1)  inch  heads — 


:  of  Pipe 

1  inch  . 

Maximum  No.  0 
Heads  Allowed 

1)4  “  . 

1)4  “  . 

il 

2  “  . 

it 

2)4  “  . 

a 

3  “  . 

u 

4  “  . 

u 

5  “  . 

a 

6  “  . 

a 

7  “  . 

a 

8  “  . 

u 

(c)  For  Conran*  one  and 


Size  of  Pipe 
1)4  inch 

iy2  “ 

2  “ 

a)4  “ 


3 

4 

5 

6 


U 

it 


U 


8 


ti 
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one-quarter  (1)4)  inch  heads— 
Maximum  No.  of 
Heads  Allowed 

.  1  head 

.  2  heads 


3 

4 
6 


ti 


it 


12 

21  “ 
40  “ 

60  “ 
84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  ()4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  .may  'be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
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,i  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
izes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur- 
oses  of  this  rule,  a  blank  zvall,  or  one  in  which  the  openings 
re  protected  by  standard  fire  doors,  may  be  considered  as 

fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
.ranted  allowing  the  heads  in  a  fire  section  of  small  area  to 
>e  fed  from  the  risers  in  another  section,  provided  the 
otal  number  of  heads  in  such  area  does  not  exceed  the 
ollowing  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 

irotected  from  mechanical  injury  and  freezing  and  shall  be 
roperly  supported  on  foundations  and  by  floor  plates,  clamps, 
:ouplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
iose  outlets,  shall  be  made  until  a  sprinkler  system  riser 
ir  any  part  thereof. 

[j  Where  gravity  and  pressure  tanks  feed  through  a  common 
iischarge  pipe  or  “dead  riser ”  to  the  foot  of  a  riser  and  an 
lir  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
1 ank  shall  connect  until  the  discharge  pipe,  or  “dead  riser ”, 
forty  ( 40 )  feet  belozv  the  bottom  of  the  pressure  tank. 

Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
;tandard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
ind  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iroii  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall'  ancj  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa- 
tioa 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 


Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overfloiv  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  ivall  and  exposed  to  the  weather,  they 
shall  be  fitted  with  hoods  or  down-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser ; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank ; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 
and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 
ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  1  inch 
in  size  where  floor  valves  are  not  over  2/2  inches  in  size 
and  1%  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  1}/ 2  inches  in  size. 
The  draiii  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  • shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  where 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  ()4)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  ()4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Y\  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  J$4  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  )4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  Y\-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvitli  a  Y\-incli  sliut-off  valve 
stopped  zvitli  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4)4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows  : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 
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At  the  pressure  tank; 

At  the  air  compressor ; 

Above  the  alarm  valve;  , 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

■Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  ()4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 

All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  04)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 


Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  bi 
classified  as  follows : 


Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  t( 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approvec 
trip  under  electric  control  of  an  approved  automatic  ther 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicablt 
to  the  sprinkler  system.  in  an  enclosed  and  accessible  plac< 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used ,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main 
tained  dry  for  protection  from  freezing,  shall  have  only  sue! 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shal 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (4/6)  of  the  watei 
pressure  in  any  case. 


I  he  air  compressor  shall  have  a  capacity  of  not  less  tbai 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  fo 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con 
taining  calcium  chloride,  in  order  to  avoid  the  introductioi 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  b< 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  ()4)  inch  heads  . 40i 

(b)  For  Conran*  one  (1)  inch  heads  . io< 

(c)  For  Conran*  one  and  one-quarter  (1)4  inch  heads  6 

Where  equipped  with  an  approved  quick-opening  device 

the  followmg  number  of  heads  may  be  controlled  by  on, 
“ Type  A”  dry-pipe  valve : 

(a)  For  Standard  one-half  ()4)  inch  heads  . 8oi 

(b)  For  Conran*  one  (/)  inch  heads . m 

\c)  For  Conran*  one  and  one-quarter  (z)4)  inch  heads. iA 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarn 
system  shall  be  designed  to  operate  at  a  temperature  lowei 
than  that  required  to  open  the  sprinkler  heads,  and  all  con 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  ()4)  inch  heads  . 50( 

(b)  For  Conran*  one  (l)  inch  heads  . 1 2£ 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads.  84 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 

systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  ()4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 


452 


PUBLIC  HEARING 


70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
rith  an  indicator  or  alarm  located  in  the  engineer’s  room 
near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
anks  subject  to  freezing  shall  be  protected  by  internally 
leating  the  water  or  enclosing  the  tank  in  a  frost-proof 
louse  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
»ipe  systems  shall  be  of  standard  full-weight  wrought  iron 
>r  steel,  painted  with  two  coats  of  protective  paint,  one 
>efore  and  one  after  installation.  Such  pipe  shall  be  in- 
tailed  in  ducts  or  be  encased  in  cement  mortar  and  shall 
ie  inspected  prior  to  concealment.  When  installed  in  the 
oncealed  space  between  floor  arches  and  ceiling,  such  pipe 
hall  be  supported  by  hangers  and  all  pipe,  fittings  and 
langers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open- 
ngs  and  other  structural  defects  which  prevent  the  banking 
ip  of  heated  air  and  retard  the  automatic  action  of  sprin- 
der  heads  shall  be  provided  with  the  necessary  curtain 
>oards  and  draft  stops  to  permit  specific  control  of  the  fire 
>y  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be- 
ow  the  lowest  sprinkler. 

Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
cceptance  all  automatic  sprinkler  systems,  excluding  the  wa- 
er  supply  tanks,  shall  be  subjected  after  installation  to  a 
lydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
ier  square  inch  in  excess  of  that  which  will  be  normally 
arried  and  observed  in  the  sprinkler  system,  such  test 
>ressure,  however,  never  to  be  less  than  one  hundred  and 
ifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys- 
em. 


All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
iressure  of  one  and  one-half  (l]/2 )  times  the  working  pres- 
ure.  To  prevent  the  possibility  of  serious  water  damage 
n  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
mall  pump,  the  main  controlling  gate  being  meanwhile 
cept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
ised  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con- 
rol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
md  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
wo  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
lours. 

In  the  case  of  automatic  dry-pipe  systems  with  difleren- 
ial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
luring  the  test  to  prevent  in  jurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
,  it  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
if  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 


All  tests  of  installed  systems  shall  be  made  by  the  con- 
ractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
mthorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con- 
'ealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
ipproved  of  in  zvriting,  except  piping  passing  through  floors, 
vails,  partitions  or  beams  for  distances  equal  to  the  thick- 
i ess  of  such  floors,  zvalls,  partitions  or  beams. 


Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
iprinklers  required  in  non-fireproof  business  buildings  under 
he  provisions  of  Chapter  5,  Article  4.  Section  72.  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
"ules,  shall  consist  of  at  least  a  One  Source  System. 


Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 


Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 
of  Ordinances  and  the  Labor  Laiv  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  _J7.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 

Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10.  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  proinded  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  ivith  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  zvorking  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (b),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Undcrzvriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  April  9,  1925  .  379 

Restored  to  calendar  .  29 

Miscellaneous  Applications. 

Requests  to  reopen  .  50 

Requests  to  amend .  0 

Requests  for  modification  .  16 

Requests  to  rescind .  0 

Requests  for  extension  of  time  .  8 

Requests  for  extension  of  permit  .  3 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans  .  4 

Administrative  requests  .  1 

Requests  for  interpretation .  0 

Total  .  1088 

Disposed  of  .  474 

Cases  pending  April  9,  1925  .  614 


DISPOSITION  OF  CASES. 

Withdrawn  .  4] 

Dismissed  .  3c 

Denied  .  61 

Granted  .  3 

Granted  on  condition  .  249 

Appliances  approved  . 

Appliances  dismissed,  disapproved  or  withdrawn  .  2 

Rules  approved  .  ( 

Rules  disapproved  or  rescinded .  C 

Miscellaneous  Actions. 

Requests  to  reopen  granted .  48 

Requests  to  reopen  denied .  i 

Requests  to  amend  granted .  c 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  16 

Request  for  modification  denied  .  C 

Requests  to  rescind  granted  .  0 

Requests  to  rescind  denied  .  o 

Requests  for  extension  of  time  granted .  8 

Requests  for  extension  of  time  denied  .  o 

Requests  for  extension  of  permit  granted  .  3 

Requests  for  extension  of  permit  denied .  o 

Requests  to  install  granted  . .' .  0 

Requests  to  install  denied  .  o 

Plans  approved  .  4 

Plans  disapproved  .  q 

Administrative  requests  granted  .  o 

Administrative  requests  denied  or  withdrawn  . 

Interpretations  .  o 

Requests  withdrawn  or  dismissed .  i 

Total  .  474 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing.  , 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


HOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . 

P.  O . 


My  subscription  is  to  begin  with  th^  issue  for  .  1925. 
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DIRECTORY 


DATES  AND  HOURS  OF  MEETING. 

h;  .  j  u  ,  Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 


Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  rn. 

28  of  Standards  and  Appeals,  as  listed  in  the  Cat- 


BOARD  OF  APPEALS. 

WILLIAM  E.  WALSH,  ChairmanAPR 

ames  P.  Holland  John  ^owd  ,  All  hearings  are  held  in  Room  1013,  Municipal  Building, 

Ienry  L.  Connell  Joseph  B.  GuMmson  |  f  Manhattan. 

'ire  Chief  John  Kenlon  J.  Sarsfield  Kennedy 


HOURS  FOR  CONSULTATION. 


BOARD  OF  STANDARDS  AND  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 


ames  P.  Holland  John  Dowd 

If.nry  L.  Connell  Joseph  B.  Gunnison 

'ire  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy 

Thomas  J.  Drennan . Fire  Commissioner 

Th arles  Brady . Supt.  of  Buildings,  Manhattan 

3.  J.  Reville . Supt.  of  Buildings,  The  Bronx 

\lbert  E.  Kleinert . Supt.  of  Buildings,  Brooklyn 

i'ohn  W.  Moore . Supt.  of  Buildings,  Queens 

Yilliam  J.  McDermott _ Supt.  of  Buildings,  Richmond 

Witliam  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

Office — Municipal  Building,  Rooms  1001  to  1015. 

Telephone — Worth  0184. 

Office  Hours — 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 


All  communications  should  be  addressed  to  the  chairman 

of  the  board. 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  April  14, 


1925. 

Minutes  of  Special  Meeting,  Board  of  Appeals,  April 


14,  1925. 

Notice  of  Public  Hearing. 

Progress  Report. 


10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  hoard,  will  he 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

• 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  on  Tuesday,  April  21, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  April  28,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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DOCKET. 

New  Cases  Filed  Week  Ending  April  16,  1925. 

Cal.  N o.  Department.  Premises  Affected. 

409-25-BZ . B.B.M.  . .  1820-1832  Nostrand  ave.,  Bklyn. 

- -  Applic.  5573-1925. 

408-25-A . B.B.M.  ..73  Warren  st.,  Man. 

- -  Viol.  1365-1925. 

407-25-BZ . B.B.B.  ...1448-1458  Flatbush  ave.,  Bklyn. 

-  Applic.  3303-1925. 

406-25-S . F.D .  178-192  Sullivan  st.,  Bklyn. 

-  L.  D.  68869-68871. 

405-25-BZ . B.B.B.  ...187-189  Prospect  Park  West, 

- — 1 — • —  Bklyn.  Applic.  4931-1925. 

404-25- A . B.B.Bx.  .  135-147  E.  8th  st.,  Man. 

-  Alt.  642-1924. 

403-25-BZ . B.B.Bx.  .  S.  E.  C.  Jerome  ave.  &  Van 

Cortlandt  st.,  Bx. 

.  N.  B.  539-1925. 

402-25-BZ . B.B.Bx.  .  S.  E.  C.  E.  182nd  &  Folin  sts., 

- ' - —  Bx.  N.  B.  716-1925. 

401-25-S . F.D . 118  Forsyth  st.,  Man. 

-  L.  D.  63029. 

400-25-BZ . B.B.M.  ..247-249  W.  69th  st.,  Man. 

- -  •  ■  -  Alt.  633-1925. 

399-25-BZ . B.B.M.  ..  560-564  W.  174th  st.,  Man. 

- 4 - —  N.  B.  201-1925. 

398-25-BZ . B.B.Bx.  .3655-3663  3rd  ave.,  Bx. 

-  N.  B.  1856-1924. 

397-25-A . F.D . Ft.  of  Hubbard  st.  (Marine 

Basin),  Bklyn. 

- - —  -  F-69503-69504, 

396-25-S . F.D . 152  W.  24th  st.,  Man. 

- —  L.  D.  39689. 

395-25-S . B.B.M.  ..  30  Union  sq.,  Man. 

- -  Alt.  2904-1924. 

394-25-A . B.B.M.  ..96  Spring  st.,  Man. 

- -  1  •  Viol.  1267-1925. 

393-25-S . F.D .  127-133  W.  17th  st.,  Man. 

-  L.  D.  74231. 

392-25-A . F.D . 15  W.  17th  st.,  Man. 

-  L.  C.  28296. 

391-25-S . B.B.M.  . .  17  E.  55th  st,  Man. 

- * — -  Variation  of  Labor  Law. 

390-25-A . F.D .  3064-3068  Atlantic  ave.,  Bklyn. 

- - -  L.  C.  95245. 

389-25-BZ . B.B.B.  ...136-140  Hall  st.,  Bklyn. 

-  Applic.  5124-1925. 

388-25-A . F.D . 641  Broadway,  Man. 

-  F-71484. 

387-25-S . F.D . 88  University  pi.,  Man. 

Decision. 

386-25-BZ . B.B.B.  ...28-30  Malta  st.,  Bklyn. 

-  Applic.  25310-1924. 

385-25-A . F.D . N.  S.  Anable  ave.,  from  Moore 

st.  to  Honeywell  ave.,  L.  I. 

-  City,  Q.  N.  B.  2498-1924. 

384-25-BZ . B.B.M.  ..547-549-551  W.  133rd  st.,  Man. 

.  N.  B.  139-1925. 

383-25-BZ . B.B.B.  ...656-662  Bay  Ridge  ave.,  Bklyn. 

■  ■'  ’  Applic.  23773-1924. 


382-25-BZ . B.B.B.  ...314-324  79th  st.,  Bklyn. 

- — — “  Applic.  23721-1924. 

381-25-A . F.D .  1229-1231  Gerard  ave.,  Bx. 

- -  L.  C.  28705. 

380-25-S . F.D . 125  Nostrand  ave.,  Bklyn. 

-  L.  D.  71133. 

Restored  to  Calendar. 

1374-24-A . F.D .  305-9  Broadway,  Man. 

- -  F-58004. 

480-24-BZ . B.B.B.  ...1927-41  Broadway,  Bklyn. 

-  N.  B.  4669-1924. 

621-20-A . F.D . N.  S.  Water  st.,  56  ft.  W.  of 

Main  st.,  Store  No.  2,  Bklyn. 
-  F-1536. 


CODE. 

F-D . Fire  Department 

H-D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B-B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  April  21,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

237-25-BZ. 

APPLICANT — Wm.  F.  Doyle,  for  Bee  Dee  Realty  Co. 
owner. 

PREMISES — 38-44  State  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

1358-24 -BZ. 

APPLICANT — Murray  Klein,  for  Lirpa  Realty,  owner. 
PREMISES — 57-59  West  132nd  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  alteration  and  con¬ 
version  of  occupancy  from  a  stable  for  more  than 
five  (5)  horses  to  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

BOARD  OF  APPEALS. 

Tuesday,  April  21,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

136- 25-A — Northwest  corner  of  Woodhaven  avenue  and 

Ridgewood  avenue,  Woodhaven,  Queens. 

137- 25-A — 95  Buckingham  road,  Brooklyn. 

138- 25-A — Foot  of  Amity  and  Congress  streets,  Brooklyn 

139- 25-A — 48-56  Hamilton  avenue,  Brooklyn. 

160- 25-A — 1225  West  254th  street,  The  Bronx. 

161- 25-A — Northeast  corner  of  Shore  road  and  96th  street, 

Brooklyn. 

162- 25-A — Northeast  corner  of  Waldo  avenue  and  Living 

ston  avenue.  The  Bronx. 

168-25-A — 57-59  Second  avenue,  Manhattan. 

176-25-A — 642  West  57th  street,  Manhattan. 

1433-24-A — 16-26  Northern  avenue,  Manhattan. 

1462-24-A — 186-188  Wooster  street,  Manhattan. 

1508-24-A — 420-438  Oakland  street  and  1-11  Paidge  ave¬ 
nue,  Brooklyn. 
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14-25-A — 248-254  West  60th  street  and  519-555  West  59th 
street,  Manhattan. 

31-24-A — 6701  Ridge  boulevard,  Brooklyn. 

1 0-24 -A — 1038  Ocean  avenue,  Brooklyn. 

82-25- A — East  side  Ranton  street,  corner  of  Newtown 
Creek,  Brooklyn. 

16-24-A — 1342  Park  avenue,  Manhattan. 

88-24-A — 37-65  Franklin  avenue  and  22-46  Skillman  street, 
Brooklyn. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
a  public  hearing  under  the  provisions  of  the  building 
,ne  resolution,  Tuesday  morning,  April  21,  1925,  at  10 
;lock,  in  Room  1013,  Municipal  Building,  on  the  follow- 


g  matters: 

,L.  no.  5-25-BZ — Application,  January  2,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Irville 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  northwest  corner  of  Cortel- 
you  road  and  Gravesend  avenue,  Brook¬ 
lyn. 

vl.  no.  402-24-BZ — Application,  March  18,  1924,  under  the 
building  zone  resolution,  of  Charles  H. 
Mohr,  applicant,  on  behalf  of  Mohr- 
Steiber  Holding  Co.,  Inc.,  owner,  to 
permit  in  a  business  district  the  main¬ 
tenance  of  a  prohibited  use,  iron  works 
in  the  first  story  and  in  the  cellar  of 
an  existing  building;  premises  449  West 
46th  street,  Manhattan. 

kl.  no.  1421-24-BZ — Application,  December  2,  1924,  under 
the  building  zone  resolution,  of  David 
G.  Ludins,  applicant,  on  behalf  of 
Elliot  Place  Holding  Co.,  owner,  to 
permit  in  a  residence  district  extending 
from  a  business  district  the  erection 
and  maintenance  of  a  business  building; 
premises  southeast  corner  of  Jerome 
avenue  and  Elliot  place,  The  Bronx. 

al.  no.  1 539-24 -BZ — Application,  December  31,  1924,  under 
the  building  zone  resolution,  of  Charles 
E.  Anderson,  applicant,  on  behalf  of 
George  V.  Fink  and  L.  F.  Fink,  Inc., 
owner,  to  permit  in  a  residence  and 
“E”  area  district  the  erection  and  main¬ 


tenance  of  a  building  nearer  than  ten 
(10)  feet  from  the  street  line;  contrary 
to  section  15,  subdivision  (d)  of  the 
building  zone  resolution;  premises  1977 
East  22nd  street,  Brooklyn. 

al.  no.  52-25-BZ— Application,  January  12,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
Richard  Weber,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  266-278  Park  circle,  Brooklyn. 

al.  no.  1480-24-BZ— Application,  December  16,  1924  under 
the  building  zone  resolution,  of  Emil 
Guterman,  applicant,  on  behalf  of  Paola 
Gerardi,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  105-107  Jackson  street,  Brook- 

:al.  no.  7-25-BZ — Application,  January  2,  1925,  under  the 
building  zone  resolution  of  Phinp 
J.  Sinnott,  applicant,  on  behalf  of  un¬ 


man,  Schlesinger  Bldg.  Co.,  owner,  to 
permit  in  a  residence  and  V/2  times 
height  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for 
business  purposes,  also  the  erection  of 
the  street  wall  to  a  height  exceeding 
the  limit  required  by  the  building  zone 
resolution;  premises  1896-1898  Arthur 
avenue,  The  Bronx. 

cal.  no.  1252-24-BZ — Application,  October  22,  1924,  under 
the  building  zone  resolution,  of  Morris 
Perlstein,  architect,  on  behalf  of  Rite- 
built  Realty  Corp.,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  cf  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  northwest  corner  of 
Forest  avenue  and  Linden  street, 
Ridgewood,  Borough  of  Queens. 

cal.  no.  1268-24-BZ — .Application,  October  25,  1924,  under 
the  building  zene  resolution,  of  Charles 
B.  Meyers,  architect,  on  behalf  of  Will¬ 
iam  IT.  Seaich,  owner,  to  permit  in  a 
business  district  the  conversion  of  oc¬ 
cupancy  from  storage  purposes  to  a 
garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  142- 
156  East  31st  street,  Manhattan. 

cal.  no.  275-25-BZ — Application,  March  11,  1925,  under 
the  building  zone  resolution,  of  Leo  S. 
Sheridan,  applicant  and  owner,  Maur¬ 
ice  F.  Hickey,  lessee,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  88-110  Crown  street,  Brook¬ 
lyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  April  21,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

982-24-S — 614-618  West  131st  street,  Manhattan. 

18-25-S — 12  East  56th  street,  Manhattan. 

1495-24-S — 45  Maiden  lane,  Manhattan. 

28-25^S — 17  East  54th  street,  Manhattan. 

42-25-S — 349-351  West  26th  street,  Manhattan. 

112-25-S — 333  Seventh  avenue,  Manhattan. 

163-25-S — 4049  Third  avenue,  The  Bronx. 

172- 25-S — 535-547  West  45th  street,  Manhattan. 

T74-25-S — 105-117  Madison  avenue,  Manhattan. 

198-25-S— 566-568  Seventh  avenue,  Manhattan. 

129-25-S — (596  Broadway,  Manhattan. 

147-25-S— 1210  Bowery,  Manhattan. 

173- 25-S — 1  Past  53rd  street,  Manhattan. 

178-25-S — 391  Washington  street,  Manhattan. 

187-25-S — flO  East  3rd  street,  Manhattan. 

86-25-S — 33  West  56th  street,  Manhattan. 

25-25-S— 35-37  Ormond  place,  Brooklyn. 

Appliances  Submitted  for  Approi'al. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

154-25-SA — Edwards  Solenoid  Type  Bell,  approval  of. 
242-25-SA— Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 


CALENDAR 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  April  28,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

218-25-BZ. 

APPLICANT— Nathan  Rotholz,  for  William.  S.  O’Brien, 
owner. 

PREMISES — 517  West  161st  street,  Manhattan  . 

TO  PERlM'IT  in  a  residence  and  “B”  area  district  and 
within  a  portion  of  street  between  two  intersecting 
streets,  in  which  portion  there  exists  an  exit  and 
entrance  to  a  school  and  also  within  200  feet  in 
a  direct  line,  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles  and  to  occupy  -more  than  40  per  cent  of 
the  area  of  rear  yard  at  curb  level ;  contrary  to 
the  requirements  of  the  building  zone  resolution. 

480-24-BZ. 

APPLICANT — -Silberman  &  Steinfeld,  for  Tram  Realty 
Co.,  owner. 

PREMISES — 1927-41  Broadway,  Brooklyn. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  April  28,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

103-25 -A — South  side  of  West  250th  street,  128  ft.  west  of 
Goodridge  avenue,  The  Bronx. 

156-25-A — 350  West  44th  street,  Manhattan. 

195- 25-A — -262  West  End  avenue,  Brooklyn. 

196- 25- A — 316  West  91st  street,  Manhattan. 

669-24- A — 37-39  East  28th  street,  Manhattan. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24-A — 43-45  Wooster  street,  Manhattan. 

99-25-A' — 220  Corbin  place,  Brooklyn. 

1447-24-A— 8746  123rd  street,  Richmond  Hill,  Queens. 
1496-24-A — 205-207  West  33rd  street,  Manhattan. 

1402-24-A — -1775  Broadway,  Manhattan. 

840-23-A — 3-587-3589  Broadway,  Manhattan. 

1414-24-A — 1104-1122  Webster  avenue,  The  Bronx. 

867-23-A — 2711  Webster  avenue,  The  Bronx. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  April  28,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  matters : 
cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valhalla  Corporation,  owner,  t->  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

cal.  no.  57-25-BZ — Application,  January  13,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Bres- 
lauer  Construction  Co.,  Inc.,  owner,  to 
'  permit  the  extension-,  from  an  unre¬ 

stricted  district  into  a  business  dis¬ 
trict,  of  a  proposed  garage  for  the  stor¬ 


age  of  more  than  five  (5)  motor  ve 
hides ;  premises  1933-1935  Cedar  ave 
niue,  The  Bronx. 

cal.  no.  1038-24-BZ — Application,  August  19,  1924,  unde 
the  building  zone  resolution,  of  Charle 
D.  Cords,  applicant,  on  behalf  o 
Quartin-Handler  Corporation,  owner 
to  permit  in  a  residence  district  ex 
tending  from  an  unrestricted  distric 
the  erection  and  maintenance  of  a  ga 
rage  for  the  storage  of  more  than  fiv- 
(5)  motor  vehicles;  premises  750-76- 
New  York  avenue,  Brooklyn 

cal.  no.  1400-23-BZ — Application,  February  17,  1925,  unde 
the  building  zone  resolution,  of  Wil 
liam  F.  Doyle,  applicant,  on  behalf  o 
Turin  Garage  and  Supply  Co.,  Inc. 
owner,  previously  withdrawn,  to  permi 
in  a  residence  district  the  alteratioi 
and  extension  -of  an  existing  garagi 
for  the  storage  of  more  than  five  (5 
motor  vehicles  ;  premises  55  West  93rc 
street,  Manhattan. 

cal.  no.  1437-23-BZ — Application,  March  31,  1925,  undei 
the  building  zone  resolution,  of  C.  &  M 
Garage,  Inc.,  applicant  and  owner,  tc 
permit  in  a  business  district  the  erec 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles  (previously  granted  by  the 
board,  December  23,  1924)  ;  premise; 
235-249  West  154th  street,  Manhattan 

cal.  no.  110-25-BZ— Application,  January  26,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Brecher  Building  Corp.,  owner,  tc 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  southeast  cor¬ 
ner  of  Washington  avenue  and  Fifth 
avenue,  Long  Island  City,  Queens. 

cal.  no.  143-25-BZ — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Lottie  Snyder,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  buildings  to  be  used 
for  store  purposes  only  on  the  1st 
story;  premises  7601-23  21st  avenue, 
Brooklyn. 

cal.  no.  621-24-BZ — Application,  March  17,  1925,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Dex¬ 
ter  Holding  Corp.,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  three-story  garage 
(previously  granted  by  the  board  for 
two  stories)  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
234-240  East  54th  street,  Manhattan. 

cal.  no.  175-25-BZ— Application,  February  13,  1925,  under 
the  building  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Louis 
Marcus,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  307-313  Rutledge  street, 
Brooklyn. 

cal.  no.  564-19-BZ — Application,  March  17,  1925,  under  the 
building  zone  resolution,  of  Frederick 
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J.  Flynn,  applicant,  on  behalf  of  Adolph 
Lewisohn,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  theatre  building  (previously 
granted  by  the  board;  such  grant  hav¬ 
ing  expired  July  11,  1923,  under  the 
time  limit  imposed  in  the  resolution)  ; 
premises  4023-4039  Broadway,  600-618 
West  170th  street  and  603-605  West 
169th  street,  Manhattan. 

al.  no.  698-22-BZ — Application,  March  17,  1925,  under  the 
building  zone  resolution,  of  Emma  J. 
Wright,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage 
of  five  (5)  pleasure  motor  vehicles, 
three  (3)  spaces  rented  to  persons  not 
residing  on  the  premises  (previously 
granted  by  the  board  for  a  temporary 
period  of  two  years)  ;  premises  57 
Evelyn  place,  The  Bronx. 

AL.  NO.  194-25-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Richard 
J.  Cullinan,  applicant,  on  behalf  of 
Joseph  Rosenzweig,  owner,  to  permit 
in  a  business  district  extending  from 
an  unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  north  side  of  West 
170th  street,  11.33  ft.  west  of  Crom¬ 
well  avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 

BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  April  28,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

146-25-A — 513  East  59th  street,  Manhattan. 

148-25-A — 264-284  Furman  street,  Brooklyn. 

171-25- A — 427-429  West  13th  street  and  428-430  West  14th 
street,  Manhattan. 

201-25-A— *102  Fulton  street,  Manhattan. 

208-25-A — 137  West  3rd  street,  Manhattan. 

227-25- A — 105  Onslow  place,  Kew  Gardens,  Queens. 
331-24-A— 508-534  West  212th  street,  Manhattan. 

285-25-A — 523-545  Fulton  street,  Brooklyn. 

904-24- A — '235-239  West  23rd  street,  Manhattan. 

40-25-A — Spuyten  Duyvil  Parkway  and  227th  street,  The 
Bronx. 

79-25-A — 6-16  West  16th  street  and  7-23  West  15th  street, 
Manhattan. 

184-25-A — 6-16  West  16th  street  and  7-23  West  15th  street, 
Manhattan. 

1247-24-A — 202  Flatbush  avenue,  Brooklyn. 

124-25-A — 13  Van  Dam  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
if  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  April  28,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters: 

:al.  no.  166-25-BZ— Application,  February  9,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Hallert  Realty  Corp.,  owner,  to  permit 


in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  store  purposes;  premises  178-186 
Parkside  avenue,  Brooklyn. 

cal.  no.  1393-24-BZ — Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 

cal.  no.  997-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  D. 
Coppersmith,  owner,  to  permit  partly 
in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  112-144  East  98th  street, 
Brooklyn. 

CAL.  NO.  465-23-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Amanda  B.  Manee,  owner,  previously 
withdrawn,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  east 
side  of  River  avenue,  100  ft.  south  of 
East  167th  street,  The  Bronx. 

CAL.  NO.  1057-24-BZ— Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  and  also  within  a 
“B”  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution  ;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 

cal.  no.  1149-24-BZ — (Application,  September  19,  1924,  under 
the  building  zone  resolution,  of  Walter 
B.  Wills,  architect,  on  behalf  of  Her¬ 
man  W.  Bruning,  owner,  to  permit  in 
a  residence  district  the  alteration  and 
conversion  of  occupancy  from  a  stable 
to  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
63-63^4  Schaeffer  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  May  5,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1377-24-A — 2920-2940  Broadway,  Manhattan. 

65-25-A — 22  East  57th  street,  Manhattan. 

133-25-A — 375  Canal  place,  The  Bronx. 

141-25-A — 445-451  West  30th  street,  Manhattan. 
219-25-A— 8739-8765  126th  street,  Richmond  Hill,  Queens. 
223-25-A — 2406-14  Myrtle  avenue,  Ridgewood,  Queens. 
212-25-A — 109  Greene  street,  Manhattan. 
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Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May  5,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters: 

cal.  no.  1092-24-BZ — Application,  March  24,  1925,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  (previously  denied  by  the  board)  ; 
premises  331  East  184th  street,  The 
Bronx. 

CAL.  NO.  188-25-BZ— (Application,  February  16,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
William  C.  Perry,  owner,  to  permit  in 
a  residence  district  the  change  of  oc¬ 
cupancy  of  the  first  story  from  resi¬ 
dence  use  to  the  undertaking  business; 
premises  248  West  132nd  street,  Man¬ 
hattan. 

cal.  no.  191-25-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  James 
W.  Byrnes,  applicant,  on  behalf  of  Ber¬ 
nard  Kiritz,  owner,  to  permit  in  a 
residence  and  “C”  area  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles,  also  the  omission  of  a 
rear  yard  required  hy  the  building  zone 
resolution;  premises  1209-1211  Putnam 
avenue,  Brooklyn. 

cal.  no.  197-25-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Elsie 
Lefy,  Clara  Sarnof  and  Maurice  Op- 
penheimer,  by  Mortimer  Kraus,  his 
attorney  in  fact,  owners,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1279-1285  Jerome  avenue.  The 
Bronx. 

cal.  no.  2Q6-25-BZ — Application,  February  20,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  J.  V. 
Cannizaro,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  94-96  Avenue  U,  Brooklyn. 

cal.  no.  1156-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  1369-24-BZ — Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 


of  five  (5)  motor  vehicles  to  a  gara 
for  the  storage  of  more  than  five  ( 
motor  vehicles ;  premises  1038-1040  I 
fayette  avenue,  Brooklyn. 

iCal.  NO.  1041-24-BZ — Application,  March  31,  1925,  uni 
the  building  zone  resolution,  of  Hackc 
burg  &  Schwartz,  applicants,  on  beh; 
of  330  West  95th  Street  Corp.,  own 
previously  denied  by  the  board,  to  p< 
mit  in  a  business  district  the  alterati 
and  also  the  conversion  of  occupan 
from  a  storage  warehouse  to  a  gara 
for  the  storage  of  more  than  five  ( 
motor  vehicles;  premises  156-166  W< 
End  avenue,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  May  5,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

192- 25-S — >16  West  31st  street,  Manhattan. 

193- 25-S — il4  West  31st  street,  Manhattan. 

209-25-S — 427  Fourth  avenue,  Manhattan. 

211-25-S; — 20  Starr  street,  Brooklyn. 

224-25-S — 38  Great  Jones  street,  Manhattan. 

126-25-S — 14  East  55th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Ma 
hattan. 

1332-24-S — 101-103  West  42nd  street  and  737-745  Six 
avenue,  Manhattan. 

804J5- S — 23  West  56th  street,  Manhattan. 

1493-24-S — 30  East  9th  street,  Manhattan. 

1249-24-S— 157-161  West  29th  street,  Manhattan. 
1418-24-S — 20  East  31st  street,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  May  8,  1925,  at  10  a.  m. 

Rule. 

77-25-SR- — Proposed  Amendments  to  Sprinkler  Rule 
adoption  of. 


BOARD  OF  APPEALS. 

Tuesday,  May  12,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A — 426  Franklin  street  and  220-224  West  Broadwa; 
Manhattan. 

1535-24-A — '169-195  West  street,  Brooklyn. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 
Tuesday,  May  12,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

1374-24-A — 1305-309  Broadway,  Manhattan. 
621-20- A-"-39-83  Water  street,  Brooklyn. 
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Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  May  12,  1925,  at  2 
q’clock,  in  Room  1013,  Municipal  Building,  on  the  fol¬ 
lowing  matters: 

cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

William  E.  Walsh,  Chairman. 

i  , 

BOARD  OF  APPEALS. 

Tuesday,  May  26,  1925,  at  10  a.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning.  May  26,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 


cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  Th« 
Bronx. 

cal.  no.  378-24-BZ — 'Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Uunmgan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

cal.  no  1367-23  BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 


MINUTES 

BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  APRIL  14,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  April  7,  1925,  were 
approved  as  printed  in  the  Bulletin,  No.  15,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

1175-24-A. 

APPELLANT— Wm.  R.  Heins,  for  Republic  Storage 
Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 628-642  West  45th  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD— Laid  over  to  May  12,  1925,  at 
10  a.  m.,  pending  determination  of  proposed 
amendment  to  sprinkler  rules. 


969-24- A. 

APPELLANT— Crinnell  Co.,  Inc.,  for  Walter  Shuttle- 
worth,  owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 126  Franklin  street  and 
200-224  West  Broadway,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD— Laid  over  to  May  12,  1925,  at 
10  a.  m.,  on  written  request  of  appellant. 


904-24- A. 

APPELLANT — Eastman  Kodak  Company,  owner. 
SUBJECT— Appeal  from  order  of  fire  commissioner. 


PREMISES  AFFECTED— 235-239  West  23rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Fred  Turano. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD— Laid  over  to  April  28,  1925,  at 
2  p.  m.,  on  request  of  appellant’s  representative. 


1535-24-A. 

APPELLANT— The  Tannin  Corporation,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 169-195  West  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1925,  at 
10  a.  m.,  on  written  request. 


40-25-A. 

APPELLANT — Acton  Gas  Stations,  Inc.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— Spuyten  Duyvil  parkway 
and  227th  street,  The  Bronx. 

APPEARANCES— 

For  Appellant:  Edward  Morris. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925, 
at  2  p.  m.,  pending  inspection  by  a  committee 
of  the  board. 


APPELLANT— Rudolph  P.  Miller,  for  The  Society  of 
the  New  York  Hospital,  owner. 
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SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 6-16  West  16th  street  and 
7-23  West  15th  street,  Manhattan. 

APPEARANCES— 

For  Appellant:  Rudolph  P.  Miller. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925, 
at  2  p.  m.,  on  request  of  appellant. 


1247-24-A. 

APPELLANT — Abel  I.  Smith,  for  George  J.  McFadden 
Co.,  Inc.,  lessee. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 202  Flatbush  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Fred  Turano. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925,  at 
2  p.  m.,  on  request  of  appellant’s  representative. 


1374-24- A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  305  Broadway  Corporation, 
owner. 

SUBJECT  Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFT  EC  TED — 305-9  Broadway,  Manhat¬ 
tan. 


APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

ACTION  OF  BOARD — Appeal  reopened  and  set  for 
hearing  May  12,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  g 

Negative  .  0 

Absent:  Mr.  Holland  . j 


621-20-A. 

APPELLANT  A.  R.  Loveridge,  for  Jay  Street  Ter¬ 
minal. 

SUBJECT  Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED — 39-83  Water  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  A.  R.  Loveridge. 

AC  I  ION  OF  BOARD — Appeal  reopened  and  set  for 
hearing  May  12,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  g 

Negative  . ’  0 

Absent:  Mr.  Holland  . i 


1524-24-A. 


-Emil  Guterman,  for  M.  J.  Barnett,  les- 


APPELLANT- 
see. 

SUBJECT  Appeal  from  order  of  fire  commissioner 
PREMISES  AFFECTED— 144-148  Academy  street 
Long  Island  City,  Borough  of  Queens. 
APPEARANCES-None.  ^ 


ACTION  OF  BOARD — Appeal  withdrawn  on  request 
of  appellant. 

THE  VOTE  TO  WITHDRAW— 


Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent:  Mr.  Holland  . . 


1276-24- A. 

APPELLANT— Edward  K.  King,  for  Jules  Sorel,  le< 
see. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 15  West  56th  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  withdrawn  on  request 
of  appellant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  g 

Negative  . ' 

Absent:  Mr.  Holland  .  | 

1505-24- A. 

APPELLANT— Edward  P.  Doyle,  for  Sun  Match  Corp 
lessee.  .  ’ 

order  of  fire  commissioner. 

PREMISES  AFFECTED— 299  Van  Alst  avenue,  Long 
.  .  island  City,  Borough  of  Queens. 

APP  EARANCES — None. 

ACTION  OF  BOARD — Appeal  withdrawn  on  request 
of  appellant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  g 

Negative  . 

Absent:  Mr.  Holland  3 

1 370-24-A. 

S^AN/VU- .  S-  E.  Corporation,  lessee, 
b  C  B J  ECT— Application  for  reopening— appeal  from  de- 
cision  of  fire  commissioner. 

PREMISES  AFFECTED— 296-322  Vernon  avenue 

APPEARANCES-  C'ty’  B°r°tlgh  °f  Queens' 

For  Appellant:  A.  H.  Balbe. 

1  CTION  OF  BOARD — Appeal  reopened  and  exten¬ 
sion  of  permit  granted. 

THE  VOTE  TO  GRANT  EXTENSION  OF  PER¬ 
MIT — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  g 

Negative  . * 

Absent :  Mr.  Holland  .  i 

THE  RESOLUTION: 

(1 370-24-A) 

W™8'  U'  Si  K  Corporation,  lessee,  filed,  November 
Ip,  1924  an  appeal,  with  the  board  of  appeals,  from  a  de¬ 
cision  of  the  fire  commissioner,  affecting  premises  296-322 
Vernon  avenue,  Long  Island  City,  Borough  of  Queens;  and 

!,  !  decision  °,f  the  fire  commissioner,  Alt.  App. 
No.  2421-24,  dated  November  12,  1924,  reads: 

1.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.”; 
and 

Whereas  the  building  is  non-fireproof,  one  story  in 
height,  162  ft.  by  200  ft.,  irregular  in  area;  OCCUPIED 
for  the  manufacture  of  auto  bumpers;  and 
Whereas  it  is  proposed  to  install  a  fuel  oil  burning  system 
consisting  of  a  1.500-gallon  fuel  oil  tank,  a  Viking  pump! 

1  ate-Jones  burners  and  the  necessary  valves  and  piping ;  to 
be  used  for  the  heat  treatment  of  metal ;  and 
Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  January  13,  1925,  on  certain  conditions,  and  appel- 
Iant  requested  a  modification  of  the  time  limit. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,,  restricting  the  use  and  operation  of  the  burner 
to  industrial  operation  of  annealing  and  metal  treating 
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furnaces,  including  the  use  of  the  Viking  pump,  on  condi- 
ion  that  all  moving  parts  of  the  pump  in  contact  with  the 
>il  shall  be  of  bronze  or  brass;  that  the  fuel  oil  installa- 
jon  otherwise  throughout  shall  comply  with  the  fuel  oil 
-ules  of  the  board  of  standards  and  appeals ;  and  that  all 
lecessary  permits  shall  be  obtained  within  ninety  (90)  days 
from  date  of  this  action. 


83-23-A. 

APPELLANT — John  DeHart,  for  Henry  N.  Berne, 
lessee. 

SUBJECT — Application  for  reopening— appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED— 818  Bryant  avenue,  The 
Bronx. 

APPEARANCES—  f 

For  Appellant:  Henry  N.  Berne,  and  John 
DeHart. 

ACTION  OF  BOARD — Appeal  reopened  and  exten¬ 
sion  of  permit  granted. 

THE  VOTE  TO  GRANT  EXTENSION  OF  PER¬ 

MIT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  hire 

Chief  Kenlon  . 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION : 

(83-23-A) 

Whereas,  John  DeHart,  for  Henry  N.  Berne,  lessee, 
filed,  January  22,  1923,  an  appeal,  with  the  board  of  appeals, 
from  an  order  of  the  fire  commissioner,  affecting  premises 
818  Bryant  avenue,  Bronx;  and 
Whereas,  the  order  of  the  fire  commissioner  reads : 

“1.  Discontinue  the  manufacture,  mixing,  or  com¬ 
pounding  of  paints,  varnishes  or  lacquers  on  these  prem¬ 
ises  for  the  reason  building  in  part  is  used  for  dwelling 
purposes,  and  for  the  reason,  a  business  may  not  be 
conducted  on  these  premises  as  the  same  is  located  in  a 
residential  zone.” ; 


Whereas,  the  building  is  frame,  two  stories  and  basement 
in  height,  25  ft.  by  45  ft.  in  area.  OCCUPIED :  Basement, 
iron  work  shop,  1  person ;  upper  stories,  dwelling ;  the  build¬ 
ing  being  located  in  a  residence  district ;  and 
Whereas,  appellant  contends  that  the  building  was  erected 
in  1913  and  that  the  basement  was  designed  for  and  has 
been  used  for  business  purposes  ever  since  the  erection  of 
the  building ;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its  meet¬ 
ing  February  17,  1923,  for  a  temporary  period  of  two  years, 
and  appellant  requested  an  extension  of  time. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified ,  and  the  appeal  be  and  it  hereby 
is  granted  to  permit  the  temporary  conduct  of  business  on 
these  premises  for  a  period  of  two  years  from  the  date  of 
this  action,  and  to  permit  the  temporary  storage,  maintenance, 
mixing  and  compounding  of  paints  for  said  period,  on  con¬ 
dition  that  the  storage  and  use  of  alcohol  be  limited  to  one 
barrel  at  any  one  time. 

1069-24-A.  .  _  _ 

APPELLANT— Croker  Nat’l  Fire  Prevention  Eng.  Co., 
for  227-231  East  22nd  St.  Corp.,  owner. 

SUB TECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 227-231  East  22nd  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department.  . 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  r  ,  ,  „ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 


nedy,  Dow'd,  Gunnison  and  Fire  Chief 


Kenlon  .  5 

Negative  .  0 


Absent:  Messrs.  Connell  and  Holland .  2 

THE  RESOLUTION: 

(1069-24-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  227-231  East  22nd  Street  Corporation,  owner,  filed, 
August  26,  1924,  an  appeal,  with  the  board  of  appeals,  from 
an  order  of  the  fire  commissioner,  affecting  premises  227-231 
East  22nd  street,  Borough  of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  March 
17,  1924,  reads: 

“Order  No.  55918-F : 

“1.  Provide  a  separate  and  distinct  system  of  AUTO¬ 
MATIC  SPRINKLERS  throughout  building  having  at 
least  one  source  of  water  supply,  arranged  and  equipped 
as  provided  in  the  rules  for  fire  extinguishing  appli¬ 
ances  adopted  by  the  Board  of  Standards  and  Appeals 
Alay  24,  1917,  as  amended  May  2,  1918,  and  January 
21,  1919,  effective  February  17,  1919.”; 
and 

Whereas,  the  premises  consist  of  three  non-fireproof 
buildings,  three,  four  and  five  stories  in  height,  having  a 
total  area  of  75  ft.  by  98  ft.  9  in.  on  the  1st  story  and  a 
typical  floor  area  of  75  ft.  by  approximately  50  ft. ;  connected 
on  each  story  above  the  1st  story  by  horizontal  openings  in 
the  division  walls.  OCCUPIED:  1st  story  of  No.  227, 
blacksmith,  and  the  remainder  of  the  premises  as  office  and 
for  the  manufacture  and  storage  of  store  fixtures,  18  persons 
in  the  entire  premises ;  and 

Whereas,  appellant  contends  that  the  means  of  exit  are 
adequate  for  the  small  occupancy  and  proposes  to  install  a 
thermostatic  fire  alarm  and  also  additional  water  casks  and 
fire  extinguishers. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  holding  the  order  in  abeyance,  on  condition  that  the 
woodworking  use  on  premises  shall  be  vacated  and  discon¬ 
tinued  on  or  before  September  25,  1925. 


1 376-24-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Columbia  University,  owner. 
SUB  TECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 2920-2940  Broadway,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Air.  Holland  .  1 

THE  RESOLUTION: 


(1376-24-A) 

Whereas.  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Columbia  University,  owner,  filed,  November  20 
1924.  an  appeal,  with  the  board  of  anpeals,  from  an  order  of 
the  fire  commissioner,  affecting  premises  2920-2940  Broadway 
(Srhermerhorn  Hall),  Borough  of  Afanhattan;  and 
Whereas,  the  order  of  the  fire  commissioner  reads: 
“Order  No.  23584-LC : 

“A  recent  inspection  of  Schermerhorn  Hall  showed 
that  chemicals  are  being  stored  and  used  without  the 
necessary  Fire  Denartment  permit  (Section  10,  Chap¬ 
ter  10,  Code  of  Ordinances. 'I  Before  such  a  permit 
mav  be  issued  it  is  necessarv  for  vou  to  fill  out  and  re¬ 
turn  the  enclosed  application  blank  and  to  comply  with 
the  following  order: 
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“2.  Provide  fireproof  doors  and  transoms  for  labora¬ 
tories,  Department  of  Zoology,  4th  story.  Section  20, 
Chapter  12,  Code  of  Ordinances.” ; 

and 

Whereas,  the  building  is  fireproof,  four  stories  in  height, 
222  ft.  by  85  ft.  in  area;  OCCUPIED  as  a  museum,  class 
rooms  and  laboratories,  etc. ;  and 

Whereas,  appellant  contends  that  no  hazardous  or  explo¬ 
sive  chemicals  are  used  and  that  the  doors  in  question  are 
2 34  in-  thick  wooden  doors  (some  of  these  having  glass 
panels),  and  contends  further  that  it  would  be  an  unneces¬ 
sary  hardship  to  replace  these  doors  with  fireproof  doors 
and  transoms. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  any  chemicals  maintained  on  the 
premises  shall  be  confined  to  4th  story  and  stored  in  fire¬ 
proof  enclosure,  with  not  more  than  one  opening  thereto, 
protected  with  self-closing  fireproof  door;  that  the  enclo¬ 
sure  shall  be  vented  to  the  outer  air ;  and  that  all  necessary 
permits  shall  be  obtained  within  thirty  (30)  days. 


1498-24-A. 

APPELLANT — Emmanuel  M.  Frank,  for  Alfall  Prod¬ 
ucts  Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 51  West  Third  street,  Man¬ 
hattan. 

APPEARANCES— 


For  Appellant:  Emmanuel  M.  Frank. 

For  Administration:  Inspector  Maher  of  fire 

department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 


THE  RESOLUTION: 

(1498-24-A) 

Whereas,  Emmanuel  M.  Frank,  for  Alfall  Products  Corp., 
owner,  filed,  December  20,  1924,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  51  West  3rd  street,  Borough  of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  3,  1924,  reads: 

“Order  No.  66733-F: 

“1.  Install  a  standpipe  ssvtem  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with  nec¬ 
essary  check  valves  and  2r/2  inch  regulation  Fire  Depart¬ 
ment  outlets  on  each  story  (including  basements,  cellars 
and  roofs) ,  placed  within  main  stairway  enclosure.  Each 
outlet  to  be  provided  with  sufficient  feet  of  2^2  inch 
standard  hose  attached  thereto.” ; 

and 

Whereas,  the  building  is  non-fireproof,  seven  stories  (8R 
ft.)  in  height,  25  ft.  in.  by  98  ft.  in  area;  OCCUPIED 
as  a  tenant  factorv  That  and  clothing  manufacturers),  100 
persons  in  entire  building;  and 

Whereas,  appellant  contends  that  the  building  is  equipped 
with  a  fire  alarm  system  ;  a  fireproof  stairway  enclosed  in 
fireproof  partitions  and  fire  escapes  on  the  front  and  rear 
of  the  premises  and  fire  buckets  distributed  throughout  the 
building. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  anneal  be  and  it  hereby  is 
granted  on  condition  that  the  building  shall  not  be  increased 
in  height  or  area. 


1540-24-A. 

APPELLANT — William  Higginson,  for  Salant  &  Sa- 
lant,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 


PREMISES  AFFECTED — 472-482  Knickerbocker  ave¬ 
nue  and  230-242  Bleecker  street,  Brooklyn 
APPEARANCES— 

For  Appellant:  C.  Higginson. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messsr.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  o 

Absent:  Mr.  Holland  .  i 

THE  RESOLUTION: 


(1540-24-A) 

Whereas,  William  Higginson,  for  Salant  &  Salant,  own¬ 
ers,  filed,  December  31,  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  472-482  Knickerbocker  avenue  and  230-242  Bleecker 
street,  Borough  of  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  10,  1924,  reads : 

“Order  No.  68608-F: 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof,  with  neces¬ 
sary  check  valves  and  2l/2  in.  regulation  Fire  Dept, 
outlets  on  each  story  (including  basements,  cellars  and 
roofs),  placed  within  main  stairway  enclosure.  Each 
outlet  to  be  provided  with  sufficient  feet  of  2}/2  in.  stand¬ 
ard  hose  attached  thereto.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  (65 
ft.)  in  height,  90  ft.  by  120  ft.  4  in.  (approximately  10,237 
sq.  ft.)  in  area;  OCCUPIED  as  a  shirt  factory,  153  persons 
above  the  1st  story ;  and 

Whereas,  appellant  contends  that  the  area  of  the  building 
is  only  slightly  in  excess  of  the  requirement  for  non-stand-, 
pipe  building,  and  that  the  building  is  amply  provided  with 
exits  and  protected  with  a  sprinkler  system. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  building  shall  be  equipped  and 
maintained  with  not  less  than  a  one-feource  sprinkler  system ; 
and  granted  so  long  as  conditions  as  to  occupancy  and  use 
otherwise  remain  unchanged. 


1 119-22-A. 

APPELLANT — Cornell  Vacuum  Burner  Co.,  Inc.,  substi¬ 
tuted  for  Otto  J.  Sambach,  for  Bethany  Deaconess 
Hospital,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 237  St.  Nicholas  avenue, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  H.  A.  Kimitz. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy.  Gunnison,  Dowd,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 


(111  9-22- A) 

Whereas,  Cornell  Vacuum  Burner  Co.,  Inc.,  substituted 
for  Otto  J.  Sambach,  for  Bethany  Deaconess  Hospital, 
owner,  filed,  September  14,  1922,  an  appeal,  with  the 

board  of  appeals,  from  a  decision  of  the  fire  commissioner 
affecting  premises  237  St.  Nicholas  avenue,  Brooklyn ;  and 
Whereas,  the  decision  of  the  fire  commissioner  reads: 
“5.  Inspection  shows  that  tanks  and  piping  have 
been  installed  without  inspection  or  test. 
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f“7.  Tanks  must  be  encased  in  at  least  12  in.  P.  C. 
concrete. 

“8C.  Tanks  must  be  tested  in  presence  of  a  city 
official. 

“10.  Gravity  feed  not  permitted,  an  approved  anti¬ 
syphon  system  must  be  provided;  details  of  syphon 
heater  must  be  filed. 

‘'ll'D.  Remote  control  for  pumps  must  be  clearly 
shown. 

“llF.  Overflow  pipes  from  pumps  and  burners  shall 
be  at  least  one  size  larger  than  supply  pipes  and  be 
carried  back  to  tank. 

“llG.  Trench  must  be  provided  with  piping  inside  of 
building. 

“11 K.  Pumps  must  be  of  a  type  approved  by  the 
Board  of  Appeals. 

“llL.  An  overload  or  by-pass  valve  shall  be  in¬ 
stalled  at  pump ;  details  must  be  clearly  shown. 

“12.  Control  valve  as  per  Rule  14  should  be  pro¬ 
vided  and  same  must  be  indicated  on  plan  as  such. 

“Provision  shall  be  made  to  insure  the  cessation  of 
oil  supply  from  tank  to  burner  when  pump  is  not  at 
work. 

“13.  All  provisions  of  Rlile  16  must  be  complied 
with  and  clearly  ’shown  on  plans.” ; 

I  and 

Whereas,  the  premises  consist  of  several  buildings,  fire¬ 
proof  and  non-fireproof,  5  stories  and  2l/2  stories  in  height, 
f  110  ft.  by  100  ft.  in  area;  OCCUPIED  as  a  hospital;  a 
two-storv  brick  laundry  and  a  three-story  brick  dormitory; 

}  it  is  proposed  to  install  a  fuel  oil  burning  system  consisting 
of  two  tanks  located  in  an  open  yard,  buried  beneath  the 
ground,  the  necessary  pipes,  valves,  etc. ;  and 

Whereas,  appellant  proposes  in  lieu  of  complying  with 
the  objections  stated,  to  do  the  following: 

“5.  Inspection  was  applied  for  and  denied. 

“7.  Rule  5  applied  to  tanks  in  buildings.  These 
tanks  are  30  ft.  distant  from  any  building.  Rule  10 
permits  tanks  to  be  covered  with  2  in.  cement  mortar, 
where  same  are  buried  underground. 

“8.  See  Rule  8,  these  tanks  were  tested  to  100  per 
cent  pressure  by  manufacturer. 

“10.  Gravity  feed  not  intended;  your  approval  of 
anti-svphon  system  requested. 

“11 B.  Supply  of  oil  can  be  controlled  by  valves  at 
tanks  with  stems  extending  above  ground  in  case  of 
emergency. 

“11 F.  Return  pipe  is  2  in.,  supply  to  burners  is  1  in. 
“llG.  Owing  to  elevation  of  tanks  it  was  not  prac¬ 
ticable  to  install  piping  under  cellar  floor.  All  outside 
piping  is  enclosed  in  a  concrete  trench  and  covered 
with  asbestos  covering. 

“llK.  Pumps  are  of  approved  type. 

“llL.  Instead  of  an  overload  valve  a  standpipe  18 
in.  high  has  been  provided. 

“12.  A  syphon  breaker  has  been  installed  on  the 
supply  pipe  to  burners.  _  _ 

“13.  Manufacturer  is  awaiting  decision  of  board.”; 
and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  October  24,  1922,  as  to  Items  llF  and  llG  on  con¬ 
dition  that  the  oil  supply  lines  be  maintained  close  to  the 
walls,  and  appellant  now  contends  that  there  are  practical 
difficulties  in  complying  with  the  remaining  items  and  that 
under  the  present  fuel  oil  rules  compliance  with  these  items 
would  not  be  required ; 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  5,  on  condition,  that  standard  wrought- 
iron  pipe  shall  be  used  throughout  the  fuel  oil  burning 
equipment ;  as  to  Item  8,  on  condition,  that  satisfactory 
proof  shall  be  submitted  to  the  fire  commissoiner  as  to  the 
capacity  and  strength  of  tank;  as  to  Item  13,  on  condition 
that  the  door  of  the  fire-box  to  boiler  shall  be  equipped 
with  self-closing  device;  and  granted  as  to  the  other  items 
stipulated  in  appeal,  on  condition  that  the  installation  other¬ 
wise  complies  with  the  fuel  oil  rules  now  in  force 


1 375-24-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Columbia  University,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 2920-2940  Broadway,  School  of 
Mines,  Manhattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Dowd,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 


(1375-24-A) 

Whereas,  Croker  National  Fire  Prev.  Eng.  Co.,  for  Col¬ 
umbia  University,  owner,  filed  November  20,  1924,  an  ap¬ 
peal,  with  the  board  of  appeals,  from  an  order  of  the  fire 
commissioner,  affecting  premises  2920-2940  Broadway,  School 
of  Mines,  Borough  of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
March  29,  1924,  reads: 

“l.  Provide  a  fireproof  door  at  the  entrance  to  each 
laboratory  and  stock  room.  Section  20,  Chapter  12, 
Code  of  Ordinances.”; 

and 

Whereas,  the  building  is  fireproof,  four  stories  in  height, 
145  ft.  by  57  ft.  in  area;  OCCUPIED  as  a  college  building — 
class  rooms,  laboratories,  offices,  etc.,  and  stock-rooms  in 
the  sub-basement ;  and 

Whereas,  appellant  contends  that  the  doors  in  question 
are  wooden  doors  2^  in.  thick — some  having  wooden  and 
others  plate  glass  panels,  and  that  it  would  be  a  hardship 
to  provide  fireproof  doors  at  these  openings. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  existing  2%$  in.  hardwood 
doors  to  laboratories  shall  be  equipped  with  self-closing  de¬ 
vice;  and  that  any  glass  panels  therein  shall  be  glazed  with 
wire  glass. 


1378-24-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Columbia  University,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 2920-2940  Broadway,  Have- 
mever  Building,  Manhattan. 
APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy.  Gunnison,  Dowd,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 


(1378-24-A) 

Whereas,  Croker  National  Fire  Prev.  Eng.  Co.,  for  Col¬ 
umbia  University,  owner,  filed,  November  20,  1924,  an  ap¬ 
peal  with  the  board  of  appeals,  from  an  order  of  the  fire 
commissioner,  affecting  premises  2920-40  Broadway  (Have- 
mever  building),  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  undated, 
reads : 

“1.  Provide  fireproof  doors  and  transoms  for  all  the 
laboratories.  Section  20,  Chapter  12,  Code  of  Ordi¬ 
nances. 
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“6.  Equip  all  door  and  transom  openings  which  con¬ 
nect  hall  in  basement  and  the  chemical  stock  room  with 
fireproof  doors  and  transoms.  Section  20,  Chapter  12, 
Code  of  Ordinances. 

“10.  Properly  vent  chemical  stock  room  to  the  outer 
air.  Section  20,  Chapter  12,  Code  of  Ordinances. 

“12.  Remove  all  benzole,  the  storage  of  which  is  pro¬ 
hibited  by  the  Code  of  Ordinances  from  these  prem¬ 
ises.  Section  112-2A,  Chapter  12  and  Section  114-2, 
Chapter  10,  Code  of  Ordinances.”; 

and 

Whereas,  the  building  is  fireproof,  four  stories  in  height, 
222  ft.  by  89  ft.  in  area;  OCCUPIED  as  a  college  building — 
class-rooms,  chemical  laboratories,  offices,  etc. ;  a  vault  for 
the  storage  of  chemicals  being  located  in  the  basement  at 
the  westerly  side  of  the  building ;  and 

Whereas,  appellant  contends  that  all  doors  leading  from 
the  laboratories  are  wooden,  2 §4  in.  thick,  and  glazed  with 
heavy  glass  panels ;  in  re.  Item  6,  contends  that  the  door 
and  transom  openings,  which  connect  hall  in  basement  and 
chemical  stock  room,  are  fireproof ;  in  re.  Item  10,  con¬ 
tends  that  there  is  a  12  in.  pipe,  opening  into  an  areaway 
outside  the  building,  venting  stock  room ;  in  re  Item  12, 
contends  that  only  a  one  day’s  supply  is  kept  within  the 
building — the  main  supply  being  stored  in  a  metal  cabinet 
located  outside  the  north  wall  of  the  building,  near  the  west¬ 
erly  end. 

Resolved,  that  the  order  of  fise  commissioner  be  and  it 
hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Items  1  and  6,  on  condition  that  existing 
hardwood  doors  to  laboratories  shall  be  equipped  with 
self-closing  device ;  that  any  transoms  shall  be  made  fixed 
and  glazed  with  wire  glass ;  denied  as  to  Item  10 ;  granted  as 
to  Item  12  on  condition  that  not  more  than  ten  (10)  gallons 
of  benzole  shall  be  kept  on  the  premises  at  any  one  time, 
■stored  and  maintained  in  an  approved  safety  can. 


1 367-24-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  French  Hospital,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 450-458  West  34th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 


(1367-24-  A) 

Whereas,  Croker  National  Fire  Prev.  Eng.  Co.,  for 
French  Hospital,  owner,  filed,  November  18,  1924,  an  ap¬ 
peal  with  the  board  of  appeals,  from  an  order  of  the  fire 
commissioner,  affecting  premises  450-8  West  34th  street, 
Manhattan ;  and 

IJ/hereas,  the  order  of  the  fire  commissioner,  No.  25536- 
LC,  dated  September  15,  1924,  reads: 

“1.  Provide  a  fireproof  vault,  located  outside  of  the 
building,  in  which  to  keep  all  inflammable  X-Ray  film. 
Said  vault  to  be  constructed,  located,  ventilated  and 
protected  in  accordance  with  plans  to  be  submitted  to 
and  approved  bv  the  Fire  Department.” ; 

and 

Whereas,  the  building  is  fireproof,  six  and  seven  stories 
in  height,  103  ft.  by  99  ft.  (irregular)  in  area;  OCCU¬ 
PIED  as  a  hospital — approximately  30  persons  per  storv; 
and  I  T  |  "f** 

Whereas,  apoellant  proposes  to  store  the  X-Ray  film 
(500  lbs.)  in  a  fireproof  room,  having  windows  the  open 


air,  located  on  the  roof  of  the  six-story  section  of  the  prem¬ 
ises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  cellulose  material  stored  on 
premises  'shall  be  restricted  to  X-Ray  negative  films ;  that 
they  shall  be  stored  in  a  fireproof  vault,  located  on  the 
roof  of  six-story  building,  ventilated  to  outer  air,  with  no 
openings  to  any  interior  portion  of  the  structure  and  not 
more  than  one  door  opening  out  directly  on  the  roof 
equipped  with  self-closing  device. 


BUILDING  ZONE  CASES. 

465-23-BZ. 

APPLICANT- — William  F.  Doyle,  for  Amanda  B. 
Manee,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  tin 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — East  side  River  avenue,  100 
feet  south  of  East  137th  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  William  F.  Doyle  and  Thomas 
S.  Walker. 

For  Opposition:  F.  J.  Kuerze,  Mary  Brady  and 
others. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925,  at 
2  p.  m.,  to  check  consents,  and  for  final  dispo¬ 
sition. 


997-24-BZ. 

APPLICANT — William  F.  Doyle,  for  D.  Coppersmith, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 112-144  East  98th  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Walter  R.  Kuhn,  Stanley  S. 
Smith,  Nathan  Meltzer,  Ida  Leller  and  Ber¬ 
nard  Goldman. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925, 
at  2  p.  m.,  to  check  consents. 


1393-24-BZ. 

APPLICANT — Charles  B.  Meyers,  on  behalf  of  Ruthie 
Realty  Company,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 246-250  Dyckman  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Charles  B.  Meyers. 

For  Oppostiion:  Russel  W.  Leary,  George  C. 

Wheeler,  John  Lever  and  Charles  W.  Mark. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925,  at 
2  p.  m.,  on  request  of  applicant. 


1480-24-BZ. 

APPLICANT — Emil  Guterman,  for  Paola  Gerardi, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
alteration  and  extension  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 105-107  Jackson  street, 
Brooklyn. 
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APPEARANCES— 

For  Applicant:  Emil  Guterman. 

For  Opposition:  Not  noted. 

ACTION  OF  BOARD — Laid  over  to  April  21,  1925,  at 
10  a.  m.,  for  hearing  by  full  board. 


1228-24-BZ. 

APPLICANT — Samuel  Rosenblum  for  Ephraim  John¬ 
son  and  Roy  M.  Hart,  executors  of  estate  of 
Emmeline  C.  Davies,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— East  side  of  Ogden  avenue, 
245  feet  north  of  West  165th  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  Samuel  Rosenblum. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  to  reopen  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Messrs.  Dowd  and  Gunnison..  2 
Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Connell  and  Fire  Chief  Kenlon. ...  4 

Absent:  Mr.  Holland  .  1 


728-24-BZ. 

APPLICANT— Philip  J.  Sinnott,  for  Helen  B.  Peckett, 
owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 2074-2088  Fulton  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  for  reopening  laid 
over  to  April  21,  1925,  at  10  a.  m.,  for  full  vote 
of  board. 

THE  VOTE  TO  REOPEN: 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Connell  and  Fire  Chief  Kenlon...  4 

Negative:  Messrs.  Dowd  and  Gunnison .  2 

Absent:  Mr.  Holland  .  1 


480-24-BZ. 

APPLICANT— Silberman  &  Steinfeld,  for  Tram  Realty 
Company,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  partly  in 
a  residence  district  and  partly  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 1927-1941  Broadway,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  M.  Rappaport. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  reopened  and  set 
for  calendar  call  April  28,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 


1244-24-BZ. 

APPLICANT— John  W.  Mitchell,  owner. 

SUBJECT— Application  (re:  order  of  fire  commissioner) 
V  to  permit  the  continuance  of  a  business. 


PREMISES  AFFECTED— 217  West  130th  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Application  withdrawn  on  re¬ 
quest  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 


783-24-BZ. 

APPLICANT— Jenks  &  Rogers,  for  Sparon  Realty  Co., 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  ve- 
hides. 

PREMISES  AFFECTED— 1569-1583  Prospect  place, 
Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD— Application  withdrawn  on  re¬ 
quest  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  ® 

Absent:  Mf.  Holland  .  1 


1532-24-BZ. 

APPLICANT- 


-Moore  &  Landsiedel,  for  Adele  Santini, 


owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  building  to  be  used  for 
business  purposes. 

PREMISES  AFFECTED— East  side  of  Jerome  avenue, 
100  feet  south  of  East  190th  street,  Ihe  Bronx. 


APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  Thomas  H.  Goff,  George  Kin¬ 
der  man  and  Patrick  Walsh. 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS— As  specified  in  resolution. 


THE  VOTE—  .  „ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Connell  and  Fire  Chief 


Kenlon  . 

Negative:  Mr.  Gunnison 
Absent:  Mr.  Holland  ... 


5 

1 


THE  RESOLUTION : 

(1532-24-BZ) 

WherivAS,  Moore  &  Landsiedel,  for  Adele  Santini,  owner, 
filed,  December  29,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  the  extension,  from  a  business 
district  into  a  residence  district,  of  a  proposed  building  to  be 
used  for  business  purposes;  premises  east  side  of  Jerome 
avenue,  100  ft.  south  of  190th  street,  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting  April  14, 
1925  after  due  notice  by  publication  in  the  Bulletin  of  the 

Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  a  busi¬ 
ness  district ;  190th  street  and  Morris  avenue  are  residence 

districts;  and  .  ^  , ,  .... 

Whereas,  the  decision  of  the  superintendent  of  buildings, 

rendered  December  9,  1924,  in  acting  on  N.  B.  App.  No. 

231.1-24  reads: 


467 


I 


MINUTES 


“1.  Proposed  extension  of  building  for  business  pur¬ 
poses  into  residence  district  is  contrary  to  provisions 
of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  eight  stories  in  height,  with  a  frontage  of  70  ft. 
7  in.  and  a  depth  of  151  ft.  9)4  in.  in  the  1st  story,  and  a 
depth  of  101  ft.  2)4  in.  above ;  to  be  occupied  as  stores,  of¬ 
fices  and  storage ;  an  irregular  portion  in  rear  of  1st  story 
38  ft.  in  depth  extends  into  the  residence  district ;  and 

Whereas,  applicant  has  established  his  basis  of  appeal 
under  section  7-c  of  the  building  zone  resolution,  and  the 
board  deemed  it  an  equitable  adjustment  to  permit  him  to 
erect  a  one-story  extension  on  the  portion  of  the  property 
within  the  residence  district. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  proposed  ex¬ 
tension  be  restricted  to  a  building  one  story  in  height;  that 
a  rear  yard,  not  less  than  6  ft.  in  depth  throughout  the  en¬ 
tire  width  of  the  premises,  be  provided  and  maintained ;  that 
the  entire  premises  be  restricted  in  operation  and  use  and 
conducted  as  a  general  furniture  storage  warehouse ;  that 
no  automobiles  be  stored  or  maintained  on  the  premises ;  that 
the  entire  structure  be  erected  of  fireproof  construction ;  and 
that  all  permits  necessary  for  the  prosecution  of  the  work 
be  obtained  within  nine  months  and  the  building  completed 
within  eighteen  months  from  the  date  of  this  action. 


98-25-BZ. 

APPLICANT — John  De  Hart,  for  Knickerbocker  Ice 
Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  ex¬ 
tending  from  an  unrestricted  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 305-313  West  67th  street 
and  308  West  68th  street,  Manhattan. 
APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  Frank  W.  Astrarita. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in 'resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  o 

Absent:  Mr.  Holland  .  1 


THE  RESOLUTION: 

(98-25-BZ) 

Whereas,  John  De  Hart,  for  Knickerbocker  Ice  Co., 
ovvner,  filed,  January  23,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension  from  an 
unrestricted  district  into  a  business  district  of  a  proposed 
garage  for  the  storage  of  more  than  five  motor  vehicles ; 
premises  305-313  West  67th  street  and  308  West  68th  street, 
Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  14, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  north  side  of  West  67th 
street,  west  of  a  point  100  ft.  west  of  West  End  avenue, 
is  an  unrestricted  district,  all  of  south  side  of  West  67th 
street,  west  of  West  End  avenue,  and  West  68th  street  is 
an  unrestricted  district  and  West  End  avenue  is  a  business 
district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  21,  1925,  in  acting  on  N.  B.  App.  No.  30- 
1925,  reads : 


“1.  Garage  for  more  than  five  motor  vehicles  is 
unlawful  use  in  a  business  district.  Section  4,  Building 
Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  120 
ft.  on  West  67th  street  and  25  ft.  on  West  68th  street;  to 
be  occupied  as  a  garage  for  the  storage  of  more  than  five 
motor  vehicles,  a  portion  of  the  proposed  garage  for  a  dis¬ 
tance  of  20  ft.  in  width  is  in  the  business  district;  and 

Whereas,  applicant  has  established  his  basis  of  appeal  and 
properly  comes  within  the  use  district  exception  under  sec¬ 
tion  7-b  of  the  building  zone  resolution,  and  the  board  deemed 
it  an  equitable  adjustment  to  permit  him  to  use  the  20  ft. 
of  the  property  which  is  contiguous  to  and  part  of  same  plot 
adjoining  the  business  district  for  the  same  purpose  as  the 
remainder  of  the  premises  in  the  unrestricted  district. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  the  same  is  granted  on  condition  that  the  building  be 
restricted  to  a  two-story  structure  above  grade;  that  the 
floor  arches  shall  be  constructed  of  steel  beams  and  rein¬ 
forced  concrete  slabs ;  that  the  roof  shall  be  fire-retarded 
in  accordance  with  the  rules  of  the  board  of  standards  and 
appeals ;  that  the  gable  walls  shall  be  unpierced  throughout 
their  entire  height  and  length;  that  no  skylight  shall  be 
installed  within  25  ft.  of  the  easterly  gable  wall,  and  any 
skylight  installed  shall  be  glazed  with  plain  glass,  protected 
with  wire  guards  above  and  below;  that  there  shall  be  no 
vehicular  entrance  within  the  business  use  area  of  the  plot; 
that  the  front  elevation  shall  be  finished  in  face  brick 
with  architectural  terra  cotta  or  stone  trimmings ;  and  that  all 
permits  necessary  for  the  prosecution  of  the  work  shall  be 
obtained  within  nine  months  and  the  building  completed 
within  eighteen  months  from  the  date  of  this  action. 


305-24-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Emanuel  Strauss, 
owner. 

SUBJECT — Application  for  reopening  (re:  order  of  fire 
commissioner)  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  district  and 
also  in  a  “B”  area  district  the  conversion  of 
occupancy  from  a  five  (5)  car  garage  and  storage 
use  to  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1139  Ogden  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  William  B.  Hogan,  John 
Siemes,  Antonio  Baroni,  William  Deuchar,  James 
H.  Spellman  and  Charles  O.  Baese. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell  and  Fire  Chief 

Kenlon  .  5 

Negative:  Mr.  Kennedy  .  1 

Absent:  Mr.  Holland  .  1 


THE  RESOLUTION: 

(305-24-BZ) 

Whereas,  Philip  J.  Sinnott,  for  Emanuel  Strauss,  owner, 
filed,  February  26,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  partly  in  a  business  district  and 
partly  in  a  residence  district  and  also  within  a  “B”  area  dis¬ 
trict,  the  conversion  of  occupancy  of  a  building  occupied  as 
a  five  (5)  car  garage  and  also  for  storage  to  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles;  premises 
1139  Ogden  avenue,  Borough  of  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  14, 
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1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
lioard  of  Standards  and  Appeals ;  and 

'  Whereas,  the  use  district  maps  accompanying  the  build- 
I  ng  zone  resolution  show  that  Ogden  avenue  is  a  business 
listrict  and  Lind  (University  avenue)  is  a  residence  district; 

ind 

Whereas,  the  order  of  the  lire  commissioner,  dated  Janu- 
lry  26,  1924,  reads: 

“Order  No.  22467-C: 

“1.  Reduce  the  storage  of  motor  vehicles,  the  fuel 
tanks  of  which  are  not  empty,  to  5  cars.  (Violation  of 
the  Building  Zone  Resolution.)  ’; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  75  ft.  and 
a  depth  of  53  ft. ;  to  be  occupied  as  a  garage  for  the  storage 
af  more  than  five  motor  vehicles ;  and 

Whereas,  the  board  deemed  the  spirit  of  the  zoning  law 
will  be  maintained,  and  substantial  justice  supports  the  ap¬ 
plication  by  restricting  this  existing  structure,  75-foot  front¬ 
age,  to  the  present  area  limitations  as  if  it  were  subdivided 
into  three  units,  each  having  a  25-foot  frontage. 

*  Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  existing  build¬ 
ing  be  not  enlarged  and  that  the  motor  vehicle  storage  ca¬ 
pacity  of  the  premises  be  limited  to  fifteen  automobiles  of 
the  pleasure  car  type;  that  the  rear  and  gable  walls  shall 
be  unpierced  throughout  their  entire  height  and  length,  ex¬ 
cept  one  opening  to  the  rear  yard  not  exceding  3  ft.  8  in. 
in  width;  that  the  interior  of  the  garage  shall  be  fire-re¬ 
tarded  in  accordance  with  the  rules  of  the  board  of  stand¬ 
ards  and  appeals;  and  that  no  gasoline  storage  equipment 
shall  be  maintained  on  the  premises. 


APPLICANT — Edward  P.  Doyle,  on  behalf  of  New 
York  Consolidated  Railroad  Co.  and  New  York 
Rapid  Transit  Corp.,  owners. 

'  SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  gasoline  selling 
station. 

PREMISES  AFFECTED— 464  Flatbush  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Thomas  Fleming  Walsh. 

ACTION  OF  BOARD— Application  denied, 
i  THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 


(1394-24-BZ) 

l  Whereas,  Edward  P.  Doyle,  for  N.  Y.  Rapid  Transit 
Corp.,  owner,  filed,  December  17,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline  selling  sta¬ 
tion;  premises  464  Flatbush  avenue,  Borough  of  Brooklyn; 

and  . 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  14, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  hlatbush  avenue  is  a  business 
district  and  Ocean  avenue  is  a  residence  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
'  rendered  November  19,  1924,  in  acting  on  Alteration  Appli¬ 
cation  No.  2455-24,  reads : 


“1.  Gasoline  selling  station  is  not  permitted  in  a  resi¬ 
dential  district.” ; 

and 

Whereas,  the  premises  are  located  partly  in  a  business  and 
partly  in  a  residence  district  and  consist  of  an  irregular  plot 
of  ground  upon  which  there  exists  a  gasoline  selling  station; 
it  is  proposed  to  extend  this  gasoline  station  so  as  to  cover 
part  of  the  residence  portion  of  the  plot;  and 

Whereas,  the  board  deemed  that  the  applicant  submit¬ 
ted  no  proof  to  substantiate  his  basis  of  appeal  under  section 
21,  namely,  hardship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


27-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Efficient  Build¬ 
ing  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — East  side  of  Jerome  avenue, 
200  feet  north  of  Clifford  place,  The  Bronx. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative:  Air.  Kennedy  .  1 

Negative:  Chairman  Walsh,  Alessrs.  Dowd, 

Gunnison  and  Connell  .  4 

Absent:  Air.  Holland  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(27-25-BZ) 


Whereas,  William  F.  Doyle,  for  Efficient  Building  Corp., 
owner,  filed,  January  8,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles;  premises  east  side  of  Jerome 
avenue,  200  ft.  north  of  Clifford  place,  Borough  of  Bronx; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  14, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  and  East  175th 
street  are  business  districts  and  Townsend  avenue  is  a  resi¬ 
dence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  26,  1924,  in  acting  on  N.  B.  Application 
No.  3180-24,  reads: 

“Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.” ; 

and  .  . 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  ;n  height,  with  a  frontage  of  100 
ft.  and  a  depth  of  100  ft.;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles;  and 

Whereas,  applicant  failed  to  establish  his  basis  of  appeal 
under  section  7-g,  and  the  board  did  not  deem  his  failure 
to  obtain  80  per  cent  of  consents  a  hardship  sufficient  under 
Rule  21  to  warrant  the  granting  of  this  application. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1415-24-BZ.  f 

APPLICANT— John  E.  Kerby,  on  behalf  of  Harry 
Abramowitz,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storaee  of  more  than  five  (5)  motor  vehicles. 
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PREMISES  AFFECTED — 608  Westchester  avenue, 
southwest  corner  of  Cauldwell  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  E.  Kerby  and  Harry 
Abramowitz. 

For  Opposition:  Benjamin  Burrowes,  Lillian  D. 
Rock,  Mark  J.  Bricker,  Teresa  Duval, 
Charles  Hegge  and  Mayer  Stern. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Mr.  Gunnison  .  l 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 

Kennedy  and  Connell  .  4 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(1415-24-BZ) 

Whereas,  John  E.  Kerby,  for  Harry  Abramowitz,  owner, 
filed,  December  1,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles ;  premises  608  Westchester  avenue, 
Borough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  14, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution ,  show  that  Westchester  avenue,  Eagle 
avenue  and  Cauldwell  avenue  are  business  districts;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  15,  1924,  in  acting  on  N.  B.  Applica¬ 
tion  No.  2702-24,  reads: 

“1.  Erection  of  proposed  garage  for  the  storage  of 
more  than  five  motor  vehicles  in  a  business  district  is 
contrary  to  the  provisions  of  the  Building  Zone  Resolu¬ 
tion.”  ; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  153  ft. 
and  a  depth  of  155  ft. ;  to  be  occupied  as  a  garage  for  more 
than  five  motor  vehicles ;  and 

Whereas,  there  was  vigorous  opposition  by  affected  prop¬ 
erty  owners  and  the  representatives  of  the  Lebanon  Hospital 
property  on  the  corner  diagonally  opposite,  to  the  granting 
of  this  application,  and  the  board  deemed  the  invasion  un¬ 
warranted. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


82-25-BZ. 

APPLICANT — George  McCauslan,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  gasoline  sell¬ 
ing  station. 

PREMISES  AFFECTED- — Northeast  corner  of  Bronx 
boulevard  and  219th  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  George  McCauslan. 

For  Opposition:  Clarence  E.  Pitts  and  Emil 
Hondel. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell....  5 
Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(82-25-BZ) 

Whereas,  George  McCauslan,  owner,  filed,  January  20, 
1925,  an  application,  under  the  building  zone  resolution,  to 
permit  in  a  residence  district  the  erection  and  maintenance 
of  a  gasoline  selling  station ;  premises  northeast  corner  of 
Bronx  boulevard  and  East  219th  street,  The  Bronx ;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  14, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
•  Board  of  Standards  and  Appeals;  and 

W  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bronx  boulevard,  East  219th 
street  and  Carpenter  avenue  are  residence  districts;  and 
\Y  hereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  22,  1924,  in  acting  on  N.  B.  App.  No! 
2957-24,  reads : 

“Proposed  occupancy  of  premises  in  residence  district 
for  business  purposes  is  contrary  to  the  provisions  of 
the  Building  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  20  ft. 
and  a  depth  of  20  ft. ;  the  entire  premises  to  be  occupied 
as  a  gasoline  selling  station;  and 

Whereas,  the  board  deemed  that  applicant  did  not  sub¬ 
stantiate  his  basis  of  appeal  under  section  21,  and  there  be¬ 
ing  much  vacant  property  contiguous  to  the  plot  under  ap¬ 
peal  subject  to  same  consideration  if  this  prohibitive  use 
variation  prevailed  and  opposition  on  the  part  of  the  affected 
property  owners. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


1407-24-BZ. 

APPLICANT — McLain  Realty  Company,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  Ah  FECTED — 6-8  Linden  avenue,  Flush¬ 
ing,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  R.  Richardson. 

For  Opposition:  Sarah  R.  Schrader. 

AC  I  ION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDI  I  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 


nedy,  Dowd,  Gunnison  and  Connell .  5 

Negative  .  q 


Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(1407-24-BZ) 

Weiereas,  McLain  Realty  Co.,  owner,  filed,  November  26, 
1924,  an  application,  under  the  building  zone  resolution,  to 
permit  in  a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles;  premises  6-8  Linden  avenue,  Flushing,  Borough 
of  Queens ;  and 

W hereas,  a  public  hearing  was  held  on  this  application  by 
the  board  of  appeals,  at  its  regular  meeting,  April  14,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals ;  and 
W hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Linden  avenue,  35th  avenue 
and  Northern  boulevard  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  6,  1925,  in  acting  on  N.  B.  App.  No.  6102- 
24,  reads : 

“Erection  of  this  garage  in  a  business  district  is  pro¬ 
hibited  by  zone  law.”; 

and 

W hereas,  the  proposed  building  is  to  be  of  fireproof  con- 
structiori,  two  stories  in  height,  with  a  frontage  of  50  ft. 
and  a  depth  of  125  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles;  and 

Whereas,  applicant  substantiated  his  basis  of  appeal  by 
filing  89  per  cent  of  consents  of  affected  property  owners,  and 
the  board  deemed  the  granting  of  this  application  a  reason- 
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>le  adjustment  in  view  of  the  surrounding  conditions  and 
ie  relation  of  the  proposed  site  to  the  unrestricted  dis- 

ict. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
ariation  in  the  application  of  the  use  district  regulations  of 
ie  building  zone  resolution,  and  that  the  application  be  and 
hereby  is  granted  on  condition  that  the  building  be  re- 
;ricted  to  two  stories  in  height,  constructed  fireproof ;  that 
ie  rear  and  gable  walls  shall  be  unpierced  throughout  their 
ntire  length  and  height;  that  a  rear  yard  of  not  less  than 
0  ft.  shall  be  maintained  at  the  second  level ;  that  the 
ortherly  gable  wall,  where  exposed,  shall  be  finished  in 
ght  colored  brick;  that  the  front  elevation  shall  be  finished 
1  face  brick  with  architectural  terra  cotta  or  stone  trim- 
lings;  that  any  gasoline  storage  equipment  installed  shall 
e  located  at  the  extreme  southerly  end  at  the  street  front ; 
hat  there  shall  be  no  advertising  sign  displayed  on  these 
remises,  other  than  one  projecting  sign  indicating  the  title 
f  the  garage ;  and  that  all  permits  necessary  for  the  prose- 
ution  of  the  work  shall  be  obtained  within  nine  months 
nd  the  building  completed  within  eighteen  months  from  the 
ate  of  this  action. 


20-25-BZ. 

VPPLICANT — Emery  Roth,  for  232  Madison  Avenue 
Corporation,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  1 times  and  a  2 
times  height  district  a  uniform  set  back  line  above 
the  limiting  height  of  street  wall. 

’REMISES  AFFECTED — 232  Madison  avenue  and  15- 
17  East  37th  street,  Manhattan. 
\PPEARANCES — 

For  Applicant:  John  Caldwell  Meyers,  Emery 
Roth  and  John  P.  Fox. 

For  Opposition:  None. 

\CTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

1  CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell .  5 

Negative  . . . ; .  0 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(120-25-BZ) 

Whereas,  Emery  Roth,  for  232  Madison  Avenue  Corp., 
owner,  filed,  January  27,  1925,  an  application, _  under  the 
building  zone  resolution,  to  permit  in  a  1 Y2  times  and  a 
2  times  height  district  a  uniform  set  back  line  above  the 
limiting  height  of  street  wall ;  premises  232  Madison  avenue 
and  15-17  East  37th  street,  Manhattan;  and  >  # 

Whereas,  a  public  hearing  was  held  on  this  application  by 
the  board  of  appeals,  at  its  regular  meeting,  April  14,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals;  and 
Whereas,  the  district  maps  accompanying  the  budding 
zone  resolution  show  that  Madison  avenue,  westerly  side,  is 
a  business  use  and  Ipa  times  height  district ;  East  3ith  street, 
north  side,  is  a  business  use  and  2  times  height  district :  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  12,  1925,  in  acting  on  N.  B.  Application 

No.  710-24,  reads:  .  , 

“1.  This  building  is  in  a  V/2  times  district  governed 
by  a  street  75  feet  wide  and  set  backs  should  be  made 
according  to  Building  Zone  Resolution,  Section  8D.  , 

and 


Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  16  stories  in  height,  182  ft.  10  in.,  with  a  frontage 
of  150  ft.  and  a  depth  of  98.75  ft. ;  to  be  occupied  as  show 
rooms,  offices  and  25  per  cent  manufacturing;  and 

Whereas,  it  is  proposed  to  erect  the  street  wall  to  a  height 
of  118  ft.  3  in.,  and  permission  is  requested  to  have  the  set 
back  line  above  this  limit  project  two  ft.  beyond  the  lim¬ 
iting  plane  for  a  portion  of  the  structure ;  and 

Whereas,  affected  property  owners  appeared  in  support  of 
the  application  and  the  board  deemed  it  a  hardship  to  deny 
so  slight  a  variation  and  considered  the  matter  merely  a 
technical  adjustment. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  height  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be  and 
it  hereby  is  granted,  only  so  far  as  it  affects  the  set  back 
requirement  on  the  East  37th  street  front  for  a  distance  of 
100  ft.  westerly  from  Madison  avenue,  on  condition  that 
the  street  walls  without  a  set  back  shall  not  exceed  a  height 
of  118  ft.  3  in.;  that  the  requirements  of  the  building  zone 
resolution  shall  be  complied  with  in  all  other  respects;  and 
that  all  permits  necessary  for  the  prosecution  of  the  work 
shall  be  obtained  within  nine  months  and  the  work  diligently 
prosecuted  to  completion. 


1174-24-BZ. 

APPLICANT — John  W.  Clancy,  for  William  Buckley, 
owner. 

SUBJECT — Application  for  approval  of  elevations  (re: 

decision  of  superintendent  of  buildings)  to  permit 
in  a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 220  West  179th  street,  The 
Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Plans  of  elevation  approved. 

THE  VOTE  TO  APPROVE  PLANS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 


1087-24-BZ. 

APPLICANT— William  F.  Doyle,  for  Esther  Dashew, 
et  al.,  owners. 

SUBJECT — Application  for  approval  of  elevations  (re: 

decision  of  superintendent  of  buildings)  to  permit 
in  a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— East  side  of  Jerome  avenue, 
50  feet  south  of  Clifford  place,  The  Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Plans  of  elevation  approved. 

THE  VOTE  TO  APPROVE  PLANS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  G 

Negative  .  ® 

Absent:  Mr.  Holland  .  1 


Adjourned  2.15  p.  m. 

William  J.  O’Gorman,  Secretary. 


FORMS  FOR  N  OTICES  TO  PR  O  PE  RTY  O  WN  E  R  S 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 
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BOARD  OF  APPEALS 


SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  APRIL  14,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison,  Connell  and  Fire  Chief  Kenlon. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

124-25-A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  H.  C.  Par¬ 
sons,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED — 13  Vandam  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  William  Porter. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925,  at 
2  p.  m.,  on  request  of  appellant’s  representative,  to 
complete  plans. 


1188-24-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Gutta  Percha  &  Rubber  Mfg. 
Co.,  owner. 

SUBJEC  r — Appeal  from  orders  of  fire  commissioner. 
PREMISES  AFFECTED- — 37-65  Franklin  avenue  and 
22-46  Skillman  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  ovef  to  April  21,  1925,  at 
10  a.  m.,  on  request  of  fire  department  repre¬ 
sentative. 


96-25-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  C.  F.  Rohmann  Sons  &  Co., 
owner. 

SUBJECT- — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 78-88  Prince  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . . .  o 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Holland  .  l 

THE  RESOLUTION: 

(96-25-A) 


Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  C.  F.  Rohmann  Sons  &  Co.,  owner,  filed,  January  23, 
1925,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  78-88  Prince 
street,  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  25,  1924,  reads: 

“1  Provide  a  separate  and  distinct  system  of  Auto¬ 
matic  Sprinklers  throughout  building  having  at  least 
one  source  of  water  supply,  arranged  and  equipped  as 
provided  in  the  rules  for  fire  extinguishing  appliances 
adopted  by  the  Board  of  Standards  and  Appeals  May  24, 
1917,  as  amended  May  2,  1918,  and  January  21,  1919, 
effective  February  17,  1919.” ; 

and 

Whereas,  the  building  is  fireproof,  five  stories  (66  ft.  7 
in.)  in  height,  80  ft.  by  60  ft.  in  area;  OCCUPIED  for  the 
upholstering  of  furniture,  48  persons' above  the  1st  story; 
and 

Whereas,  appellant  contends  that  the  building  is  equipped 
with  a  fire  alarm  system  and  also  a  National  District  Tele¬ 
graph  connection;  that  there  are  four  city  fire  hydrants  in 
the  immediate  vicinity  and  that  it  would  be  a  hardship  if 
required  to  install  the  sprinkler  system. 


Resolved,  that  the  order  of  the  fire  commissioner  be  an 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  i 

denied. 


48-25-A. 

APPELLANI — Croker  National  Fire  Prevention  Eng 
neering  Co.,  for  Samuel  Berman,  owner. 
SUBJECT — Appeal  from  orders  of  fire  commissions 
PREMISES  AFFECTED — 65  Fulton  street,  Manhattan 
APPEARANCES— 

bor  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fir 
department. 

ACTION  OF  BOARD — Appeal  granted  in  part  an 
denied  in  part. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  . 

Negative  .  ( 

Absent:  Mr.  Holland  . 

THE  RESOLUTION: 

(48-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  Samuel  Berman,  owner,  filed,  January  12 
1925,  an  appeal,  with  the  board  of  appeals,  from  orders  oi 
the  fire  commissioner,  affecting  premises  65  Fulton  street 
Manhattan ;  and 

W hereas,  the  orders  of  the  fire  commissioner,  dated  Octo¬ 
ber  27,  1924,  read : 

“Order  No.  65825-F: 

“1.  Provide  a  non-automatic  sprinkler  system  in  cel- 
l3.t*  ^  ^  ^ 

“Order  No.  65826-F: 

“1.  Provide  an  automatic  fire  alarm  complete  witr 
central  office  connection,  in  the  cellar  *  * 
and 

Whereas,  the  building  is  non-fireproof,  four  stories  ir 
height,  39  ft.  by  89  ft.  in  area  in  the  1st  story  and  3£ 
ft.  by  53  ft.  in  area  above.  OCCUPIED:  Store  and  tenant 
factory,  10  persons  above  the  1st  story,  one  story  being 
vacant;  the  means  of  egress  consisting  of  an  interior  stair¬ 
way  extending  from  the  1st  story  to  the  roof ;  a  fire  escape 
on  the  rear  of  the  building  with  egress  over  extension  roof 
to  roof  of  adjoining  extension  at  the  rear;  and 

Whereas,  appellant  contends  that  the  cellar  is  used  for 
the  storage  of  a  small  quantity  of  office  furniture ;  that 
the  occupant  of  the  1st  story  conducts  a  salesroom  for  of¬ 
fice  furniture  and  that  the  occupancy  above  the  1st  story 
is  small. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
65826,  be  and  it  hereby  is  reversed,  and  the  appeal  as  to 
this  order  be  and  it  hereby  is  granted;  that  the  order  of 
the  fire  commissioner,  No.  65825,  be  and  it  hereby  is  af¬ 
firmed,  and  the  appeal  be  and  it  hereby  is  denied. 


121-25-A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  J.  B.  Mel- 
man,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 230  Corbin  place,  Brooklyn. 
APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition 
CONDI'l  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 
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HE  RESOLUTION: 

( 121-25-A) 

Vhereas,  Cornell  Utilities  Co.,  Inc.,  for  J.  B.  Melman, 
ner,  filed,  January  27,  1925,  an  appeal,  with  the  board  of 
icals,  from  a  decision  of  the  fire  commissioner,  affecting 
niises  230  Corbin  place,  Brooklyn;  and 
.Vhereas,  the  decision  of  the  fire  commissioner,  rendered 
cember  27,  1924,  in  acting  on  Alteration  Application  No. 
0-24,  reads: 

‘  2.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative  and  after¬ 
wards  coated  with  a  suitable  rust  resisting  material. 

“6.  Note  on  plan:  ‘Piping  will  be  tested  in  presence 
of  a  Fire  Department  Representative.’ 

“11.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 


Whereas,  the  building  is  non-fireproof,  two  stories  in 
ight,  27  ft.  by  44  ft.  in  area;  OCCUPIED  as  a  one- 
nily  dwelling ;  a  fuel  oil  burning  installation  has  been  hi¬ 
lled  in  the  cellar,  consisting  of  a  Nokol  burner,  a  700- 
ilon  outside  buried  storage  tank,  enclosed  in  12  in.  of  con- 
■te  and  a  55-gallon  auxiliary  tank;  and 
Whereas,  appellant  requests  a  modification  of  the  deci- 
,n  of  the  fire  commissioner,  to  accept  a  sworn  affidavit 
to  the  shop  test,  and  states  that  the  piping  is  standard 
ought  iron  piping. 

Resolved,  that  the  decision  of  the  fire  commissioner  be  and 
hereby  is  modified ,  and  the  appeal  be  and  it  hereby  is 
gnted,  as  to  Item  2,  on  condition  that  certificate  of  factory 
;t  shall  be  filed  with  the  fire  commissioner;  as  to  Item  6, 
condition  that  standard  wrought  iron  piping  shall  be  used 
roughout  the  installation ;  and,  as  to  Item  11,  on  condition 
■  at  the  door  of  fire-box  of  boiler  shall  be  equipped  with  a 
if-closing  device;  and  that  the  installation  shall  otherwise 
mply  with  the  fuel  oil  rules  in  all  respects. 


:2-25-A. 

PPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Henry 
Holt,  owner. 

UBJECT— Appeal  from  decision  of  fire  commissioner. 
REMISES  AFFECTED— 57  East  72nd  street,  Man¬ 
hattan. 

PPEARANCES — 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

CTION  OF  BOARD— Appeal  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  hire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 

(122-25- A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Henry  Holt, 
.vner,  filed,  January  27,  1925,  an  appeal,  with  the  board. of 
ipeals,  from  a  decision  of  the  fire  commissioner,  affecting 
emises  57  East  72nd  street,  Manhattan;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
anuary  7,  1925,  in  acting  on  Alteration  Application  No. 

,  595-24{  reads :  . 

“3.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative  and  after¬ 
wards  coated  with  a  suitable  rust  resisting  material. 

“8.  Note  on  plan:  ‘Piping  will  be  tested  in  presence 
of  a  Fire  Department  Representative.’ 

“12.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 
nd  .... 

Whereas,  the  building  is  brick,  four  stories  in  height, 
0  ft.  by  85  ft.  in  area;  OCCUPIED  as  a  one-family  dwell- 
lg;  a  fuel  oil  burning  equipment  has  been  installed  in  the 
ellar  consisting  of  a  Nokol  burner,  a  700-gallon  outside 
■  uried  storage  tank,  enclosed  in  12  in.  of  concrete,  and  a 
5-gallon  auxiliary  tank ;  and 


Whereas,  appellant  requests  a  modification  of  the  deci¬ 
sion  of  the  fire  commissioner,  to  accept  a  sworn  affidavit 
as  to  the  shop  test,  and  states  that  the  piping  is  standard 
wrought  iron  piping. 

Resolved,  that  the  decision  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is  granted, 
as  to  Item  3,  on  condition  that  certificate  of  factory  test  shall 
be  filed  with  the  fire  commissioner ;  as  to  Item  8,  on  condition 
that  standard  wrought  iron  piping  shall  be  used  throughout 
the  installation ;  as  to  Item  12,  on  condition  that  the  door 
of  fire-box  of  boiler  shall  be  equipped  with  a  self-closing 
device;  and  that  the  installation  shall  otherwise  comply  with 
the  fuel  oil  rules  in  all  respects. 


1 23-25- A 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  Daniel 
Sullivan,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 132  West  74th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowrd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 


(123-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Daniel  Sullivan, 
owner,  filed,  January  27,  1925,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  132  West  74th  street,  M  anhattan ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
January  7,  1925,  in  acting  on  Alteration  Application  No. 
2693-24,  reads : 

“3.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative  and  after¬ 
wards  coated  with  a  suitable  rust  resisting  material. 

“5.  Note  on  plan :  ‘Piping  will  be  tested  in  presence 
of  a  Fire  Department  Representative.’ 

“8.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stones  in 
height,  20  ft.  by  60  ft.  in  area;  OCCUPIED  as  a  one-fam¬ 
ily  dwelling ;  a  fuel  oil  burning  equipment  has  been  installed 
in  the  cellar  consisting  of  a  Nokol  burner,  a  700-gallon  out¬ 
side  buried  storage  tank,  enclosed  in  12  in.  of  concrete,  and 
a  55-gallon  auxiliary  tank ;  and 

Whereas,  appellant  requests  a  modification  of  the  deci¬ 
sion  of  the  fire  commissioner,  to  accept  a  sworn  affidavit 
as  to  the  shop  test,  and  states  that  the  piping  is  standard 
wrought  iron  piping. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  herebv  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  3,  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner;  as  to 
Item  5,  on  condition  that  standard  wrought  iron  piping  shall 
be  used  throughout  the  installation ;  and  as  to  Item  8,  on 
condition  that  the  door  of  fire-box  of  boiler  shall  be  equipped 
with  a  self-closing  device;  and  that  the  installation  shall 
otherwise  comply  with  the  fuel  oil  rules  in  all  respects. 


125-25-A.  ,  _ 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  E.  H. 
Krom,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— West  side  Malba  drive,  op¬ 
posite  the  intersection  of  Fourth  avenue,  Malba, 
Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  William  Porter. 
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For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD: — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 


(125-25- A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  E.  H.  Krom, 
owner,  filed,  January  27,  1925,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  west  side  of  Malba  drive,  opposite  the  intersection 
of  Fourth  avenue,  Malba,  Borough  of  Queens ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
January  6,  1925,  in  acting  on  Alt.  Application  No.  2694- 
24,  reads : 

“5.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative  and  after¬ 
wards  coated  with  a  suitable  rust  resisting  material. 

“9.  Note  on  plan :  ‘Piping  will  be  tested  in  presence 
of  a  Fire  Department  Representative.’ 

“14.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  79  ft.  by  54  ft.  in  area;  OCCUPIED  as  a  one-family 
residence;  a  fuel  oil  burning  equipment  has  been  installed 
consisting  of  a  Nokol  burner,  a  700-gallon  outside  buried 
storage  tank,  enclosed  in  12  in.  of  concrete,  and  a  55-gallon 
auxiliary  tank;  and 

Whereas,  appellant  requests  a  modification  of  the  deci¬ 
sion  of  the  fire  commissioner,  to  accept  a  sworn  affidavit 
as  to  the  shop  test,  and  states  that  the  piping  is  standard 
wrought  iron  piping. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  5,  on  condition  that  certificate  of  factory 
test  shall  be  filed  with  the  fire  commissioner ;  as  to  Item 
9,  on  condition  that  standard  wrought  iron  piping  shall  be 
used  throughout  the  installation ;  as  to  Item  14,  on  condition 
that  door  of  fire-box  of  boiler  shall  be  equipped  with  a  self- 
closing  device ;  and  that  the  installation  shall  otherwise  com¬ 
ply  with  the  fuel  oil  rules  in  all  respects. 


128-25-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  S.  Weil  &  Co.,  Inc.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 379-385  DeKalb  avenue, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 


(128-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  S.  Weil  &  Co.,  Inc.,  owner,  filed,  January 
28,  1925.  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  379-385  De  Kalb 
avenue,  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  13,  1924,  reads : 


“Order  No.  65577-F: 

“1.  Install  a  standpipe  system  with  risers  4  inche: 
diameter  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof  (mill  constr 
tion),  four  stories  in  height,  facing  on  two  streets,  v 
a  frontage  of  60  ft.,  a  width  across  the  rear  of  96  ft.  6 
and  a  depth  of  157  ft.  6  in.;  OCCUPIED  as  a  fact( 
with  a  total  of  260  persons  above  the  1st  story,  one  st 
being  vacant;  equipped  with  a  sprinkler  system  with  i 
10,000-gallon  tanks  on  the  roof 'and  a  4  in.  connection 
Steuben  street,  and  equipped  with  an  interior  fire  aU 
system  and  watchman’s  hourly  time  service;  and 

Whereas,  appellant  contends  that  the  building  is  only 
ft.  high  and  that  the  area  is  approximately  10,250  sq. 

Resolved,  that  the  order  of  the  fire  commissioner  be  ; 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
'granted  on  condition  that  the  sprinkler  system  now  in 
shall  be  brought  up  to  the  rules  of  this  board  for  exist 
sprinkler  systems ;  and  granted  so  long  as  the  occupancy  , 
use  otherwise  remain  unchanged. 


131-25-A. 

APPELLANT — Croker  National  Fire  Prevention  Er 
neering  Co.,  for  Dominick  Conti,  owner. 
SUBJECT — -Appeal  from  order  of  fire  commissioner 
PREMISES  AFFECTED — 900  Metropolitan  aven 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Lynch  of 
department. 

ACTION  OF  BOARD — Appeal  granted  on  conditi 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent:  Mr.  Holland  . 

THE  RESOLUTION: 

(131-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineer 
Company,  for  Dominick  Conti,  owner,  filed,  January 
1925,  an  appeal,  with  the  board  of  appeals,  from  an  or< 
of  the  fire  commissioner,  affecting  premises  900  Metropolf 
avenue,  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  I 
vember  18,  1924,  reads : 

“Discontinue  the  maintenance  of  a  garage  in  the  abc 
premises,  as  same  is  of  frame  construction.  Sec.  5,  Ch 
5,  Par.  4,  Sec.  90,  Chap.  5,  Code  of  Ordinances.” ; 

and 

W hereas,  the  building  is  frame,  two  stories  in  heig 
25  ft.  by  46  ft.  6  in.  in  area.  OCCUPIED :  1st  story,  st< 
age  of  three  automobiles;  2nd  story,  vacant;  the  premi 
being  located  in  a  business  district;  and 

Whereas,  appellant  contends  that  the  three  cars  ; 
Ihe  property  of  the  owner  residing  in  the  house  on  the  fre 
of  the  premises ;  there  is  one  pleasure  car  and  two  true! 
that  the  building  is  constructed  of  wood  studs,  brick  fill 
and  appellant  proposes  to  cement  the  inside  of  the  walls 
the  1st  story,  and  that  there  is  no  gasoline  stored  on  1 
premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  a 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
granted,  only  so  far  as  it  affects  the  1st  story  of  the  stri 
ture  at  rear  of  premises,  on  condition  that  the  2nd  story 
the  building  be  maintained  vacant  and  unused ;  that  the 
terior  of  garage,  1st  story,  shall  be  fire  retarded  in  accoi 
ance  with  the  rules  of  the  board  of  standards  and  appea 
that  no  gasoline  storage  equipment  be  installed  on  the  pre 
ises ;  that  the  capacity  of  garage  storage  shall  be  limited 
three  (3)  automobiles,  the  property  of  the  owner  of  1 
premises,  and  only  during  his  occupancy  of  same ;  and  tl 
an  unobstructed  runway,  open  to  the  sky,  shall  be  ma 
taitW  from  garage  direct  to  street. 
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5-A. 

PELLANT — Sommerfeld  &  Sass,  for  Fulton-Gold 
Corporation,  owner. 

BJECT — Appeal  from  order  of  fire  commissioner. 
EMISES  AFFECTED— 81-83  Fulton  street  and  53- 
57  Gold  street,  Manhattan. 

PEARANCES— 

For  Appellant:  William  G.  Sommerfeld. 

For  Administration:  Inspector  Maher  of  fire 

department. 

TION  OF  BOARD — Appeal  granted  on  condition. 
NDITIONS — As  specified  in  resolution. 

E  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

HE  RESOLUTION: 

(71-25-A) 

Vhereas,  Sommerfeld  &  Sass,  for  Fulton-Gold  Corpora- 
;,  owner,  filed,  January  17,  1925,  an  appeal,  with  the  board 
appeals,  from  an  order  of  the  fire  commissioner,  affect- 
premises  81-83  Fulton  street,  53-57  Gold  street,  Manhat- 

;  and 

.Vhereas,  the  order  of  the  fire  commissioner,  dated  No- 
iber  10,  1924,  reads: 

“1.  Replace  the  missing  and  defective  shutters,  with 
proper  iron  or  kalamcined  shutters  at  all  openings  in  the 
exterior  wall  above  1st  story  which  are  distant  in  a  di¬ 
rect  line  less  than  30  ft.  from  any  opening  in  any  other 
building  and  not  in  the  same  plane  with  said  openings 
and  which  are  not  more  than  50  ft.  above  a  neighboring 
roof  at  center  wall  facing  85  Fulton  Street  west  wall 
center  and  on  Ann  Street  sides  of  building,  or  other 
approved  protection,  as  per  Sec.  375,  Art.  18,  Ch..  5 
of  the  Code  of  Ordinances.”; 


Whereas,  the  building  is  fireproof,  12  stories  in  height, 
rh  a  frontage  of  60  ft.  11  in.  on  Ann  street  and  43  ft.  3  in. 
Fulton  street;  OCCUPIED  as  an  office  building;  there 
:  windows  in  the  front, wall  in  the  Ann  street  elevation, 
iich  are  within  30  ft.  of  windows  in  the  othei  building 
Ann  street,  the  width  of  Ann  street  being  22  ft.  6  in.; 
:re  are  windows  in  the  westerly  court  which  are  within 
ft.  of  the  windows  in  the  rear  of  No.  85  Fulton  street; 

Whereas,  appellant  contends  that  the  windows  marked 
on  plan  open  into  a  public  hall  which  has  tile  doors 
I  is  entirely  fireproof  and  that  the  windows  which  con¬ 
fute  direct  exposure  are  fireproof  windows,  that  the  wm- 
ws  on  the  Ann  street  front  are  opposite  fireproof  windows 
building  across  the  street;  that  the  windows  marked 
I”  will  be  provided  with  fireproof  shutters. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
herebv  is  modified,  and  the  appeal  be  and  it  hereby  ,  is 
wted  'on  condition  that  existing  hardwood  sash  of  all  win- 
ws  on  the  interior  court  shall  be  glazed  with  wire  glass. 


PPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Nathan  Siegel,  owner.  . 
TRTECT— Appeal  from  order  of  fire  commissioner. 
DEMISES  AFFECTED— 20-22  Bogart  street  and  2-8 
Rock  street,  Brooklyn. 


PPEARANCES — 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department.  . 

CTION  OF  BOARD — Appeal  granted  on  condition. 
ONDITIONS— As  specified  in  resolution.  . 

HE  VOTE—  .  ,  „ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy.  Dowd,  Gunnison.  Connell  and  hire 

Chief  Kenlon  . 

Negative  .  1 

Absent:  Mr.  Holland  . . 


THE  RESOLUTION: 

(1300-24-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Nathan  Siegel,  owner,  filed,  November  5,  1924,  an 
appeal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  20-22  Bogart  street  and 
2-8  Rock  street,  Borough  of  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  served  Octo¬ 
ber  28,  1924,  reads: 

“Order  No.  64950-F : 

Provide  iron  or  kalamcined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  1st  story  which  are  dis¬ 
tant  in  a  direct  line  less  than  30  ft.  from  any  opening 
in  any  other  building  and  not  in  the  same  plane  with 
said  openings  and  which  are  not  more  than  50  ft.  above 
a  neighboring  roof  at  south  side  of  building,  or  other 
approved  protection,  as  per  Sec.  375,  Article  18.  Chapter 
5  of  the  Code  of  Ordinances.”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  55  ft.  6  in.  by  101  ft.  in  area;  OCCUPIED  as  a  tenant 
factory,  205  persons  above  the  1st  story;  and 
Whereas,  there  are  ten  windows  in  the  south  wall  in  each 
story  above  the  1st  story  within  30  ft.  of  openings  in  and 
not  more  than  50  ft.  above  the  roof  of  a  neighboring  two- 
story  frame  dwelling  to  the  south ;  and 

Whereas,  appellant  contends  that  the  premises  are  pro¬ 
tected  with  a  sprinkler  system,  a  line  of  which  runs  par¬ 
allel  with  the  south  wall  and  approximately  4  ft.  away  from 
ihe  windows  in  question. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  far  as  it  affects  the  six  windows  in  the 
southerly  gable  wall  (the  six  windows  easterly  from  the 
Bogart  street  front),  on  condition  that  an  approved  two- 
source  sprinkler  system  shall  be  maintained  throughout  the 
premises ;  and  granted  so  long  as  conditions  as  to  occupancy 
and  use  remain  otherwise  unchanged. 


61-23-A. 

APPELLANT— Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Art.  Ivory  Manufacturing  Co., 
Inc.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1078  Willoughby  avenue, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Fire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 

(61-23-A) 

Whereas.  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Art.  Ivory  Manufacturing  Co.,  Inc.,  lessee,  filed, 
January  17,  1923,  an  appeal,  with  the  board  of  appeals,  from 
an  order  of  the  fire  commissioner,  affecting  premises  1078 
Willoughby  avenue,  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  4,  1923,  reads:  , 

“1.  Surrender  to  the  bearer,  Permit  No.  74336,  issued 
June  24,  1922,  to  expire  Feb.  5,  1923,  authorizing  the 
storage  of  five  thousand  pounds  of  nitro-cellulose,  275 
pounds  dip,  at  the  above  premises  *  *  * 

“No  permit  for  the  storage  of  nitro-cellulose  products, 
except  in  quantities  less  than  100  lbs.  for  purposes  of 
manufacture  of  'articles  therefrom,  shall  be  issued  for 
any  building  which  is  situated  within  50  ft.  of  the  nearest 
wall  of  any  building  occupied  as  a  school,  theatre  or 
other  place  of  Public  Amusement  or  Assembly. 
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“2.  You  are  therefore  ordered  forthwith  to  reduce  the 
quantity  of  nitro-cellulose  in  the  form  of  blocks,  slabs, 
sheets,  rods,  tubes  and  other  shapes,  to  less  than  100 
lbs.” ; 

and 

Whereas,  the  building  is  fireproof,  three  stories  in  height, 
30  ft.  by  80  ft.  in  area;  OCCUPIED  for  the  manufacture 
of  celluloid  articles,  with  a  total  of  106  persons  in  the  entire 
building ;  the  building  being  equipped  with  a  sprinkler  system, 
and  the  celluloid  is  stored  in  a  fireproof  vault  in  the  base¬ 
ment  ;  and 

Whereas,  on  March  6,  1923,  the  board  granted  a  modifica¬ 
tion  of  these  orders  on  condition  that  the  storage  of  raw 
celluloid  be  confined  to  a  fireproof  vault  in  the  basement, 
the  enclosing  walls  of  which  shall  be  increased  from  12  in. 
to  18  in.  in  thickness ;  that  the  opening  to  the  vault  be  pro¬ 
tected  with  double  self-closing  fireproof  doors;  that  the  vault 
be  equipped  with  not  less  than  twelve  sprinkler  heads ;  and 
granted  so  long  as  conditions  remain  substantially  unchanged, 
but  for  a  period  not  extending  beyond  May  1,  1925,  and 
this  case  was  reopened  by  vote  of  the  board  on  March  24, 
1925  ;  and 

Whereas,  appellant  contends  inability  to  obtain  a  suitable 
location  to  move  to,  and  proposes  to  remove  the  vault  to  a 
position  further  away  from  the  church  wall,  and  proposes 
also  to  provide  fireproof  windows  for  all  openings  within  50 
ft.  of  the  church  walls. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  all  celluloid  shall  be  stored  in  a 
brick  vault,  the  walls  of  which  shall  be  not  less  than  18 
in.  thick,  located  in  the  basement,  not  less  than  42  ft.  from 
the  adjoining  building  immediately  in  the  rear;  that  the 
conduct  and  occupancy  of  the  premises  shall  comply  with 
the  ordinance  and  the  rules  of  the  fire  department  for  the 
operation  and  use  of  celluloid  occupanc}' ;  that  all  openings 
in  the  rear,  and  gable  wall,  west  of  the  vault,  shall  be 
equipped  with  fireproof  windows,  glazed  with  wire  glass ; 
and  that  all  jig  saws  throughout  the  premises  shall  be  pro¬ 
vided  with  a  water  supply,  equipped  with  a  quick-opening 
valve. 


BUILDING  ZONE  CASES. 

1149-24-BZ. 

APPLICANT — Walter  B.  Wills,  for  Herman  W.  Brunig, 
owner 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  al¬ 
teration  and  conversion  of  occupancy  from  a  stable 
to  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 63  Schaeffer  street,  Brooklyn. 

APPEARANCES— 

For  Applicant:  Clifford  Wills. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925,  at  2 
p.  m.,  due  to  adjournment  of  the  board  before  the 
case  was  reached. 


7-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Gilman,  Schlesinger 
Bldg.  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  and  1)4  times 
height  district  the  erection  and  maintenance  of  a 
building  to  be  used  for  business  purposes,  also 
the  erection  of  the  street  wall  to  a  height  exceeding 
the  limit  required  by  the  building  zone  resolution. 

PREMISES  AFFECTED- — 1896-1898  Arthur  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

ACTION  OF  BOARD — Laid  over  to  April  21,  1925,  at  10 
a.  m.,  due  to  adjournment  of  the  board  before  the 
case  was  reached. 


175-25-BZ. 

APPLICANT— Murray  Klein,  for  Louis  Marcus,  ownei 

SUBJECT-  Application  (re:  decision  of  superintendent 
buildings)  to  permit  in  a  business  district  exfe 
ing  from  an  unrestricted  district  the  erection  ; 
maintenance  of  a  garage  for  the  storage  of  m 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 307-313  Rutledge  street,  Bro 
lyn. 

APPEARANCES— 

For  Applicant:  Murray  Klein. 

ACTION  OF  BOARD— Laid  over  to  April  28,  1925,  a 
p.  m.,  due  to  adjournment  of  the  board  before 
case  was  reached. 


oo-i-iy-HZ.. 


APPLICANT— Frederick  J.  Flynn,  for  Adolph  Lewisc 
owner. 

SUBJECT— -Application  (re:  decision  of  superintendent 
buildings)  to  permit  in  a  business  district  extend 
into  a  residence  district  the  erection  of  a  theai 

PREMISES  AFFECTED — 4023-4039  Broadway,  600-i 
West  170th  street  and  603-605  West  169th  stri 
Manhattan. 

APPEARANCES— 

For  Applicant:  Frederick  J.  Flynn. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925,  at 
a.  m.,  due  to  adjournment  of  the  board  before 
case  was  reached. 


APPLICANT — Emma  J.  Wright,  owner. 

SUBJECT  Application  (re:  order  of  fire  commissioner) 
permit  in  a  residence  district  the  maintenance 
a  garage  for  the  storage  of  five  (5)  motor  vehic 
spaces  rented  out. 

PREMISES  AFFECTED — 57  Evelyn  place,  The  Bronj 

APP  EARAN  CES — None. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925,  at 
a.  m„  due  to  adjournment  of  the  board  before 
case  was  reached. 


621-24-BZ. 

APPLICANT— William  F.  Doyle,  for  Shibar  Realty  Cor 
owner. 


o udj He  i—  Application  (re:  decision  of  superintendent 
buildings)  to  permit  in  a  business  district  the  ei 
tion  and  maintenance  of  a  three-story  garage  (j 
viously  granted  by  the  board  for  two  stories) 
the  storage  of  more  than  five  (5)  motor  vehic 
PREMISES  AFFECTED— 234-240  East  54th  street,  M 
hattan. 

APPEARANCES— 


For  Applicant:  William  F.  Doyle. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925,  at 
a.  m.,  due  to  adjournment  of  the  board  before  t 
case  was  reached. 


45-25-BZ. 

APPLICANT— Victor  C.  Farrar,  for  40th  St.  &  Park  Av- 
Inc.,  owner. 

SUBJECT-  Application  (re:  decision  of  superintendent  < 
buildings)  to  permit  in  a  residence  district  the  ere* 
tion  and  maintenance  of  a  building  to  be  used  for  o 
fice  purposes. 

PREMISES  AFFECTED— 90-98  Park  avenue  and  38-4 
East  40th  street,  Manhattan. 
APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition :  Edmund  L.  Bavlies,  Edward  1 
Dovle,  Austin  H.  Fox.  Mark  Jacobs,  Charles  P 
Robinson,  John  P.  Fox,  Kenneth  M.  Spenc 
Joseph  C.  Koenigsberg. 

ACTION  OF  BOARD — Application  withdrawn  on  reque: 
of  applicant. 
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IE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland .  1 


3-24-BZ. 

’PLICANT — Deiches,  Goldwater  &  Flynn,  for  Edward 
R.  and  Edward  L.  Finch,  trustee  for  A.  R.  Finch, 
owner. 

.'EJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

DEMISES  AFFECTED— 1273  Cromwell  avenue,  The 
Bronx. 

PPEARANCES — 

For  Applicant:  Maurice  Deiches,  George  R.  Euell. 
For  Opposition:  William  J.  Flynn,  Harry  and  Dave 

ILcnchner,  J.  Mahoney,  H.  Friedman,  Frances 
A.  Campbell,  Frederick  Lohman. 

CTION  OF  BOARD — Application  denied. 

HE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Kennedy,  Dowd  and  Gun¬ 
nison  .  3 

Negative:  Chairman  Walsh,  Messrs.  Connell  and 

Fire  Chief  Kenlon .  3 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 

(972-24-BZ) 

Whereas,  Euell  &  Euell,  for  Edw.  R.  and  Edw.  L. 
inch,  owners,  filed,  July  25,  1924,  an  application,  under  the 
lilding  zone  resolution,  to  permit  in  a  business  district  the 
ection  and  maintenance  of  a  garage  for  the  storage  of 
ore  than  five  motor  vehicles;  premises  1273  (Topographi- 
1  Dept.  No.  1251-59)  Cromwell  avenue,  Borough  of  Bronx ; 

Whereas,  a  public  hearing  was  held  on  this  application 
'  •  the  board  of  appeals,  at  its  regular  meeting,  March  31, 
)25,  after  due  notice  by  publication  in  the  Bulletin  of  the 
card  of  Standards  and  Appeals ;  and 


Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Cromwell  avenue,  West  169th 
street  and  Boscobcl  avenue  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  16,  1924,  in  acting  on  N.  B.  Application  No. 
2124-24,  reads: 

“1.  Erection  of  a  garage  for  more  than  five  cars 
in  a  business  district  is  contrary  to  the  limitations  of 
the  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  115.83 
ft.  and  a  depth  of  110  ft. ;  to  be  occupied  as  a  garage  for 
more  than  five  motor  vehicles ;  and 

Whereas,  this  application  was  denied  by  the  board  at 
its  meeting,  November  12,  1924,  and  reopened  February  17, 
1925,  on  basis  of  new  facts  to  be  presented;  and 

Whereas,  this  application  was  brought  under  section  7-g 
and  section  21  of  the  building  zone  resolution;  the  appli¬ 
cant  had  on  file  on  the  date  of  hearing  but  68  per  cent  of 
the  80  per  cent  of  consents  of  the  property  frontage  deemed 
affected  and  required  for  the  consideration  of  the  application 
under  section  7-g ;  there  were  no  facts  or  adduced  testimony 
to  show  that  he  would  suffer  practical  difficulty  or  un¬ 
necessary  hardship  if  he  were  restricted  to  the  business  use 
for  which  his  property  is  designated  on  the  zone  maps  as 
established  by  the  board  of  estimate  and  apportionment ; 
and 

W hereas,  the  property  under  appeal  is  in  the  block 
bounded  by  Boscobcl  avenue,  169th  street  and  Cromwell 
avenue,  uninvaded  by  non-conforming  use,  and  the  board 
deems  that  granting  a  variation  to  permit  the  proposed  use 
would  not  be  in  harmony  with  the  general  intent  of  the 
zoning  resolution,  to  the  end  that  the  public  health,  safety 
and  general  welfare  may  be  secured  and  substantial  justice 
done. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


Adjourned  6.10  p.  m. 

William  J.  O’Gorman,  Secretary. 


RULES 


SMOKING  IN  FACTORIES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
August  13,  1918. 

ULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
ffited  cigar  or  cigarette  in  any  factory  as  defined  in 
rticle  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
irtion  of  a  factory,  within  the  City  of  New  \  ork,  except 

such  protected  portions  or  special  classes  of  occupancies 
;  are  specified  in  Rule  2  of  these  rules,  and  then.  on  y 
"ter  the  issuance  of  a  permit  by  the  fire  commissioner. 
It  shall  be  the  joint  and  several  duty  of  the  owner  and 
f  the  lessee  or  lessees  of  the  building  containing  such  fac- 
>ry  or  factories  to  cause  to  be  posted  in  each  and.  every 
itrance  hall,  stairhall  or  room  throughout  the  building,  as 
ell  as  in  every  elevator-car,  in  Rnglish,  and  also  in  such 
her  language  or  languages  as  the  fire  commissioner  shall 
irect,  a  notice  of  such  prohibition,  and  the  penalty  for  its 
olation. 

(b)  Application.  Application  for  such  permit  shall 
;  made  only  by  the  owner  of  the  building  on  suitable 
ank  forms  to  be  furnished  by  the  fire  commissioner. 


(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  o. 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a 
conspicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
snenfied  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  fire  com¬ 
missioner.  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  vear  has  elapsed. 

RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in: — 

( a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that: 

(l)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 
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(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprinkler 
system,  the  floor  and  ceiling  of  such  room  shall 
be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 


Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works ; 

Forge  shops ; 

Foundries , 

Iron,  steel,  brass  or  copper  works; 

Machine  shops ; 

Smelting ; 

Stone  or  monumental  works ; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVER 

SPRINKLER 

[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday  May  8,  1925,  at  10  a.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  zvorking  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  draztm  to  an  indicated  scale;  give 
correct  address  and  points  of  compass ;  shozv  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  zvcll  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-> 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line)  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  proznded  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  zvill  be  so  ad- 
znsed  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
zvorkmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wFF  water; 
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(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
znded  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 

Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure.  Tank,  [and]  the  Public.  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  proznsions  of  Rule  "<?,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall ’  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons,  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 
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The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
;ing  and  may  extend  through  tank  bottom  to  discharge 
top  of  tank  above  full  ivater  level.  The  portion  of  pipe 
:ide  tank  must  be  of  brass  or  copper  or  other  non-cor- 
five  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
rmnon  source  of  supply,  either  a  pump  or  a  direct  serv- 
•  main  connection,  provided  that  there  are  separate  feed 
lins  from  the  basement  or  lowest  story  and  a  control 
Ive  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  {2)  inches 
diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
;s  than  three  (j)  inches  in  diameter  for  larger  tanks, 
he  top  of  the  overflow  pipe  shall  be  three  ( 3 )  inches  be¬ 
lt)  the  top  of  the  staves  in  wooden  tanks  and  one  (1) 
ch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
rough  the  bottom  of  tank  provided  the  portion  inside  tank 
of  brass  or  copper  or  other  non-corrosive  metal  and 
ithout  joints  or  it  may  extetul  through  side  of  tank.  For 
nks  over  roofs  overflow  pipes  shall  terminate  not  more 
an  twenty-four  (24)  inches  above  roof  and  shall  be  fitted 
ith  a  90  degree  elbow. 

The  discharge,  heating  or  filling  pipes  where  exposed 
the  weather  shall  be  protected  from  freezing  by  a  frost- 
‘oof  covering  which  may  be  of  three  layers  of  one-inch 
1")  hair  felt  interspersed  zvith  building  paper  well  zvrapped 
id  secured  and  covered  zvith  canvas  well  painted  or  by 
■ost-proof  boxing  as  specified  by  the  National  Board  of 
ire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
eans  of  a  steel  gooseneck  ladder  substantially  constructed 
iui  rigidly  braced,  the  top  of  which  shall  not  tip  outward 
<om  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
equirements  of  the  Building  Code  and  supporting  struc- 
ires  shall  be  approved  by  the  Superintendent  of  Buildings, 
'anks  not  enclosed  and  exposed  to  the  zveather  shall  be 
overed  zvith  a  double  roof  of  acce ptable  construction  con- 
isting  of  a  tight  flat  cover  of  matched  boards  and  above 
his  a  conical  roof  which  shall  be  covered  with  an  ap- 
roved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
ard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca- 
acity  and  located  on  a  structure  altogether  independent  of 
uil dings  and  the  bottom  shall  not  be  less  than  75  feet  above 
he  ground  level,  and  not  less  than  20  feet  above  the  high- 
st  line  of  sprinklers  bclozv  the  main  roof  of  the  highest 
uilding  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
ufficient  water  to  supply  twelve  and  one  half  per  cent 
12^4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
ved  fire  area  for  twenty  (20)  minutes,  but  not  less 
han  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  system 
jhere  supplemented  by  an  auxiliary  zvater  supply,  and  not 
>ss  than  5,000  gallons  of  zvater  for  a  dry-pipe  system.  No 
ingle  tank  shall  have  a  capacity  greater  than  9,000  gallons, 
'he  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
nder  a  pressure  of  seventy-five  (75)  pounds  per  square 
ich,  and  shall  be  so  proportioned  and  located  that  a  pres- 
ure’  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
v'ill  be  available  on  the  highest  line  of  sprinklers  below 
he  main  roof  when  all  the  water  has  been  discharged  from 

he  tank.  .  , 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 

lighest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
lighest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
upply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
his  rule,  the  amount  of  water  to  be  provided  in  excess  of 
25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 

Standards  and  Appeals.  ...  .  , 

The  water  shall  be  supplied  through  a  fixed  pipe  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
md  one-half  (iJA)  inches  in  size  [with  a  one  and  one- 
luarter  (r]4)  inch  connection  to  the  tank],  or  through  a 


by-pass  not  less  than  [two  (2)]  one  and  one-half  (/J4)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  taiik. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  'Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 

Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidezvalk  and  with¬ 
in  18"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  tzvo  ( 2 ) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  altozvs  free  flozv  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
zvith  fire  extinguishing  equipment. 

Ezndence  establishing  the  fact  that  zvater  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  deznee,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
belozv  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  zvater  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  zvater  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  oity  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
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be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  ()4)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  shall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforrjis 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (l)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  he  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *he  building 


line  except  that  where  there  is  an  angle  formed  by  the  st 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster 
ornamental  projection,  they  may  be  so  located  that  no  1 
extends  more  than  fifteen  (15)  inches  from  either  side 
such  angle  in  accordance  with  the  provisions  of  the  Bu 
mg  Code. 

In  each  fire  department  connection  there  shall  be  an 
proved  straightway  check  valve,  installed  in  a  horizontal 
sition,  unless  suitably  designed  for  vertical  position,  and 
piping  shall  be  arranged  to  drain  betiveen  the  check  vi 
and  the  outside  siamese  coupling  by  either  a  ball  drip  hai 
a  one-half  ( )4 )  inch  pipe  connection  and  one-half  (l/2)  i 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-qn 
ter  ()4)  inch  drip  connection,  with  plugged  valve  attacl 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  dr 
connection  may  be  tapped  into  the  body  of  check  valve  0 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automa 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  fn 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  fn 
a  combination  of  any  two  of  the  automatic  sources;  t 
pressure  tanks  with  a  total  water  capacity  twice  tl 
required  for  a  one  source  supply;  direct  connection 
the  city  water  supply  on  two  different  streets,  so  local 
that  the  closing  of  the  controlling  valve  on  one  nr 
will  not  eliminate  the  main  on  the  other  street;  or 
direct  connection  to  the  city  water  supply  and  one 
the  auxiliary  sources  provided  the  water  supply  m, 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  be 
ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  t 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (l 
pounds  per  square  inch  between  the  hours  of  six  a. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank 
pressure  tank  and  one  of  the  automatic  sources  or  t\ 
pressure  tanks  having  a  total  water  capacity  for  a  or 
source  supply  may  be  considered  as  a  two-source  supi 
where  the  occupancy  of  the  building  does  not  conflict  w\ 
Rules  38,  39  ancf  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  a 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  so 
plank  and  timber  construction,  5  to  12  foot  bays)  0 
line  of  sprinklers  shall  be  placed  in  the  center  of  ea 
bay  and  the  distance  between  the  heads  on  each  li 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  ( y2 )  inch  heads_— 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  >n< 

heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculo 
products  and  vaults  used  for  the  storage  of  i 
flammable  motion  picture  films  shall  have  oi 
standard  one-half  ()4)-inch  head  for  each  62 
cubic  feet  of  available  storage  space,  or  one  ( 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  ava 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center 
timbers. 

Ceilings  of  modified  mill  construction  having  ba; 
less  than  three  (3)  feet  wide  shall  be  treated  as  opt 
joist  construction  and  sprinkler  heads  and  lines  spao 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  ce: 
ters,  but  less  than  five  (5)  feet  on  centers,  will  requii 
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diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  (J4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  hay  as  required  by  the  rules  for  spacing. 
Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 

Bthe  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and.  less 

than  twenty-three  (23)  feet  in  width,  shall  contain  at 


*  Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 

Fire  Department. 


least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 

(a)  For  standard  one-half  04)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  'nch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof.  be  used  in  lieu  of  heads  located  in  peak  of 
roof ' 
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(a)  For  standard  one-half  ()4)  inch  heads,  2^2  feet. 

(b)  For  Conran*  one  (l)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6*4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ( *4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  he  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  ()4)  inch  heads — 


of  Pipe 

34  inch . 

1  “  . 

Maximum  No.  of 
Heads  Allowed 

.  2  heads 

1  Va  “  . 

3  “ 

iy2  “  . 

5  “ 

2  “  . 

.  10  “ 

2)4  “  . 

.  20  “ 

3  “  . 

36  “ 

3)4  “  . 

.  55  “ 

4  “  . 

.  80  “ 

5  “  . 

.  140  “ 

6  “  . 

.  200  “ 

7  “  . 

.  300  “ 

8  “  . 

.  420  “ 

(b)  For  Conran*  one  (1)  inch  heads — 


Size  of  Pipe 
1  inch 

1  54  “ 

1) 4  “ 

2 

2) 4  “ 

3 

4 

5 

6 

ry  ti 

t 

8 


Maximum  No.  c 
Heads  Allowed 
1  head 
.  2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 


<< 

it 


a 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads- 

Maximum  No.  o 

Size  of  Pipe  Heads  Allowed 

1/4  inch .  i  head 

1/4  “  2  heads 

2  “  q  “ 

a)4  “  4  “ 

3  “  6  “ 

4  “  12  “ 

5  “  21  “ 

6  “  40  “ 

7  “  60  “ 

8  “  84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eigh 
(8)  inches  in  diameter,  special  ruling  will  be  required  b 
the  administrative  official  having  jurisdiction  as  to  the  per 
missibility  of  its  use  and  the  number  of  heads  that  may  b 
fed  thereby. 


Where  practicable,  it  is  desirable  to  arrange  the  piping  st 
that  the  number  of  heads  on  a  branch  line  will  not  exceer 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  thi 
permissible  number  of  heads  may  be  doubled,  provided  thi 
feed  main  is  of  the  size  indicated  in  the  schedule  for  tht 
total  number  of  heads. 


Where  feed  mains  supply  branch  lines  of  only  two  head: 
each,  the  conditions  approach  those  of  long  single  lines 
Such  feed  mains  shall  usually  be  centrally  supplied  when 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Brand 
lines  up  to  fpurteen  (14)  in  number  may  be  fed  from  end 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supph 
more  than  sixteen  (16)  standard  one-half  ()4)  inch  heads 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  flooi 
openings  without  approved1  stops,  shall  be  treated  as  one  rooir 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  rims  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
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said  riser  in  one  story,  according  to  the  schedule  of  pipe 
es  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
ses  of  this  rule,  a  blank  zvall,  or  one  in  zvhich  the  openings 
e  protected  by  standard  fire  doors,  may  be  considered  as 
fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
anted  allowing  the  heads  in  a  fire  section  of  small  area  to 
fed  from  the  risers  in  another  section,  provided  the 
tal  number  of  heads  in  such  area  does  not  exceed  the 
llowing  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 
Risers  shall  not  be  located  close  to  windows,  properly 
otected  from  mechanical  injury  and  freezing  and  shall  be 
operly  supported  on  foundations  and  by  floor  plates,  clamps, 
■uplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
lse  outlets,  shall  be  made  with  a  sprinkler  system  riser 
■  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
scharge  pipe  or  “dead  riser”  to  the  foot  of  a  riser  and  an 
r  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
•nk  shall  connect  zvith  the  discharge  pipe,  or  “dead  riser”, 
irty  ( 40 )  feet  belozv  the  bottom  of  the  pressure  tank. 

Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
andard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
id  screwed  up  tight  into  fittings  without  reducing  the 
aterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
lall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work- 
ig  pressure  of  150  pounds  per  square  inch  and  must  be 
ipable  of  withstanding  a  hydrostatic  test  pressure  of  750 
aunds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  walk  =>nd  other 
arts  of  the  building  with  standard  steel,  wrought  or  mal- 
:able  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
ressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
.•orlcing  pressure  of  250  pounds  per  square  inch  and  be 
apa'ble  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
ounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
or  cast  iron  pipe  of  the  American  Water  Works  Associa- 
on. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex- 
osed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro- 
ected  against  corrosion  whenever  found  necessary  by  thor- 
ughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint- 
ng  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
cceptable  moisture  resistive  paint.  When  exposed  to  chemi- 
al  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
r  other  approved  chemical  resistive  paint.  Care  shall  be 
aken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
mder  ground  floors  exposed  to  frost,  shall  be  properly  pro- 
ected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
died  with  mineral  wool,  sawdust  or  tar  mixed  with  granu- 
ated  cork,  extending  below  bottom  of  pipe  and  through  the 
op  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
vith  three  alternate  layers  of  one-inch  hair  felt  and  bulki¬ 
ng  paper  or  by  other  approved  method.  When  of  wood, 
uch  enclosure  shall  be  constructed  double  with  a  layer  of 
ar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin- 
ler  concrete  floors  or  partitions,  they  shall  be  protected 
vith  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

(  Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
hall  be  protected  with  an  approved  hermetically  sealed  cover, 
.  ir  with  an  approved  wax  coating. 


Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  zvall  and  exposed  to  the  zveather,  they 
shall  be  fitted  zvith  hoods  or  down-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser ; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank ; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used ; 
and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 
ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  1  inch 
in  size  zvhere  floor  valves  are  not  over  2/2  inches  in  size 
and  1 )4  inches  zvhere  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  lV2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (%)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  ()4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  kt  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  sysjezn  but 
shall  be  connected  to  a  pipe  of  not  less  than  1} 4  inches  in 
diameter  ia  upper  story  and  arranged  to  discharge,  through 
a  )4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  zvatcr  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  54* inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  inch  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4[4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves; 

Below  dry-pipe  valves; 
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At  the  pressure  tank; 

At  the  air  compressor ; 

Above  the  alarm  valve ; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required' at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (Rj) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 

All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (]A)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 


Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 


Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  tc 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 


Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining.  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

.The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 


.Not  more  than  the  following  number  of  heads  shall  b < 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  (]/2)  inch  heads  . 40( 

(b)  For  Conran*  one  (1)  inch  heads  . IOC 

(c)  For  Conran*  one  and  one-quarter  (l]4  inch  heads  61 


Where  equipped  with  an  approved  quick-opening  device 
the  follounng  number  of  heads  may  be  controlled  by  one 
“ Type  A”  dry-pipe  valve: 

(a)  For  Standard  one-half  ( y2 )  inch  heads . 8oo 

(b)  For  Conran *  one  ( i )  inch  heads . zoo 

\c)  For  Conran*  one  and  one-quarter  (i%)  inch  heads.  128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than,  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 


(a)  For  Standard  one-half  (y2)  .inch  heads  . 500 

(b)  For  Conran*  one  (l)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  (lT/i)  inch  heads.  84 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (JA)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
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|  i  or  rises  above  eighty  (80)  pounds  per  square  inch 
i  ,  an  indicator  or  alarm  located  in  the  engineer’s  room 
.r  the  compressor.]. 

ule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
!  :s  subject  to  freezing  shall  be  protected  by  internally 
f  ing  the  water  or  enclosing  the  tank  in  a  frost-proof 

■  >e  properly  heated  and  lighted. 

ule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
systems  shall  be  of  standard  full-weight  wrought  iron 
;teel,  painted  with  two  coats  of  protective  paint,  one 
;  ire  and  one  after  installation.  Such  pipe  shall  be  in- 
;  ed  in  ducts  or  be  encased  in  cement  mortar  and  shall 
;  nspected  prior  to  concealment.  When  installed  in  the 
:  :ealed  space  between  floor  arches  and  ceiling,  such  pipe 
;  1  be  supported  by  hangers  and  all  pipe,  fittings  and 

■  ;ers  be  protected  with  two  coats  of  paint. 

ule  32.  Preparation  of  Building.  Floor  or  wall  open- 
and  other  structural  defects  which  prevent  the  banking 
:  3f  heated  air  and  retard  the  automatic  action  of  sprin- 
i  heads  shall  be  provided  with  the  necessary  curtain 
;  ds  and  draft  stops  to  permit  specific  control  of  the  fire 
he  local  sprinklers. 

(urtain  boards  shall  project  at  least  three  (3)  inches  be- 
the  lowest  sprinkler. 

ule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
i  ptancc  all  automatic  sprinkler  systems,  excluding  the  wa- 
supply  tanks,  shall  be  subjected  after  installation  to  a 
:  rostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
'  square  inch  in  excess  of  that  which  will  be  normally 
ied  and  observed  in  the  sprinkler  system,  such  test 
:  sure,  however,  never  to  be  less  than  one  hundred  and 
(150)  pounds  per  square  inch  in  any  part  of  the  sys- 

11  pressure  tanks  shall  be  tested  after  erection  to  a  test 
:  sure  of  one  and  one-half  (1)4)  times  the  working  pres- 
!.  To  prevent  the  possibility  of  serious  water  damage 
:ase  of  a  break,  the  pressure  shall  be  maintained  by  a 
11  pump,  the  main  controlling  gate  being  meanwhile 
.  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
1  for  testing  systems. 

i  automatic  dry-pipe  systems  with  “Type  A”  valve  con- 
.  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
1  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
(2)  pounds  per  square  inch  for  the  twenty-four  (24) 

:  rs. 

i  the  case  of  automatic  dry-pipe  systems  with  differen- 
“Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
ng  the  test  to  prevent  in  jurying  the  valve, 
on-automatic  systems  shall  be  tested  after  installation 
ot  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
he  pressure  necessary  to  reach  the  highest  line  of  sprin- 

;is; 

11  tests  of  installed  systems  shall  be  made  by  the  con- 
tor  in  the  presence  of  the  Fire  Commissioner,  or  his 
lorized  representative. 

|  o  piping,  devices  nor  any  portion  of  a  nezvly  constructed 
nkler  system  shall  be  covered  up  or  permanently  con¬ 
ed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
1  ■ oved  of  in  writing,  except  piping  passing  through  floors, 

■  s,  partitions  or  beams  for  distances  equal  to  the  thick- 
1  of  such  floors,  zvalls,  partitions  or  beams. 

ule  34.  Non-fireproof  Business  Buildings.  Automatic 
aklers  required  in  non-fireproof  business  buildings  under 
provisions  of  Chapter  5,  Article  4,  Section  72.  Code  of 
inances,  unless  otherwise  specifically  provided  in  these 
s,  shall  consist  of  at  least  a  One  Source  System. 

ule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
nklers  required  in  buildings  having  occupancies  consid- 
to  be  dangerous  or  hazardous  by  the  Fire  Commis- 
i  er  shall  consist  of  at  least  a  one-source  system  unless 
1  rvrise  specifically  prozndcd  for  in  these  rules. 


Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 
cf  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 

Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  tzvo  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  zvherc  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  zifith  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire '  doors  on  both  sides  of  the  wall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  IV hen  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 
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P RQGRESS  R E PORT 

DOCKET.  DISPOSITION  OF  CASES. 


Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  April  16,  1925  .  409 

Restored  to  calendar  .  32 

Miscellaneous  Applications. 

Requests  to  reopen  . 55 

Requests  to  amend .  0 

Requests  for  modification  .  16 

Requests  to  rescind .  0 

Requests  for  extension  of  time .  9 

Requests  for  extension  of  permit .  4 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans  .  6 

Administrative  requests  .  1 

Requests  for  interpretation .  0 

Total  .  1130 

Disposed  of  .  517 

Cases  pending  April  16,  1925  .  613 


Withdrawn  . 

Dismissed  . 

Denied  . 

Granted  . 

Granted  on  condition  .  <3 

Appliances  approved  . 

Appliances  dismissed,  disapproved  or  withdrawn  . 

Rules  approved  . . . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  reopen  granted  . 

Requests  to  reopen  denied  . 

Requests  to  amend  granted  . 

Requests  to  amend  denied  . 

Requests  for  modification  granted  . 

Request  for  modification  denied  . 

Requests  to  rescind  granted  . 

Requests  to  rescind  denied  . 

Requests  for  extension  of  time  granted  . 

Requests  for  extension  of  time  denied  . 

Requests  for  extension  of  permit  granted  . 

Requests  for  extension  of  permit  denied  . 

Requests  to  install  granted  . 

Requests  to  install  denied  . 

Plans  approved  . 

Plans  disapproved  . 

Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . 

Interpretations  . 

Requests  withdrawn  or  dismissed . 

Total  .  5 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  t 
offices  of  the  board  and  of  the  further  publication  of  1 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  t 
date  for  the  hearing  in  his  case,  and  that  the  plea 
failure  to  receive  such  notice  is  no  excuse  for  neglect 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose 
all  cases  promptly,  for  the  reason  that  the  pendency  of 
appeal  or  petition  ties  the  hands  of  the  administrati 
official  in  enforcing  his  order;  therefore,  no  appeal 
petition  will  be  allowed  to  be  hung  up  by  reason  of  faili 
of  the  appellant  or  petitioner  to  file  necessary  data,  or 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BU 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN 

Name  . 

Street  . . 

P.  O. 

My  subscription  is  to  begin  with  tlm  issue  for 
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1925. 

36-2000-25-O 
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ssued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  *$£*$$$,*$  CJiap.  503,  Laws  of  1916 
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communications  should  be  addressed  to  the  chairman 
of  the  board. 


CONTENTS 


iis  issue  of  the  Bulletin  contains,  in  the  order 

Docket. 

Dali  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Special  Meeting,  Board  of  Appeals,  April 
17,  1925. 

Minutes  of  Meeting,  Board  of  Appeals,  April  21, 

1925. 

Minutes  of  Meeting,  Board  of  Standards  and  Ap¬ 
peals,  April  21,  1925. 

;  Notice  of  Public  Hearing. 

First  Quarterly  Report. 

Progress  Report. 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cat- 


All  hearings  are  held  in  Room  1013,  Municipal  Building 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers  pertaining  to  the  work  of  either  hoard,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon— Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

r>  Cl*rk’s  Calendar  consists  of  applications  under  the 
molding  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections  if  any 
and  will  be  called  in  Room  1013,  on  Tuesday.  April  28’, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  May  5,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

.  Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion.  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

_  At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 


Neiv  Cases  Filed  Week  Ending  April  23,  1925. 


Cal.  No. 

Department. 

Premises  Affected. 

437-25-BZ.. 

. B.B.Bx. 

.  S.  E.  C.  219th  st.  &  Bronx  Pk. 
blvd.,  Bx.  N.  B.  203-1925. 

436-25-BZ. . 

. B.B.B.  . 

..117-119  Carroll  st.,  Bklyn. 

Alt.  5994-1925. 

435-25-A. . . 

. F.D.  ... 

..151  W.  21st  st.,  Man. 

F-72081. 

434-25-S . . . 

. F.D.  ... 

..186  Grand  st.,  Man. 

L.  D.  75089. 

433-25-S . . . 

. F.D.  .. 

..83-101  N.  3rd  st.,  Bklyn. 

L.  D.  71540. 

432-25- A. . . 

. F.D.  ... 

..83-101  N.  3rd  st.,  Bklyn. 

L.  F.  75017. 

431-25-A. . . 

. F.D.  ... 

. .  218-220th  st.  &  Harlem  River, 
Man.  Alt.  542-1925. 

430-25-S . . . 

. F.D.  ... 

. .  365-7  Canal  st.,  Man. 

L.  D.  74453. 

429-25-BZ.. 

. B.B.B.  . 

..2374-76  60th  st.,  Bklyn. 

Applic.  5753-1925. 

428-25-BZ. . 

. B.B.B.  . 

..101-111  Linden  st.,  Bklyn. 

Applic.  5562-1925. 

427-25-S . . . 

. F.D.  ... 

. .  32  Great  Jones  st.,  Man. 

L.  D.  74869. 

426-25-S . . . 

. F.D.  .. 

. .  22-26  Howard  st.,  Man. 

L.  D.  68670. 

425-25-S . . . 

. F.D.  ... 

. .  304  5th  ave.,  Man. 

L.  D.  74169. 

424-25-A.  .  . 

. F.D.  .. 

. .  N.  W.  C.  Garrison  st.  &  Flush¬ 
ing  ave.,  Maspeth,  Q. 

L.  C.  954071. 

423-25-BZ. . 

. T.H.  .. 

. .  123-8,  123-10  Rockaway  Bch. 
blvd.,  Rockaway  Beach,  Q. 

N.  B.  3-1925. 

422-25-A . .  , 

. F.D.  .. 

..151  W.  19th  st.,  Man. 

L.  C.  28824. 

421-25-S. . . 

. F.D.  .. 

. .  136-140  W.  23rd  st.,  Man. 

L.  D.  65263. 

420-25- A.  . 

. F.D.  .. 

..Re:  Tank  Trucks  and  Trans¬ 
portation  of  Oils,  etc. 

L.  C.  28938. 

419-25-BZ. . 

. B.B.B.  . 

..4110-18  9th  ave.,  Bklyn. 

Applic.  2994-1925. 

418-25-A.  .  , 

. F.D.  .. 

. .  1681-5  Broadway,  Man. 

Order  No.  2-A-1925. 

417-25-A. . . 

. F.D.  .. 

..1188-90  Fulton  st.,  Bklyn. 

F-71935. 

416-25-BZ. . 

. B.B.B.  . 

..314-316  E.  38th  st.,  Bklyn. 

Applic.  3817-1925. 

415-25-S . . . 

. F.D.  .. 

. .  338-340  Flushing  ave.,  Bklyn. 

L.  D.  68121. 

414-25- A.  . . 

. B.B.Q.  . 

..N.  S.  DeKalb  ave.,  S.  S.  Wil- 

— - : - 

loughby  ave.,  200  ft.  W.  On- 
derdonk  ave.,  Ridgewood,  Q. 

Alt.  640-1925. 

413-25-S . .  . 

. F.D.  .. 

. .  473-5  Kent  ave.,  Bklyn. 

L.  F.  64937. 

412-25-BZ. . 

. B.B.B.  . 

..840  Washington  st.,  Bklyn. 

Applic.  4644-1925. 


411-25-BZ . B.B.B.  ...1134  Pacific  st.,  Bklyn. 

- ■  ■  .  -  Applic.  3447-1925. 

410-25-BZ . B.B.B.  ...1602-10  Bath  ave.,  Bklyn. 

- 1  — --  •  Applic.  24260-1925 

Restored  to  Calendar. 

1339-24-S . H.D . 444  E.  13th  st.,  Man. 

- *  Sanitary  Certificate. 

785-24-A . F.D . 6118  Rockaway  Beach  blvd. 

- - * - —  Arverne,  Q.  App.  582-1922. 

728-24-BZ . B.B.B.  ...2074-2088  Fulton  st.,  Bklyn. 

- -  App.  9841-1924. 

1412-23-S . B.B.B.  ...174  Duffield  st.,  Bklyn. 

-  Alt.  17816-1923. 

258-23- A . F.D.  ' _  307  Morris  ave.,  Bx. 

- - - -  L.  C.  16513. 


CODE. 


F.D . . . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

T.H.D . t . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  April  28,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

218-25-BZ. 

APPLICANT— Nathan  Rotholz,  for  William  S.  O’Brien 
owner. 

PREMISES — 517  West  161st  street,  Manhattan  . 

TO  PERMIT  in  a  residence  and  “B”  area  district  and 
within  a  portion  of  street  between  two  intersecting 
streets,  in  which  portion  there  exists  an  exit  anc 
entrance  to  a  school  and  also  within  200  feet  ir 
a  direct  line,  the  erection  and  maintenance  of  c 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles  and  to  occupy  more  than  40  per  cent  of 
the  area  of  rear  yard  at  curb  level ;  contrary  tc 
the  requirements  of  the  building  zone  resolution 

480-24-BZ. 

APPLICANT — 'Silberman  &  Steinfeld,  for  Tram  Realty 
Co.,  owner. 

PREMISES — 1927-41  Broadway,  Brooklyn. 

TO  PERMIT  partly  in  a  residence  district  and  partly  ir 
a  business  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  April  28,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

103-25-A — South  side  of  West  250th  street,  128  ft.  west  of 
Goodridge  avenue,  The  Bronx. 

156-25-A — 350  West  44th  street,  Manhattan. 

195- 25-A — <262  West  End  avenue,  Brooklyn. 

196- 25-A — 316  West  91st  street,  Manhattan. 

669-24-A — 37-39  East  28th  street,  Manhattan. 

588-24- A — 250  Hudson  street,  Manhattan. 


488 


CALENDAR 


,89-24-A — 43-45  Wooster  street,  Manhattan. 

99-25-A — 220  Corbin  place,  Brooklyn. 

47-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 
96-24-A — 205-207  West  33rd  street,  Manhattan. 

02-24-A — 1775  Broadway,  Manhattan. 

*40-23-A — 3587-3589  Broadway,  Manhattan. 

14-24-A — ill04-1122  Webster  avenue,  The  Bronx. 

(67-23-A — 2711  Webster  avenue,  The  Bronx. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
f  a  public  hearing  under  the  provisions  of  the  building  zone 
■solution,  Tuesday  morning,  April  28,  1925,  at  10  o’clock, 

.  Room  1013,  Municipal  Building,  on  the  following  matters : 

\L.  no.  7-25-BZ — Application,  January  2,  1925,  under  the 
•building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Gil¬ 
man,  Schlesinger  Bldg.  Co.,  owner,  to 
permit  in  a  residence  and  V/t  times 
height  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for 
business  purposes,  also  the  erection  of 
the  street  wall  to  a  height  exceeding 
the  limit  required  by  the  building  zone 
resolution;  premises  1896-1898  Arthur 
avenue,  The  Bronx. 

\L.  no.  275-25-BZ — Application,  March  11,  1925,  under 

Bthe  building  zone  resolution,  of  Leo  S. 

Sheridan,  applicant  and  owner,  Maur¬ 
ice  F.  Hickey,  lessee,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  88-110  Crown  street,  Brook¬ 
lyn. 

\L.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valbalia  Corporation,  owner,  ti  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

\L.  no.  57-25-BZ — Application,  January  13,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Bres- 
lauer  Construction  Co.,  Inc.,  owner,  to 
permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  dis¬ 
trict,  of  a  proposed  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1933-1935  Cedar  ave¬ 
nue,  The  Bronx. 

st..  no.  1038-24-BZ — Application,  August  19,  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn 
M..  no.  1400-23-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Turin  Garage  and  Supply  Co.,  Inc., 
owner,  previously  withdrawn,  to  permit 
in  a  residence  district  the  alteration 
and  extension  of  an  existing  garage 


for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  55  West  93rd 
street,  Manhattan. 

cal.  no.  1437-23-BZ— Application,  March  31,  1925,  under 
the  building  zone  resolution,  of  C.  &  M. 
Garage,  Inc.,  applicant  and  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles  (previously  granted  by  the 
board,  December  23,  1924)  ;  premises 
235-249  West  154th  street,  Manhattan. 
cal.  no.  110-25-BZ — Application,  January  26,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Brecher  Building  Corp.,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  southeast  cor¬ 
ner  of  Washington  avenue  and  Fifth 
avenue,  Long  Island  City,  Queens. 
cal.  no.  143-25-BZ — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Lottie  Snyder,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  buildings  to  be  used 
for  store  purposes  only  on  the  1st 
story;  premises  7601-23  21st  avenue, 
Brooklyn. 

cal.  no.  621-24-BZ— Application,  March  17,  1925,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Dex¬ 
ter  Holding  Corp.,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  three-story  garage 
(previously  granted  by  the  board  for 
two  stories)  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
234-240  East  54th  street,  Manhattan. 
cal.  no.  175-25-BZ — Application,  February  13,  1925,  under 
the  building  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Louis 
Marcus,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  307-313  Rutledge  street, 
Brooklyn. 

cal.  no.  564-19-BZ— Application,  March  17,  1925,  under  the 
building  zone  resolution,  of  Frederick 
J.  Flynn,  applicant,  on  behalf  of  Adolph 
Lewisohn,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  theatre  building  (previously 
granted  by  the  board ;  such  grant  hav¬ 
ing  expired  July  11,  1923,  under  the 
time  limit  imposed  in  the  resolution)  ; 
premises  4023-4039  Broadway,  600-618 
West  170th  street  and  603-605  West 
169th  street,  Manhattan. 

cal.  no.  698-22-BZ — Application,  March  17,  1925,  under  the 
building  zone  resolution,  of  Emma  J. 
Wright,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage 
of  five  (5)  pleasure  motor  vehicles, 
three  (3)  spaces  rented  to  persons  not 
residing  on  the  premises  (previously 
granted  by  the  board  for  a  temporary 
period  of  two  years)  ;  premises  57 
Evelyn  place,  The  Bronx. 
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cal.  no.  194-25-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Richard 
J.  Cullinan,  applicant,  on  behalf  of 
Joseph  Rosenzweig,  owner,  to  permit 
in  a  business  district  extending  from 
an  unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  north  side  of  West 
170th  street,  11.33  ft.  west  of  Crom¬ 
well  avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  April  28,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

146-25-A — 513  East  59th  street,  Manhattan. 

148-25- A — 264-284  Furman  street,  Brooklyn. 

171-26-A— 427-429  West  13th  street  and  428-430  West  14th 
street,  Manhattan. 

201-25-A — (102  Fulton  street,  Manhattan. 

208-25- A — 137  West  3rd  street,  Manhattan. 

227-25-A — 105  Onslow  place,  Kew  Gardens,  Queens. 

331-24-A — 508-534  West  212th  street,  Manhattan. 

285-25-A — 523-545  Fulton  street,  Brooklyn. 

904-24-A — 235-239  West  23rd  street,  Manhattan. 

40-25-A — Spuyten  Duyvil  Parkway  and  227th  street,  The 
Bronx. 

79-25-A — 6-16  West  16th  street  and  7-23  West  15th  street, 
Manhattan. 

184-25-A — 6-16  West  16th  street  and  7-23  West  15th  street, 
Manhattan. 

1247-24- A — 202  Flatbush  avenue,  Brooklyn. 

124-25-A — 13  Van  Dam  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  April  28,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  166-25-BZ — Application,  February  9,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Hallert  Realty  Corp.,  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  store  purposes ;  premises  178-186 
Parkside  avenue,  Brooklyn. 

cal.  no.  1393-24-BZ — Application,  November  24,  1924, 

under  the  building  zone  resolution,  of 
Charles  B.  Meyers,  applicant,  on  be¬ 
half  of  Ruthie  Realty  Co.,  owner,  to 
permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  246-250  Dyck- 
man  street,  Manhattan. 

cal.  no.  997-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  D. 
Coppersmith,  owner,  to  permit  partly 
in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  112-144  East  98th  street, 
Brooklyn. 


cal.  no.  465-23-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Amanda  B.  Manee,  owner,  previously 
withdrawn,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  east 
side  of  River  avenue,  100  ft.  south  of 
East  167th  street,  The  Bronx. 
cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  and  also  within  a 
“B”  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution  ;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 
cal.  no.  1149-24-BZ— Application,  September  19,  1924,  under 
the  building  zone  resolution,  of  Walter 
B.  Wills,  architect,  on  behalf  of  Her¬ 
man  W.  Bruning,  owner,  to  permit  in 
a  residence  district  the  alteration  and 
conversion  of  occupancy  from  a  stable 
to  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
63-63^2  Schaeffer  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  May  5,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1272-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hugo  C.  Cook, 
owner. 

PREMISES — 2311  St.  Raymond’s  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicle. 

202-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Joseph  Greenbaum, 
Rachel  Zoel  and  Morris  A.  Drucker,  owners. 

PREMISES — 2715-2717  Briggs  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  store  purposes. 

220-25-BZ. 

APPLICANT — Seelig  &  Finkelstein,  for  Beth  El  Talmud 
Torah  of  Flatbush,  owner. 

PREMISES — 1219-1221  Avenue  T,  Brooklyn. 

TO  PERMIT  in  a  residence  and  “D”  area  district  the  erec¬ 
tion  and  maintenance  of  a  building  occupying  more 
than  80  per  cent  of  a  corner  lot  at  the  curb  level, 
contrary  to  section  14,  subdivision  (c)  of  the  build¬ 
ing  zone  resolution. 

234-25-BZ. 

APPLICANT — McKim,  Mead  &  White,  for  Columbia 
University,  owner. 

PREMISES — Northwest  corner  of  114th  street  and  Amster¬ 
dam  avenue,  Manhattan. 

TO  PERMIT  in  a  residence  and  1^2  times  height  district 
the  erection  and  maintenance  of  the  street  waff  to 
a  height  exceeding  the  limit  required  by  the  build¬ 
ing  zone  resolution. 

245-25-BZ. 

APPLICANT— Louis  A.  Sheinart,  for  William  F.  Cunning¬ 
ham,  owner. 
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PREMISES — 1721-23  Park  avenue,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


728-24-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Helen  B.  Peckett, 
owner. 

PREMISES — 2074-2088  Fulton  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles  (previously  denied  by  the 
board). 


BOARD  OF  APPEALS. 

Tuesday,  May  5,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1377-24-A — 2920-2940  Broadway,  Manhattan. 

65-25-A — 22  East  57th  street,  Manhattan. 

133-25-A — 375  Canal  place,  The  Bronx. 

141-25-A — 445-451  West  30th  street,  Manhattan. 

219-25-A — 8739-8765  126th  street,  Richmond  Hill,  Queena 

223-25-A — 2406-14  Myrtle  avenue,  Ridgewood,  Queens. 

212-25-A — .109  Greene  street,  Manhattan. 

1510-24- A — 1038  Ocean  avenue,  Brooklyn. 

1188-24-A — 37-65  Franklin  avenue  and  22-46  Skillman  street, 
Brooklyn. 

Under  the  Building  Zone  Resolution. 

'  NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May  5,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1092-24-BZ — Application,  March  24,  1925,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  (previously  denied  by  the  board)  ; 
premises  331  East  184th  street,  The 
Bronx. 

cal.  no.  188-25-BZ — (Application,  February  16,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
William  C.  Perry,  owner,  to  permit  in 
a  residence  district  the  change  of  oc¬ 
cupancy  of  the  first  story  from  resi¬ 
dence  use  to  the  undertaking  business ; 
premises  248  West  132nd  street,  Man¬ 
hattan. 

cal.  no.  191-25-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  James 
W.  Byrnes,  applicant,  on  behalf  of  Ber¬ 
nard  Kiritz,  owner,  to  permit  in  a 
residence  and  “C”  area  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles,  also  the  omission  of  a 
rear  yard  required  by  the  building  zone 
resolution;  premises  1209-1211  Putnam 
avenue,  Brooklyn. 

cal.  no.  197-25-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Elsie 
„  Lefy,  Clara  Sarnof  and  Maurice  Op- 


penheimer,  by  Mortimer  Kraus,  his 
attorney  in  fact,  owners,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1279-1285  Jerome  avenue.  The 
Bronx. 

cal.  no.  206-25-BZ — Application,  February  20,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  J.  V. 
Cannizaro,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  94-96  Avenue  U,  Brooklyn. 

cal.  no.  1156-24-BZ — Application,  September  22,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  1369-24-BZ — Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

cal.  no.  1041-24-BZ — Application,  March  31,  1925,  under 
the  building  zone  resolution,  of  Hacken- 
burg  &  Schwartz,  applicants,  on  behalf 
of  330  West  95th  Street  Corp.,  owner, 
previously  denied  by  the  board,  to  per¬ 
mit  in  a  business  district  the  alteration 
and  also  the  conversion  of  occupancy 
from  a  storage  warehouse  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  156-166  West 
End  avenue,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  May  5,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

192- 25-S — >16  West  31st  street,  Manhattan. 

193- 25-S — <14  West  31st  street,  Manhattan. 

209-25-S — 427  Fourth  avenue,  Manhattan. 

211-25-S — 20  Starr  street,  Brooklyn. 

224-25-S — 38  Great  Jones  street,  Manhattan. 

126-25-S — 14  East  55th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

1332-24-S — 101-103  West  42nd  street  and  737-745  Sixth 
avenue,  Manhattan. 

80-25-S — 23  West  56th  street,  Manhattan. 

1493-24-S — 30  East  9th  street,  Manhattan. 

1249-24-S — 157-161  West  29th  street,  Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 

28-25-'S — 17  East  54th  street,  Manhattan. 
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172-25-S — 535-547  West  45th  street,  Manhattan. 
178-25-S — 391  Washington  street,  Manhattan. 
1339-24-S — 144  East  13th  street,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  May  8,  1925,  at  10  a.  m. 

Rule. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BOARD  OF  APPEALS. 

Tuesday,  May  12,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

11 75 -24- A — 628-642  West  45th  street,  Manhattan. 

069-24- A — '126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

1535-24-A — 169-195  West  street,  Brooklyn. 

54-25- A — 248-254  West  60th  street  and  549-555  West  59th 
street,  Manhattan. 

16-24-A — 1342  Park  avenue,  Manhattan. 

1177-24-A — 79-89  Seventh  avenue,  Manhattan. 

1263-24-A — 532  East  184th  street,  The  Bronx. 

339-25-A — West  side  of  Kemble  avenue,  1,352  ft.  3^  in. 
south  of  Mill  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May  12,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matter : 

cal.  no.  237-25-BZ — Application,  February  26,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Bee 
Dee  Realty  Co.,  owner,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  38-44  State  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  May  12,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

1374-24-A — 305-309  Broadway,  Manhattan. 

■621-20-A-  -39-83  Water  street,  Brooklyn. 

258-23-A — 307  Morris  avenue,  The  Bronx. 

785-24-A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  May  12,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  fol¬ 
lowing  matter : 


cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  th 
building  zone  resolution,  of  John 
Duiinigan,  applicant,  on  behalf  of  Hai 
tie  W.  Ayer,  owner,  to  permit  in 
business  district  the  erection  and  mair 
tenance  of  a  garage  for  the  storage  o 
more  than  five  (5)  motor  vehicles 
premises  495-499  East  171st  street,  Th 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  May  19,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

138-25-A — Foot  of  Amity  and  Congress  streets,  Brooklyn 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeal 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May  19,  1925,  at  ] 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow 
ing  matter : 

cal.  no.  1358-24-BZ — Application,  November  18,  1924,  unde 
the  building  zone  resolution,  of  Murraj 
Klein,  architect,  on  behalf  of  Lirp; 
Realty,  owner,  to  permit  in  a  busines. 
district  the  alteration  and  conversioi 
of  occupancy  from  a  stable  for  mor< 
than  five  (5)  horses  to  a  garage  for  th' 
storage  of  more  than  five  (5)  motor  ve 
hides;  premises  57-59  West  132nc 
street,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  May  19,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

982-24-S — 614-618  West  131st  street,  Manhattan. 
163-25-S — 4049  Third  avenue,  The  Bronx. 

1412-23-S — 174  Duffield  street,  Brooklyn. 

1-25-S — 1723  Bath  avenue,  Brooklyn. 

252-25-S — 6  Reade  street,  Manhattan. 

307-25-S — 3218  Church  avenue,  Brooklyn. 

290-25-S — 442-450  West  31st  street,  Manhattan. 

Appliance  Submitted  for  Approval. 
259-25-SA — Electrol  Automatic  Oil  Burner,  approval  of. 


BOARD  OF  APPEALS. 

Tuesday,  May  26,  1925,  at  10  a.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May  26,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  Johr 
J.  Dunnigan,  applicant,  on  behalf  ol 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 
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al.  no.  378-24-BZ — 'Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
uunmgan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 


cal.  no  1367-23  BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

.  William  E.  Walsh,  Chairman. 


MINUTES 

BOARD  OF  APPEALS 


SPECIAL  MEETING. 

FRIDAY  MORNING,  APRIL  17,  1925. 

Present:  Chairman  Walsh,  Messrs.  Dowd,  Gunnison, 
lolland,  Connell  and  Fire  Chief  Kenlon. 


APPEAL  FROM  ADMINISTRATIVE  ORDER. 

002-24- A. 

.PPELLANT — Campbell  &  Boland,  for  the  New  York 
Statler  Co  ,  lessee. 

UBJECT — Appeal  from  decision  of  fire  commissioner. 
REMISES  AFFECTED — 401-417  ^Seventh  avenue,  Man¬ 
hattan. 

vPPEARAN  CES — 

For  Appellant:  Frank  A.  K.  Boland,  E.  J.  Mitchell 
and  George  F.  Morse. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

CHE  VOTE — 

Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy .  1 

THE  RESOLUTION: 


(1002-24-A) 

Whereas,  Campbell  &  Boland,  substituted  for  McKim, 
vlead  &  White,  for  New  York  Statler  Co.,  lessee,  filed, 
\ugust  5,  1924,  an  appeal,  with  the  board  of  appeals,  from 
t  decision  of  the  fire  commissioner,  affecting  premises  401- 
H7  Seventh  avenue,  Manhattan ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  N.  B. 
application  No.  1091-16,  dated  June  27,  1924,  reads : 

“1.  Outlets  must  be  located  within  the  stairway  en¬ 
closure. 

“2.  Hose  must  be  2l/2  in.  unlined  linen  Underwriters 

[  or  equal.” ; 
ind 

Whereas,  this  case  was  denied  by  the  board  at  its  meet- 
ng  held  on  October  21,  1924,  and  reopened  by  vote  of  the 
x>ard  on  January  20,  1925 ;  and 

Whereas,  appellant  contends  that  the  building  is  equipped 
jvith  special  fire  alarm  boxes  with  direct  telegraphic  com¬ 
munication  with  fire  headquarters;  interior  automatic  fire 
ilarm;  an  approved  sprinkler  system  in  the  (sub-basement) 
:ngine  room  and  laundry,  the  2nd  basement,  about  50  per 
:ent  of  the  basement,  the  baggage  room,  the  20th  floor 
(carpenter’s,  upholsterer’s  room,  etc.)  and  the  paper  chute; 
that  there  are  provided  also  ten  fire  extinguishers  on  each 
story;  that  the  hose  outlets  are  plainly  marked  “Fire  Hose’’ 
and  are  readily  accessible,  and  further  contends  that  the 
1 1/2  in.  hose  was  permitted  by  the  board  of  review  of  the 
fire  department. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  1,  on  condition  that  a  sign  be  placed 
within  the  stair  hall  enclosure,  painted  in  red  letters  not 


less  than  6  in.  high,  and  with  arrow  pointing  the  direc¬ 
tion,  indicating  in  feet  and  inches  the  exact  location  of 
the  adjacent  hose  rack  outlets;  and  granted,  as  to  Item 
2,  on  condition  that  2/2  in.  hose  be  provided  on  all  stand¬ 
pipe  outlets ;  work  to  be  completed  within  six  months  from 
the  date  of  this  action. 


BUILDING  ZONE  CASES. 

1369-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Ida  Van  Rooyan, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
change  of  occupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1038-1040  Lafayette  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Morris  D.  Bohrer,  Norman  Paul. 

ACTION  OF  BOARD — Laid  over  to  May  5,  1925,  at 
10  a.  m.,  for  final  disposition,  on  request  of  ob¬ 
jector. 


1057-24-BZ. 

APPLICANT — James  J.  Walker,  for  William  A.  Corcoran, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence  dis¬ 
trict  and  partly  in  a  business  district,  and  also  with¬ 
in  “B”  area  district,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles,  and  also  the  omission  of  the  rear 
yard  required  by  the  zone  resolution. 

PREMISES  AFFECTED— Northwest  corner  182nd  street 
and  Folin  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  James  J.  Walker. 

For  Opposition :  Sadie  George  and  Clara  Krapp. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925,  at 
2  p.  m. 


378-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hesu  Realty  Co., 
Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  bu'iness  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1101-1109  Union  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition :  Arthur  G.  Basch. 

ACTION  OF  BOARD— Laid  over  to  May  26,  1925,  at 
10  a.  m.,  on  request  of  both  sides. 
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136-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Max  Katz,  owner. 

SuBJECl-  Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFhECTED — 809  Union  avenue,  The  Bronx 
APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  J.  Silversteen. 

ACTION  OF  BOARD — Laid  over  to  May  26,  1925,  at 
10  a.  m.,  on  request  of  both  sides. 


1367-23-BZ. 

APPLICANT — John  J.  Dunnigan,  for  B.  R.  Construction 
Co.,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  “B”  area  district  the 
erection  and  maintenance  of  a  building  occupying 
more  than  40  per  cent  of  the  rear  yard  area. 

PREMISES  AFFECTED— 1211-1263  Boynton  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Henry  Nordheim. 

ACTION  OF  BOARD — Laid  over  to  May  26,  1925,  at 
10  a.  m.,  on  request  of  objector. 


1156-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Cosmo  Saponaro, 
owner. 

SUBJECT-  Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 982  Morris  avenue,  The  Bronx. 
APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Dr.  John  J.  Sinnott. 

ACTION  OF  BOARD — Laid  over  to  May  5,  1925,  at 
10  a.  m.,  on  request  of  applicant. 


811-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hattie  W.  Ayer, 
owner. 

SUBJECT- — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 495-499  East  171st  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition :  Jacob  Feld. 

ACTION  OF  BOARD — Report  of  committee  adopted. 
Laid  over  to  May  12,  1925,  at  2  p.  m.,  on  request 
of  appellant,  to  amend  plans. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 
TEE — 

Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  g 

Negative  .  q 


Absent :  Mr.  Kennedy 


1298-23-BZ. 

APPLICANT— McIntyre  &  O’Leary,  for  Vincenzo  Gar- 
giulo,  owner. 

SUBJECT-  Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFEC1  ED — 3200  Villa  avenue,  The  Bronx. 


APPEARANCES— 

For  Applicant:  None. 

F  or  Opposition :  Abraham  M.  Schwartz  and  Geora 
Ludwig. 

— Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd 
Gunnison,,  Holland,  Connell  and  Fire  Chief 
Kenlon  . 

Negative  . 7.7, 

Absent:  Mr.  Kennedy . 7.7. 


812-24-BZ. 

ANT— John  J.  Dunnigan,  for  Sadie  Corn,  owne 

MJBJECl  Application  (re:  decision  of  superintendent  c 
buildings)  to  permit  in  a  residence  district  tli 
alteration  and  extension  of  a  business  buildin 
which  was  erected  under  a  previous  resolution  o 
the  board. 

PREMISES  AFFECTED — University  avenue,  west  side 

APPEARANCES-^  *  19°*  The  Bronx- 
For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi 
tion. 

As  specified  in  resolution. 

I  HE  VOTE — 


Affirmative:  Messrs.  Dowd,  Gunnison,  Holland 

Connell  and  Fire  Chief  Kenlon  . ’  £ 

Negative:  Chairman  Walsh  . 

Absent:  Mr.  Kennedy _ 

THE  RESOLUTION:  . 

(812-24-BZ) 

Whereas,  John  J.  Dunnigan,  for  Sadie  Corn,  owner,  filed, 
June  17,  1924,  an  application,  under  the  building  zone  reso¬ 
lution,  to  permit  in  a  residence  district  the  alteration  and 
extension  of  a  business  building  which  was  erected  under 
a  previous  resolution  of  the  board;  premises  west  side  of 
University  avenue,  360.16  ft.  south  of  190th  street,  Borough 
of  Bronx;  and 

V  hereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  April  17, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  University  avenue,  West  188th 
street  and  Parkview  place  are  residence  districts;  and 

V  hereas,  the  decision  of  the  superintendent  of  buildings, 

JVne  9’  1924,  '*n  acting  on  Alt.  Application  No. 
307-24,  reads: 

“.!•  Proposed  alteration  and  extension  of  building  in 
residence  district  for  business  purposes  is  contrary  to 
provisions  of  Building  Zone  Resolution”- 
and 

vV hereas,  the  proposed  extension  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  width  at  rear  of 

?0  ft.  and  a  depth  of  95  ft.  9^  in.  and  74  ft.,  irregular 

in  area;  to  be  occupied  as  stores  in  conjunction  with  those 
on  the  front  of  the  lot;  and 

Whereas,  there  was  no  opposition  to  the  granting  of  the 
application  on  the  part  of  owners  of  adjacent  property,  and 
the  extension  of  stores  to  the  rear  of  the  lot  line  as  pro¬ 
posed,  owing  to  the  difference  in  grade  of  street  frontages 

involved,  would  not  in  any  way  affect  property  to  the  rear 
of  the  proposed  site. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  va nattoH'  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  ana  it  hereby  is  granted  on  condition  that  the  proposed 
extension  shall  not  exceed  one  story  in  height;  that  the  rear 
and  gable  walls  shall  be  unpierced  throughout  their  entire 
height  and  length ;  that  any  skylights  installed  shall  be  glazed 
with  plain  glass,  protected  above  and  below  with  wire  guards; 
that  the  use  and  occupancy  shall  be  restricted  to  retail  mer¬ 
chandising,  but  the  merchandising  and  storage  of  food  prod¬ 
ucts  shall  be  prohibited; 
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Resolved,  further,  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  twelve  months  from  the 
the  date  of  this  action. 


1 197-23-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Vivaudou  Realty 
Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  the  extension  from  an  unre¬ 
stricted  district  into  a  business  district  of  a  pro¬ 
posed  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— 712-748  Southern  boulevard, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Mr.  Dowd  and  Fire  Chief  Kenlon  2 
Negative:  Chairman  Walsh,  Messrs.  Gunnison, 

Holland  and  Connell  .  4 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

( 1197-23-BZ) 

Whereas,  John  J.  Dunnigan,  for  Vivaudou  Realty  Co., 
owner,  filed,  October  19,  1923,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension  from  an 
unrestricted  district  into  a  business  district  of  a  proposed 
garage  for  the  storage  of  more  than  five  motor  vehicles; 
premises  712-748  Southern  boulevard,  Borough  of  The 
Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  December  14, 
1923,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Southern  boulevard  is  a  busi¬ 
ness  district  and  Whitlock  avenue  is  an  unrestricted  district ; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  Octboer  16,  1923,  in  acting  on  N.  B.  App.  No.  2463- 

23,  reads : 

“Erection  of  proposed  garage  in  unrestricted  district 
extending  into  business  district  is  contrary  to  provisions 
of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  3 1 3.70 
ft.  and  a  depth  of  200  ft. ;  to  be  occupied  as  a  garage  for 
more  than  five  motor  vehicles ;  and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
C,  the  board  is  empowered  to  act,  and  there  existed  on  these 
premises  on  July  25,  1916,  a  stable  for  more  than  five 
horses ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  December  14,  1923,  on  conditions  stated  and 
reopened  by  vote  of  the  board  on  December  23,  1924,  and 
applicant  now  proposes  to  provide  an  additional  entrance  on 
Southern  boulevard  front,  making  two  entrances  instead  of 
one  as  stipulated  in  resolution ;  and 

Whereas,  the  original  resolution  adopted  in  this  case 
was  on  condition  that  there  be  but  one  vehicular  entrance 
to  each  subdivision  of  the  structure,  and  the  board  deemed 
that  the  original  resolution  should  be  complied  with  in  all 
respects  and  the  requested  modification  denied. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  structure 
be  limited  to  one  story  in  height;  that  the  floor  area  be 
subdivided  in  accordance  with  dimensions  stipulated  on  plans 
filed  in  this  appeal  into  three  sections;  that  the  walls  divid¬ 
ing  this  structure  be  erected  of  brick  12  in.  in  thickness, 


unpierced  as  indicated  on  plans;  that  the  entire  front  on 
Southern  boulevard  be  maintained  for  the  conduct  and  use 
as  shops  or  stores  separated  from  garage  portion  by  un¬ 
pierced  fireproof  partitions  of  4  in.  terra  cotta  blocks;  that 
not  more  than  one  vehicular  entrance  be  permitted  on  South¬ 
ern  boulevard  front  to  each  section  of  garage  by  means 
of  an  unpierced  fireproof  passage  or  runway ;  the  gable 
walls  shall  be  unpierced  throughout  their  entire  height  and 
length ;  that  the  front  elevations  be  finished  in  face  brick 
with  architectural  terra  cotta  or  stone  trimmings ;  any  sky¬ 
lights  installed  shall  be  glazed  with  plain  glass  and  protected 
above  and  below  with  wire  guards ; 

Resolved,  further,  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from 
the  date  of  this  action. 


1461-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Louis  Koenig,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  extending  from  an 
unrestricted  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — North  side  of  East  170th  street, 
100  ft.  west  of  Fulton  avenue,  The  Bronx. 
APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  an  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  . - .  0 

Absent:  Mr.  Kennedy .  1 

THE  RESOLUTION: 


(1461-24-BZ) 

Whereas,  John  J.  Dunnigan,  for  Louis  Koenig,  owner, 
filed,  December  11,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  the  extension,  from  an  un¬ 
restricted  district  into  a  business  and  also  into  a  resi¬ 
dence  district,  of  a  proposed  garage  for  the  storage  of 
more  than  five  motor  vehicles;  premises  north  side  of  170th 
street,  100  ft.  west  of  Fulton  avenue,  Borough  of  Bronx; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  April  17, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  170th  street  is  unre¬ 
stricted  westerly  from  a  point  100  ft.  west  of  Fulton  ave¬ 
nue,  and  business  easterly  from  said  point;  Fulton  avenue 
is  a  residence  district  and  St.  Paul’s  place  is  a  business 
district;  and 

Whereas,  the  decision  of  the  superintendent  of  buddings, 
rendered  November  26,  1924,  in  acting  on  N.  B.  Applica¬ 
tion  No.  1623-24,  reads: 

“1.  Proposed  garage  partly  in  an  unrestricted  dis¬ 
trict  extending  into  a  business  and  residential  district 
is  contrary  to  provisions  of  Building  Zone  Resolution.’  ; 

and  .  ...  r  r  e 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  storv  in  height,  with  a  frontage  of  180 
ft.  8^  in.  and  a  depth  of  189  ft.  6  in.;  to  be  occupied  as 
a  garage  for  the  storage  of  more  than  five  motor  vehicles; 
and 

Whereas,  the  entire  plot  under  appeal,  excepting  a  por- 
tion  approximately  44  ft.  in  depth  at  the  rear,  is  all  in  the 
unrestricted  district,  the  board  deemed  the  granting  of  the 
requested  variation  to  be  in  harmony  with  the  general 
purpose  and  intent  of  the  zoning  resolution  and  in  accord- 
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ance  with  the  provisions  of  exception  specifically  stated 
under  section  7-c,  and  it  would  be  a  hardship  to  deprive 
applicant  of  the  proposed  use  on  his  entire  plot. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  structure 
be  erected  fireproof  and  limited  to  one  story  in  height 
above  grade ;  that  the  rear  and  gable  walls  shall  be  un¬ 
pierced  throughout  their  entire  height  and  length;  that 
no  skylights  shall  be  installed  within  20  ft.  of  the  rear 
or  gable  walls,  and  any  skylight  installed  shall  be  glazed 
with  plain  glass  protected  with  wire  guards  above  and 
below,  that  any  gasoline  storage  equipment  installed  shall 
be  located  at  the  street  wall  of  the  170th  street  front,  at 
the  westerly  end ;  that  there  shall  be  no  roof  signs  erected 
on  the  premises ;  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from 
the  date  of  this  action. 


1434-24-BZ. 

APPLICANT — John  J.  Dunnigan,  on  behalf  of  Otto  J. 
Schwartzler,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the 
alteration  and  extension  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1728-1750  Morris  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Dowd,  Gunnison  and  Hol¬ 


land  .  3 

Negative:  Chairman  Walsh,  Mr.  Connell  and 

Fire  Chief  Kenlon  .  3 

Absent:  Mr.  Kennedy .  1 


THE  RESOLUTION: 

(1434-24-BZ) 

Whereas,  John  J.  Dunnigan,  for  Otto  J.  Schwartzler, 
owner,  filed,  December  4,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  alteration  and  extension  of  an  existing  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles;  premises 
1728-1750  Morris  avenue,  Borough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  April  17, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Morris  avenue  and  East  174th 
street  are  business  districts  and  Grand  boulevard  is  a  resi¬ 
dence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  3,  1924,  in  acting  on  Alt.  Application 
No.  208-24,  reads : 

“1.  Proposed  extension  in  height  to  garage  for  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  the  provisions  of  the  Building  Zone  Resolution.”; 

and 

Whereas,  the  original  garage,  granted  under  section 
7E  (Cal.  No.  153-21-BZ),  is  fireproof,  one  and  four  stories 
in  height,  300  ft.  by  85  ft.  in  area;  under  Cal.  No.  656- 
24-BZ,  it  was  permitted  to  add  four  stories  to  the  four- 
story  section  and  also  two  stories  to  the  one-story  sec¬ 
tion .  of  the  original  garage;  the  permitted  additional  two 
stories  above  the  one-story  section  (200  ft.  by  85  ft.  in 
area)  was  not  constructed ;  it  is  now  proposed  to  increase 
the  permitted  height  (three  stories)  one  more  story,  mak¬ 
ing  the .  original  one-storv  section  of  the  garage  four  (4) 
stories  in  height ;  and 


Whereas,  the  board  originally  granted  an  application  for 
a  garage  on  the  premises  under  appeal  and  thereafter  modi¬ 
fied  the  original  resolution  allowing  additional  stories  to 
be  added  on  the  conditions  stated  in  the  resolution,  the 
board  deemed  that  the  conditions  heretofore  imposed  should 
be  complied  with  and  this  further  modification  permitting 
another  story  in  addition  to  those  granted  by  the  first  modi¬ 
fication  unwarranted,  as  the  additional  story  would  be  on 
the  grade  of  Grand  Concourse,  thereby  opening  to  the  ex¬ 
isting  structure  facing  on  the  Concourse  and  thereby  avail¬ 
able  to  operation  in  conjunction  with  the  existing  extensive 
garage  building  196.40  by  85  ft.  irregular,  and  eight  stories 
in  height,  this  additional  garage  building  in  rear  200  ft. 
by  85  ft.  and  three  stories  in  height. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it.  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1007-24-BZ. 

APPLICANT — R.  Thomas  Short,  for  Homack  Construc¬ 
tion  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  residence  district 
extending  from  a  business  district,  the  erection 
and  maintenance  of  a  building  to  be  used  for  the¬ 
atre  and  store  purposes. 

PREMISES  AFFECTED — South  side  East  Roosevelt  ave¬ 
nue,  110  ft.  west  of  Alburtis  avenue,  Corona, 
Borough  of  Queens. 

APPEARANCES—  ~ 


For  Applicant:  James  J.  Walker. 

For  Opposition:  J.  L.  O’Brien,  Mr.  McWilliams. 
AC1  ION  OF  BOARD — Application  denied. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMITTEE— 
Affirmative:  Chairman  Walsh.  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 

Kenlon  . g 

Negative  .  q 

Absent :  Mr.  Kennedv .  i 

THE  VOTE  TO  GRANT— 


Affirmative:  Chairman  Walsh,  Messrs.  Holland 

and  Connell  .  3 

Negative :  Messrs.  Dowd,  Gunnison  and  Fire 

Chief  Kenlon  .  3 

Absent:  Mr.  Kennedv  .  1 

THE  RESOLUTfON: 

(1007-24-BZ) 


Whereas,  R.  Thomas  Short,  for  Homack  Construction 
Company,  owner,  filed,  August  6,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  the  extension,  from 
a  business  district  into  a  residence  district,  of  a  proposed 
building  to  be  used  for  theatre  and  store  purposes ;  prem¬ 
ises  south  side  East  Roosevelt  avenue,  100  ft.  west  of  Al¬ 
burtis  avenue,  Corona,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  April  17, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Roosevelt  avenue.  East  Roose¬ 
velt  avenue  (Grand)  are  business  districts  and  Lake  street 
is  a  residence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  12,  1924,  in  acting  on  N.  B.  Application  No. 
2671-24,  reads: 

“Erection  of  a  theatre  and  business  building  extending 
into  a  residence  district  is  prohibited  by  the  Zone  Law.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction,  orchestra  and  balcony  in  height,  with  a  front¬ 
age  of  100  ft.  and  a  depth  of  140  ft.:  to  be  occupied  as  a 
motion  picture  theatre  seating  1,452  persons  in  the  orchestra 
and  548  persons  in  the  balcony;  and 
W hereas,  there  was  vigorous  opposition  to  the  grant¬ 
ing  of  this  application  and  there  was  a  difference  of 
opinion  by  the  members  of  the  board  as  to  w'hether  or 
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iol  the  board  had  the  power  to  grant  the  last  15  ft.  of 
he  proposed  extension  and  as  to  whether  or  not  refusal 
o  permit  the  use  of  said  15  ft.  for  the  proposed  non-con- 
orming  use  constituted  an  unnecessary  hardship  as  defined 
5V  section  21  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  superintendent  of  build- 
bgs  be  and  it  hereby  is  affirmed,  and  the  application  be 
ind  it  hereby  is  denied. 


1506-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Vincent  C.  Pepe, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  extending 
from  an  unrestricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 59-61  Carmine  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant:  Edwar.d  P.  Doyle. 

For  Opposition:  Michael  J.  Horan,  C.  C.  Smith, 
N.  Satriani,  Luke  Higgins.  Frank  Hitschick, 
S.  J.  Peireno,  C.  H.  Goodman. 

ACTION  OF  BOARD— Application  granted  on  condi¬ 
tion. 

ONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh.  Messrs.  Dowd. 
Gunnison,  Holland.  Connell  and  Fire  Chief 

Kenlon  . 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1506-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  Vincent  C.  Pepe,  owner, 
filed,  December  22,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  the  extension,  from  an  unre¬ 
stricted  district  into  a  business  district,  of  a  proposed  ga^ 
rage  for  the  storage  of  more  than  five  motor  vehicles; 
premises  59-61  Carmine  street,  Manhattan ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
bv  the  board  of  appeals,  at  its  special  meeting,  April  17 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and  _ 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Seventh  avenue  is  an  unre¬ 
stricted  district  and  Carmine  street  is  a  business  district ; 


Whereas,  the  decision  of  the  superintendent  cf  buildings, 
rendered  December  18,  1924,  in  acting  on  N.  B.  Applica¬ 
tion  No.  673-24,  reads: 

“1.  Proposed  garage  is  contrary  to  Art.  II,  Section 
4,  of  the  Zone  Resolution.”; 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
two  stories  and  basement  in  height,  with  a  frontage  of  50 
ft.  on  Carmine  street,  68  ft.  lpj  in.  on  Seventh  avenue 
and  a  depth  of  149  ft.  7^4  in.;  to  be  occupied  as  a  ga¬ 
rage  for  the  storage  of  more  than  five  motor  vehicles; 
and 

Whereas,  all  the  property  under  appeal,  excepting  for 
a  depth  of  2  ft.  on  the  southerly  line  of  plot  and  49  ft.  on 
the  northerly  line  of  plot,  is  within  an  unrestricted  district, 
the  board  deemed  it  would  be  an  unnecessary  hardship  to 
deprive  applicant  of  the  proposed  use  on  the  remaining  tri¬ 
angular  piece  of  the  property  in  the  business  district. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
be  limited  in  height  to  a  two-story  structure  above  the  curb 
level;  that  the  gable  walls  be  unpierced  throughout  their 
entire  height  and  length ;  that  the  Carmine  street  front  shall 
be  finished  in  tapestry  brick  with  natural  stone  trimmings; 
that  there  shall  be  no  vehicular  entrance  permitted  on  Car¬ 
mine  street,  and  any  openings  on  the  Carmine  street  eleva¬ 
tion  shall  be  restricted  to  windows,  with  the  exception  of 
one  emergency  exit  doorway  not  exceeding  a  width  of  3 
ft.  6  in.,  located  in  the  center  of  the  facade  at  street  level ; 
that  there  shall  be  no  advertising  signs  of  any  nature  or 
description  permitted  on  the  Carmine  street  front  of  the 
premises  and  no  roof  signs  shall  be  permitted;  that  any 
gasoline  storage  equipment  installed  shall  be  located  at  the 
Seventh  avenue  front  of  the  structure;  that  the  architect 
shall  make  a  return  of  the  proposed  design  in  accordance 
with  the  conditions  of  this  resolution  for  approval  by  this 
board,  before  submitting  same  for  the  consideration  of  the 
superintendent  of  buildings; 

Resolved,  further,  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from  the 
date  of  this  action. 


and 


Adjourned  2.05  p.  m. 

Wii.t.iam  J.  O’Gorman,  Secretary. 


M1NUT 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  APRIL  21,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 

:  Gunnison,  Holland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  April  14,  1925,  and 
1  the  minutes  of  the  special  meeting  of  the  board  ot 
appeals,  held  on  Tuesday  afternoon,  April  14,  1925,.  were 
approved  as  printed  in  the  Bulletin,  No.  16,  Vol.  X. 


For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  at 
10  a.  m.,  on  request  of  appellant. 


54-25-A. 

APPELLANT — Frederick  Meister.  for  Richard  Carvel, 
owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

138-25-A 

APPELLANT— C.  E.  Hicks,  for  New  York  Dock  Co.. 

owner.  .  . 

SUBJECT— Appeal  from  orders  of  fire  commissioner. 
PREMISES  AFFECTED— Foot  of  Amity  and  Con¬ 
gress  streets,  East  River,  Brooklyn. 
APPEARANCES— 

For  Appellant:  C.  E.  Hicks. 


PREMISES  AFFECTED — 248-254  West  60th  street 
and  549-555  West  59th  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  George  D.  Langley. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1925,  at 
10  a.  m.,  on  request  of  appellant. 


1510-24-A. 

APPELLANT— W.  T.  McCarthy,  for  J.  Goldstein. 

owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
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PREMISES  AFFECTED — 1038  Ocean  avenue,  Brook¬ 
lyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  May  5,  1925,  at 
10  a.  m.,  on  written  request. 


16-24-A. 

APPELLANT — David  M.  Jones,  for  Philip  Wald  and 
S.  Buchman,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1342  Park  avenue,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  David  M.  Jones. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1925,  at 
10  a.  m.,  on  request  of  appellant. 


1188-24-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Gutta  Percha  &  Rubber  Mfg. 
Co.,  owner. 

SUBJECT — Appeal  from  orders  of  fire  commissioner. 
PREMISES  AFFECTED — 37-65  Franklin  avenue,  22-46 
Skillman  street,  Brooklyn. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  May  5,  1925,  at 
10  a.  m.,  on  request  of  fire  department  repre¬ 
sentative. 


136-25-A 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  Dr.  S. 
A.  Nutt,  owner. 

SLIBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — Northwest  corner  of  Wood- 
haven  avenue  and  Ridgewood  avenue,  Wood- 
haven,  Borough  of  Queens. 
APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — -Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell..  5 

Negative  .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(136-25-A) 

Whereas,  Cornell  Utilities  Company,  Inc.,  for  Dr.  S.  A. 
Nutt,  owner,  filed,  January  31,  1925,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commis¬ 
sioner,  affecting  premises  on  the  northwest  corner  of  Wood- 
haven  avenue  and  Ridgewood  avenue,  Woodhaven,  Borough 
of  Queens ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  29,  1924,  reads  :  , 

“Alt.  Application  No.  2646-24: 

“(3)  Note  on  tank  drawing,  tank  will  be  tested 
in  presence  of  a  Fire  Department  Representative  and 
afterwards  coated  with  a  suitable  rust  resisting  mate¬ 
rial. 

“(6)  Note  on  plan:  ‘Piping  will  be  tested  in  pres¬ 
ence  of  a  Fire  Department  Representative.’ 

“(9)  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  2 y2  stories  in 
height,  31  ft.  by  37  ft.  in  area;  OCCUPIED  as  a  dwell¬ 
ing;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 


consisting  of  a  550-gallon  fuel  oil  tank,  a  55-gallon  auxiliary 
tank,  a  NoKol  burner,  and  the  necessary  valves  and  piping 
to  make  a  complete  installation ;  and 

Whereas,  appellant  contends  that  the  tank  was  installed 
according  to  the  rules  of  1922,  and  requests  the  acceptance 
of  an  affidavit  to  the  effect  that  the  tank  has  undergone 
a  shop  test. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  3,  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner ;  as  to 
Item  6,  on  condition  that  standard  wrought  iron  piping 
shall  be  used  throughout  the  installation ;  and,  as  to  Item 
9,  on  condition  that  door  of  fire-box  of  boiler  shall  be 
equipped  with  a  self-closing  device;  and  that  the  installa¬ 
tion  shall  otherwise  comply  with  the  fuel  oil  rules  in  all 
respects. 


137-25-A 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  L.  Roos- 
sin,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED  —  95  Buckingham  road, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell...  5 

Negative  .  o 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(137-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  L.  Roossin,  owner, 
filed,  January  31,  1925,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  95  Buckingham  road,  Borough  of  Brooklyn;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  30,  1924,  in  acting  on  Alt.  Application  No.  2655- 
24,  reads  : 

“3.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative  and 
afterwards  coated  with  a  suitable  rust  resisting  ma¬ 
terial. 

“6.  Note  on  plan :  ‘Piping  will  be  tested  in  pres¬ 
ence  of  a  Fire  Department  Representative.” 

“9.  Burners  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  38  ft.  by  30  ft.  in  area;  OCCUPIED  as  a  dwelling; 
and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  700-gallon  fuel  oil  tank,  a  55-gallon  auxiliary 
tank,  a  NoKol  burner  and  the  necessary  valves  and  piping 
to  make  a  complete  installation ;  and 
Whereas,  appellant  contends  that  the  tank  was  installed 
according  to  the  rules  of  1922,  and  requests  the  acceptance 
of  an  affidavit  to  the  effect  that  the  tank  has  undergone 
a  shop  test. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  3,  on  condition  that  certificate  of 
factory  test  shall  be  filed  with  the  fire  commissioner ;  as 
to  Item  6,  on  condition  that  standard  wrought  iron  piping 
shall  be  used  throughout  the  installation ;  and  as  to  Item  9, 
on  condition  that  the  door  of  fire-box  of  boiler  shall  be 
equipped  with  a  self-closing  device;  and  that  the  installa¬ 
tion  shall  otherwise  comply  with  the  fuel  oil  rules  in  all 
respects. 
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39-25-A. 

APPELLANT — Samuel  Rosenblum,  for  India  Wharf 
Brewing  Co.,  owner. 

UBJECT — Appeal  from  order  of  fire  commissioner. 
’REMISES  AFFECTED — 48-56  Hamilton  avenue, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

vCTION  OF  BOARD — Appeal  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell..  5 

Negative  .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(139-25-A) 

Whereas,  Samuel  Rosenblum,  for  India  Wharf  Brewing 
'o.,  owner,  filed,  January  31,  1925,  an  appeal,  with  the  board 
if  appeals,  from  an  order  of  the  fire  commissioner,  affect- 
ng  premises  48-56  Hamilton  avenue,  Brooklyn ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Janu- 
iry  12,  1925,  reads: 

4“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2J4  inch  regulation  Fire 
Department  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  enclo¬ 
sure.  Each  outlet  to  be  provided  with  sufficient  feet 
of  2)4  inch  standard  hose  attached  thereto.”; 
uid 

Whereas,  the  premises  consist  of  a  nine-story  (96  ft. 
ligh)  non-fireproof  building,  separated  into  two  sections  by 
i  fore  and  aft  partition  wall  with  openings  therein  on  each 
story ;  one  section  being  123  ft.  6  in.  by  51  ft.  6  in.  in 
area  and  the  other  section  being  83  ft.  by  40  ft.  in  area ; 
total  area  being  approximately  9,200  sq.  ft.;  OCCUPIED 
as  a  storage  warehouse,  10  persons  in  the  entire  premises; 
and 

Whereas,  appellant  contends  that  the  openings  in  the  par¬ 
tition  wall  are  protected  by  fireproof  doors,  that  no  inflam¬ 
mable  or  hazardous  materials  are  stored ;  that  the  premises 
are  protected  with  an  automatic  sprinkler  system ;  that  there 
are  fire  alarm  boxes  throughout  the  building  and  telegraphic 
communication  to  fire  headquarters  and  that  the  premises 
are  patrolled  by  a  watchman  service. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  building  shall  remain  as  now 
sub-divided;  that  an  approved  automatic  dry-pipe  sprinkler 
system  shall  be  maintained,  together  with  fire  alarm  boxes, 
telegraphic  communication  to  headquarters,  and  that  a  watch- 
man  patrol  service  be  maintained  at  all  hours  of  the  day 
and  night;  and  granted  only  so  long  as  occupancy  and  use 
remain  unchanged. 


APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  W.  E. 

Ball,  owner.  .  . 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 225  West  254th  street,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department.  .  . 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken- 
Gunnison,  Holland  and  Connell .  5 


Negative  .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(160-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.;  for  W.  E.  Ball, 
owner,  filed,  February  6,  1925,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  225  West  254th  street,  Bronx;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  30,  1924,  in  acting  on  Alt.  Application  No.  2657- 
24,  reads : 

“2.  Note  on  tank  drawing,  tank  will  be  tested  in  pres¬ 
ence  of  a  Fire  Department  Representative  and  after¬ 
wards  coated  with  a  suitable  rust  resisting  material. 

“5.  Note  on  plan :  ‘Piping  will  be  tested  in  presence 
of  a  Fire  Department  Representative.’ 

“9.  Burners  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  frame,  V/z  stories  in  height, 
46  ft.  by  28  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  275-gallon  fuel  oil  tank,  a  55-gallon  auxiliary 
tank,  a  NoKol  burner  and  the  necessary  valves  and  piping 
to  make  a  complete  installation ;  and 
Whereas,  appellant  contends  that  the  tank  was  installed 
according  to  the  rules  of  1922,  and  requests  the  acceptance 
of  an  affidavit  to  the  effect  that  the  tank  has  undergone 
a  shop  test. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  2,  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner;  as  to 
Item  5,  on  condition  that  standard  wrought  iron  piping  shall 
be  used  throughout  the  installation;  as  to  Item  9,  on  con¬ 
dition  that  door  of  fire-box  of  boiler  shall  be  provided  with 
self-closing  device;  and  that  the  installation  shall  other¬ 
wise  comply  with  the  fuel  oil  rules  in  all  respects. 


±V  1.. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Mrs. 
Ruth  Leslie  Howe,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — Northeast  corner  of  Shore 
road  and  96th  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell...  5 

Negative  .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(161-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Mrs.  Ruth  Les¬ 
lie  Howe,  owner,  filed,  February  6,  1925,  an  appeal,  with 
the  board  of  appeals,  from  a  decision  of  the  fire  commis¬ 
sioner,  affecting  premises  northeast  corner  Shore  road  and 
96th  street,  Brooklyn;  and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
January  9,  1925,  reads: 

“5.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals. 

“9.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative.” ; 

a°\V hereas,  the  building  is  frame,  2l/z  stories  in  height, 
23  ft.  by  40  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  700-gallon  fuel  oil  tank,  a  55-gallon  auxiliary 
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tank,  a  NoKol  burner  and  the  necessary  valves  and  piping 
to  make  a  complete  installation;  and 

Whereas,  appellant  contends  that  the  tank  was  installed 
according  to  the  rules  of  1922,  and  requests  the  accept¬ 
ance  of  an  affidavit  to  the  effect  that  the  tank  has  under¬ 
gone  a  shop  test. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  .granted,  as  to  Item  5,  on  condition  that  door  of  fire-box 
of  boiler  shall  be  equipped  with  a  self-closing  device;  as 
to  Item  9,  on  condition  that  certificate  of  factory  test  shall 
be  filed  with  the  fire  commissioner ;  and  that  the  installa¬ 
tion  shall  otherwise  comply  with  the  fuel  oil  rules  in  all 
respects. 


162-25- A 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  J.  M.  R. 
Lyeth,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — Northeast  corner  of  Waldo 
avenue  and  Livingston  avenue,  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell...  5 

Negative  .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(162-25- A) 

Whereas,  Cornell  Utilities  Company,  Inc.,  for  J.  M.  R. 
Lyeth,  owner,  filed,  February  6,  1925,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  on  the  northeast  corner  of  Waldo  avenue 
and  Livingston  avenue,  Borough  of  The  Bronx;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
January  10,  1925,  reads: 

“Alteration  Application  No.  1535-24. 

“(9)  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 
and 

Whereas,  the  building  is  non-fireproof,  2]/2  stories  in 
height,  45  ft.  by  30  ft.  in  area;  OCCUPIED  as  a  dwelling; 
and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  700-gallon  fuel  oil  tank,  a  55-gallon  auxiliary 
tank,  a  NoKol  burner  and  the  necessary  valves  and  pip¬ 
ing  to  make  a  complete  installation;  and 
Whereas,  appellant  contends  that  the  tank  was  installed 
according  to  the  rules  of  1922,  and  requests  the  acceptance 
of  an  affidavit  to  the  effect  that  the  tank  has  undergone 
a  shop  test. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  door  of  fire-box  of  boiler  shall 
be  equipped  with  a  self-closing  device;  and  that  the  installa¬ 
tion  shall  otherwise  comply  with  the  fuel  oil  rules  In  all 
respects. 


168-25-A. 

APPELLANT — Samuel  Rosenblum,  for  Epstein  Realty 
Impt.  Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 57-59  Second  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 


CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell...  5 

Negative  .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(168-25-A) 

Whereas,  Samuel  Rosenblum,  for  Epstein  Realty  Impt 
Corp.,  owner,  filed,  February  9,  1925,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner 
affecting  premises  57-9  Second  avenue,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  22,  1924,  reads : 

“1.  Provide  a  tank  on  roof  of  at  least  3,500  gallons 
capacity  for  the  standpipe  system,  said  tank  to  be  so 
elevated  that  the  bottom  will  be  not  less  than  20  feet 
above  the  roof  level.  Sec.  20,  Ch.  12,  Code  of  Ordi¬ 
nances.”  ; 
and 

Whereas,  the  building  is  fireproof,  nine  stories  (96  ft.) 
in  height,  48  ft.  by  85  ft.  (irregular)  in  area;  OCCUPIED 
as  an  apartment  house,  with  stores  on  part  of  the  1st 
story ;  and 

W hereas,  appellant  contends  that  there  is  a  separate  tank 
for  the  house  supply  and  that  a  4,000-gallon  tank  for  stand¬ 
pipe  use  was  installed  at  the  time  (1903)  of  the  erection 
of  the  building;  that  the  bottom  of  the  tank  is  approxi¬ 
mately  6  ft.  above  the  top  story  outlet,  and  requests  the 
acceptance  of  # the  tank  in  its  present  location  in  view  of 
the  fireproof  construction,  and  also  the  nature  of  the  oc¬ 
cupancy  of  the  premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  only  so  far  as  it  affects  the  elevation  of  tank  above 
the  outlets  on  top  story  on  condition  that  the  standpipe  in¬ 
stallation  shall  comply  with  the  rules  now  in  force  in  all 
other  respects. 


176-25-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Edgar  S.  &  John  S.  Appleby, 
owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 642  West  57th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — -As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 


(176-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  Edgar  S.  &  John  S.  Appleby,  owners,  filed, 
February  13,  1925,  an  appeal,  with  the  board  of  appeals, 
from  an  order  of  the  fire  commissioner,  affecting  premises 
642  West  57th  street,  Manhattan;  and 
(  Whereas,  the  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  8,  1925,  reads : 

“Order  No.  27388-LC: 

“1.  Install  standpipe  4  inches  in  diameter  tested  to 
withstand  a  pressure  of  300  lbs.  per  square  inch,  ex¬ 
tending  from  cellar  to  roof,  with  necessary  check  valves 
and  2]/2  inch  regulation  Fire  Department  outlets  on 
each  story  (including  basements,  cellars  and  roofs) 
placed  within  main  stairway  enclosure.  Each  outlet 
to  be  provided  with  100  feet  of  2x/2  inch  standard  hose 
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attached  thereto.  Such  standpipe  shall  be  kept  con¬ 
stantly  filled  with  water  by  means  of  an  approved  tank 
or  pump  supply  and  be  ready  for  use  at  all  times.”; 

and 

Whereas,  the  building  is  fireproof,  one  story  in  height, 
160  ft.  by  3,139  ft.  11  in.  '(approximately  20,000  sq.  ft.)  ; 
OCCUPIED  as  a  service  station  for  motor  vehicle  company, 
60  persons  in  the  entire  premises ;  and 
Whereas,  appellant  contends  that  there  is  an  open  alley- 
way  at  the  rear  of  the  premises;  that  there  are  city  fire 
hydrants  within  easy  access  of  the  premises ;  that  the  build¬ 
ing  is  only  one  story  in  height  and  that  fireproof  partitions 
have  been  installed,  reducing  the  open  area  to  approximately 
12,500  sq.  ft. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  open  garage  space  shall  not 
exceed  an  area  of  12,500  sq.  ft.;  and  that  all  subdividing 
partitions  shall  be  built  of  fireproof  material,  any  openings 
therein  to  be  equipped  with  self-closing  fireproof  doors. 


1433-24-A. 

APPELLANT — Harry  A.  Lanzner,  for  Ilbhal  Realty 
Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 16-26  Northern  avenue, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Emanuel  M.  Cohen. 

For  Administration:  Inspectot  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  - 

Affirmative:  Chairman  \V3lsl1,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Dowd  .  1 


THE  RESOLUTION: 

(1433-24-A) 

Whereas,  Harry  A.  Lanzner,  for  Ilbhal  Realty  Company, 
Inc.,  owner,  filed,  December  4,  1924,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  16-26  Northern  avenue,  Borough  of  Man¬ 
hattan  ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
,  November  3,  1924,  reads: 

“Plans  of  fuel  oil  equipment  as  filed  with  this  Bu¬ 
reau  show  substantial  compliance  with  Fuel  Oil  Rules 
adopted  by  the  Board  of  Standards  and  Appeals  but 
standpipes  are  not  shown  to  be  provided  in  this  build¬ 
ing  in  accordance  with  Section  581,  Article  28,  Chapter 
5  of  the  Code  of  Ordinances.  You  are  therefore  ad¬ 
vised  that  a  storage  permit  for  fuel  oil  cannot  be  is¬ 
sued  until  the  legal  requirements  for  standpipes  have 
been  fully  complied  with.” ; 
and 

Whereas,  the  building  is  non-fireproof,  six  stories  (63 
ft.  6  in.)  in  height,  105  ft.  by  125  ft.  (approximately  12,500 
sq.  ft.)  in  area;  divided  into  five  subareas  by  8  in.  brick 
walls;  OCCUPIED  as  an  apartment  house,  55  families; 

and 

Whereas,  appellant  contends  that  the  fuel  oil  installa¬ 
tion  is  not  affected  by  the  question  as  to  standpipe ;  and 
Whereas,  appellant  directs  his  appeal  to  the  considera¬ 
tion  of  the  fuel  oil  installation,  irrespective  of  the  require¬ 
ments  as  to  standpipe  installation. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  issuance  of  permit  for  the  use  and  operation 
of  the  fuel  oil  burning  equipment,  on  condition  that  the 
.  installation  shall  comply  with  the  fuel  oil  rules  in  all  re¬ 


spects;  and  that  in  no  way  shall  this  modification  affect  the 
jurisdiction  of  the  fire  commissioner  as  to  requirements  for 
standpipe  installation. 


1462-24-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Spear  &  Co.,  Inc.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 186-188  Wooster  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  ‘  Connell  and 

Fire  Chief  Kenlon  .  6 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 

(1462-24-A) 


Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Spear  &  Co.,  Inc.,  owner,  filed,  December  12,  1924, 
an  appeal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  186-8  Wooster  street, 
Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  28,  1924,  reads : 

“Provide  a  separate  and  distinct  system  of  Automatic 
Sprinklers  throughout  building  having  at  least  one  source 
of  water  supply,  arranged  and  equipped  as  provided  in 
the  rules  for  fire  extinguishing  appliances  adopted  by 
the  Board  of  Standards  and  Appeals  May  24,  1917,  as 
amended  May  2,  1918,  and  January  21,  1919,  effective 
February  17,  1919.”; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  50  ft.  by  100  ft.  in  area  on  1st  story  and  50  ft.  by 
90  ft.  in  area  above .  OCCUPIED :  1st  story,  paper  boxes, 
12  persons ;  2nd  story,  office  and  stock,  2  persons ;  3rd  story, 
mfr.  suit  cases,  10  persons ;  4th  story,  artificial  flowers,  6 
persons;  5th  story,  clothing  manufacturing,  20  persons;  6th 
story,  clothing  manufacturing,  40  persons;  and 

Whereas,  appellant  contends  that  the  premises  are 
equipped  with  a  fire  alarm  system  and  that  fire  drills  are 
regularly  conducted ;  that  ample  exits  have  been  provided, 
and  contends  that  the  paper  box  occupancy  will  terminate 
on  January  31,  1926. 

Resolved,  that  the  decision  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


1508-24-A. 

APPELLANT — Forest  Box  &  Lumber  Co.,  owner. 
SUB TECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 420-438  Oakland  street  and  1-11 
Paige  avenue,  Brooklyn. 

APPEARANCES— 

For  Appellant:  M.  Lester  Mendell. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 


(1508-24-A) 

Whereas,  Forest  Box  &  Lumber  Company,  owner,  filed, 
December  22,  1924,  an  appeal,  with  the  board  of  appeals, 
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from  an  order  of  the  fire  commissioner,  affecting  premises 
420-438  Oakland  street  and  1-11  Paige  avenue,  Brooklyn ; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  4,  1924,  reads: 

“Order  No.  68587-P': 

“1.  Install  in  each  building  known  as  No.  1-11  Paige 
Avenue  and  Planing  Mill  at  rear,  a  standpipe  system 
with  risers  4  inches  in  diameter  tested  to  withstand  a 
pressure  of  300  lbs.  per  square  inch,  extending  from 
cellar  to  roof,  with  necessary  check  valves  and  2)4 
inch  regulation  Fire  Department  outlets  on  each  story 
(including  basements,  cellars  and  roofs),  placed  within 
main  stairway  enclosure.  Each  outlet  to  be  provided 
with  sufficient  feet  of  2 y2  inch  standard  hose  attached 
thereto.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  upon 
which  is  located  the  plant  of  the  Forest  Box  &  Lumber 
Company,  consisting  of  a  one-story  wood  and  galvanized 
iron  planing  mill  building,  256  ft.  .by  181  ft.  (approximately 
40,000  sq.  ft.),  irregular  in  area,  also  a  non-fireproof  build¬ 
ing,  one  and  two  stories  in  height,  having  a  frontage  of 
195  ft.  on  Paige  avenue  and  a  frontage  of  208  ft.  on 
Oakland  street,  separated  into  two  sections  of  respectively 
(approximately)  20,000  and  14,000  sq.  ft.  by  a  partition 
wall  (with  openings  therein  protected  by  fire  doors  on  each 
side  of  openings),  100  persons  in  entire  premises;  and 

Whereas,  appellant  contends  that  the  buildings  in  ques¬ 
tion  are  low  in  height  and  accessible  to  city  fire  fighting 
apparatus;  that  there  are  sufficient  city  fire  hydrants  and 
standpipes  in  and  surrounding  the  plant,  that  there  is  a 
watchman  patrol  system  in  operation,  and  proposes  to  pro¬ 
tect  the  one-story  section  (marked  “B”  on  plans)  by  pro¬ 
viding  at  the  partition  wall  a  standpipe  riser,  terminating  in 
a  Siamese  connection  and  two  100  ft.  lengths  of  hose  which 
will  cover  every  portion  of  the  one-story  box  mill  building. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  so  long  as  surrounding  conditions  as  to  height,  use 
and  occupancy  remain  substantially  unchanged. 


1401-24-A. 

APPELLANT — Michael  C.  D’Agrosa,  for  Angelina  Ma¬ 
rino,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED  —  6701  Ridge  boulevard, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Vincent  Tanzola. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  6 

Negative  .  o 

Absent:  Mr.  Dowd  .  l 


THE  RESOLUTION: 

(1401-24-A) 

Whereas,  Michael  C.  D’Agrosa,  for  Angelina  Marino, 
owner,  filed,  November  26,  1924,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  6701  Ridge  boulevard,  Brooklyn ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  28,  1924,  reads : 

“Order  No.  88277-LC: 

“You  are  therefore  ordered  to  remove  all  fuel  oil 
from  the  storage  tank  and  discontinue  the  further 
storage  and  use  of  fuel  oil  at  the  above  location.”; 

and 

W  hereas,  on  April  16,  1925,  an  amendment  was  made 
reading : 


“2.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative  and  aft¬ 
erwards  coated  with  a  suitable  rust  resisting  material. 

“3.  Separate  line  must  be  used  for  overflow — overflow 
cannot  be  used  as  vent  pipe. 

5.  Note  on  plan :  ‘Piping  will  be  tested  in  presence 
of  a  Fire  Department  Representative.”; 
and 

Whereas,  the  building  is  frame,  2 )4  stories  in  height, 
47  ft  by  57  ft.  9)4  in.  in  area  in  the  1st  story  and  31 
ft.  4  in.  by  51  ft.  in  area  above;  OCCUPIED  as  a  private^ 
dwelling  for  one  family;  the  building  being  equipped  with 
a  fuel  oil  burning  installation  consisting  of  an  outside  buried 
tank  550  gallons,  an  interior  auxiliary  tank  55  gallons,  and 
a  Richmond  gravity  burner  approved  by  the  board  of  stand¬ 
ards  and  appeals ;  and 

Whereas,  appellant  contends  that  the  installation  con¬ 
forms  to  the  rules  of  the  board  of  standards  and  appeals. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  2,  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner ;  denied, 
as  to  Item  3 ;  and  granted,  as  to  Item  5,  on  condition  that 
standard  wrought  iron  pipe  shall  be  used  throughout  the  in¬ 
stallation  of  the  fuel  oil  burning  equipment,  and  that  the 
installation  shall  comply  with  the  fuel  oil  rules  in  all 
other  respects.  ^ 


1 32-25-A. 

APPELLANT — The  Surface  Combustion  Company,  for 
Fidelity  Metal  Company,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — East  side  of  Ranton  street, 
corner  of  Newtown  Creek,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Cyril  G.  Ballin. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  5 

Negative  .  0 

Absent:  Messrs.  Dowd  and  Gunnison .  2 

THE  RESOLUTION: 

(182-25-A) 


Whereas,  The  Surface  Combustion  Company,  for  Fidelity 
Metal  Company,  owner,  filed,  February  13,  1925,  an  appeal, 
with,  the  board  of  appeals,  from  a  decision  of  the  fire  com¬ 
missioner,  affecting  premises  east  side  of  Ranton  street, 
corner  Newtown  Creek,  Brooklyn;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
March  3,  1925,  in  acting  on  Alteration  Application  No.  2782- 
24,  reads : 

“1.  Burners  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.”; 
and 

Whereas,  the  premises  consist  of  a  plot  of  ground  upon 
which  is  located  the  plant  of  the  Fidelity  Metal  Company, 
consisting  of  a  one-story  fireproof  building,  97  ft.  by  288 
ft.  in  area;  OCCUPIED  for  smelting  metal;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  two  10,000-gallon  fuel  oil  storage  tanks  located 
on  concrete  piers  at  a  distance  of  50  ft.  from  the  nearest 
building,  surface  combustion  burners  and  the  necessary 
valves,  pumps  and  piping  to  make  a  complete  installation; 
and 

Whereas,  appellant  requests  a  temporary  permit  pending 
an  inspection  of  the  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  a  temporary  permit,  for  90  days  at  owner’s  risk, 
pending  determination  by  the  board  of  standards  and  ap¬ 
peals  on  petition  now  before  them. 


502 


MINUTES 

I  »E===  — ... 


52-23-A. 

\PPELLANT — Edward  Wisely  &  Son,  owners. 
SUBJECT — Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED — 10  Richmond  avenue,  Port 
Richmond,  Borough  of  Richmond. 
\PPEARANCES — 

For  Appellant:  James  A.  Wisely. 

ACTION  OF  BOARD — Extension  of  permit  granted 
for  two  years  on  same  conditions. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  GRANT  TWO-YEAR  EXTENSION 
OF  PERM  IT- 

Affirmative:  Chairman  Walsh,  Messrs. 

BDowd,  Gunnison,  Holland  and  Connell .  5 

Negative  .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(42-23-A) 

Whereas,  Edward  Wisely  &  Son,  owner,  filed,  January 
11,  1923,  an  appeal,  with  the  board  of  appeals,  from  an 
order  of  the  fire  commissioner,  affecting  premises  10  Rich¬ 
mond  avenue,  Port  Richmond,  Borough  of  Richmond ;  and 
Whereas,  the  order  of  the  fire  commissioner  reads: 
“With  reference  to  your  application  dated  Sept.  9, 
1922,  for  a  permit  to  keep  and  store  hay  and  straw 
at  above  location,  I  regret  to  inform  you  that  I  am 
without  power  to  grant  such  a  permit. 

“Section  24,  sd.  3-c,  of  chapter  12  of  the  Code  of 
Ordinances,  provides  that  no  permit  shall  be  issued  for 
the  storage  of  combustible  fibres  in  excess  of  one  ton, 
in  any  building  or  premises  of  wooden  construction, 
except  sparely  populated  districts  where  it  shall  be  in 
the  discretion  of  the  Commissioner. 

“You  are,  therefore,  ordered  to 

“1.  Reduce  the  quantity  of  combustible  fibres  to  one 
ton.” ; 


and 

Whereas,  the  building  is  frame  and  corrugated  iron,  one 
story  in  height,  45  ft.  by  124  ft.  in  area;  OCCUPIED  for 
the  storage  of  hay  and  grain ;  and 

Whereas,  appellant  contends  that  he  has  contracts  with 
the  City  of  New  York  and  the  War  Department  for  large 
amounts  of  hay  and  straw  and  claims  it  is  important  that 
they  have  on  hand  a  large  quantity  of  hay  and  straw  in 
order  to  carry  out  their  contract  in  case  deliveries  are 
delayed ;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  February  27,  1923,  for  a  temporary  period  of  two 
years,  and  appellant  requested  an  extension  of  time. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  for  a  temporary  period  of  two  years  from  the  date 
of  this  action. 


Works,  owner,  filed,  October  10,  1924,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  2589  Richmond  terrace,  Port  Richmond, 
Borough  of  Richmond ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  1658-24,  dated  October  7,  1924,  reads : 

“1.  Storage  tanks  must  be  buried  underground  be¬ 
low  the  level  of  any  piping  to  which  they  may  be  con¬ 
nected.”  ; 
and 

Whereas,  the  building  is  non-fireproof,  one  story  in  height, 
50  ft.  by  61  ft.  in  area;  OCCUPIED  as  a  varnish  cook 
room ;  and 

Whereas,  appellant  contends  experiments  are  being  made 
on  the  premises  relative  to  comparative  tests  of  oil  burning 
and  coke  burning  fires;  that  a  1,000-gallon  fuel  oil  tank  (6 
ft.  by  3  ft.  by  8  ft.  in  area),  located  above  ground,  is  being 
used,  and  requests  a  60-day  permit  in  order  to  complete 
tests ;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  December  30,  1924,  for  a  temporary  period,  and 
appellant  requests  an  extension  of  time. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  for  a  temporary  permit  for  a  period  not  exceed¬ 
ing  ninety  (90)  days  on  condition  that  capacity  of  steel 
tank  shall  be  limited  to  1,000  gallons,  located  in  open  yard 
of  premises. 


785-24-A. 

APPELLANT — Philip  J.  Sinnott,  for  Harry  Schneider, 
owner. 

SUBJECT — Application  for  reopening — appeal  from 
decision  of  fire  commissioner. 

PREMISES  AFFECTED — 6118  Rockaway  Beach  bou¬ 
levard,  Arverne,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  Philip  J.  Sinnott. 

ACTION  OF  BOARD — Appeal  reopened  and  set  for 
hearing  May  12,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  . . . .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Ken¬ 
lon  .  2 


258-23- A. 

APPELLANT — Bronx  Paper  Makers’  Supply  Co.,  les¬ 
see. 

SUBJECT — Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED— 307  Morris  avenue,  The 
Bronx. 


APPELLANT— Graff  Engineering  Corp.,  for  Standard 
Varnish  Works,  owner. 

SUBJECT— Application  for  reopening— appeal  from 
decision  of  fire  commissioner. 

PREMISES  AFFECTED— 2589  Richmond  terrace, 
Port  Richmond,  Borough  of  Richmond. 


APPEARANCES— 

For  Appellant:  W.  M.  Graff. 

ACTION  OF  BOARD — Granted  application  for  exten¬ 
sion  of  temporary  permit. 

THE  VOTE  TO  GRANT  90-DAY  PERMIT — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  () 

Negative  . 0 

Absent:  Fire  Chief  Kenlon .  1 

|  THE  RESOLUTION: 

(1211-24-A) 

Whereas,  Graff  Engineering  Corp.,  for  Standard  Varnish 
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APPEARANCES— 

For  Appellant:  Samuel  Weschler. 

ACTION  OF  BOARD — Appeal  reopened  and  set  for 
hearing  May  12,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd.  Gunnison,  Holland  and  Connell..  5 

Negative  . . . .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Ken¬ 
lon  .  2 


BUILDING  ZONE  CASES. 

7-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Gilman,  Schlesin- 
ger  Bldg.  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  and  1JA 
times  height  district  the  erection  and  mainte¬ 
nance  of  a  building  to  be  used  for  business  pur¬ 
poses,  also  the  erection  of  the  street  wall  to  a 
height  not  exceeding  the  limit  required  by  the 
building  zone  resolution. 


MINUTES 


PREMISES  AFFECTED — 1896-1898  Arthur  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925, 
at  10  a.  m.,  for  full  vote  of  board. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Hol¬ 
land  and  Connell  .  3 

Negative:  Messrs.  Kennedy  and  Gunnison..  2 
Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon..  2 


275-25-BZ. 

APPLICANT — Leo  S.  Sheridan,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 88-110  Crown  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  William  H.  Kehoe. 

For  Opposition:  Harry  G.  Smith  and  others. 

ACTION  OF  BOARD — Laid  over  to  April  28,  1925, 
at  10  a.  m.,  for  full  vote  of  the  board. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Kennedy,  Gunnison, 


Holland  and  Connell  .  4 

Negative:  Chairman  Walsh  .  1 


Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon..  2 


728-24-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Helen  B.  Peckett, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 2074-2088  Fulton  street, 
Brooklyn. 

APPEARANCES— 


For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  set 
for  calendar  call  May  5,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


5-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Irville  Realty 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Northwest  corner  of  Cor- 
telyou  road  and  Gravesend  avenue,  Brooklvn 
APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION.  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 


Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  5 

Negative:  Mr.  Gunnison  .  1 

Absent:  Mr.  Dowd .  1 

THE  RESOLUTION: 

(5-25-BZ) 

Whereas,  William  F.  Doyle,  for  Irville  Realty  Cprp., 


owner,  filed,  January  2,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles ;  premises  northwest  corner  of 
Cortelyou  road  and  Gravesend  avenue,  Borough  of  Brook- 
lyn ;  and 

Whereas,  a  public  hearing  *was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Gravesend  avenue  and  Cor¬ 
telyou  road  are  business  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  December  1,  1924,  in  acting  on  Application  No’ 
23368-24,  reads: 

"Proposition  contrary  to  the  Zone  Resolution,  Art. 
2,  Sec.  4  .  A  public  garage  for  more  than  five  motor 
vehicles  in  a  business  district.” ; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  100  ft. 
on  Gravesend  avenue  and  99  ft.  8  in.  on  Cortelyou  road; 
to  be  occupied  as  a  garage  for  the  storage  of  more  than  five 
motor  vehicles ;  and 

Whereas,  applicant  has  filed  a  substantial  percentage  of 
consents  and  has  made  every  reasonable  effort  to  obtain 
the  required  consents,  and  the  board  deems  that,  because 
of  surrounding  conditions  and  the  fact  that  the  property 
lies  between  two  railroad  tracks,  adjoining  property  would 
not  be  adversely  affected,  and  denial  of  the  application 
would  result  in  substantial  hardship. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  structure 
be  limited  to  a  one-story  building  in  height;  that  the  gable 
walls  shall  be  unpierced  throughout  their  entire  height  and 
length;  that  vehicular  entrances  shall  be  restricted  to  Cor¬ 
telyou  road ;  that  there  shall  be  no  door  openings  on  the 
Gravesend  avenue  front  other  than  one  emergency  exit  not 
exceeding  3  ft.  8  in.  in  width ;  that  the  elevation  on  street 
fronts  shall  be  finished  in  face  brick,  with  architectural 
terra  cotta  or  stone  trimmings;  that  all  permits  necessary 
for  the  prosecution  of  the  work  shall  be  obtained  within 
nine  months  and  the  building  completed  within  eighteen 
months  from  the  date  of  this  action. 


402-24-BZ. 

APPLICANT — Charles  H.  Mohr,  for  Mohr-Steiber 
Holding  Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  tenement  house 
commissioner)  to  permit  in  a  business  district 
the  maintenance  of  the  use  as  iron  works  on  the 
first  story  and  in  the  cellar  of  an  existing  resi¬ 
dence  building. 

PREMISES  AFFECTED — 449  West  46th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Gilman  D.  Blake,  Rev.  Thomas 
A.  Sparks,  R.  H.  Truax  and  Henry  S. 


Lockwood. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Absent:  Mr.  Dowd  .  1 


THE  RESOLUTION: 

(402-24-BZ) 

Whereas,  Charles  H.  Mohr,  for  Mohr-Steiber  Holding 
Co.,  Inc.,  owner,  filed,  March  18,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  district 
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MINUTES 


he  maintenance  of  the  use  as  iron  works  in  the  1st  story 
nd  cellar  of  an  existing  dwelling;  premises  449  West  46th 
treet,  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
>y  the  board  of  appeals,  at  its  regular  meeting,  April  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
loard  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 
ng  zone  resolution  show  that  West  46th  street  and  West 
17th  street  are  business  districts ;  and 
Whereas,  the  order  of  the  tenement  house  department, 
lated  August  24,  1922,  reads : 

“The  cellar  and  1st  story  are  used  for  iron  works. 
The  use  of  cellar  and  1st  story  for  iron  works  purposes 
must  be  discontinued  forthwith  and  the  building  restored 
to  a  use  conforming  to  Zoning  Rules  and  Regulations.” ; 
uid 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  four  stories  in  height,  with  a  frontage  of  25 
ft.  and  a  depth  of  60  ft.  Occupied:  Cellar  and  1st  story, 
ron  works;  upper  stories,  dwellings;  and 
Whereas,  the  board  deemed  the  application  unjustified 
n  a  business  district,  and  the  maintenance  of  use  as  an  iron 
,vorks  in  the  1st  story  and  cellar  with  a  tenement  house  oc- 
rupancy  unwarranted  in  fact  or  circumstance. 

Resolved,  that  the  order  of  the  tenement  house  depart¬ 
ment  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1421-24-BZ.  t 

APPLICANT — David  G.  Ludins,  for  Elliot  Place  Hold¬ 
ing  Co.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  business  building. 
PREMISES  AFFECTED— Southeast  corner  of  Jerome 
avenue  and  Elliot  place,  The  Bronx. 
APPEARANCES— 

For  Applicant:  David  G.  Ludins  and  Leo  Lu¬ 
dins. 

For  Opposition:  Louis  Fein. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Absent:  Mr.  Dowd  .  1 


THE  RESOLUTION: 

(1421-24-BZ) 

Whereas,  David  Ludins,  for  Elliot  Place  Holding  Co., 
owner,  filed,  December  2,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  residence  district, 
extending  from  a  business  district,  the  erection  and  main¬ 
tenance  of  a  business  building ;  premises  southeast  corner 
of  Jerome  avenue  and  Elliot  place,  Borough  of  Bronx ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  21, 
1  1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  a  business 
district  and  Elliot  place  is  a  residence  district;  and  _ 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  18,  1924,  in  acting  on  N.  B.  Applica¬ 


tion  No.  2853-24,  reads: 

“Erection  of  proposed  building  for  business  uses  in 
business  district  extending  into  residence  district  is^  con¬ 
trary  to  provisions  of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  106.ft._9 
in.  and  a  depth  of  112  ft.  7  in. ;  a  portion  12  ft.  7  in.  in 
width  extending  into  the  residence  district ;  the  building 
i  to  be  occupied  for  business  purposes ;  and 


Whereas,  the  application  for  variation  merely  requested 
permission  to  maintain  a  business  building,  the  testimony  ad¬ 
duced  at  the  hearing  disclosed  the  intention  to  use  part  of 
the  premises  for  garage  storage  with  a  driveway  to  same, 
which  the  board  deemed  unwarranted. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1539-24-BZ. 

APPLICANT — Charles  A.  Anderson,  for  George  V. 
Fink,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  and  “EN 
area  district  the  erection  and  maintenance  of  a 
building  nearer  than  ten  (10)  feet  from  the 
street  line,  contrary  to  section  15,  subdivision 
(d)  of  the  building  zone  resolution. 
PREMISES  AFFECTED  —  1977  East  22nd  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Charles  A.  Anderson  and  Louis 
F.  Fink. 

For  Opposition:  J.  George  Silverstein,  Mr.  and 
Mrs.  J.  F.  Jacobs,  H.  P.  Beer,  A.  E.  Long 
and  T.  H.  Grossmith. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  6 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 


(1539-24-BZ) 

Whereas,  George  Anderson,  for  George  V.  and  L.  F. 
Fink,  owners,  filed,  December  31,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  and 
also  “E”  area  district,  the  erection  and  maintenance  of 
a  building  less  than  ten  (10)  feet  from  the  building  line, 
in  violation  of  art.  1,  sec.  4,  of  building  code;  premises 
1977  East  22nd  street,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  22nd  street  is  a  resi¬ 
dence  and  “E”  area  district;  and 

Whereas,  the  order  of  the  superintendent  of  buildings, 
dated  December  6,  1924,  reads : 

“Plan  shows  front  line  of  structure  25  ft.  from  curb 
line.  Said  structure  is  about  20  ft.  from  curb  line,  not 
as  plan.  In  violation  of  art.  1,  sec.  4,  of  the  Building 
Code.” ; 
and 

Whereas,  the  building  is  of  frame  construction,  two 
stories  in  height,  with  a  frontage  of  22  ft.  and  a  depth 
of  58  ft.;  to  be  occupied  as  a  dwelling,  the  front  wall  of 
main  building  being  placed  on  set  back  line  but  the  porch 
projecting  beyond  this  line  to  within  2  ft.  of  the  building 
line;  and 

Whereas,  it  appeared  from  statements  made  by  affected 
property  owners  at  the  hearing  that  other  buildings  on  the 
street  front  came  out  beyond  the  10-foot  set-back,  the  board 
deemed  it  an  equitable  adjustment  to  afford  the  applicant 
some  consideration,  and  a  permit  was  issued  for  the  struc¬ 
ture  by  the  bureau  of  buildings. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  face  of 
building  on  the  street  front  be  maintained  not  less  than 
10  ft.  back  from  the  building  line,  and  any  porch  projection 
beyond  that  shall  be  maintained  open. 
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52-25-BZ. 

APPLICANT — Samuel  Rosenblum,  for  Richard  Weber, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehi- 
clcs. 

PREMISES  AFFECTED — 266-278  Park  circle,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Samuel  Rosenblum. 

For  Opposition:  John  F.  Cunningham,  Louis 


H.  Hahlo  and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative . .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Absent:  Mr.  Dowd  .  .  l 

THE  RESOLUTION: 

(52-25-BZ) 


Whereas,  Samuel  Rosenblum,  for  Richard  Weber,  owner, 
filed,  January  12,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles;  premises  266-278  Park  circle, 
Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Park  circle,  Ocean  parkway 
and  Sherman  street  are  residence  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  16,  1924,  reads : 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
2,  Sec.  3.  The  erection  of  a  public  garage  for  more 
than  five  motor  vehicles  in  a  residence  district.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  111 
ft.  and  a  depth  of  124  ft.,  irregular ;  to  be  occupied  as  a 
garage  for  the  storage  of  more  than  five  motor  vehicles ; 
and 

Whereas,  there  was  vigorous  objection  to  the  granting 
of  this  application  on  the  part  of  affected  property  owners, 
and  the  board  deemed  that  applicant  submitted  no  testimony 
or  facts  in  substantiation  of  his  basis  of  appeal,  namely, 
unnecessary  hardship,  under  section  21  of  the  zoning  reso¬ 
lution. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1480-24-BZ. 

APPLICANT — Emil  Guterman,  for  Paola  Gerardi, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
alteration  and  extension  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 105-107  Jackson  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Emil  Guterman. 

For  Opposition:  Michael  Potanz. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chife  Kenlon  .  6 

Absent:  Mr.  Dowd  .  1 


THE  RESOLUTION: 

(1480-24-BZ) 

W hereas,  Emil  Guterman,  for  Paola  Gerardi,  owner,  filed, 
December  16,  1924,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  alteration 
and  extension  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles ;  premises  105-107  Jackson  street,  Brook¬ 
lyn  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jackson  street,  Leonard 
street  and  Manhattan  avenue  are  business  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  1,  1924,  reads : 

“1.  Application  contrary  to  Art.  II,  Sect.  4.  Pro¬ 
posed  extension  to  a  public  garage  for  more  than  five 
cars  in  a  business  district.” ; 

and 

Whereas,  at  present  there  is  a  one-story  non-fireproof 
five-car  garage,  25  ft.  by  100  ft.  in  area  on  the  premises,  and 
adjoining  to  the  westerly  rear  there  is  another  one-story 
non-fireproof  five-car  garage,  21  ft.  by  41  ft.  in  area;  it 
is  proposed  to  remove  the  partition  wall  separating  these  two 
garages  and  to  building  a  non-fireproof  one-story  addition, 
24  ft.  by  25  ft.  in  area,  to  the  south  of  the  existing  westerly 
garage  and  to  use  the  whole  as  a  garage  for  the  storage 
of  more  than  five  motor  vehicles ;  and 

Whereas,  notwithstanding  that  applicant  has  filed  80  per 
cent  of  consents,  the  board  deemed  that  surrounding  condi¬ 
tions  did  not  warrant  a  variation  of  the  zone  law  to  ex¬ 
tend  the  existing  five-car  garage  and  erect  a  public  garage. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1252-24-BZ. 

APPLICANT — Morris  Perlstein,  for  Ritebuilt  Realty 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence  dis¬ 
trict  and  partly  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — Northwest  corner  of  For¬ 
est  avenue  and  Linden  street,  Ridgewood,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant:  Thomas  O’Gallagher. 

For  Opposition:  George  Rhodes,  Rev.  T.  W. 
Kingsley,  James  B.  Emery,  D.  C.  Johnson 
and  David  Zimmer. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell  5 
Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon..  2 

THE  RESOLUTION: 

(1252-24-BZ) 

Whereas,  Morris  Perlstein,  for  Ritebuilt  Realty  Corp., 
owner ,  filed,  October  22,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles;  premises  northwest  corner  of  Linden 
street  and  Forest  avenue,  Ridgewood,  Borough  of  Queens  ( 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
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Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Linden  avenue,  Forest  ave¬ 
nue  and  Grandview  avenue  are  business  districts  and  Grove 
street  is  a  residence  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  11,  1924,  in  acting  on  N.  B.  Application 
No.  15925-24,  reads: 

“1.  The  erection  of  a  public  garage  in  a  business 
district  is  prohibited  by  the  Zone  Law.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
constructoin,  one  story  in  height,  with  a  frontage  of  118 
ft.  8  in.  on  Forest  avenue,  139  ft.  8  in.  on  Linden  avenue 
and  a  depth  of  200  ft.  2  in. ;  and 
Whereas,  there  was  vigorous  opposition  to  the  granting 
of  this  application,  and  the  board  deemed  that  applicant 
did  not  substantiate  his  basis  of  appeal,  and  that  denial 
of  the  application  would  not  work  an  unnecessary  hard¬ 
ship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


APPLICANT— Charles  B.  Meyers,  for  William  H. 
Search,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
conversion  of  occupancy  from  storage  purposes 
to  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— 142-156  East  31st  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Charles  B.  Meyers. 

For  Opposition:  C.  E.  Heydt,  Mrs.  Mary  Neil- 
son  and  Max  A.  Goldhill. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell...  5 

Negative  . . . . .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon..  2 


i 


THE  RESOLUTION: 

(1268-24-BZ) 

Whereas,  Charles  B.  Meyers,  for  William  H.  Search, 
owner,  filed,  October  25,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  conversion  of  occupancy  of  a  building  used  as  a  public 
warehouse  to  that  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles ;  premises  142-156  East  31st  street, 

Manhattan;  and  . 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  31st  street,  East  30th 
street  and  Third  avenue  are  business  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  12,  1924,  in  acting  on  Alt.  Applica¬ 
tion  No.  2068-24,  reads: 

“1.  Conversion  of  a  building  within  a  business  dis¬ 
trict  from  storage  to  public  garage  is  unlawful.  ; 


hereas,  the  existing  building  is  of  fireproof  construc- 
six  stories  in  height,  with  a  frontage  of  146  ft.  and 
)th  of  98  ft.  9  in. ;  occupied  as  a  warehouse ;  it  is  proposed 
onvert  the  structure  to  a  garage  for  more  than  five 

ar  vehicles ;  and  ...  , 

hereas,  this  building  had  previously  been  used  as  a 
ic  garage  and  was  taken  by  the  government  for  stor- 
purposes  during  the  war,  and  the  application  now  is 


for  the  restoration  of  a  use  to  which  applicant  had  a  right 
under  a  permit  previously  issued  by  official  having  competent 
jurisdiction. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  any  openings 
in  the  gable  walls  be  equipped  with  fixed  fireproof  sash 
and  frames,  glazed  with  wire  glass;  that  the  existing  open¬ 
ings  in  the  rear  wall  shall  be  equipped  with  fireproof 
frames  and  sash,  glazed  with  translucent  wire  glass ;  that 
the  rear  yard  as  in  existence  be  retained ;  that  the  building 
shall  not  be  increased  in  height,  area  or  dimensions ;  that 
any  gasoline  storage  equipment  installed  shall  be  located 
at  the  front  of  building  inside  the  street  wall ;  that  no 
roof  signs  shall  be  erected  or  maintained ;  that  there  shall 
be  no  advertising  display  other  than  one  projecting  sign 
on  the  street  front,  indicating  the  title  of  the  garage ; 
and  that  all  necessary  permits  shall  be  obtained  within  sixty 
days  from  the  date  of  this  action. 


559-24-BZ. 


APPLICANT — William  F.  Doyle,  for  Achilles  Realty 
Corp.,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 237-243  East  55th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Granted  extension  of  time  to 
obtain  permits,  time  running  from  date  of  this 
action,  on  same  conditions. 

CONDITIONS — As  specified  in  resolution. 


THE  VOTE  TO  EXTEND  TIME  TO  OBTAIN 

PERMITS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 


(559-24-BZ) 

Whereas,  William  F.  Doyle,  for  Achilles  Realty  Corp., 
owner,  filed,  April  21,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles ;  premises  237-43  East  55th  street, 
Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
By  the  board  of  appeals,  at  its  regular  meeting,  July  22, 
1924,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  55th  street,  Second  ave¬ 
nue  and  Third  avenue  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  15,  1924,  in  acting  on  N.  B.  Application  No. 
189-24,  reads: 

“1.  Garage  for  more  than  5  cars  is  unlawful  in  a 
business  district.  Zone  Resolution,  Section  4.”; 


and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  100 
ft.  5  in.;  to  be  occupied  as  a  garage  for  more  than  five 
motor  vehicles ;  and 

Whereas,  there  existed  on  this  street  between  the  Inter¬ 
secting  streets  on  July  25.  1916,  a  stable  for  more  than 
five  horses ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting  on  July  22,  1924,  on  certain  conditions,  and 
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that  applicant  requested  modification  of  the  condition  as  to 
the  time  for  obtaining  permits. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
be  constructed  fireproof,  rot  exceeding  two  stories  in  height 
above  grade;  that  the  front  walls  shall  be  finished  in  face 
brick  with  architectural  terra  cotta  or  stone  trimmings ;  that 
the  gpple  walls  throughout  their  entire  height  and  length, 
and  the  rear  wall,  1st  story,  shall  be  unpierced ;  that  any 
gasoline  storage  equipment  shall  be  located  at  the  extreme 
westerly  end  of  the  building  at  the  front;  that  any  ramp 
installed  shall  be  at  least  25  ft.  back  from  the  face  of 
the  building ;  that  the  building  zone  regulations  shall  be 
complied  with  in  all  other  respects ;  that  all  permits  necessary 
for  the  prosecution  of  the  work  shall  be  obtained  within 
nine  njonths,  and  the  building  completed  within  eighteen 
months  from  the  date  of  this  action. 


AREAS  FIXED. 

(335-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
Alfred  J.  Boulton,  requesting  the  board  to  fix  the  area 
of  notification  deemed  affected  by  erection  and  maintenance 


of  a  garage;  premises  89-99  Granite  street,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Granite  street  from  a  point  100  ft. 
west  of  Evergreen  avenue  to  a  point  400  ft.  west 
of  proposed  garage;  also  the  south  side  of  Pilling 
street  from  a  point  100  ft.  west  of  Evergreen  avenue 
to  a  point  240  ft.  west  of  Evergreen  avenue. 


(231-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
Julian /  V.  Carabba,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  erection  and  maintenance  of  a  garage;  premises  49-59 
Avenue  U,  Brooklyn. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  West  11th  street  from  a  point  200  ft. 
south  of  Avenue  U  to  a  point  400  ft.  north  of  proposed 
garage.  Both  sides  of  Avenue  U  from  86th  street  to  a 
point  400  ft.  east  of  premises  in  question;  also  the  east 
side  of  West  12th  street  from  Avenue  U  to  a  point 
150  ft.  north  of  Avenue  U. 


Adjourned  2.20  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS. 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  APRIL  21,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Connell,  Holland,  Fire  Chief  Kenlon,  Deputy 
Fire  Commissioner  Hannon,  Chief  Inspectors  Bastress, 
Ryan  and  Bales. 

The  minutes  of  the  regular  meeting  of  the  board  of 
standards  and  appeals,  held  on  April  7,  1925,  were  ap¬ 
proved  as  printed  in  the  Bulletin,  No.  15,  Vol.  X. 


PREMISES  AFFECTED— 4049  Third  avenue,  The 
Bronx. 

APPEARANCES— 

For  Petitioner:  L.  B.  Angelo. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  at 
2  p.  m.,  to  combine  with  certificate  of  occu¬ 
pancy. 


PETITIONS  FOR  VARIATIONS. 

982-24-S. 

PETITIONER— New  York  Yellow  Cab  Co.,  Sales 
Agency,  Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 614-618  West  131st  street,  Man 
hattan. 

APPEARANCES— 

For  Petitioner:  Louis  LeVine. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  at 
2  p.  m.,  on  request  of  petitioner. 


28-25-S. 

PETITIONER — Samuel  Cohen,  for  Alice  Hoffman, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 17  East  54th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Max  Seigel. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  May  5,  1925,  at 
2  p.  m.,  to  amend  to  include  the  order  of  super¬ 
intendent  of  buildings. 


163-25-S. 

PETITIONER — Moore  &  Landsiedel,  for  Third  Ave. 
Holding  Co.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 


172-25-S. 

PETITIONER — George  E.  Strehan,  for  Houbigant, 
Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 535-547  West  45th  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  May  5,  1925,  at 
2  p.  m.,  on  request  of  petitioner. 


178-25-S. 

PETITIONER — Charles  Meyer,  for  Samuel  Weil, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 391  Washington  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Charles  Meyer. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  May  5,  1925,  at 
2  p.  m.,  on  request  of  petitioner. 


718-18-S. 

PETITIONER — Harold  L.  Young,  for  Lazarus  Levy, 
owner. 

SUBJECT— Application  for  reopening  (re:  variation  of 
labor  law  as  cited  in  order  of  fire  commissioner). 

PREMISES  AFFECTED — 17-23  East  Broadway,  Man* 
hattan. 

APPEARANCES— 

For  Petitioner:  Michael  Levy. 

ACTION'  OF  BOARD — Laid  over  to  May  5,  1925,  at 
2  p.  m.,  on  request  of  petitioner. 
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1339-24-S. 

PETITIONER — Anna  Riscili,  owner. 

SUBJECT — Application  for  reopening  (re:  variation  of 
labor  law  as  cited  in  order  of  health  commis¬ 
sioner). 

PREMISES  AFFECTED — 444  East  13th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  John  M.  Lavis. 

ACTION  OF  BOARD — Petition  reopened  and  set  for 
hearing  May  5,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Connell,  Deputy  Fire  Com¬ 
missioner  Hannon,  Superintendents  Bas- 

tress,  Ryan  and  Bales  .  8 

Negative  . .  • .  0 

Absent:  Messrs.  Gunnison  and  Holland,  Fire 
Chief  Kenlon,  Superintendents  Kleinert 
and  McDermott  .  5 


1412-23-S. 

PETITIONER — Henry  J.  Nurick,  for  Brewster  Pub¬ 
lications,  Inc.,  owner. 

SUBJECT — Application  for  reopening — variation  of  la¬ 
bor  law  as  cited  in  decision  of  superintendent 
of  buildings. 

PREMISES  AFFECTED— 174  Duffield  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Petitioner:  Henry  J.  Nurick. 

ACTION  OF  BOARD — Petition  reopened  and  set  for 
hearing  Mav  19,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Connell,  Deputy  Fire  Com¬ 
missioner  Hannon,  Superintendents  Bas- 

tress,  Ryan  and  Bales  .  8 

Negative  . 0 

Absent:  Messrs.  Gunnison  and  Holland,  Fire 
Chief  Kenlon,  Superintendents  Kleinert 
and  McDermott  .  5 


18-25-S. 

PETITIONER— Joseph  C.  Schaeffler,  for  Marie  G.  Cur¬ 
rier,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 12  East  56th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Joseph  C.  Schaeffler. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 

'  CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Fire 
Chief  Kenlon,  Deputy  Fire  Commis¬ 
sioner  Hannon,  Chief  Inspectors  Bas- 


tress,  Ryan  and  Bales  .  10 

Negative  . 0 

Absent:  Mr.  Connell,  Superintendents  Klein¬ 
ert  and  McDermott  .  3 


THE  RESOLUTION: 

(18-25-S) 

Whereas,  Joseph  C.  Schaeffler,  for  Marie  G.  Currier, 
owner,  filed,  January  7,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  12  East  56th  street,  Manhat¬ 
tan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
29,  1924,  reads : 
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1.  Provide  an  outside  iron  balcony  fire  escape  on 
the  rear  of  the  building  with  balconies  4  ft.  in  width 
connected  by  stairways  not  less  than  22  in.  wide,  placed 
at  an  incline  of  not  more  than  45  deg.,  extending  from 
ground  to  roof,  constructed  as  per  Section  273  of  the 
Labor  Law  and  the  rules  of  the  Board  of  Standards 
and  Appeals.  *  * 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  22  ft.  6  in.  by  97  ft.  9  in.  in  area  at  1st  story  and 
22  ft.  6  in.  by  64  ft.  in  area  above.  OCCUPIED  as  fol¬ 
lows  :  1st  story,  millinery  showrooms  and  workroom,  16 
persons ;  2nd  and  3rd  stories,  showrooms  and  millinery  work¬ 
rooms,  16  persons  on  each  story ;  4th  and  5th  stories,  dwell¬ 
ing.  EXITS:  An  interior  wooden  stairway  extending  from 
1st  story  to  top  story,  with  iron  stair  to  scuttle  in  roof, 
enclosed  in  fireproof  partitions  with  fire  doors  at  openings ; 
and  also  a  secondary  wooden  stairway,  enclosed  in  fireproof 
partitions  leading  from  the  2nd  to  1st  story;  a  fire  escape 
balcony,  taking  in  one  window  at  the  4th  story,  rear,  east 
and  an  iron  stair  leading  to  extension  roof  of  No.  14  East 
56th  street;  ROOFS  of  adjoining  buildings  are  at  same 
level ;  and 

Whereas,  petitioner  proposes  to  construct  a  fire  escape 
balcony,  taking  in  one  window,  on  the  5th  story,  rear,  west, 
and  connect  same  with  fire  escape  on  No.  10  East  56th 
street ;  and 

Whereas,  this  case  was  amended  to  include  the  objec-  • 
tions  of  the  bureau  of  buildings,  dated  June  20,  1924,  reading 
as  follows: 

“1.  Exits  2nd  floor  must  be  remote  from  each  other. 

“2.  Egress  from  the  termination  of  fire  escapes  on 
rear  must  be  through  an  open  court  or  fireproof  pas¬ 
sageway  to  street. 

“4.  Fire  escape  on  rear  must  be  extended  to  roof." 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  1  of  the  order  of  the  fire  department  and 
Items  1,  2  and  4  of  the  order  of  the  superintendent  of  build¬ 
ings,  on  condition,  as  to  Item  No.  1  of  the  superintendent’s 
order,  that  iron  stairway  shall  be  provided  on  the  rear, .from 
the  2nd  story  extension  roof  to  the  roof  of  the  extension 
of  premises  14  East  56th  street;  granted  as  to  Item  Nos. 

2  and  4,  on  condition  that  a  fire  escape  to  include  one  win¬ 
dow  shall  be  provided  on  the  rear,  with  balcony  at  top 
story  and  stair  and  landing  to  the  roof  of  extension  of  No. 

10  East  56th  street,  and  that  a  balcony  fire  escape  shall  be 
provided  from  not  less  than  one  window  on  the  4th  story, 
with  connecting  stairs  to  roof  of  extension  of  No.  14  East 
56th  street;  that  the  roof  of  the  extension  of  the  3rd  story 
shall  be  unobstructed,  with  egress  therefrom  to  adjoining 
roof,  No.  14,  and  on  further  condition  that  the  occupancy 
shall  remain  substantially  unchanged. 


1495-24-S. 

PETITIONER— Henri  Schwob,  for  Lawyers  Realty 
Co.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 45  Maiden  lane,  Manhattan. 

APPEARANCES— 

For  Petitioner:  Henri  Schwob. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Fire  Chief  Kenlon,  Deputy  Fire 
Commissioner  Hannon,  Chief  Inspectors 

Bastress,  Ryan  and  Bales  .  11 

Negative  . 0 

Absent:  Superintendents  Kleinert  and  Mc¬ 
Dermott  . 3 


MINUTES 


THE  RESOLUTION: 

(1495-24-S) 

Whereas,  Henri  Schwob,  for  Lawyers  Realty  Co.,  owner, 
filed,  December  20,  1924,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  an  order  of  the  fire  commissioner, 
affecting  premises  45  Maiden  lane,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  15,  1924,  reads : 

“1.  Arrange  the  fire  escape  on  the  north  side  of 
building  and  the  openings  leading  thereto  and  the  win¬ 
dows  opening  on  the  course  thereof  so  that  same  are 
in  compliance  with  the  provisions  of  Section  273  and 
274  of  the  Labor  Law  and  the  rules  of  the  Board  of 
Standards  and  Appeals,  or  carry  out  a  proper  alternative 
method  of  complying  with  the  requirements  of  Section 
271  of  the  Labor  Law. 

“Among  the  defects  noted  are  the  following : 

“3.  No  fireproof  passageway  from  termination  to 
street.”  ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories,  mef- 
zanine  and  basement  in  height,  20  ft.  11  in.  by  123  ft.  11 
in.  in  area;  OCCUPIED  principally  as  an  office  building; 
the  top  story  being  occupied  for  the  manufacture  of  watches, 
70  persons  above  the  2nd  story;  2nd  story  being  vacant  at 
present;  EQUIPPED  with  a  fire  alarm  signal  system. 
EXITS  :  An  interior  fireproof  stairway  extending  from  1st 
story  to  roof ;  enclosed  in  fireproof  partitions  with,  kala- 
meined  doors  at  openings ;  a  fire  escape  with  fireproof  win¬ 
dows  along  the  course  thereof,  on  the  rear  of  the  building 
extending  from  the  roof  to  the  fire  escape  balcony  on  the 
2nd  story;  a  bridge  connects  this  balcony  with  fire  escape 
on  the.  rear  of  premises  No.  48  John  street;  and 

Whereas,  petitioner  contends  that  the  only  manufactur¬ 
ing  in  the  premises  is  done  on  5th  story  and  that  it  is  of 
such  a  nature  (watchmaking)  that  there  is  no  fire  hazard 
involved,  and  contends  further  that  the  existing  means  of 
exit  are  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  egress  from  the  termination  of 
the  fire  escape,  on  condition  that  a  standard  fire  escape 
shall  be  provided  on  the  rear,  with  egress  from  termina¬ 
tion  by  iron  bridge  to  No.  48  John  street  at  the  1st  story 
level,  and  granted  only  so  long  as  conditions  as  to  occupancy 
and  use  remain  unchanged. 


42-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Sanitary  Wet 
Wash  Laundry  Co.,  Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 349-351  West  26th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  ( 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Fire  Chief  Kenlon,  Deputy  Fire 
Commissioner  Hannon,  Chief  Inspectors 


Bastress,  Ryan  and  Bales  .  11 

Negative  .  0 


Absent:  Superintendents  Kleinert  and  Mc¬ 
Dermott  .  2 

THE  RESOLUTION: 

(42-25-S) 

Whereas,  Samuel  Rosenblum,  for  Sanitary  Wet  Wash 
Laundry  Co.,  Inc.,  lessee,  filed,  January  10,  1925,  a  petition, 
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with  the  board  of  standards  and  appeals,  for  variation  from 
the  requirements  of  the  labor  law,  as  cited  in  an  order  of 
the  fire  commissioner,  affecting  premises  349-51  West  26th 
street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  26,  1924,  reads : 

“Order  No.  68660-LD : 

“1.  Arrange  the  fire  escape  on  the  north  side  of 
building  and  the  openings  leading  thereto  and  the  win¬ 
dows  opening  on  the  course  thereof  so  that  same  are 
in  compliance  with  the  provisions  of  Section  273  and 
274  of  the  Labor  Law  and  the  Rules  of  the  Board 
of  Standards  and  Appeals  *  *  *. 

“Among  the  defects  noted  on  this  fire  escape  are  the 
following:  No  openings  2  ft.  by  6  ft.  leading  to  bal¬ 
conies.  No  stairway  from  lowest  balcony  to  ground.”; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
freight,  49  ft.  7  in.  by  98  ft.  9  in.  in  area;  OCCUPIED 
as  a  tenant  factory,  62  persons  above  the  1st  story.  EX¬ 
ITS  :  An  interior  wooden  stairway  extending  from  1st 
story  to  the  top  story  (with  iron  ladder  to  scuttle  in  roof), 
enclosed  in  fire  resisting  partitions  with  fire  doors  at  open¬ 
ings ;  a  fire  escape  (with  85  degree  connecting  ladders)  in 
the  easterly  rear  court  of  the  building,  with  fireproof  win¬ 
dows  along  the  course  thereof,  extending  from  the  top  story 
to  the  2nd  story  balcony ;  the  means  of  egress  from  the 
various  stories  to  the  fire  escape  balconies  being  by  means 
of  double  hung  windows  which  are  2  ft.  2  in.  wide  and 
in  total  height  range  from  6  ft.  6  in.  to  a  minimum  of  5 
ft.  in  height,  the  afforded  opening  for  egress  being  one- 
half  this  height;  ROOFS  of  adjoining  buildings — to  east, 
same  height ;  to  west,  three  stories  lowe.r ;  and 

Whereas,  petitioner  proposes  to  extend  the  interior  stairs 
and  also  the  fire  escape  to  the  roof ;  to  provide,  on  the 
fire  escape,  60  degree  connecting  stairs,  screen  same  to  a 
height  of  4  ft.  6  in.  and  to  provide  steps  to  the  sills  of  the 
windows  and  otherwise  bring  the  fire  escape  up  to  standard, 
excepting  as  to  egress  from  termination,  and  proposes  to 
carry  the  fire  escape  stair  from  the  2nd  story  balcony  to 
the  1st  story  level  and  to  provide  a  fireproof  passage  par¬ 
allel  to  the  northerly  wall  of  the  building  and  from  this 
passage  to  provide  a  door  leading  to  yard  of  premises 
354  West  27th  st'reet,  with  egress  from  this  yard  to  street 
by  means  of  said  premises. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a '  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  egress  from  termination  of  fire 
escape  and  the  casement  doors  to  balconies  on  condition  that 
a  60  degree  fire  escape  shall  be  provided  on  the  rear  of 
the  building,  with  egress  from  the  termination  through  an 
unobstructed  fireproof  passageway  with  egress  to  the  yard 
of  premises  at  rear  No.  354  West  27th  street,  and  that 
the  order  shall  be  complied  with  in  all  other  respects,  ex¬ 
cept  that  double  hung  fireproof  self-closing  windows  shall 
be  provided  above  the  2nd  story  with  a  fireproof  casement 
door  at  2nd  story ;  granted  only  so  long  as  conditions  as 
1o  occupancy  and  use  remain  substantially  unchanged. 

112-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Warsaw  & 
Co.,  lessee  of  20th  floor,  north  half. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 333  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Fire  Chief  Kenlon,  Deputy  Fire 


MINUTES 


Commissioner  Hannon,  Chief  Inspectors 


Bastress,  Ryan  and  Bales  .  11 

Negative  .  0 


Absent:  Superintendents  Kleinert  and  Mc¬ 
Dermott  .  2 

THE  RESOLUTION: 

(112-25-S)  * 

Whereas,  Samuel  Rosenblum,  for  Warsaw  &  Co.,  les- 
e,  filed,  January  26,  1925,  a  petition,  with  the  board  of 
andards  and  appeals,  for  variation  from  the  requirements 
f  the  labor  law,  as  cited  in  an  order  of  the  fire  commis- 
oner,  affecting  premises  333  Seventh  avenue  (20th  floor, 
irth  half),  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No- 
mber  29,  1924,  reads : 

“Order  No.  68994-LD : 

“p.  Remove  all  partitions  not  built  of  incombustible 
material  as  per  Sections  263  and  270  of  the  Labor 


Whereas,  the  building  is  fireproof,  20  stories  in  height, 
>7  ft.  by  99  ft.  in  area;  OCCUPIED  as  show  rooms  and 
anufacturing,  an  average  of  40  persons  per  story,  peti- 
oner  occupying  the  north  half  of  the  20th  story  as  illus- 
ator’s  studio,  40  persons;  EQUIPPED  with  a  sprinkler 
stem  and  a  fire  alarm  signal  system.  EXITS  :  Six  in- 
rior  fireproof  stairways,  four  extending  from  the  1st  story 
i  the  top  story,  all  are  enclosed  in  fireproof  partitions  with 
reproof  doors  at  openings ;  and 

Whereas,  petitioner  contends  that  no  manufacturing  is 
xie  on  the  premises  in  question ;  that  the  partitions  are 
f  a  temporary  nature,  necessitated  by  the  kind  of  busi¬ 
es  conducted,  and  that  they  form  individual  offices  for 
le  artists  employed  and  that  ample  hall  space  has  been 
,-ovided  to  all  exits. 

Resolved,  that  the  board  of  standards  and  appeals  does 
ereby  make  a  variation  from  the  requirements  of  the 
.bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
ily  so  far  as  it  affects  the  northerly  end  of  the  20th  story 
f  this  building,  on  condition  that  there  shall  be  no  manu- 
icturing  or  factory  work  done  on  these  premises ;  that  all 
warf  partitions  covered  by  this  order  shall  be  not  less 
lan  18  inches  below  the  sprinkler  heads,  and  that  the  upper 
>rtion  of  the  temporary  partitions  extending  to  ceiling 
lall  be  glazed  with  thin  sheet  glass;  that  the  stair  hall 
id  elevator  shaft  shall  be  enclosed  in  approved  fireproof 
irtitions,  and  any  openings  therein  shall  be  provided  with 
■lf-closing  fireproof  doors. 


r4-25-S. 

ETITIONER— Samuel  Rosenblum,  for  Chas.  Kaye 
Realty  Co.,  Inc.,  owner. 

UBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

REMISES  AFFECTED— 105-117  Madison  avenue, 
Manhattan. 

PPEARANCES — 

For  Petitioner:  Samuel  Rosenblum  and  Benjamin 
Bernstein. 

For  Administration:  Inspector  Maher  of  fire 
department. 

CTION  OF  BOARD — Petition  granted  on  condition. 

ONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell,  Fire  Chief  Kenlon,  Deputy  Fire 
Commissioner  Hannon,  Chief  Inspectors 

Bastress,  Ryan  and  Bales  .  11 

Negative  . 0 

Absent:  Superintendents  Kleinert  and  Mc¬ 
Dermott  .  ^ 

THE  RESOLUTION: 

(174-25-S) 

Whereas,  Samuel  Rosenblum,  for  Charles  Kaye  Realty 

o.,  Inc.,  owner,  filed,  February  11,  1925,  a  petition,  with 


the  board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  iif  orders  of  the 
fire  commissioner,  affecting  premises  105-17  Madison  ave¬ 
nue,  Manhattan;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated  Jan¬ 
ary  27,  1925,  read : 

“No.  71290-LD : 

“1.  Provide  approved  self-closing  fire  doors  at  open¬ 
ings  leading  to  both  interior  stairways  on  all  stories, 
opening  outwardly  so  as  not  to  obstruct  the  stairways, 
as  per  Section  271  of  the  Labor  Law  and  Rule  507 
of  the  Industrial  Code  and  Rule  505  of  the  Industrial 
Code  as  amended  by  the  Board  of  Standards  and  Ap¬ 
peals  Aj)ril  3,  1923.  Doors  have  wire  glass  panels  21 
in.  by  29  in.  containing  more  than  360  square  inches 
and  more  than  720  square  inches  on  each  story.” 
“No.  71292-LD; 

“1.  Remove  the  revolving  doors  at  street  on  Madi¬ 
son  Ave.  side  of  building  and  replace  with  doors  ar¬ 
ranged  so  as  to  open  outwardly,  as  per  Section  271 
of  the  Labor  Law. 

“2.  Remove  cigar  stand  in  main  hall  on  1st  story 
on  Madison  Ave.  side  of  building,  which  provides  egress 
to  street  from  interior  stairs,  as  per  Rule  5  of  the 
Board  of  Standards  and  Appeals,  adopted  July  29th, 
•1924.”; 

and 

Whereas,  the  building  is  fireproof,  20  stories  in  height, 
123  ft.  by  100  ft.  in  area;  OCCUPIED  as  offices  and  sales¬ 
rooms  (clothing  industry),  approximately  1,000  persons 
above  the  1st  story,  the  4th,  7th  and  11th  stories  being  va¬ 
cant  at  present;  EQUIPPED  with  a  sprinkler  system  and 
a  telegraphic  communication  to  fire  headquarters.  EXITS: 
Two  interior  fireproof  stairways  and  also  a  fire  tower  ex¬ 
tending  from  1st  story  to  roof ;  enclosed  in  fireproof  par¬ 
titions  with  fireproof  doors  at  openings ;  the  doors  leading 
to  the  stairways  being  furnished  with  a  single  wire  glass 
panel  21  in.  by  28  in.  (589  sq.  in)  in  area;  and  in  the  doors 
to  fire  tower  panels  are  23  in.  by  26  in.  in  area;  ROOFS  of 
adjoining  buildings  are  four  and  eight  stories  lower;  and 

Whereas,  petitioner  contends  that  the  excess  area  of 
wire  glass  in  the  door  panels  is  small ;  that  the  two  re¬ 
volving  doors  are  of  the  collapsible  type  and  that  the 
cigar  stand  on  the  1st  story  is  in  a  complete  fireproof 
vestibule  separated  from  the  main  hall  proper  and  that  it 
docs  not  in  any  way  interfere  with  ingress  or  egress. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Order  No.  71290,  on  condition  that  all  openings  shall 
be  equipped  with  self-closing  fireproof  doors  and  that  any 
wire  glass  panel  now  in  place  shall  not  exceed  an  area  of 
23  in.  by  26  in.;  and  denied,  as  to  Items  1  and  2  of  Order 
No.  71292. 


198-25-S. 

PETITIONER— Thomas  B.  Leahy,  for  566-568  Sev¬ 

enth  Avenue,  Inc.,  owner. 

SUBJECT — Variation  of' labor  lq,w  as  cited  in  letter  of 
superintendent  of  buildings. 

PREMISES  AFFECTED— 566-568  Seventh  avenue, 

Manhattan. 

APPEARANCES— 

For  Petitioner:  Thomas  B.  Leahy. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell,  Fire 
Chief  Kenlon,  Deputy  Fire  Commis¬ 
sioner  Hannon,  Chief  Inspectors  Bastress, 

Ryan  and  Bales  .  10 

Absent:  Mr.  Gunnison  and  Superintendents 
Kleinert  and  McDermott  .  3 


MINUTES 


THE  RESOLUTION: 

(198-25-S) 

Whereas,  Thomas  B.  Leahy,  for  566-568  Seventh  Ave¬ 
nue,  Inc.,  owner,  filed,  February  18,  1925,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  a  letter  of  the 
superintendent' of  buildings,  affecting  premises  566-568  Sev¬ 
enth  avenue,  Borough  of  Manhattan;  and 

Whereas,  the  letter  of  the  superintendent  of  buildings, 
dated  January  13,  1925,  reads: 

“Before  a  Certificate  of  Occupancy  may  be  issued 
on  the  above  premises  for  use  as  a  factory,  the  following 
objections  must  be  removed: 

“2.  A  second  means  of  exit  in  accordance  with  Sec¬ 
tion  270,  subdivision  3  of  the  Labor  Law;  present  un¬ 
enclosed  exterior  stairway  does  not  meet  the  require¬ 
ments  of  the  Labor  Law. 

“3.  Interior  stairway  and  elevator  shafts  must  be 
enclosed  in  0  in.  terra  cotta  or  8  in.  brick  wall,  pres¬ 
ent  2J4  in.  partitions  not  in  accordance  with  the  re¬ 
quirements  of  the  Labor  Law. 

“5.  All  windows  in  exterior  walls  must  be  fireproof 
self-closing  and  area  of  glass  must  not  exceed  720 
square  inches  per  light. 

“6.  Passageway  from  termination  of  stairs  to  build¬ 
ing  line  must  be  enclosed  in  fireproof  material. 

“7.  Glass  in  fireproof  doors  in  stair  enclosure  not 
permitted. 

“8.  Wood  partitions  must  be  removed  from  all  floors, 
Labor  Law  required  that  all  partitions  in  the  interior 
of  a  fireproof  building  shall  be  built  of  incombustible 
material.” ; 

and 

Whereas,  the  building  is  fireproof,  nine  stories  in  height, 
50  ft.  by  100  ft.  in  area;  OCCUPIED  as  a  tenant  factory, 
the  occupancy  to  be  limited  to  the  legal  capacity  of  exits ; 
the  means  of  egress  consisting  of  an  interior  stairway  ex¬ 
tending  from  the  1st  story  to  the  9th  story,  with  egress 
through  pent  house  to  roof,  enclosed  in  angle-iron  frame 
covered  with  metal  lath  and  plaster  with  self-closing  fire¬ 
proof  doors  at  openings,  glazed  with  wire  glass  panels 
over  720  sq.  in.  in  area;  a  fire  escape  on  the  rear  of  the 
building,  extending  from  the  8th  story  to  a  balcony  at  the 
2nd  story  level,  with  egress  by  stairway  to  an  enclosed 
passageway  in  building  connecting  with  the  1st  story  hall¬ 
way  to  street,  this  hallway  being  enclosed  in  angle-iron  con¬ 
struction  covered  with  metal  lath  and  plaster,  with  the  ex¬ 
ception  of  a  plate  glass  show  window  at  the  extreme  front, 
with  egress  from  the  1st  story  hall  through  restaurant  and 
passageway  to  40th  street,  the  windows  along  course  of 
the  fire  escape  will  be  made  fireproof,  self-closing,  all  ex¬ 
terior  windows  in  the  building  are  of  wood  frames  glazed 
with  plate  glass ;  the  building  to  be  equipped  with  a  sprin¬ 
kler  system ;  and 

Whereas,  petitioner  requests  the  acceptance  of  the  exist¬ 
ing  stairway  and  passageway  enclosures  as  being  fireproof 
construction,  although  not  conforming  with  the  requirements 
of  the  labor  law,  the  acceptance  of  the  exterior  windows 
other  than  those  opening  on  the  fire  escape,  which  will 
be  made  fireproof,  self-closing,  the  acceptance  of  the  glass 
panels  in  doors  to  the  stairway  enclosure,  and  the  acceptance 
of  the  present  means  of  egress  from  the  termination  of 
the  fire  escape,  to  which  he  proposes  to  add  a  connection 
by  bridge  to  the  fire  escape  on  the  adjoining  premises  to 
the  rear,  and  proposes  to  comply  with  the  requirements  of 
the  board  as  set  forth  in  recent  actions  of  the  board  on 
the  interior  combustible  partitions  and  to  provide  clear 
wire  glass  instead  of  plate  glass  in  show  window  in  hall¬ 
way. 

Resolved,  that  the  letter  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  petition  be  and 
it  hereby  is  denied. 


129-25-S. 

PETITIONER — L.  Victor  Weil,  for  Bernhard  Mayer 
and  Samuel  Weil,  owners. 


SUBJECT — Variation  of  labor  law  as  cited  in  order  oi 
fire  commissioner. 

PREMISES  AFFECTED — 596  Broadway,  Manhattan 
APPEARANCES— 

For  Petitioner:  L.  Victor  Weil. 

For  Administration:  Inspector  Maher  of  fire 
department. 

AC1ION  OF  BOARD — Petition  granted  on  condition 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell,  Deputy 
Fire  Commissioner  Hannon,  Chief  In¬ 
spectors  Bastress,  Ryan  and  Bales .  y 

Negative  .  c 

Absent:  Mr.  Gunnison,  Fire  Chief  Kenlon 
and  Superintendents  Kleinert  and  Mc¬ 
Dermott  .  4 

THE  RESOLUTION: 

(129-25-S) 

Whereas,  L.  Victor  Weil,  for  Bernhard  Mayer  &  Samuel 
Weil,  owners,  filed,  February  4,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the  re¬ 
quirements  of  the  labor  law,  as  cited  in  an  order  of  the 
fire  commissioner,  affecting  premises  596  Broadway,  Man¬ 
hattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  19,  1924,  reads: 

“Order  No.  68212-LD : 

“1.  Remove  the  substandard  fire  escape  on  the  east 
side  of  the  building  or  reconstruct  same  in  accordance 
with  section  274  of  the  Labor  Law  and  Rule  3  amended 
by  the  Board  of  Standards  and  Appeals  May  9,  1924. 

“NOTE:  Among  the  defects  noted  are  the  follow¬ 
ing: 

“Windows  on  course  not  fireproof,  self-closing. 

and 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
42  ft.  by  199  ft.  6  in.  in  area;  OCCUPIED  as  a  tenant 
factory,  150  persons  in  the  entire  building;  EQUIPPED 
with  a  sprinkler  system  and  a  fire  alarm  signal  system. 
EXITS:  Two  interior  stairways,  both  extending  from  the 
1st  story  to  the  roof,  enclosed  in  fireproof  partitions  with 
fireproof  doors  at  the  openings ;  a-  sub-standard  fire  escape 
(with  non-fireproof  windows  along  the  course  thereof)  on 
the  Crosby  street  front  of  the  building,  extending  from  the 
top  story  to  the  2nd  story  balcony  with  drop  ladder  to  stfcet; 
ROOFS  of  adjoining  buildings  are  at  same  level;  and 

Whereas,  petitioner  contends  that  the  fire  escape  is  not 
intended  as  a  means  of  exit,  but  that  they  may  be  of 
some  advantage  to  the  fire  department  in  the  event  of  a 
fire  in  the  premises. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  window  frames  on  the  course  of  the 
fire  escape  shall  be  at  least  metal  covered  with  metal  or 
kalamein  sash  and  that  the  upper  sash  shall  be  made  fixed, 
and  that  all  windows  on  the  course  of  the  fire  escape  shall 
be  glazed  with  wire  glass. 


147-25-S. 

PETITIONER — Louis  A.  Sheinart,  for  P.  J.  McCann, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 210  Bowery,  Manhattan. 
For  Petitioner:  Louis  A.  Sheinart. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell,  Deputy 
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MINUTES 


r 


Fire  Commissioner  l/annon,  Chief  In¬ 
spectors  Bastress,  Ryan  and  Bales .  9 

Negative  .  0 

Absent:  Mr.  Gunnison,  Fire  Chief  Kenlon 
and  Superintendents  Kleinert  and  Mc¬ 
Dermott  .  4 

THE  RESOLUTION: 

(147-25-S) 

Whereas,  Louis  A.  Sheinart,  for  P.  J.  McCann,  owner, 
filed,  February  3,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  210  Bowery,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  13,  1924,  reads : 

“1.  Remove  the  fire  escape  on  the  front  of  the  build¬ 
ing  or  reconstruct  same  in  accordance  with  Section 
274  of  the  Labor  Law  as  per  Rule  3  amended  by  the 
Board  of  Standards  and  Appeals  adopted  May  9th,  1924. 

“2.  Provide  an  outside  iron  balcony  fire  escape  on 
the  rear  of  building  with  balconies  4  ft.  in  width  con¬ 
nected  by  stairways  not  less  than  22  in.  wide,  placed 
at  an  incline  of  not  more  than  45  degrees  extending 
from  ground  to  roof,  constructed  as  per  Section  273 
of  the  Labor  Law  and  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals,  or  carry  out  a  proper  alternative 
method  of  complying  with  Section  271  of  the  Labor 
Law.” ; 
and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  25  ft.  by  95  ft.  in  area  at  1st  and  2nd  story  and 
25  ft.  by  45  ft.  in  area  above;  OCCUPIED  as  a  tenant 
factory,  18  persons  above  the  1st  story.  EXITS:  An  in¬ 
terior  wooden  stairway  extending  from  1st  story  to  roof ; 
enclosed  in  wooden  partitions  (open  on  the  top  story)  with 
wooden  doors  at  openings ;  a  fire  escape  balcony  with  drop 
ladder  to  street  on  the  2nd  story,  front  of  the  building, 
and  also  a  fire  escape  balcony  on  the  4th  story,  rear,  with 
ladder  to  roof  of  2nd  story  extension;  ROOFS  of  ad¬ 
joining  buildings  are  at  same  level ;  and 

Whereas,  petitioner  contends,  in  view  of  the  light  oc¬ 
cupancy,  that  the  existing  means  of  exit  are  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Items  No.  1  and  2,  on  condition  that  standard  recon¬ 
structed  fire  escape,  embracing  at  least  two  (2)  windows, 
shall  be  provided  with  60  degree  connecting  stairs,  with 
counterbalanced  drop  ladder  in  guides. 


173-25-S. 

PETITIONER— Samuel  Rosenblum,  for  Wako  Co., 

Ltd.,  owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 4  East  53rd  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell,  Deputy 
Fire  Commissioner  Hannon,  Chief  In¬ 
spectors  Bastress,  Ryan  and  Bales .  9 

Negative  . . . . _ .  0 

Absent:  Mr.  Gunnison,  Fire  Chief  Kenlon 
and  Superintendents  Kleinert  and  Mc¬ 
Dermott  .  4 

THE  RESOLUTION: 

(173-25-S) 

Whereas,  Samuel  Rosenblum,  for  Wako  Co.,  Lid.,  owner, 

filed,  February  11,  1925,  a  petition,  with  the  board  of 
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standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  4  East  53rd  street,  Manhat¬ 
tan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Jan¬ 
uary  22,  1925,  reads : 

“Order  No.  71010-LD: 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  com¬ 
pliance  with  the  provisions  of  Section  273  and  274  of 
the  Labor  Law  and  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals,  or  carry  out  a  proper  alternative 
method  of  complying  with  the  requirements  of  Section 
271  of  the  Labor  Law. 

“NOTE:  Among  the  defects  noted  arc  the  follow¬ 
ing:  No  fireproof  passageway  from  termination  to 
street" ; 

and 

Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height,  25  ft.  by  96  ft.  5  in.  in  area  at  the  1st  story  and 
25  ft.  by  88  ft.  5  in.  in  area  above.  OCCUPIED:  1st 
story,  store  (florist)  ;  2nd  story,  instruction  in  dress  de¬ 
sign,  25  persons;  3rd  story,  dressmaking,  30  persons;  4th 
story,  custom  tailors,  8  persons ;  5th  story,  salesroom  of 
furniture,  3  persons ;  6th  story,  salesroom  of  rugs,  3  per¬ 
sons ;  7th  story,  architects,  9  persons;  EQUIPPED  with 
a  fire  alarm  signal  system.  EXITS:  An  interior  fireproof 
stairway,  extending  from  the  1st  story  to  the  roof,  en¬ 
closed  in  fireproof  partitions  with  fireproof  doors  at  the 
openings;  a  45  degree  fire  escape  on  the  rear  of  the 
building  with  fireproof  windows  along  the  course  thereof, 
extending  from  the  roof  to  the  2nd  story  balcony,  with 
a  stair  leading  therefrom  to  yard  and  also  a  stair  leading 
to  extension  roof  of  building  to  rear,  with  egress  from 
termination  of  fire  escape  by  means  of  adjacent  extension 
roofs;  ROOFS  of  adjoining  buildings — to  west,  8  stories 
higher ;  to  east,  10  ft.  lower ;  and 

Whereas,  petitioner  contends  that  the  building  is  of  such 
a  narrow  width  and  that  the  stairs,  elevators,  etc.,  are 
located  in  such  a  manner  that  it  would  be  a  great  hard¬ 
ship  to  provide  the  required  fire  passage,  and  requests  the 
acceptance  of  the  existing  means  of  egress  from  the  ter¬ 
mination  of  the  fire  escape. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  egress  from  termination  of  the 
fire  escape  on  the  2nd  story  level,  on  condition  that  balcony 
with  steps  to  the  roof  of  the  extension  of  premises  3  East 
52nd  street  shall  be  provided,  and  iron  stairs  from  the 
1st  story  and  basement  up  to  same  balcony,  with  gate  oper¬ 
ative  from  lower  side  only,  to  the  stairs  leading  up  from 
the  1st  story  and  a  sign  shall  be  posted  on  the  2nd  story 
balcony,  indicating  the  line  of  travel;  granted  only  so  long 
as  conditions  as  to  occupancy  and  use  otherwise  remain  un¬ 
changed. 

187-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Third  Street 
Ice  Co.,  Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 90  East  Third  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell,  Deputy 
Fire  Commissioner  Hannon,  Chief  In¬ 
spectors  Bastress,  Ryan  and  Bales .  9 


MINUTES 


Negative  . • .  0 

Absent:  Mr.  Gunnison,  Fire  Chief  Kenlon 
and  Superintendents  Kleinert  and  Mc¬ 
Dermott  .  4 

THE  RESOLUTION: 

(187-25-S) 


Whereas,  Samuel  Rosenblum,  for  Third  Street  Ice  Co., 
Inc.,  lessee,  filed,  February  16,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  an  order  of 
the  fire  commissioner  and  a  decision  of  the  superintendent 
of  buildings,  affecting  premises  90  East  3rd  street,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
10,  1921,  reads: 

“No.  24033-LD : 

“1.  Provide  an  outside  iron  balcony  fire  escape  at 
the  rear  of  building  with  balconies  4  ft.  in  width  con¬ 
nected  by  stairways  not  less  than  22  in.  wide,  placed 
at  an  incline  of  not  more  than  45  degrees,  extending 
from  ground  to  roof,  constructed  as  per  Section  273  of 
the  Labor  Law  and  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals,  or  carry  out  a  proper  alternative 
method  of  complying  with  Section  271  of  the  Labor 
Law.” ; 

and  the  decision  of  the  superintendent  of  buildings,  ren¬ 
dered  February  24,  1925,  reads : 

“Inspection  of  the  above  premises  in  connection  with 
the  issuance  of  a  Certificate  of  Occupancy  was  made 
and  it  was  found  that  ‘the  fire  escape  on  front  of  build¬ 
ing  does  not  meet  the  requirements  of  the  Labor  Law 
as  a  second  means  of  exit’.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  32  ft.  10  in.  by  51  ft.  (irregular)  in  area;  OCCU¬ 
PIED  for  the  manufacture  of  sausages,  smoked  meats, 
etc.,  10  persons  above  the  1st  story.  EXITS  :  An  interior 
wooden  stairway  extending  from  1st  story  to  roof ;  en¬ 
closed  in  fire  resisting  partitions  with  fireproof  (wire  glass 
paneled)  doors  •  at  openings;  a  60  degree  fire  escape  on 
the  front  of  the  building,  with  non-fireproof  windows  along 
the  course  thereof,  extending  from  the  roof  to  2nd  story 
balcony,  with  drop  ladder  in  guides  to  street;  ROOFS 
of  adjoining  buildings — to  east,  same  level;  to  west,  3  ft. 
higher ;  and 

Whereas,  petitioner  contends  that  it  is  practically  im¬ 
possible  to  erect  a  fire  escape  on  the  rear  of  the  prem¬ 
ises,  as  that  portion  is  taken  up  by  the  plant  equipment 
of  the  building— ice  boxes,  smoke  house,  etc. — and  in  view 
of  the  occupancy  being  about  three  persons  per  story,  re¬ 
quests  that  the  existing  means  of  exit  be  accepted. 

Resolved,  that  the  board  of  standards  and  appeals  does 
Hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  a  standard  reconstructed  fire  escape  shall 
be  provided  on  the  front  of  the  building,  with  60  degree 
connecting  stairs  and  counterbalanced  drop  ladder  in  guides, 
that  the  stairs  shall  be  enclosed  in  fire  retarding  partitions 
in  accordance  with  the  rules  of  the  board  of  standards 
and  appeals,  and  that  the  occupancy  shall  not  exceed  ten 
(10)  persons  above  the  1st  story. 


86-25-S. 

PETITIONER— William  F.  Doyle,  for  Jules  Sorel, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 33  West  56th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  William  F.  Doyle. 

For  Administration:  Inspector  Maher  of  fire 
department. 


AC1ION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell,  Deputy 
Fire  Commissioner  Hannon,  Chief  In¬ 
spectors  Bastress,  Ryan  and  Bales .  9 

Negative  .  0 

Absent:  Mr.  Gunnison,  Fire  Chief  Kenlon 
and  Superintendents  Kleinert  and  Mc¬ 
Dermott  .  4 

THE  RESOLUTION: 

(86-25-S) 

Whereas,  William  F.  Doyle,  for  Jules  Sorel,  owner,  filed, 
January  21,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  a  decision  of  the  superintendent 
of  buildings,  affecting  premises  33  West  56th  street,  Man¬ 
hattan  ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  October  22,  1924,  in  acting  on  Alteration 

Application  No.  2465-24,  reads: 

“8.  A  fireproof  passage  should  be  provided  from 
the  foot  of  the  fire  escape  to  the  street  (Sec.  273-9 
L.  L.).  If  fireproof  passageway  is  on  adjoining  prem¬ 
ises,  permission  of  adjoining  owner  should  be  filed. 

“9.  Provide  two  exits  remote  from  each  other  as  per 
Sec.  271  L.  L.  and  the  rules  of  the  Board  of  Standards 
and  Appeals. 

“12.  All  doors  opening  on  stairway  should  open 
outwardly. 

“13.  Show  more  definitely  method  of  enclosing  stair¬ 
way  in  fire  resisting  partitions  as  per  Rule  504  Industrial 
Code.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  100  ft.  in  area.  OCCUPIED :  1st  story, 
shipping,  5  persons;  2nd  story,  showrooms,  10  persons; 
3rd  story,  dwelling,  5  persons;  4th  story,  work  rooms 
(dresses),  25  persons;  5th  story,  office  and  workrooms,  25 
persons.  EXITS  :  An  interior  wooden  stairway  extending 
from  the  1st  story  to  the  top  story,  enclosed  in  metal  lath 
and  plaster  partitions  with  wooden  doors  at  openings;  a 
fire  escape  with  non-fireproof  windows  along  the  course 
thereof  on  the  rear  of  the  building  extending  from  the 
top  story  balcony  (gooseneck  ladder  to  roof)  to  yard,  with 
egress  from  the  termination  of  the  fire  escape  by  means 
of  door  in  fence  and  down  a  ladder  to  yard  of  31  West 
56th  street,  with  egress  through  the  building  to  street; 
ROOFS  of  adjoining  buildings  are  at  same  level ;  and 

Whereas,  petitioner  proposes  to  fireproof  all  windows 
along  the  course  of  the  fire  escape  and  to  equip  with  iron 
shutters  all  other  windows  within  30  ft.  of  openings  in 
adjacent  buildings,  and  also  proposes  to  protect  the  ceiling 
of  the  cellar  with  sheet  rock. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  8,  on  condition  that  an  opening  shall  be  pro¬ 
vided  at  the  yard  level  to  adjoining  premises  to  the  east, 
with  egress  therefrom  through  fireproof  passage  direct  to 
street  and  consent  to  be  filed  with  the  superintendent  of 
buildings;  granted,  as  to  Item  No.  9,  on  condition  that  a 
fire  escape  balcony  with  not  less  than  60  degree  connecting 
stairs  shall  be  provided  in  the  rear  from  the  window  t>f 
the  main  building  to  include  the  entire  extension  on  4th 
and  5th  floors,  to  extend  stairways  from  the  yard  to  the 
roof  level ;  that  the  passageway  from  the  rear  stair  hall  to 
show  room  on  the  2nd  story  shall  be  fire  retarded  in  ac¬ 
cordance  with  the  rules  of  the  board  of  standards  and 
appeals;  denied,  as  to  Item  No.  12,  and  granted,  as  to  Item 
No.  13,  on  conditon  that  the  foregoing  conditions  shall  be 
complied  wdth  in  all  respects ;  present  occupancy  and  use  to 
remain  unchanged. 
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I5-25-S. 

PETITIONER — Leopold  L.  Langrock. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 35-37  Ormond  place,  Brooklyn. 
YPPEARANCES — 

For  Petitioner:  Leopold  L.  Langrock. 

For  Administration:  Inspector  Maher  of  fire 
department. 

\CTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell,  Deputy 
Fire  Commissioner  Hannon,  Chief  In¬ 
spectors  Bastress,  Ryan  and  Bales .  9 

Absent:  Mr.  Gunnison,  Fire  Chief  Kenlon, 
Superintendents  Kleinert  and  McDermott  4 

THE  RESOLUTION: 

(25-25-S) 

Whereas,  Leopold  L.  Langrock,  owner,  filed,  January  8, 
1925,  a  petition,  with  the  board  of  standards  and  appeals, 
for  variation  from  the  requirements  of  the  labor  law,  as 
cited  in  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  35-37  Ormond  place,  Brooklyn;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  11,  1924,  reads: 

“1.  Extend  the  interior  stairway  at  the  southwest 
end  of  building  to  the  roof,  as  per  Section  271  of  the 
Labor  Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  41  ft.  4  in.  by  165  ft.  (irregular)  in  area;  separated 
into  two  sections  by  a  brick  partition  wall,  with  openings 
therein  on  each  story;  OCCUPIED  for  the  manufacture 
of  children’s  underwear,  approximately  205  persons  above 
the  1st  story;  EQUIPPED  with  a  sprinkler  system.  EX¬ 
ITS:  An  interior  fireproof  stairway  extending  from  1st 
story  to  roof ;  enclosed  in  fireproof  partitions  with  fire  doors 
at  openings,  and  two  wooden  stairways  extending  from  1st 
to  top  story,  both  enclosed  in  wooden  partitions  with  wooden 
doors  at  openings;  ROOFS  of  adjoining  buildings  are  at 
same  level ;  and 

Whereas,  petitioner  contends  that  the  existing  exits  are 
adequate,  and  further  contends  that  a  similar  order  was 
accepted  in  June,  1918,  as  complied  with — after  certain  work 
had  been  done — by  the  board  of  review  of  the  fire  depart¬ 
ment;  and 

\Whereas,  this  case  was  dismissed  for  lack  of  prosecu¬ 
tion  at  the  meeting  held  on  March  24,  1925,  and  reopened 
by  vote  of  the  board  on  April  7,  1925. 

Resolved .  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
den  ied. 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 
154-25-SA. 

PETITIONER— Edwards  &  Company,  Inc. 

SUBJECT — Approval  of  Edwards  Solenoid  Type  Bell. 
APPEARANCES— 

For  Petitioner:  T.  S.  Nonan. 


ACTION  OF  BOARD — Placed  on  reserve  calendar,  pend¬ 
ing  test  and  report  of  fire  department. 


1395-24-SA. 

PETITIONER— Ralph  B.  Carter  Company. 
SUBJECT — Approval  of  Deming  Power  Rotary  Force 
Pump. 

APPEARANCES— None. 

ACTION  OF  BOARD — Placed  on  reserve  calendar,  pend¬ 
ing  test  and  report  of  fire  department. 


242-25-SA. 

PETITIONER — American  Fire  Prevention  Bureau,  Inc. 

SUBJECT — Approval  of  Derby  Closed  Circuit  Auto¬ 
matic  Sprinkler  and  Standpipe  Supervisory 
Alarm  Panel. 

APPEARANCES— 

For  Petitioner:  John  H.  Derby. 

For  Administration:  Inspector  Mulligan  of  fire 
department. 

ACTION  OF  BOARD — Placed  on  reserve  calendar, 
pending  test  and  report  of  fire  department. 


1512-24-SA. 

PETITIONER— J.  H.  Bunnell  &  Company. 

SUBJECT — Approval  of  Jove  Break  Glass  Pull  Lever 
Interior  Fire  Alarm  Box. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Mulligan  of  fire 
department. 

ACTION  OF  BOARD — Petition  approved. 

THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Connell,  Deputy  Fire  Com¬ 
missioner  Hannon,  Chief  Inspectors 

Bastress,  Ryan  and  Bales .  8 

Negative  .  0 

Absent:  Messrs.  Gunnison,  Holland,  Fire 
Chief  Kenlon,  Superintendents  Kleinert 
and  McDermott  .  5 

THE  RESOLUTION: 

( 1512-24-SA) 

Whereas,  J.  H.  Bunnell  &  Company  filed,  December  23, 
1924,  a  petition,  with  the  board  of  standards  and  appeals, 
for  approval  of  their  device  known  as  Jove  Break  Glass 
Pull  Lever  Interior  Fire  Alarm  Box;  and 
Whereas,  this  device  was  referred  to  the  fire  depart¬ 
ment  for  test  and  report;  and 

Whereas,  a  report  of  the  chief  of  the  bureau  of  fire 
prevention  of  the  fire  department,  dated  March  26,  1925, 
recommends  approval  of  the  device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
herebv  ap prove  the  device  known  as  the  Jove  Break  Glass 
Pull  Lever  Interior  Fire  Alarm  Box  when  constructed  and 
installed  in  accordance  with  the  recommendation  set  forth 
in  the  report  of  the  chief  of  the  bureau  of  fire  prevention. 


Adjourned  5.40  p.  m. 

William  J.  O’Gorman,  Secretary. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  fillsd  out. 


If  he  desires  additional  copies  for  his  ovvn  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES— 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
•on  Friday  May  8,  1925,  at  10  a.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  zvorking  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  via.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvatcr  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  ivcll  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-i 
sioncr  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  proznded  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
zvorkmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as:  N  ■ 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wP1'  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  zvith  aU  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure _  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Ride  S,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall '  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  belozu  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
zvill  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  zvhen 
tanks  of  unlimited  capacities  arc  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  s prinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  separate  feed 
mains  from  the  basement  or  lozvest  story  and  a  control 
valve  -in  each  feed  line  in  a  pump  or  engine  room. 

The  overflozv  pipe  shall  be  not  less  than  tzvo  (2)  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflozv  pipe  shall  be  three  ( 3 )  inches  be¬ 
low  the  top  of  the  staves  in  zvooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corroswe  metal  and 
Without  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflozv  pipes  shall  terminate  not  more 
than  tzventy-f our  ( 24 )  inches  above  roof  and  shall  be  fitted 
zvith  a  go  degree  elbozv. 

The  discharge,  heating  or  filling  pipes  zvhere  exposed 
to  the  zveather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering .  which  may  be  of  three  layers  of  one-inch 
(1  )  hair  felt  interspersed  zvith  building  paper  well  zvrapped 
and  secured  and  covered  zvith  canvas  zvcll  painted  or  bv 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underzvriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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res  shall  be  approved  by  the  Superintendent  of  Buildings, 
inks  not  enclosed  and  exposed  to  the  weather  shall  be 
vered  with  a  double  roof  of  acceptable  construction  con- 
ting  of  a  tight  flat  cover  of  matched  boards  and  above 
is  a  conical  roof  which  shall  be  covered  zvith  an  ap- 
oved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
ird  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca - 
■city  and  located  on  a  structure  altogether  independent  of 
hidings  and  the  bottom  shall  not  be  less  than  75  feet  above 
e  ground  level,  and  not  less  than  20  feet  above  the  high- 
t  line  of  sprinklers  bclozv  the  main  roof  of  the  highest 
aiding  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
fficient  water  to  supply  twelve  and  one  half  per  cent 
of  the  number  of  sprinklers  in  the  average  pro- 
cted  fire  area  for  twenty  (20)  minutes,  but  not  less 
an  [5,000]  3,000  gallons  of  water  for  a  zvet  pipe  system 
here  supplemented  by  an  auxiliary  zvater  supply,  and  not 

■  ss  than  5,000  gallons  of  zvater  for  a  dry-pipe  system.  No 
agle  tank  shall  have  a  capacity  greater  than  9,000  gallons, 
he  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
ider  a  pressure  of  seventy-five  (75)  pounds  per  square 
ch,  and  shall  be  so  proportioned  and  located  that  a  pres- 
jre  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
ill  be  available  on  the  highest  line  of  sprinklers  below 
te  main  roof  when  all  the  water  has  been  discharged  from 
e  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
ighest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  bclozv  the 
ighest  line  of  sprinklers  supplied  by  tank  or  tanks. 
Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
ipply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
11‘s  rule,  the  amount  of  water  to  be  provided  in  excess  of 
25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
tandards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde- 
endent  of  the  sprinkler  piping,  not  less  than  [two]  one 

■  nd  one-half  (D/t)  inches  in  size  [with  a  one  and  one- 
uarter  (ilA)  inch  connection  to  the  tank],  or  through  a 
y-pass  not  less  than  [two  (2)]  one  and  one-half  (/j/2)  in* 
les  in  size  around  the  check  valve  in  the  discharge  pipe 
rovided  the  supply  is  of  sufficient  pressure  to  fill  the  tank, 
he  water  supply  and  connections  shall  be  capable  of  sup- 
lying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
allons  per  minute  without  reducing  the  pressure  in  the 
ink.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
n  the  end  opposite  the  glass  gauge,  or  other  acceptable 

■  evice,  to  indicate  the  level  of  the  water  when  the  tank  is 
vo-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
lerease  the  air  pressure  at  the  average  rate  of  one 
1)  pound  in  two  minutes  in  each  pressure  tank. 

'  Rule  7.  Public  Water  System.  Direct  connection 

I  a  the  city  water  supply  shall  be  capable  of  furnishing 
vater  at  not  less  than  fifteen  (15)  pounds  per  square 
ich  static  pressure  at  the  highest  line  of  sprinklers 
rider  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
/ater  Supply,  Gas  and  Electricity,  the  size  of  each  coll¬ 
ection  shall  be  as  large  as  that  of  the  main  riser  and 
ot  less  than  four  (4)  inches,  and  shall  have  a  conven- 
ntly  accessible  control  valve  fixed  to  it  at,  or  near,  the 
urb.  or,  when  possible,  still  further  away  from  the 
uilding.  The  control  valve  shall  be  fitted  with  a  frost 
nd  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
han  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
xtending  to  a  compartment  at  the  level  of  the  side- 
alk.  The  cover  shall  be  bolted  to  the  casing  and 
hall  be  so  marked  as  to  be  quickly  located  and  to 
ndicate  the  purpose  of  the  valve.  The  valve  shall  be 

;  'f  indicating  pattern,  operated  by  a  special  socket 
vrench  approved  by  the  department  of  water  supply, 
as  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  with- 
in  18"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  tzvo  (2) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  zvater  meter  is  required  in  the  zvater  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  aftozvs  free  flozv  of  zvater  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  zvhicli  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
zvith  fire  •extinguishing  equipment. 

Evidence  establishing  the  fact  that  zvater  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  zvater  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  deznee,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  zvater  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  zvater  supply  only 
from  a  direct  connection  to  the  city  zvater  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca' 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (VF)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  ^ hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforrjis 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  tivo  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  ivhere  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads.  ;  | 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (l)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  tlie  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (is)  inches  from  cither  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  betzvccn  the  check  valve 
and  the  outside  Siamese  coupling  by  cither  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (24)  inch  drip  connection,  zuith  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
anv  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  th. 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15 
pounds  per  square  inch  between  the  hours  of  six  a.  m 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  0 
pressure  tank  and  one  of  the  automatic  sources  or  tzvi 
pressure  tanks  having  a  total  water  capacity  for  a  one 
source  supply  may  be  considered  as  a  two-source  suppl 
where  the  occupancy  of  the  building  does  not  conflict  wit) 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  am 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solii 
plank  and  timber  construction,  5  to  12  foot  bays)  on' 
line  of  sprinklers  shall  be  placed  in  the  center  of  eacl 
bay  and  the  distance  between  the  heads  on  each  lim 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inc 
heads— 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculos* 
products  and  vaults  used  for  the  storage  of  in 
flammable  motion  picture  films  shall  have  on' 
standard  one-half  ()4)  inch  head  for  each  62) 
cubic  feet  of  available  storage  space,  or  one  (1 
inch  Cor  ran*  head  for  each  250  cubic  feet  of  avail 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  0 
timbers. 

Ceilings  of  modified  mill  construction  having  bay: 
less  than  three  (3)  feet  wide  -shall  be  treated  as  opei 
joist  construction  and  sprinkler  heads  and  lines  space* 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,  but  less  than  five  (5)  feet  on  centers,  will  requin 
special  ruling  by  the  administrative  official  having  juris 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkle 
lines  shall  be  run  at  right  angles  to  the  joists  and  th* 
heads  “Staggered  spaced”  so  that  heads  on  one  line  wi! 
be  opposite  a  point  half  way  between  heads  on  adjacen 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distano 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet 
and  the  distance  between  heads  on  each  line  shall  not  exceec 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spacer 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis 
sion  may  be  given  by  the  administrative  official  having  juris 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  when 
girders  project  below  the  under  side  of  joists  and  divide  th< 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  head: 
shall  then  be  spaced  on  each  line  so  that  the  area  covere* 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet 
In  all  cases  where  such  bays  are  over  eleven  and  one-hal: 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  b< 
installed  in  each  bay  as  required  by  the  rules  for  spacing 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (l)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1 )4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings ;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (l)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
.to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (l)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  (J4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof.  tn=>v  be  used  in  lieu  of  heads  located  in  peak  of 
roof  • 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint'  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  (J4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard,  one-half  (l/2)  inch  heads — 


Size  of  Pipe 
54  inch 

1 

154  “ 

xA  “ 

2 

2  A  “ 

3 

3)4  “ 


Maximum  No.  of 
Heads  Allowed 
1  head 


2  heads 


3 

5 

10 

20 


(( 

H 

M 

U 


36 

55 

80 

140 

200 

300 

420 


(b)  For  Conran*  one  (1)  inch  heads — 


Size  of  Pipe 

1  inch 

1) 4  “ 
1A  “ 

2 

2) 4  “ 

3 

4 

5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 

3  “ 

4  “ 

6  “ 

9  “ 

18 

34  “ 

51 

75  “ 

.  105  “ 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads — 


Size  of  Pipe 

1 A  inch 
1)4  “ 

2 

a  A  “ 

3 

4 

5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 


1  head 

2  heads 


3 

4 
6 

12 

21 

40 

60 

84 


U 


U 

u 

u 


H 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2 A)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (A)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  pi-otected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  (A)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser ”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser  , 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 


Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 


All  pipe  shall  be  secured  to  the  ceiling,  wall=  °nd  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 


Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro- 

Btected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinkiers  are  exposed  to  corrosion,  the  heaas 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  zvall  a)id  exposed  to  the  weather,  they 
shall  be  fitted  with  hoods  or  dozvn-turned  clbozt’s. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve ; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used ; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1J4)  inches  in  size]  shall  be  not  less  than  i  inch 
in  size  w 'here  floor  valves  are  not  over  2/2  inches  in  size 
and  iY\  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down- fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  04)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  04)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  24  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  4  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  )4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one*  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  zvater  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  Yt-i,lch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  Y^-inch  shut-off  valve 
stopped  zvitli  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4J4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank ; 

At  the  air  compressor ; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  ((4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

.  Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (l/2)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved-  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  tha: 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  f0 
the  pump  shall  be  taken,  if  possible,  from  a  room  containin; 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  h 
controlled  by  one  “Ivpe  A”  dry-pipe  valve: 

(a)  For  standard  one-half  '(J4)  inch  heads  . 40i 

(b)  For  Conran*  one  (1)  inch  heads  . i0( 

(c)  For  Conran*  one  and  one-quarter  (lRj  inch  heads  6 

Where  equipped  with  an  approved  quick-opening  devic< 

the  follozmng  number  of  heads  may  be  controlled  by  om 
“ Type  A”  dry-pipe  valve: 

(a)  For  Standard  one-half  (l/2)  inch  heads . 8o< 

( b )  For  Conran *  one  (i)  inch  heads . ’ \2Qi 

<{c)  For  Conran *  one  and  one-quarter  (/) 4)  inch  heads. I2l 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarir 
system  s^all  be  designed  to  operate  at  a  temperature  lowei 
than  that  required  to  open  the  sprinkler  heads,  and  all  con 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipt 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (J4)  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads . 125 


(c)  For  Conran*  one  and  one-quarter  (1*4)  inch  heads.  84 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water,  through  a  one-half  ( y2 )  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  tthe  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 

522 


PUBLIC  HEARING 


^ule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
eptance  all  automatic  sprinkler  systems,  excluding  the  wa- 
supply  tanks,  shall  be  subjected  after  installation  to  a 
drostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
r  square  inch  in  excess  of  that  which  will  be  normally 
ried  and  observed  in  the  sprinkler  system,  such  test 
assure,  however,  never  to  be  less  than  one  hundred  and 
ty  (150)  pounds  per  square  inch  in  any  part  of  the  sys- 
n. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
assure  of  one  and  one-half  (1)4)  times  the  working  pres- 
re.  To  prevent  the  possibility  of  serious  water  damage 
case  of  a  break,  the  pressure  shall  be  maintained  by  a 
all  pump,  the  main  controlling  gate  being  meanwhile 
pt  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
ad  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con-  - 
)1,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
.all  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
d  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
o  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
urs. 

In  the  case  of  automatic  dry-pipe  systems  with  differen- 
1  "Type  A”  valve,  the  valve  shall  be  held  of?  its  seat 
ring  the  test  to  prevent  in  jurying  the  valve. 

r Ion-automatic  systems  shall  be  tested  after  installation 
not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
gs. 

All  tests  of  installed  systems  shall  be  made  by  the  con- 
ictor  in  the  presence  of  the  Fire  Commissioner,  or  his 

thorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
rinkler  system  shall  be  covered  up  or  permanently  coll¬ 
ated  until  tested  by  the  Bureau  of  Fire  Prevention  and 
proved  of  in  writing,  except  piping  passing  through  floors, 
•lls,  partitions  or  beams  for  distances  equal  to  the  thick - 
ss  of  such  floors,  walls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
rinklers  required  in  non-fireproof  business  buildings  under 
e  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
•dinances,  unless  otherwise  specifically  provided  in  these 
les,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
rinklers  required  in  buildings  having  occupancies  consid- 
'd  to  be  dangerous  or  hazardous  by  the  Fire  Commis- 
nter  shall  consist  of  at  least  a  one-source  system  unless 
'i erwisc  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
gs  required  in  buildings  under  the  provisions  of  the  Code 
Ordinances  and  the  Labor  Lazo  shall  consist  of  at  least 
one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
|  luired  in  theatre  buildings  under  the  provisions  of  Chap- 
:  “5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con- 
t  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
juired  in  buildings  in  which  fireworks  are  stored  or  sold 
der  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
>de  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1931’. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  tzvo  source 
system  as  proinded  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  zmth  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  zvhich  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (<5),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  zvith  the  rules  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  .approval. 


NOTICE 


BUILDING  CODE  ON  SALE.  ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
stributing  Division  of  the  City  Record  Office,  125  Worth  Distributing  Division  of  the  City  Record  Office,  125  Worth 
eet.  Price,  $1;  by  mail,  $1.08.  street.  Price,  25c;  by  mail,  27c. 
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FIRST  QUARTERLY  REPORT 


City  of  New  York 
Board  of  Standards  and  Appeals 

WILLIAM  E.  WALSH.  Chairman 
MUNICIPAL  BUILDING 


April  28,  1925. 

Hon.  John  F.  Hylan, 

Mayor,  New  York  City. 

Sir : — I  have  the  honor  to  submit  for  your  information  the  first  quarterly  report  of  the  Board  of  Appeals  and 
Board  of  Standards  and  Appeals,  combined,  for  the  quarter  ending  March  31,  1925,  which  is  set  forth  as  follows- 


CASES  FILED  AND  PENDING,  1925. 


FIRST  QUARTER. 

Appeals  from  Administrative  Orders  .  159 

Applications  under  Building  Zone  Resolution  .  103 

Petitions  for  Variation  of  Labor  Law  . _ .  76 

Petitions  for  Approval  of  Appliances  and  Materials  .  8 

Petitions  for  Adoption  of  Rules  .  1 

Reopened  and  Restored  to  Calendar  .  28 

Miscellaneous  Docket  . 

Total  1925  Cases  . .  453 

Cases  pending  December  31,  1924  .  598 

Total  Cases  filed  and  pending  during  First  Quarter  .  1051 

SUMMARY. 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  March  31,  1925  .  347 

Restored  to  calendar  .  28 


Miscellaneous  Applications. 

Requests  to  reopen  .  48 

Requests  to  amend  . . .  0 

Requests  for  modification  .  14 

Requests  to  rescind  .  0 

Requests  for  extension  of  time  .  8 

V 

Requests  for  extension  of  permit  .  3 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans  .  4 

Administrative  requests .  1 

Requests  for  interpretation  .  0 

Total  . 1051 

Disposed  of .  426 

Cases  pending  March  31,  1925  .  625 


DISPOSITION  OF  CASES. 

Withdrawn  .  40 

Dismissed  . 17 

Denied  . 58 

Granted  .  2 

Granted  on  condition  .  228 

Appliances  approved  .  3 

Appliances  dismissed,  disapproved  or  withdrawn  .  0 

Rules  approved  .  0 

Rules  disapproved  or  rescinded  .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  47 

Requests  to  reopen  denied  .  0 

Requests  to  amend  granted .  0 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  14 

Request  for  modification  denied  .  0 

Requests  to  rescind  granted  .  0 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  8 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted  .  3 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  0 

Requests  to  install  denied  .  0 

Plans  approved  .  4 

Plans  disapproved  .  0 

Administrative  requests  granted  .  0 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  0 

Requests  withdrawn  or  dismissed  .  1 

Total  .  426 
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MEETINGS  OF  THE  BOARDS. 

Hi 


Board  of  Appeals  .  21 

Inspections  .  6 


Board  of  Standards  and  Appeals .  6 

Inspections  .  0 


Combined  Total  of  Meetings  .  27 

Combined  Total  of  Inspections  .  6 


DISPOSITION  OF  CASES. 

Pending  from  1924. 


Cases 

Pending 

A 

BZ 

s 

SA 

SR 

Total 

December  31,  1924  . 

187 

86 

110 

0 

598 

Disposed  of  1st  Quarter  1925  . 

.  127 

108 

53 

3 

0 

291 

Balance  Pending  . 

.  88 

79 

33 

*107 

0 

307 

^Placed  on  1925  Reserve  Calendar. 

Code:  A — Appeals  from  Administrative  Orders.  BZ — Applications  under  Building  Zone  Resolution.  S — Petitions  for  Variations  of 
Labor  Law.  SA — Petitions  for  Approval  of  Appliance.  SR — Petitions  for  Adoption  of  Rules. 


Docket 


Cases  Filed  and  Restored  1st  Quarter 
Disposed  of  . 

Cases  Pending  March  31,  1925  . 


BOARD  OF  APPEALS. 

Disposition  of  1925  Cases. 


A 

BZ 

Miscellaneous 

Docket 

Grand 

Total 

168 

120 

73 

361 

20 

22 

73 

115 

148 

98 

0 

246 

BOARD  OF  STANDARDS  AND  APPEALS. 

Disposition  of  1925  Cases. 


Docket 


Cases  Filed  and  Restored  1st  Quarter .  78 

Disposed  of .  15 


SA 

8 

0 


Cases  Pending  March  31,  1925  .  63  8 


RECAPITULATION. 


Total  1925  Cases  Filed,  Restored,  Etc.,  1st  Quarter 
Total  1925  Cases  Disposed  of  by  Both  Boards  . 

Total  1925  Cases  Pending  March  31,  1924  . 

Balance  Pending  from  1924  . 


SR 

i 

o 


i 


Grand  Total  Pending,  beginning  2nd  Quarter . 

MONEYS  RECEIVED. 


Subscriptions  to  Bulletin 
Cash  Sales  of  Bulletin  . , 


Miscellaneous  Grand 
Docket  Total 

5  92 

5  20 


0  72 


453 

135 

318 

307 

625 


$305.00 

18.25 


Total  (Paid  to  Chamberlain)  1st  Quarter 


$323.25 


WILLIAM  J.  O’GORMAN,  Secretary. 


Respectfully  submitted, 

WILLIAM  E.  WALSH,  Chairman. 


PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  April  23,  1925  .  437 

Restored  to  calendar  .  37 

Miscellaneous  Applications. 

Requests  to  reopen  .  60 

Requests  to  amend .  0 

Requests  for  modification  .  16 

Requests  to  rescind .  0 

Requests  for  extension  of  time .  9 

Requests  for  extension  of  permit .  7 

Requests  for  mechanical  installations  .  0 

Requests  for  approval  of  plans  .  6 

Administrative  requests  .  1 

Requests  for  interpretation .  o 

Total  .  1171 

Disposed  of  .  567 

Cases  pending  April  23,  1925  .  604 


DISPOSITION  OF  CASES. 

Withdrawn  . *. .  43 

Dismissed  .  30 

Denied  .  34 

Granted  .  3 

Granted  on  condition  .  300 

Appliances  approved  .  4 

Appliances  dismissed,  disapproved  or  withdrawn  .  2 

Rules  approved  .  0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  57 

Requests  to  reopen  denied  .  2 

Requests  to  amend  granted .  0 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  16 

Request  for  modification  denied  .  0 

Requests  to  rescind  granted  .  0 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  9 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted .  7 

Requests  for  extension  of  permit  denied .  0 

Requests  to  install  granted  .  0 

Requests  to  install  denied .  0 

Plans  approved  .  6 

Plans  disapproved  .  0 

Administrative  requests  granted  .  0 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  . 0 

Requests  withdrawn  or  dismissed .  1 


Total  .  567 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  .  . 

P.  O . . . 


My  subscription  is  to  begin  with  the  issue  for  .  1925. 

526  36-2000-25-O’C 
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DATES  AND  HOURS  OF  MEETINO 
Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  hoard,  will  he 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  on  Tuesday,  May  5,  1925, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  May  12,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  wHicIveofirJ  p^ViAHings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial.  •* 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 


New  Cases  Filed  Week  Ending  April  30,  1925. 

Cal.  No.  Department.  Premises  Affected. 

458-25-BZ . B.B.B.  ..198-210  16th  st.,  Bklyn. 

-  Applic.  6355-1925. 

457-25-BZ . B.B.B.  ..341-349  Herzl  st.,  Bklyn. 

- - —  Applic.  6760-1925. 

456-25-S . F.D .  320-330  Van  Buren  st.,  Bklyn. 

I,.  D.  75507. 


455-25-BZ . B.B.Q.  ..North  side  Nott  ave.,  90  ft. 

E.  of  Van  Alst.  ave.,  L.  I. 
City,  Q.  N.  B  3461-1925. 


454-25-SA . F.D . Todd  Rotary  Fuel  Oil  Burner 

Appliance 


453j25-A . F.D .  4017-4021  41st  st.,  Bklyn. 

-  F-74013. 

452-25-A . F.D .  4009-4015  41st  st.,  Bklyn. 

F-74572. 


451-25-A . F.D . West  side  Lexington  ave. 

from  46th  to  47th  st.  (Gd. 
Central  Palace),  Man. 

- -  Order  No.  38-A. 

450-25-A . F.D .  373  Vernon  ave.,  L.  I.  City, 

- -  Q.  F-74571. 

449-25-A . F.D .  328  St.  Marks  ave.,  Bklyn. 

-  L.  C.  87194. 

448-25-S . F.D . 26  West  20th  st.,  Man. 

-  L.  D.  53087. 

447-25-BZ . B.B.B.  ..71-85  Caton  pi.,  Bklyn. 

-  Applic.  1549-1925. 

446-25-A . F.D .  22-34  Bergen  ave.,  Jamaica, 

-  Q.  L.  C.  95475. 

445-25-A . F.D .  104-106  W.  49th  st.,  Man. 

-  F-74474-74475. 

444-25-S . F.D .  27-35  West  24th  st.,  Man. 

-  L.  D.  75103. 

443-25-S . F.D .  668  Fifth  ave.,  Man. 

-  LD-68744 — LD-68745. 

442-25-S . F.D . 10  Ormond  pi.,  Bklyn. 

L.  D.  73206. 


441-25-A . B.B.Q.  .9502  121st  st.,  Richmond 

- -  Hill,  Q.  Applic.  12599-1925. 

440-25-S . F.D .  352  East  76th  st.,  Man. 

L.  D.  72181. 


439-25-A . F.D .  552  Fourth  st.,  Bklyn. 

Alt.  2798-1924. 


438-25-A . F.D .  237  East  Fordham  rd.,  Bx. 

-  Decision. 


Restored  to  Calendar. 


F.D.  .. 

H.D.  . 

B.B.B. 

B.B.Bx 

B.B.M. 

B.B.Q. 

B.B.R. 

T.H.D. 


CODE. 


. Fire  Departmer 

. Health  Departmer 

. Bureau  of  Buildings,  Brookly 

. Bureau  of  Buildings,  Bron 

....Bureau  of  Buildings,  Manhatta 

. Bureau  of  Buildings,  Queen 

. Bureau  of  Buildings,  Richmon 

- Tenement  House  Departmer 


CALL  OF  CLERK’S  CALENDAR. 


1272-24-BZ. 


Tuesday,  May  5,  1925,  at  2 
Building  Zone  Cases. 


P. 


m. 


APPLICAN1 — John  J.  Dunnigan, 
owner. 


for  Hugo  C.  Coot 


PREMISES — 2311  St.  Raymond’s 
TO  PERMIT  in  a  business  district 
tension  of  a  garage  for  the 
five  (5)  motor  vehicle. 


avenue,  The  Bronx, 
the  alteration  and  ex 
storage  of  more  thai 


APPLICANT— Philip  J.  Sinnott,  for  Joseph  Greenbaun 

ddvmtcvc  Zoe  and  Morns  A-  Drucker,  owners. 

Briggs  avenue-  The  Bronx. 

1U  rr-KMl  1  in  a  residence  district  the  erection  and  main 
tenance  of  a  building  to  be  used  for  store  purpose 


220-25-BZ. 

APPLICANT — Seelig  &  Finkelstein,  for  Beth  El  Talmuc 
Torah  of  Flatbush,  owner. 

PREMISES— 1219-1221  Avenue  T,  Brooklyn. 

TO  PERMIT  in  a  residence  and  “D”  area  district  the  erec 
tion  and  maintenance  of  a  building  occupying  mor< 
than  80  per  cent  of  a  corner  lot  at  the  curb  level 
contrary  to  section  14,  subdivision  (c)  of  the  build 
ing  zone  resolution. 


234-25-BZ. 

APPLICANT  -McKim,  Mead  &  White,  for  Columbii 
University,  owner. 

PREMISES — Northwest  corner  of  114th  street  and  Amster 
dam  avenue,  Manhattan. 

TO  PERMIT  in  a  residence  and  1^4  times  height  distric 
the  erection  and  maintenance  of  the  street  wall  tc 
a  height  exceeding  the  limit  required  by  the  build 
ing  zone  resolution. 


245-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  William  F.  Cunning¬ 
ham,  owner. 

PREMISES — 1721-23  Park  avenue,  Manhattan. 

FO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


728-24-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Helen  B.  Peckett, 
owner. 

PREMISES— 2074-2088  Fulton  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


190-24-BZ . B.B.B.  ..2513-2519  Tilden  ave.,  Bklyn. 

-  N.  B.  14986-1923. 

1387-23-A . F.D .  622-640  West  57th  st.,  Man. 

F-50488. 


BOARD  OF  APPEALS. 

Tuesday,  May  5,  1925,  at  10  a.  m. 
Appeals  from  Administrative  Orders. 
1377-24- A — 2920-2940  Broadway,  Manhattan. 
65-25-A — 22  East  57th  street,  Manhattan. 
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133-25-A — 375  Canal  place,  The  Bronx. 

141-25-A — 445-451  West  30th  street,  Manhattan. 

219-25-A — 8739-8765  126th  street,  Richmond  Hill,  Queens. 
223-25-A — 2406-14  Myrtle  avenue,  Ridgewood,  Queens. 
212-25-A — 109  Greene  street,  Manhattan. 

510-24-A — 1038  Ocean  avenue,  Brooklyn. 

1188-24- A — 37-65  Franklin  avenue  and  22-46  Skillman  street, 
Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May  5,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1092-24-BZ — Application,  March  24,  1925,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  (previously  denied  by  the  board)  ; 
premises  331  East  184th  street,  The 
Bronx. 

cal.  no.  188-25-BZ— (Application,  February  16,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of 
William  C.  Perry,  owner,  to  permit  in 
a  residence  district  the  change  of  oc¬ 
cupancy  of  the  first  story  from  resi¬ 
dence  use  to  the  undertaking  business; 
premises  248  West  132nd  street,  Man¬ 
hattan. 

cal.  no.  191-25-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  James 
W.  Byrnes,  applicant,  on  behalf  of  Ber¬ 
nard  Kiritz,  owner,  to  permit  in  a 
residence  and  “C”  area  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo- 
f  tor  vehicles,  also  the  omission  of  a 

rear  yard  required  by  the  building  zone 
resolution;  premises  1209-1211  Putnam 
avenue,  Brooklyn. 

CAL.  NO.  197-25-BZ — 'Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  John  T. 
Dunnigan,  applicant,  on  behalf  of  Elsie 
Lefy,  Clara  Sarnof  and  Maurice  Op- 
penheimer,  by  Mortimer  Kraus,  his 
attorney  in  fact,  owners,  to  permit  in  a 
business  district  extending  from  an  un- 

•  restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1279-1285  Jerome  avenue.  The 
Bronx. 

cal.  no.  206-25-BZ — Application,  February  20,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  J.  V. 
Cannizaro,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  94-96  Avenue  U,  Brooklyn. 

cal.  no.  1 156-24-BZ — 'Application,  September  22,  1924.  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Cosmo  Saponaro,  owner,  to  permit 
partly  in  a  residence  district  and  partly 

•  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 


hicles;  premises  982  Morris  avenue, 
northeast  corner  of  164th  street,  The 
Bronx. 

cal.  no.  1369-24-BZ — Application,  November  19,  1924, 

under  the  building  zone  resolution,  of 
Edward  P.  Doyle,  applicant,  on  behalf 
of  Ida  Van  Rooyan,  owner,  to  permit 
in  a  business  district  the  change  of  oc¬ 
cupancy  from  a  garage  for  the  storage 
of  five  (5)  motor  vehicles  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1038-1040  La¬ 
fayette  avenue,  Brooklyn. 

cal.  no.  1041-24-BZ — Application,  March  31,  1925,  under 
the  building  zone  resolution,  of  Hacken- 
burg  &  Schwartz,  applicants,  on  behalf 
of  330  West  95th  Street  Corp.,  owner, 
previously  denied  by  the  board,  to  per¬ 
mit  in  a  business  district  the  alteration 
and  also  the  conversion  of  occupancy 
from  a  storage  warehouse  to  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  156-166  West 
End  avenue,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  May  5,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

192- 25-S — >16  West  31st  street,  Manhattan. 

193- 25-S — il4  West  31st  street,  Manhattan. 

209-25-S — 427  Fourth  avenue,  Manhattan. 

211-25-S — 20  Starr  street,  Brooklyn. 

224-25-S — 38  Great  Jones  street,  Manhattan. 

126-25-S — 14  East  55th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

1332-24-S— 101-103  West  42nd  street  and  737-745  Sixth 
avenue,  Manhattan. 

80-25-S — 23  West  56th  street,  Manhattan. 

1493-24-S — 30  East  9th  street,  Manhattan. 

1249-24-S — 157-161  West  29th  street,  Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 

28-25-S — 17  East  54th  street,  Manhattan. 

172-25-S — 535-547  West  45th  street,  Manhattan. 

178-25-S — 391  Washington  street,  Manhattan. 

1339-24-S — 444  East  13th  street,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  May  8,  1925,  at  10  a.  m. 

Rule. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  May  12,  1925,  at  2  p.  m., 

Building  Zone  Cases. 

292-25-BZ. 

APPLICANT — Samuel  Marer,  owner. 

PREMISES — 2621-2631  Aqueduct  avenue,  Borough  of  The 
Bronx. 
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TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

249-25-BZ. 

APPLICANT — Peter  P.  Smith,  for  Bay  Ridge  Savings 
Bank,  owner. 

PREMISES — 5315-5325  Fifth  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance  of  a 
business  building  to  be  used  for  banking  purposes. 

132-25-BZ. 

APPLICANT — Samuel  Cohen,  for  Sherman-Fulton  Co., 
Inc.,  owner. 

PREMISES — 321  West  118th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  alteration  and 
conversion  of  occupancy  from  residence  use  to  a 
business  use  on  the  first  story  only. 

715-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Leo  Solicito,  owner. 

PREMISES — 811  East  224th  street,  Borough  of  The 

Bronx. 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
garage  for  the  storage  of  four  (4)  pleasure  motor 
vehicles,  four  (4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises. 

1399-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Frederick  P.  Bal¬ 
lard,  owner. 

PREMISES — 708  East  216th  street,  Borough  of  The 

Bronx. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  alteration  and  change  of  occu¬ 
pancy  from  a  stable  and  private  garage  to  a  garage 
for  the  storage  of  three  (3)  commercial  and  two 
(2)  pleasure  motor  vehicles,  two  (2)  spaces  rented 
to  persons  not  residing  on  the  premises. 

1413-24-BZ. 

APPLICANT — Walter  B.  Wills,  for  M.  Richman,  owner. 

PREMISES — 1180-1188  Myrtle  avenue,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

190-24-BZ. 

APPLICANT— Edward  V.  Dodd,  for  Wm.  F.  Till,  owner. 

PREMISES — 2513-2519  Tilden  avenue,  Brooklyn. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in  a 
business  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  May  12,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1175-24-A— 628-642  West  45th  street,  Manhattan. 

969-24- A— 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

1535-24-A— 169-195  West  street,  Brooklyn. 

54-25-A— 248-254  West  60th  street  and  549-555  West  59th 
street,  Manhattan. 

16-24-A — 1342  Park  avenue,  Manhattan. 

1177-24-A — 79-89  Seventh  avenue,  Manhattan. 

1263-24-A — 532  East  184th  street,  The  Bronx. 


339-25-A — West  side  of  Kemble  avenue,  1,352  ft.  3J^  in 
south  of  Mill  avenue,  Brooklyn. 

1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 
1496-24-A — 205-207  West  33rd  street,  Manhattan. 

840-23-A — 3587-3589  Broadway,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeal; 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May •  12,  1925,  at  K 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow 
ing  matter : 

cal.  no.  237-25-BZ — Application,  February  26,  1925,  undei 
the  building  zone  resolution,  of  Williair 
F.  Doyle,  applicant,  on  behalf  of  Bee 
Dee  Realty  Co.,  owner,  to  permit  in  ; 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  38-44  State  street,  Brooklyn, 

cal.  no.  480-24-BZ — Application,  April  14,  1924,  under  the 
building  zone  resolution,  of  Silberman 
&  Steinfeld,  applicants,  on  behalf  of 
Tram  Realty  Co.,  owner,  previously 
dismissed  by  the  board,  to  permit,  part¬ 
ly  in  a  residence  district  and  partly  in 
a  business  district,  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehi¬ 
cles  ;  premises  1927-1941  Broadway, 
Brooklyn. 

cal.  no.  218-25-BZ — Application,  February  24,  1925,  under 
the  building  zone  resolution,  of  Na¬ 
than  Rotholz,  applicant,  on  behalf  of 
William  S.  O’Brien,  owner,  to  permit 
in  a  residence  and  “B”  area  district  and 
within  a  portion  of  a  street  between  two 
intersecting  streets  in  which  portion 
there  exists  an  exit  and  entrance  to  a 
school  and  also  within  200  feet  in  a 
direct  line,  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles  and 
to  occupy  more  than  40  per  cent  of  the 
area  of  rear  yard  at  curb  level,  con¬ 
trary  to  the  requirements  of  the  zone 
resolution;  premises  517  West  161st 
street,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  May  12,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

1374-24-A — >305-309  Broadway,  Manhattan. 

621-20- A.-  -39-83  Water  street,  Brooklyn. 

258-23-A — 307  Morris  avenue,  The  Bronx. 

785-24-A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24-A — 43-45  Wooster  street,  Manhattan. 

867-23-A — 2711  Webster  avenue,  The  Bronx. 

331-24-A — 508-534  West  212th  street,  Manhattan. 

904-24-A — 235-239  West  23rd  street,  Manhattan. 
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1247-24- A — 202  Flatbush  avenue,  Brooklyn. 

124-25-A — 13  Van  Dam  street,  Manhattan. 

1387-23-A— 622-640  West  57th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon.  May  12,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  fol¬ 
lowing  matter : 

cal.  no.  811-24-BZ— Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Duunigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 

BValbalia  Corporation,  owner,  to  permit 

in  a  business  district  the  erection  and 

!  maintenance  of  a  garage  for  the  stor¬ 

age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

cal.  no.  1038-24-BZ — Application,  August  19,  1924,  under 

I  the  building  zone  resolution,  of  Charles 

D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue,  Brooklyn 

cal.  no.  1400-23-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Turin  Garage  and  Supply  Co.,  Inc., 
owner,  previously  withdrawn,  to  permit 
in  a  residence  district  the  alteration 
and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  55  West  93rd 
street,  Manhattan. 

cal.  no.  110-25-BZ— Application,  January  26,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Brecher  Building  Corp.,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  southeast  cor¬ 
ner  of  Washington  avenue  and  Fifth 
avenue,  Long  Island  City,  Queens. 

cal.  no.  143-25-BZ— Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Lottie  Snyder,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  buildings  to  be  used 
for  store  purposes  only  on  the  1st 
story;  premises  7601-23  21st  avenue, 
Brooklyn. 

cal.  no.  166-25-BZ— Application,  February  9,  1925  under 
the  building  zone  resolution,  ot  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
f  Hallert  Realty  Corp.,  owner,  to  permit 


in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  store  purposes ;  premises  178-186 
Parkside  avenue,  Brooklyn. 

cal.  no.  997-24-BZ — Application,  August  1,  1924,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  D. 
Coppersmith,  owner,  to  permit  partly 
in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  112-144  East  98th  street, 
Brooklyn. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  and  also  within  a 
“B”  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution  ;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  May  19,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

138-25-A — Foot  of  Amity  and  Congress  streets,  Brooklyn. 

66-25-A — 245  West  55th  street,  Manhattan. 

189-25-A — 338-340  Flushing  avenue,  Brooklyn. 

151-25-A — 1-3  Amsterdam  avenue  and  447  West  59th 
street,  Manhattan. 

299-25-A — 136  West  50th  street,  Manhattan. 

250- 25-A — 89-91  Bridge  street,  Brooklyn. 

251- 25-A — 89-91  Bridge  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  I  uesday  morning,  May  19,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matter : 

cal.  no.  1358-24-BZ — Application,  November  18,  1924,  under 
the  building  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Lirpa 
Realty,  owner,  to  permit  in  a  business 
district  the  alteration  and  conversion 
of  occupancy  from  a  stable  for  more 
than  five  (5)  horses  to  a  garage  for  the 
storage  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  57-59  West  132nd 
street,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  May  19,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

982-24-S— 614-618  West  131st  street,  Manhattan. 
163-25-S — 4049  Third  avenue,  The  Bronx. 

1412-23-S— 174  Duffield  street,  Brooklyn. 

1-25-S — 1723  Bath  avenue,  Brooklyn. 
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252-25-S — 6  Reade  street,  Manhattan. 

307-25-S — 3218  Church  avenue,  Brooklyn. 
290-25-S — 442-450  West  31st  street,  Manhattan. 
361-25-S — 41  West  57th  street,  Manhattan. 
276-25-S — 13  East  31st  street,  Manhattan. 
273-25-S — 131  West  45th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 
259-25-SA — Electrol  Automatic  Oil  Burner. 


BOARD  OF  APPEALS. 

Tuesday,  May  26,  1925,  at  10  a.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May  26,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

CAL.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 


ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  Ths 
Bronx. 

cal.  no.  378-24-BZ — 'Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
JJunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

CAL.  NO  1367-23  BZ— Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area ;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  APRIL  28,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  April  21,  1925,  were 
approved  as  printed  in  the  Bulletin,  No.  17,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
588-24-A. 

APPELLANT — Nathaniel  Seaman,  for  Olivett  Distrib¬ 
uting  Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 250  Hudson  street,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1925,  at 
2  p.  m. 


589-24- A. 

APPELLANT — Corona  Chemical  Co.,  Inc.,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 43-45  Wooster  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1925,  at 
2  p.  m. 


1447-24- A. 

APPELLANT — Keiner  Williams  Stamping  Co.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 8746  123rd  street,  Richmond 
Hill,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  Frederick  A.  Fullhardt. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1925,  at 
10  a.  m.,  to  file  plans  in  fire  department. 


APPELLAN  P  Cornell  Utilities  Co.,  Inc.,  for  Brother- 
hood  of  Locomotive  Engineers,  owner. 

SUBJECT  Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED— 205-207  West  33rd  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  William  Porter. 

ACTION  Ob  BOARD — Laid  over  to  May  12,  1925,  at 
10  a.  m.,  to  correct  plans  in  fire  department. 

840-23-A. 

APPELLANT — Success  Iheatre  Corp.,  lessee. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 3587-3589  Broadway,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Edward  P.  Doyle. 

ACTION  Ob  BOARD — Laid  over  to  May  12,  1925,  at 
10  a.  m.,  on  request  of  appellant’s  representative. 

867-23-A. 

APPELLANT  James  J.  Walker,  for  Gee  Kay  Amuse¬ 
ment  .Corp.,  lessee. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 2711  Webster  avenue,  The 
Bronx. 

APPEARANCES— None. 

AC  I  ION  OF  BOARD- — Laid  over  to  May  12,  1925,  at 
2  p.  m.,  on  written  request. 


1387-23-A. 

APPELLANT  Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  P.  &  M.  Building  Corporation, 
owner. 

SUBJECI  Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED— 622-640  West  57th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

ACTION  OF  BOARD — Appeal  reopened  and  set  for 
hearing  May  12,  1925,  at  2  p.  m. 
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IE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

17-24-A.  ,  .  „  T 

’PELLANT — Samuel  Cohen,  for  A.  &  L.  Aaront, 

lessees. 

IBJECT — Appeal  from  order  of  superintendent  of 
buildings.  ,, 

DEMISES  AFFECTED— 560  Seventh  avenue,  Man¬ 
hattan. 

’PEARANCES — None. 

JTION  OP'  BOARD — Chairman  read  request  to 
withdraw — appeal  withdrawn. 

dE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and  Con¬ 
nell  .  G 

Negative  . 0 

Absent:  Fire  Chief  Kenlon .  1 


ence  of  a  Fire  Department  Representative.’ 

“(10)  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals. 

“(9)  Show  auxiliary  tank  located  at  least  10  ft.  from 
any  fire  or  flame.” ; 


9“24"A» 

PPELLANT — Philip  J.  Sinnott,  for  37-39  East  28th 
Street  'Co.,  owner.  .  . 

JBJFCT — Appeal  from  orders  of  fire  commissioner. 

REMISES  AFFECTED— 37-39  East  28th  street, 
Manhattan. 

PPEARANCES — 

For  Appellant:  Philip  J.  Sinnott. 

CTION  OF  BOARD— Appeal  withdrawn. 

HE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  P'ire  Chief  Kenlon  .  7 

Negative  .  G 

Absent  .  0 


and  .  — 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  37  ft.  by  40  ft.  in  area;  OCCUPIED  as  a  dwelling; 
and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  550-gallon  fuel  oil  storage  tank,  a  55-gallon 
auxiliary  tank,  a  NoKol  burner  and  the  necessary  valves 
and  piping  to  make  a  complete  installation ;  and 

Whereas,  appellant  contends  that  the  tank  is  buried 
underground  and  encased  in  12  in.  of  concrete,  and  requests 
the  acceptance  of  an  affidavit  to  the  effect  that  the  tank 
has  undergone  a  shop  test  and  that  all  piping  is  standard 
wrought  iron  piping. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  2,  on  condition  that  certificate  of  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner;  as  to 
Item  5,  on  condition  that  standard  wrought  iron  piping 
shall  be  used  throughout  the  installation;  as  to  Items 
9  and  10,  on  condition  that  the  door  of  fire-box  of  boiler 
shall  be  equipped  with  a  self-closing  device;  that  direct 
ventilation  shall  be  provided  from  the  room  in  which  boiler 
is  located  to  outer  air;  and  that  the  installation  shall  com¬ 
ply  with  the  fuel  oil  rules  in  all  other  respects. 


)3-25-A 

PPELLANT — Cornell  Utilities  Co.,  Inc.,  for  Alfred 
V.  S.  Olcott,  owner. 

UBJECT — Appeal  from  decision  of  fire  commissioner. 
REMISES  AFFECTED— South  side  of  West  250th 
street,  128  feet  west  of  Goodridge  avenue,  The 

Bronx. 

.PPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 

department. 

iCTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Hol¬ 
land  .  6 

Negative  . 0 

Absent:  Fire  Chief  Kenlon .  I 

THE  RESOLUTION: 

(103-25-A) 

Whereas,  Cornell  Utilities  Company,  Inc.,  for  Alfred 

/.  S.  Olcott,  owner,  filed,  January  23,  1925,  an  appeal,  with 
he  board  of  appeals,  from  a  decision  of  the  fire  commis- 
ioner,  affecting  premises  at  south  side  of  West  250th  street, 
128  ft.  west  of  Goodridge  avenue,  Borough  of  The  Bronx ; 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  30,  1924,  reads : 

“Alteration  App.  No.  2660-24 : 

“No.  (2)  Note  on  tank  drawing,  tank  will  be  tested 
in  presence  of  a  Fire  Department  representative  and 
afterwards  coated  with  a  suitable  rust  resisting  ma¬ 
terial. 

“(5)  Note  on  plan:  ‘Piping  will  be  tested  in  pres- 


156-25-A.  „  ,  _  , 

APPELLANT— Stephen  M.  Smith  Co.,  for  Dykes 
Lumber  Company,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 350  West  44th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Stephen  M.  Smith. 

For  Administration:  Inspector  Lynch  of  fire 

department. 

ACTION  OF  BOARD- Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(156-25-A) 

Whereas,  Stephen  M.  Smith  Co.,  for  Dykes  Lumber 

Company,  owner,  filed,  bebruary  5,  1925,  an  appeal,  with 
the  board  of  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  350  West  44th  street,  Manhattan; 

and  .  .  T 

Whereas,  the  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  15,  1925,  reads:  .  ,,  T 

“With  reference  to  your  application,  dated  June  16, 
1924,  for  a  permit  to  maintain  a  non-storage  garage 
at  the  above  location,  I  regret  to  inform  you  that  I 
am  without  power  to  grant  such  permit  because  the 
building  is  of  frame  construction. 

“You  are,  therefore,  ordered  to 
“1.  Remove  all  motor  vehicles,  the  fuel  tanks  of 
which  are  not  empty  and  to  discontinue  the  use  of 
premises  as  a  garage.” ; 

Whereas,  the  building  is  frame,  three  stories  in  height, 
25  ft.  by  100  ft.  in  area;  OCCUPIED  for  the  storage 
of  lumber  and  also  for  the  storage  of  two  automobile  de¬ 
livery  trucks  in  the  driveway  of  the  premises;  and 

Whereas,  appellant  proposes  to  fireproof  the  walls  and 
ceiling  of  the  driveway  and  install  a  pair  of  metal-cov¬ 
ered  doors  at  the  rear  of  the  driveway,  thereby  isolating 
it  from  the  lumber  storage. 
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Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  not  more  than  two  (2)  auto¬ 
mobile  trucks,  the  property  of  the  owner  of  the  premises, 
used  in  the  conduct  of  his  business  on  the  premises,  shall 
be  maintained  in  the  open  runway,  separated  from  the  lum- 
s^0l^e  rear  by  a  fireproof  self-closing  door; 

and  on  further  condition  that  the  runway,  side  walls  and 
ceiling  shall  be  fire-retarded  in  accordance  with  the  rules 
of  the  board  of  standards  and  appeals. 

195-25-A. 

APPELLAN1  Cornell  Utilities  Co.,  Inc.,  for  Samuel 
Rosenman,  owner. 

SUBJECT  Appeal  from  decision  of  fire  commissioner 
PREMISES  AFFECTED — 262  West  End  avenue!  Man 
hattan  Beach,  Brooklyn. 

APPEARANCES— 

bor  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 

department. 

roMIT?T^T^FToBOAARD—Appeal  £ranted  on  condition. 
CONDITIONS — As  specified  in  resolution 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  7 

Negative  .  '  Q 

Absent .  .  n 

THE  RESOLUTION:  . 

( 195-25-A) 

Whereas,  Cornell  Utilities  Company,  Inc.,  for  Samuel 
Rosenman,  owner,  filed  February  17,  1925,  an  appeal,  with 
the  board  of  appeals,  from  a  decision  of  the  fire  commis- 
sioner,  affecting  premises  262  West  End  avenue,  Borough 
of  Brooklyn;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
January  10,  1925,  affecting  Alteration  Application  No  2736- 
24,  reads  : 

.  “(3)  Note  on  tank  drawing,  tank  will  be  tested 
in  presence  of  a  Fire  Department  Representative  and 
afterwards  coated  with  a  suitable  rust-resisting  ma¬ 
terial. 

“(7)  Note  on  Plan:  ‘Piping  will  be  tested  in  pres¬ 
ence  of  a  Fire  Department  Representative.’ 

(11)  Burners  must  be  or  a  type  approved  by  the 
Board  of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  26  ft.  by  35  ft.  in  area;  OCCUPIED  as  a  dwell¬ 
ing  ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  550-gallon  fuel  oil  storage  tank,  a  55-gallon 
auxiliary  tank,  a  NoKol  burner  and  the  necessary  valves 
and  piping  to  make  a  complete  installation ;  and 
Whereas,  appellant  contends  that  the  tank  is  buried 
underground  and  encased  in  12  in.  of  concrete,  and  requests 
•  the  acceptance  of  an  affidavit  to  the  effect  that  the  tank 
has  undergone  a  shop  test  and  that  all  piping  is  standard 
wrought  iron  piping. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  3,  on  condition  that  certificate  of 
factory  test  shall  be  filed  with  the  fire  commissioner ;  as 
to  Item  7,  on  condition  that  all  piping  used  throughout  the 
installation  shall  be  of  standard  wrought  iron;  as  to  Item 
11,  on  condition  that  door  of  fire-box  of  boiler  shall  be 
equipped  with  self-closing  device;  and  that  the  installa¬ 
tion  shall  comply  with  the  fuel  oil  rules  in  all  other  respects. 

196-25-A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  William 
Fox,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 316  West  91st  street,  Man¬ 
hattan. 


APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  f 
department. 

rf)Nn°mnv?BOAARU~iPeeaI  granted  on  conditie 
As  sPecified  in  resolution. 

1  ti VOl  E — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  . 

Negative  . 

Absent  . 

THE  RESOLUTION: 

„r  ^  (196-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  William  Ft 
owner,  fi  ed  February  11,  1925,  an  appeal,  with  the  boa 
o  appeals,  from  a  decision  of  the  fire  commissioner  ; 
iecting  premises  316  West  91st  street,  Manhattan;  and 
W  hereas,  the  decision  of  the  fire  commissioner,  render 
January  15,  1925,  in  acting  on  Alt.  Application  No.  2D 
24,  reads : 

2.  Burners  must  be  of  a  type  approved  by  t 
Board  of  Standards  and  Appeals.”- 

and 

Whereas,  the  building  is  non-fireproof,  four  stories 
height,  20  ft.  by  85  ft.  in  area;  OCCUPIED  as  a  dwellin 
and 

Whereas,  a  fuel  oil  burning  system  has  been  install 
consisting  of  a  200-gallon  oil  storage  tank,  a  55-gallon  aux 
lary  tank,  a  NoKol  burner  and  the  necessary  valves  ai 
piping  to  make  a  complete  installation;  and 
Whereas,  appellant  contends  that  the  tank  was  install 
under  the  fuel  oil  rules  of  1922,  and  requests  the  acceptan 
of  an  affidavit  to  the  effect  that  the  tank  has  undergo: 
a  shop  test,  and  contends  further  that  the  piping  is  stan 
ard  wrought  iron  piping,  and  further  requests  a  tempora: 
permit  pending  the  action  of  the  board  upon  an  applic 
tion  for  the  approval  of  the  burner. 

Resolved ,  that  the  decision  of  the  fire  commissioner  1 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  herel 
is  granted  on  condition  that  the  door  of  fire-box  of  boib 
shall  be  equipped  with  self-closing  device,  and  that  tl 
installation  shall  comply  with  the  fuel  oil  rules  in  all  oth< 
respects. 

99-25-A 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Micha< 
Shea,  owner. 

SUBJECT  Appeal  from  decision  of  fire  commissione; 
PREMISES  AFFECTED — 220  Corbin  place,  Brooklvi 
APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fir 
department. 

AC  I  ION  OF  BOARD — Appeal  granted  on  conditior 
CONDI  I  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  1 

Negative  .  1 

Absent .  1 

THE  RESOLUTION: 

(99-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Michael  Shea 
owner,  filed,  January  23,  1925,  an  appeal,  with  the  boan 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af 
fecting  premises  220  Corbin  place,  Brooklyn;  and 
Whereas,  the  decision  of  the  fire  commissioner,  renderec 
December  30,  1924,  in  acting  on  Alteration  Application  No 
2651-24,  reads : 

“2.  Note  on  tank  drawing,  tank  will  be  tested  ir 
presence  of  a  Fire  Department  Representative  and  aft 
erwards  coated  with  a  suitable  rust  resisting  material 
“5.  Burners  must  be  of  a  type  approved  by  the 
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Board  of  Standards  and  Appeals.”; 


a 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
ight,  28  ft.  by  47  ft.  in  area;  OCCUPIED  as  a  dwelling; 

d 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
nsisting  of  a  700-gallon  fuel  oil  tank  buried  outside  the 
lilding;  a  55-gallon  auxiliary  tank,  a  Nokol  burner  and 
e  necessary  valves  and  piping  to  make  a  complete  in- 
illation;  and 

Whereas,  appellant  requests  the  acceptance  of  a  sworn 
lidavit  to  the  effect  that  the  tank  has  undergone  a  shop 
st,  and  contends  that  in  all  other  respects  the  installa- 
■>n  conforms  with  the  fuel  oil  rules  excepting  in  that 
e  burner  is  not  an  approved  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
id  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
granted,  as  to  Item  2,  on  condition  that  certificate  of  fac- 
,ry  test  shall  be  filed  with  the  fire  commissioner;  as  to 
cm  5,  on  condition  that  door  of  fire-box  of  boiler  shall 
•  equipped  with  self-closing  device;  and  that  the  installa- 
■»n  shall  comply  with  the  fuel  oil  rules  in  all  other  respects. 


02-24-A. 

PPELLANT— John  A.  Harriss.  .  . 

UBTECT — Appeal  from  decision  of  fire  commissioner. 
REMISES  AFFECTED— 1775  Broadway,  Manhat¬ 
tan. 

PPEARANCES —  ^  ^  t. 

For  Appellant:  W.  H.  Driscoll  and  George  P. 

Knight.  .  u  t  c. 

For  Administration:  Inspector  Lynch  of  hre 

,!  department. 

CTION  OF  BOARD — Appeal  granted  on  condition 
ONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  7 

Negative  .  ® 

Absent  . 0 

THE  RESOLUTION: 

(1402-24- A) 

Whereas,  John  A.  Harriss,  for  Columbus  Circle  Arcade 
o.,  owner,  filed,  November  26,  1924,  an  appeal,  with  the 
oa’rd  of  appeals,  from  an  order  of  the  fire  commissioner, 
ffecting  premises  1775  Broadway,  Manhattan ,  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Au- 

ust  27,  1924,  reads:  ,  ,  . 

“4  Provide  a  hydrostatic  test  of  fuel  oil  storage 
tank’  or  tanks  of  at  least  30  lbs.  per  square  inch  if 
welded  tank  or  25  lbs.  per  square  inch  if  riveted  tank.  ; 

nd  , 

Whereas,  the  building  is  fireproof,  three  stories  and  pent 

ouse  in  height,  216  ft.  by  210  ft.  (irregular)  in  area;  OC- 
'UPIED  as  stores  and  offices,  approximately  1,200  persons 

l  entire  building;  and  .  , 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
i  the  basement  of  the  premises,  consisting  of  two  riveted 
0  ft.  diameter  (20,000  gal.  capacity)  storage  tanks  and 
he  necessary  approved  burners,  valves  and  piping ,  and 
Whereas,  appellant  contends  that  these  two  tanks,  which 
/ere  provided  under  the  assumption  that  the  building  won  < 

>e  much  higher,  were  installed  under  the  fuel  oil  rules 
if  1922,  and  in  conformity  therewith  were  buried  bein' 
'round  and  encased  in  12  in.  of  concrete ;  and  contends  fur- 
her  that  the  tanks  have  undergone  a  shop  test  and  ha-, 
fled  an  affidavit  to  this  effect  with  the  bureau  of  fire  pre¬ 
vention.  .  .  .  , 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
t  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  a  test  shall  be  made  under  the 
■xisting  conditions  in  the  presence  of  representatives  o 
he  fire  department ;  that  the  tanks  shall  be  filled  with  wa¬ 


ter  and  so  maintained  for  not  less  than  six  hours  without 
loss  of  pressure. 

1414-24-A. 

APPELLANT — Oscar  Goldschlag,  for  Fanny  Schumacher, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1104-1122  Webster  avenue, 
The  Bronx. 

APPEARANCES— 

For  Appellant:  Oscar  Goldschlag. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  7 

Absent .  0 

TPIE  RESOLUTION: 

(1414-24-A) 

Whereas,  Oscar  Goldschlag,  for  Fanny  Schumacher, 
owner,  filed,  December  1,  1924,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  1104-1122  Webster  avenue,  Borough  of 
Bronx ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
November  21,  1924,  in  acting  on  Alteration  Application  No 
1591-23,  reads: 

“2.  1000  gallon  gasoline  tank  not  permitted,  maxi¬ 

mum  capacity  is  550  gallons.” ; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  having  a  frontage  of  209  ft.  10  in.  on  Webster  ave¬ 
nue  and  196  ft.  2  in.  on  Brook  avenue;  OCCUPIED  as 
a  public  garage,  there  being  a  1,000-gallon  gasoline  storage 
tank  buried  underground  at  the  Webster  avenue  front  of 
the  premises ;  and 

Whereas,  this  case  was  withdrawn  at  the  meeting  held 
on  February  24,  1925,  and  reopened  by  vote  of  the  board 
on  March  31,  1925;  and 

Whereas,  appellant  contends  that  the  building  was  erected 
as  a  public  garage  in  1918  and  that  a  certificate  of  oc¬ 
cupancy  was  issued,  and  that  the  tank  is  encased  in  12  in. 
of  concrete  and  buried  4  ft.  below  the  ground,  and  con¬ 
tends  that  hardship  would  result  if  new  tanks  are  ordered 
to  be  installed. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby 
is  denied. 


1491-21-A. 

APPELLANT — Mrs.  Fannie  Kally. 

SUBJECT — Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED— North  side  of  Hillside  ave¬ 
nue,  400  feet  east  of  Nagel  avenue,  Manhattan. 
APPEARANCES— 

For  Appellant:  Frank  Kelly. 

ACTION  OF  BOARD — Appeal  reopened;  one  year’s 
extension  of  permit  granted. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT  ONE  YEAR— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  . 

Negative  . 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(1491-21-A) 

Whereas,  Fannie  Kelly,  owner,  filed,  November  30,  1921, 
an  appeal,  with  the  board  of  appeals,  from  an  order  of 
the  fire  commissioner,  affecting  premises  north  side  of 
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Hillside  avenue,  400  ft.  east  of  Nagel  avenue,  Manhattan; 
and 

Whereas,  the  order  of  the  fire  commissioner,  No.  3944- 
LC,  dated  January  8,  1921,  reads: 

“With  reference  to  your  application,  dated  July  17, 
1920,  for  a  permit  to  maintain  a  non-storage  garage  at 
the  above  location,  I  regret  to  inform  you  that  I  am 
without  power  to  grant  such  permit  because  the  build¬ 
ing  is  of  frame  construction. 

“Sec.  5,  par.  4,  Chapt.  5  of  the  Code  of  Ordinances 
provides  that  ‘no  change  of  occupancy  or  use  shall  be 
made  in  any  *  *  *  now  existing  *  *  *  building  *  *  * 
unless  such  building  conforms  to  the  provisions  of  the 
building  code  with  respect  to  buildings  hereafter  altered 
for  the  proposed  new  occupancy  or  use. 

“Sec.  90,  Chapt.  5  of  the  Code  of  Ordinances  .pro¬ 
vides  that  *  *  *  no  frame  *  *  *  structure  shall  be 
hereafter  built  *  *  *  within  *  *  *  the  fire  limits. 

“You  are,  therefore,  ordered  to — 

“1.  Remove  all  motor  vehicles,  the  fuel  tanks  of 
which  are  not  empty  and  to  discontinue  the  use  of 
premises  as  a  non-storage  garage.” ; 

and 

Whereas,  the  building  is  of  frame  and  corrugated  iron 
construction,  located  in  a  residence  district,  one  story  in 
height,  20  ft.  by  30  ft.  in  area ;  OCCUPIED  as  a  garage 
for  five  cars ;  and 

Whereas,  appellant  states  that  the  building  has  been  used 
as  a  garage  since  its  erection  in  1906  and  that  space  has 
been  continually  rented  out  from  1907  until  the  present  time 
and  has  filed  affidavits  as  to  the  renting  out  of  space  since 
1915;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  February  14,  1922,  on  certain  conditions,  and  ap¬ 
pellant  requested  a  modification  of  these  conditions  as  to 
time  limit. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  to  permit  the  temporary  use  of  the  building  as  a 
five-car  garage  for  a  period  not  to  exceed  one  year  from 
the  date  of  this  action. 


679-24-A. 

APPELLANT — William  F.  Doyle,  for  Gerstendorfer 
Bros.,  owners. 

SUBJECT — Application  for  reopening — appeal  from 
orders  of  fire  commissioner. 

PREMISES  AFFECTED — 80-92  Third  street,  Brook¬ 
lyn. 

APPEARANCES— 


For  Appellant:  William  F.  Doyle. 

ACTION  OF  BOARD — Appeal  reopened;  modification 
granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESO¬ 
LUTION— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  l 

THE  RESOLUTION: 

(679-24-A) 


Whereas,  Wm.  F.  Doyle,  for  Gerstendorfer  Bros.,  owner, 
filed,  May  15,  1924,  an  appeal,  with  the  board  of  appeals, 
from  orders  of  the  fire  commissioner,  affecting  premises 
80-92  3rd  street,  Brooklyn ;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated 
March  31,  1924,  read: 

“No.  53741-F : 

1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  *  *  / 

“No.  53742-F  : 


1.  _  Provide  iron  or  kalameined  shutters  at  all 
ing-s  in  the  exterior  wall  above  1st  story  *  *  *  ” 
and  c 


open 


Whereas,  the  premises  consist  of  a  non-fireproof  build¬ 
ing,  four  stories  and  basement  in  height,  113  ft.  7  in  by 
199  ft.  8  in.,  irregular,  7,000  sq.  ft.  in  area,  with  a  one- 
story  and  mezzanine  extension,  about  5,000  sq.  ft.  in  area; 
OCCUPIED  for  the  manufacture  of  paints,  63  persons 
and 

Whereas,  appellant  contends  the  building  is  equipped  with 
a  two-source  sprinkler  system  with  an  average  pressure 
of  24  lbs.  per  square  inch  at  highest  line  of  sprinklers;  that 
the  two  buildings,  each  less  than  10,000  sq.  ft.,  are  separated 
by  brick  walls  with  openings  therein,  protected  by  fireproof 
safety  catch  doors ;  and  in  regard  to  Order  No.  53742-F, 
contends  that  there  are  sprinkler  heads  near  each  window 
and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  June  27,  1924,  on  certain  conditions,  and  appellant 
requested  a  modification  of  these  conditions  as  to  location 
of  sprinkler  heads  near  windows. 

Resolved,  that  the  orders  of  the  fire  commissioner  be  and 
they  hereby  are  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  building  be  equipped  with 
approved  two-source  sprinkler  system,  so  long  as  conditions 
as  to  occupancy  and  use  and  its  relation  to  adjoining  prem¬ 
ises  remain  unchanged;  and  that  the  openings  in  the  ex¬ 
terior  embraced  in  this  order  shall  be  protected  with  sprin¬ 
kler  heads  not  more  than  3  ft.  6  in.  distant  therefrom. 

614-24-A. 

APPELLANT — Briggs  Engineering  Company,  Inc.,  repre¬ 
senting  owner. 

SUBJECT — Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED — 212  25th  street,  Brooklyn. 
APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request;  appeal 
reopened;  90-day  extension  of  permit  granted. 
THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative  .  o 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(614-24-A) 


Whereas,  Emil  Guterman,  for  Joseph  H.  Meyer  Bros., 
owner,  filed,  May  2,  1924,  an  appeal,  with  the  board  of 
appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  212  25th  street,  Brooklyn;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  87738- 
LC,  dated  April  4,  1924,  reads : 

“With  reference  to  your  application  for  a  permit  to 
store  fuel  on  at  above  location,  I  regret  to  inform  you 
that  I  am  without  power  to  grant  such  a  permit  for 
the  reason  that  the  storage  of  fuel  oil  at  the  above 
location  is  not  in  accordance  with  the  rules  adopted  by 
the  Board  of  Standards  and  Appeals  on  Nov.  6,  1919, 
as  amended  January  18,  1924. 

“You  are  therefore  ordered  to  remove  all  fuel  oil 
from  the  storage  tank  and  discontinue  the  further 
storage  and  use  of  fuel  oil  at  the  above  location.”; 

and 

W hereas,  the  building  is  non-fireproof,  one  story  and 
cellar  in  height,  45  ft.  by  134  ft.  in  area.  OCCUPIED: 
Cellar,  boiler  room;  1st  story  for  the  manufacture  of  pearl 
beads,  and  office ;  and 

W hereas,  a  fuel  oil  burning  system  has  been  installed 
which  has  been  accepted  and  approved,  excepting  the 
“burner,”  by  the  fire  department;  and 
Whereas,  appellant  requests  a  90-day  permit  pending  an 
inspection  of  the  oil  burner  by  the  board ;  and 
W hereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  June  1,  1924,  on  certain  conditions,  and  appellant 
requested  a  modification  of  these  conditions  as  to  time  limit. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  for  a  temporary  period  of  ninety  (90)  days,  on 
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condition  that  the  installation  shall  comply  with  the  fuel 
oil  rules  in  all  other  respects,  pending  an  inspection  by 
committee  of  board  of  standards  and  appeals,  approval  of 
the  burner  now  pending  before  the  board ;  and  that  a  fac¬ 
tory  test  of  storage  tank  shall  be  accepted  in  lieu  of  the 
required  hydrostatic  test. 


618-24-A. 

APPELLANT— Albert  Hayden,  owner. 

SUBJECT — Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED— 517  83rd  street,  Brooklyn. 
APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request;  appeal 
reopened  and  90-day  extension  of  permit 
granted. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER- 

MIT — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative  . 0 

Absent:  Fire  Chief  Kenlon .  1 


THE  RESOLUTION: 

(618-24-A) 

Whereas,  A.  Hayden,  owner,  filed,  May  2,  1924,  an  ap¬ 
peal,  with  the  board  of  appeals,  from  an  order  of  the  fire 
commissioner,  affecting  premises  517  83rd  street,  Brook¬ 
lyn  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  88135- 
LC,  dated  April  12,  1924,  reads: 

“With  reference  to  your  application  for  a  permit  to 
store  fuel  oil  at  the  above  location,  I  regret  to  inform 
you  that  I  am  without  power  to  grant  such  a  permit 
for  the  reason  that  the  storage  of  fuel  oil  at  the 
above  location  is  not  in  accordance  with  the  rules 
adopted  by  the  Board  of  Standards  and  Appeals  on 
Nov.  6,  1919,  amended  Jan.  18,  1924. 

“You  are  therefore  ordered  to  remove  all  fuel  oil 
from  the  storage  tank  and  discontinue  the  further 
storage  and  use  of  fuel  oil  at  the  above  location.”; 
and 

Whereas,  the  building  is  non-fireproof,  two  stones  and 
basement  in  height,  20  ft.  by  60  ft.  in  area;  OCCL^PIED  as 

a  dwelling;  and  . 

Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules  excepting  in  that  the  burner 
(a  Powerlight  Oilheat)  is  not  an  approved  burner;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meetings,  July  15,  1924,  October  28,  1924,  and  January  27, 
1925,  for  a  temporary  period  of  90  days,  and  appellant  re¬ 
quests  an  extension  of  the  period. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereb> 
is  granted,  for  a  temporary  period  of  ninety  days,  pending 
the  action  of  the  board  of  standards  and  appeals  on  peti- 
tion  for  approval  of  burner,  oh  condition  that  the  installa- 
tion  complies  with  fuel  oil  rules  of  the  board  of  standard.-- 
and  appeals  in  all  other  respects. 


BUILDING  ZONE  CASES. 

1091-24-BZ.  „  _ 

APPLICANT— John  W.  Clancy,  for  Valballa  Corpora¬ 
tion,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage-  of  more  than  five.  (5)  motor  vehicle^. 

PREMISES  AFFECTED— 341  East  184th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Gilbert  Price. 

ACTION  OF  BOARD— Laid  over  to  May  12,  1925,  at 
2  p.  m.,  on  request  of  objectors  representati\ e 
and  consent  of  applicant. 


1038-24-BZ. 

APPLICANT — Charles  D.  Cords,  on  behalf  of  Quartin- 
Handler  Corporation,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 750-760  New  York  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Charles  D.  Cords. 

For  Opposition:  None. 

ACTION  OF  BOARD— Laid  over  to  May  12,  1925,  at 
2  p.  m.,  on  request  of  applicant. 


1400-23-BZ. 

APPLICANT — William  F.  Doyle,  for  Turin  Garage 
&  Supply  Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration  and  extension  of  an  existing 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 55  West  93rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  W.  N.  O’Neill,  John  E.  Don¬ 
nelly,  A.  N.  Gitterman  and  others. 

ACTION  OF  BOARD— Laid  over  to  May  12,  1925,  at 
2  p.  m.,  on  request  of  applicant. 


110-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Brecher  Build¬ 
ing  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Southeast  corner  of  Wash¬ 
ington  avenue  and  Fifth  avenue,  Long  Island 
City,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  S.  Caccavale. 

ACTION  OF  BOARD— Laid  over  to  May  12,  1925,  at 
2  p.  m.,  on  request  of  applicant. 


143-25-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Lottie  Snyder, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  buildings  to  be 
used  for  store  purposes  only  on  the  first  story. 

PREMISES  AFFECTED— 7601-23  21st  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Leonard  Brunner. 

ACTION  OF  BOARD— Laid  over  to  May  12,  1925,  at 
2  p.  m.,  on  request  of  objector. 


190-24-BZ. 

APPLICANT— Edward  V.  Dodd,  for  William  F.  Till, 
owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  the  erec¬ 
tion  of  a  public  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 2513-2519  Tilden  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  V.  Dodd. 

For  Opposition:  None. 
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ACTION  OF  BOARD — -Application  reopened  and  set 
for  calendar  call  May  12,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


632-23-BZ. 

APPLICANT- — Morris  Perlstein  for  Antonio  Guigliano, 
owner. 

SUBJECT — Application  for  approval  of  plans  (re:  de¬ 
cision  of  superintendent  of  buildings)  to  permit 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1711-1729  Neptune  avenue, 
Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Approved  plans  as  in  substan¬ 
tial  compliance  with  requirements  of  resolution. 

THE  VOTE  Tp  APPROVE  RETURN  PLANS— 
Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative  .  o 

Absent:  Fire  Chief  Kenlon .  1 


7-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Gilman,  Schles- 
inger  Bldg.  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  and  1 1/2 
times  height  district  the  erection  and  mainte¬ 
nance  of  a  building  to  be  used  for  business  pur¬ 
poses,  also  the  erection  of  the  street  wall  to  a 
height  not  exceeding  the  limit  required  by  the 
building  zone  resolution. 

PREMISES  AFFECTED — 1896-1898  Arthur  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Hol¬ 
land  and  Connell  and  Fire  Chief  Kenlon  4 
Negative:  Messrs.  Kennedy,  Dowd  and  Gun¬ 


nison  .  3 

Absent  .  q 


THE  RESOLUTION: 

(7-25-BZ) 

Whereas,  Philip  J.  Sinnott,  for  Gilman,  Schlesinger 
Building  Co.,  owner,  filed,  January  2,  1925,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  resi¬ 
dence  use  and  also  lj^  times  height  district  the  erection 
and  maintenance  of  a  building  to  be  used  for  business 
purposes  and  also  the  erection  of  the  street  walls  to  a 
height  of  108  ft.  6  in. ;  premises  1896-1898  Arthur  avenue, 
The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  Arthur  avenue  and  Belmont  ave¬ 
nue  are  residence  use  districts  and  Tremortt  avenue  is  a 
business  use  district  and  they  are  also  1  y2  times  height  dis¬ 
tricts  ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  10,  1924,  in  acting  on  N.  B.  App.  No. 
3100-24,  reads : 

“1.  Erection  of  proposed  business  building  in  resi¬ 
dence  district  is  contrary  to  provisions  of  Building  Zone 
Resolution. 


“2.  Height  of  building  exceeds  limits  permitted  by 
Building  Zone  Resolution  on  street  60  ft.  wide  in  1  y2 
times  height  district.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  nine  stories  (108  ft.  6  in.)  in  height,  with  a  front¬ 
age  of  75.63  ft.  and  a  depth  of  121.71  ft.  and  112.12  ft. ; 
to  be  occupied  as  offices  and  bank ;  and 

Whereas,  the  board  was  divided  in  opinion  as  to  whether 
or  not  the  applicant  substantiated  his  basis  of  appeal  under 
section  21,  and  as  to  whether  or  not  he  would  suffer  a  hard¬ 
ship  if  not  allowed  to  erect  a  business  building  on  a  vacant 
plot  in  a  residence  district  between  an  existing  business 
building,  partly  used  as  a  jail,  and  an  apartment  house. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


275-25-BZ. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 88-110  Crown  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  William  H.  Kehoe. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  g 

Negative:  Chairman  Walsh  .  i 

Absent .  q 

THE  RESOLUTION: 

(275-25-BZ) 


Whereas,  Leo  Sheridan,  owner,  filed,  March  11,  1925, 
an  application,  under  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  motor  vehicles ; 
premises  88-110  Crown  street,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Crown  street,  Montgomery 
street  and  Bedford  avenue  are  business  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  10,  1925,  reads: 

“The  erection  of  a  public  garage  for  more  than  five 
motor  vehicles  in  a  business  district..  Denied.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  two  stories  in  height,  with  a  frontage 
of  240  ft.  and  a  depth  of  131  ft. ;  to  be  occupied  as  a 
garage  for  the  storage  of  more  than  five  motor  vehicles ; 
and 

Whereas,  the  board  deemed  it  would  be  a  hardship  to 
deprive  this  applicant  of  the  proposed  garage  use,  in  view 
of  the  non-conforming  invasion  already  in  existence  in  this 
street. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  granted  on  condition  that  the 
building  shall  be  restricted  to  a  two-story  structure  in 
height  above  grade ;  that  the  building  shall  be  erected  fire¬ 
proof;  that  a  rear  yard,  not  less  than  10  ft.  in  depth,  shall 
be  provided  at  the  level  of  the  2nd  story;  that  the  gable 
walls  shall  be  unpierced  throughout  their  entire  height 
and  length,  and  the  rear  wall  throughout  the  1st  story 
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shall  be  unpierced,  any  openings  in  the  rear  wall  above 
the  1st  story  to  be  equipped  with  fixed  steel  sash,  glazed 
with  wire  glass  and  with  not  more  than  one  ventilator  to 
each  frame;  that  any  gasoline  storage  equipment  installed 
shall  be  located  at  the  extreme  front  of  the  building  at 
the  street  wall;  that  the  street  front  of  the  building  shall 
be  finished  in  face  brick  with  architectural  terra  cotta  or 
stone  trimmings;  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from 
the  date  of  this  action. 


57-25-BZ. 

APPLICANT— John  DeHart,  for  Breslauer  Construc¬ 
tion  Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  the  extension,  from  an 
unrestricted  district  into  a  business  district,  of  a 
proposed  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— 1933-1935  Cedar  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  DeHart. 

For  Opposition:  Harry  A.  McDonough,  Mrs. 
Casey,  Rose  Meehan,  Frank  McCann,  Marie 
Bobenck,  Thomas  Payson,  Joe  Casey  and 
E.  Garribrantz. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Kennedy,  Dowd  and 

Gunnison  .  3 

Negative:  Chairman  Walsh,  Messrs.  Holland 
and  Connell  and  Fire  Chief  Kenlon  ....  4 

Absent  .  ® 

THE  RESOLUTION: 

(57-25-BZ) 

Whereas,  John  DeHart,  for  Breslauer  Cons.  Co.,  Inc., 
owner,  filed,  January  13,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension,  from 
an  unrestricted  district  into  a  business  district,  of  a  pro¬ 
posed  garage  for  the  storage  of  more  than  five  motor 
vehicles;  premises  1933-1935  Cedar  avenue,  The  Bronx; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Cedar  avenue  is  a  business 
district  and  Lewis  place  and  Railroad  right  of  way  is  an 
unrestricted  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  2,  1925,  in  acting  on  N.  B.  App.  No.  la- 
25,  and  April  24,  1925,  in  acting  on  amendment  to  N.  B. 
App.  No.  15-25,  reads : 

“Erection  of  proposed  garage  for  the  storage  of  mon 
than  five  motor  vehicles  in  unrestricted  district  extend¬ 
ing  into  business  district  is  contrary  to  the  provisions 
of  the  Building  Zone  Resolution.’1 ; 
and  ...  . 

Whereas,  the  proposed  building  is  to  be  of  non-nreproof 
construction,  one  sotry  and  basement  in  height,  with  a  front¬ 
age  of  50  ft.  and  a  depth  of  138  ft.  and  128  ft.,  irregular, 
and  to  be  occupied  as  a  garage  for  more  than  five  motor 
vehicles ;  and 

Whereas,  that  portion  of  the  plot  within  the  business  use 
street  is  as  yet  uninvaded  by  prohibitive  or  non-conforming 
use,  the  hardship  alleged  would  be  on  the  other  property 
owners  on  the  street  on  which  the  garage  is  proposed. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


1437-23-BZ. 

APPLICANT — Benjamin  Nieberg,  for  C.  &  M.  Garage, 
Inc.,  present  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
^REMISES  AFFECTED— 235-249  West  154th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Julius  Eckman. 

For  Opposition:  None. 

ACTION  OF  BOARD — Modification  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  MODIFY— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative:  Fire  Chief  Kenlon .  1 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1437-23-BZ) 

Whereas,  Frank  Case  Hayden,  for  Edward  Waldron 
and  Fannie  Plass,  owners,  filed,  December  6,  1923,  an  appli¬ 
cation,  under  the  building  zone  resolution,  to  permit  in  a 
business  district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  motor  vehicles ;  premises 
235-249  West  154th  street,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  January  8, 
1924,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
W  hereas,  the  use  district  maps  acocmpanying  the  build¬ 
ing  zone  resolution  show  that  West  154th  street  is  a  busi¬ 
ness  district,  West  155th  street  is  an  unrestricted  district 
and  Macombs  place  is  a  business  and  unrestricted  district; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  26,  1923,  in  acting  on  N.  B.  App.  577- 
23,  reads: 

“1.  Proposed  occupancy  is  contrary  to  the  provisions 
of  Section  4,  Building  Zone  Resolution.” ; 
and  •  '* 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  and  basement  in  height,  with  a  front¬ 
age  of  203  ft.  9  in.  and  a  depth  of  99  ft.  11  in.;  to  be 
occupied  as  a  garage  for  the  storage  of  more  than  five 
motor  vehicles ;  and 

Whereas,  owing  to  the  character  and  use  of  adjoining 
property,  the  board  deemd  that  there  would  be  hardship  in 
preventing  applicant  from  erecting  the  proposed  structure; 
and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting  of  January  8,  1924,  on  certain  conditions,  and 
applicant  requested  a  reopening  of  the  case,  and  the  ap¬ 
plication  was  reopened  by  the  board  at  its  meeting  held 
on  March  31,  1925,  as  to  modification  of  design;  applicant 
proposing  to  erect  two  stores  and  a  gasoline  selling  sta¬ 
tion  on  the  Macombs  place  front  of  the  premises,  thereby 
reducing  the  frontage  of  the  garago  on  West  154th  street 
from  203  ft.  9  in.  to  180  ft.  5  in.,  and  proposes  also,  in 
view  of  decreasing  the  area  of  the  garage,  to  omit  the 
fireproof  division  wall  required  in  the  original  resolution; 

Whereas,  the  board  deemed  the  requested  modification 
and  rearrangement  of  structural  layout  of  the  conditions 

proposed  a  reasonable  one.  ,  , 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  structure  shall 
be  of  fireproof  construction,  limited  to  one  story  in  height 
above  grade,  with  roof  of  flat  design  and  construction; 
that  the  rear  wall  shall  be  unpierced  throughout  its  entire 
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height  and  length;  that  any  skylights  installed  shall  be 
glazed  with  plain  glass,  protected  above  and  below  with 
wire  guards;  that  the  front  elevation  on  154th  street  and 
Macombs  place  shall  be  finished  with  face  brick  and  archi¬ 
tectural  terra  cotta  or  stone  trimmings;  that  the  building 
shall  not  exceed  180  ft.  front  on  154th  street;  that  the 
Macombs  place  front  of  the  building  be  restricted  to  con¬ 
forming  use,  separated  from  garage  by  a  wall  of  approved 
masonry,  unpierced ;  that  there  shall  be  no  vertical  or  hori¬ 
zontal  openings  between  the  basement  and  1st  story. 


621-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Dexter  Holding 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 234-240  East  54th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  l 

THE  RESOLUTION: 

(621-24-BZ) 

Whereas,  William  F.  Doyle,  for  Dexter  Holding  Corp., 
owner,  filed,  May  5,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles;  premises  234-40  East  54th  street,  Man¬ 
hattan  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  54th  street,  Third  ave¬ 
nue  and  Second  avenue  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  2,  1924,  in  acting  on  N.  B.  App.  No.  262- 
1924,  reads : 

“1.  The  erection  of  a  garage  for  the  accommodation 
of  more  than  five  motor  vehicles  in  a  business  district 
is  prohibited  by  the  Building  Zone  Resolution,  Art.  2, 
Sec.  4.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  three  stories  in  height,  with  a  frontage  of  100 
ft.  and  a  depth  of  100  ft.  5  in. ;  and 

Whereas,  there  existed  on  this  street  between  the  inter¬ 
secting  streets  on  July  25,  1916,  a  garage  for  more  than 
five  motor  vehicles ;  and 

Whereas,  an  application  for  variation  of  the  building  zone 
resolution  was  granted  on  these  premises  permitting  the 
erection  of  a  two-story  garage,  and  the  owner  now  wishes 
to  erect  a  three-story  building. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  structure  be 
erected  fireproof  and  limited  in  height  to  three  stories  above 
grade;  that  the  rear  wall  of  the  1st  story  shall  be  unpierced 
throughout  its  entire  height  and  length ;  that  any  gasoline 
storage  system  installed  must  be  located  at  the  extreme  front 
of  the  building  on  the  54th  street  side;  that  the  front  ele¬ 
vation  shall  be  finished  in  face  brick,  architectural  terra 


cotta  or  stone  trimmings  or  the  equivalent;  that  there  shall 
be  no  signs  erected,  exposed  or  displayed  on  the  roof  of 
these  premises ;  that  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  months  and 
the  building  completed  within  eighteen  months  from  the 
date  of  this  action. 


175-25-BZ. 

APPLICANT — Murray  Klein,  for  Louis  Marcus,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  ex¬ 
tending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECT.  ED — 307-313  Rutledge  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Murray  Klein. 

For  Opposition:  None. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  <> 

Negative  .  q 

Absent:  Mr.  Kennedy  .  i 

THE  RESOLUTION: 


(175-25-BZ) 

Whereas,  Murray  Klein,  for  Louis  Marcus,  owner,  filed, 
February  13,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  the  extension,  from  an  unrestricted 
district  into  a  business  district,  of  a  proposed  garage  for 
the  storage  of  more  than  five  motor  vehicles ;  premises 
307-313  Rutledge  street,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Rutledge  street  is  an  unre¬ 
stricted  district  easterly  from  a  point  100  ft.  east  of  Har¬ 
rison  avenue  and  Harrison  avenue  is  a  business  district; 
and 

W hereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  10,  1925,  in  acting  on  N.  B.  App.  No. 
1481-25,  reads: 

“Proposition  contrary  to  zone  resolution,  Art.  II, 
Sec.  4a  15.  The  erection  of  a  public  garage  partly 
in  an  unrestricted  district  but  extending  into  a  business 
district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  and  basement  (23  ft.)  in  height,  with 
a  frontage  of  86  ft.  and  a  depth  of  100  ft. ;  to  be  occupied 
as  a  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles  ;  and 

Whereas,  an  appeal  was  granted  under  date  of  January  18, 
1918,  expiring  by  limitation;  and 

Whereas,  the  board  deemed  the  granting  of  this  appli¬ 
cation  a  reasonable  variation  in  view  of  the  small  area  ex¬ 
tending  into  the  business  use  from  the  unrestricted  district 
and  the  existing  invasions  by  non-conforming  uses. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
shall  be  restricted  to  a  one-story  structure  above  grade; 
that  the  rear  and  gable  walls  shall  be  unpierced  throughout 
their  entire  height  and  length ;  that  there  shall  be  no  ve¬ 
hicular  entrance  within  25  ft.  of  the  westerly  gable  wall ; 
that  any  gasoline  storage  equipment  installed  shall  be  lo¬ 
cated  at  the  extreme  westerly  side  of  the  building  at  the 
street  front;  that  there  shall  be  no  signs  displayed  other 
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ian  one  projecting  sign  indicating  the  title  of  the  garage;  board  and  the  time  limit  within  which  the  construction  was 
,at  the  front  elevation  shall  be  finished  in  face  brick  with  to  be  completed  has  expired,  the  board  deemed  it  reason- 
rchitectural  terra  cotta  or  stone  trimmings;  that  all  per-  able  to  extend  the  time  for  construction. 

necessary  for  the  prosecution  of  the  work  shall  be  Resolved,  that  the  board  of  appeals  does  hereby  make  a 
btained  within  six  months  and  the  building  completed  with-  variation  m  the  application  of  the  use  district  regulations 

one  vear  from  the  date  of  this  action.  and  that  the  application  be  and  it  hereby  is  granted  on 

*  one  •  condition  that  the  portion  of  the  street  walls  of  the  pro¬ 

posed  moving  picture  theatre  extending  into  the  residen- 

6nm  TrA vjt  rrA^rirl-  T  Flvnn  for  \doloh  Lew-  tial  district  shall  be  built  of  pressed  brick  and  cut  stone 

iPPLICANT  Frederick  J.  Flynn,  for  Adolph  Lew  ^  q{  ornamental  design;  that  there  shall  be  no  entrance 

isohn,  owner.  .  .  •  .  to  or  ex;+  from  the  structure  into  the  residential  district 

•UBJECT — Application  (re:  decision  of  superintendent  to  ortnttramm  proposed  court  giving 

of  buildings)  to  permit  m  a  business  district  ex-  «  the  1,03^  ^tront,  ^  PQn  the  sides  with 

tending  into  a  residence  district  the  erec  ion  ^  brkk  wall>  faced  wjth  pressed  brick,  with  cut  stone  coping, 

^ttmtIfSaFFFCTED— 4023-4039  Broadway  600-  and  at  the  building  line  on  169th  street  similar  piers  shall 

and °2^«'™h 

vPPFARANCES—  being  exhibited,  and  on  the  further  condition  that  the  height 

VPP  For  Applicant :  Frederick  J.  Flynn.  and  area  provisions  of  the  building  zone  resolution  be  com- 

vCTIOlToF1  BOARD— Case  reopened  and  extension  Resolved  ohtamed  wlthhfnme months 

of  time  granted  on  same  conditions  as  original  J{  Jhis  actionl  and  that  the  work  shall  be  com- 

'ONDITIONS-As  specified  in  resolution.  pleted  within  eighteen  months  from  the  date  of  this  action. 

THE  VOTE  TO  EXTEND  TIME—  — - 

Affirmative:  Chairman  Walsh,  Messrs.  698-22-BZ.  . 

Dowd,  Gunnison,  Holland  and  Connell..  5  APPLICANT— Emma  J.  Wright  owner.  . 

Negative  . .  0  SUBJECT-Application  (re:  order  of  fire .  comm s- 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2  sioner)  to  permit  in  a  residence ■ 

THF  RFSOI  tttION-  maintenance  of  a  garage  for  the  storage  ot  nve 

THE  RESOLU I  ION.  motor  vehides>  spaces  rented  out. 

Whereas,  George  Mort  Polfard,  architect,  for  Adolph  PREMISES I  AFFECTED-57  Evelyn  place.  The  Bronx. 

Lewisohn,  owner,  filed,  July  25,  1919,  with  the  board  of  APPEAKA  Nathaniel  Kent  and  Wm.  J. 

appeals,  an  application,  under  the  building  zone  resolution,  For  Applicant.  Nathaniel 

to  permit  the  erection  of  a  theatre  extending  from  a  OnSStion-  None. 

business  district  into  a  residence  district;  premises  4023-  .  rTTn\T°nP  ROARD— Aooe'al  granted  on  condition. 

*•"  WeS‘  170‘h  S,rMt  60  CONDITIONsLA^speci^'rn  Solution. 

Whereas,  a  public  hearing  was  held  on  this  application  1  HE  \  OTE :  Chairman  Walsh,  Messrs.  Ken- 

by  the  board  of  appeals  at  its  regular  meeting,  August  19  nedv  Dowd,  Gunnison,  Holland  and 

1919,  after  due  notice  by  publication  in  the  Bulletin  of  y’  ..  .  6 

the  Board  of  Standards  and  Appeals ;  and  this  application  conneii  . . . . .  •  .  0 

was  granted  on  certain  conditions;  and  AWnt'-  Fire  Chief  Kenlon  .  1 

Whereas,  the  applicant  requested  that  the  time  limit  con-  *  *  nM> 

dition  attached  to  the  original  resolution  be  modified  so  as  THE  RESOLUIIUN: 
to  extend  the  time  for  the  completion  of  the  building  until  (698-22-IjZ) 

August  19,  1921,  as  the  condition  of  the  material  and  la-  Whereas,  Emma  J.  Wright,  owner,  filed,  May  16,  1922, 
bor  market  were  very  unsettled;  and  application,  under  the  building  zone  resolution,  to 

Whereas,  a  public  hearing  was  held  on  this  application  •  jn  a  residence  district  the  maintenance  ot  a  ga¬ 

by  the  board  of  appeals  at  its  special  meeting  November  »  {or  the  storage  of  five  (5)  motor  vehicles,  space 
30,  1920,  after  due  notice  by  publication  in  the  Bulletin  r<ented  to  persons  not  residing  on  the  premises;  premises 
of  the  Board  of  Standards  and  Appeals;  and  Evelyn  place,  The  Bronx;  and 

Whereas,  the  use  district  maps  accompanying  the  build-  WhereAs.  a  public  hearing  was  held  on  this  application 
ing  zone  resolution  show  that  West  169th  and  West  HOti  tbe  koard  of  appeals,  at  its  regular  meetings,  c  >ru 

streets  are  residence  districts  and  Broadway  business  ;  and  >  2Q  1923>  and  April  28,  1925,  after  due  notice  by  pub- 
Wherf.as,  the  decision  of  the  superintendent  of  buildings,  Ucatioj1  in  the  Bulletin  of  the  Board  of  Standards  and 

rendered  in  acting  on  N.  B.  179-19,  reads:  Appeals;  and  .  .  ,  M 

“1.  Inasmuch  as  the  premises  are  located  partially  -  ,GHEREAS  the  use  district  maps  accompanying  the  build- 
in  a  residential  district,  the  erection  of  a  theatre  in  zone  resolution  show  that  Evelyn  place,  Aqueduct 

this  district  is  prohibited  by  the  building  zone  reso-  *  d  Grand  avenue  are  residence  districts  and 

lution,  sec.  3.";  Whereas,  the  order  of  the  fire  comm.ss.oner,  dated  De- 

h  yyi  I  0  iq21  Order  No.  10188~C>  resds . 

Whereas  an  application  was  filed  in  the  bureau  of  build-  cem  R  ..j  ’  discontinue  the  maintenance  of  garage  which 

ings  for  a  permit  to  erect  a  one-  and  two-story  firePr°of  is  not  maintained  strictly  as  an  accessory  to  dwell- 

theatre  and  and  store  building,  83  ft.  by  16<  t.  H  in-  jtlg  on  same  lot.’  ; 

in  area  the  building  being  located  on  the  west  side  ot 

Broadway,  which  is  a  business  district,  and  extending  back  ‘  Whereas  the  building  is  of  non-fireproof  construction, 
on  169th  and  170th  street  into  the  residence  district  a  ^  story  Jn  height(  with  a  frontage  of  49  ft.  and  a 

distance  of  20  ft.  11^  in.;  the  Broadway  fr.ollt  to  .^e  depth  of' 20  ft.;  occupied  as  a  garage  for  four  autOI"°s 

used  for  entrance  and  stores  and  the  motion  picture  the-  ^  ^  ^  pleasure  car  type,  space  rented  to  persons 

atre  portion  to  be  located  on  the  rear,  with  an  uno  not  residing  on  premises;  and  hv  the 

exit  court  opening  to  169th  street,  the  court  extending  at  Whfreas,  this  application  was  previously  granted  by  the 

L  fte  approximately  35  ft.  into  the  res.dence  ^ «  (or  ’  temporary  occupancy  and  the  case  reopened 

district:  and  .  .  ,  .  ,  by  vote  of  the  board;  and 

Whereas,  this  application  was  heretofore  gran  e 
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Whereas,  the  board  deemed  the  granting  of  this  appli¬ 
cation  for  a  limited  use  and  a  limited  area,  in  view  of 
the  filing  of  85  per  cent  of  consents  of  areas  fixed  by 
board  as  property  deemed  affected,  thereby  complying  with 
the  requirements  of  the  zoning  resolution,  section  7-G. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  granted  on  condition  that  the 
structure  be  restricted  in  height  to  a  one-story  building; 
that  the  ground  area  dimensions  shall  not  exceed  a  depth 
of  20  ft.  and  a  frontage  of  49  ft.;  that  the  rear  and 
gable  walls  shall  be  unpierced  throughout  their  entire  height 
and  length;  that  there  shall  be  no  advertising  signs  of  any 
nature  or  description  displayed  on  the  premises;  that  there 
shall  be  no  gasoline  storage  equipment  installed;  that  the 
vehicle  storage  capacity  of  the  garage  shall  be  limited  to 
five  automobiles  of  the  pleasure  car  type,  space  for  three 
of  which  only  may  be  rented  to  persons  not  residing  on 
the  premises. 


194-25-BZ. 

APPLICANT — Richard  J.  Cullinan,  for  Joseph  Rosenzweig, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  ex¬ 
tending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — North  side  of  West  170th 
street,  11.33  feet  west  of  Cromwell  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Richard  J.  Cullinan. 

For  Opposition:  Morris  Schechner  and  Katie 
Dunphy. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  g 

Negative  .  o 

Absent:  Fire  Chief  Kenlon .  l 


THE  RESOLUTION: 

(194-25-BZ) 

Whereas,  Richard  Cullinan,  for  Joseph  Rosenzweig, 
owner,  filed,  February  17,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension,  from  an 
unrestricted  district  into  a  business  district,  of  a  proposed 
garage  for  the  storage  of  more  than  five  motor  vehicles ; 
premises  north  side  of  West  170th  street,  11.33  ft.  west 
of  Cromwell  avenue,  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  April  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Cromwell  avenue  is  an  un¬ 
restricted  district,  West  170th  street  and  Jessup  avenue  are 
business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  29,  1925,  in  acting  on  N.  B.  App.  No.  175- 
25,  reads : 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  unrestricted  district  extend¬ 
ing  into  a  business  district  is  contrary  to  provisions 
of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  112.7 
ft.  and  a  depth  of  67.82  ft.  and  119.76  ft. ;  to  be  occupied 
as  a  garage  for  more  than  five  motor  vehicles;  and 


Whereas,  the  premises  under  appeal  is  in  an  unrestrictt 
district,  excepting  19  ft.  along  the  rear  line,  which  is 
a  business  district,  the  board  deemed  that  applicant  h; 
substantiated  his  basis  of  appeal  under  sections  7-b  and  7 
of  the  zoning  resolution,  and  in  view  of  the  difference 
grade  between  Cromwell  avenue  and  Jessup  avenue  tl 
property  in  the  rear  would  not  be  adversely  affected,  coi 
sidered  that  the  granting  of  this  application  a  reasonab 
adjustment. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
variation  in  the  application  of  the  use  district  regulatioi 
of  the  building  zone  resolution,  and  that  the  applicatic 
be  and  it  hereby  is  granted  on  condition  that  the  buildin 
be  restricted  to  a  two-story  structure;  that  there  shall  t 
no  skylight  within  25  ft.  of  the  rear  wall;  that  the  rec 
and  gable  walls  shall  be  unpierced  throughout  their  entir 
height  and  length;  that  the  front  elevation  shall  be  finishe 
in  face  brick  with  architectural  terra  cotta  or  stone  triir 
mings;  that  there  shall  be  no  roof  sign  installed  or  mail 
tained ;  that  any  gasoline  storage  equipment  installed  sha 
be  located  at  the  extreme  northerly  end  of  the  structur 
at  the  street  wall ;  that  all  permits  necessary  for  the  prose 
cution  of  the  work  shall  be  obtained  within  nine  month 
and  the  building  completed  within  eighteen  months  fror 
the  date  of  this  action. 


850-24-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Harry  Gillman 
owner. 

SUBJECT — Application  (re:  decision  of  superintenden 
of  buildings)  to  permit  in  a  business  district  th 
erection  and  maintenance  of  a  garage  for  th 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — West  side  of  Broadway 
502  ft.  north  of  240th  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened;  modifi 
cation  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESO 
LUTION — _ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 


nedy,  Dowd,  Holland  and  Connell .  5 

Negative:  Mr.  Gunnison  .  1 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(850-24-BZ) 


Whereas,  Philip  J.  Sinnott,  for  Harry  Gillman,  owner, 
filed,  June  25,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles;  premises  west  side  of 
Broadway,  502  ft.  north  of  240th  street,  Borough  of 
Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals  at  its  special  meeting,  March  3, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  and  240th 
street  are  business  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  May  23,  1924,  in  acting  on  N.  B.  Appli¬ 
cation  No.  1767-24,  reads: 

“1.  Erection  of  proposed  garage  for  storage  of 
more  than  five  motor  vehicles  in  business  district  is 
contrary  to  provisions  of  Building  Zone  Resolu¬ 
tion.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  and  basement  in  height,  with  a 
frontage  of  109  ft.  and  a  depth  of  100  ft.;  to  be  occu- 
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*  a®.a  garage  for  the  storage  of  more  than  five  mo-  ^pp^f^ANT— Rich  &  Mathesius,  for  Frederick  Mathe- 

vehicles;  and 

Vhereas,  a  committee  of  the  board  visited  the  prem-  CTTD Trr^s’  ow"er-  ... 

^  H  ts-  SUBJECT — Application  for  reopening  (re:  decision  of 

5  R  FPORT^ OF  COMMITTEE-  superintendent  of  buildings)  to  permit  in  a  busi- 

On  February  12th,  1925,  a  Committee  of  the  Board  ness  district  the  erection  and  maintenance  of 

consisting  of  Chairman  Walsh,  Fire  Chief  Kenlon,  a  garage  for  the  storage  of  more  than  five  (5) 

Messrs.  Holland,  Connell  and  Gunnison  visited  these  DD  ruicccA  ntrurTirn  c  f  .. 

“  .  ,  ’  _  _„li-  fraraerp  nnrW  Sec  PREMISES  AFFECTED — Southeast  corner  of  Vermil- 

premises  under  appeal  for  a  publ,c  garage  under  Sec.  Dyckman  street,  Manhattan. 

21  of  the  Zoning  Resolution.  appt?  ap  Awrpg 

The  entire  West  side  of  Broadway  from  240th  Street  API  EARANCES  .  . 

to  Parkway  Street  is  as  yet  undeveloped  and  unim-  For  Applicant:  Frederick  Mathesius. 

proved  other  than  two  gasoline  selling  stations,  the  .  rTmw°oi?  tfn^tfrV  t°T'  ,•  ,  . 

property  is  solely  within  ts  what  is  designated  on  the  ACTION  OF  BOARD-App  icatton  reopened  and  ex- 

rone  maps  as  business  use  district;  directly  opposite  rriMr,‘e"*,°n  °f.t,mc  °a  Permits  granted, 
zuuc  tVir.  pntirp  front-  CONDITIONS — As  specified  in  resolution. 

on  the  E?sterly  .s,d^  ^  v-in  Cortlandt  Park  THE  VOTE  TO  REOPEN  AND  EXTEND  TIME 

age  of  this  land  is  designated  as  Van  Vortiandt  rar*  jq  OBTAIN  PERMITS— 

property.  of  nnv  non-  Affirmative:  Chairman  Walsh,  Messrs.  Ken- 

This  appeal  ordinarily  m  the  absence  °f  any  non  n  Dowd.  Q  .  Holland  and 

conforming  or  prohibited  use  could  only  come  witnin  rnnnpll  « 

provision  of  exception  7G  of  the  Building  Zone  Reso-  .  o 

STi^^'to^  Absent:  Fire'  Chief'  kenion' .' ! ! ! ! ! ! ! ! !  1 ! ! ! ! !  ! 

sent,  and  therefore  improbable  of  obtaining.  THE  RESOLUTION: 

The  Park  land  property  directly  opposite  is  an  ex-  (409-23-BZ) 

tensive  tract  of  swamp  land  ln  e.  Whereas,  Rich  &  Mathesius,  for  Frederick  Mathesius, 

fill  for  at  least  the  as  en  y  .  r  cinder  owner,  filed,  April  6,  1923,  an  application,  under  the  build- 

from  completion,  thoug  ,s  1  r  tue  oarticu-  in&  zone  resolution,  to  permit  in  a  business  district  the 

and  other  practical  and  ino  ens  *  Rroad-  erection  and  maintenance  of  a  garage  for  the  storage  of 

lar  site  is  individual  and  peculiar  to  itselt,  as  tsroaa  motor  vehicles-  nremises  southeast 

itToperetioif  in  Tort  oTtTproTrtTan0  elevated  red-  Vermilyea  avenue  and  Dyckman  street,  Manhat- 

road  spur  to  the  South  running  Westerly  to  the  rep  '  Whereas,  a  public  hearing  was  held  on  this  application 

shop  immediately  to  t  e  rear  °  ,  ievate(j  struc-  by  the  board  of  appeals,  at  its  special  meeting,  June  26, 

vated  steel  runway  from  the  shops  o  the  elated  struc  ^  a  „0tice  by  publication  in  the  Bulletin  of 

ture  immediately  abutting  and  contiguous  at  the  North  ^  feoard  ^  ^Appeals;  and 

erly  line  of  the  property  un  er  pp.  ,  because  Whereas,  the  use  district  maps  accompanying  the  build- 

A  conforming  business  use  seems  improbable  ^daj^  ing  zone  resolutjon  show  that  byckman  street  and  Sher- 

of  the  surrounding  e  e\ a  .  erection  of  the  ten-  man  avenue  are  business  districts  and  Vermilyea  avenue 

tenable  beyond  contradiction  for  the  erection  ot  the  ten  residence  district-  and 

ement  house  or  similar  dwelling  use.  .  efore  at  Whereas,  the  decision  of  the  superintendent  of  build- 

The  Committee  is  of  the  opmion,  therefore'  ■  rendered  March  21,  1923,  in  acting  on  N.  B.  App. 

this  proposed  use  is  properly  justified  under  the  exer  s  , 

cise  of  its  discretionary  ^thorlt>_  * end^the^rant-  “1.  Inasmuch  as  the  premises  are  located  in  a  busi- 

ment  on  the  basis  o  expo  y  .  vehicular  en-  ness  district  the  erection  of  a  building  for  a  garage 

mg  of  this  appeal  with  restrictions  as  to  vehicular  occupancy  is  contrary  to  the  Building  Zone  Resolu- 

trances  and  fireproof  ffefuards'  tion,  Section  4.”; 

(Signed)  WILLIAM  E.  WALSH,  ancj 

JOHN  KE^LON,  Whereas,  the  proposed  building  is  to  be  of  non-fireproof 

HENRY  L.  LONNELE,  construction,  two  stories  and  cellar  in  height,  with  a  front- 

JAMES  p-  HOLLAND,  of  100  ft.  and  a  depth  of  100  ft.  in  the  1st  story  and 

JOS.  B.  GUNNISON  (dissenting).  a  depth  3Q  {t  (  irregUlar,  in  the  2nd  story;  to  be  occu- 

Whereas  this  application  was  granted  by  the  board  at  pied,  cellar  and  1st  stor>,  garage  for  m<>r  than 

,  V  A/Tor/'li  a  1Q9S  on  certain  conditions  and  ap-  tor  vehicles;  2nd  story,  offices,  and 

ts  meeting,  March  3,  1925,  on  certain  conditions,  ai  u  y  w  there  cxisted  on  this  street  between  the  mter- 

ilicant  requested  a  modification  of  these  conditions  as  to  ’  T  ,  191g  a  stable  for  more  than 

vindows  in  wall  overlooking  property  of  applicant.  sect.ng  streets  on  July  25,  1916,  a  stable 

r  .HU  appl^n 

S  *5  “fyTVS^^  plicant,  under.  date  of  April  21,  .925,  requested  an  exten- 

dull  be  restricted  to  a  !■/,  story  structure  above  grade,  that  sion  of  the  time  limit  ^  hereby  ^  a 

the  gable  walls  shall  be  unpierced  throughout  their  en  irk  ^  tv,.o  armlication  of  the  use  district  regulations 

height  and  length;  that  the  ramp  to  the  2nd  story  sha  ‘ ‘7Ma.  1 ,  ....  resolution  and  that  the  application 

be  set  back  a,  leas,  ,0  ft  from  the  front  or  street  wall  of  of  the  building  .he  front  por- 

the  structure;  that  the  front  elevation  shall  be  finuhed  <  •_  ,  ,  Dvckman  street  and  Ver- 

face  brick  of  panel  design  with  architecture  terra  cotta  ^^.S  to  shops  or  stores  at 

and  stone  trimmings;  that  no  roof  signs  shall  be  erected  mi  y  ,  ated  frQm  the  garage,  which  is  pro- 

or  maintained  on  the  premises  and  that  there  shall  be  n  eas  .  •  p’  _d  .  .  rear  an  unpierced  wall  of 

portable  gasoline  equipment  maintained  or  operated  outsi  e  Posed^  ^ason  and  ^  the*  vehicuiar  entrance  to  the 
of  the  structure;  .  .  pp  .  ol1  '  n>ctrirtp/l  to  one  opening  on  Dyckman 

'igh,em  (,8)  m°n‘  trimmings;  and  that 
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no  skylight  shall  be  within  50  ft.  of  the  Vermilyea  avenue 
gable  wall,  and  that  the  roof  shall  be  constructed  of  fire¬ 
proof  material ; 

Resolved,  further,  that  all  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  building  completed  within  eighteen  months 
from  the  date  of  this  action. 


height ;  that  the  front  elevation  be  finished  in  face  brie 
with  architectural  terra  cotta  or  stone  trimmings ;  and  th 
all  permits  necessary  for  the  prosecution  of  the  work  I 
obtained  within  nine  months  and  the  building  complete 
within  eighteen  months  from  the  date  of  this  action 


608-23-BZ. 

APPLICANT — James  P.  Whiskeman,  for  Charles  F. 
Rittel,  Jr.,  owner. 

SUBJECT— Application  for  extension  of  time  (re:  de¬ 
cision  of  superintendent  of  buildings)  to  permit 
partly  in  an  unrestricted  district  and  partly  in  a 
business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED — North  side  of  Fordham 
road,  78.56  feet  west  of  Cedar  avenue,  The 
Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  for  ex¬ 
tension  of  time;  application  reopened  and  time 
extended  to  obtain  permits  and  erect  building. 

THE  VOTE  TO  REOPEN  AND  EXTEND  TIME— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  . g 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION: 


(608-23-BZ) 

Whereas,  James  P.  Whiskeman,  for  Chas.  F  Rittel  Tr 
owner,  filed,  May  17,  1923,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  the  extension,  from  an  un¬ 
restricted  district  into  a  business  district,  of  a  proposed 
garage  for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  north  side  of  West  Fordham  road,  78.56 
it.  west  of  Cedar  avenue,  The  Bronx ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals  at  its  regular  meeting,  July  31 
1923,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  Fordham  road  is  a 
business  district  and  Cedar  avenue  and  Harlem  River  ter¬ 
race  are  unrestricted  districts;  and 

.  Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  May  14,  1923,  in  acting  on  N.  B.  App.  No. 
1549-23,  reads : 

“1.  Erection  of  proposed  garage  for  storage  of 
more  than  five  (5)  motor  vehicles  partly  in  business 
district  is  contrary  to  provisions  of  building  zone 
resolution.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  two  stories  in  height,  with  a  frontage 
of  75  ft.  and  a  depth  of  125  ft.,  to  be  occupied  as  a  garage 
tor  more  than  five  motor  vehicles;  and 
Whereas  under  the  provisions  of  section  7,  subdivision 
L,  the  board  is  empowered  to  act;  and 
Whereas  the  application  was  granted  bv  the  board  at  its 
meetings  July  3,  1923,  and  July  15,  1924,  on  certain  condi¬ 
tions,  and  applicant  requested  a  modification  of  the  time 
limit. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district '  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  the  build¬ 
ing  be  constructed  firpnroof  and  limited  to  two  stories  in 
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AREAS  FIXED. 

(379-25-BZ) 

(  <r^a*rman  presented  and  read  a  communicatio 
from  Walter  Scheminger,  requesting  the  board  to  fi 
the  area  deemed  affected  and  within  which  to  obtai 
consents  for  the  erection  and  maintenance  of  a  garatre 
premises  350-354  Broadway,  West  New  Brighton 
Staten  Island. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Broadway  from  a  point  200  fee 
north  of  Cary  avenue  to  a  point  400  feet  south  o 
proposed  garage;  also  bc*h  sides  of  Cary  avenu< 
from  a  point  200  feet  east  of  Broadway  to  a  poin 
400  feet  west  of  premises  in  question. 


(269-25-BZ) 

The  chairman  presented  and  read  a  communication 
from  William  A.  Giesen,  requesting  the  board  to  fix 
the  area  deemed  affected  and  within  which  to  obtain 
consents  for  the  erection  and  maintenance  of  a  garage 
premises  2805  Pond  place,  The  Bronx. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Pond  place  from  East  197th  street 
to  a  point  100  feet  south  of  East  198th  street.  Both 
sides  of  East  197th  street  from  a  point  100  feet  east 
to  a  point  100  feet  west  of  Pond  place;  also  the 
properties  at  rear  and  for  a  distance  of  50  feet  on 
either  side  of  the  side  lot  lines  of  premises  in  ques¬ 
tion. 


(363-25-BZ) 

\  The  chairman  presented  and  read  a  communication 
trom  Alfred  J.  Boulton,  requesting  the  board  to  fix  the 
area  of  notification  deemed  affected  by  the  erection  and 
maintenance  of  a  poultry  slaughter  house;  premises  east 
side  of  private  right  of  way  226  feet  north  of  84th  street, 
Brooklyn. 

The  following  area  was  approved  by  the  board: 

The  entire  block  bounded  by  84th  street,  Bay  16th 
street,  81st  street  and  18th  avenue;  also  the  south 
side  of  84th  street  from  Bay  16th  street  to  18th 
avenue. 


(288-25-BZ) 

c  presented  and  read  a  communication 

from  William  F.  Conran,  requesting  the  board  to  fix  the 
area  of  notification  deemed  affected  by  erection  and 
maintenance  of  a  garage;  premises  184-190  Dyckman 
street,  Manhattan. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Dyckman  street  and  also  Thayer 
street  from  Broadway  to  a  point  400  feet  east  of 
proposed  garage.  Both  sides  of  Vermilyea  avenue 
from  Dyckman  street  to  a  point  200  feet  north  of 
yckman  street;  also  the  east  side  of  Broadway 
from  Thayer  street  to  Dyckman  street. 


Adjourned,  1:30  p.  m. 

William  J.  O’Gorman.  Secretary. 


SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  APRIL  28,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd. 


Gunnison,  Holland,  Connell  and  Fire  Chief  Kenlon. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

331-24-A. 

APPELLANT — Board  of  Education,  City  of  New  York, 
owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED— 508-534  West  212th  street, 
Manhattan. 

APPEARANCES — None. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1925,  at 
2  p.  m. 


904-24-A. 

APPELLANT — Eastman  Kodak  Company,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 235-239  West  23rd  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Joseph  A.  McNamara. 

ACTION  OF  BOARD— Laid  over  to  May  12,  1925,  at 
2  p.  m.,  on  request  of  appellant’s  representative. 


1247-24- A. 

APPELLANT — Abel  I.  Smith,  for  George  J.  McFadden 
Co.,  Inc.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 202  I'latbush  avenue,  Brook¬ 
lyn. 

APPEARANCES—. 

For  Appellant:  Joseph  A.  McNamara. 
ACTION  OF  BOARD— Laid  over  to  May  12,  1925,  at 
2  p.  m.,  on  request  of  appellant’s  representative. 


124-25-A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  H.  C. 
Parsons,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 13  Vandam  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  William  Porter. 

ACTION  OF  BOARD— Laid  over  to  May  12,  1925,  at 
2  p.  m.,  on  request. 


(146-25-A) 

Whereas,  New  York  Steam  Corp.,  owner,  filed,  January 
30,  1925,  an  appeal,  with  the  board  of  appeals,  from  an 
order  of  the  fire  commissioner,  affecting  premises  513  East 
59th  street,  Borough  of  Manhattan;  and 

W hereas,  the  order  of  the  fire  commissioner,  dated  April 
10,  1923,  reads: 

“Order  No.  17297-LC: 

“5.  Brick  up  opening  in  wall  at  entrance  to  boiler 
room  (from  garage  building)  as  per  Plan  No.  419-22 
and  Section  159-1,  Chapter  10,  Code  of  Ordinances.”; 
and 

Whereas,  the  premises  consist  of  a  plot  of  ground  upon 
which  is  located  the  plant  of  the  New  York  Steam  Corpora¬ 
tion,  consisting  of  several  buildings,  including  a  fireproof 
garage  building,  one  story  above  grade  and  three  stories 
below  grade,  32  ft.  by  64  ft.  in  area,  and  also  a  boiler  room ; 
an  opening  on  the  3rd  basement  level  leads  to  the  boiler 
room  to  the  west.  The  garage  building  is  occupied  on  top 
(grade)  story  as  a  non-storage  garage;  1st  basement,  of¬ 
fices  and  pipe  stock,  8  persons;  2nd  basement,  storage,  elec¬ 
trical  supplies,  2  persons ;  3rd  basement,  storage,  2  persons ; 
and 

Whereas,  appellant  contends  that  the  boilers  are  auto¬ 
matically  fed,  there  being  no  opening  of  furnace  doors ; 
and  that  the  garage  portion  of  the  premises  is  separated 
from  the  boiler  room  by  an  automatic  fireproof  door,  lo¬ 
cated  on  the  grade  floor. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  not  more  than  one  door  opening, 
limited  to  3  ft.,  shall  be  permitted  between  the  boiler  room 
and  garage;  that  said  opening  shall  be  equipped  with  a 
self-closing  fireproof  door,  with  interlocking  metal  jambs 
and  edges  and  an  8  in.  concrete  sill  in  doorway;  and  that 
no  gasoline  storage  equipment  shall  be  maintained  in  the 
garage  premises. 


201-25-A. 

APPELLANT — Segman  &  Abrahams,  lessees. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 102  Fulton  street,  Manhat¬ 


tan. 

APPEARANCES— 

For  Appellant:  Arthur  Essing. 

For  Administration:  Inspector  Lynch,  of  fire 
department. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative .  0 

Absent:  Mr.  Dowd  . .  1 


146-25-A. 

APPELLANT — New  York  Steam  Corp.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 513  East  59th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  David  T.  McConnell. 


148-25-A. 

APPELLANT — Boris  W.  Dorfman. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 264-284  Furman  street, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Joseph  B.  Silman. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Connell 

and  Fire  Chief  Kenlon  .  7 

Negative .  0 

Absent  . o 

THE  RESOLUTION: 

(148  25-A) 

Whereas,  Boris  W.  Dorfman,  for  New  York  Dock  Com¬ 
pany,  owner,  filed,  February  3,  1925,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  264-284  Furman  street,  Brooklyn;  and 
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MINU1 


Whereas,  the  decision  of  the  fire  commissioner,  rendered 
January  15,  1925,  reads: 

“In  answer  to  your  letter  I  beg  to  advise  you  that 
the  above  plans  would  be  approved  were  a  connection 
to  street  main  for  standpipe  supply  acceptable.  How¬ 
ever,  since  the  building  is  over  20,000  square  feet  in 
area,  a  street  main  connection  cannot  be  accepted,  and 
a  3500  gallon  gravity  tank  as  per  Rules  of  the  Board 
of  Standards  and  Appeals  must  be  installed.” ; 

and 

Whereas,  the  building  is  fireproof,  one  story  in  height, 
217  ft.  by  127  ft.  in  area;  OCCUPIED  as  a  public  garage, 
4  persons ;  and 

Whereas,  appellant  contends  that  the  building  is  located 
on  two  streets;  that  it  is  low  in  height,  and  in  each  street 
upon  which  the  building  faces  there  are  city  water  mains 
fed  both  ways  (an  8  in.  in  Montague  street  and  a  20  in. 
main  in  Furman  street),  each  having  a  pressure  of  50 
pounds  per  square  inch. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted ,  only  so  far  as  it  affects  the  omission  of  the 
gravity  tank,  on  condition  that  standpipe  equipment  com¬ 
plies  with  the  rules  in  all  other  respects  and  that  the  build¬ 
ing  shall  be  restricted  to  a  one-story  structure. 


586-20-A. 

APPELLANT— Charles  G.  Meinken,  executor  of  Estate 
of  Henry  Meinken,  deceased,  lessee. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED— 428-430  West  14th  street 
and  427-429  West  13th  street,  Manhattan. 

APPEARANCES— 

For  Appellant:  Walter  R.  Herrick. 

For  Tenant:  Joseph  Celia  and  J.  J.  Benjamin. 
For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Resolution  of  May  15,  1923, 
rescinded. 

THE  VOTE  TO  RESCIND— 

Affirmative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  5 

Negative:  Mr.  Kennedy  .  1 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 


(586-20-A) 

Whereas,  Henry  Meinken,  executor,  for  Estate  of  Henry 
Meinken,  owner,  filed,  July  31,  1920,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  428-30  West  14th  street  and  427-29  West 
13th  street,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 

“1.  Provide  a  separate  and  distinct  system  of  auto¬ 
matic  sprinklers  throughout  building  having  at  least 
one  source  of  water  supply,  arranged  and  equipped 
as  provided  in  the  rules  for  fire  extinguishing  appli¬ 
ances  adopted  by  the  Board  of  Standards  and  Appeals 
May  24,  1917,  as  amended  May  2,  1918,  and  January 
21,  1919,  effective  February  17,  1919.”; 

and 

Whereas,  the  appeal  was  dismisesd  by  the  board  at  its 
meeting,  September  28,  1920,  for  lack  of  prosecution,  and 
appellant  requested  a  reopening  of  case  on  the  ground  that 
the  delay  in  prosecuting  had  been  caused  by  death  in  fam¬ 
ily  of  appellant;  and 

Whereas,  the  building  is  non-fireproof,  five  stories  and 
basement  in  height,  50  ft.  by  206  ft.  6  in.  in  area.  OCCU¬ 
PIED:  1st  story,  stores;  2nd  story,  hotel  supplies  and  mar¬ 
bling  paper,  15  persons;  3rd  story,  paper . storage  and  laun¬ 
dry,  24  persons ;  4th  story,  laundry  and  mirrors,  24  persons ; 
5th  story,  paper  box  manufacturing,  33  persons;  and 

Whereas,  appellant  contends  that  there  is  no  hazardous 


occupancy  and  that  as  the  building  faces  on  two  (2)  streets 
there  is  ample  means  for  fighting  fire;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting,  May  15,  1923,  on  certain  conditions,  and  it  appears 
that  these  conditions  have  been  violated,  and  that  an  extra 
hazardous  condition  exists ;  on  motion  to  rescind  by  Fire 
Chief  Kenlon,  the  board  having  power  under  rule  No.  7  of 
rules  of  procedure  adopted  by  the  board  of  standards  and 
appeals. 

Resolved,  that  the  action  of  the  board  under  date  of 
May  25,  1923,  granting  the  appeal,  be  rescinded,  and  the  order 
of  the  fire  commissioner  affirmed,  and  the  appeal  be  and 
it  hereby  is  denied. 


171-25-A. 

APPELLANT — Charles  G.  Meinken,  executor  of  Estate 
of  Henry  Meinken,  deceased,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 427-429  West  13th  street 
and  428-430  West  14th  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Walter  R.  Herrick. 

For  Tenant:  Joseph  Celia  and  J.  J.  Benjamin. 
For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 

(171-25-A) 


Whereas,  Charles  G.  Meinken,  executor  of  Estate  of 
Henry  Meinken,  deceased,  lessee,  filed,  February  10,  1925, 
an  appeal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  427-429  West  13th 
street  and  428-430  West  14th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Febru¬ 
ary  6,  1925,  reads : 

“Order  No.  71299-F : 

“I,  Thomas  J.  Drennan,  Fire  Commissioner  of  the 
City  of  New  York,  hereby  certify  that  the  conditions 
existing  on  the  2nd,  3rd,  4th  and  5th  stories  in  the 
premises  known  as  number  428-430  West  14th  Street, 
427-429  West  13th  Street  and  859-877  Washington 
Street,  Borough  of  Manhattan,  City  of  New  York,  are 
eminently  dangerous  to  life;  that  an  emergency  exists 
requiring  that  building  be  vacated  above  the  1st  story. 
You  are  hereby  ordered  to  vacate  the  2nd,  3rd,  4th  and 
5th  stories  of  the  said  premises  by  noon  on  the  11th 
day  of  February,  1925.”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  having  a  frontage  of  50  ft.  on  West  14th  street, 
206  ft.  6  in.  on  Washington  street  and  a  frontage  of  50  ft. 
on  West  13th  street.  OCCUPIED :  1st  story,  stores,  79 
persons ;  2nd  story,  offices  and  fruit  storage,  2  persons ;  3rd 
story,  paper  box  storage  and  laundry  bleaching,  12  persons; 
4th  story,  laundry  and  also  wiping  material  company,  26 
persons ;  5th  story,  paper  box  manufacturing,  33  persons  ; 
and 

Whereas,  appellant  contends  that  an  order  was  issued  by 
the  fire  commissioner  on  July  8,  1920,  to  install  an  auto¬ 
matic  sprinkler  system  throughout  the  building ;  that  an 
appeal  was  made  and  that  this  order  was  modified  by  the 
board  at  the  meeting  held  on  May  15,  1923  (Cal.  No.  586- 
20-A)  on  condition  that  a  thermostatic  fire  alarm  system 
connected  with  Central  Office  be  installed  throughout  the 
building ;  that  the  allowable  posted  floor  load  shall  not  be 
exceeded  at  any  time,  and  granted  only  so  long  as  the  oc¬ 
cupancy  and  use  remain  unchanged ;  and 
Whereas,  appellant  contends  further  that  the  fire  alarm 
system  has  been  installed  and  accepted  by  the  fire  depart¬ 
ment  and  that  changes  have  been  made  in  the  use,  but  that 


the  number  of  occupants  is  less;  and 
Whereas,  it  appears  that  there  was  a  former  action  of 
this  board  under  Cal.  No.  586-20-A  on  these  premises  af¬ 
fecting  the  installation  of  a  sprinkler  system,  and  the  board 
had  modified  the  order  of  the  fire  commissioner  on  certain 
conditions,  which  have  been  violated,  and  the  board  has 
rescinded  its  action  under  Cal.  No.  586-20-A. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  affirmed,  and  the  appeal  (Cal.  No.  171- 
25- A)  be  and  it  hereby  is  denied. 

APPELLANT— F.  P.  Keniston,  for  Quality  Fabric  Cor¬ 
poration,  lessee.  .  . 

SUBIECT — Appeal  from  order  ot  hre  commissioner. 
PREMISES  AFFECTED— 37  West  3rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  F.  P.  Kemston. 

For  Administration:  Inspector  Lynch,  ot  nre 
department. 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative .  ® 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 

(208-25-A) 

Whereas  F.  P.  Keniston,  for  Quality  Fabric  Corpora¬ 
tion,  lessee,  filed,  February  21,  1925,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  37  West  3rd  street,  Borough  of  Man¬ 
hattan;  and  '  .  .  ,  ,  „  , 

Whereas,  the  order  of  the  fire  commissioner,  dated  Febru¬ 
ary  10,  1925,  reads: 

“Order  No.  28141-LC :  „  „  . 

“You  are  hereby  notified  that  the  following  require¬ 
ments  must  be  complied  with  before  your  Fire  Depart¬ 
ment  Permit  No.  111951  May  be  transferred  from  40 
West  25th  Street  to  37  West  3rd  Street. 

“1.  Neither  gas  nor  any  other  means  of  artificial 
illumination  (except  electricity)  may  be  used  on  any 
story  (including  5th  and  6th  stories)  of  the  building. 
Section  232-2-c,  Chapter  10,  Code  of  Ordinances. 

“4.  Protect  all  steam  pipes  or  risers  that  are  within 
6  ft  0  in.  of  floor  with  wire  guards  or  non-com¬ 
bustible  pipe  covering.  Section  235,  Subdivision  9, 
Chapter  10,  Code  of  Ordinances. 

“5  Provide  suitable  guards  around  radiators  and 
steam  pipes  to  prevent  combustible  material  from  com¬ 
ing  in  contact  therewith. 

“NOTE:  Top  shall  be  sloping  so  as  to  prevent  same 

from  being  used  as  shelves. 

“6.  Bottom  of  guards  shall  be  arranged  so  as 
lift  up  for  cleaning.  Section  235-9,  Chapter  10,  Article 
19,  Code  of  Ordinances.”; 

Whereas,  the  building  is  non-fireproof,  seven  s^ies  in 
height,  52  ft.  by  150  ft.  in  area;  equipped  with  a  spr, ink 

and  also  an  interior  fire  alarm  system ,  mnellant 

tenant  factory,  84  persons  above  the  1st  story  appellaxi 
occupying  the  top  story  for  the  manufacture  of  automobile 

tops,  side  curtains,  etc.;  and  a  r  rei 

Whereas,  appellant  proposes  to  store  -  >  P1  Work 

luloid  in  an  approved  metal  box,  and  content  s  { 

is  done  35  ft.  from  the  radiator ;  that  the  Sr  ittI1£r  being 
the  proper  size  when  received,  practically  no  cutting  bemg 
done  and  that  the  gas  illumination  referred  do  is  a  small 
gas  stove  in  use  on  the  6th  story  and  a 

gas  stove  on  the  5th  story.  .  .  l  anfi 

Resolved,  that  the  order  of  the  fire  commissione 


227-25-A. 

APPELLANT — Cornell  Utilities  Co.,  Inc.,  for  M.  L. 
Frost,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 105  Onslow  place,  Kew 
Gardens,  Borough  of  Queens. 
APPEARANCES— 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  9 

Negative .  0 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 

(227-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  M.  L.  Frost, 
owner,  filed,  February  25,  1925,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  105  Onslow  place,  Kew  Gardens,  Borough 
of  Queens ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
February  21,  1925,  in  acting  on  Alt.  Application  No.  ISO- 
23,  reads : 

“7.  Note  on  tank  drawing,  tank  will  be  tested  in 
presence  of  a  Fire  Department  Representative  and  aft¬ 
erwards  coated  with  a  suitable  rust  resisting  mate¬ 
rial. 

“8.  Note  on  plan :  ‘Piping  will  be  tested  in  presence 
of  a  Fire  Department  Representative.’ 

“10.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 

and  .  .... 

Whereas,  the  building  is  frame,  2 1/2  stories  in  height, 
36  ft.  by  25  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  500-gallon  fuel  oil  tank,  a  55-gallon  auxiliary 
tank,  a  NoKol  burner  and  the  necessary  valves  and  piping 
to  make  a  complete  installation ;  and 

Whereas,  appellant  contends  that  the  system  was  in¬ 
stalled  under  the  rules  of  1922  and  asks  the  acceptance  ot 
an  affidavit  to  the  effect  that  the  tank  has  undergone  a 
shop  test;  that  the  piping  is  all  standard  wrought  iron 
piping,  and  requests  a  permit  pending  the  approval  ot  the 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  7,  on  condition  that  certificate  ot  fac¬ 
tory  test  shall  be  filed  with  the  fire  commissioner;  as  to 
Item  8  on  condition  that  standard  wrought  iron  piping 
shall  be  used  throughout  the  installation ;  as  to  Item  10, 
on  condition  that  the  door  of  fire-box  of  boiler  shall  be 
equipped  with  a  self-closing  device;  and  that  the  installa¬ 
tion  shall  otherwise  comply  with  the  fuel  oil  rules  m  all 
respects. 

APPELLANT — Jacob  Lubroth,  for  V  elbard  kealtj 

Co.,  Inc.,  owner.  .  t  . 

SUBJECT — Appeal  from  decision  of  superintendent  ot 

buildings. 

PREMISES  AFFECTED  —  523-545  Fulton  street, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Jacob  Lubroth. 
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AC  1  ION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Connell  and  Fire  Chief 


Kenlon  .  5 

Negative . 0 

Absent:  Messrs.  Dowd  and  Holland .  2 

THE  RESOLUTION: 

(285-25-A) 


Whereas,  Jacob  Lubroth,  for  Velbard  Realty  Co.,  Inc., 
owner,  filed,  March  12,  1925,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  superintendent  of  build¬ 
ings,  affecting  premises  523-545  Fulton  street,  Brooklyn; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  6,  1924,  in  acting  on  Application  No.  3008- 
25,  reads : 

“Proposed  amendment  to  occupy  a  portion  of  the  third 
floor  area  of  a  non-fireproof  building  exceeding  5,000 
sq.  ft.  in  area,  as  a  commercial  school,  is  contrary  to 
Sect.  72  of  Bldg.  Code,  and  is  hereby  denied." ; 

and 

W hereas,  the  building  is  non-fireproof,  three  stories  in 
height,  with  a  frontage  of  131  ft.  4  in.  on  Fulton  street 
and  185  ft.  8  in.  on  Gold  street  (irregular  in  area).  OC¬ 
CUPIED  :  1st  story,  stores ;  2nd  story,  restaurant ;  3rd 
story,  business  school ;  the  means  of  egress  consisting  of 
an  interior  fireproof  stairway  at  the  front  of  the  building 
with  direct  egress  to  Fulton  street;  a  fireproof  enclosed 
stairway  at  the  rear  of  the  building  with  exit  to  a  9  ft.  5 
in.  wide  unobstructed  alleyway  to  Gold  street ;  a  bridge 
on  the  3rd  story  connecting  to  adjoining  building  under 
same  ownership ;  the  building  being  equipped  with  a  sprin¬ 
kler  system;  and 

Whereas,  appellant  contends  that  the  students  are  all 
over  15  years  of  age  and  fire  drills  are  conducted;  that 
the  sprinkler  system  reduces  the  hazard  to  a  minimum  and 
that  the  height  of  the  building  is  but  slightly  in  excess 
of  the  requirements  of  the  code. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  all  exits  as  required 
by  law  shall  be  provided  and  maintained ;  and  granted,  so 
long  as  conditions  as  to  use  and  occupancy  otherwise  shall 
remain  unchanged. 


40-25-A. 

APPELLANT — Acton  Gas  Stations,  Inc.,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— Spuyten  Duyvil  parkway 
and  West  227th  street,  The  Bronx. 
APPEARANCES— 

For  Appellant:  Edward  A.  Morris. 

ACTION  OF  BOARD — Report  of  committee  adopted; 

appeal  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 
TEE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Connell  and  Fire  Chief 


Kenlon  .  5 

Negative  .  0 

Absent:  Messrs.  Dowd  and  Holland .  2 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 

(40-25-A) 


Whereas,  The  Acton  Gas  Stations,  Inc.,  lessee,  filed, 
January  9,  1925,  an  appeal,  with  the  board  of  appeals,  from 
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an  order  of  the  fire  commissioner,  affecting  premises  Spuyten 
Duyvil  parkway  and  West  227th  street,  The  Bronx;  and 
W hereas,  the  order  of  the  fire  commissioner  reads : 

“Referring  to  your  application  for  a  permit  to  main¬ 
tain  an  oil  storage  plant  for  the  storage  of  gasoline, 
at  the  above  address,  your  attention  is  respectfully  in¬ 
vited  to  Section  111-5,  Chapter  10,  Code  of  Ordinances, 
which  reads  in  part  as  follows : 

“All  storage  tanks  comprising  or  forming  part  of 
an  oil  storage  plant  shall  be  buried  so  that  the  tops 
thereof  shall  be  at  least  2  ft.  below  the  grade  level. 

“Inspection  of  the  above  premises  shows  the  follow¬ 
ing  conditions  exist: 

“1.  Tanks  are  not  buried.  Section  111-5,  Chapter 
10,  Code  of  Ordinances. 

“3.  One  tank  exceeds  the  maximum  capacity  per¬ 
mitted  in  Section  111-5,  Chapter  10,  viz.,  100,000  gals. 

“4.  The  total  capacity  of  the  group  of  tanks  for 
which  permit  is  requested  exceeds  the  maximum  quan¬ 
tity  permitted,  viz.,  250,000  gals.  Chap.  10,  Section 
111-5,  Code  of  Ordinances.”; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
along  the  Harlem  Ship  Canal,  upon  which  is  located,  30 
ft.  from  each  other,  two  steel  gasoline  storage  tanks  (cross 
connected  with  a  6  in.  pipe)  of  respectively  200,000  and 
75,000  gallons  capacity;  and 
Whereas,  applicant  contends  that  there  are  no  buildings 
within  5,000  ft.  of  the  location  and  proposes  to  increase 
the  height  of  the  in.  steel  wall  forming  the  pit  around 
the  tanks  to  a  point  so  that  the  pit  will  be  of  such  a  capacity 
as  to  take  care  of  the  contents  of  the  tank;  and 

Whereas,  a  committee  of  the  board  inspected  the  prem¬ 
ises  and  reported : 


April  28th,  1925. 

Cal.  No.  40-25-A. 

Premises — Spuyten  Duyvil  Parkway, 

&  West  227th  St.,  The  Bronx. 

REPORT  OF  COMMITTEE: 

A  Committee  of  the  Board,  consisting  of  Chairman 
Walsh,  Fire  Chief  Kenlon,  Messrs.  Holland  and  Con¬ 
nell,  on  April  23rd,  1925,  visited  the  above  premises 
under  appeal,  on  an  objection  of  the  Fire  Department 
as  to  the  location  of  the  proposed  gasoline  oil  storage. 

There  are  two  (2)  existing  tanks,  used  for  a  number 
of  years,  from  record,  for  the  storage  of  oil.  They 
are  located  on  the  neck  of  land  projecting  into  the 
Spuyten  Duyvil  Creek  of  the  Harlem  Ship  Canal,  for¬ 
merly  a  part  of  the  now  discontinued  Johnston  Iron 
Works,  which  land  has  been  taken  over  by  the  State. 

All  buildings  and  structures  from  the  Creek  to  the 
next  nearest  public  roadway,  a  distance  of  at  least  500 
feet  or  more,  have  been  entirely  demolished  or  removed. 
There  is  no  structure  of  any  nature  that  would  be  in¬ 
volved  and  as  a  result,  the  tanks  are  isolated  from 
any  improvement,  structure  or  condition  that  would  be 
impaired  or  adversely  affected  by  any  fire  menace  or 
hazard,  and  as  the  use  is  temporarily  subject  to  notice 
of  removal,  the  Committee  recommends  the  granting 
of  a  temporary  permit  for  one  (1)  year,  on  condition 
that  reasonably  sufficient  excess  capacity  be  provided  in 
the  nature  of  surrounding  enclosure  reservoir,  equal  in 
capacity  to  not  less  than  one-half  of  the  capacity  of  the 
tank  in  each  case,  to  retain  and  control  any  leakage 
or  discharge. 

(Signed)  WILLIAM  E.  WALSH, 
JOHN  KENLON, 

JAMES  P.  HOLLAND, 
HENRY  L.  CONNELL, 


Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  for  a  temporary  period  of  one  (1)  year  from 
the  date  of  this  action,  on  condition  that  a  dike  wall  shall 
be  constructed  outside  of  each  tank,  providing  thereby  a 
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ervoir,  equal  in  capacity  to  not  less  than  50  per  cent 
the  tank  itself. 

U  - 


95. A 

•PELLANT— Rudolph  P.  Miller,  for  The  Society  ot 
the  New  York  Hospital,  owner. 

PjECT — Appeal  from  order  of  fire  commissioner. 
■EMISES  AFFECTED— 6-16  West  16th  street  and 
7-23  West  15th  street,  Manhattan. 
■PEARANCES— 

For  Appellant:  Rudolph  P.  Miller,  Wilson 

Powell  and  James  Judge. 

For  Administration:  Inspectors  Maher  and 

Lvnch  of  fire  department. 

;TION  OF  BOARD— Appeal  granted  on  condition. 
)NDITIONS — As  specified  in  resolution. 

IE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and  hire 

Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Dowd  .  * 


THE  RESOLUTION: 

(79-25-A) 

Whereas,  Rudolph  P.  Miller,  for  The  Society  of  the 
>w  York  Hospital,  owner,  filed,  January  20,  1925,  an  ap- 
al,  with  the  board  of  appeals,  from  an  order  of  the  fire 
mmissioner,  affecting  premises  6  to  16  West  16th  street 
d  7  to  23  West  15th  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  De- 
mber  31,  1924,  reads: 

“An  inspection  of  your  refrigerating  plant  located 
at  6-16  West  16th  Street,  Borough  of  Manhattan,  show's 
that  the  following  changes  are  necessary  to  have  the 
plant  conform  with  the  Fire  Department  Regulations: 

“1.  Order  No.  63061-F:  Provide  a  tank  on  roof 
of  at  least  3,500  gallons  capacity,  etc.” 

“2.  Order  No.  63062-F:  Install  a  standpipe  system, 


“3.  Order  No.  63060-F,  New  York  Hospital: 
“Disconnect  all  house  water  connections,  etc. 

“Laundry  Building— Extend  standpipe  line  to  stair¬ 
way  enclosure,  etc.  .  , 

“Public  Ward  Building— Provide  self-closing  fireproof 

doors,  etc.  . 

“Private  Ward  Building — Provide  2)4  in.  outlets  on 


standpipe  line,  etc. 

“Provide  self-closing  fireproof  doors  on  laundry  chute, 

etc.” ; 

id  .  , 

Whereas,  the  building  is  fireproof,  of  varying  height 
from  one  to  nine  stories),  200  ft.  by  206  ft.  in  area, 
CCUPIED  as  a  hospital  and  having  a  refrigerating  plant 
>cated  in  the  northerly  part  of  the  cellar ;  and 
Whereas,  appellant  contends  that  the  refrigerating  plant 
separated  from  all  other  buildings  by  masonry  walls  (with 
re  doors  at  all  openings  thereon)  and  from  the  stories 
x»ve  by  fireproof  floor  construction ;  and  further  contends 
lat  the  plant  has  been  operating  under  fire  department  per- 
lits  for  six  years  and,  inasmuch  as  there  is  no  change 
i  conditions  affecting  the  refrigerating  plant,  requests  a 
mporary  permit  for  the  operation  of  the  plant  pending 
le  final  adjustment  of  the  fire  department  orders. 
Resolved,  that  the  order  of  the  fire  commissioner  be  and 
hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
ranted  on  condition  that  the  requirements  of  the  resolu- 
on  under  Cal.  No.  184-25-A  shall  be  complied  with  and 
fiat  the  necessary  permits  shall  be  obtained  from  the  ine 
ommissioner. 


84-25-A. 

APPELLANT— Rudolph  P.  Miller,  for  The  Society  of 
the  New  York  Hospital,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 


PREMISES  AFFECTED — 6-16  West  16th  street  and 
7-23  West  15th  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Rudolph  P.  Miller,  Wilson 
Powell  and  James  Judge. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and  Fire 


Chief  Kenlon  .  6 

Negative .  0 

Absent:  Mr.  Dowd  .  1 

THE  RESOLUTION: 


(184-25-A) 

Whereas,  Rudolph  P.  Miller,  for  The  Society  of  the 
New  York  Hospital,  owner,  filed,  February  14,  1925,  an 
appeal,  with  the  board  of  appeals,  from  orders  of  the  fire 
commissioner,  affecting  premises  6  to  16  West  16th  street 
and  7  to  23  West  15th  street,  Manhattan;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated  July 
30,  1924,  February  13,  1925,  and  July  30,  1924,  read: 

“No.  63060-F  (7-23  W.  15th  St.  &  6-16  W.  16th  St.)  : 

“3.  Disconnect  all  house  water  connections  from 
standpipe  system.  Sec.  20,  Ch.  12,  Code  of  Ordinances. 

“5.  Extend  standpipe  line  to  stairway  enclosure  and 
provide  2)4  in.  outlets  on  same  with  50  in.  of  2)4  in. 
approved  hose  at  each  outlet.  Sec.  20,  Ch.  12,  Code 
of  Ordinances. 

“8.  Provide  self-closing  fireproof  doors  on  elevator 
shaft  at  center  of  building  on  all  stories.  Sec.  20, 
Ch.  12,  Code  of  Ordinances. 

“10.  Provide  2)4  in.  outlets  on  standpipe  line  on  all 
stories  with  75  ft.  of  2)4  in.  approved  hose  at  each 
outlet  in  lengths  not  greater  than  50  ft.  Sec.  20,  Ch. 
12,  Code  of  Ordinances. 

“1.  Provide  self-closing  fireproof  doors  on  laundry 
chute  on  all  stories.  Sec.  20,  Ch.  12,  Code  of  Ordi¬ 
nances.” 

“No.  63061-F  (7-23  W.  15th  St.  &  6-16  W.  16th  St.)  : 

“You  are  hereby  ordered  and  required,  within  twenty 
days  from  the  date  of  the  service  of  this  order,  to : 

“1.  Provide  a  tank  on  roof  of  at  least  3,500  gallons 
capacity  for  the  standpipe  system,  said  tank  to  be  so 
elevated  that  the  bottom  will  be  not  less  than  20  feet 
above  the  roof  level.  Sec.  20,  Ch.  12,  Code  of  Ordi¬ 
nances.” 

“No.  63062-F  (7-23  W.  15th  St.  &  6-16  W.  16th  St.)  : 

“1.  Install  a  standpipe  system  with  risers  4  inches  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof,  with  neces¬ 
sary  check  valves  and  2 y2  inch  regulation  Fire  Depart¬ 
ment  outlets  on  each  story  (including  basements,  cel¬ 
lars  and  roofs),  placed  within  main  stairway  enclo¬ 
sure.  Each  outlet  to  be  provided  with  sufficient  feet 
of  2)4  inch  standard  hose  attached  thereto.”; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  200  ft. 
by  200  ft.  6  in.  in  area,  upon  which  is  located  the  New 
York  Hospital,  consisting  of  a  group  of  fireproof  struc¬ 
tures:  the  administration  building,  a  seven-story  laundry 
building,  a  six-story  public  ward  building,  a  ten-stor*_  pri¬ 
vate  ward  building  and  an  eight-story  nurses’  home  ; 
EQUIPPED  with  a  3  in.  vertical  standpipe  line  in  the 
private  patients’  building,  the  nurses’  home  and  in  the  laun¬ 
dry  building  and  a  4  in.  standpipe  line  in  the  public  ward 
building ;  and 

Whereas,  appellant  contends  that  plans  for  a  new  hos¬ 
pital  are  in  course  of  preparation  and  that  a  new  hospital 
will  be  in  operation  in  a  few  years  and  that  the  existing 
standpipe  was  installed  some  years  ago  and  conformed  with 
the  rules  in  effect  at  that  time,  and  proposes  to  continue 
the  3  in.  standpipe  line  in  the  private  patients’  building 
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and  connect  it  at  the  base  of  the  10,000-gallon  tank  on  roof 
of  same  building ;  to  extend  the  present  3  in.  line  up  to  bot¬ 
tom  of  the  tank,  having  at  all  times  4,000  gallons  of  water 
as  a  standpipe  reserve,  and  disconnect  feed  line  from  the 
standpipe  system  and  use  it  solely  as  a  house  supply  line; 
to  reconstruct  the  header  line  in  the  cellar  to  4  in.  and 
to  connect  directly  with  all  four  standpipe  lines;  in  re: 
Item  No.  8,  proposes  to  enclose  (in  the  cellar)  the  elevator 
shaft  and  machinery  with  4  in.  terra  cotta  partitions  with 
fireproof  doors  at  the  openings;  and  in  re:  Item  No.  11, 
contends  that  the  laundry  chute  at  its  base  is  protected 
with  automatic  sprinkler  heads,  connected  with  the  house 
supply. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
63060,  be  and  it  hereby  is  modified,  and  the  appeal,  as  to 
Item  No.  3,  be  and  it  hereby  is  denied;  as  to  Item  No.  5, 
be  and  it  hereby  is  granted  on  condition  that  the  existing 
standpipe  shall  be  maintained  free  of  any  obstruction  in 
public  corridor,  directly  accessible  from  the  stairs  on  each 
floor ;  as  to  Item  No.  8,  on  c ondition  that  the  elevator  shaft 
shall  be  entirely  enclosed  fireproof  in  basement  or  lower 
story,  any  openings  therein  equipped  with  self-closing  fire¬ 
proof  doors ;  as  to  Item  No.  10,  on  condition  that  all  hose 
outlets  shall  be  provided  with  spanner  wrench  of  proper 
size  maintained  at  outlets  with  fixed  chains;  as  to  Item 
No.  11,  on  condition  that  the  existing  doors  shall  be  lined 
on  the  shaft  side  with  metal ;  that  the  shaft  shall  be  equipped 
with  not  less  than  two  wet  sprinkler  heads,  located  inside 
the  shaft  between  cellar  and  1st  story  level;  and  that  all 
doors  to  shaft  shall  be  made  self-closing;  that  the  orders 
of  the  fire  commissioner,  No.  63061  and  63062,  be  and 
they  hereby  are  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  4  in.  cross  connection  shall  be 
provided  in  cellar  level;  that  all  existing  3  in.  and  4  in. 
risers  shall  be  connected  thereto,  and  that  not  less  than 
three  4  in.  Siamese  connections  be  provided  on  the  street 
fronts ;  that  the  Siamese  connection  on  the  15th  street  side 
shall  be  lowered  so  as  not  to  be  more  than  2  ft.  above 
sidewalk  level,  and  located  in  an  accessible  position;  that 
a  reserve  of  not  less  than  4,000  gallons  shall  be  main¬ 
tained  in  gravity  tank  on  highest  building  for  standpipe  use ; 
that  the  standpipe  system  shall  also  be  connected  to  the  steel 
tank  on  roof  of  nurses’  home  building,  which  may  be  used 
for  house  supply  also ;  that  all  necessary  gate  and  check 
valves  shall  be  installed;  that  plans  of  the  standpipe  equip¬ 
ment  shall  be  filed  with  the  fire  department;  and  that  all 
work  shall  be  done  in  accordance  with  the  rules  of  the  board 
of  standards  and  appeals. 


BUILDING  ZONE  CASES. 

1057-24-BZ. 

APPLICANT — James  J.  Walker,  for  William  A.  Cor¬ 
coran,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence 
district  and  partly  in  a  business' district  and  also 
within  “B”  area  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles,  and  also  the  omission 
of  the  rear  yard  required  by  the  zone  resolution. 

PREMISES  AFFECTED — Northwest  corner  of  182nd 
street  and  Folin  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Sadie  George  and  Clara  Knapp. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1925,  at 
2  p.  m.,  pending  decision  of  a  similar  case  before 
the  Supreme  Court. 


166-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Hallert  Realty 
Corp.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 


erection  and  maintenance  of  a  building  to 
used  for  store  purposes. 

PREMISES  AFFECTED— 178-186  Parkside  aver 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Oscar  Staul. 

ACTION  OF  BOARD — Laid  over  to  May  12,  1925, 
2  p.  nr.,  on  request  of  applicant. 


997-24-BZ. 

APPLICANT — William  F.  Doyle,  for  D.  Coppersm 
owner. 

SLTBJECT — Application  (re:  decision  of  superintend 
of  buildings)  to  permit  partly  in  a  business  c 
trict  and  partly  in  a  residence  district  the  er 
tion  and  maintenance  of  a  garage  for  the  ston 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 112-144  East  98th  stn 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Walter  R.  Kuhn  and  Stair 
S.  Smith. 

ACTION  OF  BOARD — Laid  over  to  May  12,  -1925, 
2  p.  m.,  for  final  disposition,  on  request  of  ap; 
cant,  subject  to  new  determination  on  applii 
tion  to  the  superintendent  of  buildings. 


1393-24-BZ. 

APPLICANT — Charles  B.  Meyers,  on  behalf  of  Ruti 
Realty  Company,  owner. 

SUBJECT — Application  (re:  decision  of  superintendc 
of  buildings)  to  permit  partly  in  a  residen 
district  and  partly  in  a  residence  district  t 
erection  and  maintenance  of  a  garage  for  t 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 246-250  Dyckman  stre 
Manhattan. 

APPEARANCES— 

For  Applicant:  Charles  B.  Meyers  and  Sigmui 
Solomon. 

For  Opposition:  Russell  W.  Leary,  George 
Wheeler,  John  Lever,  Robert  Veitch  and  W; 
ter  D.  Knight. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . 

Negative:  Chairman  Walsh,  Messsr.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon . 

Absent  . 

THE  RESOLUTION: 

(1393-24-BZ) 

Whereas,  Charles  B.  Meyers,  for  Ruthie  Realty  G 
owner,  filed,  November  24,  1924,  an  application,  under  tl 
building  zone  resolution,  to  permit  in  a  business  distri 
the  erection  and  maintenance  of  a  garage  for  the  stora* 
of  more  than  five  motor  vehicles;  premises  246-250  Dycl 
man  street,  Manhattan ;  and 
Whereas,  a  public  hearing  was  held  on  this  applicatic 
by  the  board  of  appeals,  at  its  special  meeting,  April  2 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  tl 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  builc 
ing  zone  resolution  show  that  Dyckman  street  and  Paj 
son  avenue  are  business  districts  and  Riverside  drive  is 
residence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  building 
rendered  November  7,  1924,  in  acting  on  N.  B.  Applicatic 
No.  607-24,  reads: 

“1.  The  premises  for  proposed  building  are  in  a  res 
dence  and  business  district  and  a  garage  for  more  tha 
five  motor  vehicles  is  prohibited  as  per  sections  3  an 
4,  Building  Zone  Resolution.”; 
and 


MINUTES 


/hereas,  the  proposed  building  is  to  be  of  non-fire- 
if  construction,  one  story  and  basement  in  height,  with 
-ontage  of  75  ft.  on  Dyckman  street  and  a  frontage  of 
‘  in.  on  Payson  avenue;  to  be  occupied  as  a  ga- 

,  c  for  the  storage  of  more  than  five  motor  vehicles ;  and 
Vhereas,  there  was  opposition  to  the  granting  of  this 
lication  on  the  part  of  adjoining  property  owners,  and 
board  deemed  the  applicant  failed  to  sustain  the  ap- 

1]  under  hardship,  as  he  has  owned  only  a  part  of  the 
pertv  but  a  very  short  time,  and  admitted  the  remainder 
plot  as  not  yet  acquired  in  ownership. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
's  be  and  it  hereby  is  affirmed,  and  the  application  be 
!  it  hereby  is  denied. 


■  ^  "  i  J  *  ^  ■ 

PLICANT— William  F.  Doyle,  for  Amanda  B. 
Manee,  owner. 

EJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

EMISES  AFFECTED — East  side  River  avenue,  100 
feet  south  of  East  167th  street,  The  Bronx. 


*  PE ARAN  CES — 

For  Applicant:  William  F.  Doyle  and  Thomas 
S.  Walker. 

For  Opposition:  Morris  Remson,  Francis  J. 
Kuerzi,  Samuel  J.  Kessler,  Elmer  E.  Wigg, 
Mary  Brady  and  David  Tuder. 

:T10N  OF  BOARD— Application  denied. 


IE  VOTE  TO  GRANT— 

Affirmative  .  ® 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 

Gunnison,  Holland  and  Connell..^ .  5 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


THE  RESOLUTION: 

(465-23-BZ) 

Whereas,  William  F.  Doyle,  for  Amanda  B.  Manee, 
ner,  filed,  April  7,  1923,  an  application,  under  the  build- 
r  zone  resolution,  to  permit  in  a  business  district  the 
action  and  maintenance  of  a  garage  for  the  storage  of 
>re  than  five  motor  vehicles ;  premises  east  side  of  River 
enue,  100  ft.  south  of  East  167th  street,  Borough  of 
onx;  and  ,  . 

Whereas,  a  public  hearing  was  held  on  this  application 
the  board  of  appeals,  at  its  special  meeting,  April  28, 
25,  after  due  notice  by  publication  in  the  Bulletin  of  the 
iard  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build- 
%  zone  resolution  show  that  East  167th  street  and  River 
enue  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
ndered  April  6,  1923,  in  acting  on  N.  B.  Application  No. 

74-23,  reads : 

“1.  Erection  of  proposed  garage  for  the  storage  of 
more  than  five  motor  vehicles  in  a  business  district  is 
contrary  to  the  provisions  of  the  Building  Zone  Resolu¬ 
tion.”  ; 
d 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
instruction,  one  story  in  height,  with  a  frontage  of  125 
> .  and  a  depth  of  115  ft. ;  and 
Whereas,  it  developed  at  the  public  hearing  that  the 
msents  obtained  were  those  of  former  owners  and  that 
ie  property  had  since  changed  hands  and  a  legal  ques- 
m  was  involved  as  to  the  validity  of  the  conveyed  con- 
nts. 

Resolved,  that  the  decision  of  the  superintendent  of  build- 
gs  be  and  it  hereby  is  affirmed,  and  the  application  be 
id  it  hereby  is  denied. 


49-24-BZ. 

PPLICANT— Walter  B.  Wills,  for  Herman  W. 
Bruning,  owner. 


SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
alteration  and  conversion  of  occupancy  from  a 
stable  to  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 63-63^  Schaeffer  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Clifford  Wills. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(1149-24-BZ) 

Whereas,  Walter  B.  Wills,  for  Herman  W.  Bruning, 
owner,  filed,  September  19,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  residence  district 
the  alteration  and  conversion  of  occupancy  of  a  stable  to 
a  garage  for  the  storage  of  more  than  five  motor  vehicles ; 
premises  63-63^4  Schaeffer  street,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  April  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Schaeffer  street  is  a  residence 
district  and  Bushwick  avenue  and  Evergreen  avenue  are 
business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  11,  1924,  in  acting  on  Alteration  Application 
No.  2563-24,  reads : 

“Proposed  alteration  of  the  two  buildings  used  at 
present  as  stables,  to  two  one-story  brick  garages  to 
be  occupied  by  three  cars  each,  a  use  not  accessory 
to  the  dwelling  located  on  the  front  of  the  lot  in  a 
resident  district,  is  contrary  to  Art.  2,  Sect.  6,  of  the 
Zone  Resolution.” ; 

and 

Whereas,  the  existing  buildings  consist  of  a  one-story 
frame  structure  and  a  two-story  brick  structure  used  as 
stables;  having  a  total  area  of  50  ft.  by  18  ft.  located  at 
the  rear  lot  line  of  the  plot.  It  is  proposed  to  alter  these 
two  buildings  to  a  one-story  non-fireproof  garage  50  ft. 
by  18  ft.  in  area  for  the  storage  of  more  than  five  motor 
vehicles ;  and 

Whereas,  the  applicant  filed  80  per  cent  consents  of 
adjoining  property  owners,  and  the  board  deems  the  pro¬ 
posed  alteration  would  be  an  improvement  over  the  ex¬ 
isting  use  and  occupancy. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted,  on  the  basis  of  section  7-G, 
for  a  temporary  period  of  two  (2)  years,  restricting  the 
structure  to  a  depth  of  18  ft.  and  a  width  of  50  ft.  to 
be  located  on  the  rear  of  the  premises,  for  the  storage  of 
six  (6)  automobiles  of  the  pleasure  car  type,  space  for  four 
(4)  of  which  may  be  rented  to  persons  not  residing  on 
the  premises;  that  the  rear  and  gable  walls  shall  be  un¬ 
pierced  throughout  their  entire  height  and  length;  there  shall 
be  no  gasoline  equipment  installed  and  no  signs  of  any  na¬ 
ture  displayed  on  premises ; 

Resolved,  further,  that  all  permits  necessary. for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  six  (6)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 


Adjourned, 


6:05  p.  m. 

William  J.  O’Gorman,  Secretary. 
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BOARD  OF  APPEALS. 

Appeals  from  Administrative  Orders. 


The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19-A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19- A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 
981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A— Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20- A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20- A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A — 'Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20-A — Pier  20,  East  River,  Manhattan. 

420- 20-A — Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue.  Brooklyn. 

422- 20-A — Pier  29,  foot  of  Harrison  street,  Brooklyn. 

423- 20- A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 


471-20-A— Pier  between  North  4th  and  5th  streets  Bro< 
lyn. 

907-21-A— East  side  South  street,  foot  of  Dover  strt 
Manhattan. 

1205-21-A— Pier  No.  21,  East  River,  east  side  South  stre 
foot  of  Dover  street,  Manhattan. 
1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A— Pier  3,  between  Main  and  Dock  streets  Bro< 

lyn. 

1542- 21-A— Pier  3,  between  Main  and  Dock  Streets  Bro. 

lyn. 

1543- 21-A— Pier  2,  between  Main  and  Dock  streets  Broc 

lyn. 

1544- 21- A  pier  2,  between  Main  and  Dock  streets  Broc 

lyn. 

1545- 21-A— Pier  2,  between  Main  and  Dock  streets,  Broc 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S— Ford  Fire  Line  Reducing  Valve,  approval  c 

337-22-S  Elkhard  Brass  Company,  Siamese  Connectio 
approval  of. 

357-22-S— Quinn  Acme  Crude  Oil  Burner,  approval  o 
392-22-S— The  Surface-Combustion  Company  Low  Pre 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S— Howard  Water  Pressure  Reducing  Devices  a 
proval  of. 

610-22-S  Crocker  Gas  Valve,  approval  of. 

799-22-S  Kennel  1  Gas  Cut-Off  Valve,  approval  of. 
957-22-S  Burn  well  Mechanical  Burner,  approval  of. 

1104- 22-S  Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S— Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S— Thermostats  for  Automatic  Fire  Alarm  System 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S— Dempsey  High  &  Low  Pressure  Fuel  Oil  Burnei 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22- S— Delaney  Fuel  Oil  Burner,  approval  of. 

57-23-SA— Collin  Patent  Automatic  Gas  Cut-Off  Valve 
approval  of. 

92-23-SA— Surface  Combustion  Low  Pressure  Fuel  Oi 
Burner,  approval  of. 

123- 23-SA— Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap 

proval  of. 

124- 23-SA  Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA  Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA  S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA— Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gai 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA  Automatic”  Deluge  Valve,  approval  of. 
345-23-SA  Cornell  Falat  Oil  Burner,  approval  of. 

392- 23-SA  Billow”  Class  G.  R.  Oil  Burner,  aoproval  of 

393- 23-SA  Billow  ’  Class  C.  R.  F.  Oil  Burner,  approval 

of. 


V. 
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J97-23-SA — Cornell  No.  1  Type  “A"  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 
835-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA— Domestic  Fuel  Oil  Burner,  approval  of. 
828-23-SA — Powerlight  Oil  Heat  Burner,  approval  of. 
820-23-SA— Morse  Fuel  Oil  Burning  System,  approval  of. 
888-23-SA— Lewis  Oil  Burner,  approval  of. 

898-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

046-23-SA— Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

050-23-SA — Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 
169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA— Ziegler  Oil  Burner,  approval  of. 

1180-23-SA — Viking  Pump,  approval  of. 

1231-23-SA — Gill  Oil  Burner,  approval  of. 
i246-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 
1339-23-SA— National  Light  Service  Oil  Pump,  approval  of. 

1 346-23- S A — Heatiator  Oil  Burner,  approval  of. 

1358-23-SA — Worthington  Oil  Burner,  approval  of. 
1361-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 
1364-23-SA — Staples  &  Pfeiffer  Oil  Burner,  apr'^val  of. 
1415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1429-23- S A — Kerrihard  Oil  Burner,  approval  of. 
1444-23-SA — Tate- Jones  No.  6  Oil  Burner,  approval  of. 
1484-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 
1493-23-SA— Newport  Rotary  Oil  Burner,  approval  of. 
1538-23-SA— Lillibridge  Oil  Vapor  Burner,  approval  of. 
1550-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 
68-24-SA— May  Burner,  approval  of. 

254-24-SA— Sherman  Oil  Burner,  approval  of. 

269-24- S A— Universe  Oil  Burner,  approval  of. 

365-24- S A — Koaless  Oil  Burner,  approval  of. 

379-24-SA— Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA— Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA— Faultless  Oil  Burner,  approval  of. 
501-24-SA — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA— Kinney  Rotating  Plunger  Pump,  approval  of. 
536-24- S A — Climax  Oil  Burner,  approval  of. 

654-24-SA— Marvel  Oil  Burner,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 


735-24-SA — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-S A — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

101 6-24-SA — Milnes  Oil  Burner,  approval  of. 

1079-24-SA — Nokol  Automatic  Burner,  approval  of. 

1 108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 

1 134-24-S A — Peerless  Automatic  Oil  Burner,  approval  of 

1 142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 

1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 

1 162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1 197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-S A — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 

1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24-*SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1361-24-SA — Caloroil  Burner  Type,  A-A,  approval  of. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

1500-24-SA — Smolensky  Check  Valve,  approval  of. 

1 509-24- S A — ‘USEM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 

19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-S A — Keenan  Brilliant  Burner,  approval  of. 

154-25-SA — Edwards  Solenoid  Type  Bell,  approval  of. 

242-25-SA' — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  fillad  out. 
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If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 

be  supplied  by  mail. 
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PROPOSED  AMENDMENTS  TO  COVERING  ^IRE  EXTINGUISHING  APPLIANCES 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday  May  8,  1925,  at  10  a.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  7  he  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drazvn  to  an  indicated  scale ;  give 
correct  address  and  points  of  compass;  shozv  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  vis.,  sise,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  sise  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis ■* 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the ’  approved  plans  shall  be  forzvarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  zvill  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
zvorkmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wkl>  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen- 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro- 
vided  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago ;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston:  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


,‘e  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank 
the  Pressure  Tank,  [and]  the  Public  Water  System  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area,  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall'  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  zvhere  a  pent  house  contains  only  pressure  tanks  this  rule 
zvill  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  zvhen 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 


The  tank  shall  be  filled  _  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 


The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,'  either  a  pump  or  a  direct  serv¬ 
ice  mam  connection,  proznded  that  there  are  separate  feed 
mams  from  the  basement  or  lowest  story  and  a  control 
" a life  *n  each  feed  line  in  a  pump  or  engine  room 
.  The  overflozv  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  JO, 000  gallons  capacity  and  not 
less  than  three  (j)  inches  in  diameter  for  larger  tanks. 
1  he  top  of  the  overflozv  pipe  shall  be  three  (3)  ■ inches  be- 
lozv  the  top  of  the  staves  in  wooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
ls.of  brass  or  copper  or  other  non-corrosive  metal  and 
without  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflozv  pipes  shall  terminate  not  more 
than  tzventy-four  (24)  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbozv. 

The  discharge,  heating  or  filling  pipes  zvhere  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost- 
C(jver^nSm  which  may  be  of  three  layers  of  one-inch 
(/  )  hair  felt  interspersed-  zvith  building  paper  well  zvrapped 
and  secured  and'  covered  ztnth  canvas  zvell  painted  or  by 
frf  st-proof  boxing  as  specified  by  the  National  Board  of 
Tire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means '  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
’  eqinrements  of  the  Building  Code  and  supporting  struc- 
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es  shall  be  approved  by  the  Superintendent  of  Buildings, 
nks  not  enclosed  and  exposed  to  the  weather  shall  be 
vercd  ivith  a  double  roof  of  acceptable  construction  con- 
ting  of  a  tight  flat  cover  of  matched  boards  and  above 
is  a  conical  roof  which  shall  be  covered  with  an  ap- 
wed  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
rd  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca- 
city  and  located  on  a  structure  altogether  independent  of 
ildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
e  ground  level,  and  not  less  than  20  feet  above  the  high- 
t  line  of  sprinklers  beloiv  the  main  roof  of  the  highest 
ilding  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
tiicient  water  to  supply  twelve  and  one  half  per  cent 
2*4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
ved  fire  area  for  twenty  (20)  minutes,  but  not  less 
an  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  system 
i  ere  supplemented  by  an  auxiliary  water  supply,  and  not 
:s  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
lgle  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
ie  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
ider  a  pressure  of  seventy-five  (75)  pounds  per  square 
ch,  and  shall  be  so  proportioned  and  located  that  a  pres- 
re  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
ill  be  available  on  the  highest  line  of  sprinklers  below 
e  main  roof  when  all  the  water  lias  been  discharged  from 
e  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
ighest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
ghest  line  of  sprinklers  supplied  by  tank  or  tanks. 
Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
ipply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
lis  rule,  the  amount  of  water  to  be  provided  in  excess  of 
J5,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
tandards  and  Appeals. 

The. water  shall  be  supplied  through  a  fixed  pipe,  inde- 
rndent  of  the  sprinkler  piping,  not  less  than  [two]  one 
id  one-half  ( / *4)  inches  in  size  [with  a  one  and  one- 
aarter  (r)4)  inch  connection  to  the  tank],  or  through  a 
r'-pass  not  less  than  [two  (2)]  one  and  one-half  (/J-4)  in- 
les  in  size  around  the  check  valve  in  the  discharge  pipe 
'ovided  the  supply  is  of  sufficient  pressure  to  fill  the  tank, 
he  water  supply  and  connections  shall  be  capable  of  sup- 
ying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
dlons  per  minute  without  reducing  the  pressure  in  the 
nk.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
a  the  end  opposite  the  glass  gauge,  or  other  acceptable 
;vice,  to  indicate  the  level  of  the  water  when  the  tank  is 
vo-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
lcrease  the  air  pressure  at  the  average  rate  of  one 
1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
)  the  city  water  supply  shall  be  capable  of  furnishing 
ater  at  not  less  than  fifteen  (15)  pounds  per  square 
ich  static  pressure  at  the  highest  line  of  sprinklers 

nder  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
rater  Supply,  Gas  and  Electricity,  the  size  of  each  con- 
ection  shall  be  as  large  as  that  of  the  main  riser  and 
rt  less  than  four  (4)  inches,  and  shall  have  a  conven- 
ntly  accessible  control  valve  fixed  to  it  at,  or  near,  the 
urb,  or,  when  possible,  still  further  away  from  the 
uilding.  The  control  valve  shall  be  fitted  with  a  frost 
nd  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
lan  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
xtending  to  a  compartment  at  the  level  of  the  side- 
alk.  The  cover  shall  be  bolted  to  the  casing  and 

hall  be  so  marked  as  to  be  quickly  located  and  to 

idicate  the  purpose  of  the  valve.  The  valve  shall  be 

f  indicating  pattern,  operated  by  a  special  socket 
•Tench  approved  by  the  department  of  water  supply, 
as  and  electricity 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  id"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  ( 2 ) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flozv  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  tyye  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pum,p 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more, than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  ( *4 )  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  chall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforrps 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3 )4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3^4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by,  either  a  ball  drip  having 
a  one-half  (J4)  inch  pipe  connection  and  one-half  (]4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (24)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  yg  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  (J4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1^4)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  (^4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (l) 
inch  Conran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers.  ( 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  (]/2)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11/4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11J4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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re  girders  and  joists  are  flush  at  the  bottom,  heads 
be  spaced  according  to  the  general  rule. 

)  For  Conran*  one  (1)  inch  heads  the  distance  between 
,  cent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
nee  between  the  heads  on  each  line  shall  not  exceed  six- 
(16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
more  than  four  (4)  feet  from  wall  or  partition.  Where 
ers  project  below  the  under  side  of  joists  and  divide 
ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
h  measured  from  center  to  center  of  girders,  one  line 
|  1  be  placed  in  the  center  of  each  bay.  In  bays  exceed- 
twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
totalled  in  each  bay  and  in  no  case  shall  the  distance 
•een  adjacent  lines  exceed  twenty  (20)  feet. 

:)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
distance  between  adjacent  lines  shall  not  exceed  twenty- 
125)  feet  and  the  distance  between  the  head  on  each  line 

I  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
i;  being  spaced  not  more  than  five  (5)  feet  from  wall 

)artition.  Where  girders  project  below  the  under  side 
oists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 
ve  (25)  feet  in  width,  measured  from  center  to  center 
irders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
ays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
distance  between  adjacent  lines  exceed  twenty-five  (25) 

jf* 

mooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
.oth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
wide  and  over  (measurements  to  be  taken  from  center 
center  of  timber,  girder  or  other  projection  or  support 
ning  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
follows : 

a)  For  standard  one-half  ()4)  inch  heads— 

)ne  line  of  sprinklers  shall  be  placed  in  the  center  of 
h  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
1th,  and  the  distance  between  the  heads  on  each  line 
.ill  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

lays  in  excess  of  twelve  (12)  feet  in  width  and.  less 
.n  twenty-three  (23)  feet  in  width,  shall  contain  at 
st  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
t  in  width  or  over  shall  have  the  lines  therein  not  over 
i  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
t  in  width,  not  more  than  one  hundred  (100)  square 
t  of  ceiling  area  shall  be  allotted  to  any  single  head. 
;b)  For  Conran*  one  (1)  inch  heads— 

)ne  line  of  sprinklers  shall  be  placed  in  the  center 
each  bay  for  bays  not  exceeding  twenty  (20)  feet .  in 
'  1th,  and  the  distance  between  the  heads  on  each  line 
all  not  exceed  twenty  (20)  feet.  Bays  in  excess  o 
enty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
es  and  in  no  case  shall  the  distance  between  adjacent 
es  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  inch 

ads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
ch  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
dth  and  the  distance  between  the  heads  on  each  line 
all  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
twenty-five  (25)  feet  in  width  shall  contain  at  least 
o  (2)  lines  and  in  no  case  shall  the  distance  between 
lacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 

II  construction  shall  apply  as  far  as  practicable,  ine 
le  may  be  modified,  hoWever,  the  intent  being  to  ar- 
nge  the  spacing  of  heads  to  protect  the  contents  rat  ier 
in  the  ceilings;  but  in  no  case  shall  the  distance  e- 
een  a  head  on  one  line  and  a  head  on  an  adjacen 
ie  exceed  the  following: 


(a)  For  standard  one-half  04)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 


Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  f°r 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 


Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 


(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  maV  be  used  in  lieu  of  heads  located  in  peak  of 
roof ' 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lino  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 


(a)  For  standard  one-half  (J4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 

preferable.  ......  ,  •  ,,  , 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 

sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
raoks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule ;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  ()4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

H  inch .  i  head 

1  ‘  2  heads 

VA  “  3  “ 

“  .  5  “ 

2  “  .  10  “ 

2) 4  “  20  “ 

3  “  36  “ 

3) 4  “  55  “ 

4  “  80  “ 

5  “  140  “ 

6  “  .  200 

7  “  300  “ 

8  “  420 

Ob)  For  Conran*  one  (1)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1  inch  .  i  head 

1/4  "  2  heads 

1J4  “  3  “ 

2  “  4 

2)4  “  • . !!  6  “ 

3  “  9  “ 

4  “  18  “ 

5  “  34  “ 

6  “  51  “ 

7  “  75  “ 

8  “  105  “ 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads— 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1/4  inch .  i  head 

.  2  heads 

2  o  << 

a)4  “  4  “ 

3  “  6  « 

4  ;;  12 

5  .  21  “ 

6  “  40  “ 

7  ;;  60  “ 

8  “  84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eit 
(8)  inches  in  diameter,  special  ruling  will  be  required 
the  administrative  official  having  jurisdiction  as  to  the  p< 
missibility  of  its  use  and  the  number  of  heads  that  may 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping 
that  the  number  of  heads  on  a  branch  line  will  not  exce 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  t 
permissible  number  of  heads  may  be  doubled,  provided  t 
feed  main  is  of  the  size  indicated  in  the  schedule  for  t 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  hea 
each,  the  conditions  approach  those  of  long  single  lin> 
Such  feed  mains  shall  usually  be  centrally  supplied  whe 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Bran; 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  en 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supp 
more  than  sixteen  (16)  standard  one-half  (J4)  inch  heac 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  flo< 
openings  without  approved  stops,  shall  be  treated  as  one  roo 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall 
of  sufficient  size  to  accommodate  the  number  of  heads  call 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  f< 
a  given  number  of  heads  may  be  required  wherever  the  coi 
struction  or  conditions  introduce  unusually  long  runs  of  fet 
mains  or  many  angles.  Buildings  with  blind  attics  with  sms 
unprotected  openings  to  floor  below,  may  be  piped  from  tl 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sche; 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  n< 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  i 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approve 
stops  between  floors,  when  piped  on  independent  riser,  sha 
be  of  sufficient  size  to  accommodate  the  total  number  c 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separat 
risers  in  each  building  and  in  each  section  of  the  buildin 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provid 
Center  Central”  or  “Side  Central”  supply  to  feed  mail 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  head 
on  said  riser  in  one  story,  according  to  the  schedule  of  pip 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  put 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  opening 
are  protected,  by  standard  fire  doors,  may  be  considered  a 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  b 
granted  allowing  the  heads  in  a  fire  section  of  small  area  t 
be  fed  from  the  risers  in  another  section,  provided  th 
total  number  of  heads  in  such  area  does  not  exceed  th 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  S 

Risers  shall  not  be  located  close  to  windows,  properl} 
protected  from  mechanical  injury  and  freezing  and  shall  b( 
properly  supported  on  foundations  and  by  floor  plates,  clamps 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  o 
hose  outlets,  shall  be  made  ivith  a  sprinkler  system  risei 
or  any  part  thereof. 

.Where  gravity  and  pressure  tanks  feed  through  a  comtnot 
discharge  pipe  or  “dead  riser”  to  the  foot  of  a  riser  and  at 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser” 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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lie  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
dard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
screwed  up  tight  into  fittings  without  reducing  the 
;rway.  Fittings  shall  be  standard  cast  iron  fittings,  and 

I  be  long  turn  pattern  on  feed  mains  and  risers. 

jch  fittings  shall  be  designed  and  guaranteed  for  a  work- 
pressure  of  150  pounds  per  square  inch  and  must-be 
ible  of  withstanding  a  hydrostatic  test  pressure  of  750 
nds  per  square  inch  without  failure. 

II  pipe  shall  be  secured  to  the  ceiling,  wall*  ^nd  other 
:s  of  the  building  with  standard  steel,  wrought  or  mal- 

de  iron  hangers. 

xtra  heavy  fittings  shall  be  employed  where  the  normal 
ssure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
0)  pounds  per  square  inch,  and  shall  be  designed  for  a 
king  pressure  of  250  pounds  per  square  inch  and  be 
able  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
nds  per  square  inch  without  failure. 

dl  underground  pipe  shall  comply  with  the  specifications 
cast  iron  pipe  of  the  American  Water  Works  Associa- 

x 

tule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex- 
ed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro- 
ied  against  corrosion  whenever  found  necessary  by  thor- 
rhly  cleaning  the  pipe  of  all  scale  and  grease  and  paint- 
’  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
eptable  moisture  resistive  paint.  When  exposed  to  chemi- 
fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
other  approved  chemical  resistive  paint.  Care  shall  be 
en  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
ier  ground  floors  exposed  to  frost,  shall  be  properly  pro- 
ted  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
ed  with  mineral  wool,  sawdust  or  tar  mixed  with  grant¬ 
ed  cork,  extending  below  bottom  of  pipe  and  through  the 
flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
tli  three  alternate  layers  of  one-inch  hair  felt  and  build- 
r  paper  or  by  other  approved  method.  When  of  wood, 
±  enclosure  shall  be  constructed  double  with  a  layer  of 
■  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin- 
r  concrete  floors  or  partitions,  they  shall  be  protected 
th  a  metal  sleeve  or  be  grouted  with  cement  mortar. 
Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
ill  be  protected  with  an  approved  hermetically  sealed  cover, 
with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
so  installed  that  they  can  be  thoroughly  drained,  and 
iere  practicable,  all  piping  shall  be  arranged  to  diain  at 

e  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex- 
>se  any  part  of  the  sprinkler  system  to  frost,  and  shall 
so  connected,  either  by  check  valves  or  other  means, 
at  they  will  not  [overthrow]  overflozv  domestic  service  oi¬ 
lier  connections  to  the  same  sewer  or  house  drain,  or  if 
rried  through  the  wall  and  exposed  to  the  weather ,  they 
all  be  fitted  with  hoods  or  down-turned  elbozvs. 

Drains,  pitched  not  less  than  one-quarter  04 )  inch  in 
n  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used , 

1d 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
't  be  removed  through  any  of  the  above  drains.  *?uch 
ains  shall  be  installed  with  controlling  valves  so  that  no\\- 
g  tests  may  be  made  to  determine  if  the  water  supplies 
r  connections  from  yard  mains  to  the  inside  of  the  build 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1%)  inches  in  size]  shall  be  not  less  than  i  inch 
in  size  zvhere  floor  valves  are  not  over  2l/2  inches  in  size 
and  Jj4  inches  zvhere  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  iV2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow.  , 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (%)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  04)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Y  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iY  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  y2- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  Y-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  Y-inch  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4*4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fcd  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  04) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi- 
-  ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (j-4)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  x\pril  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  tha 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  fcj 
the  pump  shall  be  taken,  if  possible,  from  a  room  conitainin 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  cor 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 


the  air  pressure  on  such  dry -pipe  systems  shall  be  mail 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  t 
controlled  by  one  “Type  A”  dry-pipe  valve : 

(a)  For  standard  one-half  (*/2)  inch  heads  . 4C 

(b)  For  Conran*  one  (1)  inch  heads  . ic 

(c)  For  Conran*  one  and  one-quarter  (1*4  inch  heads  6 


Where  equipped  with  an  approved  quick-opening  devic 
the  following  number  of  heads  may  be  controlled  by  on 
“ Type  A”  dry -pipe  valve  : 

(a)  For  Standard  one-half  (l/2)  inch  heads . 8c 

( b )  For  Conran*  one  ( i )  inch  heads . ec 

\c)  For  Conran*  one  and  one-quarter  (i%)  inch  heads. it 

(b)  When  “Type  B’’  valve  is  installed  the  actuating  alari 
system  shall  be  designed  to  operate  at  a  temperature  lowe 
than  that  required  to  open  the  sprinkler  heads,  and  all  cor 
nections  between  the  alarm  system  and  the  dry-pipe  valv 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  j uris 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pip 
system  shall  be  provided  with  an  air  relief  valve  or  ven 


so  constructed  as  to  be  normally  open  in  order  to  permi 
the  free  escape  of  air  from  the  system,  but  to  close -auto 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  b 
controlled  by  one  “Type  B”  dry-pipe  valve: 


(a)  For  Standard  one-half  (*/2)  inch  heads  . 50 

(b)  For  Conran*  one  (l)  inch  heads . 12 


(c)  For  Conran*  one  and  one-quarter  (1*4)  inch  heads.  8 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkle 
systems  shall  be  equipped  with  an  alarm  valve  so  constructe 
that  a  flow  of  water  through  a  one-half  (*/2)  inch  orific 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  devic 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  A1 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  whe 
the  water  falls  below  or  rises  above  the  normal  level  i: 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’ 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in 
dicate  when  the  pressure  in  the  tank  falls  below  sevent; 
(70)  or  rises  above  eighty  (80)  pounds  per  square  incl 
with  an  indicator  or  alarm  located  in  the  engineer’s  roon 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkle 
tanks  subject  to  freezing  shall  be  protected  by  internall; 
heating  the  water  or  enclosing  (the  tank  in  a  frost-proo 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealei 
pipe  systems  shall  be  of  standard  full-weight  wrought  iroi 
or  steel,  painted  with  two  coats  of  protective  paint,  on< 
before  and  one  after  installation.  Such  pipe  shall  be  in 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shal 
be  inspected  prior  to  concealment.  When  installed  in  tb 
concealed  space  between  floor  arches  and  ceiling,  such  pipi 
shall  be  supported  by  hangers  and  all  pipe,  fittings  anc 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin 
kler  heads  shall  be  provided  with  the  necessary  curtail 
boards  and  draft  stops  to  permit  specific  control  of  the  fir* 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
tcceplance  all  automatic  sprinkler  systems,  excluding  the  wa- 
:er  supply  tanks,  shall  be  subjected  after  installation  to  a 
nydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
oer  square  inch  in  excess  of  that  which  will  be  normally 
:arried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1/4)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by.  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

!In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  in  jurying  the  valve. 

3  Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  lus 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  walls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4.  Section.  72.  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consul- 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unh  ss 
othe rinse  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 
ef  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 


In  buildings  wherein  are  stored  or  handled  only .  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  proinded  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pio- 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 


Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 


Rule  42.  Communicating  Openings.  .  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  which  must  be 
automatic. 


Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  ozvner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
nvhnrtinmt. 


There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 


Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


NOTICE 


 - - - - - 

BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  $1;  by  mail,  $1.08. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  25c;  by  mail,  27c. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  April  30,  1925 
Restored  to  calendar  . 

Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification  . 

Requests  to  rescind  . . . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans . 

Administrative  requests  . 

Requests  for  interpretation . 


598 

458 


39 


09 

1 

17 

1 

11 

10 

0 

7 

1 

0 


DISPOSITION  OF  CASES. 

Withdrawn  . 

Dismissed  . 

Denied  . 

Granted  . 

Granted  on  condition . 

Appliances  approved  . 

Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  reopen  granted... . 

Requests  to  reopen  denied  . 

Requests  to  amend  granted . 

Requests  to  amend  denied  . 

Requests  for  modification  granted . 

Request  for  modification  denied  . 

Requests  to  rescind  granted . 

Requests  to  rescind  denied  . 

Requests  for  extension  of  time  granted . 

Requests  for  extension  of  time  denied  . 

Requests  for  extension  of  permit  granted.... 

Request  for  extension  of  permit  denied . 

Requests  to  install  granted  . 

Requests  to  install  denied  . 

Plans  approved  . 

Plans  disapproved  . 

Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . . 

Interpretations  . 

Requests  withdrawn  or  dismissed . 


51.  j 

30 

87 

3 

322 

4 
2 
0 
0 


1 

0 

17 

0 

1 

0 

11 

0 

10 

0 

0 

0 

7 

0 

0 

1 

0 

1 


Total  .  1212  Total  . ‘ .  616 

Disposed  of  .  616 

Cases  pending  April  30,  1925 .  596 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . . 


M y  subscription  is  to  begin  with  tlm  issue  for 
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1925. 

36-2000-25-O’C 


P.  o. 


BULLETIN  is 

OF  THE 

50ARD  OF  STANDARDS  AND  APPEALS 

CITY  OF  NEW  YORK 

Issued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  Chap.  503,  Laws  of  1916 

Published  weekly  by  the  Board  of  Standards  and  Appeals  at  its  office,  Rooms  1001  to  1015,  Municipal  Building, 

New  York  City 


H 

2.05 

EW 
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Subscription 
$2.50  a  year 


MAY  12,  1925 


Single  Copies,  5  cents  No 

By  mail,  7  cents 
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Ml  communications  should  be  addressed  to  the  chairman 

of  the  board. 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  May  5,  1925. 
Minutes  of  Meeting,  Board  of  Standards  and  Ap¬ 
peals,  May  5,  1925. 

Reserve  Calendar. 

Notice  of  Public  Hearing. 

Progress  Report. 


DATES  AND  HOURS  OF  MEETING 
Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  rn. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  hoard,  will  he 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  May  12,  1025, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  May  19,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  he  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  he  an  appeal,  applica¬ 
tion  or  petition  shall  he  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  May  7,  1925. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  May  12,  1925,  at  2  p.  m., 


Cal.  No.  Department.  Premises  Affected. 

480-25-BZ . B.B.Bx.  .  S.  S.  230th  st.,  110.62  ft.  E.  of 

Exterior  st.,  Bx. 

-  N.  B.  944-1925. 

479-25-A . F.D . 114-116  E.  13th  st.,  Man. 

-  L.  C.  28742. 


478-25-A . F.D . 790-794  Greenwich  st.,  Man. 

-  L.  C.  26845. 

477-25-A . F.D . 35-10  Far  Rockaway  blvd., 

-  Edgemere,  Q.  L.  C.  90850. 

476-25-S . F.D . 4077-4085  Park  ave.,  Bx. 

-  L.  D.  75312. 


475-25-A . F.D . 4077-4085  Park  ave.,  Bx. 

-  L.  F.  75313. 

474-25-BZ . B.B.Bx.  .1145-7-9  Ogden  ave.,  Bx. 

-  N.  B.  810-1925. 

473-25-A . F.D . 1161  1st  ave.,  Man. 


-  L.  C.  29135. 

472-25-A . F.D .  1008  Whitlock  ave.,  Bx. 

-  Alt.  172-1925. 

471-25-S . F.D . 615-19  10th  ave.,  Man. 

- -  .  L.  D.  74867. 


470-25-BZ. .  . . 

...B.B.B. 

. .  1219-4223  Putnam  ave.,  Bklyn. 

Applic.  1071-1925. 

469-25-S . 

...F.D.  .. 

. .  692-694  Broadway,  Man. 

L.  F.  64078. 

468-25-S . 

...F.D.  .. 

..40-42  W.  37th  st.,  Man. 

L.  D.  74338. 

467-25-A . 

...F.D.  .. 

. .  1238  98th  st.,  Ozone  Park,  Q. 

Alt.  2697-1924. 

466-25- A . 

...F.D.  .. 

..9815  101st  st.,  Ozone  Park,  Q. 

Alt.  2645-1924. 

465-25-S . 

...F.D.  .. 

..26-34  Sullivan  st.,  Man. 

L.  D.  75525. 

464-25-S . 

...F.D.  .. 

..45-47  Crosby  st.,  Man. 

L.  D.  74431. 

463-25- A . 

_ F.D.  .. 

..45-47  Crosby  st.,  Man. 

F-74436. 

462-25-A . B.B.B.  ...15-27  N.  Oxford  st.,  Bklyn. 

-  Viol.  2639-1925. 

461-25-S . B.B.M.  ..251-255  W.  39th  st.,  Man. 

- -  N.  B.  128-1925. 

460-25-S . F.D .  3291  3rd  ave.,  Bx. 

- -  L.  D.  74716. 

459-25-A . F.D .  646-654  Vernon  ave.,  L.  I.  City , 

- -  Q.  F-74957. 

Restored  to  Calendar. 

588-23- A . F.D . E.  S.  Church  st.,  200  ft.  N.  of 

Railroad  ave.,  Tottenville,  S. 

I.,  Rich. 


CODE. 

F.D . Fire  Department 

H.D . Flealth  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


Building  Zone  Cases. 

292-25-BZ. 

APPLICANT — Samuel  Marer,  owner. 

PREMISES — 2621-2631  Aqueduct  avenue,  Borough  of  Th 
Bronx. 

TO  PERMIT  partly  in  a  business  district  and  partly  in 
residence  district  the  erection  and  maintenance  of 
garage  for  the  storage  of  more  than  five  (5)  mote 
vehicles. 

249-25-BZ. 

APPLICANT — Peter  P.  Smith,  for  Bay  Ridge  Saving 
Bank,  owner. 

PREMISES — 5315-5325  Fifth  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from 
business  district  the  erection  and  maintenance  of 
business  building  to  be  used  for  banking  purpose; 

132-25-BZ. 

APPLICANT — Samuel  Cohen,  for  Sherman-Fulton  Cc 
Inc.,  owner. 

PREMISES — 321  West  118th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  alteration  an 
conversion  of  occupancy  from  residence  use  to 
business  use  on  the  first  story  only. 

715-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Leo  Solicito,  owne 

PREMISES — 811  East  224th  street,  Borough  of  T1 

Bronx. 

TO  PERMIT  in  a  residence  district  the  maintenance  of 
garage  for  the  storage  of  four  (4)  pleasure  mote 
vehicles,  four  (4)  spaces  rented  to  persons  not  r< 
siding  on  the  premises. 

1399-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Frederick  P.  Ba 
lard,  owner. 

PREMISES — 708  East  216th  street,  Borough  of  TI 

Bronx. 

TO  PERMIT  partly  in  a  business  district  and  partly  in 
residence  district  the  alteration  and  change  of  occi 
pancy  from  a  stable  and  private  garage  to  a  garag 
for  the  storage  of  three  (3)  commercial  and  tw 
(2)  pleasure  motor  vehicles,  two  (2)  spaces  rente 
to  persons  not  residing  on  the  premises. 

1413-24-BZ. 

APPLICANT — Walter  B.  Wills,  for  M.  Richman,  owne 

PREMISES — 1180-1188  Myrtle  avenue,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in 
residence  district  the  erection  and  maintenance  of 
garage  for  the  storage  of  more  than  five  (5 
motor  vehicles. 

190-24-BZ. 

APPLICANT — Edward  V.  Dodd,  for  Wm.  F.  Till,  owne 

PREMISES — 2513-2519  Tilden  avenue,  Brooklyn. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in 
business  district  the  erection  and  maintenance  of 
garage  for  the  storage  of  more  than  five  (5)  motr 
vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  May  12,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 
H75-24-A — 628-642  West  45th  street,  Manhattan. 
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CALENDAR 


g69-24-A— 

1535-24-A- 

54-25- A- 


18-24-A- 

1177-24-A- 

1263-24-A- 

339-25-A- 

1447-24-A- 

1496-24-A- 

840-23-A- 


126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

169-195  West  street,  Brooklyn. 

248-254  West  60th  street  and  549-555  West  59th 
street,  Manhattan. 

1342  Park  avenue,  Manhattan. 

-79-89  Seventh  avenue,  Manhattan. 

-532  East  184th  street,  The  Bronx. 

-West  side  of  Kemble  avenue,  1,352  ft.  3J/2  in. 

south  of  Mill  avenue,  Brooklyn. 

■8746  123rd  street,  Richmond  Hill,  Queens. 
-205-207  West  33rd  street,  Manhattan. 
-3587-3589  Broadway,  Manhattan. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May  12,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matter: 

cal.  no.  237-25-BZ— Application,  February  26,  1925  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Bee 
Dee  Realty  Co.,  owner,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehic  es; 
premises  38-44  State  street,  Brooklyn. 

cal.  no.  480-24-BZ — Application,  April  14,  1924  under  the 
building  zone  resolution,  of  Silberman 
&  Steinfeld,  applicants,  on  behalf  of 
Tram  Realty  Co.,  owner,  previously 
dismissed  by  the  board,  to  permit,  part- 
ly  in  a  residence  district  and  partly  in 
a  business  district,  the  erection  and 
maintenance  of  a  garage  for  the  stor- 
age  of  more  than  five  (5)  motor  vehi¬ 
cles  ;  premises  1927-1941  Broadway, 
Brooklyn. 

CAL  no  21 8-25-BZ— Application,  February  24,  1925,  under 
the  building  zone  resolution,  ot  Na¬ 
than  Rotholz,  applicant,  on  behalf  of 
William  S.  O’Brien,  owner,  to  permit 
in  a  residence  and  “B”  area  district  and 
within  a  portion  of  a  street  between  two 
intersecting  streets  in  which  portion 
there  exists  an  exit  and  entrance  to  a 
school  and  also  -within  200  feet  in  a 
direct  line,  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles  and 
to  occupy  more  than  40  per  cent  of  the 
area  of  rear  yard  at  curb  level,  con¬ 
trary  to  the  requirements  of  the  zone 
resolution;  premises  517  West  161st 
street,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 
Tuesday,  May  12,  1925,  at  2  p.  m. 


Appeals  from  Administrative  Orders. 

1374-24- A — 305-309  Broadway,  Manhattan. 
621-20- A-  -39-83  Water  street,  Brooklyn. 
258-23- A — 307  Morris  avenue,  The  Bronx. 


785-24-A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24-A — 43-45  Wooster  street,  Manhattan. 

867-23-A — 2711  Webster  avenue,  The  Bronx. 

331-24-A — 508-534  West  212th  street,  Manhattan. 

904-24-A— 235-239  West  23rd  street,  Manhattan. 

1247-24-A — 202  Flatbush  avenue,  Brooklyn. 

124-25-A — 13  Van  Dam  street,  Manhattan. 

1387-23-A— 622-640  West  57th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  May  12,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  fol¬ 
lowing  matter : 

cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Duunigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

CAL.  no.  1091-24-BZ— Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valhalla  Corporation,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

cal.  no.  1038-24-BZ — Application,  August  19.  1924,  under 
the  building  zone  resolution,  of  Charles 
D.  Cords,  applicant,  on  behalf  of 
Quartin-Handler  Corporation,  owner, 
to  permit  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  750-760 
New  York  avenue.  Brooklyn 

cal.  no.  1400-23-BZ— Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Turin  Garage  and  Supply  Co.,  Inc., 
owner,  previously  withdrawn,  to  permit 
in  a  residence  district  the  alteration 
and  extension  of  an  existing  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  55  West  93rd 
street,  Manhattan. 

cal.  no.  110-25-BZ— Application,  January  26,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Brecher  Building  Corp.,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  southeast  cor¬ 
ner  of  Washington  avenue  and  Fifth 
avenue,  Long  Island  City,  Queens. 

cal.  no.  143-25-BZ — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Lottie  Snyder,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  buildings  to  be  used 
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for  store  purposes  only  on  the  1st 
story;  premises  7601-23  21st  avenue, 
Brooklyn. 

cal.  no.  166-25-BZ — Application,  February  9,  1925,  under 
the  building  zone  resolution,  of  Wil¬ 
liam  F.  Doyle,  applicant,  on  behalf  of 
Hallert  Realty  Corp.,  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  store  purposes ;  premises  178-186 
Parkside  avenue.  Brooklyn. 

cal.  no.  997-24-BZ — Application,  August  1.  1924  und*r  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  D. 
Coppersmith,  owner,  to  permit  partly 
in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  112-144  East  98th  street, 
Brooklyn. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  and  also  within  a 
“B”  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  May  19,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1522-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hugo  Seidenberg, 
owner. 

PREMISES — 129-02  Newport  avenue,  Belle  Harbor, 
Queens. 

TO  PERMIT  in  a  residence  district  the  maintenance  of 
a  building  used  for  store  purposes  on  the  1st  story. 

732-24-BZ. 

APPLICANT — Wm.  F.  Doyle,  for  Abgo  Construction 
Corp.,  owner. 

PREMISES — 162-172  McDougall  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

I 

1466-24-BZ. 

APPLICANT — James  McKillop,  for  Charles  Cohen,  owner. 

PREMISES — 192-194  Huron  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

202-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Joseph  Greenbaum, 
Rachael  Zoel  and  Morris  A.  Drucker,  owners. 

PREMISES — 2715-2717  Briggs  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  store  purposes. 

728-24-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Helen  B.  Peckett, 
owner. 

PREMISES — 2074-2088  Fulton  street,  Brooklyn. 


TO  PERMIT  in  a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  thar 
five  (5)  motor  vehicles. 

1046-24-BZ. 

APPLICANT— Thos.  F.  Martin,  owner. 

PREMISES— North  side  of  2nd  street,  170  ft.  9  in.  eas; 
of  Fourth  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  thar 
five  (5)  motor  vehicles. 

89-25-BZ. 

APPLICANT — Robert  T.  Lyons,  for  Bing  &  Bing,  Inc. 
owner. 

PREMISES— 110  West  51st  street  and  109  West  50th 
street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  thar 
five  (5)  motor  vehicles. 

379-25-BZ. 

APPLICANT — Walter  Scheminger,  owner. 

PREMISES — 350-352-354  Broadway,  West  New  Brighton 
S.  I.,  Richmond. 

TO  PERMIT  in  a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles,  and  also  a  motor  vehicle! 
repair  shop. 


BOARD  OF  APPEALS. 

Tuesday,  May  19,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

138-25-A — Foot  of  Amity  and  Congress  streets,  Brooklyn. 

66-25-A — 245  West  55th  street,  Manhattan. 

189-25-A — 338-340  Flushing  avenue,  Brooklyn. 

151-25-A — 1-3  Amsterdam  avenue  and  447  West  59th 
street,  Manhattan. 

299-25-A — 136  West  50th  street,  Manhattan. 

250- 25-A — 89-91  Bridge  street,  Brooklyn. 

251- 25-A — 89-91  Bridge  street,  Brooklyn. 

223-25-A — 2406-2414  Myrtle  avenue,  Ridgewood,  Queens. 
1510-24-A — 1038  Ocean  avenue,  Brooklyn. 

588-23-A — East  side  Church  street,  200  ft.  north  of  Rail¬ 
road  avenue,  Tottenville,  S.  I.,  Richmond. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May  19,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matter : 

cal.  no.  1358-24-BZ— Application,  November  18,  1924,  under 
the  building  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Lirpa 
Realty,  owner,  to  permit  in  a  business 
district  the  alteration  and  conversion 
of  occupancy  from  a  stable  for  more 
than  five  (5)  horses  to  a  garage  for  the 
storage  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  57-59  West  132nd 
street,  Manhattan. 

cal.  no.  1092-24-BZ— Application,  March  24,  1925,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve- 
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hides  (previously  denied  by  the  board)  ;  1102-24- S — 251  Fifth  avenue  and  1  East  28th  street,  Man- 

premises  331  East  184th  street,  The  hattan. 


Bronx. 

;al.  no.  191-25-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  James 
W.  Byrnes,  applicant,  on  behalf  of  Ber¬ 
nard  Kiritz,  owner,  to  permit  in  a 
residence  and  “C”  area  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles,  also  the  omission  of  a 
rear  yard  required  by  the  building  zone 
resolution;  premises  1209-1211  Putnam 
avenue,  Brooklyn. 

;al.  no.  220-25-BZ — Application,  February  24,  1925,  under 
the  building  zone  resolution,  of  Irving 
Seelig,  applicant,  on  behalf  of  Beth 
El  Talmud  Torah  of  Flatbush,  owner, 
to  permit  in  a  residence  and  “D”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  80  per 
cent  of  a  corner  lot  at  the  curb  level, 
contrary  to  section  14,  subdivision  (c) 
of  the  building  zone  resolution ;  prem¬ 
ises  1219-1221  Avenue  T,  Brooklyn. 

;al.  no.  245-25-BZ — Application,  March  3,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  applicant,  on  behalf  of  Wil¬ 
liam  F.  Cunningham,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1721-23  Park  avenue, 
Manhattan. 

;al.  no.  234-25-BZ — Application,  February  26,  1925,  under 
the  building  zone  resolution,  of  McKim, 
Mead  &  White,  applicant,  on  behalf  of 
Columbia  University,  owner,  to  permit 
in  a  residence  and  1 times  height  dis¬ 
trict  the  erection  and  maintenance  of 
the  street  wall  to  a  height  exceeding 
the  limit  required  by  the  zone  resolu¬ 
tion  ;  premises  northwest  .  corner  of 
114th  street  and  Amsterdam  avenue, 
Manhattan. 

:al.  no.  1272-24-BZ — Application,  October  28,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hugo 
C.  Cook,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2311  St.  Raymond’s  avenue, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  May  19,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

J  982-24-S — 614-618  West  131st  street,  Manhattan. 
163-25-S — 4049  Third  avenue,  The  Bronx. 

1412-23-S — 174  Duffield  street,  Brooklyn. 

1-25-S — 1723  Bath  avenue,  Brooklyn. 

252-25-S — 6  Reade  street,  Manhattan. 

307-25-S — 3218  Church  avenue,  Brooklyn. 

P  290-25-S — 442-450  West  31st  street,  Manhattan. 
361-25-S — 41  West  57th  street,  Manhattan. 

276-25-S — 13  East  31st  street,  Manhattan. 

273-25-S — 131  West  45th  street,  Manhattan. 


80-25-S — 23  West  56th  street,  Manhattan. 
28-25--S — 17  East  54th  street,  Manhattan. 
178-25-S — 391  Washington  street,  Manhattan. 

Appliance  Submitted  for  Approval. 
259-25-SA — Electrol  Automatic  Oil  Burner. 


BOARD  OF  APPEALS. 

Tuesday,  May  26,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

312-25-A — 56-60  Pearl  street,  Brooklyn. 

311-25-A — 931-939  Carroll  street,  Brooklyn. 

164-25-A — 303  East  170th  street,  The  Bronx. 

414-25-A— North  side  of  DeKalb  avenue,  200  ft.  west  of 
Onderdonk  avenue,  Ridgewood,  Queens. 

14 10-24- A — 52  Lispenard  street,  Manhattan. 

226-25-A — 29  West  17th  street,  Manhattan. 

239-25-A — 890  Grant  avenue,  The  Bronx. 

256-25-A — North  side  of  West  189th  street,  between  Wads¬ 
worth  avenue  and  Wadsworth  terrace,  Man¬ 
hattan. 

255-25-A — 731-735  West  177th  street  and  2-14  Northern 
avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May  26,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  136-24-BZ— Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 

cal.  no.  378-24-BZ — 'Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
uunmgan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

CAL.  no  1367-23  BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  May  29,  1925,  at  2  p.  m. 

Rule. 

77-25-SR— Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 
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BOARD  OF  APPEALS. 

Tuesday,  June  2,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

328- 25-A — 775-787  and  789-797  Humboldt  street  and  22-32 

and  34-42  Moultri  street,  Brooklyn. 
1426-24- A — 2121-2129  Broadway,  227-229  West  74th  street, 
Manhattan. 

254-25-A — 398-408  Washington  street,  Manhattan. 
170-25-A — South  side  of  Roosevelt  avenue,  from  21st  to 
22nd  streets,  Elmhurst,  Queens. 

329- 25-A — 448-454  12th  street,  Brooklyn. 

253-25-A — 839  Eighth  avenue  and  301-307  West  50th  street, 
Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  2,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

264-25-S — 398  First  avenue,  Manhattan. 


1427-24-S — 2121-29  Broadway  and  227-29  West  74th  street. 
Manhattan. 

315-25-S — 106-16  John  street  and  227-37  Plymouth  street, 
Brooklyn. 

309-25-S — 639-641  West  51st  street,  Manhattan. 

238-25-S — 35-37  East  10th  street,  Manhattan. 

243-25-S — 80  Lafayette  street,  Manhattan. 

247-25-S — 34-38  East  19th  street  and  33-35  East  18th  street, 
Manhattan. 

1481-24-S — 120  South  8th  street,  rear,  Brooklyn. 

1525-24-S — 107  East  31st  street,  Manhattan. 

84-25-S — 10  Mangin  street,  Manhattan. 

332-25-S — 326  West  48th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

228-25-SA — Silent  Glow  Oil  Burner. 


MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  MAY  5,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Connell,  Holland  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  April  28,  1925,  and 
the  minutes  of  the  special  meeting  of  the  board  of  ap¬ 
peals,  held  on  Tuesday  afternoon,  April  28,  1925,  were 
approved  as  printed  in  the  Bulletin,  No.  18,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
223-25- A 

APPELLANT — Philip  Pfeiffer,  for  Glenwood  Theatre 
Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED. — 2406-14  Myrtle  avenue, 
Ridgewood,  Borough  of  Queens. 
APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 
ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  at 
10  a.  m.,  on  request  of  appellant’s  representative. 


1510-24-A. 

APPELLANT— W.  T.  McCarthy,  for  J.  Goldstein, 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 1038  Ocean  avenue,  Brook¬ 
lyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  at 
10  a.  m. 


588-23-A.. 

APPELLANT — Tottenville  Copper  Company,  Inc., 
owner. 

SUBJECT — Application  for  reopening  and  modification 
of  former  resolution  (re:  appeal  from  order  of 
fire  commissioner). 

PREMISES  AFFECTED — East  side  of  Church  street, 
200  feet  north  of  Railroad  avenue,  Tottenville, 
Borough  of  Richmond. 

APPEARANCES— 

For  Appellant:  H.  Groedel. 

ACTION  OF  BOARD — Appeal  reopened  and  set  for 
hearing  May  12,  1925,  at  10  a.  m. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland....  5 

Negative  .  o 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  2 


1123-24-A. 

APPELLANT — 249  West  45th  St.,  Inc.,  owner. 

SUBJECT — -Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 249  West  45th  street,  Manhat¬ 
tan 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to 
withdraw;  appeal  withdrawn. 

THE  VOTE  Tp  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland...  5 

Negative  .  o 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  2 


1 377-24-A. 

APPELLANT — Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Columbia  University,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 2920-2940  Broadway,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 
and  Fire  Chief  Kenlon .  7 


Negative  .  0 

Absent  .  o 


THE  RESOLUTION: 

(1377-24- A) 

Whereas,  Croker  Nat’l  Fire  Prev.  Eng.  Co.,  for  Co¬ 
lumbia  University,  owner,  filed,  November  20,  1924,  an 
appeal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  2920-2940  Broadway, 
Manhattan:  and 


568 


Whereas,  the  order  of  the  fire  commissioner,  dated 

arch  29,  1924,  reads:  .  . 

“1.  Remove  all  gasoline,  the  storage  of  which  is 
prohibited  by  Section  112-2A,  Chapter  10  (Section 
114-2,  Chapter  10)  Code  of  Ordinances,  from  this  build¬ 
ing-  , 

"2.  Remove  tank  of  gasoline  storage  system  from 
these  premises,  or  fill  said  tank  with  sand  in  the  pres¬ 
ence  of  an  inspector  of  this  department.  Section  20, 
Chapter  12,  Code  of  Ordinances. 

“4.  Discontinue  the  use  of  open  flames  in  the  same 
room  or  compartment  where  volatile  inflammable 
liquids  are  kept  or  used.  Section  9,  Chapter  10,  Code 
of  Ordinances.” ; 


Whereas,  the  premises  consist  of  a  plot  of  ground  upon 
hich  is  located  the  buildings  of  Columbia  University , 
e  premises  in  question  being  a  four-story  engineering 
lilding,  and  also  a  vault  located  to  the  north  thereof ;  buried 
ft.  beneath  the  floor  of  the  vault  is  a  tank  (encased  in 
•ncrete)  for  storage  of  gasoline,  of  250  gallons  capacity; 

{Whereas,  appellant  contends  that  the  gasoline  is  required 
r  tests  of  gas  engines ;  that  the  tests  are  under  the  di¬ 
et  supervision  of  members  of  the  teaching  staff .  that 
e  100  gallons  of  gasoline  used  is  properly  stored  and  that 
addition  to  the  buried  tank  a  portable  gasoline  tank  is 
;ed  also,  in  which  is  delivered  the  gasoline  required  tor 
ie  engines,  and  contends  further,  in  re  Item  No.  4,  that 
le  open  flame  is  necessary  in  connection  with  laboratory 
ork,  but  that  it  is  separated  from  the  gasoline  storage 

y  approximately  140  ft.  .  .  ,  , 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
ranted  on  condition  that  the  capacity  of  the  tank  shall  be 
mited  to  250  gallons,  buried  below  ground  and  encased 
i  concrete;  that  a  vent  pipe  be  provided  not  less  than  1 
l.  in  diameter,  vented  to  the  outer  air;  and,  that  tne  hi 
ipe  shall  be  encased  in  concrete ;  that  the  storage  and  use 
f  the  gasoline  shall  be  restricted  to  the  conduct  of  me- 
hanical  engineering  course,  and  that  the  use  and  opera- 
on  of  the  equipment  shall  be  under  the  direction  of  quail¬ 
ed  operators,  members  of  the  faculty. 


-25-A. 


THE  RESOLUTION: 

(65-25-A) 

Whereas,  Samuel  Cohen,  for  Emma  Rose,  owner,  filed, 


Whereas,  the  building  is  fireproof,  six  stories  in  height, 
27  ft.  by  105  ft.  in  area.  OCCUPIED:  1st  story,  show¬ 
rooms  and  store,  2  persons ;  2nd  story,  showrooms  and  store, 
5  persons;  3rd  story,  showroom,  1  person;  4th  story,  stor¬ 
age,  no  occupancy ;  5th  story,  factory,  5  persons ;  6th  story, 
storage,  no  occupancy;  the  means  of  EGRESS  consisting  of 
two  interior  stairways  extending  from  the  1st  to  top  stories 
and  terminating  in  the  open  store  on  the  1st  story,  the 
northerly  stairway  terminating  about  17  ft.  back  from  the 
entrance  door;  the  main  (north)  stairway  being  enclosed 
in  4  in.  terra  cotta  blocks  with  wooden  doors  at  openings 
therein,  excepting  at  the  3rd  story,  where  there  is  no  door 
at  opening  in  the  stair  enclosure ;  and 

Whereas,  appellant  contends,  in  view  of  the  small  oc¬ 
cupancy,  that  the  existing  means  of  egress  are  adequate. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  appeal  be  and 
it  hereby  is  denied. 


133-25-A.  ,  . 

APPELLANT — Alfred  W.  Haiss,  part  owner  of  tne 
Geo.  Haiss  Mfg.  Co.,  Inc. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 375  Canal  place,  The 
Bronx. 

APPEARANCES—  .  . 

For  Appellant:  George  Haiss  and  M.  Cassis. 
For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 


lPPELLANT — Samuel  Cohen,  for  Emma  Rose  owner 
UBIECT — Appeal  from  decision  of  superintendent  ot 

buildings.  .  .  ,, 

'REMISES  AFFECTED' — 22  East  57th  street,  Man¬ 
hattan. 

APPEARANCES — 

For  Appellant:  Max  Siegel. 
vCTION  OF  BOARD— Appeal  denied. 

'HE  VOTE  TO  GRANT— 

Affirmative  . .  r . " 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and'  Fire  Chief  Kenlon .  7 

Absent  . 


THE  RESOLUTION: 

(133-25-A) 

Whereas,  Alfred  W.  Haiss,  for  the  George  Haiss  Mfg. 
Co.,  Inc.,  owner,  filed,  January  29,  1925,  an  appeal,  with 
the  board  of  appeals,  from  a  decision  of  the  fire  commis¬ 
sioner,  affecting  premises  375  Canal  place,  The  Bronx ; 

and  .  . 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 

January  28,  1925,  reads: 

“A  re-examination  of  the  plans  show  that  the  area 
of  building  is  over  20,000  square  feet  according  to  Rule 
No.  8  A  of  the  Board  of  Standards  and  Appeals. 

"In  any  building  not  exceeding  40  ft.  in  height  and 
20,000  square  feet  in  area,  a  four  inch  street  supply 
system  having  a  4  in.  direct  connection  to  a  street  main 
fed  two  ways,  etc.  . 

“It  will  therefore  be  necessary  to  provide  a  tame  with 
20  ft.  above  the  roof  of  at  least  3500  gallons  for  stand¬ 
pipe  system.” ; 


and 


nuary  15,’  1925,  an  appeal,  with  the  board  of  appeals, 
om  a  decision  of  the  superintendent  of  buildings,  affect- 
g  premises  22  East  57th  street,  Manhattan;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
ndered  January  8,  1925,  reads: 

“Disapproved.  ...  , 

“Stairs  should  lead  directly  to  street,  as  indicated 

on  plans  originally  approved.  ,  . ,  . 

“All  openings  in  the  enclosure^  should  be  provided 

with  fireproof,  self-closing  doors.  ; 


Whereas,  the  building  is  non-fireproof,  one  story  and 
mezzanine  (31  ft.)  in  height,  having  a  frontage  of  150  ft. 
on  Canal  place,  a  frontage  of  125  ft.  on  Park  avenue  and 
a  depth  of  223  ft.;  a  total  area  of  approximately  30,500 
sq.  ft.;  OCCUPIED  for  the  manufacture  of  heavy  ma¬ 
chinery,  65  persons  in  entire  building ;  and  . 

Whereas,  appellant  contends  that  the  building  is  low 
in  height,  faces  on  two  streets  and  that  the.  standpipe  sys¬ 
tem  is  supplied  from  an  8  in.  city  main  in  Canal  place 
and  a  6  in.  city  main  in  Park  avenue,  both  mains  having 
a  hydrostatic  pressure  of  40  pounds  per  square  inch. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified ,  and  the  appeal  be  and  it  hereby 
is  qranted,  onlv  so  far  as  it  affects  the  insta.lation  of  grav¬ 
ity  tank,  on  condition  that  a  standpipe  system  shall  be  in¬ 
stalled.  separately  connected  on  both  street  fronts  to  inde¬ 
pendent  water  mains,  with  not  less  than  4  in.  Siamese  con¬ 
nections;  and  that  the  conduct,  use  and  operation  of  the 
building  shall  remain  unchanged. 
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141-25-A. 

APPELLANT — Ernest  D.  Fieux,  secretary  for  Run- 
kel  Brothers,  Inc.,  lessee. 

?T9.1wrAppea^  ^"rom  decision  of  fire  commissioner. 
PREMISES  AFTECTED — 445-451  West  30th  street 
Manhattan. 

APPEARANCES— 

k or  Appellant:  Ernest  D.  Fieux  and  George  P. 
Knight. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

^^TT^^rS^riBOARD__.Appeal  granted  on  condition. 
CONDI  1  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon .  7 

Negative  .  '  0 

Absent  .  '  ’  q 

THE  RESOLUTION: 

(141-25-A) 

Whereas,  Ruukel  Brothers,  Inc.,  lessee  (Ernest  D.  Fieux 
secretary),  filed,  February  2,  1925,  an  appeal,  with  the 
board  ot  appeals,  from  a  decision  of  the  fire  commissioner 
affecting  premises  445-451  West  30th  street,  Manhattan-’ 
and  ’ 

W  hereas,  the  decision  of  the  fire  commissioner  reads : 
“Burners  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  fireproof,  ten  (10)  stories  in 
height,  100  ft.  by  197  ft.  6  in.  in  area;  OCCUPIED  as  a 
factory  and  office  building;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  13,700  gallon  and  also  a  16,600  gallon  fuel 
oil  tank,  a  Petro  burner  and  the  necessary  pumps,  valves, 
piping,  etc.,  to  make  a  complete  installation ;  and 
Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules  excepting  that  the  burner  is 
not  an  approved  burner;  and  that  the  burner  has  been 
submitted  to  the  board  for  approval ;  and  requests  a  tem¬ 
porary  permit,  pending  the  approval  of  the  burner. 

Resolved ,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  here¬ 
by  is  granted,  for  a  temporary  period  of  90  days,  at  owner’s 
risk,  on  condition  that  the  installation  shall  comply  with 
the  fuel  oil  rules  in  all  other  respects. 

219-25-A. 

APPELLANT  Brooklyn  Moulding'  Co.,  Inc.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 8739-8765  126th  street, 

Richmond  Hill,  Borough  of  Queens. 
APPEARANCES— 

For  Appellant:  George  F.  Doppel. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDIl  IONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(219-25-A) 

Whereas,  Brooklyn\Moulding  Co.,  Inc.,  owner,  filed, 

I  ebruary  25,  1925,  an  appeal,  with  the  board  of  appeals, 
from  an  order  of  the  fire  commissioner,  affecting  premises 
8739-8765  126th  street,  Richmond  Hill,  Borough  of  Queens- 
and  ’ 

Whereas,,  the  order  of  the  fire  commissioner  reads: 
“Provide  sufficient  yard  hydrants  with  approved  2 y2 
in.  hose  and  nozzle  as  per  rule  37  adopted  by  the 
Board  of  Standards  and  Appeals  July  20th,  1923.'  Sec. 


776,  Greater  New  York  Charter.”- 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
lng  a  frontage  of  240  ft.  on  126th  street  and  a  depth  of 
D3  ft.  (approximately  39,000  sq.  ft.  in  area)  upon  which 
is  located  the  plant  of  the  Brooklyn  Moulding  Co.,  con¬ 
sisting  ot  a  one-story  frame  mill  building,  a  one-story  of- 
nce,  a  brick  boiler  and  engine  room  and  several  piles  of 
lumber  separated  by  16  ft.  driveways;  and 
\\  hereas,  appellant  contends  that  there  are  six  citv 
hydrants  within  200  ft.  of  the  plant;  that  water  casks  are 
distributed  throughout  the  premises  and  that  there  is  a 
supervised  watchman  service. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
gt  anted  on  condition  that  four  (4)  driveways  shall  be  main¬ 
tained,  not  less  than  16  ft.  in  width,  direct  from  street 
with  cross-connecting  driveways  not  less  than  12  ft.  wide  • 
that  no  lumber  pile  shall  be  stacked  within  3  ft.  of  rear 
ot  line;  that  all  aisles  shall  be  kept  free  and  unencum¬ 
bered;  that  no  lumber  stack  shall  exceed  a  height  of  15 
it.,  and  that  the  lumber  yard  otherwise  shall  be  main¬ 
tained  in  accordance  with  the  rules  and  regulations  of  the 
fire  department. 

212-25-A. 

APPELLANT — Samuel  Ros'enblum,  for  Friedman  & 
Schwartzman,  lessees. 

k- CW— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 109  Greene  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

mvn(iTTnMCBOAARD~^PpeaI  granted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  7 

Negative  .  ’  |  ‘  ‘  ‘  0 

Absent  .  .  .. 

THE  RESOLUTION:  . 

(212-25-A) 

W  hereas,  Samuel  Rosenblum,  for  Friedman  &  Schwartz¬ 
man,  lessee,  hied,  February  24,  1925,  an  appeal,  with  the 
board  ot  appeals,  from  an  order  of  the  fire  commissioner 
affecting  premises  109  Greene  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  21,  1924,  reads: 

1.  Separate  portion  of  premises  where  combustible 
fibres  are  stored  from  the  remainder  of  the  building 
by  walls,  floor  and  ceiling,  protected  by  fire  retarding 
material  and  with  all  floor  openings  similarly  protected 
and  constructed  in  a  manner  approved  by  the  Fire  Com- 
missmner.  Sec.  24-6,  Chap.  12,  Code  of  Ordinances. 

2-  Discontinue  the  storage  of  combustible  fibre  in 
excess  of  5  tons.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  and 
cel  ar  in  height,  25  ft.  by  95  ft.  in  area  at  the  1st  story 
and  25  ft.  by  85  ft.  in  area  above.  OCCUPIED:  1st  story 
and  cellar,  storage  of  woolen  clippings,  4  persons  ;  2nd  story, 
paper  box  manufacture,  24  persons ;  3rd  story,  trunk  manu¬ 
facturing,  1  person;  4th  story,  vacant  at  present;  5th  story, 
manufacture  of  tassels,  12  persons;  and 
Whereas,  appellant  contends  that  the  quantity  of  clippings 
stored  is  ten  (10)  tons;  that  the  floors  used  for  the  woolen 
c  ippings  are  protected  by  an  automatic  sprinkler  system  with 
street  conection ;  that  a  fire  alarm  system  is  installed  and 
that  the  ceiling  of  the  1st  story  is  protected  with  stamped 
metal  and  the  stairway  is  separated  from  the  1st  story  by 
fire-resisting  partitions. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  1,  on  condition  that  the  stairhalls  through- 
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shall  he  enclosed  in  fire-retarding  partitions,  any  open- 
s  therein  to  be  equipped  with  fireproof  doors,  according  to 
■  rules  of  the  board  of  standards  and  appeals;  as  to  Item 
nn  condition  that  the  quantity  of  material  stored  or  main- 
ned  on  these  premises  shall  not  exceed  ten  (to)  tons,  con¬ 
ed  to  basement  and  1st  story;  and  that  the  basement,  1st 
,1  2nd  stories  shall  be  equipped  with  an  approved  sprinkler 
stem. 


PPELLANT — Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Gutta  Percha  and  Rubber 
Mfg.  Co.,  owner.  .  . 

JBTECT— Appeal  from  order  of  fire  commissioner. 
'REMISES  AFFECTED— 37-65  Franklin  avenue  and 
22-46  Skillman  street,  Brooklyn. 
PPEARANCES — 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 


-  department.  . 

CTION  OF  BOARD — Appeal  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Connell...  5 

Negative  .  ® 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  2 


THE  RESOLUTION: 

(1188-24-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
o„  for  Gutta  Percha  &  Rubber  Mfg.  Co.,  owner,  filed,  Octo- 
■r  1,  1924,  an  appeal,  with  the  board  of  appeals,  from  an 
rder  of  the  fire  commissioner,  affecting  premises  37-65 
ranklin  avenue  and  22-46  Skillman  street,  Brooklyn ;  and 
Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  sq.  inch,  extending  from  cellar  to  roof,  with  neces¬ 
sary  check  valves  and  2 inch  regulation  fire  depart¬ 
ment  outlets  on  each  story  (including  basements,  cellars 
and  roofs) ,  placed  within  main  stairway  enclosure.  Each 
outlet  to  be  provided  with  a  sufficient  feet  of  2J4  inch 
standard  hose  attached  thereto.”; 


Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  340  ft.  on  Franklin  avenue  and  340  ft. 
u  Skillman  street,  upon  which  is  located  the  plant  of  the 
iutta  Percha  &  Rubber  Mfg.  Co.,  consisting  of  a  series  of 
on-fireproof,  inter-connectcd  two  and  three-storv  buildings, 
pproximately  50,000  sq.  ft.  in  area;  OCCUPIED  for  the 
manufacture  of  rubber  products,  164  persons  above  the  1st 

tory;  and  , 

Whereas,  appellant  contends  that  the  buildings  are 
:  quipped  with  an  automatic  sprinkler  system,  fed  from  two 
0,000  gallon  storage  tanks,  and  a  60,000  gallon  suction  tank 
nd  connected,  also,  by  means  of  three  connections  to  the  city 
treet  mains ;  that  there  are  two  night  watchmen  on  the 
iremises ;  that  the  buildings  are  low  in  height  and  man} 
lriveways  afford  easy  access  to  all  of  the  structures  on 

he  premises.  .  .  ,  , 

Resolved,  that  the  order  of  the  fire  commissioner  be  amt 
t  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
/ ranted ,  so  long  as  present  layout  as  to  area,  height  and 
subdivisions  of  premises  remain  substantially  unchanged,  nn 
ondition  that  the  entire  plant  shall  be  equipped  with  an  ap¬ 
proved  two-source  wet  sprinkler  system,  according  to  the 
"ules  of  the  board  of  standards  and  appeals. 


R34-24-A. 

APPELLANT— Emile  Bauer,  lessee. 

SUBJECT— Application  for  extension  of  permit  fre 
appeal  from  order  of  fire  commissioner). 
PREMISES  AFFECTED— 9120  89th  street,  V  ood 
\  haven.  Queens. 

APPEARANCES— None. 


ACTION  OF  BOARD — Chairman  read  lequcst  for 
extension  of  permit.  Extension  of  permit 
granted  for  90  days. 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland -  5 

Negative  . .  0 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(634-24-A) 

Whereas,  Emile  Bauer,  lessee,  filed,  May  7,  1924,  an  ap¬ 
peal,  with  the  board  of  appeals,  from  an  order  of  the  fire 
commissioner,  affecting  premises  9120  89th  street,  Wood- 
haven,  Borough  of  Queens ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  28237- 
LC,  dated  April  17,  1924,  reads : 

“With  reference  to  your  application  for  a  permit  to 
store  fuel  oil  at  the  above  location,  I  regret  to  in¬ 
form  you  that  I  am  without  power  to  grant  such  a 
permit  for  the  reason  that  the  storage  of  fuel  oil  at 
the  above  location  is  not  in  accordance  with  the  rules 
adopted  by  the  Board  of  Standards  and  Appeals  on  Nov. 
6,  1919,  amended  January  18,  1924. 

“You  are  therefore  ordered  to  remove  all  fuel  oil 
from  the  storage  tank  and  discontinue  the  further  stor¬ 
age  and  use  of  fuel  oil  at  the  above  location.” ; 

and 

Whereas,  the  building  is  frame,  2l/2  stories  in  height, 
20  ft.  by  40  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  55  gallon  storage  tank,  piping  and  a  Power- 
light  Burner ;  and 

Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules,  excepting  in  that  the  burner 
is  not  an  approved  burner ;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  February  3,  1925,  on  certain  conditions,  and  appel¬ 
lant  requested  an  extension  of  the  time  limit. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  for  a  temporary  period  of  ninety  (90)  days,  at  the 
owner’s  risk,  pending  the  action  of  the  board  of  standards 
and  appeals  on  the  petition  for  approval  of  the  Powerlight 
Burner. 


1569-22- A. 

APPELLANT — Richard  Croker,  Jr.,  owner. 

SUBJECT — Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED— 535-545  East  79th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Richard  Croker,  Jr. 

ACTION  OF  BOARD— Granted  extension  to  Decem¬ 
ber  31,  1925. 

THE  VOTE  TO  GRANT  EXTENSION— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland....  5 

Negative  .  0 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(1569-22-A) 

Whereas,  Richard  Croker,  Jr.,  owner,  filed,  December  28, 
1922,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  535-45  East  79th 
street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Provide  a  separate  and  distinct  system  of  Auto¬ 
matic  Sprinklers  throughout  building  having  at  least  one 
source  of  water  supply,  arranged  and  equipped  as  pro¬ 
vided  in  the  rules  for  fire  extinguishing  appliances, 
adopted  bv  the  Board  of  Standards  and  Appeals  May 
24.  1917,  as  amended  May  2.  1918,  and  January  21,  1919, 
effective  February  17,  1919.”;  ,  , 

and  i  1  •  ■ 
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Whereas,  the  building  is  fireproof,  eight  stories  (95  ft.) 
in  height,  148  ft.  by  102  ft.  2  in.  in  area;  OCCUPIED  as 
a  tenant  factory,  with  a  total  of  223  persons  at  present 
in  the  building,  the  4th  story  being  vacant ;  and 
Whereas,  appellant  contends  that  the  building  is  equipped 
with  a  standpipe,  for  which  a  new  tank  has  recently  been 
installed ;  that  there  is  a  fire  alarm  signal  system  and  watch¬ 
man  service;  that  the  building  is  isolated  and  has  an  ap¬ 
proved  safe  occupancy  of  92  persons  per  story,  and  that 
there  has  been  no  new  fire  hazard  introduced  into  premises 
in  the  last  four  (4)  years;  and 
Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  March  9,  1923,  on  certain  conditions,  and  appellant 
requested  a  modification  of  the  time  limit. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  holding  the  order  in  abeyance,  in  so  far  as  it  re¬ 
lates  to  the  3rd  floor,  until  December  31,  1923,  and,  in  so 
far  as  it  relates  to  the  other  floors  with  woodworking  oc¬ 
cupancy,  until  December  31,  1925,  on  condition  that  the  pres¬ 
ent  standpipe,  fire  equipment,  and  fire  alarm  system  with 
watchman  patrol  service,  as  well  as  the  fire  drill  regulations, 
be  maintained ;  and  on  further  condition  that  the  open  gas 
jet  on  3rd  floor  be  enclosed  with  a  metal  screen  not  less  than 
5  ft.  in  height  and  3  ft.  in  diameter. 


BUILDING  ZONE  CASES. 

1092-24-BZ. 

APPLICANT — John  W.  Clancy,  for  Michael  Naftal, 
owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  partly  in 
a  residence  district  and  partly  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles.  (Previously  denied  by  the  board.) 

PREMISES  AFFECTED — 331  East  184th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  W.  Clancy. 

For  Opposition:  G.  Price. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  at 
10  a.  m.,  pending  action  by  sinking  fund  com¬ 
mission. 


191-25-BZ. 

APPLICANT — James  W.  'Byrnes,  for  Bernard  Kiritz, 
owner. 

SUBJECT— -Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  and  “C”  area 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles,  also  the  omission  of  a  rear  yard  required 
by  the  building  zone  resolution. 

PREMISES  AFFECTED — 1209-1211  Putnam  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  James  W.  Byrnes,  Mrs.  Kiritz. 
For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  at 
10  a.  m.,  to  amend  to  include  section  7-g  and  sec¬ 
tion  21. 


1156-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Cosmo  Sapo- 
naro,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED' — 982  Morris  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Dr.  John  J.  Sinnott. 


ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon . 

Negative  . 

Absent  . 


232-24-BZ. 

APPLICANT — Samuel  Gardstein,  for  Sarah  Passe 
owner. 

SUBJECT  Application  (re:  decision  of  superintende 
of  buildings)  to  permit  in  a  residence  district  t 
T->T->-r-1,^T^xtension  of  a  P°ultry  slaughter  house. 
PREMISES  AFFECTED— 874-884  41st  street,  Broo 
lyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Application  dismissed  for  la 
ot  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison  and  Holland  . 

Negative  . 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon 
THE  RESOLUTION: 

(232-24-BZ) 

Whereas,  Samuel  Gardstein,  for  Sarah  Passon,  own< 
filed,  February  13,  1924,  an  application,  under  the  buildii 
zone  resolution,  affecting  premises  874-884  41st  street,  Broo 
lyn ;  and 

V  hereas,  applicant  has  failed  to  complete  his  papers,  £ 
though  duly  notified  so  to  do. 

Resolved,  that  the  application  be  and  it  hereby  is  dismiss, 
for  lack  of  prosecution. 

188-25-BZ. 

APPLICANT — Samuel  Rosenblum,  for  William  < 
Perry,  owner. 

SUBJECT  Application  (re:  decision  of  superintendei 
of  buildings)  to  permit  in  a  residence  distri 
the  change  of  occupancy  of  the  first  story  froi 
residence  use  to  the  undertaking  business. 
PREMISES  AFFECTED— 248  West  132nd  stree 
Manhattan. 

APPEARANCES— 

For  Applicant:  Samuel  Rosenblum,  William  ( 
Perry. 

For  Opposition:  None. 

ACTION  OF  BOARD — Appeal  granted  on  conditio) 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  . 

Negative  . 

Absent  . 

THE  RESOLUTION: 

(188-25-BZ) 

Whereas,  Samuel  Rosenblum,  for  William  Perry,  owne: 
filed,  February  16,  1925,  an  application,  under  the  buildin 
zone  resolution,  to  permit  in  a  residence  district  the  chans? 
of  occupancy  of  the  1st  story  of  a  building  from  residenc 
use  to  an  undertaking  establishment;  premises  248  Wc: 
132nd  street,  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  applicatio 
by  the  board  of  appeals,  at  its  regular  meeting,  May  5,  1921 
after  due  notice  by  publication  in  the  Bulletin  of  the  Boar 
of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanving  the  build 
ing  zone  resolution  show  that  West  132nd  street  is  a  resi 
dence  district  and  Seventh  avenue  and  Eighth  avenue  ar 
business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  building: 
rendered  January  26,  1925,  reads : 

“With  reference  to  application  for  certificate  of  occu 
pancy,  we  beg  to  state  that  this  Bureau  cannot  issu 
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certificate  for  use  of  first  story  as  funeral  parlor  for 
the  reason  that  the  premises  is  located  in  a  residence 
district  and  the  zoning  resolution  prohibits  such  business 

Bin  a  residence  district.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  three  stories  and  basement  in  height,  with  a  front¬ 
age  of  18  ft.  and  a  depth  of  60  ft. ;  occupied  as  a  dwelling ; 
it  is  proposed  to  change  the  occupancy  of  the  1st  story  to  a 

funeral  parlor;  and 

Whereas,  business  of  the  same  character  exists  on  this 
block,  and  the  application  is  supported  by  substantial  consents 
of  affected  property  owners  within  the  block. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  there  shall  be 
no  structural  change  or  alteration  to  this  building  for  the 
conduct  of  this  use,  namely,  business  office  of  a  licensed 
embalmer,  conducted  by  the  owner  of  the  premises  living 
thereon ;  that  there  shall  be  no  sign  or  advertising  display 
other  than  a  glass  sign,  approximately  10  in.  by  18  in.,  se¬ 
cured  to  the  window  sash  on  the  interior  of  the  building,  1st 
story,  restricted  to  the  name  and  title  of  the  owner  conduct¬ 
ing  business  on  the  premises. 


197-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Elsie  Levy,  Clara 
Sarnof  and  Maurice  Oppenheimer,  by  Mortimer 
Kraus,  his  attorney  in  fact,  owners. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  extend¬ 
ing  from  an  unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1279-1285  Jerome  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 

Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(197-25-BZ) 

Whereas,  John  J.  Dunnigan,  for  Elsie  Levy,  Clara  Sarnof 
and  M.  Oppenheimer  (by  M.  Kraus,  his  attorney  in  fact), 
owners,  filed,  February  17,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension,  from  an  un¬ 
restricted  district  into  a  business  district,  of  a  proposed  ga¬ 
rage  for  the  storage  of  more  than  five  motor  vehicles ;  prem¬ 
ises  1279-1285  Jerome  avenue,  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  May  5,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  a  business 
district  and  Imvood  avenue  is  an  unrestricted  district ;  and 
j  Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  13,  1925,  in  acting  on  N.  B.  Application 
No.  46-25,  reads : 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  extending 
into  unrestricted  district  is  contrary  to  the  provisions  of 
the  Building  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
•  construction,  two  stories  in  height,  with  a  frontage  of  100 
ft.  and  a  depth  of  200  ft. ;  to  be  occupied  as  a  garage  for 


the  storage  of  more  than  five  motor  vehicles,  the  westerly 
half  of  the  building  is  located  in  the  unrestricted  district; 
and 

Whereas,  the  applicant  supported  his  appeal  under  section 
7-e  and  the  board  deemed  the  granting  of  the  application 
warranted  by  the  non-conforming  uses  already  in  existence 
in  the  street. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
shall  not  exceed  one  story  in  height  on  the  Jerome  avenue 
front ;  that  the  roof  shall  be  of  flat  design  and  construc¬ 
tion  ;  that  the  gable  walls  shall  be  unpierced  throughout  their 
entire  height  and  length ;  that  there  shall  be  not  more  than 
two  vehicular  entrances  on  the  Jerome  avenue  front;  that 
the  street  fronts  of  building  on  Jerome  avenue  and  Inwood 
avenue  shall  be  finished  in  face  brick  with  architectural  terra 
cotta  or  stone  trimmings;  that  there  shall  be  no  roof  sign 
erected  or  maintained  on  the  premises ;  and  that  all  permits 
necessary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  building  completed  within  eigh¬ 
teen  months  from  the  date  of  this  action. 


206-25-BZ. 

APPLICANT — William  F.  Doyle,  for  James  R.  Connizaro, 
owner. 

SUBJECT — Application  (re:  decision  of  fire  commissioner) 
to  permit  in  a  business  district  the  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 94-96  Avenue  U,  Brooklyn. 
APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 

Chief  Kenlon  .  7 

Negative  . 0 

Absent  .  0 

THE  RESOLUTION: 

(206-25-BZ) 

Whereas,  William  F.  Doyle,  for  J.  R.  Connizaro,  owner, 
filed,  February  20,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than  five  mo¬ 
tor  vehicles ;  premises  94-96  Avenue  U,  Brooklyn ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  May  5,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Avenue  U  is  a  business  dis¬ 
trict  and  West  9th  street  and  West  10th  street  are  residence 
districts ;  and 

Whereas,  the  objection  of  the  fire  commissioner,  rendered 
February  16,  1925,  in  acting  on  Alt.  Application  No.  253-25, 
reads : 

“1.  A  garage  for  more  than  five  cars  may  not  be 
permitted  in  a  business  zone.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  40  ft.  and  a 
depth  of  100  ft;  to  be  occupied  as  a  garage  for  the  storage 
of  more  than  five  motor  vehicles ;  and 

Whereas,  the  applicant  filed  88  per  cent  of  consents  of 
property  deemed  affected  of  area  fixed  by  board  in  support 
of  his  application  under  section  7-g,  and  the  board  deemed  it 
a  hardship,  under  the  circumstances  to  deny  the  application. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
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be  and  it  hereby  is  granted  on  condition  that  the  existing 
structure  shall  not  be  extended  in  area,  height  or  dimen¬ 
sions  ;  that  the  rear  and  gable  walls  shall  be  unpierced,  ex¬ 
cept  for  windows  opening  into  property  under  the  same 
control  or  ownership ;  that  no  roof  signs  shall  be  maintained 
on  the  premises ;  and  that  all  necessary  permits  required  shall 
be  obtained  within  sixty  days. 


1369-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Ida  Van  Rooyan, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  change 
of  occupancy  from  a  garage  for  the  storage  of  five 
(5)  motor  vehicles  to  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1038-1040  Lafayette  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle  and  Abraham 
Van  Rooyan. 

For  Opposition :  None. 

ACTION  OF  BOARD- — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Connell  .  1 

THE  RESOLUTION: 


(1369-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  Ida  Van  Rooyan,  owner, 
filed,  November  19,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  change 
of  occupancy  of  a  garage  for  the  storage  of  five  (5)  mo¬ 
tor  vehicles  to  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  1038-1040  Lafayette  avenue, 
Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  May  5,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Lafayette  avenue  and  Reid 
avenue  are  business  districts  and  Van  Buren  street  is  a  resi-  v 
dence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  17,  1924,  in  acting  on  Application  No. 
22705-24,  reads: 

“1.  Proposition  to  use  present  five  car  garage  for 
more  than  five  cars  contrary  to  Zone  Resolution,  Art. 

4,  Sec.  4,  Par.  15.  Therefore  disapproved.” ; 
and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  three  stories  in  height,  with  a  frontage  of  50  ft. 
and. a  depth  of  100  ft.;  occupied  as  a  garage  for  the  stor¬ 
age  of  five  automobiles,  stable  and  storage  building ;  it  is 
proposed  to  convert  the  occupancy  to  a  garage  for  more 
than  five  motor  vehicles ;  and 

Whereas,  the  applicant  has  supported  his  appeal  under 
section  7-e  of  the  building  zone  resolution  and  the  board 
deemed  that  denial  of  his  application  would  deprive  him  of 
the  reasonable  use  of  his  property ;  and 

Whereas,  a  stable  for  17  horses  existed  on  these  prem¬ 
ises  under  permits  from  duly  authorized  administration  of¬ 
ficials  permitting  its  construction  and  maintenance. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  garage  use 
area  be  restricted  to  and  maintained  exclusively  on  the  1st 
story;  that  the  existing  runway  for  horses  be  removed  and 
the  stable  use  above  the  1st  story  discontinued ;  that  there 
shall  be  no  structural  alteration  other  than  installation  of  a 
stairway  at  the  rear  to  the  structure  above,  enclosed  in  fire- 


retarding  material ;  that  any  repairs  conducted  on  the  prem¬ 
ises  shall  be  restricted  to  such  as  are  incidental  to  the  con¬ 
duct  and  operation  of  a  garage ;  that  there  shall  be  no 
power-driven  machinery  used  or  maintained  on  the  prem¬ 
ises,  and  any  repair  work  performed  on  premises  shall  be 
restricted  to  manual  operation ;  that  there  shall  be  no  sign 
or  advertising  display  other  than  a  flat  wall  sign  on  the 
front  of  the  structure,  and  there  shall  be  no  roof  sign 
installed ;  and  that  all  necessary  permits  required  shall  be 
obtained  within  sixty  days. 


1041-24-BZ. 

APPLICANT — Hackenburg  &  Schwartz,  for  330  West  95th 
Street  Corp.,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of  su¬ 
perintendent  of  buildings)  to  permit  in  a  business 
district  the  alteration  and  also  the  conversion  of 
occupancy  from  a  storage  warehouse  to  a  garage 
for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles  (previously  denied  by  the  board). 
PREMISES  AFFECTED — -156-166  West  End  avenue, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Albert  E.  Schwartz. 

For  Opposition :  David  M.  Jones,  Samuel  Lustig, 
Jack  Abrams,  Louis  Mohrman. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative :  Messrs.  Gunnison  and  Holland  ...  2 

Negative :  Chairman  Walsh,  Messrs.  Kennedy 

and  Dowd  .  3 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  ..  2 

THE  RESOLUTION: 

(1041-24-BZ) 

Whereas,  330  West  95th  Street  Corporation,  owner,  filed, 
August  16,  1924,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  alteration  and 
also  the  conversion  of  occupancy  of  a  building  occupied  as  a 
storage  warehouse  to  a  garage  for  the  storage  of  more  than 
five  motor  vehicles ;  premises  156-166  West  End  avenue, 
Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  May  5,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals ;  and 
Weiereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  End  avenue  and  West 
68th  street  are  business  districts  and  West  67th  street  east 
of  West  End  avenue  is  a  business  district  and  West  67th 
street  west  of  West  End  avenue  is  a  business  and  unre¬ 
stricted  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  17,  1924,  in  acting  on  Alteration  Application 
No.  1567-24,  reads: 

“1.  The  building  is  located  within  a  business  district, 
therefore  the  proposed  alterations  for  garage  occupancy 
is  prohibited  by  the  Building  Zone  Resolution,  Sec¬ 
tion  4.”; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  five  stories  in  height,  with  a  frontage  of  100  ft. 
834  in.  and  a  depth  of  125  ft. ;  occupied  as  a  storage  ware¬ 
house  ;  it  is  proposed  to  convert  the  occupancy  to  a  garage 
for  the  storage  of  more  than  five  motor  vehicles ;  and 
Whereas,  the  board  was  divided  in  opinion  as  to  the 
element  of  hardship  involved  on  the  applicant  within  the 
meaning  of  section  21,  and  the  applicant  failed  to  support 
his  basis  of  appeal  under  section  7-g. 

Resolved .  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


61 7-24-BZ. 

APPLICANT— William  De  Goode,  for  M.  H.  S.  Realty 
Corp.,  owner. 

SUBJECT— Application  for  reopening  and  modification  of 
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former  resolution  (re:  decision  of  superintendent 
of  buildings). 

PREMISES  AFFECTED — 11-57  Third  avenue,  Brooklyn. 
APPEARANCES— 

For  Applicant:  William  De  Goode,  Walter  Pfaend- 
ler. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  modified. 

THE  VOTE  TO  MODIFY  RESOLUTION— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 


Dowd,  Gunnison  and  Plolland  .  5 

Negative  .  0 


Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  ..  2 

THE  RESOLUTION: 

(617-24-BZ) 

Whereas,  William  F.  Doyle,  for  Lantic  Corporation, 
owner,  filed,  May  2,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  the  alteration  and  conver¬ 
sion  of  occupancy  of  building,  used  at  present  as  a  fac¬ 
tory,  stable  and  garage,  located  partly  in  a  business  dis¬ 
trict  and  partly  in  an  unrestricted  district,  to  a  garage  for 
the  storage  of  more  than  five  motor  vehicles ;  premises  41- 
57  Third  avenue,  southeast  corner  of  Atlantic  avenue  and 
i  Third  avenue,  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  July  1,  1924, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Third  avenue  is  a  business 
district  to  within  100  ft.  north  of  Pacific  street;  Atlantic 
avenue  is  a  business  district  and  Pacific  street  is  an  unre¬ 
stricted  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  4,  1924,  in  acting  on  Application  No.  5827- 
24,  reads : 

“Proposed  alteration  and  conversion  of  buildings, 
located  partly  in  a  business  and  partly  in  an  unrestricted 
district,  and  used  at  present  as  a  pie  baking  factory, 
stable  and  garage  for  more  than  five  motor  vehicles, 
is  contrary  to  Art.  2,  3,  4  (a)  of  the  Zone  Resolu¬ 
tion.”  ; 
and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  180  ft.  and 
I  a  depth  of  100  ft.;  it  is  proposed  to  alter  the  building  and 
convert  the  occupancy  from  factory,  stable  and  garage  to 
garage  for  more  than  five  motor  vehicles;  80  ft.  of  the 
building  being  in  the  unrestricted  district;  and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
;  C,  the  board  is  empowered  to  act ;  and 

Whereas,  this  application  was  granted  by  the  board  at  its 
meeting,  July  1,  1924,  on  certain  conditions,  and  applicant 
requested  a  modification  as  to  entrances  on  Third  avenue. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  building  be 
limited  in  height  to  a  two-story  structure  above  grade ;  that 
the  rear  wall  be  unpierced  throughout  its  entire  height  and 
length;  that  any  ramps  installed  shall  start  from  the  grade 
level  shall  be  not  less  than  25  ft.  from  the  walls  of  the 
building  at  street  fronts;  that  the  street  elevations  shall  be 
finished  in  face  brick  with  architectural  terra  cotta  or  stone 
trimmings ;  that  there  shall  be  no  vehicular  exit  or  entrance 
on  the  Third  avenue  front  of  the  building,  and  the  sills  of 
any  windows  thereon  shall  be  at  least  5  ft.  above  sidewalk 
level  and  shall  be  glazed  with  translucent  glass  other  than 
a  plate  glass  show  window  on  the  Third  avenue  front  at 
the  Atlantic  avenue  end;  that  any  skylights,  installed 
shall  be  glazed  with  plain  glass,  protected  with  wire  guards 
above  and  below ;  that  there  shall  be  no  advertising  or  signs 
of  any  description  displayed  on  the  I  hird  avenue  f  ront 
of  the  buliding;  that  there  shall  be  no  roof  signs  permitted 
on  any  part  of  the  structure ;  that  not  more  than  one  pro- 

1 


jecting  sign  shall  be  permitted  on  the  Atlantic  avenue  front 
of  the  building; 

Resolved,  further,  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months  and 
the  building  completed  within  eighteen  months  from  the  date 
of  this  action. 


968-24-BZ. 

APPLICANT — Otto  Henschel,  for  Michael  Pellegrino  and 
others,  owners. 

SUTJECT — Application  for  reopening  (re:  decision  of  su¬ 
perintendent  of  buildings)  to  permit  in  a  residence 
district  the  erection  and  maintenance  of  buildings 
to  be  used  for  store  purposes  on  1st  story  and  for 
dwelling  use  above. 

PREMISES  AFFECTED — 1922-26,  1930  and  1932  Kings 
highway,  2110  Ocean  avenue,  Brooklyn. 

APPEARANCES— 

For  Applicant:  Charles  P.  Cannella. 

For  Opposition-:  None. 

ACTION  OF  BOARD — Preamble  of  resolution  corrected; 

return  plans  approved  as  in  substantial  compliance 
with  requirements  of  resolution. 

THE  VOTE  TO  CORRECT  PREAMBLE  AND  AP¬ 
PROVE  PLANS— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 


Dowd,  Gunnison  and  Holland  .  5 

Negative  .  0 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  ..  2 

THE  RESOLUTION: 

(968-24-BZ) 


Whereas,  Otto  Henschel,  for  Michael  Pellegrino  and 
others,  owners,  filed,  July  24,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  buildings  to  be  used  for  store 
purposes  on  the  1st  story  and  for  dwelling  use  above ;  prem¬ 
ises  1922-1926,  1930  and  1932  Kings  highway,  and  2110 
Ocean  avenue,  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  February  17, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Kings  highway,  south  side  and 
to  a  point  100  ft.  west  of  Ocean  avenue,  is  a  residence  dis¬ 
trict,  the  remainder  of  Kings  highway  at  this  point  is  a  busi¬ 
ness  district,  and  Ocean  avenue  is  a  residence  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  10,  1924,  in  acting  on  Applications  No.  1366, 
1367,  1368  and  1369  reads: 

“Proposed  three  story  brick  building  to  be  occupied  as 
a  store  on  the  1st  floor,  one  family  on  the  2nd  floor  and 
one  family  on  the  3rd  floor,  in  a  residence  district,  is 
contrary  to  Art.  II,  Sec.  3  of  the  Zone  Resolution.”; 

and 

Whereas,  this  application  was  granted  by  the  board  at  its 
meeting,  February  17,  1925,  the  preamble  in  the  resolution 
containing  a  description  of  the  buildings  as  tentatively  pro¬ 
posed.  This  description  having  no  bearing  on  the  zoning 
question  involved,  and  applicant  now  submits  a  plan  and  ele¬ 
vation  for  approval  in  accordance  with  resolution  adopted ; 
and 

Whereas,  the  board  deemed  that  there  would  be  hard¬ 
ship  in  preventing  applicant  from  using  the  Kings  highway 
front  for  stores  owing  to  the  business  use  on  this  street. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted,  restricted  to  business  use  of  retail 
stores  on  the  ground  floor  only,  and  only  so  far  as  it  af¬ 
fects  the  frontage  facing  on  Kings  highway,  on  condition 
that  the  upper  stories  of  the  building  shall  be  restricted  to 
dwelling  use  and  occupancy;  the  store  fronts  or  show  win¬ 
dows  shall  start  at  a  point  not  less  than  12  in.  from  the 
Ocean  avenue  building  line ;  that  there  shall  be  no  stores  or 
business  use  evidenced  or  displayed  on  the  Ocean  avenue 
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front  of  the  structure;  that  there  shall  be  no  advertising 
signs  or  display  of  any  nature  or  description  on  the  Ocean 
avenue  front,  and  that  any  advertising  signs  or  display  on 
the  Kings  highway  front  shall  be  restricted  to  lettering 
placed  directly  on  show  windows  of  the  store  fronts ;  and 
that  there  shall  be  no  entrance  on  the  Ocean  avenue  front 
other  than  those  required  for  the  dwelling  use  above;  that 
the  exterior  of  the  street  walls  on  Kings  highway  and  Ocean 
avenue  front,  other  than  the  show  windows  of  the  stores  on 
the  Kings  highway  front,  shall  be  finished  in  face  brick  with 
architectural  terra  cotta  or  natural  stone  trimmings ;  that 
any  windows  on  the  Ocean  avenue  front,  except  those  open¬ 
ing  directly  to  living  apartments,  shall  have  sills  not  less 
than  6  ft.  above  grade;  and  further  granted  on  condition 


that  the  requirements  of  the  building  zone  resolution  shall 
be  complied  with  In  all  other  respects  as  to  rear  yard  and 
area  requirements ;  and 

Resolved,  further,  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action ;  and 

Resolved,  further,  that  the  board  does  hereby  approve  the 
drawings  submitted  this  date  as  complying  with  the  terms  of 
the  resolution. 


Adjourned  1.30  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  MAY  5,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Holland,  Connell,  Deputy  Fire  Commissioner 
Hannon,  Superintendents  Brady,  Reville,  Kleinert, 
Moore  and  McDermott. 

The  minutes  of  the  regular  meeting  of  the  board  of 
standards  and  appeals  held  on  Tuesday  afternoon,  April 
21st,  1925,  were  approved  as  printed  in  the  Bulletin, 
No.  17,  Vol.  X. 


PETITIONS  FOR  VARIATIONS. 

1102-24-S. 

PETITIONER — Arthur  Greenbaum,  for  Abram  I. 
Kaplan,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  com'missioner. 

PREMISES  AFFECTED — 251  Fifth  avenue  and  1 
East  28th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  John  F.  Keating. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  at 
2  p.  m.,  on  request  of  petitioner’s  representative. 


1332-24-S. 

PETITIONER — Edward  P.  Doyle,  for  Unity  Fee  Co., 
Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED— 101-103  West  42nd  street 
and  737-745  Sixth  avenue,  Manhattan. 

APPEARANCES— 

For  Petitioner :  Edward  P.  Doyle. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  at 
2  p.  m.,  subject  to  reduction  of  factory  occu¬ 
pancy. 


80-25-S. 

PETITIONER— Samuel  Cohen,  for  Michael  C.  A.  For- 
mato,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 23  West  56th  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  at 
2  p.  m. 


28-25-S 

PETITIONER — Samuel  Cohen,  for  Alice  Hoffman, 
owner. 


SUBJECT — Variation  of  labor  law’  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 17  East  54th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  at 
2  p.  m. 


178-25-S. 

PETITIONER — Charles  Mayer,  for  Samuel  Weil, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  oi 
fire  commissioner. 

PREMISES  AFFECTED — 391  Washington  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  at 
2  p.  m.,  for  final  hearing. 


718-18-S. 

PE  1 1  TIONER — Harold  L.  Young,  for  Lazarus  Levy, 
owner. 

SUBJECT — Application  for  reopening — variation  of 
labor  law  as  cited  in  order  of  fire  commissioner. 

PREMISES  AFFECTED— 17-23  East  Broadway,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  William  C.  Sommerfeld. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  at  2 
p.  m.,  on  request  of  petitioner. 


1418-24-S. 

PETITIONER — Irving  Finkelstein,  for  Beno  Realty 
Company,  owner. 

SUBJEC 1 — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 20  East  31st  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Irving  Finkelstein. 

AC  I  ION  OF  BOARD — Petition  withdrawn  on  request 
of  petitioner. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Holland,  Connell,  Deputy  Fire 
Commissioner  Hannon,  Superintendents 
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Brady,  Reville,  Kleinert,  Moore  and  Mc¬ 
Dermott  .  10 

Negative  .  0 

Absent:  Messrs.  Dowd,  Gunnison  and  Fire 
Chief  Kenlon  .  3 


conies,  with  45  degree  iron  stairs  to  yard,  egress  therefrom 
through  an  open  yard  to  the  east,  both  properties  in  the 
same  and  single  control ;  egress  from  yard  through  door  to 
street,  with  plain  glass  panel  therein;  granted  only  so  long 
as  conditions  as  to  occupancy  and  use  otherwise  remain  sub¬ 
stantially  unchanged. 


•2-25-S. 

ETITIONER — Samuel  Rosenblum,  for  Fise  Realty 
Co.,  Inc.,  lessee. 

LJBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

REMISES  AFFECTED — 1G  West  31st  street,  Man¬ 
hattan. 


PPEARAN  CES — 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

CTION  OF  BOARD — Petition  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 


HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Superintend¬ 
ents  Brady,  Reville,  Kleinert,  Moore 

and  McDermott  .  9 

Negative  . . . 4 _  0 

Absent:  Messrs.  Kennedy,  Connell,  Fire 
Chief  Kenlon  and  Deputy  Fire  Commis¬ 
sioner  Hannon  .  4 


THE  RESOLUTION: 


(192-25-S) 

Whereas,  Samuel  Rosenblum,  for  Fise  Realty  Co.,  Inc., 
■ssee,  filed,  February  27,  1925,  a  petition,  with  the  board 
f  standards  and  appeals,  for  variation  from  the  require- 
lents  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
ommissioner,  affecting  premises  16  West  31st  street,  Man- 
attan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
9,  1924,  reads : 

“Order  No.  58820-LD: 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  compliance 
with  the  provisions  of  Sections  273  and  274  of  the  La¬ 
bor  Law  and  the  rules  of  the  Board  of  Standards  and 
Appeals,  or  carry  out  a  proper  alternative  method  of 
complying  with  the  requirements  of  Section  271  of  the 
Labor  Law. 

“NOTE:  Among  the  defects  noted  on  this  fire  escape 
are  the  following:  No  fireproof  passageway  from  ter¬ 
mination  of  fire  escape  to  street.” ; 

nd 


Whereas,  the  building  is  non-fireproof,  five  stories  in 
leight,  25  ft.  by  56  ft.  in  area  with  a  three-story  extension 
t  the  rear  east.  OCCUPIED:  1st  story,  store;  2nd  story, 
alesroom,  2  persons ;  3rd  story,  vacant  at  present ;  4th  story, 
manufacturing  of  buttons,  25  persons;  EQUIPPED  with  a 
ire  alarm  signal  system.  EXITS :  An  interior  wooden 
tairway,  extending  from  the  1st  story  to  the  roof,  enclosed 
n  fire-resisting  partitions  with  fireproof  doors  at  openings ; 
i  fire  escape  with  fireproof  windows  along  the  course  there- 
>f  on  the  rear  of  the  building,  extending  from  the  roof 
o  the  2nd  story  balcony,  with  iron  stair  to  yard,  with 
gress  from  the  termination  of  fire  escape  by  means  of  open 
ard  of  adjoining  premises -to  east  under  same  and  single 
;ontrol,  and  through  store  in  1st  story  of  the  building  to 
'treet;  ROOFS  of  adjoining  buildings  to  east  same  level, 
o  west,  one  story  higher ;  and 
Whereas,  petitioner  contends,  in  view  of  the  light  occu¬ 
pancy  of  the  premises,  that  the  existing  egress  from  the 
ermination  of  fire  escape  be  accepted. 

Resolved,  that  the  board  of  standards  and  appeals  does 
lereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
mly  so  far  as  it  affects  the  egress  from  the  termination  of 
the  fire  escape,  on  condition  that  a  standard  approved  fire 
scape  shall  be  erected,  with  60  degree  stairs  connecting  bal¬ 


193-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Fise  Realty 
Co.,  Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 14  West  31st  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Superintend¬ 
ents  Brady,  Reville,  Kleinert,  Moore 

and  McDermott  .  9 

Negative  .  0 

Absent:  Messrs.  Kennedy,  Connell,  Fire 
Chief  Kenlon  and  Deputy  Fire  Commis¬ 
sioner  Hannon  .  4 

THE  RESOLUTION: 

(193-25-S) 


Whereas,  Samuel  Rosenblum,  for  Fise  Realty  Co.,  Inc., 
lessee,  filed,  February  17,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  14  West  31st  street,  Manhattan ; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
28,  1924,  reads : 

“Order  No.  61944-LD : 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  com¬ 
pliance  with  the  provisions  of  Sections  273  and  274  of 
the  Labor  Law  and  the  rules  of  the  Board  of  Standards 
and  Appeals,  or  carry  out  a  proper  alternative  method 
of  complying  with  the  requirements  of  Section  271  of 
the  Labor  Law. 

“NOTE:  Among  the  defects  noted  are  the  follow¬ 
ing: 

“No  fireprooi  passageway  from  termination  of  fire 
escape  to  street.” ; 
and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  64  ft.  in  area;  OCCUPIED  as  a  tenant 
factory,  50  persons  above  the  1st  story;  EQUIPPED  with 
a  fire  alarm  signal  system.  EXITS:  An  interior  wooden 
stairway  extending  from  the  1st  story  to  the  roof,  enclosed 
in  fire-resisting  partitions  with  fireproof  doors  at  openings ; 
a  fire  escape  with  fireproof  windows  along  the  course  there¬ 
of  on  the  rear  of  the  building  extending  from  roof  to  yard, 
with  egress  from  the  termination  of  fire  escape  by  means 
of  open  yard  to  premises  to  west,  under  same  and  single 
control;  ROOFS  of  adjoining  buildings  to  west  same  level, 
to  east  seven  stories  higher. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  egress  from  the  termination  of 
fire  escape^  on  condition  that  a  standard  approved  fire  escape 
shall  be  erected,  with  60  degree  stairs  connecting  balconies, 
with  45  degree  iron  stairs  to  yard,  egress  therefrom  through 
an  open  yard  to  the  west,  both  properties  in  the  same  and 
single  control;  egress  from  yard  through  door  to  street, 
with  plain  glass  panel  therein;  granted  only  so  long  as  con- 
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ditions  as  to  occupancy  and  use  otherwise  remain  substan¬ 
tially  unchanged. 


209-25-S. 

PETITIONER— F.  P.  Keniston,  for  Peter  Pressman, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 427  Fourth  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  F.  P.  Keniston. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell,  Su¬ 
perintendents  Brady,  Reville,  Kleinert, 

Moore  and  McDermott  .  10 

Negative  .  0 

Absent:  Mr.  Kennedy,  Fire  Chief  Kenlon 
and  Deputy  Fire  Commissioner  Hannon  3 
THE  RESOLUTION: 

(209-25-S) 

Whereas,  F.  P.  Keniston,  for  Peter  Pressman,  owner, 
filed,  February  21,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  an  order  of  the  fire  commissioner, 
affecting  premises  427  Fourth  avenue,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  26,  1925,  reads : 

“Order  No.  71178-LD: 

“1.  Extend  the  interior  stairway  at  the  north  side 
of  building  to  the  roof,  as  per  Section  271  of  the  Labor 
Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  21  ft.  by  80  ft.  in  area  at  the  1st  story  and  21 
ft.  by  40  ft.  in  area  above;  OCCUPIED  as  a  tenant  fac¬ 
tory,  19  persons  above  the  1st  story.  EXITS  :  An  interior 
wooden  stairway  extending  from  the  1st  story  to  the  top 
story,  with  fixed  iron  ladder  to  scuttle  in  the  roof,  enclosed 
in  wood  lath  and  plaster  partitions  with  wooden  doors  at 
the  openings ;  a  fire  escape  with  fireproof  windows  along 
the  course  thereof  on  the  rear  of  the  building,  extending 
from  the  roof  to  the  2nd  story  balcony,  with  iron  bridge 
to  a  counterbalanced  stair  leading  to  West  29th  street; 
ROOFS  of  adjoining  buildings  are  at  the  same  level;  and 
Whereas,  petitioner  contends  that  a  rearrangement  of 
the  top  story,  such  as  would  be  necessary  to  continue  the 
stairway  to  the  roof,  would  so  reduce  the  limited  space  in 
said  story  as  to  render  it  valueless,  and  requests,  in  view  of 
the  light  occupancy,  that  the  existing  means  of  exit  be  ac¬ 
cepted. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  a  double  rung  iron  ladder  shall  be  pro¬ 
vided  from  the  top  story  hall  enclosure  to  scuttle  in  roof ; 
granted  only  so  long  as  conditions  as  to  occupancy  and  use 
otherwise  remain  unchanged. 


211-25-S. 

PETITIONER — Samuel  Rosenblum,  for  John  Stitch, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 20  Starr  street,  Brooklyn. 
APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell,  Su¬ 
perintendents  Brady,  Reville,  Kleinert, 

Moore  and  McDermott  .  ;| 

Negative  .  j 

Absent:  Mr.  Kennedy,  Fire  Chief  Kenlon  i 
and  Deputy  Fire  Commissioner  Hannon 

THE  RESOLUTION: 

(211-25-S) _ 

Whereas,  Samuel  Rosenblum,  for  John  Stitch,  owm 
filed,  February  24,  1925,  a  petition,  with  the  board  of  stan 
ards  and  appeals,  for  variation  from  the  requirements  of  tl 
labor  law,  as  cited  in  an  order  of  the  fire  commissioner,  a 
fecting  premises  20  Starr  street,  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dat* 
February  2,  1925,  reads : 

“Order  No.  71552-LD : 

“1.  Arrange  bars  on  windows  on  cellar  story,  nort 
east,  south  and  west  sides  of  building,  so  as  to  I 
readily  movable  or  removable  from  both  sides  in  sm 
a  manner  as  to  afford  the  free  and  unobstructed  u 
of  such  windows  for  purposes  of  egress,  as  per  Se 
tion  272  of  the  Labor  Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  ai 
cellar  in  height,  30  ft.  by  95  ft.  in  area.  OCCUPIED:  Ct 
lar,  storage,  trouser  material,  no  regular  occupancy;  1 
2nd  and  3rd  stories,  tenant  factory,  55  persons  above  tl 
1st  story;  EQUIPPED  with  a  fire  alarm  signal  systei 
EXITS:  An  interior  wooden  stairway  extending  from  tl 
1st  story  to  the  top  story,  enclosed  in  wood,  stamped  mete 
covered  partitions,  with  fireproof  doors  at  the  opening 
a  fire  escape  on  the  south  side  of  the  building  extendii 
from  the  top  story  to  alleyway,  with  egress  from  termin 
tion  of  fire  escape  by  means  of  alleyway  to  street;  tl 
alleyway  extends  along  the  southerly  and  easterly  sides  > 
the  premises  at  the  same  level  as  the  cellar  story,  and 
the  south  wall  of  the  cellar  twelve  2  ft.  6  in.  by  2  ft.  6  i 
windows,  approximately  6  ft.  above  the  floor  level,  and 
the  easterly  wall  of  the  cellar  there  are  four  2  ft.  6  in.  1 
4  ft.  windows,  approximately  3  ft.  above  the  floor  level 
ROOFS  of  adjoining  buildings  to  north  one  story  lowe 
open  court  to  south ;  and 

Whereas,  petitioner  proposes  to  brick  up  the  windows 
the  north  wall,  and  contends  that  the  windows  in  the  sout 
erly  wall  are  not  available  as  exits  and  that  approxima 
to  the  windows  in  the  east  wall  there  is  a  door  to  the  alle 
and  that  there  are  provided  other  means  of  exit  from  tl 
cellar. 

Resolved,  that  the  board  of  standards  and  appeals  do 
hereby  make  a  variation  from  the  requirements  of  the  I 
bor  law,  and  that  the  petition  be  and  it  hereby  is  grante 
only  so  far  as  it  affects  the  windows,  2  ft.  6  in.  by  2  ft.  6  it 
approximately  6  ft.  from  the  floor,  and  windows  on  fro 
and  rear,  on  condition  that  all  other  openings  in  the  gab 
walls  shall  be  bricked  up,  and  that  an  exit  door,  opening  oi 
on  the  front  and  rear,  shall  be  provided  and  maintainec 
granted  only  so  long  as  the  existing  occupancy  and  use  she 
remain  substantially  unchanged. 


224-25-S. 

PETITIONER— Samuel  Rosenblum,  for  Estate  ■ 
Elizabeth  Chesebrough,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order 
fire  commissioner. 

PREMISES  AFFECTED— 38  Great  Jones  street,  Ma 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fi 
department. 

ACTION  OF  BOARD — Petition  granted  on  conditio! 

CONDITIONS — As  specified  in  resolution. 


MINUTES 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,.  Connell,  Su¬ 
perintendents  Brady,  Reville,  Kleinert, 

Aloore  and  McDermott  .  10 

Negative  . . .  0 

Absent:  Air.  Kennedy,  Fire  Chief  Kenlon 
and  Deputy  Fire  Commissioner  Hannon  3 

THE  RESOLUTION: 

(224-25-S) 

Whf.rf.as,  Samuel  Rosenblum,  for  Elizabeth  Chese- 
brough,  owner,  filed,  February  25,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the  re¬ 
quirements  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  38  Great  Jones  street,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
February  3,  1925,  reads : 

“Order  No.  71651-LD: 

“1.  Provide  safe  and  unobstructed  egress  from  the 
lower  termination  of  the  fire  escape  at  rear  of  building 
bv  constructing  a  fireproof  passageway  with  an  un¬ 
obstructed  width  of  at  least  3  feet  throughout,  leading 
to  the  street,  adequately  lighted  at  all  times  during 
working  hours,  or  by  means  of  providing  access  to  an 
open  area  having  communication  with  the  street,  as  per 
Section  273  of  the  Labor  Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  20  ft.  by  64  ft.  in  area;  OCCUPIED  as  a  tenant 
factory,  25  persons  above  the  1st  story.  EXITS:  An  in¬ 
terior  wooden  stairway  extending  from  the  1st  story  to  the 
roof,  enclosed  in  wood  lath  and  plaster  partitions,  with 
metal-covered  wooden  doors  at  the  openings ;  a  60  degree 
fire  escape  with  fireproof  windows  along  the  course  there¬ 
of  on  the  rear  of  the  building  extending  from  the  roof  to 
yard,  with  egress  from  the  termination  of  fire  escape  by 
means  of  open  yards  of  the  adjoining  premises  (under  same 
ownership)  to  the  east;  ROOFS  of  adjoining  buildings  to 
east  two  stories  higher,  to  west  same  level ;  and 

Whereas,  petitioner  requests,  in  view  of  the  light  oc- 
occupancy,  that  the  existing  egress  from  the  termination  of 
the  fire  escape  be  accepted. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  egress  from  the  termination 
of  the  fire  escape  at  the  yard  level,  on  condition  that  a 
standard  fire  escape  shall  be  maintained  on  the  rear  of  the 
building  from  the  yard  to  the  roof,  with  egress  from  ter¬ 
mination  through  four  (4)  yards  to  the  west,  maintained 
open  and  unobstructed;  granted  only  so  long  as  the  occu¬ 
pancy  and  use  remain  substantially  unchanged. 


J6-25-S. 

’ETITIONER — Samuel  Rosenblum,  for  Alaybelle  E. 

Manning,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  ot 
fire  commissioner. 

PREAIISES  AFFECTED— 14  East  55th  Street,  Alan- 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Alaher  of  fire 
department.  .  . 

ACTION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Alessrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Dep¬ 
uty  Fire  Commissioner  Hannon,  Super¬ 
intendents  Brady,  Reville,  Kleinert, 
Moore  and  AIcDermott  .  11- 

Negative  . . 0 

Absent:  Air.  Dowd  and  Fire  Chief  Kenlon.. 


THE  RESOLUTION: 

(126-25-S) 

Whereas,  Samuel  Rosenblum,  for  Alaybelle  E.  Manning, 
lessee,  filed,  January  27,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  14  East  55th  street,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
30,  1924,  reads: 

“1.  Provide  an  additional  means  of  exit  from  6th 
story  in  accordance  with  Section  271  of  the  Labor 
Law. 

“2.  Provide  an  outside  iron  balcony  fire  escape  on 
the  rear  of  building  with  balconies  4  ft.  in  width  con¬ 
nected  by  stairways  not  less  than  22  in.  wide,  placed 
at  an  incline  of  not  more  than  45  deg.,  extending  from 
ground  to  roof,  constructed  as  per  Section  273  of  the 
Labor  Law  and  the  rules  of  the  Board  of  Standards 
and  Appeals  *  *  *. 

“3.  Extend  the  north  interior  stairway  at  west  side 
of  building  to  the  roof,  as  per  section  271  of  the  La¬ 
bor  Law.  Said  extension  and  the  landings  and  passage¬ 
ways  connecting  therewith  to  be  enclosed  on  all  sides 
with  partitions  of  fire  resisting  material  extending  at 
least  3  ft.  above  the  roof,  as  per  section  271  and  272  of 
the  Labor  Law  and  rule  2  of  the  Industrial  Code. 

“4.  Enclose  the  north  interior  stairway  at  the  west 
side  of  building  serving  as  a  required  means  of  exit, 
and  the  landings,  platforms  and  passageways  connect¬ 
ing  therewith  on  all  sides  with  partitions  of  fire  re¬ 
sisting  material  extending  continuously  from  the  last 
story  to  3  ft.  above  the  roof,  constructed  as  per  section 
271  of  the  Labor  Law.  *  *  ; 

and 

Whereas,  this  ease  was  amended  on  April  27,  1925, 
to  include  the  objection  of  the  superintendent  of  buildings, 
dated  April  25,  1925,  which  reads : 

“3.  Exit  facilities  should  comply  with  Sec.  271  of 
the  Labor  Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  and 
pent  house  in  height,  23  ft.  by  100  ft.  5  in.  in  area.  OC¬ 
CUPIED:  Basement,  manufacture  of  dresses,  20  persons; 
1st  story,  showrooms  and  manufacturing,  3  persons;  2nd 
story,  manufacture  of  millinery,  5  persons;  upper  stories, 
dwellings,  2  persons  per  story.  EXITS:  An  interior  fire¬ 
proof  stairway,  extending  from  the  1st  story  to  pent  house, 
enclosed  in  fireproof  partitions  with  fire  doors  at  the  open¬ 
ings  ;  an  interior  wooden  stairway  extending  from  the  1st 
to  the  5th  story,  enclosed  in  wood  lath  and  plaster  parti¬ 
tions  with  wooden  doors  at  openings ;  and  an  accommoda¬ 
tion  stairway  at  the  rear  of  the  building,  extending  from 
the  basement  to  the  2nd  story;  ROOFS  of  adjoining  build¬ 
ings  to  east  same  level,  to  west  4  ft.  higher ;  and 

Whereas,  petitioner  contends  that  the  basis  of  the  order 
is  the  fact  that  5  persons  are  engaged  at  manufacturing  on 
the  2nd  story  and  that  there  are  available  for  these  5  per¬ 
sons  three  stairways,  one  being  fireproof,  and  further  con¬ 
tends  that  the  existing  means  of  exit  are  adequate,  in  view 
of  the  light  occupancy  of  the  premises. 

Resolved,  that  the  board  of  standards  and  appeals  does  here¬ 
by  make  a  variation  from  the  requirements  of  the  labor  law, 
aiid  that  the  petition  be  and  it  hereby  is  granted  on  condition 
that  a  fire  escape  shall  be  provided  on  the  rear,  from  yard  of 
adjoining  premises  to  the  east  to  the  6th  story,  with  60  de¬ 
gree  connecting  stairs,  and  fireproof  casement  doors,  open¬ 
ing  out  at  the  1st  and  2nd  story  balconies,  with  egress 
from  yard  into  building  to  east,  and  egress  to  same  yard 
to  east  from  rear  of  basement;  granted  only  so  long  as 
conditions  as  to  occupancy  and  use  remain  unchanged. 


1493-24-S. 

PETITIONER — Harold  F.  Smith,  for  Trustees  of  Sail¬ 
ors’  Snug  Harbor,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
2  fire  commissioner. 
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MINUTES 


PREMISES  AFFECTED — 30  East  Ninth  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Harold  F.  Smith. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Dep¬ 
uty  Fire  Commissioner  Hannon,  Super¬ 
intendents  Brady,  Reville,  Kleinert, 


Moore  and  McDermott  .  li 

Negative  .  q 


Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon..  2 
THE  RESOLUTION: 

(1493-24-S) 

Whereas,  Harold  F.  Smith,  for  Trustees  of  Sailors’  Snug 
Harbor,  owner,  filed,  December  19,  1924,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  an  order  of  the 
fire  commissioner,  affecting  premises  30  East  9th  street, 
Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
6,  1924,  reads : 

“Order  No.  60441-LD : 

“1.  Arrange  the  fire  escape  in  the  rear  of  the  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof  so  that  same  are  in 
compliance  with  the  provisions  of  Section  273  and  274 
of  the  Labor  Law  and  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  *  *  *. 

“Among  the  defects  noted  on  this  fire  escape  are  the 
following : 

“No.  3.  No  fireproof  passageway  from  termination 
leading  to  street.” ; 
and 

Whereas,  the  building  is  non-fireproof,  four  stories  and 
basement  in  height,  25  ft.  by  88  ft.  in  area;  OCCUPIED 
as  a  tenant  factory,  12  persons  on  the  2nd  story,  13  per¬ 
sons  on  the  3rd  story  and  the  4th  story  is  vacant  at  pres¬ 
ent.  EXITS  :  An  interior  wooden  stairway  extending  from 
the  1st  story  to  the  top  story ;  enclosed  in  wooden  stud  and 
plaster  partitions,  with  wooden  doors  at  openings ;  a  fire 
escape  on  the  rear  of  the  building  extending  from  the  roof 
to  the  yard,  with  EGRESS  from  the  termination  of  fire 
escape  by  means  of  gate  in  fence  giving  access  to  open 
yards  to  the  west;  and  ROOFS  of  adjoining  buildings  are 
at  same  level ;  and 

Whereas,  petitioner  contends  that  adequate  means  of  exit 
from  the  termination  of  the  fire  escape  are  afforded  by  the 
adjacent  open  yards  and  also  by  means  of  the  fire  escapes 
terminating  thereon. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  egress  from  termination  of  fire  escape, 
on  condition  that  a  balcony  bridge  shall  be  provided  at  the 
2nd  story,  connecting  with  balcony  of  fire  escape  of  41  East 
8th  street,  and  that  all  fences  at  yard  level  shall  be  removed 
and  an  open  and  unobstructed  yard  shall  be  maintained  from 
30  East  9th  street  between  26,  28,  30  East  9th  street  and 
37,  39,  41  East  8th  street;  the  fire  escape  in  all  other  re¬ 
spects  shall  conform  to  the  requirements  of  the  labor  law 
and  the  rules  of  the  board  of  standards  and  appeals ; 
granted  only  so  long  as  conditions  as  to  use  and  oc¬ 
cupancy  shall  remain  substantially  unchanged ;  the  occupancy 
not  to  exceed  twenty-five  (25)  persons  above  the  1st  story. 


1249-24-S. 

PETITIONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Cantor  &  Angel,  Inc.,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 


PREMISES  AFFECTED— 157-161  West  29th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 
for  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Dep¬ 
uty  Fire  Commissioner  Hannon,  Super¬ 
intendents  Brady,  Reville,  Kleinert, 


Moore  and  McDermott  .  11 

Negative  .  q 


Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon..  2 
THE  RESOLUTION: 

(1249-24-S) 

W  hereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  Cantor  &  Angel,  Inc.,  owners,  filed,  October 
21,  1924,  a  petition,  with  the  board  of  standards  and  ap¬ 
peals,  for  variation  from  the  requirements  of  the  labor  law, 
as  cited  in  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  157-161  West  29th  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  May 
24,  1924,  reads : 

“Order  No.  59775-LD : 

“1.  Arrange  the  exterior  screened  stairway  and  the 
openings  leading  thereto  so  that  same  are  in  compliance 

with  the  provisions  of  Section  268  of  the  Labor  Law 

*  •*  * 

“Among  the  defects  noted  on  this  exterior  screened 
stairway  are  the  following : 

“No  fireproof  passageway  to  street.”; 

and 

Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height,  65  ft.  by  97  ft.,  irregular  in  area;  OCCUPIED  as 
a  tenant  factory,  161  persons  above  the  1st  story; 
EQUIPPED  with  a  sprinkler  system.  EXITS  :  An  interior 
fireproof  stairway  extending  from  the  1st  story  to  the  roof, 
enclosed  in  fire-retarded  partitions  with  fire  doors  at  open¬ 
ings  ;  a  fire  escape  with  fireproof  windows  along  the  course 
thereof  on  the  rear  of  the  building,  extending  from  the 
roof  to  the  2nd  story  balcony,  with  egress  from  the  ter¬ 
mination  of  the  fire  escape  by  means  of  an  iron  bridge  con¬ 
necting  the  2nd  story  balcony  with  the  fire  escape  on  the 
building  to  the  west;  ROOFS  of  adjoining  building  to  west 
two  stories  lower,  to  east  two  stories  lower ;  and 
Whereas,  petitioner  proposes  to  connect  the  2nd  story 
balcony  by  means  of  an  iron  bridge  across  the  1st  story 
extension,  with  the  fire  escape  on  the  premises  to  the  rear, 
said  premises  at  rear  having  an  enclosed  fireproof  passage¬ 
way  leading  directly  from  foot  of  the  fire  escape  to  30th 
street. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  egress  from  the  termination  of  the 
fire  escape,  on  condition  that  the  fire  escape  otherwise  com¬ 
plies  with  the  labor  law  and  the  rules  of  the  board  of  stand¬ 
ards  and  appeals,  on  condition  that  a  balcony  bridge  shall 
be  provided  at  the  termination  of  the  roof  at  the  1st  story 
extension,  extending  to  the  premises  in  the  rear,  connected 
to  fire  escape  of  premises  to  the  west,  with  termination  there¬ 
from  to  yard;  granted  only  so  long  as  conditions  as  to  oc¬ 
cupancy  and  use  remain  substantially  unchanged. 


1 72-25-S. 

PETITIONER — George  E.  Strehan,  for  Houbigant, 
Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 535-547  West  45th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  George  E.  Strehan. 
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ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

S£  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Dep¬ 
uty  Fire  Commissioner  Hannon,  Super¬ 
intendents  Brady,  Reville,  Kleinert, 


Moore  and  McDermott  .  11 

Negative  .  0 


Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon..  2 

THE  RESOLUTION: 

(172-25-S) 

Whereas,  George  E.  Strehan,  for  Houbigant,  Inc.,  owner, 
filed,  February  10,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  a  decision  of  the  superintendent 
of  buildings,  affecting  premises  535-547  West  45th  street, 
Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  27,  1925,  reads: 

“3.  Wood  sash,  door  and  window  frames  and  base 
not  permitted  in  fireproof  partitions  erected  for  offices 
on  2nd  floor;  building  is  over  100  ft.  in  height.”; 

and 

Whereas,  the  building  is  fireproof,  eleven  stories  in  height, 
125  ft.  by  100  ft.  5  in.  in  area  in  the  1st  story  and  125  ft. 
by  90  ft.  5  in.  in  area  above;  OCCUPIED  as  a  factory  for 
the  bottling,  boxing  and  labeling  of  perfumes,  with  a  total 
of  1,125  persons  in  the  entire  building,  the  building  being 
equipped  with  a  sprinkler  system  and  a  fire  alarm  signal 
system,  the  means  of  egress  consisting  of  an  interior  fire¬ 
proof  stairway  at  east  side  of  building  extending  from  the 
1st  story  to  the  roof  and  a  fire  tower  at  the  westerly  side; 
and 

Whereas,  it  is  requested  that  permission  be  granted  to 
install  on  the  2nd  story  only  wood  doors,  wood  base  and  wood 
and  glass  transoms  on  the  fireproof  partitions  subdividing 
the  private  offices,  to  install  wood  flooring  in  six  of  the 
private  offices  used  as  sample  rooms  and  to  erect  400  ft. 
of  wood  and  glass  dwarf  partitions  7  ft.  2J4  in.  high,  sub¬ 
dividing  the  general  office  space ;  and 

Whereas,  petitioner  contends  that  this  2nd  or  office  floor 
is  an  isolated  unit  cut  off  from  the  factory  portion  of  the 
|  building ;  that  the  factory  occupancy  has  a  low  fire  hazard ; 
that  the  decoration  treatment  of  the  office  and  sales  room 
is  based  on  the  use  of  wood  trim;  that  under  the  building 
code  the  structural  provisions  relating  to  each  class  of  oc¬ 
cupancy  are  applied  to  such  parts  of  the  building  as  fall 
within  that  class  of  occupancy  and  that  under  the  building 
code  partitions  of  wood  and  glass  of  a  temporary  character 
used  to  subdivide  panes  within  fireproof  partitions  and  walls 
are  permitted  and  that  all  other  partitions  and  trim  through¬ 
out  the  building  except  in  the  floor  mentioned  are  fireproof. 

Resolved,  that  the  board  of  standards  and  appeals  does 
herebv  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted ,  only 
so  far  as  it  affects  the  temporary  use  as  office  fixtures,  re¬ 
stricted  to  the  2nd  story  only,  on  condition  that  the  use  of 
•  entire  2nd  story  shall  be  restricted  to  executive  offices,  sub¬ 
divided  and  finished  in  accordance  with  plan  filed  in  the 
case,  and  on  further  condition  that  the  entire  premises  shall 
be  equipped  with  an  approved  sprinkler  system. 


1339-24-S. 

PETITIONER— Anna  Riscili,  owner. 

SUBJECT— Application  for  reopening  (re:  variation  of 
labor  law  as  cited  in  order  of  health  commis¬ 
sioner). 

PREMISES  AFFECTED— 444  East  13th  street,  Man¬ 
hattan. 

APPEARANCES— 

L  For  Petitioner:  John  M.  Lewis. 

ACTION  OF  BOARD— Petition  granted. 


I 


THE  VOTE— 

Affirmative :  Messrs.  Kennedy,  Gunnison,  Hol¬ 
land,  Deputy  Fire  Commissioner  Hannon, 
Superintendents  Brady,  Reville,  Kleinert, 

Moore  and  McDermott .  9 

Negative:  Chairman  Walsh  and  Mr.  Connell  ..  2 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon..  2 
THE  RESOLUTION: 

(1339-24-S) 

Whereas,  Anna  Riscili,  owner,  filed,  November  12,  1924, 
a  petition,  with  the  board  of  standards  and  appeals,  for  varia¬ 
tion  from  the  requirements  of  the  labor  law,  as  cited  in  a 
decision  of  the  department  of  health,  affecting  premises  444 
East  13th  street,  Manhattan;  and 
Whereas,  the  decision  of  the  department  of  health,  ren¬ 
dered  September  23,  1924,  reads : 

“At  a  meeting  of  the  Board  of  Health  of  the  De¬ 
partment  of  Health  of  The  City  of  New  York  held  Sept. 
23,  1924,  your  application  for  a  sanitary  certificate  for 
a  cellar  bakery  at  444  East  13th  Street,  Manhattan,  was 
denied.” ; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  and 
basement  in  height,  24.3  ft.  by  90.3  ft.  in  area;  OCCUPIED, 
cellar,  bakery,  upper  stories  occupied  as  dwellings ;  the  height 
of  bakery  from  floor  to  ceiling  being  8  ft. ;  the  ceiling  be¬ 
ing  at  the  curb  level  and  the  floor  is  at  the  same  level  as 
the  side  court;  the  means  of  ventilation  consisting  of  one 
window  opening  to  the  side  court  and  one  to  front  area, 
also  two  ventilating  flues;  and 

Whereas,  this  petition  was  denied  by  the  board  at  the 
meeting  held  on  January  13,  1925,  and  reopened  by  vote 
of  the  board  on  April  21,  1925;  and 
Whereas,  petitioner  contends  that  the  bakery  has  been 
used,  as  such,  continuously  since  September,  1906,  and  has 
filed  an  affidavit  from  the  owner  to  that  effect  and  also  a 
letter  from  the  superintendent  of  buildings  stating  that  the 
oven  under  the  sidewalk  in  front  of  the  building  was  com¬ 
pleted  according  to  the  approved  plans  on  September  29,  1906. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted. 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 
804-19-S A. 

PETITIONER— John  J.  Walsh. 

SUBJECT — Interpretation  in  relation  to  the  Davey  Auto¬ 
matic  Fire  Escape. 

APPEARANCES— None. 

ACTION  OF  BOARD — Interpreted  resolution  of  Novem¬ 
ber  25,  1919. 

THE  VOTE  TO  APPROVE  INTERPRETATION— 
Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Holland,  Connell,  Deputy  Fire 
Commissioner  Hannon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and  Mc¬ 
Dermott  .  11 

Negative  .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon _  2 

THE  INTERPRETATION: 

In  the  matter  of  the  request  for  an  interpretation  of  the 
action  of  the  board  under  date  of  November  25,  1919,  Cal. 
No.  804-19-S,  affecting  the  approval  of  the  Davey  Auto¬ 
matic  Fire  Escape,  the  board  deems  that  the  approval  was 
solely  as  to  the  mechanical  design  and  construction  of  the 
device  and  its  availability  for  emergency  use  for  escape  in 
an  exigency,  and  the  use  of  same  shall  be  in  addition  to,  and 
not  in  substitution  of,  any  other  requirement  of  law  for  a 
regulation  fire  escape  or  other  means  of  exit. 


1361-24-SA. 

PETITIONER — Caloroil  Burner  Corporation. 
SUBJECT — Approval  of  Caloroil  Burner,  Type  AA. 
APPEARANCES— 

For  Petitioner :  E.  A.  Pierce. 

For  Administration :  None. 
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ACTION  OF  BOARD — Report  of  committee  adopted;  peti¬ 
tion  approved. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMITTEE 
AND  APPROVE  DEVICE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Holland,  Connell,  Deputy  Fire 


Commissioner  Hannon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and  Mc¬ 
Dermott  .  11 

Negative  .  0 


Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  ....  2 

THE  RESOLUTION: 

(1361-24-SA) 

Whereas,  The  Caloroil  Burner  Corporation  filed,  No¬ 
vember  18,  1924,  a  petition,  with  the  board  of  standards  and 
appeals,  for  approval  of  their  device  known  as  The  Caloroil 
Burner,  Type  AA;  and 

Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  and  recommends  the  approval  of  this  device  for 
use  in  domestic  and  industrial  installations  with  either  Grade 
A  or  Grade  B  Fuel  Oil,  when  installed  in  conformity  with 
the  rules  of  the  board  of  standards  and  appeals. 

Resolved,  that  the  device  be  and  it  hereby  is  approved  for 
use  in  domestic  installations  with  either  Grade  A  or  Grade 
B  fuel  oil,  on  condition  that  the  fuel  oil  burning  equipment 
be  installed  in  conformity  with  the  rules  of  the  board  of 
standards  and  appeals. 


1231-23-SA. 

PETITIONER — Tracy  Lyon. 

SUBJECT — Approval  of  the  Gill  Oil  Burner. 
APPEARANCES— None. 

ACTION  OF  BOARD— Report  of  committee  adopted;  peti¬ 
tion  approved. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMITTEE 
AND  APPROVE  DEVICE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Holland,  Connell,  Deputy  Fire 


Commissioner  Hannon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and  Mc¬ 
Dermott  .  11 

Negative  .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  ..  2 

THE  RESOLUTION: 

(1231-23-SA) 


Whereas,  Tracy  Lyon  filed,  October  29,  1923,  a  petition, 
with  the  board  of  standards  and  appeals,  for  approval  of 
their  device  known  as  The  Gill  Oil  Burner ;  and 

Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  and  recommends  the  approval  of  this  device  for 
use  with  Grade  B  oil  in  domestic  installations,  when  installed 
in  accordance  with  the  rules  of  the  board  of  standards  and 
appeals. 

Resolved,  that  the  device  be  and  it  hereby  is  approved  for 
use  with  Grade  B  oil  in  domestic  installations,  on  condition 
that  the  fuel  oil  burning  equipment  be  installed  in  accord¬ 
ance  with  the  rules  of  the  board  of  standards  and  appeals. 


68-24-SA. 

PETITIONER — May  Oil  Burner  Corporation. 

SUBJECT — Approval  of  May  Oil  Burner. 
APPEARANCES— 

For  Petitioner:  Frank  J.  McCarthy. 

ACTION  OF  BOARD — Report  of  committee  adopted  ;  peti¬ 
tion  approved. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMITTEE 
AND  APPROVE  DEVICE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Holland,  Connell,  Deputy  Fire 


Commissioner  Hannon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and  Mc¬ 
Dermott  .  li 

Negative  .  o 


Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  _  2 


THE  RESOLUTION: 

(68-24-SA) 

Whereas,  The  May  Oil  Burner  Corporation  filed,  January 
17,  1924,  a  petitoin,  with  the  board  of  standards  and  ap¬ 
peals,  for  approval  of  their  device  known  as  The  May  Oil 
Burner ;  and 

Whereas,  a  committee  of  the  board  inspected  this  device! 
in  operation  and  recommends  the  approval  of  this  device  for 
use  with  either  Grade  A  or  Grade  B  fuel  oil  in  industrial' 
or  domestic  installations,  when  installed  in  accordance  with; 
the  rules  of  the  board  of  standards  and  appeals. 

Resolved,  that  the  device  be  and  it  hereby  is  approved  for! 
use  with  either  Grade  A  or  Grade  B  fuel  oil  in  industrial 
or  domestic  installations,  on  condition  that  the  fuel  oil  burn¬ 
ing  equipment  be  installed  in  accordance  with  the  rules  of, 
the  board  of  standards  and  appeals. 


820-23-SA 

PETITIONER — Morse  Dry  Dock  &  Repair  Co. 
SUBJECT — Approval  of  Morse  Fuel  Oil  Burner. 
APPEARANCES— None. 

ACTION  OF  BOARD — Report  of  committee  adopted;  peti¬ 
tion  approved. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMITTEE 
AND  APPROVE  DEVICE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Holland,  Connell,  Deputy  Fire 


Commissioner  Hannon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and  Mc¬ 
Dermott  .  ii 

Negative  .  q 


Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  .  2 

THE  RESOLUTION: 

(820-23-SA) 

Whereas,  The  Morse  Dry  Dock  &  Repair  Company  filed, 
June  28,  1923,  a  petition,  with  the  board  of  standards  and  ap¬ 
peals,  for  approval  of  their  device  known  as  The  Morse 
Fuel  Oil  Burner;  and 

Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  and  recommends  the  approval  of  this  device  for 
use  with  Grade  A  fuel  oil  in  industrial  installations. 

Resolved l,  that  the  device  be  and  it  hereby  is  approved  for 
use.  with  Grade  A  fuel  oil  in  industrial  installations,  on  con¬ 
dition  that  the  fuel  oil  burning  equipment  be  installed  in 
accordance  with  the  rules  of  the  board  of  standards  and 
appeals. 


1078-24-S A. 

PETITIONER — The  Cornell  Utilities  Co.,  Inc. 

SUBJECT — Approval  of  Nokol  Automatic  Heater. 
APPEARANCES— None. 

AC  I  ION  OF  BOARD — Report  of  committee  adopted;  peti¬ 
tion  approved. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMITTEE 
AND  APPROVE  DEVICE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Holland,  Connell,  Deputy  Fire 


Commissioner  Hannon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and  Mc¬ 
Dermott  .  ii 

Negative  .  o 


Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  _  2 

THE  RESOLUTION: 

(1078-24-SA) 

Whereas,  The  Cornell  Utilities  Co.,  Inc.,  filed,  August 
28,  1924,  a  petition,  with  the  board  of  standards  and  appeals, 
for  approval  of  their  device  known  as  the  Nokol  Automatic 
Burner ;  and 

Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  and  recommends  the  approval  of  this  device  for 
use  with  Grade  B  oil  for  domestic  installations,  when  in¬ 
stalled  in  accordance  with  the  rules  of  the  board  of  standards 
and  appeals. 

Resolved ,  that  the  device  be  and  it  hereby  is  approved  for 
use  with  Grade  B  fuel  oil  in  domestic  installations,  on  con¬ 
dition  that  the  fuel  oil  burning  equipment  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  board  of  standards  and  ap¬ 
peals. 
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8-23-SA. 

PETITIONER — Powerlight,  Inc. 

UBJECT — Approval  of  Powerlight  Oilhcat  Burner. 
PPEARANCES— None. 

CTION  OF  BOARD — Report  of  committee  adopted;  peti¬ 
tion  approved. 

HE  VOTE  TO  ADOPT  REPORT  OF  COMMITTEE 
AND  APPROVE  DEVICE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Holland,  Connell,  Deputy  hire 
Commissioner  Hannon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and  Mc¬ 
Dermott  .  11 

Negative  . . . . .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  ....  2 

THE  RESOLUTION: 


(628-23-SA) 

Whereas,  Powerlight,  Inc.,  filed,  May  22,  1923,  a  peti¬ 
tion,  with  the  board  of  standards  and  appeals,  for  approval 
of  their  device  known  as  The  Powerlight  Oilheat  Burner ; 
and 

Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  and  recommends  the  approval  of  this  device  for 
use  with  Grade  B  fuel  oil  in  domestic  installations,  when 
installed  in  conformity  with  the  rules  of  the  board  of  stand¬ 
ards  and  appeals. 

Resolved,  that  the  device  be  and  it  hereby  is  approved  for 
use  with  Grade  B  fuel  oil  in  domestic  installations,  on  con¬ 
dition  that  the  fuel  oil  burning  equipment  be  installed  in 
conformity  with  the  rules  of  the  board  of  standards  and 
appeals. 


Adjourned  4.20  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


♦CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  standards 
nd  appeals  held  April  14,  1925,  as  they  appeared  in  Bulle- 
in  No.  16,  Vol.  X,  are  hereby  corrected  to  read  as  follows: 

(61-23-A) 

Whereas,  Crokcr  National  Fire  Prevention  Engineering 
k).,  for  Art  Ivory  Manufacturing  Co.,  Inc.,  lessee,  filed, 
anuary  17,  1923,  an  appeal,  with  the  board  of  appeals,  from 
n  order  of  the  fire  commissioner,  affecting  premises  1078 
Villoughby  avenue,  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Janu- 
ry  4,  1923,  reads: 

“1.  Surrender  to  the  bearer,  Permit  No.  74336  issued 
June  24,  1922,  to  expire  Feb.  5,  1923,  authorizing  the 
storage  of  five  thousand  pounds  of  nitro-cellulose,  275 
pounds  dip,  at  the  above  premises  *  *  *. 

“No  permit  for  the  storage  of  nitro-cellulose  products, 
except  in  quantities  less  than  100  lbs.  for  purposes  of 
manufacture  of  articles  therefrom,  shall  be  issued  for 
any  building  which  is  situated  within  50  ft.  of  the  near¬ 
est  wall  of  any  building  occupied  as  a  school,  theatre  or 
other  place  of  Public  Amusement  or  Assembly. 

“2.  You  are  therefore  ordered  forthwith  to  reduce  the 
quantity  of  nitro-cellulose  in  the  form  of  blocks,  slabs, 
sheets,  rods,  tubes  and  other  shapes,  to  less  than  100 
lbs.” ; 

md  _  ..... 

Whereas,  the  building  is  fireproof,  three  stories  in  height, 
10  ft.  by  80  ft.  in  area;  OCCUPIED  for  the  manufacture 
>f  celluloid  articles,  with  a  total  of  106  persons  in  the  entire 


•  *Correction — Word  “brick”  in  line  48  changed  to  ivord 

|  ‘fireproof.” 


building ;  the  building  being  equipped  with  a  sprinkler  system, 
and  the  celluloid  is  stored  in  a  fireproof  vault  in  the  base¬ 
ment;  and 

Whereas,  on  March  6,  1923,  the  board  granted  a  modifica¬ 
tion  of  these  orders  on  condition  that  the  storage  of  raw 
celluloid  be  confined  to  a  fireproof  vault  in  the  basement, 
the  enclosing  walls  of  which  shall  be  increased  from  12  in. 
to  18  in.  in  thickness ;  that  the  opening  to  the  vault  be  pro¬ 
tected  with  double  self-closing  fireproof  doors;  that  the  vault 
be  equipped  with  not  less  than  twelve  sprinkler  heads ;  and 
granted  so  long  as  conditions  remain  substantially  unchanged, 
but  for  a  period  not  extending  beyond  May  1,  1925,  and 
this  case  was  reopened  by  vote  of  the  board  on  March  24, 
1925;  and 

Whereas,  appellant  contends  inability  to  obtain  a  suitable 
location  to  move  to,  and  proposes  to  remove  the  vault  to  a 
position  further  away  from  the  church  wall,  and  proposes 
also  to  provide  fireproof  windows  for  all  openings  within  50 
ft.  of  the  church  walls. 

Resolved ,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
grant cd  on  condition  that  all  celluloid  shall  be  stored  in  a 
fireproof  vault,  the  walls  of  which  shall  be  not  less  than  18 
in.  thick,  located  in  the  basement,  not  less  than  42  ft.  from 
the  adjoining  building  immediately  in  the  rear ;  that  the 
conduct  and  occupancy  of  the  premises  shall  comply  with 
the  ordinance  and  the  rules  of  the  fire  department  for  thq 
operation  and  use  of  celluloid  occupancy;  that  all  openings 
in  the  rear,  and  gable  wall,  west  of  the  vault,  shall  be 
equipped  with  fireproof  windows,  glazed  with  wire  glass ; 
and  that  all  jig  saws  throughout  the  premises  shall  be  pro¬ 
vided  with  a  water  supply,  equipped  with  a  quick-opening 
valve. 


MINUTES 

L  ~ 


♦CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  standards 
ind  appeals  held  Tuesday  afternoon,  October  30,  1923,  as 
they  appeared  in  Bulletin  No.  45,  Vol.  VIII,  are  hereby  cor¬ 
rected  to  read  as  follows : 

( 809-23-S) 

Whereas,  Tohn  A.  McCooev,  Jr.,  representing  (  rokcr 
Nat’l  Fire  Prev.  Eng.  Co.,  for  Pyramid  Playing  Card  Co 
owner,  filed,  June  25,  1923,  a  petition,  with  the  board  of 
(Standards  and  appeals,  for  variation  from  the  requirements 

i _ 

Correction— Words  " and  connecting  stairs  if  not  more 
i  than  50  degrees”  omitted  in  line  42. 


of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  351-3  Jay  street,  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  28,  1922,  reads : 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  opening  leading  thereto  and  the  windows  opening 
on  the  course  thereof  *  *  *. 

“NOTE:  Among  the  defects  noted  on  this  fire  escape 
are  the  following: 

“No  45  degree  connecting  stairways  between  bal¬ 
conies. 


i 

i 
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“No  passageway  from  termination  of  fire  escape  to 
street.”  ; 

and 

Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height,  50  ft.  by  100  ft.  in  area;  equipped  with  sprinkler 
system.  EXITS:  One  interior  stairway  enclosed  in  a 
wooden  partition,  metal  covered  on  loft  side,  with  metal 
covered  doors  at  openings ;  two  sub-standard  fire  escapes, 
and  a  fire  escape  with  fire  doors  and  windows  along  course 
on  rear  of  building  extending  from  roof  to  1st  story  with 
EGRESS  consisting  of  a  stairway  from  the  1st  story  bal¬ 
cony  up  to  the  roof  of  a  one-story  garage  at  the  rear ; 
occupied  as  tenant  factory,  81  persons  in  the  entire  build¬ 
ing;  and 

Whereas,  petitioner  requests  that  owing  to  light  occu¬ 


pancy  of  the  building  and  the  hardship  involved,  the  exist¬ 
ing  stairway  be  accepted  as  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make-  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  an  iron  stairs  shall  be  provided  from 
the  termination  of  the  rear  fire  escape  on  the  2nd  story  to 
the  roof  of  the  garage,  the  ceiling  of  which  is  fire  re¬ 
tarded,  and  that  a  portable  iron  ladder  shall  be  provided 
on  the  front  of  the  roof  of  garage  and  counterbalanced 
drop  ladder  in  guides  shall  be  provided  to  the  fire  escape 
on  front  of  building,  and  that  all  windows  on  the  course 
of  the  fire  escape  shall  be  made  self-closing  with  the  excep¬ 
tion  of  the  top  story ;  granted  only  so  long  as  the  conditions 
as  to  occupancy  and  use  remain  unchanged. 


MINUTES 


*CORRECTION. 

The  minutes  of  the  meeting  of  the  Board  of  Appeals 
held  Tuesday  morning,  April  28,  1925,  as  they  appeared  in 
Bulletin  No.  18,  Vol.  X,  are  hereby  corrected  to  read  as 
follows : 

(586-20-A) 

Whereas,  Henry  Meinken,  executor,  for  Estate  of  Henry 
Meinken,  owner,  filed,  July  31,  1920,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  428-30  West  14th  street  and  427-29  West 
13th  street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Provide  a  separate  and  distinct  system  of  auto¬ 
matic  sprinklers  throughout  building  having  at  least 
one  source  of  water  supply,  arranged  and  equipped 
as  provided  in  the  rules  for  fire  extinguishing  appli¬ 
ances  adopted  by  the  Board  of  Standards  and  Appeals 
May  24,  1917,  as  amended  May  2,  1918,  and  January 
21,  1919,  effective  February  17,  1919.”; 

and 

Whereas,  the  appeal  was  dismisesd  by  the  board  at  its 

* Correction — Words  “order  of  the  fire  commissioner” 
substituted  for  words  “decision  of  the  superintendent  of 
buildings”  in  line  7. 


meeting,  September  28,  1920,  for  lack  of  prosecution,  and 
appellant  requested  a  reopening  of  case  on  the  ground  that 
the  delay  in  prosecuting  had  been  caused  by  death  in  fam¬ 
ily  of  appellant;  and 

Whereas,  the  building  is  non-fireproof,  five  stories  and 
basement  in  height,  50  ft.  by  206  ft.  6  in.  in  area.  OCCU¬ 
PIED:  1st  story,  stores;  2nd  story,  hotel  supplies  and  mar¬ 
bling  paper,  15  persons ;  3rd  story,  paper  storage  and  laun¬ 
dry,  24  persons ;  4th  story,  laundry  and  mirrors,  24  persons ; 
5th  story,  paper  box  manufacturing,  33  persons ;  and 
Whereas,  appellant  contends  that  there  is  no  hazardous 
occupancy  and  that  as  the  building  faces  on  two  (2)  streets 
there  is  ample  means  for  fighting  fire ;  and 
Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting,  May  15,  1923,  on  certain  conditions,  and  it  appears 
that  these  conditions  have  been  violated,  and  that  an  extra 
hazardous  condition  exists ;  on  motion  to  rescind  by  Fire 
Chief  Kenlon,  the  board  having  power  under  rule  No.  7  of 
rules  of  procedure  adopted  by  the  board  of  standards  and 
appeals. 

Resolved,  that  the  action  of  the  board  under  date  of 
May  25,  1923,  granting  the  appeal,  be  rescinded,  and  the  order 
of  the  fire  commissioner  affirmed,  and  the  appeal  be  and 
it  hereby  is  denied. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 
337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S— Quinn  Acme  Crude  Oil  Burner,  approval  of. 


392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burnwell  Mechanical  Burner,  approval  of. 
1104-22-S — Dean  Fuel  Oil  Pump,  approval  of. 
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1105-22-S — Combustion  Fuel  Oil  Burner,  approval  of. 


1 173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1 39 1  -22- S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-S A — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA— Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA— Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA— S.  &  K.  Gas  Shut-Olf  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

I  Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 

297-23-S A — "Automatic”  Deluge  Valve,  approval  of. 

345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 
392-23-S A — "Billow”  Class  G.  R.  Oil  Burner,  aDproval  of. 
393-23-SA— “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 
of. 

397-23-SA— Cornell  No.  1  Type  “A"  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 
525-23-SA — Tilman- White  Gas  Cut-Off  Valve,  approval 
of. 

644-23-SA— Domestic  Fuel  Oil  Burner,  approval  of. 
888-23-SA— Lewis  Oil  Burner,  approval  of. 

898-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-SA— Frankfort  Type  “P”  Low  Pressure  Oil  Burner, 
approval  of. 

1050-23-SA— .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 
1169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA— Ziegler  Oil  Burner,  approval  of. 

1180-23-S A— Viking  Pump,  approval  of. 

1246-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 
1339-23-SA — National  Light  Service  Oil  Pump,  approval  of. 
1346-23-SA — Heatiator  Oil  Burner,  approval  of. 

1358-23-SA — Worthington  Oil  Burner,  approval  of. 
1361-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 
1364-23-S A — Staples  &  Pfeiffer  Oil  Burner,  apr-^val  of. 
1415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1429-23-SA — Kerrihard  Oil  Burner,  approval  of. 


1444-23-S A — Tate-Jones  No.  6  Oil  Burner,  approval  of. 
1484-23-SA — Universal  G.  P.  O.  Burner,  approval  of. 
1493-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
1538-23-S A — Lillibridge  Oil  Vapor  Burner,  approval  of. 
1550-23-SA — .Apex  Gas  Cut-Off  Valve,  approval  of. 
68-24-SA — May  Burner,  approval  of. 

254-24-S A — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365-24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-S A — Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24- S A — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA — Faultless  Oil  Burner,  approval  of. 
501-24-SA — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-S A — Kinney  Rotating  Plunger  Pump,  approval  of. 
536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA — Marvel  Oil  Burner,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 
735-24-S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-S A — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 
860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1 0 1 6-24-S A — Milnes  Oil  Burner,  approval  of. 

1 108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 

1 134-24-SA — Peerless  Automatic  Oil  Burner,  approval  of 
1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 
1 146-24-S A — Salvo  Fire  Extinguisher,  approval  of. 
1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

119  L-24-SA — Socony  Arrow  Oil  Burner,  approval  of. 
1192-24-S A — Kemp  Oil  Burner,  approval  of. 

1 197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA— Chalmers  Oil  Burner,  approval  of. 

1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 
1337-24-SA— Sure  Heat  Gravity  Oil  Burner,  approval  of. 
1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 
1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 
1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

1 500-24-SA — Smolensky  Check  Valve,  approval  of. 
1509-24-SA — 'USEM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 
19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-S A — Keenan  Brilliant  Burner,  approval  of. 
1S4-25-SA — Edwards  Solenoid  Type  Bell,  approval  of. 
242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES— 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Friday,  May  29,  1925,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  shozv  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  vis.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvatcr  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  zvell  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-t 
sioner  may  require,  not  exceeding  three  (s),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  proznded  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
ivorkmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  oyer  every 
part  of  the  interior  of  the  building  area  m  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wiiV>  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure.  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  proznsions  of  Rule .  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  belozv  the  pent  house  roof, 
but  zvhere  a  pent  house  contains  only  pressure  tanks  this  rule 
zvill  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  proznded  that  there  are  separate  feed 
mains  from  the  basement  or  lozvest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflozv  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be¬ 
lozv  the  top  of  the  staves  in  wooden  tanks  and  one  (1) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
without  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflozv  pipes  shall  terminate  not  more 
than  twenty-four  (24)  inches  above  roof  and  shall  be  fitted 
zvith  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  zvhere  exposed 
to  the  zveather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  zvhich  may  be  of  three  layers  of  one-melt 
(/")  hair  felt  interspersed  zvith  building  paper  zvell  zvrapped 
and  secured  and  covered  zvith  canvas  zvell  painted  or  by 
frost-Proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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lures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  zvith  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

[Vhere  a  graznty  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  halt  per  cent 
(12J4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [ 5,000 J  3,000  gallons  of  water  for  a  wet  pipe  system 
where  supplemented  by  an  auxiliary  zvatcr  supply,  and  not 
less  than  5,000  gallons  of  water  for  a  dry -pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  lias  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
125,000]  30,000  gallons  shall  be  specified  by  the  Board' of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  ( / )4)  inches  in  size  [with  a  one  and  one- 
quarter  (/J4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (D/2)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 

under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 

shall  be  so  marked  as  to  be  quickly  located  and  to 

indicate  the  purpose  of  the  valve.  The  valve  shall  be 

of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  zvith- 
in  id"  thereof,  the  control  valve  may  be  located  in  the  zva¬ 
tcr  supply  connection  at  a  point  not  more  than  two  ( 2 ) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  winch  aliozvs  free  flow  of  zvater  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  tyge  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Eire  Commissioner  for  use  in  connection 
zvith  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  zvater  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  zvater  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
belozv  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
proznded  in  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  zvater  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca' 
electric  power  plants  shall  be  located  in  rooms  o! 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (}4)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  « hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  tzvo  hundred  (200)  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one.(l)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  tL*e  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  ( 15 )  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (34)  inch  drip  connection,  zvith  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
zvhen  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street ;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 

sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 

pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 

source  supply  may  be  considered  as  a  two-source  supply 

zvhere  the  occupancy  of  the  building  does  not  conflict  with 
Rides  3S,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8'  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  "Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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here  girders  and  joists  are  flush  at  the  bottom,  heads 
lall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
Ijacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
stance  between  the  heads  on  each  line  shall  not  exceed  six- 
en  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
)t  more  than  four  (4)  feet  from  wall  or  partition.  Where 
rders  project  below  the  under  side  of  joists  and  divide 
ie  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
idth,  measured  from  center  to  center  of  girders,  one  line 
lall  be  placed  in  the  center  of  each  bay.  In  bays  exceed- 
ig  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
;  installed  in  each  bay  and  in  no  case  shall  the  distance 
;tween  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
ie  distance  between  adjacent  lines  shall  not  exceed  twenty- 
ve  (25)  feet  and  the  distance  between  the  head  on  each  line 
lall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
nes  being  spaced  not  more  than  five  (5)  feet  from  wall 
f  partition.  Where  girders  project  below  the  under  side 
f  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 

five  (25)  feet  in  width,  measured  from  center  to  center 
f  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
n  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
ie  distance  between  adjacent  lines  exceed  twenty-five  (25) 
eet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
mooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
eet  wide  and  over  (measurements  to  be  taken  from  center 
o  center  of  timber,  girder  or  other  projection  or  support 
orming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
,s  follows : 

(a)  For  standard  one-half  ()4)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
;ach  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
.vidth,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and.  less 
han  twenty-three  (23)  feet  in  width,  shall  contain  at 
east  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
teet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
teet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center 
>of  each  bay  for  bays  not  exceeding  twefity  (20)  feet .in 
vidth,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter*  (1  )4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  I  he  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  1  he 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  (A)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1  A)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  (A)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface.  • 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  sliaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  (A)  inch  heads,  3 A  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8 A  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof-  rrir"'  be  used  in  lieu  of  heads  located  in  peak  of 
roof 

(a)  For  Standard  one-half  (A)  inch  heads,  2 A  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
C)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint’  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  (A)  inch  heads,  2 A  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1  A)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  (A)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  ()4)  inch  heads — 

Maximum  No.  of 
Heads  Allowed 


Size  of  Pipe 
Y\  inch 

1 

VA  “ 

1) 4  “ 

2 

2) 4  “ 

3 

3) 4  “ 

4 

5 

6 

7 

8 


1 

2 

3 

5 

10 

20 

36 

55 

80 

140 

200 

300 

420 


head 

heads 


(b)  For  Conran*  one  (1)  inch  heads — 


Size  of  Pipe 

1  inch 

D4  “ 

i)4  “ 

2 

2  J4  “ 

3  “ 


Maximum  No.  of 
Heads  Allowed 


4 

5 

6 

7 

8 


1 

2 

3 

4 
6 
9 

18 

34 

51 

75 

105 


head 

heads 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads — 

Maximum  No.  of 
Heads  Allowed 


Size  of  Pipe 
1)4  inch 

1) 4  “ 

2 

2) 4  “ 

3  “ 

4 

5 

6 

7 

8 


1 

2 

3 

4 
6 

12 

21 

40 

60 

84 


head 

heads 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  ()4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  o<r  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which- the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  ■made  with  a  sprinkler  system  riser  \ 
or  any  part  thereof. 

Where  graznty  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser”, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
ind  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
;hall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  walF  °nd  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care'  shall  be 
taken  Hot  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall,  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heacis 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained, _  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflozv  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  zvall  and  exposed  to  the  zveatlier,  they 
shall  be  fitted  with  hoods  or  dozvn-turned  elbozvs. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-*pipe  valve; 

At  each  gravtiy  tank ; 

At  each  pressure  tank. 

At  each  fire  department  connection  ; 

On  each  floor,  if  independent  floor  control  valves  are  used ; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  i  inch 
in  size  zvhere  floor  valves  are  not  over  2]/2  inches  in  sice 
and  i%  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i}/2  inches  in  sise. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down- fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (%)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  ()4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Y  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iY\  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  )4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  Y~inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  shut-off  valve 

stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4)4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank ; 

At  the  air  compressor; 

Above  the  alarm  valve ; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  ()4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  ()4)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  tha 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  fc 
the  pump  shall  be  taken,  if  possible,  from  a  room  comtainin 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  cot 
taining  calcium  chloride,  in  order  to  avoid  the  introductic] 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  mail 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  l 


controlled  by  one  “Type  A”  dry-pipe  valve : 

(a)  For  standard  one-half  (l/2)  inch  heads  . 4( 

(b)  For  Conran*  one  (1)  inch  heads  . 1C 


(c)  For  Conran*  one  and  one-quarter  (1)4  inch  heads  t 
Where  equipped  with  an  approved  quick-opening  devil 
the  follozmng  number  of  heads  may  be  controlled  by  or 
“ Type  A’’  dry-pipe  valve: 

(a)  For  Standard  one-half  ()4)  inch  heads  . 8c 

( b )  For  Conran*  one  (/)  inch  heads . 2t 

{c)  For  Conran*  one  and  one-quarter  (i%)  inch  heads. n 
(b)  When  “Type  B”  valve  is  installed  the  actuating  alari 

system  shall  be  designed  to  operate  at  a  temperature  low<i 
than  that  required  to  open  the  sprinkler  heads,  and  all  coi 
nections  between  the  alarm  system  and  the  dry-pipe  valv 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juri: 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pip! 
system  shall  be  provided  with  an  air  relief  valve  or  ven 
so  constructed  as  to  be  normally  open  in  order  to  perm; 
the  free  escape  of  air  from  the  system,  but  to  close  autc| 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  t 

■  <111  i  c  m  t~\  i »  i  •  4 


controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  ()4)  inch  heads  . 5C 

(b)  For  Conran*  one  (l)  inch  heads . 12 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads.  8 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkle 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  ()4)  inch  orific 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  devic 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  A 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  whe 
the  water  falls  below  or  rises  above  the  normal  level  i 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer' 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  ir 
dicate  when  the  pressure  in  the  tank  falls  below  sevent 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inc 
with  an  indicator  or  alarm  located  in  the  engineer’s  roor 
[near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkle 
tanks  subject  to  freezing  shall  be  protected  by  internall 
heating  the  water  or  enclosing  the  tank  in  a  frost-proo 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  conceale 
pipe  systems  shall  be  of  standard  full-weight  wrought  iro 
or  steel,  painted  with  two  coats  of  protective  paint,  on; 
before  and  one  after  installation.  Such  pipe  shall  be  ir 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  sha 
be  inspected  prior  to  concealment.  When  installed  in  tl 
concealed  space  between  floor  arches  and  ceiling,  such  pip 
shall  be  supported  by  hangers  and  all  pipe,  fittings  an 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  oper 
ings  and  other  structural  defects  which  prevent  the  bankin 
up  of  heated  air  and  retard  the  automatic  action  of  sprit 
kler  heads  shall  be  provided  with  the  necessary  curtai 
boards  and  draft  stops  to  permit  specific  control  of  the  fir 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  bt 
low  the  lowest  sprinkler. 


PUBLIC  HEARING 


Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  ( 150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1)4)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pdunds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  'or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  zvalls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 
cf  Ordinances  and  the  Labor  Lazo  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  zvherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  tzvo  source 
system  as  proznded  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  zinth  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  az'ailable  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Underzvriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


NOTICE 


BUILDING  CODE  ON  SALE.  ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth  Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  $1;  by  mail,  $1.08.  street.  Price,  25c;  by  mail,  27c. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  May  7,  1925  . 

Restored  to  calendar  . 

Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification  . 

Requests  to  rescind  . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit  . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans . . 

Administrative  requests  . 

Requests  for  interpretation . 

Total  .  1344 

Disposed  of  .  &57 

Cases  pending  May  7,  1925  .  587 


DISPOSITION  OF  CASES. 

598  Withdrawn  . 

Dismissed  . 

Denied  . 

480  Granted  . 

Granted  on  condition . 

Appliances  approved  . 

40  Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

71  Requests  to  reopen  granted . 

Requests  to  reopen  denied  . 

2  Requests  to  amend  granted  . 

Requests  to  amend  denied  . 

18  Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

1  Requests  to  rescind  granted . 

Requests  to  rescind  denied  . 

11  Requests  for  extension  of  time  granted . 

Requests  for  extension  of  time  denied  . 

13  Requests  for  extension  of  permit  granted  . 

Requests  for  extension  of  permit  denied  . 

0  Requests  to  install  granted  . 

Requests  to  install  denied  . 

8  Plans  approved  . 

Plans  disapproved  . 

1  Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . . 

1  Interpretations  . 

Requests  withdrawn  or  dismissed . 

Total  . 


54 

31 

89 

4 

341 

10 

2 

0 

0 


68 

2 

2 

0 

18 


0 

11 

0 

13 

0 

0 

0 

8 

0 

0 

1 

1 

1 
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WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


HOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building-, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name  . 

Street  . . 

P.  O. 


My  subscription  is  to  begin  with  tlm  issue  for 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
ven — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  May  12, 
1925. 

Minutes  of  Special  Meeting,  Board  of  Appeals,  May 
12,  1925. 

Minutes  of  Special  Meeting,  Board  of  Standards 
and  Appeals,  May  8,  1925. 

Correction. 

Reserve  Calendar. 

Notice  of  Public  Hearing. 

Progress  Report. 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon' — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  May  19,  1925, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  May  26,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 

on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 

DOCKET.  Restored  to  Calendar. 


New  Cases  Filed  Week  Ending  May  14,  1925. 


Cal.  No. 

Department. 

Premises  Affected. 

508-25-A. . . 

. F.D.  .. 

. .  64  Grand  st.,  Man. 

507-25-A .  . . 

. F.D.  .. 

F-72358. 

. .  60  Grand  st.,  Man. 

506-25-BZ. . 

. B.B.B. 

F-72212. 

...229-233  Marion  st.,  Bklyn. 

505-25-BZ. . 

. B.B.Bx. 

Applic.  7345-1925. 

.  E.  S.  Jerome  ave.,  350  ft.  S.  of 

504-25-BZ. . 

. B.B.B. 

E.  181st  st.,  Bx. 

N.B.  971-1925. 
...128-144  E.  98th  st.,  Bklyn. 

503-25-BZ. . 

. B.B.Bx. 

Applic.  15464-1924. 

.  N.  E.  C.  W.  179th  st.  &  Cedar 

502-25-BZ .  . 

. B.B.Q. 

ave.,  Bx.  N.  B.  882-1925. 

...145-147  Astoria  ave.,  L.  I.  City, 

501-25-A . . . 

1  • 
. F.D.  .. 

'1  Q.  N.  B.  4227-1925. 

..105  Bleecker  st.,  Man. 

500-25-S . . . 

. F.D.  .. 

F-58187. 

. .  873  6th  ave.,  Man. 

499-25-A .  . . 

. B.B.M. 

L.  D.  73914. 

..236-242  W.  26th  st.,  Man. 

498-25-S . .  . 

. F.D.  .. 

N.  B.  99-1925. 

..533-537  W.  48th  st.,  Man. 

497-25-BZ.. 

. B.B.Bx. 

L.  D.  69297. 

.2180-2182  Folin  st.,  Bx. 

496-25-BZ. . 

. B.B.Bx. 

N.  B.  851-1925. 

.  737-739-741  Huntspoint  ave., 

495-25-BZ. . 

. B.B.Bx. 

Bx.  N.  B.  902-1925. 

.722  E.  175th  st.,  Bx. 

494-25-S _ 

. B.B.M. 

Alt.  210-1925. 

. .  134-142  W.  38th  st.,  Man. 

493-25-S _ 

. B.B.M. 

N.  B.  694-1924. 

.  .  540-552  8th  ave.,  Man. 

492-25-S . .  . . 

. B.B.M. 

N.  B.  24-1925. 
..243-245  W.  36th  st.,  Man. 

491-25-BZ. .  , 

. B.B.Bx. 

N.  B.  129-1925. 
1413  Needham  ave.,  Bx. 

490-25-BZ. .  . 

. B.B.M. 

Applic.  1587-1924. 

. .  342  W.  70th  st.,  Man. 

489-25-S  .  . .  , 

. F.D.  .. 

Alt.  732-1925. 

. .  686  Lexington  ave.,  Man. 

488-25-S . .  .  . 

. F.D.  .. 

L.  D.  76162 
. .  10  W.  56th  st.,  Man. 

487-25-BZ. . . 

....B.B.B.  . 

L.  D.  75788. 

..1309-1313  65th  st.,  Bklyn. 

486-25-BZ. . . 

....B.B.M.  . 

Applic.  7761-1925. 

.  .  113-117  Chrystie  st.,  Man. 

485-25- A .  . . 

. F.D.  ... 

N.  B.  281-1925. 

, .  131  E.  23rd  st.,  Man. 

484-25-BZ. .  . 

....B.B.B.  . 

L.  C.  29175. 

..836-846  Crown  st.,  Bklyn. 

483-25- A.  .  .  . 

. F.D.  ... 

Applic.  6302-1925. 

.  Cor.  University  ave.  &  E.  181st 

482-25-BZ. .  . 

....B.B.M.  . 

st.,  Bx.  Alt.  450-1925. 

.115-117  Chamber  st.,  Man. 

481-25-S _ 

....F.D.  ... 

N.  B.  262-1925. 
.237-239  Lafayette  st.,  Man. 

L.  D.  73535. 


545-24-BZ . F.D.  ...  380  Etna  st.,  Bklyn. 

-  L.  C.  86950 


CODE. 


F.D . Fire  Departmen 

H.D . Health  Departmen 

B.B.B . Bureau  of  Buildings,  Brooklyt 

B.B.Bx . Bureau  of  Buildings,  Bran 

B.B.M . Bureau  of  Buildings,  Manhattai 

B.B.Q . Bureau  of  Buildings,  Queen 

B.B.R . Bureau  of  Buildings,  Richmonc 

T.H.D . Tenement  House  Departmen 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  May  19,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1522-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hugo  Seidenbergj 
owner. 

PREMISES — 129-02  Newport  avenue,  Belle  Harbor1 
Queens. 

TO  PERMIT  in  a  residence  district  the  maintenance  o 
a  building  used  for  store  purposes  on  the  1st  story, 

732-24-BZ. 

APPLICANT — Wm.  F.  Doyle,  for  Abgo  Constructior 
Corp.,  owner. 

PREMISES — 162-172  McDougall  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  thai 
five  (5)  motor  vehicles. 

1466-24-BZ. 

APPLICANT — James  McKillop,  for  Charles  Cohen,  owner 

PREMISES — 192-194  Huron  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  thar 
five  (5)  motor  vehicles. 

202-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Joseph  Greenbaum 
Rachael  Zoel  and  Morris  A.  Drucker,  owners. 

PREMISES — 2715-2717  Briggs  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  store  purposes 

728-24-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Helen  B.  Peckett 
owner. 

PREMISES— 2074-2088  Fulton  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1046-24-BZ. 

APPLICANT — Thos.  F.  Martin,  owner. 

PREMISES — North  side  of  2nd  street,  170  ft.  9  in.  east 
of  Fourth  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  thanj 
five  (5)  motor  vehicles. 

89-25-BZ. 

APPLICANT — Robert  T.  Lyons,  for  Bing  &  Bing,  Inc., 
owner. 

PREMISES— 110  West  51st  street  and  109  West  50th 
street,  Manhattan. 

I  O  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 
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-25-BZ. 

PLICANT — Walter  Scheminger,  owner. 

EMISES— 350-352-354  Broadway,  West  New  Brighton, 
S.  I.,  Richmond. 

>  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles,  and  also  a  motor  vehicle 

repair  shop. 


BOARD  OF  APPEALS. 

Tuesday,  May  19,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

8- 25-A — Foot  of  Amity  and  Congress  streets,  Brooklyn. 

6-25- A — 245  West  55th  street,  Manhattan. 

9- 25- A — 338-340  Flushing  avenue,  Brooklyn. 

il-25-A — 1-3  Amsterdam  avenue  and  447  West  59th 
street,  Manhattan. 

>9-25-A — 136  West  50th  street,  Manhattan. 

.0-25-A — 89-91  Bridge  street,  Brooklyn. 

il-25-A — 89-91  Bridge  street,  Brooklyn. 

J3-25-A — 2406-2414  Myrtle  avenue,  Ridgewood,  Queens. 

10- 24-A — 1038  Ocean  avenue,  Brooklyn. 

38-23-A — East  side  Church  street,  200  ft.  north  of  Rail¬ 
road  avenue,  Tottenville,  S.  I.,  Richmond. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
a  public  hearing  under  the  provisions  of  the  building 

ne  resolution,  Tuesday  morning,  May  19,  1925,  at  10 

:lock,  in  Room  1013,  Municipal  Building,  on  the  follow- 

;  matter : 

l.  no.  1358-24-BZ — Application,  November  18,  1924,  under 
the  building  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Lmpa 
Realty,  owner,  to  permit  in  a  business 
district  the  alteration  and  conversion 
of  occupancy  from  a  stable  for  more 
than  five  (5)  horses  to  a  garage  for  the 
storage  of  more  than  five  (5)  motor  ve¬ 
hicles ;  premises  57-59  West  132nd 
street,  Manhattan. 

L.  no.  1092-24-BZ — Application,  March  24,  1925,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Michael  Naftal,  owner,  to  permit  part¬ 
ly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  (previously  denied  by  the  board)  ; 
premises  331  East  184th  street,  The 
Bronx. 

vL.  no.  191-25-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  James 
W.  Bvrnes,  applicant,  on  behalf  of  Ber¬ 
nard  ’  Kiritz,  owner,  to  permit  in  a 
residence  and  “C”  area  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles,  also  the  omission  of  a 
rear  yard  required  by  the  building  zone 
resolution;  premises  1209-1211  Putnam 
avenue,  Brooklyn. 

vl.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  Jamei 
J.  Walker,  applicant,  on  behalf  of 


William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  parti} 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  and  also  within  a 
“B”  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 

cal.  no.  220-25-BZ — Application,  February  24,  1925,  under 
the  building  zone  resolution,  of  Irving 
Seelig,  applicant,  on  behalf  of  Beth 
El  Talmud  Torah  of  Flatbush,  owner, 
to  permit  in  a  residence  and  “D”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  80  per 
cent  of  a  corner  lot  at  the  curb  level, 
contrary  to  section  14,  subdivision  (c) 
of  the  building  zone  resolution ;  prem¬ 
ises  1219-1221  Avenue  T,  Brooklyn. 

cal.  no.  245-25-BZ— Application,  March  3,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  applicant,  on  behalf  of  Wil¬ 
liam  F.  Cunningham,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  1721-23  Park  avenue, 
Manhattan. 

cal.  no.  234-25-BZ — Application,  February  26,  1925,  under 
the  building  zone  resolution,  of  McKim, 
Mead  &  White,  applicant,  on  behalf  of 
Columbia  University,  owner,  to  permit 
in  a  residence  and  \y2  times  height  dis¬ 
trict  the  erection  and  maintenance  of 
the  street  wall  to  a  height  exceeding 
the  limit  required  by  the  zone  resolu¬ 
tion  ;  premises  northwest  corner  of 
114th  street  and  Amsterdam  avenue, 
Manhattan. 

♦ 

cal.  no.  1272-24-BZ — Application,  October  28,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hugo 
C.  Cook,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2311  St.  Raymond’s  avenue, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  May  19,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

982-24-S — 614-618  West  131st  street,  Manhattan. 

163-25-S — 4049  Third  avenue,  The  Bronx. 

1412-23-S — 174  Duffield  street,  Brooklyn. 

1-25-S — 1723  Bath  avenue,  Brooklyn. 

252-25-S — 6  Reade  street,  Manhattan. 

307-25-S — 3218  Church  avenue,  Brooklyn. 

290-25-S — 442-450  West  31st  street,  Manhattan. 

361-25-S — 41  West  57th  street,  Manhattan. 

276-25-S — 13  East  31st  street,  Manhattan. 

273-25-S — 131  West  45th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

80-25- S — '23  West  56th  street,  Manhattan. 
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28-25-<S — 17  East  54th  street,  Manhattan. 
178-25-S — 391  Washington  street,  Manhattan. 

Appliance  Submitted  for  Approval. 
259-25-SA — Electrol  Automatic  Oil  Burner. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  May  26,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

60-25-BZ. 

APPLICANT — Edward  Hoffmann,  for  Benenson  Realty 
Co.,  owner. 

PREMISES — 2115-37  Webster  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

338-25-BZ. 

APPLICANT — Euell  &  Euell,  for  Bernardo  Affinito, 
owner. 

PREMISES — 1295  Cromwell  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
hve  (5)  motor  vehicles. 

221-25-BZ. 

APPLICANT— John  J.  Dunnigan,  for  Joseph  Zimmerman 
and  Abraham  Mitchel,  owners. 

PREMISES — 166-172  South  1st  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

344-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Central  Zone  Corp., 
owner. 

PREMISES — 15-19  East  33rd  street  and  18-22  East  34th 
street,  Manhattan. 

TO  PERMIT  in  a  business,  and  also  two  (2)  times  height 
district,  the  erection  of  the  street  walls  of  a  build¬ 
ing  to  a  height  exceeding  the  limit  set  by  the  zone 
resolution. 

335-25-BZ. 

APPLICANT — Alfred  J.  Boulton,  for  The  Stuyvesant  Real 
Estate  Co.,  Inc.,  owner. 

PREMISES — 89-99  Granite  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  maintena” 
of  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

545-24-BZ. 

APPLICANT — Henry  I.  Perlin,  for  Bertha  Freitag,  owner. 

PREMISES — 380  Etna  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
garage  for  the  storage  «  of  five  (5)  pleasure  mo¬ 
tor  vehicles,  four  (4)  spaces  rented  to  persons 
not  residing  on  the  premises. 


BOARD  OF  APPEALS. 

Tuesday,  May  26,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

312-25-A — 56-60  Pearl  street,  Brooklyn. 

311-25-A — 931-939  Carroll  street,  Brooklyn. 

164-25-A  303  East  170th  street,  The  Bronx. 

414-25-A  North  side  of  DeKalb  avenue,  200  ft.  west  of 
Onderdonk  avenue,  Ridgewood,  Queens. 


1410-24-A — 52  Lispenard  street,  Manhattan. 

226-25-A — 29  West  17th  street, '  Manhattan. 

239-25-A — 890  Grant  avenue,  The  Bronx. 

256-25-A — North  side  of  West  189th  street,  between  Wa 
worth  avenue  and  Wadsworth  terrace,  M 
hattan. 

255-25-A — 731-735  West  177th  street  and  2-14  North 
avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appe 
of  a  public  hearing  under  the  provisions  of  the  build 
zone  resolution,  Tuesday  morning,  May  26,  1925,  at 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  folic 
ing  matters : 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  un 
the  building  zone  resolution,  of  Ji 
J.  Dunnigan,  applicant,  on  behalf 
Max  Katz,  owner,  to  permit  in  a  bi 
ness  district  the  erection  and  mi 
tenance  of  a  garage  for  the  storage 
more  than  five  (5)  motor  vehicl 
premises  809  Union  avenue, 
Bronx. 

cal.  no.  378-24-BZ — Application,  March  11,  1924,  under 
building  zone  resolution,  of  John 
uunmgan,  applicant,  on  behalf  of  H 
Realty  Co.,  Inc.,  owner,  to  permit  i 
business  district  the  erection  and  mi 
tenance  of  a  garage  for  the  storage 
more  than  five  (5)  motor  vehicl 
premises  1101-1109  Union  avenue,  1 
Bronx. 

cal.  no  1367-23  BZ — Application,  December  23,  1924,  un 
the  building  zone  resolution,  of  Jc 
J.  Dunnigan,  applicant,  on  behalf 
B.  R.  Construction  Co.,  owner,  pre 
ously  denied,  to  permit  in  a  “B”  a 
district  the  erection  and  maintenance 
a  building  occupying  more  than  40 
cent  of  the  rear  yard  area;  premi 
1211-1263  Boynton  avenue,  The  Bro 
cal.  no.  190-24-BZ — Application,  April  28,  1925,  under 
building  zone  resolution,  of  Edward 
Dodd,  applicant,  on  behalf  of  Willi 
F.  Till,  owner,  previously  denied, 
permit  the  erection  of  a  public  gar; 
for  the  storage  of  more  than  five  ( 
motor  vehicles;  premises  2513-2519  1 
den  avenue,  Brooklyn. 

cal.  no.  132-25-BZ — Application,  January  29,  1925,  un< 
the  building  zone  resolution,  of  S 
uel  Cohen,  applicant,  on  behalf  of  Sh 
man-Fulton  Co.,  Inc.,  owner,  to  peri 
in  a  residence  district  the  alterat 
and  conversion  of  occupancy  from  re 
dence  use  to  a  business  use  on  the 
story  only;  premises  321  West  Ilf 
street,  Manhattan. 

cal.  no.  7 15-24-BZ — Application,  May  21,  1924,  under 
building  zone  resolution,  of  John 
Dunnigan,  applicant,  on  behalf  of  I 
Solicito,  owner,  to  permit  in  a  resideti 
district  the  maintenance  of  a  garr 
for  the  storage  of  four  (4)  pleast 
motor  vehicles,  four  (4)  spaces  ren 
to  persons  not  residing  on  the  pre 
ises ;  premises  811  East  224th  stre 
The  Bronx. 

cal.  no.  292-25-BZ — Application,”  March  16,  1925,  under 
building  zone  resolution,  of  Sarm 
Marer,  applicant  and  owner,  to  peri 
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partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  2621-2631  Aqueduct  avenue, 
The  Bronx. 

L.  NO.  1413-24-BZ — Application,  November  29,  1924,  under 
I  the  building  zone  resolution,  of  Walter 

B.  Wills,  applicant,  on  behalf  of  M. 
Richman,  owner,  to  permit  partly  in 
a  business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1180-1188  Myrtle  avenue, 
Brooklyn. 

L.  NO.  249-25-BZ — Application,  March  4,  1925,  under  Un¬ 
building  zone  resolution,  of  Peter  P. 
Smith,  applicant,  on  behalf  of  Bay 
Ridge  Savings  Bank,  owner,  to  permit 
in  a  residence  district  extending  from 
a  business  district  the  erection  and 
maintenance  of  a  business  building  to 
be  used  for  banking  purposes ;  prem¬ 
ises  5315-5325  Fifth  avenue,  Brooklyn. 

,l.  NO.  1399-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Fred¬ 
erick  P.  Ballard,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  alteration  and 
change  of  occupancy  from  a  stable  and 
private  garage  to  a  garage  for  the 
storage  of  three  (3)  commercial  and 
two  (2)  pleasure  motor  vehicles,  two 
(2)  spaces  rented  to  persons  not  resid¬ 
ing  on  the  premises ;  premises  708  East 
216th  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  May  26,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

:47-24-A— 8746  123rd  street,  Richmond  Hill,  Queens. 
,96-24-A— 205-207  West  33rd  street,  Manhattan. 

.'85-24-A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

588- 24- A — 250  Hudson  street,  Manhattan. 

589- 24-A— 43-45  Wooster  street,  Manhattan. 

531-24-A — 508-534  West  212th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

.  NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
t  a  public  hearing  under  the  provisions  of  the  building 
one  resolution,  Tuesday  afternoon,  May  26,  1925,  at  2 
'clock,  in  Room  1013,  Municipal  Building,  on  the  follow- 
ig  matters : 

al.  no.  237-25-BZ — Application,  February  26,  1925,  pder 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Bee 
Dee  Realty  Co.,  owner,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  38-44  State  street,  Brooklyn. 

:al.  no.  811-24-BZ— Application,  June  17,  1924,  under  the 
1  building  zone  resolution,  of  John  J. 

Dunnigan,  applicant,  on  behalf  of  Hat¬ 


tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valhalla  Corporation,  owner,  t  •>  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

cal.  no.  1 10-25-BZ — Application,  January  26,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Brecher  Building  Corp.,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  southeast  cor¬ 
ner  of  Washington  avenue  and  Fifth 
avenue,  Long  Island  City,  Queens. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  May  29,  1925,  at  2  p.  m. 

Rule. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BOARD  OF  APPEALS. 

Tuesday,  June  2,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

328- 25-A — 775-787  and  789-797  Humboldt  street  and  22-32 

and  34-42  Moultri  street,  Brooklyn. 

1426-24-A— 2121-2129  Broadway,  227-229  West  74th  street, 
Manhattan. 

254-25-A — 398-408  Washington  street,  Manhattan. 
170-25-A — South  side  of  Roosevelt  avenue,  from  21st  to 
22nd  streets,  Elmhurst,  Queens. 

329- 25-A — 448-454  12th  street,  Brooklyn. 

253-25- A — 839  Eighth  avenue  and  301-307  West  50th  street, 
Manhattan. 

339-25-A — West  side  of  Kemble  avenue,  1,352  ft.  3*4  in. 
south  of  Mill  avenue,  Brooklyn. 

272-25-A — 607-611  West  40th  street,  Manhattan. 

351-25-A — 2609  Davidson  avenue,  The  Bronx. 

345-25- A — 204-10  Broadway  and  146-158  Fulton  street, 
Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  2,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

264-25-S — 398  First  avenue,  Manhattan. 

1427-24-S _ 2121-29  Broadway  and  227-29  West  74th  street, 

Manhattan. 

315-25-S— 106-16  John  street  and  227-37  Plymouth  street, 
Brooklyn. 

309-25-S— 639-641  West  51st  street,  Manhattan. 
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238-25-S — 35-37  East  10th  street,  Manhattan. 

243-25-S — 80  Lafayette  street,  Manhattan. 

247-25-S — 34-38  East  19th  street  and  33-35  East  18th  street, 
Manhattan. 

1481-24-S — ‘120  South  8th  street,  rear,  Brooklyn. 

1525-24-S — 107  East  31st  street,  Manhattan. 

84-25-S — 10  Mangin  street,  Manhattan. 

332- 25-S — 326  West  48th  street,  Manhattan. 

333- 25-S — 29  Stanton  street,  Manhattan. 

337-25-S — 537-39  Broadway  and  108-10  Mercer  street,  Man¬ 
hattan. 

233-25-S — 20  Beekman  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  stret,  Man¬ 
hattan. 

Appliance  Submitted  for  Approval. 

228-25-SA — Silent  Glow  Oil  Burner. 


BOARD  OF  APPEALS. 

Tuesday,  Jutie  9,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1175-24- A — 628-642  West  45th  street,  Manhattan. 

969-24- A — 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 


16-24-A — 1342  Park  avenue,  Manhattan. 

232-25-A — 20  Beekman  street,  Manhattan. 

366-25- A — 637-649  W est  125th  street,  Manhattan. 
394-25-A — 96  Spring  street,  Manhattan. 

370-25-A — 509  Avenue  S,  Brooklyn. 


BOARD  OF  APPEALS. 

Tuesday,  June  16,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 
1177-24- A — 79-89  Seventh  avenue,  Manhattan. 
904-24-A— 235-239  West  23rd  street,  Manhattan. 
1247-24- A — 202  Flatbush  avenue,  Brooklyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  16,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1332-24-S — 101-103  West  42nd  street  and  737-745  Six 
avenue,  Manhattan. 

257-25-S — 435-37  Broadway,  Brooklyn. 

180-25-S — 9-13  Maiden  lane,  Manhattan. 

362-25-S — 231-239  West  29th  street,  Manhattan. 


MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  MAY  12,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  May  5,  1925,  were  ap¬ 
proved  as  printed  in  the  Bulletin,  No.  19,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
1175-24- A. 

APPELLANT — Wm.  R.  Heins,  for  Republic  Storage  Co., 
Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 628-642  West  45th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1925,  at  10 
a.  m.,  on  request  of  appellant’s  representative,  pend¬ 
ing  amendments  to  sprinkler  rules. 


969-24- A. 

APPELLANT — Grinnell  Co.,  Inc.,  for  Walter  Shuttle- 
worth,  owner. 

SUBJECT- — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 126  Franklin  street  and  200- 
224  West  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  None. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1925,  at  10 
a.  m.,  on  request  of  appellant’s  representative,  pend¬ 
ing  amendments  to  sprinkler  rules. 


16-24-A. 

APPELLANT— David  M.  Jones,  for  Philip  Wald  and  S. 
Buchman,  owners. 


SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 1342  Park  avenue,  Manhatta^ 

APPEARANCES— 

For  Appellant:  David  M.  Jones. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1925,  at 
a.  m.,  for  final  disposition,  on  request  of  appellat 

1177-24-A. 

APPELLANT — Street  &  Smith  Corporation,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 79-89  Seventh  avenue,  Ma; 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  afternoon  meetii 
of  May  12th,  on  request  of  appellant’s  represent 
tive. 


339-25-A. 

APPELLANT — Joseph  L.  Burke,  for  Sinclair  Refinii 
Co.,  lessee. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — West  side  of  Kemble  avenu 
1,352  ft.  3 Yz  in.  south  of  Mill  avenue,  Brookly 
APPEARANCES— 

For  Appellant:  Benjamin  Ascher,  Thomas  V 
White  and  W.  E.  Brown. 

For  Administration :  Inspector  Carroll  of  fire  d> 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  2,  1925,  at 
a.  m.,  for  inspection  by  a  committee  of  board. 


1447-24- A. 

APPELLANT — Keiner  Williams  Stamping  Co.,  owner.  j 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 8746  123rd  street,  Richmor 
Hill,  Queens. 

APPEARANCES— 

For  Appellant:  Frederick  W.  Fullhardt. 
ACTION  OF  BOARD — Laid  over  to  May  26,  1925,  at  j 
n.  m.,  on  request  of  appellant’s  representative.  : 
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6-24-A 

PELLANT— Cornell  Utilities  Co.,  Inc.,  for  Brother¬ 
hood  of  Locomotive  Engineers,  owner. 

BJECT— Appeal  from  decision  of  fire  commissioner. 

EMISES  AFFECTED— 205-207  West  33rd  street,  Man¬ 
hattan. 

’PEARA1SCES — 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

^TION  OF  BOARD — Laid  over  to  May  20,  1925,  at  2 
p.  m.,  on  request. 


15-24- A. 

’PELLANT — The  Tannin  Corporation,  owner. 
JBJECT— Appeal  from  order  of  fire  commissioner. 
DEMISES  AFFECTED— 169-195  West  street,  Brooklyn. 
PPEARANCES — 

For  Appellant:  None. 

For  Administration :  Inspector  Lynch  ot  fire  de¬ 


partment. 

3TION  OF  BOARD — Chairman  read  correspondence. 

Appeal  granted  on  condition. 

)NDITIONS— As  specified  in  resolution. 


HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Connell,  Gunnison  and  Fire  Chief 

Kenlon  .  ® 

Negative  . •„ .  ® 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 

(1535-24-A) 

Whereas,  The  Tannin  Corporation,  owner,  filed,  Decem- 
t  30  1924,  an  appeal,  with  the  board  of  appeals,  from 
i  order  of  the  fire  commissioner,  affecting  premises  169- 
)5  West  street,  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De- 
>mber  5,  1924,  reads : 

“Reduce  the  quantities  of  empty  wooden  packing 

boxes,  cases,  barrels  or  lumber  on  the  above  premises 
to  occupy  a  space  not  greater  than  two  thousand  cu¬ 
bic  feet.  Section  25-2-a,  Chapter  12,  Code  of  Ordi¬ 
nances.”  ; 


Whereas,  the  premises  consist  of  a  plot  of  ground,  upon 
■hich  is  located  a  tannin  extracting  works,  and  upon  part 
f  the  premises  is  located  a  space  50  ft.  by  75  ft.  (3,750  sq. 
t.)  in  area,  used  for  the  storage  of  barrels ,  and 
Whereas,  appellant  contends,  having  stored  barrels  in 
le  yard  of  the  premises  over  30  years,  to  limit  this  stor- 
ge  to  2,000  cubic  feet  would  close  down  the  business. 
Resolved,  that  the  order  of  the  fire  commissioner  be  and 
hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
ranted  on  condition  that  the  stack  of  empty  barrels  stored 
n  premises  in  an  open  lot  shall  not  exceed  an  area  o 
5  ft.  by  50  ft.,  not  exceeding  a  height  of  12  ft.;  and  that 
n  open  runway  or  space  of  not  less  than  20  ft.  in  width 
hall  be  maintained  around  the  stack  on  all  sides. 


4-25-A 

APPELLANT — Frederick  Meister,  for  Richard  Carvel, 

owner.  ,  .  A  ,  .  c 

SUBJECT — Appeal  from  decision  of-  superintendent  ot 
buildings  and  order  of  fire  commissioner. 
’REMISES  AFFECTED— 248-254  West  60th  street  and 
549-555  West  59th  street,  Manhattan. 

For  Appellant:  George  J.  Langley  and  Richard 

Carvel.  ... 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
ZONDITIONS — As  specified  in  resolution. 

The  VOTE—  .  rtl  „  „  . 

Affirmative:  Chairman  Walsh,  Messrs.  Kenned}, 
Dowd,  Connell,  Gunnison  and  Fire  Chief 

Kenlon  .  ® 

Negative  .  . 

Absent:  Mr.  Holland  .  1 


THE  RESOLUTION : 

(54-25-A) 

Whereas,  Frederick  Meister,  for  Richard  Carvel,  owner, 
filed,  January  12,  1925,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  a  decision  of  the  superintendent  of  buildings, 
affecting  premises  248-254  West  60th  street  and  549-555 
West  59th  street,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
dated  December  29,  1924,  reads : 

"With  reference  to  application  for  Certificate  of 
Occupancy,  we  beg  to  state  that  permanent  certificate 
cannot  be  issued  for  the  reason  that  the  standpipe  sys¬ 
tem  has  not  been  provided  as  required  by  the  rules  of 
the  Board  of  Standards  and  Appeals.”; 

and 

Whereas,  this  appeal  was  amended  to  include  the  order 
of  the  fire  commissioner,  dated  April  3,  1925,  which  reads  : 

“An  inspection  of  premises  549-55  West  59th  Street 
and  248-52  West  60th  Street,  Manhattan,  shows  that 
the  following  must  be  complied  with  before  an  appli¬ 
cation  for  a  permit  to  conduct  a  storage  garage  at 
above  premises  can  be  approved : 

“2.  Install  4  inch  standpipe  as  per  approved  plan 
1224-24.” ; 

and  . 

Whereas,  the  building  fronts  on  two  streets,  is  non-fire- 
proof,  two  stories  (36  ft.)  in  height,  200  ft.  by  100  ft.  in 
area;  OCCUPIED  as  a  garage  in  an  unrestricted  district; 
and 

Whereas,  appellant  contends  that  the  building  is  equipped 
with  a  100  per  cent  sprinkler  system,  together  with  the  re¬ 
quired  secondary  fire  extinguishing  appliances,  and  contends, 
further,  that  the  building  is  low  in  height  and  in  case  of 
fire  is  accessible  from  two  street  fronts. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings,  as  well  as  order  of  fire  commissioner,  be  and  they 
are  hereby  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  far  as  it  affects  the  installation  of  a  grav¬ 
ity  tank,  on  condition  that  a  standpipe  equipment  shall  be 
installed,  located  in  the  stairhalls  at  either  end  of  building, 
connected  to  street  main;  and  that  the  building  shall  be 
equipped  with  an  approved  wet  sprinkler  system. 


1263-24- A.  „  . 

APPELLANT— Liberty  Oil  Burner  Co.,  Inc.,  for  Russo 

Construction  Co.,  owner.  .  _ 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 532  East  184th  street,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  G.  Galiani. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 


partment.  . 

A.CTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  ,  ,  w  . 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy. 
Dowd,  Connell,  Gunnison  and  Fire  Chief 

Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 

(1263-24-A) 

Whereas  Liberty  Oil  Burner  Co.,  Inc.,  for  Russo  Con¬ 
struction  Co.,  owner,  filed,  October  24,  1924,  an  appeal,  with 
the  board  of  appeals,  from  a  decision  of  the  fire  commis¬ 
sioner,  affecting  premises  532  East  184th  street,  Borough 

of  Bronx;  and  .  .  ,  , 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
October  22,  1924,  in  acting  on  Alt.  Application  No.  2215-24, 
rebels  * 

“2.  Pump  is  not  of  a  type  approved  by  the  Board 

of  Standards  and  Appeals.  _  . 

“3.  Burner  is  not  of  a  type  approved  by  the  Board 

of  Standards  and  Appeals.” ; 


601 


I 


MINUTES 


Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  50  ft.  by  100  ft.  in  area;  OCCUPIED  as  a  dwell¬ 
ing  for  28  families ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  1,000-gallon  storage  tank,  a  50-gallon  auxiliary 
tank  and  pump,  a  Yankee  oil  burner  and  the  necessary 
valves  and  piping  to  make  a  complete  installation  ;  and 

Whereas,  appellant  requests  a  temporary  permit  for  the 
installation  pending  the  action  of  the  board  upon  the  ap¬ 
proval  of  the  burner. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  for  a  temporary  period  of  ninety  (90)  days, 
at  owner’s  risk,  subject  to  action  by  the  board  of  stand¬ 
ards  and  appeals,  on  petition  for  approval  of  burner  now 
pending,  on  condition  that  the  fuel  oil  burning  installation 
otherwise  shall  comply  with  the  fuel  oil  rules  in  all  respects. 


840-23-A. 

APPELLANT — Success  Theatre  Corp.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 3587-89  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  Edward  P.  Doyle  and  Harry  A. 
Harris. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison  and  Connell  .  5 

Negative :  Fire  Chief  Kenlon  .  1 

Absent :  Mr.  Holland  .  1 

THE  RESOLUTION: 

(840-23-A) 

Whereas,  Success  Theatre  Corp.,  lessee,  filed,  July  2, 
1923,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  3587-89  Broad¬ 
way,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Febru¬ 
ary  28,  1923,  reads  : 

“Install  standpipe  fire  line,  in  compliance  with  Chap¬ 
ter  5,  Article  25,  Code  of  Ordinances.” ; 

and 

Whereas,  the  building  is  fireproof,  one  story  in  height; 
OCCUPIED  as  theatre  and  roof  garden,  600  seats  in  the 
orchestra ;  and 

Whereas,  this  case  was  denied  by  the  board  at  its  meet¬ 
ing  held  on  January  8,  1924,  and  reopened  by  the  vote 
of  the  board  on  March  31,  1925 ;  and 
Whereas,  appellant  contends  that  the  building  faces  on 
two  streets,  and  proposes  to  carry  the  standpipes,  one  at 
each  street  front,  directly  to  the  roof,  and  states  that 
the  pressure  in  the  city  water  mains,  at  the  premises,  is 
67  pounds  per  square  inch. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  far  as  it  affects  the  installation  of  gravity 
tank  and  fire  pump,  on  condition  that  a  standpipe  equipment 
shall  be  installed,  independently  connected  with  street  mains 
on  147th  street  and  on  Broadway ;  and  that  the  use  and 
occupancy  of  this  building  shall  be  restricted  exclusively  to  a 
moving  picture  theatre. 


1412-22- A. 

APPELLANT — Croker  National  Fire  Prevention  Engineer¬ 
ing  Co.,  for  Iceland,  Inc.,  owner. 

SUBJECT — Application  for  reopening — appeal  from  deci¬ 
sion  of  fire  commissioner. 

PREMISES  AFFECTED — 242-264  West  53rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 

modified. 


— 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESOLU 
TION— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison  and  Connell  . 

Negative  .  , 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  ..  : 

THE  RESOLUTION: 

(1412-22-A) 

Whereas,  Corry  B.  Comstock,  for  Iceland,  Inc.,  J.  E 
Fuller,  president,  filed,  November  21,  1922,  an  appeal,  wit! 
the  board  of  appeals,  from  an  order  of  the  fire  commis 
sioner,  affecting  premises  242-264  West  53rd  street,  Man 
hattan ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  An  approved  standpipe  equipment  must  be  in 
stalled.” ; 

and 

Whereas,  the  building,  one  story  and  balcony  in  height 
225  ft.  by  100  ft.  5  in.  in  area;  OCCUPIED  as  an  ict 
skating  rink,  of  concrete  construction ;  the  roof  being  o 
steel  trusses  protected  with  gypsum  blocks,  and  hanging 
ceiling  of  metal  lath  and  plaster ;  and 

Whereas,  appellant  contends  that  there  are  sufficien 
exits ;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  it 
meeting  December  22,  1922,  on  certain  conditions,  and  th« 
appellant  requested  a  modification  of  such  conditions. 

Resolved,  that  the  order  of  the  fire  commissioner  be  an< 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  i 
granted,  only  so  long  as  the  building  is  occupied  as  ai 
ice  skating  rink  and  other  authorized  permissible  use  in  th 
52nd  street  wing,  approximately  37  ft.  6  in.  by  98  ft.  6  in 
in  area  operated  in  conjunction  therewith,  on  condition  tha 
all  permits  required  shall  be  obtained  within  60  days  anti 
that  the  entire  structure  as  to  area  and  dimension  shall 
remain  unchanged. 


BUILDING  ZONE  CASES. 

1429-24-BZ. 

APPLICANT — John  DeHart,  for  John  J.  Daly  and  Ma> 
L.  Fried,  owners. 

SUBJECT — -Application  (re:  decision  of  superintendent  o 
buildings)  to  permit  in  a  business  district  the  main 
tenance  of  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 1012-1018  Avenue  St.  John 
The  Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  May  19,  1925,  a 
2  p.  m. 


883-24-BZ. 

APPLICANT— John  A.  McCarthy  &  Co.,  Inc. 

SUBJECT — Application  for  reopening  (re:  decision  of  su¬ 
perintendent  of  buildings)  to  permit  in  a  busines.1 
district  extending  from  an  unrestricted  district  th( 
erection  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— East  side  Gerard  avenue,  105.3CI 
ft.  north  of  East  146th  street  and  west  side  Wal¬ 
ton  avenue,  104.71  ft.  north  of  East  146th  street, 
The  Bronx. 

APPEAR  ANCES— None. 

ACTION  OF  BOARD — Application  to  reopen  laid  over 
to  May  19,  1925,  at  10  a.  m.,  special  order  of 
business. 


237-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Bee  Dee  Realty 
Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  extend¬ 
ing  from  an  unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 38-44  State  street,  Brooklyn. 
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appearances— 

For  Applicant:  William  F.  Doyle. 

For  Opposition :  J.  W.  Penny,  Sarah  Stepheson, 
H.  Harrison,  A.  De  Lukey,  J.  F.  Meehan,  P. 
J.  Butler,  M.  Curley,  M.  Harrison. 

ACTION  OF  BOARD— Laid  over  to  May  26,  1925,  at 
2  p.  m.,  to  submit  proof  as  to  certificate  of  oc¬ 
cupancy  and  ownership  in  fee. 


545-24-BZ. 

APPLICANT — Henry  I.  Perlin,  for  Bertha  Freitag,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of  fire 
commissioner)  to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  pleasure  motor  vehicles;  four  (4) 
spaces  rented  to  persons  not  residing  on  the  prem¬ 
ises. 

PREMISES  AFFECTED* — 380  Etna  street,  Brooklyn. 

APPEARANCES— 

For  Applicant:  Henry  I.  Perlin. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  set  for 
calendar  call  May  26,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison  and  Connell  .  5 

Negative  . .  0 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  ..  2 


218-25-BZ. 

APPLICANT— Nathan  Rotholz,  for  William  S.  O’Brien, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  and  “B”  area 
district  and  within  a  portion  of  a  street  between 
two  intersecting  streets,  in  which  portion  there 
exists  an  exit  and  entrance  to  a  school,  and  also 
within  200  ft.  in  a  direct  line,  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles  and  to  occupy  more 
than  40  per  cent  of  the  area  of  rear  yard  at  curb 
level ;  contrary  to  the  requirements  of  the  building 
zone  resolution. 

PREMISES  AFFECTEDr-517  West  161st  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition :  Adela  Heller,  J.  F.  McLaughlin, 
B.  Barry,  J.  Nonwalk.  J.  Rossi,  J.  McMahon, 
A.  Kingsland,  Ellen  Correle  and  Thomas  W. 
Churchill. 

ACTION  OF  BOARD— Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh.  Messrs.  Kennedy, 

Dowd,  Gunnison  and  Connell  .  5 

Negative  .  ® 

Absent :  Mr.  Holland  and  Fire  Chief  Kenlon  . .  2 


480-24-BZ.  „  , 

APPLICANT— Silberman  &  Steinfeld,  for  Tram  Realty 
Companv,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AEEECTED — 1927-41  Broadway,  Brooklyn. 

APPEARANCES— 

For  Applicant:  Jacob  B.  Steinfeld. 

For  Opposition:  Alderman  John  Wirth.  Mrs.  A. 
Oliver.  A.  Rosenblnm. 

ACTION  OE  BOAED— Anplication  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Dowd  and  Gunnison  .  2 

Negative:  Chairman  Walsh.  Messrs.  Kennedy, 

Connell  and  Eire  Chief  Kenlon  .  4 

Absent:  Mr.  Holland  .  * 


THE  RESOLUTION: 

(480-24-BZ) 

Whereas,  Silberman  &  Steinfeld,  for  Tram  Realty  Co., 
owner,  filed,  April  3,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  partly  in  a  residence  dis¬ 
trict  and  partly  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  1927-1941  Broadway,  Brooklyn; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  May  12, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  and  Stewart  street 
are  business  districts  and  Eastern  parkway  is  a  residence 
district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  14,  1924,  in  acting  on  N.  B.  Application 
No.  4669-24,  reads: 

“Proposed  one  story  brick  public  garage  for  more 
than  five  motor  vehicles,  partly  in  a  business  district 
and  partly  in  a  residence  district  is  contrary  to  Art. 
II,  Sec.  3  and  4  (a)  of  the  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  150 
ft.  on  Broadway  and  a  frontage  of  130  ft.  on  Eastern  park¬ 
way  and  a  frontage  of  74  ft.  on  Stewart  street;  to  be 
occupied  as  auto  showrooms  on  Eastern  parkway  front  and 
the  remainder  of  premises  as  a  garage  for  the  storage  of 
more  than  five  motor  vehicles ;  and 

Whereas,  applicant  did  not  have  on  file  at  the  date  of 
hearing  the  80  per  cent  of  consents  required  for  considera¬ 
tion  under  section  7G,  and  there  was  no  testimony  adduced 
or  facts  submitted,  at  the  hearing,  to  substantiate  the  ap¬ 
plication  as  amended  to  section  21,  namely,  hardship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


669-20-BZ. 

APPLICANT — Frank  P.  Keniston,  for  Metropolitan  To¬ 
bacco  Co.,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  business 
district  the  extension  in  area  of  an  existing  ga¬ 
rage  and  stable  for  more  than  five  (5)  motor  ve¬ 
hicles. 

PREMISES  AFFECTED — 34  Bergen  avenue,  Jamaica, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Frank  P.  Keniston. 

For  Opposition :  None. 

ACTION  OF  BOARD— Application  reopened  and  reso¬ 
lution  modified. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESOLU¬ 
TION— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison  and  Connell  .  5 

Negative  . . . .  0 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  ..  2 

THE  RESOLUTION: 

(669-20-BZ) 

Whereas,  Koch  &  Wagner,  architects  for  the  Metro¬ 
politan  Tobacco  Company,  owner,  filed,  November  8,  1920, 
with  the  board  of  appeals,  an  application  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the  ex¬ 
tension  in  area  of  an  existing  stable  and  garage  for  more 
than  five  motor  vehicles ;  premises  34  Bergen  avenue,  Ja¬ 
maica,  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals  at  its  regular  meeting.  January 
4,  1921,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 
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Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  the  premises  are  located  in 
a  business  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  4,  1920,  in  acting  on  N.  B.  2612-20, 
reads : 

“Extension  of  this  stable  and  garage  for  more  than 
five  motor  vehicles  is  prohibited  by  the  Zone  Resolu¬ 
tion  within  a  business  district.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  and  two  stories  in  height,  93  ft.  by  80  ft. 
3  in.  in  area;  occupied  as  stable  and  garage  for  more 
than  five  motor  vehicles,  such  occupancy  having  existed  on 
July  25,  1916 ;  it  is  proposed  to  erect  an  extension  to  this 
building  of  non-fireproof  construction,  one  story  in  height, 
79  ft.  9  in.  by  115  ft.  9  in.  in  area,  a  portion  of  this  ex¬ 
tension  to  be  used  for  additional  garage  facilities ;  and 

Whereas,  no  one  appeared  in  opposition  to  the  grant¬ 
ing  of  this  application  and  there  existed  in  this  street  be¬ 
tween  the  intersecting  streets  at  the  time  of  the  passage 
of  the  building  zone  resolution  a  garage  for  more  than 
five  motor  vehicles,  which  garage  still  exists ;  and 

Whereas,  this  application  was  granted  by  the  board 
at  its  meeting  January  4,  1921,  on  certain  conditions, _  and 
applicant,  through  his  representative,  Frank  P.  Kenniston, 
requested  a  modification  of  these  conditions  to  permit  an 
increase  in  the  number  of  cars. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  easterly  and 
northerly  walls  of  the  extension  shall  be  unpierced  through¬ 
out  their  entire  length  and  height;  that  the  capacity  of  the 
garage  shall  not  exceed  eighteen  (18)  motor  vehicles,  and 
shall  be  restricted  to  the  use  and  storage  of  cars,  the  prop¬ 
erty  of  the  owner  of  premises,  used  in  the  conduct  of  its 
business,  and  shall  not  include  any  hiring  of  housing  to 


others;  that  any  skylights  placed  within  the  roof  of  the 
proposed  extension  shall  be  glazed  with  sheet  'glass,  wire 
screened  above  and  below,  and  shall  not  be  within  20  ft. 
of  the  side  or  rear  lines  of  the  structure. 


AREAS  FIXED. 

(1523-24-BZ) 

The  chairman  presented  and  read  a  communication  from 
John  J. ,  Dunnigan,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  maintenance  of  a  garage ;  premises  1665  Davidson 
avenue,  The  Bronx. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Davidson  avenue  from  Featherbed  lane 
to  a  point  400  ft.  north  of  premises  in  question.  Both 
sides  of  West  174th  street  from  Davidson  avenue  to 
Grand  avenue;  also  the  properties  at  the  rear  and  fac¬ 
ing  on  the  easterly  side  of  Featherbed  lane  from  a 
point  25  ft.  east  of  Davidson  avenue  to  a  point  50  ft. 
west  of  premises  in  question. 


(191-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
James  W.  Byrnes,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  erection  and  maintenance  of  a  garage ;  premises  1209- 
]  211  Putnam  avenue,  Brooklyn. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  Putnam  avenue  from  Central  avenue 
to  a  point  100  ft.  south  of  Evergreen  avenue;  the  north 
side  of  Evergreen  avenue  from  Putnam  avenue  to  Mad¬ 
ison  street;  also  the  premises  at  rear  and  for  a  dis¬ 
tance  of  50  ft.  on  either  side  of  the  side  lot  lines 
of  the  premises  in  question. 


Adjourned  1.15  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


BOARD  OF  APPEALS 


SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  MAY  12,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison,  Connell  and  Fire  Chief  Kenlon. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
785-24-A. 

APPELLANT — Philip  J.  Sinnott,  for  Harry  Schneider, 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner 
PREMISES  AFFECTED — 6118  Rockaway  Beach  boule¬ 
vard,  Arverne,  Borough  of  Queens. 
APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  May  26,  1925,  at 
2  p.  m. 


588-24-A. 

APPELLANT — Nathaniel  Seaman,  for  Olivett  Distributing 
Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 250  Hudson  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Sylvia  Reimer. 

ACTION  OF  BOARD — Laid  over  to  May  26,  1925,  at 
2  p.  m.,  on  request. 


589-24-A. 

APPELLANT — Corona  Chemical  Co.,  Inc.,  lessee. 


SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 43-45  Wooster  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Henry  Cummings. 

ACTION  OF  BOARD — Laid  over  to  May  26,  1925,  at 
2  p.  m.,  on  request. 


331-24- A 

APPELLANT — Board  of  Education,  City  of  New  York, 
owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 508-534  West  212th  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  May  26,  1925,  at 
2  p.  m.,  on  written  request. 


904-24-A. 

APPELLANT — Eastman  Kodak  Company,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 235-239  West  23rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Murray  Hulbert. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  at 
10  a.  m.,  on  request 
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1247-24-A. 

APPELLANT— Abel  I.  Smith,  for  George  J.  McFaddcn 
Co.,  Inc.,  lessee. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 202  Flatbush  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Murray  Hulbert. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  June  10,  1925,  at 
10  a.  m.,  on  request. 


1177-24-A. 

APPELLANT — Street  &  Smith  Corporation,  owner. 
SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 79-89  Seventh  avenue,  Manhat¬ 


tan. 

APPEARANCES— 

For  Appellant:  Murray  Hulbert. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  June  16,  1925,  at 
10  a.  m.,  on  request  of  appellant’s  representative. 

124-25-A. 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  H.  C.  Par¬ 

sons,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED— 13  Vandam  street,  Manhattan. 

APPEARANCES— 

For  Appellant:  William  Porter. 

ACTION  OF  BOARD— Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 

Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland .  1 


1374-24- A. 

APPELLANT— Croker  National  Fire  Prevention  Engineer¬ 
ing  Co.,  for  305  Broadway  Corporation,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 305-9  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE- 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 

Kenlon  . 

Negative  .  0 

Absent:  Mr.  Holland .  I 

THE  RESOLUTION : 

(1374-24- A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  305  Broadway  Corporation,  owner,  filed,  No¬ 
vember  20,  1924,  an  appeal,  with  the  board  of  appeals,  from 
an  order  of  the  fire  commissioner,  affecting  premises  305- 
9  Broadway,  Manhattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  20,  1924,  reads: 

“Order  No.  58004-F : 

“1.  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  1st  story  which  are  dis¬ 
tant  in  a  direct  line  less  than  30  ft.  from  any  opening 
in  anv  other  building  and  not  in  the  same  plane  with 
said  openings  and  which  are  not  more  than  50  ft.  above 
a  neighboring  roof  at  north  and  west  sides  of  building 
or  other  approved  protection  as  per  Section  375,  Article 
18,  Chapter  5,  of  the  Code  of  Ordinances.”; 
and 


Whereas,  the  building  is  fireproof,  14  stories  in  height, 
74  ft.  G  in.  by  124  ft.  in  area;  OCCUPIED  as  an  office 
building,  40  persons  per  story;  equipped  with  a  standpipe 
system ;  and 

Whereas,  there  are  four  and  five  windows  in  the  west¬ 
erly  wall  on  the  6th  to  10th  stories,  inclusive,  within  50  ft. 
of  a  neighboring  building  to  the  west;  two  windows  in  the 
northerly  wall,  west,  on  the  '2nd  to  6th  stories,  inclusive, 
within  50  ft.  of  the  roof  of  a  neighboring  one-story  exten¬ 
sion  to  the  north  and  seven  windows  in  the  northerly  court, 
and  also  four  windows  in  the  northerly  wall  adjacent  to 
this  court  within  30  ft.  from  openings- in  or  within  50  ft. 
of  the  roof  of  neighboring  buildings  to  .the  north ;  and 
Whereas,  this  appeal  was  denied  by  the  board  at  its 
meeting  held  on  March  3,  1925,  and  reopened  by  vote  of 
the  board  on  April  14,  1925 ;  and 
Whereas,  appellant  contends  that  all  of  the  openings, 
constituting  exposures  in  the  adjoining  buildings,  are  equipped 
with  fire  shutters  and  that  the  building  under  question  is 
occupied  solely  as  an  office  building,  and  proposes  to  pro¬ 
vide  iron  shutters  at  any  openings  in  the  stair  or  elevator 
shaft  within  30  ft.  from  openings  or  within  50  ft.  of  the 
roof  of  neighboring  building. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  all  exterior  windows  on  course  of 
elevator  shafts  and  stairhalls  throughout  the  building  shall 
be  equipped  with  fireproof  frames  and  sash,  glazed  with 
wire  glass;  and  granted  only  so  long  as  premises  through¬ 
out  shall  be  maintained  and  restricted  to  executive  office 
use  and  occupancy. 


621-20- A. 

APPELLANT — A.  R.  Loveridge,  for  Jay  Street  Terminal, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 39-83  Water  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  A.  R.  Loveridge. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 

Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland .  1 

THE  RESOLUTION: 

(621-20- A) 

Whereas,  the  Jay  Street  Terminal,  owner,  filed,  August 
27,  1920,  an  appeal,  with  the  board  of  appeals,  from  an 
order  of  the  fire  commissioner,  affecting  premises  39-83 

Water  street,  north  side,  56  ft.  west  of  Main  street,  Brook¬ 

lyn  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Febru¬ 
ary  28,  1920,  reads: 

“Order  No.  1536-F : 

“You  are  hereby  ordered  and  required,  within  60 
days  from  date  of  the  service  of  this  order  to: 

“Provide  a  separate  and  distinct  system  of  automatic 
sprinklers  throughout  building,  having  at  least  one 
source  of  water  supply  arranged  and  equipped  as  pro¬ 
vided  in  the  rules  for  fire  extinguishing  appliances, 
adopted  by  the  Board  of  Standards  and  Appeals  May 
24,  1917,  as  amended  May  2.  1918,  and  January  21,  1919, 
effective  February  17,  1919.”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stones,  50 
ft.  in  height,  58  ft.  by  140  ft.  in  area;  OCCUPIED  as  a 
storage  warehouse,  with  not  more  than  12  persons  in  the 
entire  building  at  any  one  time,  there  being  no  heating 
apparatus  in  the  building;  and 
Whereas,  this  appeal  was  granted  by  the  board  at  the 
meeting  held  on  November  30,  1920,  on  condition  that  a 
dry-pipe  system  of  automatic  sprinklers  be  installed  as  pro- 


605 


MINUTES 


vided  for  in  the  rules  of  the  board  of  standards  and  ap¬ 
peals  for  fire  extinguishing  appliances,  and  reopened  by  vote 
of  the  board  at  the  meeting  held  on  April  14,  1925;  and 

Whereas,  appellant  contends  that,  at  the  time  of  the  grant¬ 
ing  of  this  appeal,  the  premises  were  used  for  general  stor¬ 
age  with  12  persons  in  the  entire  premises,  and  that  the 
building  is  now  used  for  the  storage  of  green  coffee  with 
four  (4)  persons  in  the  entire  building  and,  in  view  of 
these  facts,  requests  the  omission  of  the  sprinkler  system. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  long  as  the  use  of  this  building  is  restricted 
to  the  storage  of  green  coffee  or  its  equivalent  in  bags  or 
bulk;  and  that  there  shall  be  no  regular  occupancy  above 
1st  floor. 


258-23- A. 

APPELLANT — Leonard  Padula,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 307  Morris  avenue,  The  Bronx 
APPEARANCES— 

For  Appellant:  Samuel  Wechsler  and  Leonard 
Padula. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland .  i 

THE  RESOLUTION: 


(258-23-A) 

Whereas,  Leonard  Padula,  lessee,  filed,  February  23, 
1923,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  307  Morris  ave¬ 
nue,  The  Bronx;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
February  8,  1923,  reads: 

“You  are  therefore  ordered  to 

“1.  Reduce  the  stock  of  paper  and  rags  to  one  ton.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  on 
which  is  located  a  one-story  frame  structure,  58  ft.  9  in.  by 
37  ft.  8  in.  in  area;  OCCUPIED  for  the  storage  of  rags 
and  papers;  and  a  building  31  ft.  by  65  ft.  in  area;  OCCU¬ 
PIED  as  baling  room  and  stock  room,  located  in  an  unre¬ 
stricted  district;  and 

Whereas,  the  appeal  on  this  order  was  modified  by  the 
board  at  the  meeting  held  on  April  17,  1923,  by  granting 
an  extension  of  time  for  such  use  until  May  1,  1924, 
and  reopened  by  vote  of  the  board  on  April  21,  1925; 
and 

Whereas,  appellant  proposes  to  reduce  the  quantity  of 
stored  rags  and  paper  from  the  quantity  permitted  in  the 
original  appeal  (five  tons  of  rags  and  five  tons  of  paper) 
to  2 y2  tons  of  rags  and  2)4  tons  of  paper  and,  in  view  of 
having  covered  all  exposed  woodwork  on  the  premises  with 
galvanized  iron,  requests  a  permit  for  a  further  period 
of  one  year. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  for  a  temporary  period  not  to  extend  beyond  June 
1,  1926,  on  condition  that  not  more  than  2)4  tons  of  paper 
and  2)4  tons  of  rags  shall  be  maintained  on  the  premises ; 
and  that  the  interior  of  the  structure  shall  be  lined  with 
galvanized  iron. 


867-23-A. 

APPELLANT — James  J.  Walker, 
ment  Corp.,  lessee. 
SUBJECT — Appeal  from  order  of 
PREMISES  AFFECTED— 2711 
Bronx. 


for  Gee  Kay  Amuse- 

fire  commissioner. 
Webster  avenue,  The 


APPEARANCES— 

For  Appellant:  James  J.  Walker. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDI  1  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 

Kenlon  .  g 

Negative  . . ’/ .  g 

Absent:  Mr.  Holland .  .  i 

THE  RESOLUTION : 

(867-23-A) 

Whereas,  James  J.  Walker,  for  Gee  Kay  Amusement 
Corp.,  lessee,  filed,  July  7,  1923,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  2715  Webster  avenue,  The  Bronx;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Febru¬ 
ary  28,  1923,  Order  No.  11- A,  reads: 

"Install  standpipe  fire  line,  in  compliance  with  Chap¬ 
ter  5,  Article  25,  Code  of  Ordinances.” ; 

and 

Whereas,  the  building  is  fireproof,  one  story  with 
orchestra  and  balcony,  100  ft.  by  200  ft.  in  area;  OCCU¬ 
PIED  as  a  moving  picture  theatre,  with  a  total  capacity 
of  1,600  seats;  and 

Whereas,  this  case  was  withdrawn  at  the  meeting  held 
on  September  16,  1924,  and  reopened  by  vote  of  the  board 
on  March  31,  1925;  and 

Whereas,  appellant  contends  that  the  building  has  been 
used  since  1915  as  a  moving  picture  theatre  and  place  of 
public  entertainment  without  any  interruption  and  has  had 
a  permanent  license  for  such  purpose  continuously  since 
1915. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  only  so  far  as  it  affects  the  installation  of  a 
suction  tank,  fire  pump  and  gravity  tank,  on  condition  that 
a  standpipe  equipment  shall  be  installed  with  4  in.  street 
connection  to  city  water  main. 


1387-23-A. 

APPELLANT — Croker  National  Fire  Prevention  Engineer- 
inf=  Co.,  for  P.  &  M.  Building  Corporation,  owner. 
SUBJECT  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 622-640  West  57th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 


Kenlon  . .  #  g 

Negative  . .  *  g 


Absent:  Mr.  Holland .  i 

THE  RESOLUTION  : 

(1387-23-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  substituted  for  William  F.  Doyle,  on  behalf  of  P.  &  M. 
Building  Corporation,  owner,  filed,  November  27,  1923,  an 
appeal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  622-640  West  57th 
street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  50488- 
F,  dated  October  21,  1923,  reads: 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof  *  *  *.”; 
and 

Whereas,  the  building  is  fireproof,  four  stories  and  base¬ 
ment  (55  ft.  6  in.)  in  height,  223  ft.  by  115  ft.  (25,600 
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sq.  ft.)  in  area;  OCCUPIED  as  a  public  garage  and  serv¬ 
ice  station,  a  maximum  of  141  persons ;  and 
Whereas,  this  appeal  was  denied  by  the  board  at  the 
meeting  held  on  January  22,  1924,  and  reopened  by  the 
vote  of  the  board  on  April  28,  1925 ;  and 
Whereas,  appellant  contends  that,  at  present,  the  base¬ 
ment  and  1st  story  of  the  premises  are  occupied  for  the 
manufacture  of  corrugated  paper  boxes,  10  persons  in  base¬ 
ment  and  30  persons  on  the  1st  story;  the  2nd  story,  auto¬ 
mobile  service  station,  15  persons;  3rd  story,  automobile 
dead  storage,  no  persons  on  this  story,  and  the  4th  story, 
automobile  repairing  and  painting,  10  persons ;  and  contends 
further  that  a  sprinkler  system,  supplied  by  a  25,000-gallon 
gravity  tank  and  two  9,000-gallon  pressure  tanks  with  a 
Siamese  connection  at  the  sidewalk,  and  also  a  65-gall  on  - 
per-minute  pump  to  maintain  the  tank  supply,  have  been 

installed.  „  .  .  .  ,  , 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  far  as  it  affects  the  installation  of  gravity 
tank,  on  condition  that  a  standpipe  equipment  shall  be  in¬ 
stalled  in  each  stairhall  at  front  of  building  with  4  in.  street 
connection  to  city  water  main,  with  Siamese  connections  at 
street  fronts ;  and  that  the  building  shall  be  equipped  with  a 
wet  sprinkler  system  in  accordance  with  the  rules  of  the 
board  of  standards  and  appeals. 

BUILDING  ZONE  CASES. 

APPLICANT — John  W.  Clancy,  for  Valbalia  Corporation, 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 341  East  184th  street,  north¬ 
west  corner  of  Marion  avenue,  The  Bronx. 

APPEARANCES— 

For  Applicant:  John  W.  Clancy. 

For  Opposition :  Stanley  Garten. 

ACTION  OF  BOARD — Laid  over  to  May  26,  1925,  at 
2  p.  m.,  on  request  of  objector. 


APPLICANT— John  J.  Dunnigan,  for  Hattie  W.  Ayer, 

SUBJECT— Application  (re:  decision  of  superintendent  ot 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage,  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 495-499  East  171st  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Walter  Dunnigan. 

For  Opposition :  Jacob  Feld. 

ACTION  OF  BOARD— Laid  over  to  May  26,  1925,.  at 
2  p.  m.,  on  request  of  applicant’s  representative. 

1057-24-BZ.  ,  .  - 

APPLICANT — James  J.  Walker,  for  V  llliam  A.  Corcoran, 

SUBJECT— Application  (re:  decision  of  superintendent  ot 
buildings)  to  permit  partly  in  a  residence  district 
and  partly  in  a  business  district,  and.  also  within 
“B”  area  district,  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles,  and  also  the  omission  of  rear  yard 
reouired  bv  zone  resolution. 

PREMISES  AFFECTED — Northwest  corner  182nd  street 
and  Folin  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  Tames  J.  Walker. 

For  Opposition:  Carolina  D.  Vork.  Mrs.  St.  George^ 

ACTION  OF  BOARD— Laid  over  to  Mav  19.  a 

10  a.  m..  pending  decision  by  the  Supreme  Court 

on  a  similar  case. 


110-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Brecher  Building 
Corporation,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Southeast  corner  Washington 
avenue  and  Fifth  avenue,  Long  Island  City,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition :  Emanuel  Celler,  Maria  Ennella, 
A.  Gillam,  F.  Dalessendus,  J.  Picco,  J.  Pan- 
taleo,  A.  Carnelio,  Ph.  Dalessando. 

ACTION  OF  BOARD — Laid  over  to  May  26,  1925,  at 
2  p.  m.,  pending  inspection  by  committee  of  the 
board. 

399-23-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Rebecca  Liebman, 
owner. 

SUBJECT — Application  for  modification  of  resolution  (re: 

decision  of  superintendent  of  buildings)  to  permit 
in  a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— 823-829  Classon  avenue,  Brook¬ 
lyn. 

APPEARANCES— None. 

ACTION  OF  BOARD— Laid  over  to  May  19,  1925,  at 
10  a.  m.,  special  order  of  business. 

1400-23-BZ. 

APPLICANT— William  F.  Doyle,  for  Turin  Garage  & 
Supply  Co.,  Inc.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  alter¬ 
ation  and  extension  of  an  existing  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 55  West  93rd  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  W.  N.  O’Neill,  Walter  H.  Stewart, 
A.  N.  Gitterman,  Frederick  Alden,  William 
Beck. 

ACTION  OF  BOARD — Application  withdrawn  on  request 
of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 

Kenlon  .  ® 

Negative  .  ® 

Absent:  Mr.  Holland .  * 


997-24-BZ.  ,  ,  _  _  ... 

APPLICANT— William  F.  Doyle,  for  D.  Coppersmith, 

owner.  .  , 

SUBJECT— Application  (re:  decision  of  superintendent  ot 
buildings)  to  permit  partly,  in  a  business  district 
and  partly  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 112-144  East  98th  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Walter  R.  Kuhn,  Stanley  S.  Smith. 

ACTION  OF  BOARD — Application  withdrawn  on  request 
of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh.  Messrs.  Kennedy. 
Dowd,  Gunnison,  Connell  and  Fire  Chief 

Kenlon  .  ® 

Negative  .  1 

Absent:  Mr.  Holland .  1 
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1038-24-BZ. 

APPLICANT — Charles  D.  Cords,  for  Quartin-Handler 
Corporation,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  extend¬ 
ing  from  an  unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 750-760  New  York  avenue, 
Brooklvn. 

APPEARANCES— 

For  Applicant:  Charles  D.  Cords. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison  and  Fire  Chief  Kenlon  . .  5 


Negative:  Mr.  Connell  .  1 

Absent :  Mr.  Holland  .  1 

THE  RESOLUTION: 


(1038-24-BZ) 

Whereas,  Charles  D.  Cords,  for  Quartin-Handler  Corp., 
owner,  filed,  August  14,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  the  extension,  from  an  un¬ 
restricted  district  into  a  residence  district,  of  a  proposed 
garage  for  the  storage  of  more  than  five  motor  vehicles  ; 
premises  750-760  New  York  avenue,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  May  12, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Clarkson  street  is  an  unre¬ 
stricted  district  and  New  York  avenue  is  a  residence  dis¬ 
trict  ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  22,  1924,  in  acting  on  Application  No.  15209- 
24,  reads : 

“The  proposed  one  story  extension  to  a  public  garage 
now  being  constructed  in  an  unrestricted  district,  is  in 
an  adjoining  residence  district,  and  is  therefore  contrary 
to  Art.  II,  Sec.  3  of  the  Zone  Resolution.” ; 

and 

Whereas,  the  building  is  to  be  of  non-fireproof  construc¬ 
tion,  one  story  in  height,  with  a  frontage  of  200  ft.  on  New 
York  avenue  and  134  ft.  7 Yi  in.  on  Clarkson  street;  and 

Whereas,  the  applicant  supported  his  application  with 
79  per  cent  consents  of  the  owners  in  the  area  deemed  af¬ 
fected  by  the  board,  and  there  being  no  objection  on  rec¬ 
ord,  the  board  deemed  the  elements  of  hardship  under  sec¬ 
tion  21  supported  the  favorable  consideration. 

Resolved,  that  the  board  of  anpeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
shall  be  restricted  to  a  one-story  structure  in  height,  above 
grade :  that  the  southerly  gable  wall  and  westerly  gable 
wall  shall  be  unpierced  throughout  their  entire  height  and 
length ;  that  the  roof  shall  be  of  flat  design  and  construction ; 
that  there  shall  be  not  more  than  one  vehicular  entrance 
within  the  residence  area  on  the  New  York  avenue  front, 
located  50  ft.  northerly  from  the  southerly  gable  wall ; 
that  the  street  elevations  shall  be  finished  with  face  brick 
and  architectural  terra  cotta  or  stone  trimmings ;  that  no 
signs  or  advertising  display  shall  be  exposed  or  maintained 
within  the  residence  area  of  the  structure ; 

Resolved,  further,  that  all  permits  necessarv  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 


1 43-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Lottie  Snvder,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the 


erection  and  maintenance  of  buildings  to  be  uset 
for  store  purposes  only  on  the  1st  story. 
PREMISES  AFFECTED — 7601-23  Twenty-first  avenue 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Alderman  Kiernan,  Leonard  Brun 
ner,  Arthur  J.  Stern,  Joseph  Maslow,  Hermar 
Berkowitz,  Julia  Walter,  Ethel  Silver,  Ann< 
Levy,  Rachel  Braverman  and  others. 
ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  ( 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison  and  Connell  .  f 

Absent:  Mr.  Connell  and  Fire  Chief  Kenlon  ..  t 

THE  RESOLUTION' 

(143-25-BZ) 

W hereas,  Edward  P.  Doyle,  for  Lottie  Snyder,  owner 
filed,  February  2,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  buildings  to  be  used  for  store 
purposes  on  the  1st  story;  premises  7601-7623  Twenty-first 
avenue,  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  applicatior 
by  the  board  of  appeals,  at  its  special  meeting,  May  12 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Twenty-first  avenue,  76th 
street  and  77th  street  are  residence  districts;  and 

W hereas,  the  decision  of  the  superintendent  of  buildings 
rendered  January  13,  1925,  in  acting  on  N.  B.  Application 
No.  466-25,  467-25  and  468-25,  reads: 

“N.  B.  Application  No.  466-25  (7603  21st  Ave.)  : 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
II,  Sec.  3.  The  erection  of  stores  in  a  residential  dis¬ 
trict.” 

“N.  B.  Application  No.  467-25  (7601  21st  Ave.)  : 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
II,  Sec.  3.  The  erection  of  stores  in  a  residential  dis¬ 
trict.” 

“N.  B.  Application  No.  468-25  (7623  21st  Ave.)  : 

“Proposition  contrary  to  the  Zone  Resolution.  Art. 
II,  Sec.  3.  The  erection  of  stores  in  a  residential  dis¬ 
trict.”  ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  200  ft.  on  Twenty-first  avenue  and  a  depth 
of  100  ft.,  upon  which  it  is  proposed  to  erect  a  row  of 
two-story  non-fireproof  buildings,  to  be  occupied  as  stores 
on  the  1st  story  and  dwellings  above;  and 

Whereas,  there  was  opposition  by  property  owners  with¬ 
in  the  area  affected ;  and 

Whereas,  this  property  is  wholly  within  the  residence 
district,  and  there  were  no  facts  submitted  to  support  the 
application  within  the  rule  under  provisions  of  section  21. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


166-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Hallert  Realty 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  building  to  be  used 
for  store  purposes. 

PREMISES  AFFECTED — 178-186  Parkside  avenue, 

Brooklvn. 

APPEARANCES— 

For  Applicant :  William  F.  Doyle. 

For  Opposition :  O.  Stolk,  Maurice  Raidman,  S. 

Turner,  S.  Goldberg. 

ACTION  OF  BOARD — Application  denied. 
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MINUT 


THE  VOTE  TO  GRANT- 


Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison  and  Connell  .  5 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  ..  2 

THE  RESOLUTION: 

(166-25-BZ) 

Whereas,  William  F.  Doyle,  for  Hallert  Realty  Corp., 
owner,  filed,  February  9,  1925,  an  application  und*r  the 
building  zone  resolution,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to  be  used 
for  store  purposes;  premises  178-186  Parkside  avenue, 
Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  May  12, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Parkside  avenue  is  a  business 
district  easterly  from  a  point  100  ft.  east  of  Ocean  avenue ; 
and  Ocean  avenue  and  Woodruff  avenue  are  residence  dis¬ 
tricts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  4,  1925,  in  acting  on  Application  No. 
1450-25,  reads : 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
2,  Sec.  3.  The  erection  of  stores  in  a  residential  dis¬ 
trict.”  ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  106 
ft.  on  Ocean  avenue  and  a  frontage  of  81  ft.  9  in.  on 
Parkside  avenue;  and 

Whereas,  there  was  opposition  by  property  owners  with¬ 
in  the  area  affected ;  and 

Whereas,  the  board  deemed  that  the  invasion  of  stores 
at  this  location  is  unwarranted  and  unsupported  by  any 
circumstances  or  proof. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 

23-25-BZ. 

APPLICANT — F.  W.  Rinn,  for  Hobson  Realty  Company, 
owner. 

SUBJECT — Application  for  reopening  (re:  decision  of  su¬ 
perintendent  of  buildings)  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles. 

PREMISES  AFFECTED— Jerome  avenue,  northwest  cor¬ 
ner  181st  street,  The  Bronx. 

APPEARANCES— 

For  Applicant :  F.  W.  Rinn. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  reso¬ 
lution  modified. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESOLU¬ 

TION— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison  and  Connell  .  5 


Negative  .  o 

Absent:  Mr.  Holland  and  Fire  Chief  Kenlon  ..  2 

THE  RESOLUTION: 

(23-25-BZ) 

Whereas,  F.  W.  Rinn,  for  Hobson  Realty  Co.,  owner, 
filed,  January  8,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles;  premises  Jerome  avenue,  northwest 
corner  of  181st  street,  Borough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  March  31. 
1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  and  181st 
street  are  business  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  5,  1925,  in  acting  on  N.  B.  Application 
No.  19-25,  reads: 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  5  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  the  Building  Zone  Resolution.” ; 

and 

Whereas,  tHe  proposed  building  is  of  fireproof  construc¬ 
tion,  two  stories  in  height,  with  a  frontage  of  71.5  ft.  and 
a  depth  of  92.41  ft. ;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  and 
Whereas,  there  existed  on  this  street  between  the  inter¬ 
secting  streets  on  July  25,  1916,  a  garage  for  more  than 
five  motor  vehicles ;  and  the  board  granted  two  garages 
under  the  same  provision  of  exception  on  181st  street  be¬ 
tween  Jerome  and  Davidson  avenues ;  and 
Whereas,  this  application  was  granted  by  the  board  on 
March  31,  1905,  on  certain  conditions;  and 

Whereas,  the  applicant  now  proposes  to  construct  a  non- 
fireproof  roof  and  also  to  segregate  the  1st  story  from  the 
2nd  story  by  a  fireproof  enclosure  around  the  ramp. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  proposed 
garage  shall  be  of  fireproof  construction,  other  than  the 
roof,  which  shall  be  of  flat  desien  and  construction,  fire- 
retarded  in  accordance  with  the  rules  of  the  board  of  stand¬ 
ards  and  appeals ;  be  limited  in  height  to  a  two-storv  build¬ 
ing  above  the  grade  of  the  Jerome  avenue  curb  level :  that 
the  rear  and  erable  walls  be  ufipmrced  throughout  their  en¬ 
tire  height  and  lemrth  :  tha*  the  street  fronts  on  181st  street 
and  on  Terome  avenue  be  finished  with  face  brick  and  archi¬ 
tectural  terra  cotta  or  stone  trimmings;  that  there  shall 
be  no  roof  signs  of  anv  nature  or  descrintion  erected  or 
maintained  on  the  nremises  and  there  shall  be  no  adver¬ 
tising:  siern  or  disnlav  other  than  one  orniecting  sign  on 
the  face  of  the  building;  and  that  all  permits  necessary  for 
the  prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  work  completed  within  eighteen  months  from 
the  date  of  this  action. 


Adjourned  5  p.  m. 


William  J.  O’Gorman,  Secretary. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  fillad  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O'Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING. 

FRIDAY  MORNING,  MAY  8,  1925. 

Present  -  Chairman  Walsh,  Messrs.  Dowd,  Gunnison,  Hol¬ 
land,  Connell,  Fire  Chief  Kenlon,  Superintendents  Brady, 
Reville,  Moore  and  McDermott. 


RULES. 

77-25-SR. 

PETITIONER — National  Automatic  Sprinkler  Association. 
SUBJECT — Proposed  amendments  to  the  Sprinkler  Rules. 
APPEARANCES— 

I.  G.  Hoagland,  Edward  P.  Boone,  Earl  Harring¬ 


ton,  James  H.  McDowell,  Richard  Nicholsoii 
Charles  Adams,  Jr.,  William  P.  Plumer. 

For  Administration:  O.  J.  Burke,  chief  inspector  de 
partment  water  supply,  gas  and  electricity 
Inspectors  Carroll,  Mulligan,  Maher  and  I 
Autenreith  of  fire  department. 

ACTION  OF  BOARD — Laid  over  to  May  29,  1925,  at 
p.  m.,  pending  submission  of  report  of  committe 


Adjourned  1.30  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


^CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  standards 
and  appeals  held  Tuesday  afternoon,  October  30,  1923,  as 
they  appeared  in  Bulletin  No.  19,  Vol.  X,  are  hereby  cor¬ 
rected  to  read  as  follows : 

(809-23-S) 

Whereas,  John  A.  McCooey,  Jr.,  and  H.  E.  Horwood, 
representing  Croker  Nat’l  Fire  Prev.  Eng.  Co.,  for  Pyramid 
Playing  Card  Co.,  owner,  filed,  June  25,  1923,  a  petition, 
with  the  board  of  standards  and  appeals,  for  variation  from 
the  requirements  of  the  labor  law,  as  cited  in  an  order 
of  the  fire  commissioner,  affecting  premises  351-3  Jay  street, 
Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  28,  1922,  reads: 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  *  *  *. 

“NOTE:  Among  the  defects  noted  on  this  fire  escape 
are  the  following : 

“No  45  degree  connecting  stairways  between  bal¬ 
conies. 

“No  passageway  from  termination  of  fire  escape  to 
street.” ; 

and 

*Correction — Word  “rear”  added  before  fire r  escape  in 
line  45  and  words  “and  H.  E.  fJorwood”  added  in  line  1. 


Whereas,  the  building  is  non-fireproof,  seven  stories  i 
height,  50  ft.  by  100  ft.  in  area;  equipped  with  sprinkle 
system.  EXITS :  One  interior  stairway  enclosed  in 
wooden  partition,  metal  covered  on  loft  side,  with  met;: 
covered  doors  at  openings ;  two  sub-standard  fire  escape 
and  a  fire  escape  with  fire  doors  and  windows  along  coun 
on  rear  of  building  extending  from  roof  to  1st  story  wit 
EGRESS  consisting  of  a  stairway  from  the  1st  story  ba 
cony  up  to  the  roof  of  a  one-story  garage  at  the  rear 
occupied  as  tenant  factory,  81  persons  in  the  entire  buile 
ing ;  and 

Whereas,  petitioner  requests  that  owing  to  light  occij 
pancy  of  the  building  and  the  hardship  involved,  the  exis: 
ing  stairway  be  accepted  as  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  do» 
hereby  make  a  variation  from  the  requirements  of  the  1; 
bor  law  and  that  the  petition  be  and  it  hereby  is  grantc 
on  condition  that  an  iron  stairs  shall  be  provided  fro] 
the  termination  of  the  rear  fire  escape  on  the  2nd  story  • 
the  roof  of  the  garage,  the  ceiling  of  which  is  fire  r> 
tarded,  and  that  a  portable  iron  ladder  shall  be  provide 
on  the  front  of  the  roof  of  garage  and  counterbalance 
drop  ladder  in  guides  shall  be  provided  to  the  fire  escaf 
on  front  of  building,  and  that  all  windows  on  the  coun 
of  the  rear  fire  escape  shall  be  made  self-closing  with  t! 
exception  of  the  top  story ;  granted  only  so  long  as  the  cot 
ditions  as  to  occupancy  and  use  remain  unchanged. 


CONCRETE  RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 


for  each  ninety-five  pound  bag  of  Portland  cement. 

l-lJ^-3  Mix,  4  pounds  of  hydrated  lime  per  bag  cj 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  c 
cement. 

1-254-5  Mix,  6  pounds  of  hydrated  lime  per  bag  (j 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Por 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which 
to  be  deposited  under  water. 
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RULES 


FIRE  ESCAPE  RULES 


.’ire  Escape  Rules  of  the  Board  of  Standards  and  Appeals, 
opted  July  2,  1918,  Cal.  No.  1218-18-S;  Amended  Dec. 

,  1918;  Cal.  No.  1708-18-S;  Amended  May  9,  1924,  Cal. 

j.  414-24-SR. 

Rule  1.  In  any  building  erected  prior  to  October  1, 
13,  now  occupied  or  to  be  occupied  as  a  factory,  more 
an  five  stories  in  height  and  not  exceeding  nine  stories 
height,  nor  in  any  case  more  than  90  ft.  from  curb  level 
top  floor  level,  one  of  the  required  means  of  exit  or 
cape  under  Section  271-1  of  the  Labor  Law  may  con- 
;t  of  an  outside  fire  escape,  provided  that: 

(a)  Any  such  fire  escape  hereafter  erected  shall  comply 
th  all  the  provisions  of  Section  273,  labor  law,  and  in 

dition  thereto : 

(1)  The  balconies  and  stairs  shall  be  protected  on 
the  outside  by  substantial  railings  to  a  height  of  at 
least  4  ft.  6  in.,  measured  from  floor  of  balcony  or 
center  of  stair  tread,  constructed  of  bars  at  least  one- 
half  ($■£)  inch  in  diameter,  spaced  not  more  than  six 
(6)  inches  on  centers,  or  of  substantial  grill  w’ork,  or 
of  screening  not  less  than  No.  10  U.  S.  gauge  wire 
with  not  more  than  one  and  one-half  (1 1/2)  n.„ 
mesh,  all  rigidly  braced; 

(2)  When  there  is  safe  egress  from  the  roof  of  the 
building  to  any  adjoining  structure,  the  fire  escape  stair¬ 
way  shall  continue  to  the  roof,  and  if  there  be  no  safe 
means  of  egress,  a  gooseneck  ladder  shall  be  provided 
from  the  top  story  balcony  to  the  roof. 

(b)  Any  such  fire  escape  erected  prior  to  October  1, 
>13,  shall  conform  in  every  respect  with  the  requirements 
:  paragraph  (a)  of  this  rule,  except  that  balconies  may 
■  not  less  than  3  feet  in  width ;  the  connecting  stairs  not 
ss  than  20  inches  in  width,  and  placed  at  an  angle  not 
;ceeding  60  degrees  if  the  building  is  not  over  six  stories 

height,  otherwise  at  an  angle  of  45  degrees;  fire  will¬ 
ows  leading  to  balconies  may  be  at  window  sill  level  if 
Ked  steps  not  less  than  sixteen  (16)  inches  wide  are 
ovided  on  the  inside  from  floor  level,  leading  thereto. 

(c)  Any  such  fire  escape  erected  subsequent  to  October 
1913,  and  prior  to  these  rules  taking  effect,  unless  pre- 

ously  accepted  as  one  of  the  required  means  of  exit  or 
cape  by  the  administrative  official  having  jurisdiction, 
tall  conform  in  every  respect  to  paragraph  (a)  of  th 
tie. 

Rule  2.  A  fire  escape  shall  not  hereafter  be  accepted 
constituting  one  of  the  required  means  of  exit  or  escape 
ider  Section  271-1  of  the  Labor  Law,  in  any  building 


erected  prior  to  October  1,  1913,  now  occupied  or  to  be  oc¬ 
cupied  as  a  factory,  exceeding  nine  stories  in  height,  or 
more  than  90  feet  from  curb  level  to  top  floor  level. 

Rule  3.  When  in  addition  to  the  required  exits  from 
any  factory  or  factory  building,  there  exist  other  means  of 
egress  which  are  not  entirely  in  accordance  with  the  require¬ 
ments  of  the  Labor  Law  and  the  Rules  of  the  Board  of 
Standards  and  Appeals,  such  means  of  egress  may  be  re¬ 
tained  under  the  following  conditions : 

(a)  Fire  Escapes. — All  substandard  fire  escapes  on  fac¬ 
tory  buildings  shall  be  removed  or  reconstructed  in  accord¬ 
ance  with  Section  274  of  the  Labor  Law,  except  that  in 
lieu  of  a  counterbalanced  stair  a  drop  ladder  in  guides  from 
the  lowest  balcony  to  ground  may  be  provided.  Sub-stand¬ 
ard  fire  escapes  shall  not  be  considered  as  a  basis  for  in¬ 
creased  occupancy  of  the  building.  When  such  sub-stand¬ 
ard  fire  escapes  are  located  in  any  court  or  on  the  side 
or  rear  of  a  building,  proper  egress  to  a  point  of  safety 
shall  be  provided,  either  to  open  adjoining  yards,  or  the 
lowest  balcony  may  be  connected  to  an  adjoining  fire  escape, 
exterior  stairway,  or  to  roof  of  adjoining  extension,  or 
other  egress  satisfactory  to  the  Fire  Commissioner.  All 
such  fire  escapes  shall  be  maintained  structurally  safe  and 
properly  painted. 

(b)  Interior  Stairways. — All  interior  stairways  not  con¬ 
forming  to  the  requirements  of  the  Labor  Law  or  rules  of 
the  Board  of  Standards  and  Appeals  may  be  retained,  pro¬ 
vided  that  egress  to  same  is  maintained  unobstructed,  halls 
are  properly  lighted,  and  all  landings,  passageways,  etc., 
are  maintained  free  and  unobstructed.  An  easily  operated 
panic  bolt  or  other  similar  device  may  be  installed  at  street 
exit  door. 

(c)  Exterior  Screened  Stairways. — Exterior  screened 
stairways  not  serving  as  a  required  means  of  egress  shall 
be  either  removed  or  maintained  structurally  safe  and  prop¬ 
erly  painted,  exits  thereto  and  all  platforms  and  passage¬ 
ways  thereof  shall  be  maintained  unobstructed,  and  egress 
from  termination  shall  be  provided  for  sub-standard  fire 
escapes  in  subdivision  a. 

(d)  Horizontal  Bridges. — Horizontal  bridges  and  party 
wall  balconies  between  buildings  shall  be  removed  or  main¬ 
tained  structurally  safe  and  properly  painted,  and  access 
thereto  and  all  passageways  thereof  shall  be  maintained  un¬ 
obstructed. 

(e)  No  sign  of  any  character  shall  be  placed  at  open¬ 
ings  leading  to  these  sub-standard  exits. 


RULES 


COMMUNITY  LAUNDRIES  IN  BUSINESS  DISTRICTS 


t 

mended  Resolution  Adopted  by  the  Board  of  Appeals, 
March  16,  1920,  Under  Cal.  No.  549-17-BZ. 

Whereas,  the  board  of  appeals,  at  its  regular  meet- 
g,  December  16,  1919,  unanimously  rescinded  an  opinion 
cidentally  expressed  and  incorporated  in  a  resolution 
iopted  by  the  board  on  May  28,  1917,  in  acting  on  Cal. 
o.  549-17-BZ.  This  opinion  was  that  a  laundry  is  not  a 
'ohibited  use  in  a  business  district  under  the  building  zone 
solution.  The  board  unanimously  rescinded  this  expres- 
on  of  opinion,  inasmuch  as  a  laundry  is  a  factory  within 
<e  meaning  of  the  labor  law  and  must  be  so  construed 


under  the  building  zone  resolution  in  the  absence  of  any 
definition  therein  to  the  contrary. 

Resolved,  that  this  shall  not  be  construed  to  include 
within  the  prohibited  uses  specified  under  Section  4  of 
the  building  zone  resolution  a  community  or  neighborhood 
laundry  located  in  the  basement  or  ground  floor  of  a 
building  within  a  business  district  and  containing  not  more 
than  eight  (8)  rotary  washing  machines  with  inside  cylin¬ 
ders  not  more  than  30  in.  in  diameter  by  30  in.  in  length 
over  all  nor  more  than  two  20  in.  extractors,  the  20  in. 
measurement  being  the  diameter  of  the  inside  basket,  which 
machines  and  extractors  shall  be  operated  solely  by  elec¬ 
tric  power  and  do  not  require  the  installation  of  steam 
boiler  or  plant. 
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BOARD  OF  APPEALS. 


Appeals  from  Administrative  Orders. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A— Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19- A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19- A — .Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 

981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20- A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A — Tier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20- A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20- A — Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20-A — Pier  20,  East  River  Manhattan. 


420- 20-A — Pier  5,  between  Poplar  and  Middagh  street: 

Brooklyn. 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue,  Brooklyn. 

422- 20-A — Pier  29,  foot  of  Harrison  street,  Brooklyn. 

423- 20- A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A— Pier  between  North  4th  and  5th  streets,  Brook 
lyn. 

907-21-A— East  side  South  street,  foot  of  Dover  street 
Manhattan. 

1205-21-A— Pier  No.  21,  East  River,  east  side  South  street 
foot  of  Dover  street,  Manhattan. 

1302-21- A — Pier  15,  East  River,  Manhattan. 

1541- 21-A— Pier  3,  between  Main  and  Dock  streets,  Brook 

lyn. 

1542- 21-A— Pier  3,  between  Main  and  Dock  Streets,  Brook 

lyn. 

1543- 21-A— Pier  2,  between  Main  and  Dock  streets  Brook 

lyn. 

1544- 21- A  Pier  2,  between  Main  and  Dock  streets,  Brook 

lyn. 

1545- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S— Ford  Fire  Line  Reducing  Valve,  approval  of, 

337-22-S  Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S  Quinn  Acme  Crude  Oil  Burner,  approval  of. 

392-22-S— The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 

447-22-S— Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S  Kennell  Gas  Cut-Off  Valve,  approval  of. 

957-22-S  Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S— Combustion  Fuel  Oil  Burner,  approval  of. 

1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S— Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S— Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1 395-22- S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 

57-23-SA— Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-S A — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 
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23- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

24- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

25- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
27-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
!32-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 

175- 23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

,’79-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 

'97-23-SA — "Automatic”  Deluge  Valve,  approval  of. 

145- 23-SA — Cornell  Falat  Oil  Burner,  approval  of. 

192- 23-S A — "Billow”  Class  G.  R.  Oil  Burner,  anproval  of. 

193- 23-SA — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

397- 23-S A — Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 

proval  of. 

143-23-SA — Automatic  Gas  Shut-Off,  approval  of. 
25-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 

I  °f'  . 

544-23-SA — Domestic  Fuel  Oil  Burner,  approval  of. 
888-23-SA — Lewis  Oil  Burner,  approval  of. 

398- 23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 

proval  of. 

052-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

360- 23-S A — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 

proval  of. 

348-23-SA — Frankfort  Type  "P”  Low  Pressure  Oil  Burner, 
approval  of. 

350-23-SA — Marsh  Fuel  Oil  Burner  and  Pump,  approval 

of. 

146- 23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 
169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

176- 23-SA — Ziegler  Oil  Burner,  approval  of. 

180-23-SA — Viking  Pump,  approval  of. 

M6-23-SA — Ludlow  Gas  Cut-Off  Valve,  approval  of. 
339-23-SA — National  Light  Service  Oil  Pump,  approval  of. 
346-23-SA — Heatiator  Oil  Burner,  approval  of. 

358-23-SA — Worthington  Oil  Burner,  approval  of. 

361- 23-SA — Todd  Residence  Fuel  Oil  Burner,  approval  of. 
384-23-S A — Staples  &  Pfeiffer  Oil  Burner,  apr-^val  of. 
415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 

approval  of. 

429-23-SA — Kerrihard  Oil  Burner,  approval  of. 
444-23-SA — Tate-Jones  No.  6  Oil  Burner,  approval  of. 
484-23-SA — Universal  G.  P.  O.  Burner,  approval  of. 
493-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
538-23-SA — Lillibridge  Oil  Vapor  Burner,  approval  of. 
550-23-SA — Apex  Gas  Cut-Off  Valve,  approval  of. 
254-24-S A — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 
365-24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-SA — Sure  Heat  Automatic  Oil  Burner,  approval  of. 
492-24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 
approval  of. 


493-24-SA — Faultless  Oil  Burner,  approval  of. 

501-24-S A — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-S A — Kinney  Rotating  Plunger  Pump,  approval  of. 

536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA — Marvel  Oil  Burner,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 

735-24-S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-S A — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 

1134-24-SA — Peerless  Automatic  Oil  Burner,  approval  of 

'  1 42-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 

1 146-24-S A — Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA— Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1  ] 97-24-S A — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate-Jones  "L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1314-24-SA — Usem  A.  C.  Fire  Alarm  Panel,  approval  of. 

1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

.of. 

1 500-24-SA — Smolensky  Check  Valve,  approval  of. 

1509-24-SA — ‘USEM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 

19-25-S A — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan-  Brilliant  Burner,  approval  of. 

154-25-SA — Edwards  Solenoid  Type  Bell,  approval  of. 

242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  -of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  rec.ord. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCE 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday,  May  29,  1925,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drazm  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  shoiu  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-> 
Stoner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the.  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
Plans.  If  a  standpipe  ( fire  line )  equipment  is  proznded 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  proznded  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
zvorkmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  wjpich  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wRv'  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen- 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
znded  in  connection  zinth  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton.  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


^ater  Supply.  Approved  sources  of  wat 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tai 
the  Pressure  Tank,  [and]  the  Public  Water  System  a 
the  Automatic  Electric  Fire  Pump,  installed  as  requir 
under  the  provisions  of  Rule  8,  hereinafter  provided  ft 
b)  Auxiliary  Sources  shall  include  the  non-automatic  Fi 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain 
available  quantity  of  water  sufficient  to  supply  twenty-fi 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  t 
average  protected  fire  area  for  twenty  (20)  minutes,  but  n 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  sir 
have  _an  elevation  of  not  less  than  twenty  (20)  feet  abo 
the  highest  line  of  sprinklers  below  the  main  roof.  Wh 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom 
the  tank  shall 1  be  required  to  be  not  less  than  20  feet  abo' 
the  highest  line  of  sprinklers  below  the  pent  house  roe 
but  where  a  pent  house  contains  only  pressure  tanks  this  ru\ 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gJ 
Ions  is  required  by  this  rule,  the  amount  of  water  to  1 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  spec 
hed  by  the  Board  of  Standards  and  Appeals,  except  wht 
tanks  of  unlimited  capacities  arc  supported  on  structures  a 
together  independent  of  buildings. 

The  tank  shall  be  filled  _  through  a  fixed  pipe,  indt 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2 
inches  in  size,  discharging  into  the  top  of  the  tank,  c 
through  a  by-pass  not  less  than  two  (2)  inches  in  siz 
around  the  check  valve  in  the  discharge  pipe,  provide 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  Th 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proo] 
casing  and  may  extend  through  tank  bottom  to  dischara\ 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pip 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from 
common  source  of  supply,  either  a  pump  or  a  direct  serv 
ice  mam  connection,  provided  that  there  are  separate  fee<\ 
mams  from  the  basement  or  lowest  story  and  a  control 
valve  m  each  feed  line  in  a  pump  or  engine  room. 

•  j-€  overfl°w  P'Pe  shall  be  not  less  than  two  (2)  inche 

\n  diameter  for  tanks  up  to  30,000  gallons  capacity  and  no\ 
less  than  three  (3)  inches  in  diameter  for  larger  tanks', 
I  he  top  of  the  overflow  pipe  shall  be  three  ( 3 )  inches  be 
low  the  top  of  the  staves  in  wooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extern 
through  the  bottom  of  tank  provided  the  portion  inside  tank, 
ts .  °f  brass  or  copper  or  other  non-corrosive  metal  ano 
zmthout  joints  or  it  may  extend  through  side  of  tank.  F01 
tanks  over  roofs  overflozv  pipes  shall  terminate  not  more 
than  tzventy-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  where  exposed 
to  the  zveather  shall  be  protected  from  freezing  by  a  frost- 
Proof  covering,  which  may  be  of  three  layers  of  one-inch 
(/  )  halt  felt  interspersed  zvith  building  paper  zvcll  zvrapped 
and  secured  and  covered  zvith  canvas  well  painted  or  by 
Host-Proof  boxing  as  specified  by  the  National  Board  of 
tire  Underzvnters. 

Rasy  access  to  top  of  each  tank  shall  be  provided  fry) 
means,  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
1  equirements  of  the  Building  Code  and  supporting  struc-  j 
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'ures  shall  be  approved  by  the  Superintendent  of  Buildings. 

[Tanks  not  enclosed  a>id  exposed  to  the  zueather  shall  be 
covered  zvith  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12)4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000 J  3,000  gallons  of  water  for  a  wet  pipe  system 
where  supplemented  by  an  auxiliary  ivater  supply,  and  not 
less  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-third's  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres- 
,  sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  lias  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

1  Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (/J4)  inches  in  size  [with  a  one  and  one- 
quarter  (zJ4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (/}4)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
I  two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

.  Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
[  Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven- 
j  iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  zvith- 
in  IS  thereof,  the  conti  ol  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  ( 2 ) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  zvater  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Eire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Eire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  13  pounds  water  pressure  at  the  highest  sprinkler 
below  mam  roof  and  in  pent  houses  over  2,300  sq.  ft.,  as 
provided  in  Rule  3.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (J4)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  <ffiall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  from 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extetuis  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (34)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 

sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 

pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  zvatcr  capacity  for  a  one- 

source  supply  may  be  considered  as  a  two-source  supply 

ivhere  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  39  and  40  heremafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction.  >.| 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines.. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  pass.ed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  ( 1 %)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows: 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1  )4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
l  width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty'-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings ;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  (J4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection : 

(a)  For  standard  one-half  (l/2)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof-  be  used  in  lieu  of  heads  located  in  peak  of 
roof 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint’  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  (J4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule ;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  ()4)  inch  heads — 

Maximum  No.  of 
Heads  Allowed 


Size  of  Pipe 
A  inch 

1. 

iA  “ 
iy2  “ 

o  u 

21 4  “ 

3  “ 
3)4  “ 

4 

5 

6 

7 

8 


1 

2 

3 

5 

10 

20 

36 

55 

80 

140 

200 

300 

420 


head 

heads 


(b)  For  Conran*  one  (1)  inch  heads- 


Size  of  Pipe 

1  inch 

VA  “ 

VA  “ 

2 

2  y2  “ 

3 

4 

5 

6  “ 

7 

8 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 

3 


4 

6 

9 

18 

34 

51 

75 

105 


(c)  For  Conran*  one  and  one-quarter  (lA)  inch  heads— 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1A  inch .  i  head 

.  2  heads 

2  “  3  “ 

2i)4  “  4  “ 

3  “  6  “ 

4  “  12  “ 

5  “  21  “ 

6  “  40  “ 

7  “  .  60  “ 

8  “  84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (J4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of.  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

i 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  (A)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  ‘dead  riser ”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser ”, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall'  ^nd  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
1  other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  zvall  and  exposed  to  the  weather,  they 
shall  be  fitted  zvitli  hoods  or  dozen-turned  elbozvs. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser ; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank ; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
•  drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  i  inch 
in  size  where  floor  valves  are  not  over  2y2  inches  in  size 
and  i%  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i]/2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down- fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (%)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  ()4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  34  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  j34  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  )4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  zvhere  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  l^-inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvitli  a  34* inch  sliut-off  valve 
stopped  zvitli  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4)4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve ; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  ()4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall-  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  ()4)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows: 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  'near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 


i  ne  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve : 

(a)  For  standard  one-half  ( y2 )  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  . 100 

(c)  For  Conran*  one  and  one-quarter  (1)4  inch  heads  64 

Where  equipped  with  an  approved  quick-opening  device 

the  following  number  of  heads  may  be  controlled  bv  one 
" Type  A”  dry-pipe  valve : 

(a)  For  Standard  one-half  (l/2)  inch  heads  . 8oo 

( b )  For  Conran *  one  (/)  inch  heads . 200 

\c )  For  Conran*  one  and  one-quarter  ( 1 )4)  inch  heads. 128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 

system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 


Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (l/2)  inch  heads  . 500 

(b)  For  Conran*  one  (l)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads.  84 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  ()4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30..  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 

Ecceptance  all  automatic  sprinkler  systems,  excluding  the  wa- 
er  supply  tanks,  shall  be  subjected  after  installation  to  a 
ydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
er  square  inch  in  excess  of  that  which  will  be  normally 
arried  and  observed  in  the  sprinkler  system,  such  test 
ressure,  however,  never  to  be  less  than  one  hundred  and 
ifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys- 
em. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
ressure  of  one  and  one-half  (H/i)  times  the  working  pres- 
ure.  To  prevent  the  possibility  of  serious  water  damage 
n  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
mall  pump,  the  main  controlling  gate  being  meanwhile 
ept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
sed  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con- 
rol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
hall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
nd  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
wo  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
ours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen- 
ial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 

[uring  the  test  to  prevent  in  jurying  the  valve. 
Non-automatic  systems  shall  be  tested  after  installation 
t  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
f  the  pressure  necessary  to  reach  the  highest  line  of  sprin- 
lers. 

All  tests  of  installed  systems  shall  be  made  by  the  con- 
ractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
uthorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
prinklcr  system  shall  be  covered  tip  or  permanently  con- 
caled  until  tested  by  the  Bureau  of  Fire  Prevention  and 
pproved  of  in  zvriting,  except  piping  passing  through  floors , 
•alls,  partitions  or  beams  for  distances  equal  to  the  thick- 
ess  of  such  floors,  zvalls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
priruklers  required  in  non-fireproof  business  buildings  under 
he  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
)rdinances,  unless  otherwise  specifically  provided  in  these 
ules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
prinklers  required  in  buildings  having  occupancies  consid- 
red  to  be  dangerous  or  hazardous  by  the  Fire  Commis- 
ioner  shall  consist  of  at  least  a  one-source  system  unless 
therzvise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
ters  required  in  buildings  under  the  provisions  of  the  Code 
f  Ordinances  and  the  Labor  Lazo  shall  consist  of  at  least 
one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
squired  in  theatre  buildings  under  the  provisions  of  Chap- 
?r  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con- 
ist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
equired  in  buildings  in  which  fireworks  are  stored  or  sold 
nder  the  provisions  of  Chapter  1/),  Article  6,  Section  92, 
ode  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  zvherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  tzvo  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  zvhen 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  zvhich  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  ozvner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  zvorking  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Undcrzoriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


NOTICE 


ELECTRICAL  CODE  ON  SALE. 

Copies  ot  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office.  125  Worth 
street.  Price,  25c;  by  mail,  27c. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
'istributing  Division  of  the  City  Record  Office,  125  Worth 
reet.  Price,  $1;  by  mail,  $1.08. 
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1281  Total 
682 
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Cases  pending  May  14,  1925 
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WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
bearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
bearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
bearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 


Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name  . 

Street  . . 
P.  O 


My  subscription  is  to  begin  with  tlm  issue  for 
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BOARD  OF  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 

ames  P.  Holland  John  Dowd 

[enry  L.  Connell  '  Joseph  B.  Gunnison 

ire  Chief  John  Kenlon  J.  Sarsfield  Kennedy 


DATES  AND  HOURS  OF  MEETING 
Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  ra. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 

Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 
ames  P.  Holland  John  Dowd 

[enry  L.  Connell  Joseph  B.  Gunnison 

ire  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy 

homas  J.  Drennan . Fire  Commissioner 

harles  Brady . Supt.  of  Buildings,  Manhattan 

.  J.  Reville . Supt.  of  Buildings,  The  Bronx 

.lbert  E.  Kleinert . Supt.  of  Buildings,  Brooklyn 

dhn  W.  Moore . Supt.  of  Buildings,  Queens 

/ illiam  J.  McDermott _ Supt.  of  Buildings,  Richmond 

William  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

ffice — Municipal  Building,  Rooms  1001  to  1015. 
elephone — Worth  0184. 

•ffice  Hours — 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

'll  communications  should  be  addressed  to  the  chairman 

of  the  board. 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
iven — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  May  19. 
1925. 

Minutes  of  Meeting,  Board  of  Standards  and  Ap¬ 
peals,  May  19,  1925 
Correction. 

Reserve  Calendar. 

Notice  of  Public  Hearing. 

Progress  Report. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk's  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  May  26,  1925, 

at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day.  |p 

The  next  subsequent  Call  of  the  Calendar  will  be  on  v  T>'* 
Tuesday,  June  2,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  tb£ 

calendar  of  cases  that  have  been  definitely  set  for  hearing  19MS 
on  fixed  days. 

NOTICE  TO  APPELLANTS  AND  PETITIONERS  '  N 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

.  Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion.  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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DOCKET. 

New  Cases  Filed  Week  Ending  May  21,  1925. 

Cal.  No.  Department.  Premises  Affected. 

525-25-A . F.D . 146  W.  23rd  st.,  Man. 


523-25-BZ . T.H. 


-  F-71973. 

524-25-A . F.D . 134  W.  23rd  st.,  Man. 

F-71584. 

.  320-330  Park  ave.,  Man. 

Decision. 

522-25-S . F.D .  317-323  E.-34th  st.,  Man. 

Decision. 

521-25-A . F.D .  46-52  Columbia  st.,  Bklyn. 

F-70431-L.  D.  76753. 

•  •F.D . I^.  S.  Tibbett  ave.,  273  ft.  S.  of 

246th  st.,.  Bx.  L.  C.  29203. 

.  .F.D .  522  Timpson  pi.,  Bx. 

L.  C.  29676 

.B.B.M.  ..110  W.  82nd  st.,  Man. 

Viol.  No.  3742-1924. 

..F.D . 286-304  Furman  st.,  Bklyn. 

F-74586. 

•  F.D . 740-744  Broadway,  Man. 

L.  D.  73918,  73919,  73920  & 

-  73921. 

•  F.D .  602  Jackson  ave.,  L.  I.  City,  Q. 

L.  D.  58266. 


520-25-A . . 


519-25-A.  . 


518-25-BZ. 


517-25-A. 


516-25-S . . 


515-25-S .  . 


514-25-S . F.D . 63  Madison  ave.,  Man. 


-  Decision. 

513-25-SA . F.D . Rotary  Vacuum  Pumps. 

-  Appliance. 

512-25-S . F.D.  ...  470-474  Clermont  ave.,  Bklyn. 

L.  D.  55251. 


511-25-A . F.D.  ...  810  4th  ave.,  Bklyn. 


510-25-A . B.B.B.  ...102  71st  st.,  Bklyn. 


F-61228. 


- —  Applic.  3229-1925. 

509-25-S . F.D . 22  E.  55th  st.,  Man. 

L.  D.  63103. 


CODE. 


F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  May  26,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

60-25-BZ. 

APPLICANT — Edward  Hoffmann,  for  Benenson  Realty 
Co.,  owner. 

PREMISES — 2115-37  Webster  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


338-25-BZ. 

APPLICANT — Euell  &  Euell,  for  Bernardo  Affini 
owner. 

PREMISES — 1295  Cromwell  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  ma 
tenance  of  a  garage  for  the  storage  of  more  th 
live  (5)  motor  vehicles. 

221-25-BZ. 

APPLICANT— John  J.  Dunnigan,  for  Joseph  Zimmerm 
and  Abraham  Mitchel,  owners. 

PREMISES— 166-172  South  1st  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  mai 
lenance  of  a  garage  for  the  storage  of  more  th 
five  (5)  motor  vehicles. 

344-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Central  Zone  Cor 
owner. 

PREMISES — 15-19  East  33rd  street  and  18-22  East  34 
street,  Manhattan. 

TO  PERMIT  in  a  business,  and  also  two  (2)  times  heig 
district,  the  erection  of  the  street  walls  of  a  bud 
ing  to  a  height  exceeding  the  limit  set  by  the  zo 
resolution. 


335-25-BZ. 

APPLICANT  Alfred  J.  Boulton,  for  The  Stuyvesant  Re 
Estate  Co.,  Inc.,  owner. 

PREMISES — 89-99  Granite  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  extending  from 
unrestricted  district  the  erection  and  main  ten;?' 
of  a  garage  for  the  storage  of  more  than  five  (.' 
motor  vehicles. 


545-24-BZ. 

APPLICANT-Henry  I.  Perlin,  for  Bertha  Freitag,  owne 

PREMISES — 380  Etna  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  maintenance  of 
garage  for  the  storage  of  five  (5)  pleasure  mi 
tor  vehicles,  four  (4)  spaces  rented  to  persot 
not  residing  on  the  premises. 


BOARD  OF  APPEALS. 

Tuesday,  May  26,  1925,  at  10  a.  m. 


Appeals  from  Administrative  Orders. 

312-25-A — 56-60  Pearl  street,  Brooklyn. 

311-25-A — 931-939  Carroll  street,  Brooklyn. 

164-25-A— 303  East  170th  street,  The  Bronx. 

414-25-A  North  side  of  DeKalb  avenue,  200  ft.  west  o 
Onderdonk  avenue,  Ridgewood,  Queens. 

1410-24- A — 52  Lispenard  street,  Manhattan. 

226-25-A— 29  West  17th  street,  Manhattan. 

239-25-A  890  Grant  avenue,  The  Bronx. 

256-25-A— North  side  of  West  189th  street,  between  Wads 
worth  avenue  and  Wadsworth  terrace,  Alan 
hattan. 

255-25-A  731-735  West  177th  street  and  2-14  Northerr 
avenue,  Afanhattan. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  morning,  May  26,  1925,  at  1C 
o  clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters: 

cat.,  no.  136-24-BZ — Application,  January  29,  1924,  undei 
the  building  zone  resolution,  of  Johr 
J.  Dunnigan,  applicant,  on  behalf  of 
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Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 


Ridge  Savings  Bank,  owner,  to  permit 
in  a  residence  district  extending  from 
a  business  district  the  erection  and 
maintenance  of  a  business  building  to 
be  used  for  banking  purposes ;  prem¬ 
ises  5315-5325  Fifth  avenue,  Brooklyn. 


:al.  no. 


:al.  no 


378-24-BZ — 'Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  liesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

1367-23  BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

190-24-BZ — Application,  April  28,  1925,  under  the 
building  zone  resolution,  of  Edward  V. 
Dodd,  applicant,  on  behalf  of  William 
F.  Till,  owner,  previously  denied,  to 
permit  the  erection  of  a  public  garage 
for  tfie  storage  of  more  than  five  (5) 
motor  vehicles;  premises  2513-2519  Til- 
den  avenue,  Brooklyn. 


CAL.  no.  132-25-BZ — Application,  January  29,  1925,  under 
the  building  zone  resolution,  of  Sam 
uel  Cohen,  applicant,  on  behalf  of  Slier 
man-Fulton  Co.,  Inc.,  owner,  to  perm' 
in  a  residence  district  the  alteration 
and  conversion  of  occupancy  from  resi¬ 
dence  use  to  a  business  use  on  the  1st 
story  only;  premises  321  West  118th 
street,  Manhattan. 


CAL.  NO.  715-24-BZ — Application,  May  21,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Leo 
Solicito,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage 
for  the  storage  of  four  (4)  pleasure 
motor  vehicles,  four  (4)  spaces  rented 
to  persons  not  residing  on  the  -prem¬ 
ises ;  premises  811  East  224th  street, 
The  Bronx. 


AL.  NO.  292-25-BZ — Application,  March  16;  1925,  under  the 
building  zone  resolution,  of  Samuel 
Marer,  applicant  and  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  2621-2631  Aqueduct  avenue, 
The  Bronx. 

cal.  no.  1413-24-BZ — Application,  November  29,  1924,  under 
the  building  zone  resolution,  of  Walter 
B.  Wills,  applicant,  on  behalf  of  M. 
Richman,  owner,  to  permit  partly  ip 
a  business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1180-1188  Myrtle  avenue, 
Brooklyn. 

1  cal.  no.  249-25-BZ — Application,  March  4,  1925.  under  the 
building  zone  resolution,  of  Peter  P. 
Smith,  applicant,  on  behalf  of  Bay 


cal.  no.  1399-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Fred¬ 
erick  P.  Ballard,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  alteration  and 
change  of  occupancy  from  a  stable  and 
private  garage  to  a  garage  for  the 
storage  of  three  (3)  commercial  and 
two  (2)  pleasure  motor  vehicles,  two 
(2)  spaces  rented  to  persons  not  resid¬ 
ing  on  the  premises ;  premises  708  East 
216th  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  May  26,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 
1496-24- A — -205-207  West  33rd  street,  Manhattan. 

785-24-A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24-A — 43-45  Wooster  street,  Manhattan. 

331-24-A — 508-534  West  212th  street,  Manhattan. 

1510-24-A — 1038  Ocean  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  May  26,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  237-25-BZ — Application,  February  26,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Bee 
Dee  Realty  Co.,  owner,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  38-44  State  street,  Brooklyn. 

cal.  no.  811-24-BZ — Application,  June  17,  .1924,  under  the 
building  zone  resolution,  of  John  J, 
Dunnigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

cal.  no.  1091-24-BZ— Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  t  •>  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue. 
The  Bronx. 
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cal.  no.  110-25-BZ — Application,  January  26,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Brecher  Building  Corp.,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  southeast  cor¬ 
ner  of  Washington  avenue  and  Fifth 
avenue,  Long  Island  City,  Queens. 

cal.  no.  245-25-BZ — Application,  March  3,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  applicant,  on  behalf  of  Wil¬ 
liam  F.  Cunningham,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  1721-23  Park  avenue, 
Manhattan. 

cal.  no.  1272-24-BZ — Application,  October  28,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hugo 
C.  Cook,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2311  St.  Raymond’s  avenue, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  May  29,  1925,  at  2  p.  m. 

Ride. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  June  2,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1449-24-BZ. 

APPLICANT— Benjamin  Ascher,  for  Johanna  Gunther, 
owner. 

PREMISES — 1962  Anthony  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  five  (5)  pleasure  mo¬ 
tor  vehicles ;  three  (3)  spaces  rented  to  persons  not 
residing  on  the  premises. 

266-25-BZ. 

APPLICANT — Corner,  Bell,  Russell  &  McNulty,  for  Mid¬ 
wood  Trust  Co.,  owner. 

PREMISES— 1144  Flatbush  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  an 
extension  to  a  bank  building. 

319-25-BZ. 

APPLICANT — Hector  McG.  Curren,  for  Melchior  Lenk". 
owner. 

PREMISES — South  side  of  Germania  place,  150  ft.  west 
of  Nostrand  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

386-25-BZ. 

APPLICANT — Joseph  Goldstein,  for  Isaac  Pinsky,  owner. 

PREMISES — 28-30  Malta  street,  Brooklyn. 


TO  PERMIT  in  a  residence  district  the  erection  and  ma 
tenance  of  a  building  to  be  used  for  manufact 
ing,  a  stable  for  two  horses  and  a  garage  for 
storage  of  one  commercial  motor  vehicle. 

458-25-BZ. 

APPLICANT-— William  F.  Doyle,  for  William  Ko 
owner. 

PREMISES— 198-210  16th  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  ma 
tenance  of  a  garage  for  the  storage  of  more  t H 
five  (5)  motor  vehicles. 

480-25-BZ. 

APPLICANT — George  V.  Martin,  for  M.  J.  Martin 
Son,  Inc.,  owner. 

PREMISES — South  side  of  West  230th  street,  110.62 
east  of  Exterior  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  extending  from  an  tl 
restricted  district  the  erection  and  maintenance 
a  garage  for  the  storage  of  more  than  five  ( 
motor  vehicles. 

298-25-BZ. 

APPLICANT— William  F.  Doyle,  for  William  Drosil: 
Jr.,  owner. 

PREMISES— 234-238  East  85th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  mai 
tenance  of  a  garage  for  the  storage  of  more  th. 

r _ _ _  five  (5)  motor  vehicles. 

399-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Jonas  A.  Hage 
meyer,  owner. 

PREMISES— 560-564  West  174th  street,  Manhattan. 

TO  PERMIT  in  a  residence  and  “B”  area  district  f 
erection  and  maintenance  of  a  garage  for  the  sto 
age  of  >  more  than  five  (5)  motor  vehicles,  al 
the  omission  of  a  rear  yard  at  the  1st  and  2r 
stories,  contrary  to  the  requirements  of  the  buil 
ing  zone  resolution. 

1360-24-BZ. 

APPLICANT — Abraham  G.  Cohen,  for  Liberty  Proper 
Corporation,  owner. 

PREMISES — 11601  Liberty  avenue,  Richmond  Hill,  Bo 
ough  of  Queens. 

TO  PERMIT  in  a  residence  district  extending  from  a  bus 
ness  _  district  the  alteration  and  extension  of  ?. 
existing  building  used  for  business  purposes. 

324-25-BZ. 

APPLICANT — Eugene  De  Rosa,  for  Small’s  Queens  Cii 
cuit,  Inc.,  owner. 

PREMISES — West  side  of  Junction  boulevard,  88  ft.  8.) 
in  north  of  Roosevelt  avenue,  Elmhurst,  Queen 

TO  PERMIT  in  a  residence  district  extending  from  a  bus 
ness  district  the  erection  and  maintenance  of 
building  to  be  used  as  a  motion  picture  theatre. 


BOARD  OF  APPEALS. 

Tuesday,  June  2,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

328- 25-A— 775-787  and  789-797  Humboldt  street  and  22-3 

and  34-42  Moultri  street,  Brooklyn. 
1426-24-A— 2121-2129  Broadway,  227-229  West  74th  streel 
Manhattan. 

254-25-A — 398-408  Washington  street,  Manhattan. 
170-25-A — South  side  of  Roosevelt  avenue,  from  21st  t> 
22nd  streets,  Elmhurst,  Queens. 

329- 25-A — 448-454  12th  street,  Brooklyn. 
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53-25-A — 839  Eighth  avenue  and  301-307  West  50th  street, 
Manhattan. 

39-25-A — West  side  of  Kemble  avenue,  1,352  ft.  3^4  in. 
south  of  Mill  avenue,  Brooklyn. 

72-25-A — G07-611  West  40th  street,  Manhattan. 

51-25-A — 2609  Davidson  avenue,  The  Bronx. 

45-25-A — 204-10  Broadway  and  146-158  Fulton  street, 
Manhattan. 

31-25-A — 218th  street,  220th  street  and  Harlem  River, 
Manhattan. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
a  public  hearing  under  the  provisions  of  the  building  zone 
solution,  Tuesday  morning,  June  2,  1925,  at  10  o’clock, 
Room  1013,  Municipal  Building,  on  the  following  mat- 
rs : 

.l.  no.  732-24-BZ— Application,  May  27,  1924,  under  the 


x. 


building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Abgo 
Construction  Corp.,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 

f  premises  162-172  McDougall  street, 

southwest  corner  of  Hopkinson  avenue. 
Brooklyn. 

no.  1046-24-BZ — Application,  August  18,  1924,  under 
the  building  zone  resolution,  of  Thomas 
F.  Martin,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  north  side  of  2nd 
street,  170  ft.  9  in.  east  of  Fourth  ave¬ 
nue,  Brooklyn. 

iL.  no.  1466-24-BZ — Application,  December  13,  1924,  under 
the  building  zone  resolution,  of  James 
McKillop,  architect,  on  behalf  ot 
Charles  Cohen,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  192-194  Huron  street,  Brook¬ 
lyn. 

,L.  no.  89-25-BZ — Application,  January  22,  1925,  under  the 
building  zone  resolution,  of  Robert  T. 
Lyons,  architect,  on  behalf  of  Bing  & 
Bing,  Inc.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  110  West  51st  street  and  109 
West  50th  street,  Manhattan  . 


,l.  no.  202-25-BZ — Application,  February  18,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of 
Joseph  Greenbaum,  Rachael  Zoel  and 
Morris  A.  Drucker,  owners,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used  for 
store  purposes;  premises  2715-2717 
Briggs  avenue,  southwest  corner  of 
East  196th  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  2,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

!64-25-S— 398  First  avenue,  Manhattan. 
t27-24-S— 2121-29  Broadway  and  227-29  West  74th  street, 
Manhattan. 


315-25-S — 106-16  John  street  and  227-37  Plymouth  street, 
Brooklyn. 

309-25-S — 639-641  West  51st  street,  Manhattan. 

238-25-S — 35-37  East  10th  street,  Manhattan. 

243-25-S — 80  Lafayette  street,  Manhattan. 

247-25-S — 34-38  East  19th  street  and  33-35  East  18th  street, 
Manhattan. 

1481-24-S — 120  South  8th  street,  rear,  Brooklyn. 

1525-24-S — 107  East  31st  street,  Manhattan. 

84-25-S — 10  Mangin  street,  Manhattan. 

332- 25-S — 326  West  48th  street,  Manhattan. 

333- 25-S — 29  Stanton  street,  Manhattan. 

337-25-S — 537-39  Broadway  and  108-10  Mercer  street,  Man¬ 
hattan. 

233-25-S — 20  Beekman  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  stret,  Man¬ 
hattan. 

982-24-S — 614-618  West  131st  street,  Manhattan. 
1412-23-S — 174  Duffield  street,  Brooklyn. 

273-25-S — 131  West  45th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

228-25-SA — Silent  Glow  Oil  Burner. 


BOARD  OF  APPEALS. 

Tuesday,  June  9,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A — 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

16-24-A — 1342  Park  avenue,  Manhattan. 

232-25-A — 20  Beekman  street,  Manhattan. 

366-25-A — 637-649  West  125th  street,  Manhattan. 

394-25-A — 96  Spring  street,  Manhattan. 

370-25-A — 509  Avenue  S,  Brooklyn. 

232-25-A — 20  Beekman  street,  Manhattan. 

235-25-A — 217-219  West  126th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  June  9,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ter  : 

cal.  no.  379-25-BZ — Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Walter 
Scheminger,  applicant  and  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles  and  also  a  motor  vehicle 
repair  shop;  premises  350-354  Broad¬ 
way,  sou tli west  corner  of  Cary  avenue. 
West  New  Brighton,  Staten  Island, 
Richmond. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  June  9,  1925,  at  2  p.  m. 

Appeal  from  Administrative  Order. 

588-23-A — East  side  Church  street,  200  ft.  north  of  Rail¬ 
road  avenue,  Tottenville,  S.  I.,  Richmond. 
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Under  the  Building  Zone  Resolution. 

NO  1  ICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  afternoon,  June  9,  1925,  at  2  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 

cal.  no.  191-25-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  James 
W.  Byrnes,  applicant,  on  behalf  of  Ber¬ 
nard  Kiritz,  owner,  to  permit  in  a 
residence  and  “C”  area  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles,  also  the  omission  of  a 
rear  yard  required  by  the  building  zone 
resolution;  premises  1209-1211  Putnam 
avenue,  Brooklyn. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  parti) 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  and  also  within  a 
“B”  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution  ;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  June  16,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 
1177-24- A — 79-89  Seventh  avenue,  Manhattan. 
904-24-A — 235-239  West  23rd  street,  Manhattan. 
1247-24-A — 202  Flatbush  avenue,  Brooklyn. 
308-25-A — 25-27  Thames  street,  Manhattan. 
1516-24-A — 502  West  Broadway,  Manhattan. 
167-25-A — 10  Grove  street,  Manhattan. 


278-25-A — 280  Broadway,  Manhattan. 

317-25-A — 17  West  17th  street,  Manhattan. 

381-25-A  1229-1231  Gerard  avenue,  The  Bronx. 

392-2o-A  15  West  17th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

r^0TACE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  1  uesday  morning,  June  16,  1925,  at  10  o’clock 
ter  R°0m  1013’  MumciPal  Building,  on  the  following  mat’ 

cal.  no.  1522-24-BZ — Application,  December  27,  1924,  undei 
the  building  zone  resolution,  of  John  1 
Dunnigan,  applicant,  on  behalf  of  Hugo 
Seidenberg,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a 
building  used  for  store  purposes  on  the 
1st  story;  premises  129-02  Newport 
avenue,  northwest  corner  of  129th 
street,  Belle  Harbor,  Borough  of 
Queens. 

William  E.  Walsh.  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  16,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1332-24-S — 101-103  West  42nd  street  and  737-745  Sixth 
avenue,  Manhattan. 

257-25-S — 435-37  Broadway,  Brooklyn. 

180-25-S — 9-13  Maiden  lane,  Manhattan. 

362-25-S — 231-239  West  29th  street,  Manhattan. 

163-25-S — 4049  Third  avenue,  The  Bronx. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

322- 25-S — 4-6  Varet  street,  Brooklyn. 

323- 25- S— 1-11  West  47th  street,  Manhattan. 

346-25-S — 91-103  Washington  avenue,  Brooklyn. 
395-25-S — 30  Union  square,  Manhattan. 

362-25-S  231-239  West  29th  street,  Manhattan. 


MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  MAY  19,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison,  Holland,  Connell  and  Acting  Fire  Chief  Martin. 

The  minutes  of  the  regular  meeting  of  the  board  of  ap¬ 
peals,  held  on  Tuesday  morning,  May  12,  1925,  and  the 
minutes  of  the  special  meeting  of  the  board  of  appeals, 
held  on  Tuesday  afternoon,  May  12,  1925,  were  approved 
as  printed  in  the  Bulletin,  No.  20,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
1510-24- A. 

APPELLANT — W.  T.  McCarthy,  for  J.  Goldstein,  owner. 
SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 1038  Ocean  avenue,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Frank  E.  Kelly. 

ACTION  OF  BOARD — Laid  over  to  May  26,  1925,  at  2 
p.  m.,  on  request  of  appellant’s  representative. 


588-23-A. 

APPELLANT — Tottenville  Copper  Co.,  Inc.,  owner. 
SUBJEC1 — Appeal  from  order  of  fire  commissioner. 
PREMISES  AkFECTED — East  side  of  Church  street, 
200  ft.  north  of  Railroad  avenue,  Richmond. 
APPEARANCES— 

Bor  Appellant:  Harry  Groedel  and  Robert  Werner. 
For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

AC  1  ION  OF  BOARD — Laid  over  to  June  9,  1925,  at  2 
p.  m.,  to  confer  with  fire  department. 


210-25-A. 

APPELLANT — Peloso  Bros.,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 24-8  Downing  street,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Appeal  withdrawn. 
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MINUTES 


— 

E  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Act¬ 


ing  Fire  Chief  Martin  .  7 

Negative  .  0 

Absent  .  0 


3-24- A. 

PELLANT — John  De  Hart,  for  Arnco  Holding  Co., 

owner. 

BJECT — Appeal  from  decision  of  superintendent  of 

buildings. 

EMISES  AFFECTED— 42  West  9lJth  street,  Manhat¬ 
tan. 

PE  ARAN  CES — N  one. 

1'ION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Appeal  withdrawn. 

E  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Act¬ 
ing  Fire  Chief  Martin  .  7 

Negative  .  0 

Absent  .  0 


_25-A 

'PELLANT — C.  E.  Hicks,  for  New  York  Dock  Co., 

owner. 

BJECT— Appeal  from  orders  of  fire  commissioner. 
EMISES  AFFECTED— Foot  of  Amity  and  Congress 
streets,  East  River,  Brooklyn. 

PEARANCES— 

For  Appellant:  C.  E.  Hicks. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

1TION  OF  BOARD — Appeal  granted  on  condition. 
INDITIONS — As  specified  in  resolution. 

IE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland  ....  6 

Negative  .  0 

Absent:  Acting  Fire  Chief  Martin  - x .  1 

THE  RESOLUTION: 

(138-25- A) 

V  here  AS,  C.  E.  Hicks,  for  New  York  Dock  Co.,  owner, 
d,  January  31,  1925,  an  appeal,  with  the  board  of  ap- 
ds,  from  orders  of  the  fire  commissioner,  affecting  prem- 
5  foot  of  Amity  and  Congress  streets,  Warehouse  No. 
102,  Brooklyn;  and 

Vhereas,  the  orders  of  the  fire  commissioner,  dated 
luary  10,  1925,  reads: 

“No.  70562-F — Warehouse  No.  98-102: 

“1.  Install  a  standpipe  system  with  risers  4  inches 
;  in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 

1  per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2]/2  inch  regulation  Fire 
Department  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  enclo¬ 
sure.  Each  outlet  to  be  provided  with  sufficient  feet 
•  of  2l/2  inch  standard  hose  attached  thereto.” 

“No.  705G3-F — Warehouse  No.  99-100-101: 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2]/2  inch  regulation  Fire 
Department  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  enclo¬ 
sure.  Each  outlet  to  be  provided  with  sufficient  feet 
of  Zl/2  inch  standard  hose  attached  thereto.”; 

1 

Vhereas,  the  premises  consist  of  four  non-fireproof  build- 
:s:  No.  99  being  five  stories  in  height,  66  ft.  6  in.  by 

2  ft.  1  in.  (approximately  13,000  sq.  ft.)  in  area;  No. 
0,  five  stories  in  height,  64  ft.  2  in.  by  201  ft.  (approxi- 

,  itely  12,500  sq.  ft.)  in  area;  No.  101,  five  stories  in 
ight,  49  ft.  by  200  ft.  6  in.  (approximately  9,500  sq.  ft.) 


in  area;  No.  102,  four  stories  in  height,  118  ft.  by  100  ft. 
9  in.  (approximately  11,500  sq.  ft.)  in  area;  all  buildings 
being  separated  from  one  another  with  unpierced  walls 
and  standard  parapets ;  and  all  occupied  as  storage  ware¬ 
houses  ;  no  regular  occupancy ;  and 

Whereas,  appellant  contends  that  no  inflammable  or 
hazardous  materials  are  stored  in  the  premises ;  that  the 
location  is  accessible  to  fire  boats  and  is  amply  provided 
with  high  and  low  pressure  city  fire  hydrants;  that  the 
premises  are  patrolled  by  watchman  on  duty  at  all  times 
and  that  there  is  no  heating  system  in  the  buildings  and 
that  any  standpipe  system  installed  would  freeze  and  burst 
in  cold  weather. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
70562,  affecting  the  one  building  known  and  described  as 
Warehouse  No.  98  and  102,  be  and  it  hereby  is  modified, 
and  the  appeal  be  and  it  hereby  is  granted  on  condition 
that  the  subdivision  walls  shall  be  unpierced  throughout  their 
entire  length;  that  any  openings  in  the  rear  wall,  overlook¬ 
ing  premises  at  the  rear,  shall  be  provided  with  iron  shut¬ 
ters;  that  the  storage  use  shall  be  limited  to  cocoa  beans 
in  bulk  or  bag,  nutmegs,  hides  and  similar  commodities ; 
that  there  shall  be  no  permanent  occupants  above  the  1st 
floor;  that  the  order  of  the  fire  commissioner,  No.  70563, 
affecting  Warehouses  No.  99  and  No.  100,  be  and  it  hereby 
is  modified,  and  the  appeal  be  and  it  hereby  is  granted 
on  condition  that  the  sub-division  walls  shall  be  un¬ 
pierced  throughout  their  entire  height  and  length;  that  any 
openings  in  rear,  overlooking  Building  108,  shall  be  pro- 
provided  with  iron  shutters;  that  the  storage  use  shall 
be  limited  to  nutmegs,  hides,  cocoa  beans  or  commodities 
of  similar  nature,  in  bulk  or  bag;  and  that  there  shall 
be  no  permanent  occupants  above  1st  floor,  and  granted,  as 
to  Building  101,  so  long  as  size  of  building  is  not  increased 
in  area  or  height 


66-25-A. 

APPELLANT— Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Oscar  Buchheister  Co.,  Inc., 
lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 245  West  55th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land  and  Acting  Fire  Chief  Martin .  7 

Negative  . ■> .  ® 

Absent  .  ® 

THE  RESOLUTION. 

(66-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  Ruth  A.  Wallace,  owner,  filed,  January  15, 
1925,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  245  West  55th 
street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  7,  1924,  reads : 

“Order  No.  26291-LC: 

“2.  Discontinue  storing  film  in  closet  in  examining 
room. 

“3.  Provide  approved  double  walled  metal  cabinet 
for  storage  of  not  over  50  reels  of  film.  Cabinet 
must  be  vented  as  per  Section  232-3-d,  Chapter  10,  Code 
of  Ordinances.  It  must  be  protected  by  having  one 
sprinkler  head,  properly  connected,  inside  the  cabinet. 
Cabinet  must  not  be  located  in  the  examining  room.”; 

and 
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Whereas,  the  building  is  fireproof,  13  stories  in  height, 
60  ft.  by  100  ft.  in  area  at  the  1st  story  and  60  ft.  by 
88  ft.  in  area  above;  OCCUPIED  for  stores  and  lofts, 
approximately  140  persons  above  the  1st  story ;  appellant 
occupying  the  top  story  for  making  backgrounds  and  titles 
for  moving  pictures ;  equipped  with  a  standpipe  and  also 
a  sprinkler  system ;  and 

Whereas,  appellant  contends  that  the  films  (less  than 
50  reels)  are  stored  in  a  terra  cotta  block  enclosure  with 
a  metal  door  at  the  opening  therein,  and  contends  further 
that  there  is  a  sprinkler  head  inside  the  vault  and  that 
the  vault  is  vented  to  the  outer  air. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Items  2  and  3,  on  condition  that  the  quan¬ 
tity  of  films  stored  on  the  premises  shall  not  exceed  50 
reels,  maintained  in  a  fireproof  enclosure,  approximately 
2  ft.  6  in.  by  4  ft.  4  in.  in  area,  located  in  pent  house 
story;  that  said  enclosure  shall  be  vented  to  outer  air; 
and  that  there  shall  be  not  more  than  one  doorway  to 
same,  equipped  with  approved  fireproof  door  with  inter¬ 
locking  jambs;  and  that  said  fireproof  enclosure  shall  be 
equipped  with  a  jumbo  sprinkler  head. 


189-25-A. 

APPELLANT — Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  American  Book  Match  Corp., 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED  —  338-340  Flushing  avenue, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  .  Connell,  Hol¬ 


land  and  Acting  Fire  Chief  Martin .  7 

Negative  .  o 

Absent  .  o 


THE  RESOLUTION. 

(189-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  American  Book  Match  Corporation,  owner, 
filed,  February  16,  1925,  an  appeal,  with  the  board  of 
appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  338-40  Flushing  avenue,  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  25,  1924,  reads : 

“Order  No.  68124-F: 

“1.  Provide  a  separate  and  distinct  system  of  Auto¬ 
matic  Sprinklers  throughout  building  having  at  "least 
one  source  of  water  supply,  arranged  and  equipped  as 
provided  in  the  rules  for  fire  extinguishing  appliances 
adopted  by  the  Board  of  Standards  and  Appeals  May 
24,  1917,  as  amended  May  2,  1918,  and  January  21, 
1919,  effective  February  17,  1919.”; 
and  ’ 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  46  ft.  1  in.  by  68  ft.  6  in.  in  area ;  divided  into 
two  sections  by  a  fore  and  aft  wall  with  openings  therein 
on  the  1st  and  2nd  stories;  the  opening  on  the  1st  story 
being  protected  with  two  self-closing  fireproof  doors;  the 
opening  on  the  2nd  story  being  unprotected;  OCCUPIED 
for  the  manufacture  and  storage  of  book  matches,  18  persons 
in  the  entire  premises ;  and 

Whereas,  appellant  contends  that  the  hazardous  mate¬ 
rials,  sulphur  and  chlorate  of  potash,  etc.,  used  in  the 
manufacture  of  matches,  are  stored  in  a  vault  outside  the 
building;,  and  proposes  to  place  fire  doors  at  the  opening 
m  the  division  wall  on  the  2nd  story,  thereby  subdividing 


the  area  into  two  distinct  areas,  each  provided  with  twc 
means  of  exit. 

Resolved ,  that  the  order  of  the  fire  commissioner  be  anc 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  i; 
granted  on  condition  that  the  use  and  occupancy''  shall  bt 
vacated  and  discontinued  on  or  before  September  1,  1923 
that  any  horizontal  openings  on  the  1st  story  shall  be  pro¬ 
vided  with  approved  automatic,  self-closing  fire  doors  and 
an  approved  self-closing  swinging  door  at  horizontal  open¬ 
ing  on  2nd  story. 


151-25-A. 

APPELLANT — Croker  National  Fire  Prevention  En- 
cTiDTrnT66]"'11^  Co.,  Columbia  University,  owner. 

Appeal  from  order  of  fire  commissioner 
PREMISES  AFFECTED — 1-3  Amsterdam  avenue  and 
.  „  „  447  West  59th  street,  Manhattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

AnxTTT?T?TSScB0AARD~Appeal  Sranted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Connell  and  Holland..  5 

Negative:  Acting  Fire  Chief  Martin .  i 

Absent:  Mr.  Gunnison  .  j 

THE  RESOLUTION: 


(151-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Columbia  University,  owner,  filed,  February  4 
1925  an  appeal,  with  the  board  of  appeals,  from  an  order 
ot  the  fire  commissioner,  affecting  premises  1-3  Amsterdam 
avenue  and  447  West  59th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Tulv 
8,  1924,  reads:  J  y 

“1.  Provide  a  tank  on  roof  of  at  least  3500  gallons 
capacity  for  the  standpipe  system,  said  tank  to  be 
so  elevated  that  the  bottom  will  be  not  less  than  20  feet 
above  the  roof  level.  Sec.  20,  Ch.  12,  Code  of  Ordi¬ 
nances.  ; 

and 

Whereas,  the  building  is  fireproof,  seven  stories  in 
height,  114  tt.  by  134  ft.  6  in.  in  area;  OCCUPIED  as  a 
hospital,  431  persons  in  the  entire  premises;  EQUIPPED 
with  a  standpipe  system,  is  supplied  by  two  8  by  12  and  7 
b-  12  Snow  duplex  steam  pumps  which  maintain  a  constant 
pressure  of  80  pounds  per  sq.  in.  in  the  system  at  all  times 
and  that  the  pumps  are  located  in  another  building  and 
out  of  danger  from  a  fire  in  premises  in  question,  and 
contends  further  that  there  is  a  fire  department  siamest 
on  the  Amsterdam  avenue  front  of  the  premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  far  as  it  affects  the  installation  of  tank, 
on  condition  that  the  existing  standpipe  system  shall  be 
equipped  with  two  (2)  duplex  steam  pumps  supplied  from 
suction  tank;  that  the  standpipe  system  shall  be  maintained 
independent  of  house  service;  and  that  all  necessary  check 
valves  shall  be  provided. 


APPELLANT— William  F.  Doyle,  for  Fulton  Auto 
QTT  and  Radiator  Works  Corporation,  lessee. 

order  of  fire  commissioner. 
EMISES  AFFECTED — 136  West  50th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  William  F.  Doyle. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

mlmTTmTCB04ARD_iPpe.1  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 
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the  vote— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Hol¬ 
land  . 6 

Negative:  Acting  Fire  Chief  Martin .  1 

Absent  .  0 


l  THE  RESOLUTION: 

(299-25-A) 

Whereas,  William  F.  Doyle,  for  Fulton  Auto  Lamp 
&  Radiator  Works  Corporation,  lessee,  filed,  March  18, 
192'),  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  136  West  50th 

street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
February  10,  1925,  reads : 

“Order  No.  28133-LC: 

“With  reference  to  your  application,  dated  Decem¬ 
ber  23,  1924,  for  a  permit  to  maintain  a  motor  ve¬ 
hicle  repair  shop,  at  136  West  50th  Street,  Manhattan, 
this  location  appears  to  be  shown  on  the  use  district 
map  accompanying  the  Building  Zone  Resolution  of 
the  Board  of  Estimate  and  Apportionment  as  a  busi¬ 
ness  district.  Inasmuch  as  you  are  conducting  or  pro¬ 
pose  to  conduct  a  business  which  is  a  prohibited  use 
at  this  location,  your  application  is  denied.” ; 
and 

Whereas,  the  building  is  non-fireproof,  three  stories  m 
height,  25  ft.  by  100  ft.  in  area  at  the  1st  story  and  25 
ft.  by  80  ft.  in  area  above.  OCCUPIED:  1st  story,  radi¬ 
ator  lamp  works,  5  persons ;  2nd  story,  machine  shop,  3 
persons ;  3rd  story,  plumbing  supplies,  2  persons ;  and 

Whereas,  appellant  contends  that  the  work  done  (on 
automobiles)  on  the  premises  consists  of  removing  auto 
lamps  and  radiators  from  the  autos,  repairing  and  then 
replacing  same,  and  that  no  repairs  are  made  to  the 
mechanical  part  of  the  motor  vehicles. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  use  and  occupancy  shall 
be  limited  or  confined  to  work  incidental  to  lamp,  and 
radiator  repair  work;  and  that  no  motor-driven  machinery 
shall  be  used  in  the  operation  of  the  business. 


\PPELLANT — William  F.  Doyle,  for  Leading  Nov¬ 
elty  Co.,  lessee.  .  , 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 89-01  Bridge  street,  Brook¬ 


lyn. 

APPEARANCES— 

For  Appellant :  William  F.  Doyle. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
;  CONDITIONS— As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison.  Connell,  Hol¬ 
land  and  Acting  Fire  Chief  Martin.... 


Negative 
Absent  . 


7 

0 

0 
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'  THE  RESOLUTION: 

(250-25-A) 

Whereas,  Wm.  F.  Doyle,  for  Gertana  Realty  Corp., 
owner,  filed,  March  4,  1925,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  af- 
*  fecting  premises  89-91  Bridge  street,  Brooklyn ,  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  10,  1924,  reads: 

“Order  No.  91425-C : 

“Reduce  the  quantity  of  nitro-cellulose  products,  in¬ 
cluding  raw,  finished  and  partly  finished  stock,  to  not 
more  than  100  pounds  (in  accordance  with  the  provi- 
t  sions  of  Section  232,  subdiv.  21  of  chapter  10,  code 
of  ordinances  (inasmuch  as  materials  of  a  highly  .n- 


flammable  nature  (celluloid)  are  manufactured  in  a  por¬ 
tion  of  the  building  above  the  nitro-cellulose  occu¬ 
pancy.”  ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  50  ft.  by  100  ft.  in  area;  divided  into  two  sections 
by  a  fore  and  aft  fire  wall,  with  openings  on  each  story, 
protected  with  fire  doors  on  each  side  of  wall.  OCCU¬ 
PIED:  1st  and  2nd  stories  for  celluloid  products  manufac¬ 
turing  and  also  paper  boxes  (appellant  occupying  the  1st 
storv  north  for  the  manufacture  of  celluloid  products), 
100  persons  in  the  entire  premises;  equiped  with  a  two- 
source  sprinkler  system ;  and 

Whereas,  appellant  contends  that  the  fire  department 
would  grant  a  permit  for  the  occupancy  if  the  entire  prem¬ 
ises  were  under  one  tenancy,  but  that  there  is  more  than 
one  tenant  with  the  same  type  of  occupancy. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  building  shall  not  be  increased 
in  area,  size  or  dimensions ;  and  that  the  requirements  of 
the  resolution  under  Cal.  No.  1250-23-A  shall  be  complied 
with  and  maintained. 


251-25- A 

APPELLANT — William  F.  Doyle,  for  Superloid  Mfg. 

Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 89-91  Bridge  street.  Brook- 

APPEARANCES— 

For  Appellant:  William  F.  Doyle. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land  and  Acting  Fire  Chief  Martin....  7 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(251-25-A) 

Whereas,  William  F.  Doyle,  for  Gertana  Realty  Corp., 
owner,  filed,  March  4,  1925,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  af¬ 
fecting  premises  89-91  Bridge  street,  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  10,  1924,  reads: 

“You  are  hereby  ordered  and  required  forthwith  to 
surrender  to  the  bearer  Fire  Department  permit  No. 
121949  issued  to  you  on  August  5th,  1924,  to  expire 
August  1st,  1925,  authorizing  the  storage  of  1500  pounds 
of  nitro-cellulose  in  the  business  of  manufacturing  opti¬ 
cal  goods  conducted  by  you  on  the  above  premises,  as 
it  is  revoked  for  the  following  reason : 

“1.  Sub-Div.  2  of  Section  232,  Article  19,  Chapter 
10,  Code  of  Ordinances,  provides  that  no  permit  for 
the  storage  or  manufacture  of  nitro-cellulose  products 
shall  be  issued  for  any  building  where  dry  goods,  gar 
ments  or  other  materials  of  a  highly  inflammable  na¬ 
ture  are  manufactured  in  a  portion  of  a  building,  above 
the  nitro-cellulose  occupancy,  or  in  any  case,  where 
more  than  six  people  are  employed  or  likely  to  con¬ 
gregate  at  any  one  time,  if  the  storage  of  nitro-cellu¬ 
lose  products  exceeds  100  pounds.”; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  50  ft.  bv  100  ft.  in  area;  divided  into  two  sections 
bv  a  fore  and  aft  fire  wall,  with  openings  (protected  bv 
fire  doors  on  each  side  of  wall)  on  each  story;  OCCUPIED 
on  the  1st  and  2nd  stories  for  the  manufacture  of  cellu¬ 
loid  products  and  also  paper  boxes,  appellant  occupying  the 
2nd  story,  north,  for  the  manufacture  of  celluloid  products, 

081 


l 


MINUTES 


100  persons  in  entire  premises;  EQUIPPED  with  a  two- 
source  sprinkler  system ;  and 

Whereas,  appellant  contends  that  the  fire  department 
would  grant  a  permit  for  the  occupancy  if  the  entire  prem¬ 
ises  were  under  one  tenancy;  but  that  there  is  more  than 
one  tenancy  with  the  same  type  of  occupancy. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  structure  shall  not  be  in¬ 
creased  in  area,  size  or  dimension ;  and  that  the  require¬ 
ments  of  resolution  in  Cal.  No.  1250-23-A  shall  be  com¬ 
plied  with  and  maintained. 


223-25-A. 

APPELLANT — Philip  Pfeiffer,  for  Glenwood  Theatre 
Co.,  Inc.,  owner. 

SUBJECT — -Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 2406-14  Myrtle  avenue,  Ridge¬ 
wood,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  Elerman  E.  Horwood. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land  and  Acting  Fire  Chief  Martin....  7 


Negative  .  o 

Absent  .  o 


THE  RESOLUTION: 

(223-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  substituted  for  Philip  Pfeiffer,  for  Glenwood  Theatre 
Co.,  Inc.  (Ph.  Pfeiffer,  pres.),  owner,  filed,  February  25, 
1925,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  2406-14  Myrtle 
avenue,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  15,  1924,  reads : 

“Install  standpipe  system  in  acocrdance  with  the  re¬ 
quirements  of  article  25,  chapter  5,  code  of  ordinances, 
and  the  regulations  of  the  Board  of  Standards  and 
Appeals.”  ; 
and 

Whereas,  the  building  is  fireproof,  one  story  (approxi¬ 
mately  34  ft.)  in  height,  100  ft.  bv  120  ft.  6  in.  (approxi¬ 
mately  12,500  sq.  ft.)  in  area;  OCCUPIED  by  four  (4' 
stores  on  the  Myrtle  _  avenue  front  and  the  remainder  o  ' 
the  premises  as  a  motion  picture  theatre,  seating  1,300  per¬ 
sons  ;  and 

Whereas,  appellant  contends  that  the  theatre  is  amplv 
provided  with  exits;  that  the  stores  (occupying  12  per  cent 
of  the  total  area)  are  separated  from  the  theatre  por¬ 
tion  of  the  premises  by  12  in.  unpierced  walls,  and  pro¬ 
poses  to  install  a  standpipe  riser  and  100  ft.  of  hose  at 
the  rear  of  the  auditorium,  with  a  4  in.  street  connection 
to  the  city  main,  said  main  having  a  pressure  of  35  pounds 
per  sq.  in.  and  being  fed  both  ways. 

.  Resolved ,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified ,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  store  occupancy  shall  not  be  in¬ 
creased  in  area,  size  or  dimension ;  that  the  store  occupancy 
shall  be  separated  by  approved  unpierced  fireproof  walls: 
and  that  a  standpipe  equipment  shall  be  installed  with  not 
less  than  a  4  in.  connection  to  the  city  main,  in  accordance 
with  the  rules  of  the  board  of  standards  and  appeals. 


CASE  DISMISSED. 

The  chairman  called  attention  to  the  following  case,  where 
notice  of  intention  to  appeal  was  offered  for  filing;  but 
where,  despite  notices  from  this  office,  papers  have  not 


been  completed,  thus  tying  the  hands  of  the  administrative 
official  in  the  performance  of  his  duty: 

(1517-24- A) 

tiled  December  26,  1924— Premises  935-937  Courtlandt  ave¬ 
nue,  The  Bronx.  Order  of  the  fire  com 
missioner.  Appellant,  Christian  Diehl.  Dis¬ 
missed  for  lack  of  prosecution. 

THE  VOTE  TO  DISMISS— 


Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Act¬ 
ing  Fire  Chief  Martin  . 

Negative  . 

Absent  . 


THE  RESOLUTION: 


Whereas,  the  appellant,  having  failed  to  complete  his 
papers,  though  duly  notified  to  do  so. 

Resolved  that  the  foregoing  appeal  be  and  it  hereby  is 
dismissed  for  lack  of  prosecution. 


161-25-BZ. 

APPLICANT— James  W.  Byrnes,  for  Bernard  Kiritz 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  and  “C” 
area  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles,  also  the  omission  of  a  rear  yard 

DDruTcpqcUire,d^lihe  building  zone  resolution. 

EMISES  AFFECTED — 1209-1211  Putnam  avenue 
Brooklyn. 

APPEARANCES— 

For  Applicant:  James  W,  Byrnes. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1925  at  2 
p.  m. 


1057-24-BZ. 

APPLICANT— James  J.  Walker,  for  William  A.  Cor¬ 
coran.  owner. 

^^^JECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence  dis¬ 
trict  and  partly  in  a. business  district  and  also 
within  B  area  district,  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles  and  also  the  omis- 

DDVMTPr'i  °a  required  by  zone  resolution. 

PREMISES  AFFECTED — Northwest  corner  182nd 
street  and  Folin  street.  The  Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Caroline  DeVork,  Clara  Krapp 
and  Sadie  George. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1925,  at 
2  p.  m.,  pending  court  decision. 


245-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  William  F.  Cun¬ 
ningham,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1721-23  Park  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Louis  A.  Sheinart. 

For  Opposition:  Not  noted. 

ACTION  OF  BOARD — Laid  over  to  May  26,  1925,  at 
2  p.  m.,  on  consent  of  applicant. 

1272-24-BZ. 

APPLICANT— John  J.  Dunnigan,  for  Hugo  C.  Cook, 
owner. 


639 


MINUTES 


UBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
alteration  and  extension  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
REMISES  AFFECTED — 2311  St.  Raymond’s  avenue. 
The  Bronx. 

PPEARANCES — None. 

CTION  OF  BOARD — Laid  over  to  May  26,  1925,  at 

2  p.  m. 


)9-23-BZ. 

PPLICANT — Edward  P.  Doyle,  for  Rebecca  Liebman, 
owner. 

UBJECT — Application  for  modification  of  resolution 
(re:  decision  of  superintendent  of  buildings)  to 
permit  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

REMISES  AFFECTED— 823-829  Classon  avenue, 
Brooklyn. 

PPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  None. 

CTION  OF  BOARD — Request  to  reopen  and  modify 
resolution  withdrawn. 


03-24-BZ. 

PPLICANT — Magnuson  &  Kleinert,  for  Picone  Con¬ 
struction  Co.,  owner. 

UBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

REMISES  AFFECTED— Southeast  corner  of  Ave¬ 
nue  U  and  West  12th  street,  Brooklyn. 

PPEARANCES— None. 

CTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw;  application  withdrawn. 

HE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Acting  Fire  Chief  Martin .  7 

Negative  .  0 

Absent  .  0 


58-24-BZ. 

PPLICANT — Murray  Klein,  for  Lirpa  Realty  Co.,  owner. 
UBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
alteration  and  conversion  of  occupancy  from  a 
stable  for  more  than  five  (5)  horses  to  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

REMISES  AFFECTED— 57-59  West  132nd  street, 
Manhattan. 

PPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Edward  A.  Johnston,  M.  W. 
Thornton,  David  T.  Wise  and  Charles  Tay¬ 
lor. 

CTION  OF  BOARD — Application  granted  on  condi- 

tion. 

ONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Acting  Fire  Chief  Martin .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(1358-24-BZ) 

Whereas,  Edward  P.  Doyle,  substituted  for  Murray 

lein,  for  Lirpa  Realty  Co.,  owner,  filed,  November  18, 


1924,  an  application,  under  the  building  zone  resolution, 
to  permit  in  a  business  district  the  alteration  and  change 
of  occupancy  of  a  stable  for  more  than  five  horses  to 
a  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles;  premises  57-59  West  132nd  street,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  May  19, 

1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  132nd  street,  West  133rd 
street  and  Lenox  avenue  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  7,  1924,  in  acting  on  Alteration  Appli¬ 
cation  No.  2523-24,  reads : 

“1.  Conversion  of  building  to  garage  for  more  than 
5  cars,  with  structural  changes,  is  unlawful  in  a  re¬ 
stricted  district.  Zone  Resolution,  Section  6.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  three  stories  in  height,  with  a  frontage  of  55 
ft.  and  a  depth  of  99  ft.  11  in.;  occupied  as  a  stable;  it 
is  proposed  to  convert  the  building  to  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  this  application  came  strictly  within  the  pro¬ 
visions  of.  exemption  specified  in  section  7-e  of  the  zoning 
resolution  and  the  board  deemed  it  would  be  hardship 
and  injustice  to  deny  the  application. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  the  gable 
walls  shall  be  unpierced  throughout  their  entire  height  and 
length ;  that  any  openings  in  the  rear  wall  shall  be  within 
applicant’s  property,  opening  on  open  space  of  same  prem¬ 
ises,  and  any  such  openings  shall  be  equipped  with  fixed 
steel  sash,  glazed  with  wire  glass,  with  not  more  than  one 
ventilator  to  each  opening;  that  all  openings  on  the  front 
of  the  building  shall  be  equipped  with  kalamein  frames  and 
sash,  glazed  with  wire  glass ;  that  there  shall  be  no  signs 
or  advertising  displayed,  other  than  one  electric  projecting 
sign,  indicating  the  title  of  the  garage,  and  located  at 
the  front  of  the  building;  that  the  front  of  the  building 
shall  be  painted  with  not  less  than  three  coats  of  oil  paint 
striped  in  white  joints;  that  there  shall  be  no  portable 
gasoline  use  or  equipment  permitted  outside  of  the  street 
wall  ;  that  all  permits  required  and  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  six  months 
and  the  work  completed  within  one  year  from  the  date 
of  this  action. 


1092-24-BZ. 

APPLICANT— John  W.  Clancy,  for  Michael  Naftal, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 331  East  184th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  W.  Clancy. 

For  Opposition:  G.  Price,  Michael  T.  McGlynn 
and  Nathan  Schwartz. 

ACTION  OF  BOARD — Application  granted  on  condi- 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Uowd,  Gunnison  and  Holland....  5 
Negative:  Mr.  Connell  and  Acting  Fire  Chief 

Martin  .  2 

Absent  .  0 

r 
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THE  RESOLUTION: 

(1092-24-BZ) 

Whereas,  John  W.  Clancy,  for  Michael  Naftal,  owner, 
filed,  September  2,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles ;  premises  331  East  184th  street,  Borough  of  Bronx ; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  May  19, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  184th  street  is  a  busi¬ 
ness  district  and  Tiebout  avenue  is  a  residence  district; 
and  i 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  August  23,  1924,  in  acting  on  N.  B.  Application 
No.  2349-24,  reads : 

“1.  Erection  of  proposed  garage  for  storage  of 
more  than  five  motor  vehicles  in  business  and  residence 
district  is  contrary  to  the  provisions  of  the  Building 
Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  73.88 
ft.  and  a  depth  of  176  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  the  board,  after  full  consideration  of  addi¬ 
tional  facts  presented,  deemed  it  would  be  a  hardship  to 
deny  the  application. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  building  be 
erected  fireproof,  and  that  it  shall  not  exceed  two  stories 
in  height  above  the  grade  level  at  the  centre  of  the  plot 
of  Tiebout  avenue ;  that  the  northerly  gable  wall  and  rear 
wall  shall  be  unpierced  throughout  their  entire  height  aiU 
length ;  that  there  shall  be  no  vehicular  entrance  on  184th 
street,  and  there  shall  be  but  one  emergency  exit  provided 
on  184th  street,  not  exceeding  3  ft.  8  in.  in  width,  equipped 
with  panic  bolts  operative  only  from  the  interior  of  the 
building ;  that  the  street  elevation  shall  be  of  face  brick, 
with  architectural  terra  cotta  or  stone  trimmings ;  that 
no  roof  sign  shall  be  erected  or  maintained,  and  no  ad¬ 
vertising  or  signs  displayed  on  the  premises  other  than 
one  projecting  electric  sign,  indicating  the  title  of  the 
garage ;  that  any  gasoline  storage  equipment  shall  be  located 
on  the  Tiebout  avenue  front,  inside  the  street  wall  ;  that  all 
permits  necessary  for  the  prosecution  of  the  work  shall  be 
obtained  Avithin  nine  months  and  the  building  erected  with¬ 
in  eighteen  months  from  the  date  of  this  action. 


220-25-BZ. 

APPLICANT — Irving  Seelig,  for  Beth  El  Talmud 
Torah  of  Flatbush,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  and  “D” 
area  district  the  erection  and  maintenance  of  a 
building  occupying  more  than  80  per  cent  of  a 
corner  lot  at  the  curb  level;  contrary  to  section 
14,  subdivision  (c)  of  the  building  zone  reso¬ 
lution. 

PREMISES  AFFECTED — 1219-1221  Avenue  T,  Brooklyn. 
APPEARANCES— 

For  Applicant:  David  F.  Price,  Irving  Seelig, 
Harry  H.  Friedman  and  Tacob  Sachs. 

For  Opposition:  George  R.  Brennan,  Jas. 
Wiseman,  Geo.  Gillent.  Alex.  McMurray, 
Mrs.  Josephine  Barbieri.  Mrs.  Jacob  Op- 
penheimer,  Mrs.  Jonas  McGlinn  and  Mrs. 
Bronne. 

ACTION  OF  BOARD — Application  denied. 


THE  VOTE  TO  GRANT— 

Affirmative  . 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland,  Connell  and  Act¬ 
ing  Fire  Chief  Martin  .  i 

Absent:  Mr.  Gunnison  . 

THE  RESOLUTION: 

(220-25-BZ) 

Whereas,  Irving  Seelig,  for  Beth  El  Talmud  Torah  o 
Flatbush,  owner,  filed,  February  24,  1925,  an  application 
under  the  building  zone  resolution,  to  permit  in  a  resi 
dence  and  also  “D”  area  district  the  erection  and  main 
tenance  of  a  building,  occupying  at  the  curb  level  mor 
than  80  per  cent  of  a  corner  lot ;  contrary  to  section  14,  sub 
division  C  of  the  zone  resolution;  premises  1219-1221  Ave 
nue  T,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  applicatioi 
by  the  board  of  appeals,  at  its  regular  mesting,  May  19 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  th< 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build 
ing  zone  resolution  show  that  Homecrest  avenue  and  Ave 
nue  T  are  residence  and  “D”  area  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  December  22,  1924,  reads: 

“4.  Area  of  building  exceeds  80  per  cent  of  lot.” 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof_  construction,  one  story  and  basement  and  balcony 
m  height,  with  a  frontage  of  40  ft.  and  a  depth  of  93 
ft.  6  in.  To  be  occupied:  Basement,  ball  room  and  kitchen; 
1st  story  and  balcony,  synagogue;  and 

Whereas,  the  proposed  use  included  a  place  of  public 
assembly  and  was  not  strictly  a  house  of  worship ;  and 

Whereas,*1  there  was  opposition  by  practically  all  prop¬ 
erty  owners  in  the  affected  area,  who  would  be  adversely 
affected,  and  the  board  deemed  that  applicant  failed  com¬ 
pletely  to  substantiate  his  basis  of  appeal  under  section 
21,  namely,  hardship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  the  same,  hereby  is  affirmed,  and  the  applica¬ 
tion  be  and  it  hereby  is  denied. 


234-25-BZ. 

APPLICANT — .Me Kim,  Mead  &  White,  for  Columbia 
University,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  1  H  times  height 
district  the  erection  and  maintenance  of  the 
street  walls  to  a  height  exceeding  the  limit  re¬ 
quired  by  the  building  •  zone  resolution. 
PREMISES  AFFECTED' — Northwest  corner  of  114th 
street  and  Amsterdam  avenue,  Manhattan. 
APPEARANCES— 

For  Applicant:  B.  L.  Fenner. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison.  Holland,  Con¬ 
nell  and  Acting  Fire  Chief  Martin....  7 


Negative  .  o 

Absent  .  o 


THE  RESOLUTION: 

(234-25-BZ) 

Whereas,  McKim,  Mead  &  White,  for  Columbia  Uni¬ 
versity,  owner,  filed,  February  26,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  1 times 
height  district  the  erection  of  the  street  walls  of  a  building 
to  a  height  exceeding  the  limit  set  by  the  zone  resolution; 
premises  northwest  corner  of  West  1 14th  street  and  Amster¬ 
dam  avenue,  Manhattan ;  and 
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Whereas,  a  public  hearing  was  held  on  this  application 
Dy  the  board  of  appeals,  at  its  regular  meeting,  May  19, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Amsterdam  avenue  is  a  busi¬ 
ness  and  1J4  times  height  district  and  West  114th  street 
is  a  residence  and  l/i  times  height  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  17,  1925,  in  acting  on  N.  B.  App.  No. 
90-1925,  reads : 

“1.  Setbacks  and  dormers  in  the  portion  of  this 
building  more  than  150  feet  from  Amsterdam  Avenue 
should  be  made  to  comply  with  Building  Zone  Reso¬ 
lution,  Section  8f  and  Section  9c.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  firepioof 

construction,  12  stories  and  basement  in  height,  with  a 

frontage  of  208  ft.  and  a  depth  of  80  ft. ;  to  be  occupied 

as  students’  hall,  a  portion  of  the  street  wall  38  ft.  in  length 

is  limited  to  a  height  of  90  ft.  and  a  portion  20  ft.  in 

length  set  back  17  ft.  from  the  building  line  to  a  height 

of  141  ft.,  the  remainder  to  150  ft.;  it  is  proposed  to 

erect  the  entire  street  wall  to  a  height  of  150  ft.;  and 

Whereas,  there  was  no  opposition  to  the  granting  of 
this  application  and  the  board  deemed  that  the  spirit  and 
intent  of  the  zone  resolution  will  be  fairly  and  equitably 
complied  with  by  the  alternate  proposition  offered  by  ap¬ 
plicant. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  height  district  regula¬ 
tion  of  the  building  zone  resolution  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  a  street 
court  of  a  depth  not  less  than  17  ft.  and  a  frontage  of  129 
ft.  be  established  and  maintained  on  the  114th  street  front, 
and  that  the  requirements  of  the  building  zone  resolution 
be  complied  within  all  other  respects ;  and  that  all  per¬ 
mits  necessary  for  the  prosecution  of  the  work  shall  be 
obtained  within  nine  months  and  the  building  completed 
within  eighteen  months  from  the  date  of  this  action. 


CASES  DISMISSED. 

The  chairman  called  attention  to  the  following  cases, 
where  notices  of  intention  to  appeal  were  offered  for  filing ; 
but  where,  despite  notices  from  this  office,  papers  have  not 
been  completed,  thus  tying  the  hands  of  the  administra¬ 
tive  official  in  the  performance  of  his  duty: 

(1219-24-BZ) 

Filed  October  10,  1924 — Premises  477-487  Gates  avenue, 
Brooklyn.  Decision  of  the  superintendent  of 
buildings.  Applicant,  Philip  J.  Sinnott.  Dis¬ 
missed  for  lack  of  prosecution. 

b 

(1478-24-BZ) 

Filed  February  16,  1924 — Premises  southeast  corner  of  Ja¬ 
maica  avenue  and  195th  street,  Hollis, 
Queens.  Decision  of  the  superintendent  of 
buildings.  Applicant,  Thomas  J.  Nagle. 
Dismissed  for  lack  of  prosecution. 

(1533-24-BZ) 

Filed  December  29,  1924 — Premises  486-510  St.  Johns  place, 
Brooklyn.  Decision  of  the  superintendent  of 


buildings.  Applicant,  I.  Seelig.  Dismissed 
for  lack  of  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Act¬ 
ing  Fire  Chief  Martin  .  7 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION : 

Whereas,  the  applicants  have  failed  to  complete  their  pa¬ 
pers,  though  duly  notified  to  do  so. 

Resolved,  that  the  foregoing  applications  be  and  they 
hereby  are  dismissed  for  lack  of  prosecution. 


AREAS  FIXED. 

(313-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
Emil  Guterman,  requesting  the  board  to  fix  the  area  deemed 
affected  and  within  which  to  obtain  consents  for  the  erec¬ 
tion  and  maintenance  of  a  garage;  premises  521-23  Bergen 
street,  Brooklyn. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  Bergen  street  from  Sixth  avenue  to 
Carlton  avenue,  also  the  properties  at  and  for  a  dis¬ 
tance  of  50  ft.  on  either  side  of  the  side  lot  lines  of 
the  premises  in  question. 


(325-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
Thomas  W.  Golding,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  erection  and  maintenance  of  a  garage;  premises  80-92 
Kingsland  avenue,  Brooklyn. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  Kingsland  avenue  from  a  point  200 
ft.  north  of  Richardson  street  to  a  point  400  ft.  south 
of  proposed  garage.  Both  sides  of  Frost  street  from 
a  point  200  ft.  west  of  Kingsland  avenue  to  a  point 
400  ft.  east  of  premises  in  question,  also  both  sides 
of  Richardson  street  from  a  point  200  ft.  west  of 
Kingsland  avenue  to  a  point  100  ft.  east  of  Kingsland 
avenue. 


(319-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
Hector  McG.  Curren,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  erection  and  maintenance  of  a  garage;  premises  south 
side  of  Germania  place,  150  ft.  west  of  Nostrand  avenue, 
Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Germania  place  and  East  29th  street 
from  Flatbush  avenue  to  Avenue  H.  Both  sides  of 
Kenilworth  place  from  Germania  place  to  a  point  200 
ft.  west  of  Germania  place.  The  north  side  Amersfort 
place,  also  the  west  side  of  Nostrand  avenue  from  Ave¬ 
nue  H  to  Germania  place. 


Adjourned  2.45  p.  m. 

William  J.  O’Gorman,  Secretary. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  ipplicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O'Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  by  mail. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  MAY  19,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison,  Holland,  Connell,  Acting  Fire  Chief  Martin,  Super¬ 
intendents  Brady,  Reville,  Kleinert  and  Moore. 

The  minutes  of  the  regular  meeting  of  the  board  of  stand¬ 
ards  and  appeals,  held  on  Tuesday  afternoon,  May  19,  1925, 
were  approved  as  printed  in  the  Bulletin,  No.  19,  Vol.  X. 


PETITIONS  FOR  VARIATIONS. 

982-24-S. 

PETITIONER — New  York  Yellow  Cab  Co.,  Sales  Agency, 
Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED— 614-618  West  131st  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Louis  Le  Vine. 

ACTION  OF  BOARD — Laid  over  to  June  2,  1925,  at 
2  p.  m.,  on  request  of  petitioner’s  representative. 


163-25-S. 

PETITIONER — Moore  &  Landsiedel,  for  Third  Ave.  Hold¬ 
ing  Co.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 4049  Third  avenue,  The  Bronx 
APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  at 
2  p.  m.,  on  request  of  petitioner. 


PREMISES  AFFECTED— 20  East  31st  street,  Manha 
tan. 

APPEARANCES— 

Albert  P.  Wolheim.  \ 

AC1ION  OP  BOARD — Request  for  reopening  laid  ov 
to  June  2,  1925,  for  final  disposition,  on  request  < 
petitioner. 


198-25-S. 

PETITIONER— Thomas  B.  Leahy,  for  Berley  &  Q 
lessee. 

SUBJECT  Variation  of  labor  law  as  cited  in  decision  ( 
superintendent  of  buildings. 

PREMISES  AFPECTED — 566-568  Seventh  avenue,  Mai 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Request  for  reopening  laid  over  1 
June  2,  1925,  at  2  p.  m.,  on  request  of  petitione 


-Sigmund  Schuler,  for  Caroline  De  Ros 


PETITIONER- 
owner. 

SUBJECT  Application  for  reopening — variation  of  lab' 
t-.t-.t-t. as  c*ted  in  order  of  fire  commissioner. 

I  REMISES  AFPECTED — 80  West  Houston  street,  Mai 
hattan. 

APPEARANCES— 


For  Petitioner:  Sigmund  Schuler. 

For  Administration:  Inspector  Maher  of  fire  de 
partment. 

AC  I  ION  OP  BOARD — Request  for  reopening  laid  over  t 
June  2,  1925,  at  2  p.  m.,  for  report  from  Inspecto 
Maher. 


1412-23-S. 

PETITIONER— Henry  J.  Nurick,  for  Brewster  Publica¬ 
tions,  Inc.,  owner. 

SUBJECT— Application  for  reopening— variation  of  labor 
law  as  cited  in  decision  of  superintendent  of  build¬ 
ings. 

PREMISES  AFFECTED— 174  Duffield  street,  Brooklyn 

APPEARANCES—  ' 

For  Petitioner :  Henry  J.  Nurick. 

ACTION  OF  BOARD — Laid  over  to  June  2,  1925,  at 
2  p.  m.,  on  request  of  petitioner. 


273-25-S. 

PETITIONER  Thomas  B.  Leahy,  for  William  Kreinick 
&  Co.,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED— 131  West  45th  street,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  June  2,  1925,  at 
2  p.  m.,  on  request  of  petitioner. 


718-18-S. 


owner. 

SUBJECT — Application  for  reopening — variation  of  lah 
as  c*ted  *n  or(ier  of  fire  commissioner. 
PREMISES  Ah  FECI  ED — 17-23  East  Broadway,  Manha 
tan. 

APPEARANCES— 


For  Petitioner:  William  C.  Sommerfeld. 

For  Administration:  Inspector  Maher  of  fire  de 
partment. 


nLiiuiN  ur  rsu/VKlj- 


-j^aia  over  to  June 
p.  m.,  for  full  vote  of  board. 

THE  VOTE  TO  REOPEN— 


1925,  at 


Affirmative:  Chairman  Walsh,  Messrs.  Gunni¬ 
son  and  Connell,  Superintendents  Brady, 

Reville  and  Moore  . 

Negative:  Acting  Fire  Chief  Martin  and  Su¬ 
perintendent  Kleinert  . 

Absent:  Messrs.  Kennedy,  Dowd,  Holland,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  McDermott  . 


1102-24-S. 

PETITIONER — Arthur  Greenbaum,  for  Abram  I.  Kaplan, 
lessee. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 251  Fifth  avenue  and  1  East 
28th  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  John  Keating. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  at 
2  p.  m.,  on  request  of  petitioner’s  representative. 

1418-24-S. 

PETITIONER— Irving  Finklestein,  for  Beno  Realty  Com¬ 
pany,  owner. 

SLTBJECT  Application  for  reopening — variation  of  labor 
law  as  cited  in  decision  of  superintendent  of  build¬ 
ings. 


PE  hlTIONER— John  H.  Schiernbeck,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  decision 
health  commissioner. 

APPEARANCES— CTED~1723  B&th  avenue’  Brookl>'a 

For  Petitioner:  W.  R.  Redmond,  John  H.  Schier 
beck. 

Betition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland,  Acting 
Fire  Chief  Martin,  Superintendents  Brady, 

Kleinert,  Reville  and  Moore  . 

Negative  . 

Absent:  Deputy  Fire  Commissioner  Hannon  and 
Superintendent  McDermott  . 
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THE  RESOLUTION: 

(1-25-S)  _  .. 

Whereas,  W.  Rossiter  Redmond,  for  John  J.  bcjuern- 
beck,  owner,  filed,  January  2,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  a  d^jon 
die  health  commissioner,  affecting  premises  1723  Bath  ave 
nue.  Brooklyn ;  and 

Whereas,  the  decision  of  the  health  commissioner,  ren¬ 
dered  October  23,  1923,  reads: 

“At  a  meeting  of  the  Board  of  Health  of  the  Depart¬ 
ment  of  Health  of  the  City  of  New  York  held  October 
23  1923,  your  application  for  a  sanitary  certificate  loi 
a  ’cellar  and  1st  floor  bakery  at  1723  Bath  Avenue, 
in  the  Borough  of  Brooklyn,  was  denied.  , 

^Whereas,  the  building  is  non-fatprooi, .three  ™ 

height,  20  ft.  by  75  ft.  in  area.  OCCUPIED.  Cellar,  Da 
kery:  1st  story,  store;  2nd  story,  dental  parlor;  3rd  story, 
one  ’family;  the  height  of  bakery  from  floor  to  ceiling 
being  8  ft.  7  in.;  the  ceiling  being  1,  ft.  8  in.  above  curb 
level  and  floo^  6  ft.  11  in.  below  adjoining  ground  level, 
the  means  of  ventilation  consisting  of  an  open  space  m  the 
ceiliiTg To  1st  story  extension  with  skylight  in  roof ;  and 

Whereas,  petitioner  contends  that  the  bakery  has  been 
used  as  such  continuously  since  1913. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted. 


?ET1TSi'0NER-B.  Williams,  for  Elm  Duane  Corpora- 

SUBJECT-VarSon  of  labor  law  as  cited  in  order  of  fire 

?REMISESnAFFECTED-6  Reade  street,  Manhattan. 

John  J.  Gilmartm.  (lfj_ 

For  Administration:  Inspector  Maher  o 

VCTION  ONBOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

['HE  V Affirmative :  Chairman  Walsh  Messrs  Kennedy 
Dowd,  Gunnison,  Connell,  Holland,  Acting 
Fire  Chief  Martin,  Superintendents  Brad>, 
Kleinert,  Reville  and  Moore  . .  .  ^ 

AbseTT Deputy  ‘  Fire  Commissioner  Hannon  and  ^ 
Superintendent  McDermott  . 

THE  RESOLUTION: 

(252-25-S)  , 

Whereas  B.  Williams,  for  Max  E.  Butler,  et  al.,  owne  . 
iled,  March  4  1925  • a  petition,  with  the  board  ol^  - 

i"eSlata  lavv, Cas 'cited  in  an  order  of  the  fire  commissioner, 
jer  28,  1924,  reads : 

“Order  No.  66922-LD :  .  .  west  side 

“2.  Extend  the  interior  stairway  at  the  west  sid 

of  the  building  to  the  roof,  as  per  Section  271  of 
Labor  Law.”; 

“whereas,  the  building  is  Sail 

’eight'  ”,  tf,s,obryv7va  an,mS  s'to?y  8Lpe!sons;  3rd  story, 

:actory;  1st  story,  vacant,  EXITS:  An  interior 

>  persons;  4th  story,  7  persons.  bai  ^  ^  4th 

,vooden  stairway  extending  wjth  wooden  doors 

itory,  enclosed  b.  wooden  part.trons  w.th^  woo  ^  ^ 

it  openings;  a  sub;standa  P  t0  ,he  ground, 

R°0FS  °f 

rdjoining  buildings  being  on  same  level ,  an 


Whereas,  petitioner  claims  the  board  of  review  has  ac¬ 
cepted  the  present  conditions,  and  contends  that  the  exits 
are  adequate. 

Resolved,  that  the  board-  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  existing  stairhall  enclosure  on  the 
top  story  shall  be  extended  to  include  the  existing  double 
rung  iron  ladder  to  scuttle  in  roof  direct  from  top  story 
hall,  and  granted  only  so  long  as  conditions  as  to  use  and 
occupancy  remain  unchanged. 


307-25-S. 

PETITIONER — Alfred  J.  Boulton,  for  Fannie  Ebersman, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
health  commissioner. 

PREMISES  AFFECTED — 3218  Church  avenue,  Brooklyn. 
APPEARANCES— 

For  Petitioner:  Alfred  J.  Boulton,  Fannie  Ebers¬ 
man. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Wralsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland,  Acting 
Fire  Chief  Martin,  Superintendents  Brady, 


Kleinert,  Reville  and  Moore  .  11 

Negative  .  0 

Absent:  Deputy  Fire  Commissioner  Hannon  and 

Superintendent  McDermott  .  2 

THE  RESOLUTION: 

(307-25-S) 


Whereas,  Alfred  J.  Boulton,  for  Fannie  Ebersman,  owner, 
filed,  March  19,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  a  decision  of  the  health  commis¬ 
sioner,  affecting  premises  3218  Church  avenue,  Brooklyn;  and 
Whereas,  the  decision  of  the  health  commissioner,  ren¬ 
dered  March  4,  1925,  reads : 

“At  a  meeting  of  the  Board  of  Health  of  the  Depart¬ 
ment  of  Health  of  the  City  of  New  York,  held  March 
4  1925,  your  application  for  a  permit  to  SANITAR\ 
CERTIFICATE  FOR  A  CELLAR  BAKERY,  3218 
Church  Avenue,  in  the  Borough  of  Brooklyn,  was  de¬ 
nied.”  ; 

and  .  . 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  42  ft.  by  25  ft.  8)4  in.  in  area.  OCCUPIED: 
Cellar,  bakery ;  1st  story,  store ;  dwellings  above ;  the  height 
of  bakery  from  floor  to  ceiling  being  8  ft.;  the  ceiling  be¬ 
ing  level  with  curb,  the  floor  being  1  ft.  0  in.  above  rear 
yard;  the  means  of  ventilation  consisting  of  three  windows 
to  yard  and  two  windows  to  front  area ;  and 

Whereas,  petitioner  contends  that  the  bake  oven  was 
installed  at  the  time  of  erection  of  building  in  1911,  and 
has  filed  a  copy  of  the  certificate  of  occupancy  from  the 
superintendent  of  buildings,  which  he  claims  is  still  in  force ; 

Whereas,  there  was  a  certificate  of  occupancy  issued  b> 
the  superintendent  of  buildings  in  1911,  and  it  is  still  in 
force,  for  a  bakery  and  oven  occupancy. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  ol  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  side  walls  shall  be  floated  smooth  in 
hard  finish  cement  or  lime  mortar;  that  the  ceiling  shall 
be  plastered  three  coats,  hard  finish,  on  metal  lath,  and 
that  the  three  (3)  windows  as  indicated  on  the  plans  shall 
open  directly  to  the  yard  of  same  premises  and  be  so  main¬ 
tained. 


PETITIONER— George  Fred  Pelham,  for  Cabtle  Realty 
Co.,  owner. 
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SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFbEC  TED — 442-450  West  31st  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner :  Ernest  Fiense. 

AC1ION  Ob  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Acting  Fire  Chief  Martin, 
Superintendents  Brady,  Reville  and  Kleinert  8 
Negative:  Mr.  Connell  and  Superintendent  Moore  2 
Absent:  Mr.  Holland,  Deputy  Fire  Commissioner 
Hannon  and  Superintendent  McDermott  ....  3 

THE  RESOLUTION: 

(290-25-S) 

Whereas,  Bene  M.  Sylvan,  for  Castle  Realty  Co.,  owner, 
filed,  March  16,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  a  decision  of  the  superintendent 
of  buildings,  affecting  premises  442-450  West  31st  street, 
Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  March  19,  1925,  in  acting  on  Alt.  Applica¬ 
tion  No.  2649-24,  reads: 

“10.  As  building  is  over  100  ft.  in  height  wood  floor 
surfaces  unlawful.  Section  264  of  the  Labor  Law.”: 

and 

Whereas,  the  building  is  fireproof,  at  present  five  stories, 
67  ft.  (proposed  12  stories,  160  ft.)  in  height,  83  ft.  4  in. 
by  102  ft.  6V2  in.  in  area;  OCCUPIED  as  a  factory  build¬ 
ing  for  manufacturing  food  products;  EQUIPPED  with  a 
fire  alarm  signal  system;  and 

Whereas,  petitioner  claims  that  the  manufacture  of  food 
products  produces  acids  and  strong  alkali  which  cause  rapid 
disintegration  of  cement  floors,  and  contends  the  interlock¬ 
ing  edge  grained  wood  block  flooring  proposed  has  passed 
a  satisfactory  test  to  withstand  chemical  action. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on.  condition  that  an  edge  grain  wood  block  interlocking  dove¬ 
tail  flooring  shall  be  laid  directly  on  the  cement  finished 
floor  of  concrete  arches  to  an  even  finish  without  air  space 
or  pockets  and  only  for  and  during  the  present  use  and 
occupancy  of  the  building,  for  acid  and  alkali  process  used 
in  conjunction  with  the  manufacturing  process  of  the  busi¬ 
ness  operated  on  these  premises. 


standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  a  decision  of  the  superintend¬ 
ent  of  buildings,  affecting  premises  41  West  57th  street 
Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  March  20,  1925,  in  acting  on  N.  B.  Application 
No.  155-25,  reads: 

"1.  An  exterior  enclosed  stairway  should  be  pro¬ 
vided  (Sec.  270-3,  Labor  Law). 

“2.  All  interior  trim  and  floors  should  be  of  incom¬ 
bustible  materials  (Sec.  264-6  of  Labor  Law). 

5.  Windows  should  conform  to  requirements  of 
Section  264-7  of  Labor  Law.  No  pane  may  exceed 
720  square  inches.” ; 
and 

Whereas,  the  building  is  to  be  fireproof,  nine  stories  (102 
ft.)  in  height,  34  ft.  by  70  ft.  3  in.  in  area.  OCCUPIED : 
Store,  offices  and  25  per  cent  of  the  floor  area  for  manu¬ 
facturing  purposes,  28  persons  on  each  story;  equipped  with 
a  sprinkler  system  and  a  fire  alarm  signal  system.  EXITS : 
T  wo  interior  fireproof  stairways  extending  from  the  1st 
story  to  the  roof,  enclosed  in  fireproof  partitions  with  fire 
doors  at  openings ;  all  interior  trim  and  floors  to  be  of 
wood  except  stairways  and  exit  halls,  which  will  be  fire¬ 
proof;  ROOFS,  of  adjoining  buildings  are  2  ft.  4  in.  below 
at  west  and  48  ft.  above  at  the  east  side ;  windows  on 
street  front  to  be  glazed  with  plate  glass  in  metal  frames; 
maximum  sizes,  1st  story,  8  ft.  by  12  ft.  4  in.;  2nd  story 
6  ft.  6  in.  by  12  ft. ;  3rd  to  7th  story,  6  ft.  by  6  ft.  6  in  • 
8th  story,  3  ft.  by  4  ft.;  and 

Whereas,  petitioner  contends  that  the  area  of  building 
is  small,  exits  are  adequate  and  the  height  is  but  2  ft.  over 
the  limiting  height  which  would  not  require  a  fire  tower. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  1,  on  condition  that  not  less  than  two  (2) 
interior  enclosed  fireproof  stairways  shall  be  provided ; 
granted,  as  to  Item  No.  2,  on  condition  that  the  building 
shall  not  be  extended  in  area,  size  or  dimension ;  granted, 
as  to  Item  No.  5  only  so  far  as  it  affects  the  windows  on 
the  street  front,  on  condition  that  all  window  openings  above 
the  2nd  story  shall  be  equipped  with  approved  metal  frames 
and  sash,  glazed  with  wire  plate  glass;  that  a  self-closing 
fireproof  door,  opening  out  in  the  line  of  travel,  shall  be 
provided  at  the  foot  of  the  rear  stairs  in  the  1st  story 
hall,  with  wire  polished  plate  glass  panel,  not  exceeding 
320  sq.  in.  in  area,  and  that  any  manufacturing  occupancy 
of  the  building  shall  not  exceed  25  per  cent  of  the  floor  area, 
restricted  to  light  industrial  work. 


361-25-S.  I  ,4 

PETITIONER— Henry  Otis  Chapman,  for  George  C. 
Smith,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED— 41  West  57th  street,  Manhat¬ 
tan. 


APPEARANCES— 

^  For  Petitioner :  Henry  Otis  Chapman,  H.  W.  Veder. 
ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy ,' 
Dowd,  Gunnison,  Connell,  Superintendents 

Brady,  Reville  and  Kleinert  .  8 

Negative:  Acting  Fire  Chief  Martin  and  Super¬ 
intendent  Moore  .  2 

Absent:  Mr.  Holland,  Deputy  Fire  Commis¬ 
sioner  Hannon  and  Superintendent  McDer¬ 
mott  .  o 

THE  RESOLUTION:  . 

(361-25-S) 

Whereas,  Henry  Otis  Chapman,  for  George  C.  Smith 
owner,  filed,  April  2,  1925,  a  petition,  with  the  board  of 


276-25-S 

PETITIONER — William  F.  Conran,  for  Estate  of  J.  P. 
Richards,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED— 13  East  31st  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  William  F.  Conran. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Acting  Fire  Chief 
Martin^  Superintendents  Brady,  Reville, 


Kleinert  and  Moore  .  10 

Negative  .  0 

Absent:  Mr.  Holland,  Deputy  Fire  Commis¬ 
sioner  Hannon  and  Superintendent  McDer¬ 
mott  .  3 

THE  RESOLUTION: 

(276-25-S) 


Whereas,  William  F.  Conran,  for  Estate  of  J.  P.  Ricfi 
ards,  owner,  filed,  March  11,  1925,  a  petition,  with  the  board 
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of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  a  decision  of  the  super¬ 
intendent  of  building  and  an  order  of  the  tire  commissioner, 
affecting  premises  13  East  31st  street,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  March  4,  1925,  reads : 

“With  reference  to  your  application  for  certificate 
of  occupancy  dated  March  2,,  1925,  we  beg  to  advise 
you  that  before  certificate  may  be  issued  to  supersede 
certificate  No.  4734  the  following  objections  must  be 
removed : 

“Fire  escape  stairs  not  extended  to  roof ;  doors  in 
stair  enclosure  not  self-closing;  fireproof  door  to  cellar 
not  self-closing;  no  second  means  of  exit  from  first 
floor  to  cellar.”; 

j  and 

The  order  of  the  fire  commissioner,  dated  March  5,  1925, 

reads : 

"Order  No.  70515-LD : 

“1.  Arrange  the  tire  escape  on  the  rear  of  the  build¬ 
ing  and  the  openings  leading  thereto  and  the  window's 
opening  on  the  course  thereof  so  that  same  are  in  com¬ 
pliance  with  the  provisions  of  Sections  273  and  274  of 
the  Labor  Law  and  the  rules  of  the  Board  of  Standards 
and  Appeals  or  carry  out  a  proper  alterative  method 
of  complying  with  the  requirements  of  Section  271  of 
the  Labor  Law. 

“NOTE:  Among  the  defects  noted  on  this  fire  escape 
are  the  following :  Stairway  does  not  extend  to  the 
roof.  Doors  leading  to  the  balconies  not  self-closing. 
Terminates  on  roof  of  2nd  story  extension  and  does 
not  provide  any  means  of  egress  from  the  2nd  story 
of  building,  and  there  is  a  passageway  enclosed  in  fire 
resisting  material  instead  of  fireproof  material  leading 
to  the  interior  stairway  at  2nd  story,  thence  to  street 
by  stairway,  which  is  also  enclosed  in  fire  resisting 
material. 

“2.  Provide  an  additional  required  means  of  exit 
on  the  2nd  story,  remote  from  the  existing  stairway, 
preferably  located  at  the  north  side  of  building,  in  ac¬ 
cordance  with  the  requirements  of  Section  271  of  the 

Labor  Law.” ; 
and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  20  ft.  101)4  in.  by  86  ft.  in  area  at  the  2nd  story 
and  65  ft.  deep  on  stories  above.  OCCUPIED:  Cellar, 
storage ;  1st  story,  store ;  2nd  to  5th  stories,  inclusive,  manu¬ 
facturing  of  dresses,  25  persons  on  each  story;  none  in 
cellar;  equipped  w'ith  a  fire  alarm  signal  system.  EXITS: 
An  interior  non-fireproof  stairway,  extending  from  the  1st 
story  to  the  roof,  enclosed  in  fire-resisting  partitions,  with 
fire  doors  at  openings ;  a  sub-standard  fire  escape  on  the 
rear  of  the  building,  extending  from  the  5th  story  to  the 
roof  of  2nd  story  extension;  a  gooseneck  ladder  from  5th 
story  balcony  to  roof,  with  egress  from  the  termination 
of  fire  escape  by  means  of  hall  enclosed  with  fire-resisting 
partitions  to  main  stairhall ;  ROOFS  of  adjoining  build¬ 
ings  are  at  same  level  at  wrest  and  three  stories  higher 
at  east  side;  and 

Whereas,  petitioner  proposes  to  provide  a  45  degree  stair¬ 
way  from  5th  story  fire  escape  balcony  at  rear  to  roof ; 
to  make  all  windows  on  the  course  of  fire  escape  fireproof 
and  self-closing  and  to  make  all  doors  in  stair  enclosure 
and  to  cellar  fireproof,  self-closing,  and  contends  that  the 
exits  would  then  be  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
as  to  Item  No.  1,  only  so  far  as  it  affects  egress  from 
the  roof  of  extension  at  the  3rd  story  by  passageway  en¬ 
closed  in  fire-resisting  material;  granted,  as  to  Item  No. 
2,  on  condition  that  a  balcony  shall  be  provided  at  the  2nd 
story  in  the  rear,  with  a  gooseneck  ladder  to  the  roof  of 
extension  and  counterbalanced  drop  ladder  in  guides  to  the 
yard  to  the  west,  and  that  one  of  the  present  fireproof  win¬ 


dows  in  the  rear  of  the  2nd  story  shall  be  replaced  with 
self-closing  fireproof  casement  door  with  iron  steps  to  sills, 
and  that  a  stairway  shall  be  provided  from  the  rear  of 
cellar  to  the  1st  story  enclosed  in  fire-retarding  material 
with  self-closing  fireproof  door  at  the  foot  of  same,  and 
that  the  orders  in  other  respects  be  complied  with. 


80-25-S. 

PETITIONER — Samuel  Cohen,  for  Michael  C.  A.  For- 
mato,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 23  West  56th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner :  Max  Siegel. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Acting  Fire  Chief  Mar¬ 
tin,  Superintendents  Brady,  Reville,  Kleinert 


and  Moore  .  9 

•  Negative  .  0 

Absent:  Messrs.  Kennedy,  Holland,  Deputy  Fire 
Commissioner  Hannon  and  Superintendent 
McDermott  .  4 

THE  RESOLUTION: 

(80-25-S) 


Whereas,  Samuel  Cohen,  for  Irene  K.  Wise,  owner,  filed, 
January  20,  1925,  a  petition,  with  the  board  of  standards 
and  appeals,  for  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  a  decision  of  the  superintendent  of 
buildings,  affecting  premises  23  West  56th  street,  Manhat¬ 
tan  ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  16,  1925,  reads: 

“1.  Stairway  must  continue  to  roof. 

“4.  A  secondary  means  of  egress  must  be  provided 
from  all  floors,  same  to  be  in  accordance  with  Labor 
Law. 

“5,  All  windows  on  rear  and  sides  must  comply  with 
Section  264-7  of  the  Labor  Law.”; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories,  base¬ 
ment  and  cellar  in  height,  25  ft.  by  95  ft.  in  area  in  the 
basement,  1st,  2nd  and  3rd  stories  and  25  ft.  by  60  ft.  in 
area  on  the  4th  story.  OCCUPIED:  Basement,  factory,  12 
persons;  1st  story,  show  rooms,  4  persons;  2nd  story,  studio 
and  dwelling;  3rd  and  4th  stories,  dwelling.  EXITS:  An 
interior  wooden  stairway,  extending  from  the  1st  story  to 
the  top  story,  enclosed  in  wood  stud  and  plaster  partitions 
with  wooden  doors  at  the  openings;  no  fire  escape;  a  pro¬ 
posed  60  degree  fire  escape  on  the  rear  of  the  building; 
ROOFS  of  adjoining  buildings  are  at  same  level ;  and 

Whereas,  petitioner  contends  that  it  would  be  a  hard¬ 
ship  to  fireproof  the  windows  at  the  rear  of  the  premises 
as  they  are  ornamental,  and  further  contends  that  in  view 
of  the  factory  occupancy  being  on  the  basement  story  only, 
that  the  existing  means  of  exit  are  ample. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  1,  on  condition  that  a  fixed  double  rung 
iron  ladder  shall  be  provided  within  the  stairhall  enclosure 
in  the  top  story  to  scuttle  in  roof;  granted,  as  to  Item  No. 
4,  on  condition  that  a  fire  escape  shall  be  provided  at  the 
rear  of  the  main  building  with  balconies  not  less  than  4  ft. 
wide,  with  60  degree  connecting  stairs  from  the  yard  to 
the  roof,  with  egress  from  termination  by  means  of  fire- 
resisting  passageway  direct  to  the  street  at  the  1st  story  level, 
any  openings  therein  provided  with  self-closing  fire  doors; 
granted,  as  to  Item  No.  5,  on  condition  that  all  windows 
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on  the  course  of  the  fire  escape  shall  be  made  fireproof,  self¬ 
closing;  granted  only  so  long  as  the  conditions  as  to  occu¬ 
pancy  and  use  remain  unchanged. 


28-25-S. 

fi’h'f  ff  fUNKR — Samuel  Cohen,  for  Alice  Hoffman,  owner. 
SUBJECI — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  APFECTED — 17  East  54th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  Max  Siegel. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Gunnison, 
Connell,  Acting  Fire  Chief  Martin,  Superin¬ 
tendents  Brady,  Reville,  Kleinert  and  Moore  8 
Absent:  Messrs.  Kennedy,  Dowd,  Holland,  Dep¬ 
uty  Fire-  Commissioner  Hannon  and  Super¬ 
intendent  McDermott  . , .  5 

THE  RESOLUTION: 

(28-25-S) 

Whereas,  Samuel  Cohen,  for  Alice  Hoffman,  owner,  filed, 
January  8,  1925,  a  petition,  with  the  board  of  standards  and 
appeals,  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  17  East  54th  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  3,  1924,  reads: 

“Order  No.  69167-LD : 

“1.  Extend  the  interior  stairway  at  the  west  side 
of  building  to  the  roof,  as  per  Section  271  of  the  La¬ 
bor  Law. 

“2.  Arrange  the  fire  escape  on  the  rear  of  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof  so  that  same  are  in 
compliance  with  the  provisions  of  Section  273  and  274 
of  the  Labor  Law  *  *  *. 

“Among  the  defects  noted  on  this  fire  escape  are  the 
following : 

“Windows  on  course  not  fireproof,  self-closing.  No 
balcony  provided  on  4th  story,  roof  extension.  No  safe 
passageway  from  termination  to  street.”; 
and 

Whereas,  on  April  21,  1925,  this  case  was  amended  to 
include  the  following  objection  of  the  superintendent  of 
buildings : 

“Before  a  Certificate  of  Occupancy  may  be  issued  it 
will  be  necessary  to  extend  the  interior  stairs  to  the 
roof  and  arrange  the  fire  escape  on  the  rear  of  build¬ 
ing  to  comply  with  Section  271  of  the  Labor  Law. 
Among  the  defects  noted  are  the  following: 

“Windows  on  course  of  fire  escape  not  fireproof, 
self-closing;  no  balcony  provided  at  4th  story  roof  ex¬ 
tension  ;  no  safe  passageway  from  termination  of  fire 
escape  to  street ;  no  knobs  on  doors  leading  to  fire 
escape.” ; 
and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  20  ft.  10  in.  by  100  ft.  in  area  at  the  1st,  2nd  and 
3rd  stories  and  20  ft.  10  in.  by  60  ft.  in  area  on  the  4th 
and  5th  stories.  OCCUPIED :  1st  story,  stores  and  25  per 
cent  manufacturing,  30  persons;  upper  stories,  showrooms 
and  25  per  cent  manufacturing,  48  persons  above  the  1st 
story.  EXITS:  An  interior  wooden  stairway,  extending 
from  the  1st  story  to  the  top  story,  with  ladder  to  scuttle 
in  roof,  enclosed  in  fire-retarding  partitions  with  kalameined 
doors  at  openings;  a  fire  escape  with  non-fireproof  windows 
along  the  course  thereof,  on  the  rear  of  the  main  building, 
extending  from  the  main  roof  to  the  roof  of  the  three- 
story  extension,  with  egress  across  this  roof  to  a  fire  escape 


on  the  easterly  side  of  the  extension,  with  balconies  and 
stairs  to  yard;  with  egress  from  the  termination  of  fire 
escape  by  means  of  steps  to  adjoining  yard  to  east;  ROOFS 
of  adjoining  buildings  are  at  the  same  level;  and 

Whereas,  petitoneir  proposes  to  fireproof  the  windows 
along  the  course  of  the  fire  escape  and  also  to  have  the 
occupancy  of  each  story  limited  to  six  (6)  persons. 

Resolved,  that  the  order  of  the  fire  commissioner  and 
the  decision  of  the  superintendent  of  buildings  be  and  they 
hereby  are  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


178-25-S. 

PETITIONER — Charles  Meyer,  for  Samuel  Weil,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 391  Washington  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Charles  Meyer. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  #BOARD — Petition  denied. 

THE  VOTE  'TO  GRANT— 

Affirmative :  Superintendent  Reville  .  1 

Negative:  Chairman  Walsh,  Messrs.  Gunnison, 
Connell,  Acting  Fire  Chief  Martin,  Super¬ 
intendents  Brady,  Kleinert  and  Moore  ....  7 
Absent:  Messrs.  Kennedy,  Dowd,  Holland,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  McDermott  .  5 

THE  RESOLUTION : 

(178-25-S) 

Whereas,  Charles  Meyer,  for  Samuel  Weil,  owner,  filed, 
February  13,  1925,  a  petition,  with  the  board  of  standards 
and  appeals,  from  an  order  of  the  fire  commissioner,  af¬ 
fecting  premises  391  Washington  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  24,  1924,  reads : 

“Order  No.  66715-LD : 

“1.  Remove  the  sub-standard  fire-escape  on  north 
side  of  building  or  reconstruct  same  in  accordance  with 
Section  274  of  the  Labor  Law,  except  that  in  lieu  of 
a  counterbalanced  stair,  a  drop  ladder  in  guides  from 
the  lowest  balcony  to  the  ground  may  be  provided^ 
as  per  Rule  amended  by  the  Board  of  Standards  and 
Appeals  May  9,  1924.” : 
and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  75  ft.  by  79  ft.  10  in.  in  area.  OCCUPIED :  1st 
and  2nd  stories,  shipping  and  offices ;  upper  stories,  pack¬ 
ing  and  storage  of  olives;  45  persons  in  entire  building; 
equipped  with  a  fire  alarm  signal  system.  EXITS :  An 
interior  wooden  stairway,  extending  from  1st  story  to  roof, 
enclosed  in  wire  lath  and  cement  plaster  partitions  with 
kalameined  doors  at  openings ;  a  sub-standard  fire  escape 
on  the  north  wall  of  the  building  and  also  a  fire  escape 
on  the  west  side  of  the  building,  extending  from  the  roof 
to  2nd  story,  with  counterbalanced  stair  to  street;  ROOFS 
of  adjoining  buildings  are  at  same  level;  and 
Whereas,  petitioner  contends  that  the  sub-standard  fire 
escape  is  in  excess  of  all  required  legal  exits  and  may  be 
used  as  an  additional  means  of  exit  in  an  emergency,  and 
proposes  to  show  by  means  of  signs  that  it  is  not  an  exit. 

Resolved ,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


99-22-S. 

PETITIONER — M.  Greenberger,  occupant  of  3rd  story, 
substituted  for  Samuel  Rosenblum,  for  Albert  Levi, 
owner. 

SUBJECT — Application  for  reopening — variation  of  labor 
law  as  cited  in  decision  of  superintendent  of  build¬ 
ings. 
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PREMISES  AFFECTED— 138  West  34th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  Morris  M.  Greenberger. 

ACTION  OF  BOARD— Petition  reopened  and  resolution 
modified.  ,  _ 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESOLU¬ 
TION—  „  . 

Affirmative:  Chairman  Walsh,  Messrs.  Gunni¬ 
son,  Connell,  Acting  Fire  Chief  Martin,  Su¬ 
perintendents  Brady,  Reville,  Kleinert  and 

Moore  .  8 

Negative  .  0 

Absent:  Messrs.  Kennedy,  Dowd,  Holland,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  McDermott  . '•  5 

THE  RESOLUTION : 

(99-22-S) 

Whereas,  Samuel  Rosenblum,  for  Albert  Levi,  owner, 
filed,  January  24,  1922,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  a  decision  of  the  superintendent 
of  buildings,  affecting  premises  138  West  34th  street,  Man¬ 
hattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 

reads:  . 

“1.  Plan  of  vestibule  is  not  clear;  obstruction  by 

showcase  not  permitted.  (Also  egress  from  the  fire 
escapes  must  be  through  a  fireproof  passageway  and 
so  indicated  on  plans.)”; 

and  .... 

Whereas,  the  building  is  non-fireproof,  five  stories  m 
height,  25  ft.  by  98  ft.  9  in.  in  area.  OCCUPIED :  1st 
story,  ’ store ;  2nd  story,  salesrooms,  8  persons;  3rd  story, 
men’s  tailor,  30  persons;  4th  story,  furrier,  5  persons  ;  5th 
story,  cloaks  and  suits,  13  persons ;  the  means  of  egress 
consisting  of  an  interior  stairway  extending  from  the  1st 
story  to  the  roof,  enclosed  in  fire-resisting  partitions  with 
kalameined  doors  at  the  openings,  a  fire  escape  on  the  rear 
of  the  building  with  landing  on  roof  of  extension  in  the 
2nd  story,  with  counterbalanced  stairway  to  adjoining  yard 
and  with  fireproof  windows  on  the  course  of  the  fire  escape, 
one  on  each  story  being  a  casement  sash;  and 
Whereas,  petitioner  contends  that  the  show  window  in 
the  entrance  hall  is  permanently  built  in  and  rigid  and  that 
there  is  a  fireproof  door  directly  from  the  entrance  to  the 
hallway  shutting  off  the  stairway  and  hallway  from  this 
show  window;  and 

Whereas,  the  petitioner,  in  view  of  the  light  occupancy, 
requests  that  the  means  of  exit  be  considered  adequate; 

and  . 

Whereas,  this  petition  was  granted  by  the  board  at  its 
meeting,  April  11,  1922,  and  April  7,  1925,  on  certain  con¬ 
ditions,  and  petitioner  now  requests  a  modification  of  these 
conditions  as  to  egress  from  the  termination  of  fire  escapes, 
egress  to  adjoining  yard  being  blocked. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
as  to  egress  from  the  rear  fire  escape  by  means  of  a  direct 
connection  from  the  2nd  story  extension  to  the  extension 
roof  of  the  adjoining  premises,  with  egress  therefrom 
through  plain  glass  windows,  on  condition  that  consent 
of  the  adjoining  owner  is  filed  with  the  bureau  of  build¬ 
ings,  and  that  the  conditions  remain  unchanged;  that  the 
occupancy  of  the  3rd  story  be  limited  to  30  persons  or  the 
legal  capacity  of  the  stairway,  and  that  the  decision  of  i 
superintendent  of  buildings  as  to  the  vestibule  and  extend¬ 
ing  hall  partitions  to  the  street  be  and  it  hereby  is  affirmed, 
and  the  petition  as  to  this  item  be  and  it  hereby  is  denied. 


been  completed,  thus  tying  the  hands  of  the  administrative 
official  in  the  performance  of  his  duty : 

(1165-24-S) 

Filed  September  25,  1924 — Premises  161-165  Perry  street, 
Manhattan.  Order  of  the  fire  commissioner, 
labor  law.  Petitioner,  Geo.  M.  Wood.  Dis¬ 
missed  for  lack  of  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Gunni¬ 
son,  Connell,  Acting  Fire  Chief  Martin,  Su¬ 
perintendents  Brady,  Reville,  Kleinert  and 

Moore  .  8 

Negative  .  0 

Absent :  Messrs.  Kennedy,  Dowd,  Holland,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  McDermott  .  5 

THE  RESOLUTION: 

(1165-24-S) 

Whereas,  the  foregoing  petitioner  h'as  filed  with  the 
board  of  standards  and  appeals  petition  for  variation  from 
the  requirements  of  the  labor  law  as  cited  in  an  order  oi 
the  fire  commissioner  affecting  the  premises  in  question ;  and 
Whereas,  the  petitioner  has  failed  to  complete  his  pa¬ 
pers,  though  duly  notified  to  do  so. 

Resolved,  that  the  foregoing  petition  be  and  it  hereby  is 
dismissed  for  lack  of  prosecution. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 
259-25-SA. 

PETITIONER — Automatic  Oil  Burner  Corp. 

SUBJECT — Approval  of  Electrol  Automatic  Oil  Burner. 
APPEARANCES— None. 

ACTION  OF  BOARD — Petition  placed  on  reserve  calen¬ 
dar  pending  report  of  committee  of  inspection. 

1200-24-SA. 

PETITIONER — Robert  H.  Law,  Jr.,  for  Berkins  Oil 
Burner  Company. 

SUBJECT — Approval  of  Berkins  Oil  Burner. 
APPEARANCES — None. 

ACTION  OF  BOARD — Petition  withdrawn  on  request 

of  petitioner. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Walsh,  Messrs.  Gunni¬ 
son,  Connell,  Acting  Fire  Chief  Martin,  Su¬ 
perintendents  Brady,  Reville,  Kleinert  and 

Moore  .  8 

Negative  .  0 

Absent:  Messrs.  Kennedy,  Dowd,  Holland,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  McDermott  .  5 


CASE  DISMISSED. 

The  chairman  called  attention  to  the  following  case,  where 
notice  of  intention  to  petition  was  offered  for  filing;  but 
where,  despite  notices  from  this  office,  papers  have  not 


1314-24-SA. 

PETITIONER— U.  S.  E.  M.  Company. 

SUBJECT — Approval  of  USEM  A.  C.  Fire  Alarm  Panel. 
APPEARANCES— None. 

ACTION  OF  BOARD — Petition  approved  in  accordance 
with  report  of  bureau  of  fire  prevention  of  the 
fire  department. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Walsh,  Messrs.  Gunni¬ 
son,  Connell,  Acting  Fire  Chief  Martin,  Su¬ 
perintendents  Brady,  Reville,  Kleinert  and 

Moore  .  8 

Negative  .  0 

Absent :  Messrs.  Kennedy,  Dowd,  Holland,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  McDermott  .  5 

THE  RESOLUTION: 

(1314-24-SA) 

Whereas,  the  U.  S.  E.  M.  Co.  filed,  November  7,  1924, 
a  petition,  with  the  board  of  standards  and  appeals,  for 
approval  of  their  device  known  as  the  U.S.E.M.  A.  C.  and 
D.  C.  Control  Panels ;  and 

Whereas,  this  matter  was  submitted  to  the  fire  depart¬ 
ment  for  test  and  report,  and  the  report  of  the  chief  of 
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the  fire  prevention  bureau,  dated  May  15,  1955,  recom¬ 
mends  the  approval  of  the  device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  U.S.E.M.  A.  C. 
and  D.  C.  Control  Panels,  when  installed  in  accordance 
with  the  report  of  the  chief  of  the  fire  prevention  bureau. 


CASES  DISMISSED. 

Appliances  for  Approval. 

The  chairman  called  attention  to  the  following  cases, 
where  notices  of  intention  to  petition  the  board  for  ap¬ 
proval  were  offered  for  filing,  but  where,  despite  notices 
from  this  office,  papers  have  not  been  completed: 

(1040-24-SA) 

hiled  August  14,  1924— Approval  of  Tiffany  Fuel  Oil 
Burner.  The  Tiffany  Oil  Burner  Co.  Dis¬ 
missed  for  lack  of  prosecution. 


Croker  Electric  Co.,  Inc.  Dismissed  for  lack 
of  prosecution. 

THE  VOTE  TO  DISMISS- 

Affirmative:  Chairman  Walsh,  Messrs.  Gunni¬ 
son,  Connell,  Acting  Fire  Chief  Martin,  Su¬ 
perintendents  Brady,  Reville,  Kleinert  and 

Moore  .  g 

Negative  . ’ '  *  0 

Absent:  Messrs.  Kennedy,  Dowd,  Holland,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  McDermott  ...  * 

THE  RESOLUTION:  . 

Whereas,  the  foregoing  petitioners  have  filed  with  the 
board  of  standards  and  appeals  petitions  for  approval  of 
their  devices ;  and 


whereas,  me  petitioners  have  failed  to  complete  their 
papers,  though  duly  notified  to  do  so. 

Resolved,  that  the  foregoing  petitions  be  and  they  hereby 
are  dismissed  for  lack  of  prosecution. 


(1521-24-SA) 

Filed. December  26,  1924— Approval  of  Croker  Fire  Alarm 
Control  Board  and  Gong.  Petitioner,  The 


Adjourned  5.45  p.  m. 

William  J.  O  Gorman,  Secretary. 
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^CORRECTION. 

The  correction  of  the  minutes  of  the  meeting  of  the  board 
of  standards  and  appeals  held  Tuesday  afternoon,  October 
30,  1923,  as  they  appeared  in  Bulletin  No.  19,  Vol.  X,  are 
hereby  corrected  to  read  as  follows: 

(809-23-S) 

Whereas,  John  A.  McCooey,  Jr.,  and  H.  E.  Horwo(5d 
representing  Croker  Nat’l  Fire  Prev.  Eng.  Co.,  for  Pyramid 
Playing  Card  Co.,  owner,  filed,  June  25,  1923,  a  petition, 
with  the  board  of  standards  and  appeals,  for  variation  from 
the  requirements  of  the  labor  law,  as  cited  in  an  order 
of  the  fire  commissioner,  affecting  premises  351-3  Jay  street 
Brooklyn;  and  ’ 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  28,  1922,  reads: 

1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  *  *  *. 

NOTE .  Among  the  defects  noted  on  this  fire  escape 
are  the  following: 

“No  45  degree  connecting  stairways  between  bal¬ 
conies. 

“No  passageway  from  termination  of  fire  escape  to 
street.”  ; 
and 


* Correction — The  words  “ correction  of  the”  inserted  in 
first  line  of  notice. 


l.  •  .  .  an  L  k  TV  rg  ■ S  non~hreProof,  seven  stories  in 

s  vs  tern  °FXTt£  °n  ft'  -m  area  ’  equiPPed  with  sprinkler 
system.  EXITS:  One  interior  stairway  enclosed  in  a 

wooden  partition,  metal  covered  on  loft  side,  with  metal 

covered  doors  at  openings ;  two  sub-standard  fire  escapes 

and  a  fire  escape  with  fire  doors  and  windows  along  course 

prpe£ccf  bml.dlPff  extending  from  roof  to  1st  story  with 
EURESS  consisting  of  a  stairway  from  the  1st  storv  bal¬ 
cony  up  to  the  roof  of  a  one-story  garage  at  the 'rear- 
occupied  as  tenant  factory,  81  persons  in  the  entire  build¬ 
ing;  and 


c  ,  ,  v,  .  tiiai  owing  lo  ngnt  occu¬ 

pancy  of  the  building  and  the  hardship  involved  the  exist 
ing  stairway  be  accepted  as  adequate. 


Resolved  that  the  board  of  standards  and  appeals  does 
icreby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  an  iron  stairs  shall  be  provided  from 
the  termination  of  the  rear  fire  escape  on  the  2nd  storv  to 
the  roof  of  the  garage,  the  ceiling  of  which  is  fire"  re- 
tarded,  and  that  a  portable  iron  ladder  shall  be  provided 

!jn  i  .j°nt.  of  tbe  roof  of  S^rage  and  counterbalanced 
drop  ladder  in  guides  shall  be  provided  to  the  fire  escape 
on  front  of  building,  and  that  all  windows  on  the  course 
o  the.  rear  fire  escape  shall  be  made  self-closing  with  the 
exception  of  the  top  story ;  granted  only  so  long  as  the  con- 
ditions  as  to  occupancy  and  use  remain  unchanged. 


CONCRETE  RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 


for  each  ninety-five  pound  bag  of  Portland  cement. 

1"1  ^'3  Mlx>  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement.  6 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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FIRE  ESCAPE  RULES 


Fire  Escape  Rules  of  the  Board  of  Standards  and  Appeals, 
adopted  July  2,  1918,  Cal.  No.  1218-18-S ;  Amended  Dec. 
12,  1918;  Cal.  No.  1708-18-S;  Amended  May  9,  1924,  Cal. 

No.  414-24-SR. 

Rule  1.  In  any  building  erected  prior  to  October  1, 
1913,  now  occupied  or  to  be  occupied  as  a  factory,  more 
than  five  stories  in  height  and  not  exceeding  nine  stories 
in  height,  nor  in  any  case  more  than  90  ft.  from  curb  level 
to  top  floor  level,  one  of  the  required  means  of  exit  or 
escape  under  Section  271-1  of  the  Labor  Law  may  con¬ 
sist  of  an  outside  fire  escape,  provided  that: 

(a)  Any  such  fire  escape  hereafter  erected  shall  comply 
with  all  the  provisions  of  Section  273,  labor  law,  and  in 

addition  thereto: 

(1)  The  balconies  and  stairs  shall  be  protected  on 
the  outside  by  substantial  railings  to  a  height  of  at 
least  4  ft.  6  in.,  measured  from  floor  of  balcony  or 
center  of  stair  tread,  constructed  of  bars  at  least  one- 
half  (J4)  inch  in  diameter,  spaced  not  more  than  six 
(6)  inches  on  centers,  or  of  substantial  grill  work,  or 
of  screening  not  less  than  No.  10  U.  S.  gauge  wire 
with  not  more  than  one  and  one-half  (1}4)  i 
mesh,  all  rigidly  braced; 

(2)  When  there  is  safe  egress  from  the  roof  of  the 
building  to  any  adjoining  structure,  the  fire  escape  stair¬ 
way  shall  continue  to  the  roof,  and  if  there  be  no  saf^ 
means  of  egress,  a  gooseneck  ladder  shall  be  provided 
from  the  top  story  balcony  to  the  roof. 

(b)  Any  such  fire  escape  erected  prior  to  October  1, 
1913,  shall  conform  in  every  respect  with  the  requirements 
of  paragraph  (a)  of  this  rule,  except  that  balconies  may 
be  not  less  than  3  feet  in  width ;  the  connecting  stairs  not 
less  than  20  inches  in  width,  and  placed  at  an  angle  not 
exceeding  60  degrees  if  the  building  is  not  over  six  stories 
in  height,  otherwise  at  an  angle  of  45  degrees;  fire  win¬ 
dows  leading  to  balconies  may  be  at  window  sill  level  if 
fixed  steps  not  less  than  sixteen  (16)  inches  wide  are 
provided  on  the  inside  from  floor  level,  leading  thereto. 

(c)  Any  such  fire  escape  erected  subsequent  to  October 
1,  1913,  and  prior  to  these  rules  taking  effect,  unless  pre¬ 
viously  accepted  as  one  of  the  required  means  of  exit  or 
escape  by  the  administrative  official  having  jurisdiction, 
shall  conform  in  every  respect  to  paragraph  (a)  of  t 
rule. 

Rule  2.  A  fire  escape  shall  not  hereafter  be  accepted 
as  constituting  one  of  the  required  means  of  exit  or  escape 
under  Section  271-1  of  the  Labor  Law,  m  any  building 


erected  prior  to  October  1,  1913,  now  occupied  or  to  be  oc¬ 
cupied  as  a  factory,  exceeding  nine  stories  in  height,  or 
more  than  90  feet  from  curb  level  to  top  floor  level. 

Rule  3.  When  in  addition  to  the  required  exits  from 
any  factory  or  factory  building,  there  exist  other  means  of 
egress  which  are  not  entirely  in  accordance  with  the  require¬ 
ments  of  the  Labor  Law  and  the  Rules  of  the  Board  of 
Standards  and  Appeals,  such  means  of  egress  may  be  re¬ 
tained*  under  the  following  conditions: 

(a)  Fire  Escapes. — All  substandard  fire  escapes  on  fac¬ 
tory  buildings  shall  be  removed  or  reconstructed  in  accord¬ 
ance  with  Section  274  of  the  Labor  Law,  except  that  in 
lieu  of  a  counterbalanced  stair  a  drop  ladder  in  guides  from 
the  lowest  balcony  to  ground  may  be  provided.  Sub-stand¬ 
ard  fire  escapes  shall  not  be  considered  as  a  basis  for  in¬ 
creased  occupancy  of  the  building.  When  such  sub-stand¬ 
ard  fire  escapes  are  located  in  any  court  or  on  the  side 
or  rear  of  a  building,  proper  egress  to  a  point  of  safety 
shall  be  provided,  either  to  open  adjoining  yards,  or  the 
lowest  balcony  may  be  connected  to  an  adjoining  fire  escape, 
exterior  stairway,  or  to  roof  of  adjoining  extension,  or 
other  egress  satisfactory  to  the  Fire  Commissioner.  All 
such  fire  escapes  shall  be  maintained  structurally  safe  and 
properly  painted. 

(b)  Interior  Stairways. — All  interior  stairways  not  con¬ 
forming  to  the  requirements  of  the  Labor  Law  or  rules  of 
the  Board  of  Standards  and  Appeals  may  be  retained,  pro¬ 
vided  that  egress  to  same  is  maintained  unobstructed,  halls 
are  properly  lighted,  and  all  landings,  passageways,  etc., 
are  maintained  free  and  unobstructed.  An  easily  operated 
panic  bolt  or  other  similar  device  may  be  installed  at  street 
exit  door. 

(c)  Exterior  Screened  Stairways. — Exterior  screened 
stairways  not  serving  as  a  required  means  of  egress  shall 
be  either  removed  or  maintained  structurally  safe  and  prop¬ 
erly  painted,  exits  thereto  and  all  platforms  and  passage¬ 
ways  thereof  shall  be  maintained  unobstructed,  and  ecr^ 
from  termination  shall  be  provided  for  sub-standard  fire 
escapes  in  subdivision  a. 

(d)  Horizontal  Bridges. — Horizontal  bridges  and  partv 
wall  balconies  between  buildings  shall  be  removed  or  main¬ 
tained  structurally  safe  and  properlv  painted,  and  access 
thereto  and  all  passageways  thereof  shall  be  maintained  un¬ 
obstructed. 

((')  No  sign  of  any  character  shall  be  placed  at  open¬ 
ings  leading  to  these  sub-standard  exits. 


RULES 


COMMUNITY  LAUNDRIES  IN  BUSINESS  DISTRICTS 


Amended  Resolution  Adopted  by  the  Board  of  Appeals, 
March  16,  1920,  Under  Cal.  No.  549-17 -BZ. 

Whereas,  the  board  of  appeals,  at  its  regular  meet¬ 
ing,  December  16,  1919,  unanimously  rescinded  an  opinion 
incidentally  expressed  and  incorporated  in  a  resolution 
adopted  by  the  board  on  May  28,  1917,  in  acting  on  Cal. 
No.  549-17-BZ.  This  opinion  was  that  a  laundry  is  not  a 
prohibited  use  in  a  business  district  under  the  building  zone 
resolution.  The  board  unanimously  rescinded  this  expres¬ 
sion  of  opinion,  inasmuch  as  a  laundry  is  a  factory  within 
the  meaning  of  the  labor  law  and  must  be  so  construed 


under  the  building  zone  resolution  in  the  absence  of  any 
definition  therein  to  the  contrary. 

Resolved,  that  this  shall  not  be  construed  to  include 
within  the  prohibited  uses  specified  under  Section  4  of 
the  building  zone  resolution  a  community  or  neighborhood 
laundry  located  in  the  basement  or  ground  floor  of  a 
building  within  a  business  district  and  containing  not  more 
than  eight  (8)  rotary  washing  machines  with  inside  cylin¬ 
ders  not  more  than  30  in.  in  diameter  by  30  in.  in  length 
over  all  nor  more  than  two  20  in.  extractors,  the  20  in. 
measurement  being  the  diameter  of  the  inside  basket,  which 
machines  and  extractors  shall  be  operated  solely  by  elec¬ 
tric  power  and  do  not  require  the  installation  of  steam 
boiler  or  plant. 
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BOARD  OF  APPEALS. 

Appeals  from  Administrative  Orders. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A— Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19-A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A— Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19- A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 

981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20- A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20-A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A — Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20-A — Pier  20,  East  River.  Manhattan. 


420- 20-A— Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue,  Brooklyn. 

422- 20- A — Pier  29,  foot  of  Harrison  street,  Brooklyn. 

423- 20- A  Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A— Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 

907-21-A— East  side  South  street,  foot  of  Dover  street, 
Manhattan. 

1205-21-A— Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A  Pier  3,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1542- 21-A— Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1 544- 21- A-Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1545- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

A p pliciHccs  Submitted  for  A pprovcil, 

53-21-S — Angle  Hose  Valve. 

1372-21-S— Ford  Fire  Line  Reducing  Valve,  approval  of. 

337-22-S— Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

l5alil't~%unnc  Afme  ^CrUde  0il  Burner-  aPProval 

392-22-b— Ihe  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 

447-22-S— Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S  Crocker  Gas  Valve,  approval  of. 

799-22-S  Kennell  Gas  Cut-Off  Valve,  approval  of. 

957-22-S  Burn  well  Mechanical  Burner,  approval  of. 

1104- 22-S  Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S  Combustion  Fuel  Oil  Burner,  approval  of. 

1173-22-S  Anti-Syphon  Valve,  approval  of. 

1230-22-S  Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S— Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22- S — Delaney  Fuel  Oil  Burner,  approval  of. 

57-23-SA— Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA— Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 
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23- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

24- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

25- 23-SA— Packless  Gas  Shut-Off  Valve,  approval  of. 
27-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
32-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
75-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

!79-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 

97-23-S A — •“Automatic”  Deluge  Valve,  approval  of. 
45-23-SA — 'Cornell  Falat  Oil  Burner,  approval  of. 

92- 23-SA — “Billow"  Class  G.  R.  Oil  Burner,  aoproval  of. 

93- 23-S A — "Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

;07-23-SA — Cornell  No.  1  Type  “A"  Oil  Burner,  ap¬ 
proval  of. 

43-23-SA — Automatic  Gas  Shut-Off,  approval  of. 
•25-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 
of. 

•44-23-SA — Domestic  Fuel  Oil  Burner,  approval  of. 
388-23-SA — Lewis  Oil  Burner,  approval  of. 

198-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap- 
proval  of. 

)52-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

160-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

J46-23-SA — Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

150-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 
169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

(76-23-SA — Ziegler  Oil  Burner,  approval  of. 

180-23-SA — Viking  Pump,  approval  of. 

!46-23-SA — Ludlow  Gas  Cut-Off  Valve,  approval  of. 
139-23-SA — National  Light  Service  Oil  Pump,  approval  of. 
(46-23-SA — Heatiator  Oil  Burner,  approval  of. 

158-23-SA — Worthington  Oil  Burner,  approval  of. 
)61-23-SA — Todd  Residence  Fuel  Oil  Burner,  approval  of. 
164-23-SA — Staples  &  Pfeiffer  Oil  Burner,  app"wal  of. 
U5-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

129-23-SA — Kerrihard  Oil  Burner,  approval  of. 
144-23-SA — Tate-Jones  No.  6  Oil  Burner,  approval  of. 
184-23-SA — Universal  G.  P.  O.  Burner,  approval  of. 
193-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
538-23-SA — Lillibridge  Oil  Vapor  Burner,  approval  of. 
550-23-SA — Apex  Gas  Cut-Off  Valve,  approval  of. 
254-24-S A — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365-24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-SA — Sure  Heat  Automatic  Oil  Burner,  approval  of. 
492-24-SA — Holtzer-Cabot  Type  “C"  Fire  Alarm  Box, 
approval  of. 


493-24-SA — Faultless  Oil  Burner,  approval  of. 

501-24-SA — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA — Kinney  Rotating  Plunger  Pump,  approval  of. 

536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA — Marvel  Oil  Burner,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 

735-24-SA — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 

1 134-24-S A — Peerless  Automatic  Oil  Burner,  approval  of 

1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 

1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA— Chalmers  Oil  Burner,  approval  of. 

1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

1500-24-SA — Smolensky  Check  Valve,  approval  of. 

1509-24-SA — USEM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 

19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan  Brilliant  Burner,  approval  of. 

154-25-SA — Edwards  Solenoid  Type  Bell,  approval  of. 

242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

259-25-SA — Electrol  Automatic  Oil  Burner. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  ivill  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES- 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday,  May  29,  1925,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale ;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  vis.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-t 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line)  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved •  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wiiV>  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap-' 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure.  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  belozv  the  pent  house  roof, 
but  zvhere  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons,  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  .  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  separate  feed 
mains  from  the  basement  or  lowest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflozv  pipe  shall  be  not  less  than  tzvo  (2)  inches 
in  diameter  for  tanks  up  -to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflozv  pipe  shall  be  three  (3)  inches  be¬ 
lozv  the  top  of  the  staves  in  wooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
without  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflozv  pipes  shall  terminate  not  more 
than  twenty-four  (24)  inches  above  roof  and  shall  be  fitted 
zvith  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  zvhere  exposed 
to  the  zveatlier  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering .  which  may  be  of  three  layers  of  one-inch 
(/")  hair  felt  interspersed  zvith  building  paper  zvell  zvrapped 
and  secured  and  covered  zvith  canvas  zvell  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means .  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  z’ertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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■ires  shall  be  approved  by  the  Superintendent  of  Buildings. 
ranks  not  enclosed  and  exposed  to  the  ivcather  shall  be 
overed  ivith  a  double  roof  of  acceptable  construction  con- 
isting  of  a  tight  flat  cover  of  matched  boards  and  above 
his  a  conical  roof  which  shall  be  covered  with  an  ap- 
roved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
:ard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
wildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
he  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
wilding  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
efficient  water  to  supply  twelve  and  one  half  per  cent 
(12 J4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
moted  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  ivater  for  a  wet  pipe  system 
where  supplemented  by  an  auxiliary  ivater  supply,  and  not 
less  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  1ms  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 

I  highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  ( / l/i)  inches  in  size  [with  a  one  and  one- 
quarter  (/}4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (i1/ 2)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty -five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two- thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  ,  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity* 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  1 3"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (<?) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  ivater  meter  is  required  in  the  ivater  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Das  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Eire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
below  mam  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  ivater  supply  only 
from  a  direct  connection  to  the  city  water  mqin. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  live  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (]4)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  « hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforqis 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  tzvo  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  f  rontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *be  builditig 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  ( 15 )  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (£4)  inch  drip  connection,  zuith  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
zvhen  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street ;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  hazhng  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
zvhere  the  occupancy  of  the  building  does  not  conflict  zvith 
Rules  38,  yg  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor. ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction.  LiljMfif 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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'here  girders  and  joists  are  flush  at  the  bottom,  heads 
lall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
ljacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
stance  between  the  heads  on  each  line  shall  not  exceed  six- 
en  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
it  more  than  four  (4)  feet  from  wall  or  partition.  Where 
irders  project  below  the  under  side  of  joists  and  divide 
ie  ceiling  into  bays  not  exceeding  twenty  (20)  feet  m 
idth,  measured  from  center  to  center  of  girders,  one  line 
lall  be  placed  in  the  center  of  each  bay.  In  bays  exceed - 
lg  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
e  installed  in  each  bay  and  in  no  case  shall  the  distance 
etween  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  incl1  heads 
ie  distance  between  adjacent  lines  shall  not  exceed  twenty  - 
ve  (25)  feet  and  the  distance  between  the  head  on  each  line 
liall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
nes  being  spaced  not  more  than  five  (5)  feet  from  wall 
r  partition.  Where  girders  project  below  the  under  side 
f  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 

i^-five  (25)  feet  in  width,  measured  from  center  to  center 
f  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
n  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
he  distance  between  adjacent  lines  exceed  twenty-five  (25) 
eet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
mooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
:eet  wide  and  over  (measurements  to  be  taken  from  center 
o  center  of  timber,  girder  or  other  projection  or  support 
firming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
is  follows: 

(a)  For  standard  one-half  (l/2)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head, 

(b)  For  Conran*  one  (1)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  m 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1  lA)  inch 
heads —  — 

i  One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  m  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicab  e.  e 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rat  ler 
W  than  the  ceilings ;  but  in  no  case  shall  tne  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  (V2)  inch  heads,  12  feet. 

(b)  For  Conran  one  (l)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1J4)  inch  heads, 
25  feet. 


Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  (l/2)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1*4)  inch  head  f°r 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  sliaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 


(a)  For  standard  one-half  (]/2)  inch  heads,  3*4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  *nch  heads, 
8 1/2  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof-  tv.»v  be  used  in  lieu  of  heads  located  in  peak  of 
roof' 

(a)  For  standard  one-half  (V2)  inch  heads,  2 y2  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1*4)  inch  heads, 
C/.  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 


(a)  For  standard  one-half  (l/2)  inch  heads,  2J4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  inch 
heads,  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 

preferable.  ,  .  ,  ,  .  .. 

(a)  Where  standard  one-half  ( l/2 )  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceiling's  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

I\ot  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  bepermitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 


(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule ;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (l/2)  inch  heads— 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

Va  inch .  1  head 

1  "  2  heads 

154  “  3  “ 

1J4  “  5  “ 

2  “  .  10  “ 

214  “  20  “ 

3  “  36  “ 

3/4  “  55  “ 

4  “  80  “ 

5  “  140 

6  “  .  200 

7  “  300  “ 

8  “  420 

(b)  For  Conran*  one  (1)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1  inch  .  i  head 

4/4  “  2  heads 

154  “  3  “ 

2  “  4  « 

2j4  “  6  *• 

3  “  9 

4  “  is  “ 

5  “  34  “ 

6  “  51  “ 

7  “  75  “ 

8  “  105  " 


Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2^4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (l/2)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected,  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ( y2 )  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 


(c)  For  Conran*  one  and  one-quarter  ( 1 yA)  inch  heads— 

.  ..  ,  Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 


154 

354 

2 

2i54 

3 

4 

5 

6 

7 

8 


inch 


1 

2 

3 

4 
6 

12 

21 

40 

60 

84 


head 

heads 


(c)  For  Conran*  one  and  one-quarter  ( 1 %)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections ,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

IV here  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  dead  riser1  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser’’, 
forty  (40)  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
md  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall'  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pijres  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  diain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overfloiv  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  wall  and  exposed  to  the  weather ,  they 
shall  be  fitted  with  hoods  or  down-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection  ; 

On  each  floor,  if  independent  floor  control  valves  are  used ; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains,  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1%)  inches  in  size]  shall  be  not  less  than  i  inch 
in  size  zvhere  floor  valves  are  not  over  2l/2  inches  in  size 
and  /J4  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i}/2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valvcd  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  where 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (JA)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (]4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipc  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Y  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iY\  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  j4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  Y-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  Yt-inch  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4 l/2) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank ; 

At  the  air  compressor ; 

Above  the  alarm  valve ; 

Below  the  alarm  valve ;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (%) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi- 
blc]  non-corrosive  material. 


651 


PUBLIC  HEARING 


All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  •  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (*/2)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  .an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  arc  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  thai 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  fo 
the  pump  shall  be  taken,  if  possible,  from  a  room  containin' 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con 
taining  calcium  chloride,  in  order  to  avoid  the  introductioi 
of  moisture  into  the  system. 


The  air  pressure  on  such  dry-pipe  systems  shall  be  main 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  b* 
controlled  by  one  “Type  A”  dry-pipe  valve: 


(a)  For  standard  one-half  (]/2)  inch  heads  . 40' 

(b)  For  Conran*  one  (l)  inch  heads  . v . 10< 


(c)  For  Conran*  one  and  one-quarter  (1%  inch  heads  6 
Where  equipped  with  an  approved  quick-opening  devic 
the  following  number  of  heads  may  be  controlled  by  on, 
“ Type  A”  dry-pipe  valve: 

(a)  For  Standard  one-half  (*/2)  inch  heads  . 8o< 

( b )  For  Conran*  one  (/)  inch  heads . 

{c)  For  Conran*  one  and  one-quarter  (i)4)  inch  heads. I2l 
(b)  When  “Type  B”  valve  is  installed  the  actuating  alarn 

system  shall  be  designed  to  operate  at  a  temperature  lowei 
than  that  required  to  open  the  sprinkler  heads,  and  all  con 
nections  between  the  alarm  system  and  the  dry-pipe  valv< 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipt 
system  shall  be  provided  with  an  air  relief  valve  or  vent 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (y2)  inch  heads  . 50C 

(b)  For  Conran*  one  (l)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  (1*4)  inch  heads.  84 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (*/2)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 


Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 


Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
icceptance  all  automatic  sprinkler  systems,  excluding  the  wa- 
:er  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
rarried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1 1/2)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by.  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A’’  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty- four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  in  jurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  walls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4.  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 

ef  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  pecember  1,  1931. 

In  buildings  wherein  are  stored  or  handled  only .  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  300 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  proznded  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy,  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  until  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  zvhich  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  ozvner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  zvorking  order,  and  the  fire  department 
connection  or  connections,  if  any.  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  ( 6 ),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for.  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Underzvriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  $1 ;  by  mail,  $1.08. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  25c;  by  mail,  27c. 
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DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  May  21,  1925 

Restored  to  calendar  . 

Miscellaneous  Applications. 
Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification  . 

Requests  to  rescind  . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit  . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans . 

Administrative  requests  . 

Requests  for  interpretation . 


DISPOSITION  OF  CASES. 

598  .  Withdrawn  . 

Dismissed  . . . 

Denied  . 

525  Granted  . 

Granted  on  condition  . 

Appliances  approved  . 

41  Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . , . 

Miscellaneous  Actions. 

76  Requests  to  reopen  granted  . 

Requests  to  reopen  denied  . 

2  Requests  to  amend  granted  . 

Requests  to  amend  denied  . 

23  Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

I  Requests  to  rescind  granted . 

Requests  to  rescind  denied  . 

11  Requests  for  extension  of  time  granted.... 

Requests  for  extension  of  time  denied  . 

13  Requests  for  extension  of  permit  granted . 

Requests  for  extension  of  permit  denied . 

1  Requests  to  install  granted  . 

Requests  to  install  denied  . 

8  Plans  approved  . 

Plans  disapproved  . 

1  Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . . 

1  Interpretations  . 

Requests  withdrawn  or  dismissed  . . 


Total  .  1301  Total 

Disposed  of  .  718 

Cases  pending  May  21,  1925  .  583 
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WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  Y7ork  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name  . . . 
Street 


My  subscription  is  to  begin  with  th^  issue  for 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
;iven — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  May  26, 
1925. 

Minutes  of  Special  Meeting,  Board  of  Appeals,  May 
26,  1925. 

Reserve  Calendar. 

Notice  of  Public  Hearing. 

Progress  Report. 


DATES  AND  HOURS  OF  MEETINO. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  rn. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  COl^ULT^ION. 

^  M’. 

Any  person  ^desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  ffie  wonk:,‘/>?  either  board,  will  be 
seen  only  between^h^\jhobrs  of 'ten 'in  the  morning  and  one 
in  the  afternoonr— Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  June  2,  1925, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  June  9,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  fijing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


New 
Cal.  No. 
553-25-BZ. 


552-25-BZ. 


551-25-BZ. 


550-25-S . . 
549-25- A. . 
548-25-S . . 
547-25- A.  . 
546-25-S .  . 
545-25-S .  . 
544-25-S . . 
543-25-S . . 
542-25-A . . 
541-25-S . . 
540-25-A .  . 
539-25- A. . 
538-25- A . . 
537-25-S . . 
536-25-A . . 
535-25-SA. 
534-25-BZ. . 
533-25-SA. 
532-25-BZ. . 
531-25-BZ. . 


530-25-BZ. . 


529-25-A . .  , 
528-25-BZ. . 


DOCKET. 

Cases  Filed  Week  Ending  May  28,  1925. 

Department.  Premises  Affected. 

. B.B.Q.  ...N.  W.  C.  Zuider  ave.  &  Ne¬ 
braska  ave.,  S.  Ozone  Pk.,  Q. 

N.  B.  8468-1925. 

. B.B.B.  ...E.  S.  Broadway,  224  ft.  N.  of 

231st  st.,  Bx. 

N.  B.  794-1925. 

. B.B.Q.  ...S.  S.  Patterson  ave.,  50  ft.  W. 

of  Ely  ave.,  Astoria,  Q. 

N.  B.  7852-1925. 

. F.D . 225  Mercer  st.,  Man. 

L.  D.  76525. 

. B.B.M.  ..44  W.  50th  st.,  Man. 

Viol.  166-1924. 

. F.D . 312-14  E.  125th  st.,  Man. 

L.  D.  74119. 

. F.D . 45-49  John  st.,  Man. 

F-70611. 

. F.D .  683-5  Broadway,  Man. 

L.  D.  61658. 

. F.D . 120  W.  25th  st.,  Man. 

L.  D.  76500. 

. B.B.M.  ..32  E.  28th  st.,  Man. 

Alt.  947-1925. 

. F.D . 497  6th  ave.,  Alan. 

L.  D.  76948. 

. F.D . 1  Arnold  st.,  Maspeth,  Q. 

F-76705. 

. F.D . 1  Arnold  st.,  Maspeth,  Q. 

L.  D.  76702. 

. F.D . E.  177th  st.  &  Bronx  River. 

Bx.  Order  No.  31-A. 

. F.D . 210  5th  ave.,  Man. 

F-70235  and  F-70234. 

. B.B.M.  ..693-697  Broadway,  Alan. 

Viol.  2082-1925. 

. F.D . 105-7  Fulton  st.,  Man. 

L.  D.  70168. 

. F.D . 841-7  Tiffany  st.,  Bx. 

F-76156. 

. F.D . Universe  Automatic  Oil  Burner. 

Appliance. 

. B.B.M.  ..208-214  Greenpoint  ave.,  Bklyn. 

N.  B.  S173-1925. 

. F.D . 269-271  State  st.,  Bklyn. 

L.  D.  71243. 

. B.B.B.  ...868  Flatbush  ave.,  Bklyn. 

N.  B.  8622-1925. 

. B.B.Q.  . ..  E.  S.  James  st.,  136  ft.  N.  of 

Cornaga  ave.,  Far  Rockaway, 
Q.  N.  B.  2614-1924. 

. B.B.Q.  ...W.  S.  Puntine  st.,  100  ft.  N. 

Fulton  st.,  Jamaica,  Q. 

N.  B.  2235-1925. 
245  83rd  st.,  Bklyn. 

Alt.  1739-1923. 
E.  S.  Bay  37th  st.,  285  ft.  N. 
Cropsey  ave.,  Bklyn. 

Applic.  6650-1925. 


. F.D.  . 

. B.B.B. 


527-25-BZ . B.B.B.  ...1073  Willoughby  ave.,  Bklyn. 

- - *  Applic.  7160-1925. 

526-25-A . F.D . 153  W.  21st  st.,  Alan. 

-  F-71476. 

Restored  to  Calendar. 

1191-23-BZ . B.B.M.  .,425-431  W.  209th  st.,  Man. 

- -  474-1923. 

1085-23-A . F.D.  ...,778-786  1st  ave.,  Man. 

F-45071'. 


CODE. 

F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx .  Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  June  2,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1449-24-BZ. 

APPLICANT— Benjamin  Ascher,  for  Johanna  Gunther, 
owner. 

PREAIISES — 1962  Anthony  avenue.  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  five  (5)  pleasure  mo¬ 
tor  vehicles;  three  (3)  spaces  rented  to  persons  no< 
residing  on  the  premises. 

266-25-BZ. 

APPLICANT — Corner,  Bell,  Russell  &  McNulty,  for  Afid- 
wood  Trust  Co.,  owner. 

PREAIISES — 1144  Flatbush  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  an 
extension  to  a  bank  building. 

319-25-BZ. 

APPLICANT — Hector  McG.  Curren,  for  Melchior  Lenk  \ 
owner. 

PREMISES — South  side  of  Germania  place,  150  ft.  west 
of  Nostrand  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main- 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

386-25-BZ. 

APPLICANT — Joseph  Goldstein,  for  Isaac  Pinsky,  owner. 

PREMISES — 28-30  Malta  street,  Brooklyn. 

TO  PERAIIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  manufactur¬ 
ing,  a  stable  for  two  horses  and  a  garage  for  the 
storage  of  one  commercial  motor  vehicle. 

458-25-BZ. 

APPLICANT — William  F.  Doyle,  for  William  Kolle, 
owner. 

PREMISES — 198-210  16th  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

480-25-BZ. 

APPLICANT — George  V.  Martin,  for  M.  J.  Martin  & 
Son,  Inc.,  owner. 
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PREMISES — South  side  of  West  230th  street,  110.62  ft. 
east  of  Exterior  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

298-25-BZ. 

APPLICANT — William  F.  Doyle,  for  William  Drosihn, 
Jr.,  owner. 

^PREMISES— -234-238  East  85th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  that' 
five  (5)  motor  vehicles. 

399-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Jonas  A.  Hager- 
meyer,  owner. 

PREMISES— 560-564  West  174th  street,  Manhattan. 

TO  PERMIT  in  a  residence  and  “B”  area  district  the 
erection  and  maintenance  of  a  garage  for  the  stor 
age  of  more  than  five  (5)  motor  vehicles,  also 
the  omission  of  a  rear  yard  at  the  1st  and .  2nd 
stories,  contrary  to  the  requirements  of  the  build¬ 
ing  zone  resolution. 

1360-24-BZ. 

APPLICANT— Abraham  G.  Cohen,  for  Liberty  Property 
Corporation,  owner. 

PREMISES— 11601  Liberty  avenue,  Richmond  Hill,  Bor¬ 
ough  of  Queens. 

TO  PERMIT  in  a  residence  district  extending  frpm  a  busi¬ 
ness  district  the  alteration  and  extension  of  an 
existing  building  used  for  business  purposes. 

324-25-BZ.  ^ 

APPLICANT— Eugene  De  Rosa,  for  Small’s  Queens  Cir¬ 
cuit,  Inc.,  owner. 

PREMISES— West  side  of  Junction  boulevard,  88  ft.  8% 
in.  north  of  Roosevelt  avenue,  Elmhurst,  Queens. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
building  to  be  used  as  a  motion  picture  theatre. 


BOARD  OF  APPEALS. 

Tuesday,  June  2,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

328- 25-A — 775-787  and  789-797  Humboldt  street  and  22-32 
and  34-42  Moultri  street,  Brooklyn. 

1426-24-A — 2121-2129  Broadway,  227-229  West  74th  street, 
Manhattan. 

254-25-A — 398-408  Washington  street,  Manhattan. 

170-25-A — South  side  of  Roosevelt  avenue,  from  21st  to 
22nd  streets,  Elmhurst,  Queens. 

329- 25-A — 448-454  12th  street,  Brooklyn. 

253-25-A— 839  Eighth  avenue  and  301-307  West  50th  street, 

Manhattan. 

339-25-A — West  side  of  Kemble  avenue,  1,352  ft.  V/2  in. 

south  of  Mill  avenue,  Brooklyn. 

272-25-A — 607-611  West  40th  street,  Manhattan. 

351-25-A — 2609  Davidson  avenue,  The  Bronx. 

345-25- A — 204-10  Broadway  and  146-158  Fulton  street, 
Manhattan. 

431-25-A — 218th  street,  220th  street  and  Harlem  River, 
Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  June  2,  1925,  at  10  o  cloc ', 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 
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cal.  no.  732-24-BZ — Application,  May  27,  1924,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Abgo 
Construction  Corp.,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  162-172  McDougall  street, 
southwest  corner  of  Hopkinson  avenue. 
Brooklyn. 

cal.  no.  1046-24-BZ — Application,  August  18,  1924,  under 
the  building  zone  resolution,  of  Thomas 
F.  Martin,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  north  side  of  2nd 
street,  170  ft.  9  in.  east  of  Fourth  ave¬ 
nue,  Brooklyn. 

cal.  no.  1466-24-BZ — Application,  December  13,  1924,  under 
the  building  zone  resolution,  of  James 
McKillop,  architect,  on  behalf  of 
Charles  Cohen,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  192-194  Huron  street,  Brook¬ 
lyn. 

cal.  no.  89-25-BZ — Application,  January  22,  1925,  under  the 
building  zone  resolution,  of  Robert  T. 
Lyons,  architect,  on  behalf  of  Bing  & 
Bing,  Inc.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles: 
premises  110  West  51st  street  and  109 
West  50th  street,  Manhattan  . 

cal.  no.  202-25-BZ — Application,  February  18,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of 
Joseph  Greenbaum,  Rachael  Zoel  and 
Morris  A.  Drucker,  owners,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  building  to  be  used  for 
store  purposes;  premises  2715-2717 
Briggs  avenue,  southwest  corner  of 
East  196th  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  2,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

264-25-S — 398  First  avenue,  Manhattan. 

1427-24-S — 2121-29  Broadway  and  227-29  West  74th  street, 
Manhattan. 

315-25-S — 106-16  John  street  and  227-37  Plymouth  street, 
Brooklyn. 

309-25-S — 639-641  West  51st  street,  Manhattan. 

238-25-S — 35-37  East  10th  street,  Manhattan. 

243-25-S — 80  Lafayette  street,  Manhattan. 

247-25-S — 34-38  East  19th  street  and  33-35  East  18th  street, 
Manhattan. 

1481-24-S — 120  South  8th  street,  rear,  Brooklyn. 

1525-24-S — 107  East  31st  street,  Manhattan. 

84-25-S — 10  Mangin  street,  Manhattan. 

332- 25-S — 326  West  48th  street,  Manhattan. 

333- 25-S — 29  Stanton  street,  Manhattan. 

337-25-S — 537-39  Broadway  and  108-10  Mercer  street,  Man¬ 
hattan. 
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233-25-S — 20  Beekman  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  stret,  Man¬ 
hattan. 

982-24-S — 614-618  West  131st  street,  Manhattan. 
1412-23-S — 174  Duffield  street,  Brooklyn. 

273-25-S — 131  West  45th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

228-25-SA — Silent  Glow  Oil  Burner. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  June  9,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1425-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Charles  Milgrim, 
lessee. 

PREMISES — 231  West  74th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
factory  use  of  an  existing  building. 

1437-24-BZ. 

APPLICANT — Charles  Moscarelli,  owner. 

PREMISES — 1265-1271  60th  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

327-25-BZ. 

APPLICANT — Richard  Shutkind,  for  Richard  Schmidt, 
owner. 

PREMISES — 162-166  Prospect  street,  Long  Island  City, 
Queens. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  an  extension  to  a  dry  cleaning  estab¬ 
lishment. 

354-25-BZ. 

APPLICANT — A.  M.  Davis,  attorney  for  Herbert  M. 
Metzger  and  Amy  M.  Lindau,  owners. 

PREMISES — 55  East  60th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  alteration  and  ex¬ 
tension  of  an  existing  dwelling  to  be  used  for  busi¬ 
ness  purposes. 

376-25-BZ. 

APPLICANT — Charles  H.  Richter,  for  Jane  A.  Moorhead 
and  Helen  G.  Moorhead,  owners. 

PREMISES — 310  Second  avenue,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  an  extension,  to  an  existing  building,  to 
be  used  for  store  purposes. 

398-25-BZ. 

APPLICANT — Louis  Allen  Abramson,  for  DeKalb  Realty 
Corp.,  owner. 

PREMISES — 3655-3663  Third  avenue,  The  Bronx. 

TO  PERMIT  in  an  unrestricted  district  and  on  a  portion 
of  a  street  between  two  intersecting  streets,  in 
which  portion  there  exists  an  exit  from  or  an  en¬ 
trance  to  a  public  school,  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1191-23-BZ. 

APPLICANT — Nathan  Langer,  for  Commonwealth  Savings 
Bank,  owner. 

PREMISES — 425-431  West  209th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  omission  of  a  rear 
yard  required  under  the  zoning  resolution  (previ¬ 
ously  granted  as  to  use  district  variation — erection 

of  a  garage). 


BOARD  OF  APPEALS. 

Tuesday,  June  9,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A — 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

16-24-A — 1342  Park  avenue,  Manhattan. 

232-25-A — 20  Beekman  street,  Manhattan. 

366-25-A — 637-649  West  125th  street,  Manhattan. 

394-25-A — 96  Spring  street,  Manhattan. 

370-25-A — 509  Avenue  S,  Brooklyn. 

232-25-A — 20  Beekman  street,  Manhattan. 

235-25-A — 217-219  West  126th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  June  9,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ter  : 

cal.  no.  379-25-BZ— Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Walter 
Scheminger,-  applicant  and  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles  and  also  a  motor  vehicle 
repair  shop ;  premises  350-354  Broad¬ 
way,  southwest  corner  of  Cary  avenue. 
West  New  Brighton,  Staten  Island. 
Richmond. 

cal.  NO.  60-25-BZ — Application,  January  15,  1925,  under  the 
building  zone  resolution,  of  Edward 
Hoffmann,  applicant,  on  behalf  of  Ben- 
enson  Realty  Co.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2115-2137  Webster  avenue, 
The  Bronx. 

cal.  no.  335-25-BZ — Application,  March  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  The 
Stuyvesant  Real  Estate  Co.,  Inc.,  owner, 
to  permit  in  a  business  district  extend¬ 
ing  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  89-99  Granite 
street,  Brooklyn. 

cal.  no.  338-25-BZ — Application,  March  28,  1925,  under  the 
building  zone  resolution,  of  Euell  & 
Euell,  architects,  on  behalf  of  Bernardo 
Affinito,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
1295  Cromwell  avenue,  northwest  cor¬ 
ner  of  West  169th  street,  The  Bronx. 

cal.  no.  344-25-BZ — Application,  March  30,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Central 
Zone  Corp.,  owner,  to  permit  in  a  busi¬ 
ness,  and  also  two  (2)  times  height  dis¬ 
trict,  the  erection  of  the  street  walls  of 
a  building  to  a  height  exceeding  the 
limit  set  by  the  zone  resolution;  prem¬ 
ises  15-19  East  33rd  street  and  18-22 
East  34th  street,  Manhattan. 

William  E.  Walsh,  Chairman. 
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BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  June  9,  1925,  at  2  p.  m. 

Appeal  from  Administrative  Order. 

588-23-A — East  side  Church  street,  200  ft.  north  of  Rail¬ 
road  avenue,  Tottenville,  S.  I.,  Richmond. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24-A— 43-45  Wooster  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  afternoon,  June  9,  1925,  at  2  o  clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 

CAL.  NO.  191-25-BZ— Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  James 
W.  Byrnes,  applicant,  on  behalf  of  Ber¬ 
nard  Kiritz,  owner,  to  permit  in  a 
residence  and  “C”  area  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles,  also  the  omission  of  a 
rear  yard  required  by  the  building  zone 
resolution;  premises  1209-1211  Putnam 
avenue,  Brooklyn. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  parti} 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  and  also  within  a 
“B”  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution  ;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 

cal:  no.  237-25-BZ— Application,  February  26,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Bee 
Dee  Realty  Co.,  owner,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  38-44  State  street,  Brooklyn. 

cal.  no.  811-24-BZ— Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

cal.  no.  1272-24-BZ— Application,  October  28,  1924  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hugo 
C.  Cook,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2311  St.  Raymond’s  avenue, 
The  Bronx. 

cal.  no.  378-24- BZ — 'Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 


tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

cal.  no  1367-23  BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

cal.  no.  715-24-BZ — Application,  May  21,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Leo 
Solicito,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage 
for  the  storage  of  four  (4)  pleasure 
motor  vehicles,  four  (4)  spaces  rented 
to  persons  not  residing  on  the  prem¬ 
ises;  premises  811  East  224th  street, 
The  Bronx. 

cal.  no.  190-24-BZ — Application,  April  28,  1925,  under  the 
building  zone  resolution,  of  Edward  V. 
Dodd,  applicant,  on  behalf  of  William 
F.  Till,  owner,  previously  denied,  to 
permit  the  erection  of  a  public  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  2513-2519  Til- 
den  avenue,  Brooklyn. 


William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  June  16,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

A — 79-89  Seventh  avenue,  Manhattan. 

A — 235-239  West  23rd  street,  Manhattan 
A — 202  Flatbush  avenue,  Brooklyn. 

•A — 25-27  Thames  street,  Manhattan. 

-A — 502  West  Broadway,  Manhattan. 

■A — 778-786  First  avenue,  400-414  East  44th  street 
and  405-413  East  43rd  street,  Manhattan 
-A — 10  Grove  street,  Manhattan. 

A — 280  Broadway,  Manhattan. 

-A — 17  West  17th  street,  Manhattan. 

A — 1229-1231  Gerard  avenue,  The  Bronx. 

A — 15  West  17th  street,  Manhattan. 

A — 56-60  Pearl  street,  Brooklyn. 

A — North  side  of  West  189th  street,  between  Wads¬ 
worth  avenue  and  Wadsworth  terrace,  Man¬ 
hattan. 

255-25-A — 731-735  West  177th  street  and  2-14  Northern 
avenue,  Manhattan. 

1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 
1510-24-A — 1038  Ocean  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  June  16,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ter  : 

cal.  no.  1522  -24-BZ — Application,  December  27,  1924,  undei 
the  building  zone  resolution,  of  John  J 
Dunnigan,  applicant,  on  behalf  of  Hugo 
Seidenberg,  owner,  to  permit  in  a  resi- 


1177-24- 

904-24- 

1247-24- 

308-25- 

1516-24 

1085-23- 

167-25 

278-25 

317-25 

381-25 

392-25- 

312-25 

256-25 
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dence  district  the  maintenance  of  a 
building  used  for  store  purposes  on  the 
1st  story;  premises  129-02  Newport 
avenue,  northwest  corner  of  129  th 
street,  Belle  Harbor,  Borough  of 
Queens. 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 

cal.  no.  1399-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Fred¬ 
erick  P.  Ballard,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  alteration  and 
change  of  occupancy  from  a  stable  and 
private  garage  to  a  garage  for  the 
storage  of  three  (3)  commercial  and 
two  (2)  pleasure  motor  vehicles,  two 
(2)  spaces  rented  to  persons  not  resid¬ 
ing  on  the  premises ;  premises  708  East 
216th  street,  The  Bronx. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valbalia  Corporation,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

cal.  no.  110-25-BZ — Application,  January  26,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Brecher  Building  Corp.,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  southeast  cor¬ 
ner  of  Washington  avenue  and  Fifth 
avenue,  Long  Island  City,  Queens. 

cal.  no.  221-25-BZ — Application,  February  24,  1925,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Joseph  Zimmerman  and  Abraham  Mit- 
chel,  owners,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  .than 
five  (5)  motor  vehicles;  premises  166- 
172  South  1st  street,  Brooklyn. 

cal.  no.  545-24-BZ — Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  Henry  I. 
Perlin,  applicant,  on  behalf  of  Bertha 


Freitag,  owner,  previously  dismissed  for 
lack  of  prosecution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga¬ 
rage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the 
premises ;  premises  380  Etna  street, 
Brooklyn. 

William  E.  Walsh.  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  16,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1332-24-S — 101-103  West  42nd  street  and  737-745  Sixth 
avenue,  Manhattan. 

257-25-S — 435-37  Broadway,  Brooklyn. 

180-25-S — 9-13  Maiden  lane,  Manhattan. 

362-25-S — 231-239  West  29th  street,  Manhattan. 

163-25-S — 4049  Third  avenue,  The  Bronx. 

1102-24-S — 251  Fifth  avenue  and  l  East  28th  street,  Man¬ 
hattan. 

322- 25-S — 4-6  Varet  street,  Brooklyn. 

323- 25-S — 1-11  West  47th  street,  Manhattan. 

346-25-S — 91-103  Washington  avenue,  Brooklyn. 
395-25-S — 30  Union  square,  Manhattan. 

362-25-S — 231-239  West  29th  street,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  June  23,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

785-24-A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

373-25-A — 957-971  Kent  avenue,  rear,  Brooklyn. 


BOARD  OF  APPEALS. 

Tuesday,  June  30,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 
331-24- A — 508-534  West  212th  street,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  30,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

203-25-S — 28-46  Roebling  street,  220-230  North  10th  street 
and  219-229  North  9th  street,  Brooklyn. 
393-25-S — 127-133  West  17th  street,  Manhattan. 

425-25-S — 304  Fifth  avenue,  Manhattan. 

427-25-S — 32  Great  Jones  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

1305-24-S A — International  Furnace  Burner,  approval  of. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  r<  solution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 
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MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 
TUESDAY  MORNING,  MAY  26,  1925. 


Negative  . . . .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  226-25- A. 

unnison,  Holland,  Connell  and  Fire  Chief  Kenlon.  APPELLANT— Silveloid  Button  Works,  for  Tadem.i 

The  minutes  of  the  regular  meeting  of  the  board  of  Realty  Co.,  owner. 

meals  held  on  Tuesday  morning,  May  19,  1925,  were  SUBJECT — Appeal  from  order  of  fire  commissioner 

r  ‘....I  \T,~V  91  Y  nnr'MTCL'C  a  1717  IT  r"T  T?  T"Y  OO  Watt  1  7tli  ctroct 


•proved  as  printed  in  the  Bulletin,  No.  21,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

2-25-A. 

PPELLANT — Samuel  Rosenblum,  for  L.  H.  Stern, 

Inc.,  owner. 

(JBJECT— Appeal  from  order  of  fire  commissioner. 

REMISES  AFFECTED— 56-60  Pearl  street,  Brook¬ 
lyn. 

PPEAR AN  CES — 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 

department.  in  A 

CTION  OF  BOARD— Laid  over  to  June  16,  1925,  at  APPFT  \ 


PREMISES  AFFECTED— 29  West  17th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Daniel  Adelman. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  W'alsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Hol¬ 
land  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


[uepaiiiiiciiL.  Ill  -25- A 

CTION  OF  BOARD— Laid  over  to  June |  16,  ^2^  at  APPELLANT — Samuel  Rosenblum,  for  Gothard  Low 

10  a.  m.,  for  consideration  of  adjustment  with  „„t  •  owner 


adjoining  owner 


36-25- A.  „  T  „r  _ 

PPELLANT— Rudolph  P.  Miller,  for  B.  L.  W.  Con¬ 
struction  Corp.,  owner. 

UBJECT — Appeal  from  order  of  fire  commissioner. 

’REMISES  AFFECTED — North  side  of  West  189th  department. 

street,  between  Wadsworth  avenue  and  Wads-  ACTION  OF  BOARD— Appeal  granted  on  condition, 
torra re  Manhattan.  COX  Dll  IONS — As  specified  in  resolution. 


enstein,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED  — 931-939  Carroll  street, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Carroll  of  fire 
department. 


worth  terrace,  Manhattan. 
iPPEARANCES — None. 

iCTION  OF  BOARD — Laid  over  to  June  16,  1925,  at 
10  a.  m.,  on  request. 

55-25-A.  „  , 

iPPELLANT — Rudolph  P.  Miller,  for  Ibhal  Realty 
Co.,  Inc.,  owner. 

UBJECT — Appeal  from  order  of  fire  commissioner. 
’REMISES  AFFECTED— 2-14  Northern  avenue, 

Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD— Laid  over  to  June  16,  1925,  at 
10  a.  m.,  on  request. 


085-23-A 

APPELLANT— United  Dressed  Beef  Co.,  owner. 

SUBJECT— Application  for  reopening— appeal  from 
order  of  fire  commissioner. 

’REMISES  AFFECTED— 778-786  First  avenue,  400- 
414  East  44th  street  and  405-413  East  43rd 
street,  Manhattan. 

APPEARANCES— 

For  Appellant:  Franklin  Malone. 

ACTION  OF  BOARD— Appeal  reopened  and  set  for 
hearing  June  16,  1925,  at  10  a.  m. 

['HE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  . .  6 

Negative  . .••••; .  0 

Absent:  Fire  Chief  Kenlon .  1 


29-25-A 

’APPELLANT— The  Arthur  A.  Johnson  Corp.,  lessee. 
SUBJECT— Appeal  from  order  of  fire  commissioner. 
’REMISES  AFFECTED— Foot  of  Broadway,  State 
Barge  Canal  Pier,  Astoria,  Borough  of  Queens. 
APPEARANCES — None. 

ACTION  OF  BOARD— Appeal  withdrawn. 
rHE  VOTE  TO  WITHDRAW — 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell  5 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon  .  6 

Negative  . , .  0 

Absent:  Mr.  Kennedy  . •• . .  ■  1 

THE  RESOLUTION: 

(311-25-A) 

Whereas,  Samuel  Rosenblum,  for  Gothard  Lowenstein, 
owner,  filed,  March  20,  1925,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of.  the  fire  commissioner,  affecting 
premises  at  Nos.  931-939  Carroll  street,  Borough  of  Brook¬ 
lyn  ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  ren- 
t  dered  March  13,  1925,  reads: 

“New  Building  Application  No.  812-13 : 

“1.  Main  conditions  as  shown  by  letter  from  De¬ 
partment  of  Water,  Gas  and  Electricity  are  such  that 
the  omission  of  gravity  tank  would  be  contrary  to 
Rule  No.  8a  of  Board  of  Standards  and  Appeals  Rules 
adopted  June  27,  1922,  amended  July  20th,  1923.”; 

and 

Whereas,  the  building  is  non-firepioof,  one^  story  in 
height,  135  ft.  by  131  ft.  (irregular)  in  area;  OCCUPIED 
as  a  public  garage;  and 

Whereas,  appellant  contends  that  the  garage  is  only 
one  story  in  height  and  that  owing  to  the  railroad  cut 
directly  adjoining  the  premises  to  the  west,  the  8  in.  city 
water  main  in  the  street  terminates  in  front  of  the  building 
and  cannot,  therefore,  be  fed  two  ways,  and  contends  fur¬ 
ther  that  there  is  a  30  pounds  per  inch  pressure  in  said 
8  in.  main  (as  per  filed  letter  from  the  department  of  wa¬ 
ter  supply,  gas  and  electricity),  which  affords  a  greater 
and  more  constant  supply  to  the  4  in.  standpipe  system 
now  installed  in  the  premises. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  only  as  to  omission  of  tank  to  standpipe  system 
on  condition  that  a  direct  connection  to  city  main,  of  not 
less  than  a  4  in.  connection,  be  provided;  and  that  a  40-gal¬ 
lon  approved  portable  fire  extinguisher  shall  be  maintained 
on  the  premises. 
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164-25-A. 

APPELLANT— Isaac  Riesfeld,  for  Anna  Reisfeld, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 303  East  170th  street,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  Isaac  Riesfeld. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDI  1  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon  .  g 

Negative  .  q 

Absent:  Mr.  Kennedy  . ’  i 

THE  RESOLUTION: 

(164-25-A) 

Whereas,  Isaac  Reisfeld,  for  Anna  Reisfeld,  owner, 
filed,  February  9,  1925,  an  apepal,  with  the  board  of 
appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  No.  303  East  170th  street,  Borough  of  The  Bronx- 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Tune 
19,  1924,  reads : 

“(A)  More  than  two  stories  immediately  above 
the  garage  are  occupied  as  a  dwelling.  Section  154, 
Chapter  10,  Code  of  Ordinances.” ; 
and 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
basement  m  height,  25  ft.  by  70  ft.  in  area.  OCCUPIED  : 
Basement,  garage  and  boiler  room;  1st  story,  store;  2nd 
and  3rd  stories,  dwellings.  Party  wall  fire  escape  bal¬ 
conies  on  the  2nd  and  3rd  stories;  and 

Whereas,  appellant  contends  that  the  garage  portion  of 
the  premises  is  separated  from  the  remainder  of  the  build¬ 
ing  by  20  in.  brick  walls  and  a  ceiling  constructed  of  4  in. 
hollow  tiles,  2l/2  in.  of  cement  and  ^  in.  plaster  boards, 
and  contends  further  that  the  garage  is  used  only  by  the 
tenants  of  the  building ;  and  that  the  building  is  'equipped 
with  party  wall  balcony  fire  escapes. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  dimensions  of  the  garage 
storage  area  shall  be  limited  to  a  width  of  18  ft.  6  in.  and 
a  depth  of  20  ft.,  located  at  rear  of  the  basement  story; 
that  its  use  and  operation  shall  be  restricted  to  the  owner 
or  occupant  living  on  the  premises ;  that  the  walls  of  the 
garage  enclosure  of  the  structure  shall  be  unpierced  other 
than  the  exit  doors;  that  the  side  walls  shall  be  fire-stopped 
above  masonry  to  the  ceiling  line;  that  the  ceiling  shall 
be  fire-retarded  in  acocrdance  with  the  rules  of  the  board 
of  standards  and  appeals;  and  on  further  condition  that 
a  party  wall  fire  escape  shall  be  provided  and  maintained 
for  the  dwelling  occupancy  on  the  2nd  and  3rd  stories; 
and  that  there  shall  be  no  gasoline  storage  equipment  main¬ 
tained  on  the  premises. 


414-25-A. 

APPELLANT — M.  E.  Doyle,  for  Coney  Island  & 
Brooklyn  R.  R.  Co.,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED— North  side  of  DeKalb  ave¬ 
nue  200  feet  west  of  Onderdonk  avenue,  Ridge¬ 
wood,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  T.  Carswell,  J.  A.  Boland,  M.  E. 
Doyle  and  Joseph  J.  Milton. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Hol¬ 
land  .  J 

Negative  .  ’  , 

Absent:  Fire  Chief  Kenlon . !"!!!! 

THE  RESOLUTION: 

(414-25-A) 

Whereas,  Michael  E.  Doyle,  for  Coney  Island  &  Brook 
lyn  R.  R.  Co.,  owner,  filed,  April  17,  1925,  an  appeal,  witl 
the  board  of  appeals,  from  a  decision  of  the  superintend 
ent  of  buildings,  affecting  premises  north  side  of  DeKall 
avenue  and  200  ft.  west  of  Onderdonk  avenue,  Ridgewood 
Borough  of  Queens;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
i  endered  April  6,  1925,  in  acting  on  Alt.  Application  No 
640-25,  reads : 

“3-  The  following  is  contrary  to  the  zoning  law 
_‘‘(a)  Repair  shop  for  railroad  cars  in  a  busines 
district. 

"(b)  Blacksmithing  in  a  business  district. 

‘T.  The  following  is  contrary  to  Building  Code: 

“(a)  Non-fireproof  building  exceeding  15,000  squan 
feet.’”  ; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  ir 
height,  150  ft.  by  700  ft.  in  area ;  OCCUPIED  as  a  car  ban 
and  repair  shop,  300  persons;  the  building  being  located  ii 
a  business  district  under  the  building  zone  resolution ;  ii 
is  proposed  to  extend  the  existing  building,  the  extent  be- 
ing  approximately  54  ft.  2  in.  by  519  ft.  8  in.,  irregular 
and 

Whereas,  appellant  contends  that  the  premises  has  been 
used  as  a  car  barn  for  the  alteration  and  repair  of  cars 
since  1903  and  neither  the  existing  building  nor  the  pro¬ 
posed  extension  occupy  the  bed  of  any  streets  the  property 
of  the  City  of  New  \ork,  said  streets  having  been  ex¬ 
pressly  excluded  by  the  Supreme  Court  of  the  State  of 
New  York  by  legal  opening ;  that  the  provisions  of  the 
building  zone  resolution  do  not  prohibit  a  repair  shop  for 
railroad  cars  with  necessary  blacksmithing  accompanying 
it ;  that  the  existing  building  is  of  concrete,  brick  and  steel, 
with  wooden  roof  covered  with  tar  and  gravel ;  that  the 
proposed  extension  is  to  be  constructed  in  the  same  manner 
as  the  existing  building  and  that  it  is  impracticable  .  to 
provide  exits  within  100  ft.  of  all  points  in  the  building 
owing  to  the  character  of  the  building. 

Resolved ,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted,  as  to  Item  3a,  on  condition  that  repair 
shop  shall  be  restricted  to  such  repairs  incidental  to  the 
conduct  and  operation  of  a  railroad  car  barn,  operated 
m  conjunction  therewith;  as  to  Item  3b,  on  condition  that 
such  blacksmithing  work  shall  be  incidental  to  the  use 
and  operation  of  railroad  car  barn  operated  in  conjunction 
therewith;  denied,  as  to  Item  4. 


1410-24-A. 

APPELLANT-  Jacob  Nash,  for  Wolins  Merchandise 
Co.,  lessee. 

SUBJECT-  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — -52  Lispenard  street,  Man¬ 
hattan. 

APPEARANCES— 

,  For  Appellant:  Jacob  Nash. 

For  Administration:  Inspector  Lynch  of  fire 


department. 

AC  I  ION  OF  BOARD — Appeal  denied 
THE  VOTE  TO  GRANT— 

Affirmative  .  o 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and 

Holland  .  6 

Absent:  Fire  Chief  Kenlon .  l 
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THE  RESOLUTION: 

(1410-24-A) 

Whereas,  Jacob  Nash,  for  Wolins  Merchandise  Com¬ 
pany,  owner,  filed,  November  28,  1924,  an  appeal,  with 
the  board  of  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  at  No.  52  Lispenard  street,  Bor¬ 
ough  of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Sep¬ 
tember  17,  1924,  reads: 

“Order  No.  42K52.ll: 

“1.  Separate  portion  of  premises  where  combustible 
fibres  are  stored  from  the  remainder  of  the  building 
by  walls,  floor  and  ceiling  protected  by  fire  retarding 
material  and  with  all  floor  openings  similarly  protected 
and  constructed  in  a  manner  approved  by  the  Fire 
Commissioner.  Section  24-6,  Chapter  12,  Code  of  Ordi¬ 
nances.”  ; 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  8  in.  by  90  ft.  2  in.  in  area.  OCCUPIED: 
1st  story,  store;  2nd  story,  vacant  at  present;  3rd  story, 
occupied  by  appellant  for  the  storage  of  five  tons  of  woolen 
clippings,  2  persons;  4th  story,  manufacture  of  jewelry 
cases,  3  persons;  5th  story,  store  for  men’s  clothing;  the 
means  of  egress  consisting  of  a  wooden  stairway  enclosed 
in  wooden  partitions  and  a  sub-standard  fire  escape  on  the 
front  of  the  building;  and 

Whereas,  appellant  contends  that  no  baling  is  done  on 
the  premises  and  that  the  storage  consists  of  baled  woolen 
clips ;  that  aisle  spaces  to  exits  are  provided  and  that  water 
pails  are  distributed  throughout  the  premises  in  question. 

Resolved,  that  the  order  of.  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 

— 

239-25  -A 

APPELLANT— Han  A.  Kunitz,  for  Empire  State  Ice 
Company,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 890  Grant  avenue,  The 

Bronx. 

APPEARANCES— 

For  Appellant:  H.  A.  Kunitz  and  D.  B.  Morrow. 
For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and 

Holland  .  6 

Negative  .  d 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(239-25-A) 

Whereas,  Han  A.  Kunitz,  for  Empire  State  Ice  Com¬ 
pany,  owner,  filed,  February  24,  1925,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  at  No.  890  Grant  avenue.  Borough  of 

The  Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  28,  1924,  reads : 

“Order  No.  26571-LC: 

“1.  Provide  easy  access  to  outside  of  each  fuel  oil 
storage  tank  for  inspection,  as  per  Rule  7,  Sec.  3  of 
the  Fuel  Oil  Rules. 

“2.  Provide  a  hvdrostatic  test  for  tank  as  required 
by  the  Board  of  Standards  and  Appeals  in  the  pres¬ 
ence  of  an  inspector  of  this  department. 

“5.  Provide  a  hydrostatic  test  of  not  less  than  150 
pounds  per  square  inch  for  all  fuel  oil  carrying  piping 
of  a  normal  working  pressure  of  less  than  100  pounds, 
as  per  Rule  8,  Sec.  3  of  the  Fuel  Oil  Rules. 

•“9.  Provide  Fuel  Oil  Burner  or  Burners  of  a  type 
approved  by  the  Board  of  Standards  and  Appeals,  as 
per  Rule  12.” ; 
and 


Whereas,  the  building  is  fireproof,  one  story  in  height, 
136  ft.  by  109  ft.  6  in.  in  area;  OCCUPIED  as  an  ice 
manufacturing  plant,  12  persons  in  entire  building;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  2,250-gallon  fuel  oil  storage  tank,  buried 
underground,  outside  the  building,  a  pump,  a  “Newport” 
burner  and  the  necessary  valves  and  piping  to  make  a  com¬ 
plete  installation ;  and 

Whereas,  appellant  contends  that  the  tank  and  piping  are 
buried  in  concrete  and  that  they  were  tested  at  the  time 
of  installation,  and  requests  the  acceptance  of  an  affidavit 
to  this  effect,  and  contends  further  that  an  application 
for  the  approval  of  the  “Newport”  burner  is  on  file  with 
the  board. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  2  and  5,  on  condition  that  an  air  test 
shall  be  made  under  existing  conditions  in  the  presence  of  a 
member  of  the  fire  prevention  bureau,  said  test  to  be  main¬ 
tained  for  not  less  than  6  hours  without  loss  of  pressure; 
as  to  Item  9,  granted,  for  a  temporary  period  of  ninety  (90) 
days,  at  owner’s  risk,  subject  to  action  of  the  board  of 
standards  and  appeals  on  petition  pending  as  to  approval 
of  Newport  burner,  on  condition  that  the  fuel  oil  burning 
equipment  otherwise  complies  with  the  fuel  oil  rules  in  all 
respects. 


BUILDING  ZONE  CASES. 

378-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hesu  Realty  Co., 
Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings),  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 1101-1109  Union  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Joseph  M.  Schwartz  and  David 
M.  Jones. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1925,  at 
2  p.  m.,  on  request  of  objectors’  representative. 


1 36-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Max  Katz,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 809  Union  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Jacob  Silversteen,  Mrs.  J.  M. 
Ellinger  and  others. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  at 
10  a.  m.,  on  request  by  telegram  from  applicant. 
Marked  for  final  disposition. 


1367-23-BZ. 

APPLICANT — John  J.  Dunnigan,  for  B.  R.  Construc¬ 
tion  Company,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  “B”  area  district  the 
erection  and  maintenance  of  a  building  occupy¬ 
ing  more  than  40  per  cent  of  the  rear  yard  area. 

PREMISES  AFFECTED — 1211-1263  Boynton  avenue, 
The  Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1925,  at 
2  p.  m.,  on  request,  by  telegram,  of  applicant. 


190-24-BZ. 

APPLICANT— Edward  V.  Dodd,  for  William  F.  Till, 
owner. 
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SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  the  erection  of  a  public 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 2513-2519  Tilden  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  V.  Dodd. 

For  Opposition:  Robert  A.  Kelly  and  others. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1925,  at 
2  p.  m.,  on  request  of  applicant. 


715-24-BZ. 

APPLICANT — Charles  Solicito,  for  Leo  Solicito, 
owner. 

SLTBJECT — Application  (re:  decision  of  superintendent  ©f 
buildings)  to  permit  the  maintenance  of  a  public 
garage  for  the  storage  of  four  (4)  pleasure  cars. 

PREMISES  AFFECTED — 811  East  224th  street,  The 
Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1925,  at 
2  p.  m.,  on  request,  by  telegram,  from  applicant’s 
representative. 


1399-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Frederick  P. 
Ballard,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  business  district 
and  partly  in  a  business  district  the  alteration 
and  change  of  occupancy  from  a  stable  and 
private  garage  to  a  garage  for  the  storage  of 
three  (3)  commercial  cars  and  two  (2)  pleasure 
motor  vehicles,  two  (2)  spaces  rented  to  per¬ 
sons  not  residing  on  the  premises. 

PREMISES  AFFECTED — 708  East  216th  street,  The 
Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  at 
10  a.  m.,  on  request,  by  telegram,  from  applicant. 


1191-23-BZ. 

APPLICANT — Nathan  Langer,  for  Commonwealth 
Savings  Bank,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  resi¬ 
dence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 425-431  West  209th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Nathan  Langer. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  set 
for  calendar  call  June  9,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN: 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  .  0 

Absent:  Air.  Kennedy  and  Fire  Chief  Kenlon  2 


728-24-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Helen  B.  Peckett, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles 
(previously  denied  by  the  board). 

PREA1ISES  AFFECTED— 2074-2088  Fulton  street, 
Brooklyn. 

APPEARANCES— None. 


ACTION  OF  BOARD — Chairman  Walsh  read  request 
to  withdraw;  application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  .  o 

Absent:  Air.  Kennedy  and  Fire  Chief  Kenlon  2 


1413-24-BZ. 

APPLICANT — Walter  B.  Wills,  for  M.  Richman, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREA1ISES  AFFECTED — 1180  Myrtle  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Clifford  Wells. 

For  Opposition:  David  E.  Adler  and  James  A. 
Blanchfield. 

AC  1  ION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Hol¬ 


land  .  f, 

Negative  .  o 

Absent:  Fire  Chief  Kenlon  .  i 


132-25-BZ. 

APPLICANT — Samuel  Cohen,  for  Sherman-Fuiton  Co., 
Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  tenement  house 
commissioner)  to  permit  in  a  residence  district 
the .  alteration  and  conversion  of  occupancy  from 
residence  use  to  a  business  use  on  the  first  storv 
only. 

PREMISES  AFFECTED— 321  West  118th  street,  Alan- 
hattan. 

APPEARANCES— 

For  Applicant:  Samuel  Cohen  and  Max  Siegel. 


For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  o 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  g 

Absent:  Fire  Chief  Kenlon..., .  l 

THE  RESOLUTION: 

(132-25-BZ) 


Whereas,  Samuel  Cohen,  for  Sherman-Fuiton  Co.,  Inc., 
owner,  filed,  January  29,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in*  a  residence  district 
the  alteration  and  conversion  of  occupancy  of  a  building 
from  residence  use  to  a  business  use  on  the  1st  story  only: 
premises  321  West  _118th  street,  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  May  26. 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Manhattan  avenue  is  a  resi¬ 
dence  district  and  West  118th  street  is  a  business  district; 
and 

_  Whereas,  the  decision  of  the  tenement  house  commis¬ 
sioner,  rendered  January  22,  1925,  reads: 

“1.  Creating  of  stores  in  a  residence  district  is  un¬ 
lawful  ;  said  stores  are  in  violation  of  the  Building 
Zone  Resolution.  Not  further  considered.” ; 
and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  five  stories  in  height,  with  a  frontage  of  25  ft. 
and  a  depth  of  91  ft.;  occupied  as  an  apartment  house; 
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it  is  proposed  to  alter  the  building  on  the  1st  story,  Man¬ 
hattan  avenue  front,  and  use  said  portion  as  stores;  and 
Whereas,  the  board  deemed  that  applicant  did  not 
establish  his  basis  of  appeal  under  section  21,  namely, 

hardship. 

Resolved,  that  the  decision  of  the  tenement  house  com¬ 
missioner  be  and  it  hereby  is  affirmed,  and  the  application 
be  and  it  hereby  is  doiied. 


292-25-BZ. 

APPLICANT — Samuel  Marer,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  residence  dis¬ 
trict  and  partly  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 2621-2631  Aqueduct  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  Maurice  Deiches  and  Samuel 

Marer. 

For  Opposition:  Charles  R.  Barrett. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 


nedy,  Dowd,  Gunnison  and  Holland .  5 

Negative:  Mr.  Connell  .  l 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(292-25-BZ) 


Whereas,  Samuel  Marer,  owner,  filed,  March  16,  1925,  an 
application,  under  the  building  zone  resolution,  to  permit 
partly  in  a  business  district  and  partly  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  premises  2621- 
2631  Aqueduct  avenue,  The  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  May  26, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Aqueduct  avenue  and  Uni¬ 
versity  avenue  are  residence  districts  and  Kingsbridge  road 
is  a  business  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  25,  1925,  in  acting  on  N.  B.  A.  Appli¬ 
cation  No.  335-25,  reads : 

“1.  Erection  of  proposed  garage  for  the  storage 
of  more  than  five  motor  vehicles  in  business  and  resi¬ 
dence  district  is  contrary  to  provisions  of  Building 
Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  150 
ft.  and  a  depth  of  109.25  ft. ;  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  five  motor  vehicles ;  and 
j  Whereas,  the  board  deemed,  in  light  of  surrounding  con¬ 
ditions,  that  it  would  be  a  hardship  to  deny  the  variation 
for  the  erection  of  the  proposed  garage  abutting  an  exist¬ 
ing  garage,  the  property  on  the  other  side  to  be  developed 
for  business  purposes. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  building  be 
restricted  in  height  to  one  story  ;  that  the  rear  and  gable 
walls  be  unpierced  throughout  their  entire  height  and  length ; 
that  the  proposed  garage  shall  not  exceed  an  area  of  ap¬ 
proximately  109  ft.  3  in.  in  depth  by  150  ft.  frontage,  lo¬ 
cated  not  less  than  86  ft.  southerly  from  Kingsbridge  road 
and  shall  be  erected  only  on  condition  that  the .  proposed 
conforming  use  adjoining  to  the  north  on  Kingsbridge  road, 
namely,  retail  shop  and  store  structure,  shall  be  erected 


at  the  same  time  and  in  conjunction  therewith;  that  there 
shall  be  no  vehicular  entrance  within  50  ft.  of  the  south¬ 
erly  gable  wall  on  the  Aqueduct  avenue  front;  that  the 
front  elevation  shall  be  finished  with  face  brick  and  archi¬ 
tectural  terra  cotta  or  stone  trimmings ;  that  a  return 
drawing  of  the  design  of  proposed  facade  shall  be  made 
to  this  board  for  approval  before  submitting  same  to  the 
superintendent  of  buildings;  that  any  gasoline  storage  equip¬ 
ment  installed  shall  be  located  at  the  extreme  northerly  end, 
street  front,  of  the  proposed  garage ;  that  there  shall  be 
no  signs  or  advertising  of  any  nature  or  description  dis¬ 
played  on  the  premises,  except  one  projecting  electric  sign 
indicating  title  of  garage,  and  no  roof  sign  erected;  and 
that  all  permits  necessary  for  the  prosecution  of  the  work 
shall  be  obtained  within  nine  months  and  the  building 
completed  within  18  months  from  the  date  of  this  action. 


249-25-BZ. 

APPLICANT — Peter  P.  Smith,  for  Bay  Ridge  Savings 
Bank,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  business  building  to  be 
used  for  banking  purposes. 

PREMISES  AFFECTED— 5315-5325  Fifth  avenue, 
Brooklyn. 

APPEARANCES- 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  . 

Negative  . 

Absent:  Fire  Chief  Kenlon  . 


6 

0 

1 


THE  RESOLUTION: 

(249-25-BZ) 

Whereas,  Peter  P.  Smith,  for  Bay  Ridge  Savings  Bank, 
owner,  filed,  March  25,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension,  from 
a  business  district  into  a  residence  district,  of  a  proposed 
business  building  to  be  used  for  banking  purposes ;  prem¬ 
ises  5315-5325  Fifth  avenue,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  May  26, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fifth  avenue  is  a  business 
district,  54th  street  and  53rd  street  are  residence  districts; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  22,  1925,  in  acting  on  App.  No.  38-25, 
reads : 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
2,  Sec.  3.  The  erection  of  a  bank  building  partly  in  a 
residence  district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  three  (3)  stories  in  height,  with  a  frontage  of 
74  ft.  8  in.  on  Fifth  avenue  and  a  depth  of  125  ft.  on 
54th  street;  to  be  occupied  as  a  bank,  a  portion  of  prem¬ 
ises  25  ft.  in  depth  being  in  the  residence  district;  and 

Whereas,  the  board  deemed  that  applicant  established 
his  basis  of  appeal  under  sections  21  and  7-c  of  the  building 
zone  resolution,  and  that  the  proposed  extension  will  provide 
a  community  requirement. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
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be  and  it  hereby  is  granted  on  condition  that  the  exposed 
rear  and  gable  walls  be  finished  in  light-faced  brick;  that 
the  street  facade  of  the  building  be  finished  in  face  brick 
or  natural  stone ;  that  there  shall  be  no  advertising  signs 
exposed  or  displayed  on  the  premises  within  the  residence 
area  of  the  property;  that  a  return  drawing  of  finished  ele¬ 
vations  of  the  street  fronts  be  made  to  this  board  for  ap¬ 
proval  before  submitting  same  to  the  superintendent  of 
buildings ;  and  that  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  months  and 
the  building  completed  within  18  months  from  the  date 
of  this  action. 


244-24-BZ. 

APPLICANT — Richards,  Smyth  &  Conway,  substituted 
for  S.  Millman  &  Son,  for  Morris  Angert,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 1761-1765  Bushwick  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Max  Shapier. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  res¬ 
olution  modified  to  permit  only  incidental  re¬ 
pairs. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  Tp  REOPEN  AND  MODIFY— 

Affirmative:  Chairnjan  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  l 

THE  RESOLUTION: 

(244-24-BZ) 


Whereas,  S.  Millman  &  Son,  for  M.  Angert  and  E. 
Edinger,  owners,  filed,  April  30,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles ;  premises  1761-1765  Bush¬ 
wick  avenue,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  May  26, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bushwick  avenue  and  Fan- 
chon  place  are  business  districts  and  Pellington  place  is  a 
residence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  April  28,  1924,  in  acting  on  Application  No. 
9279-24,  reads : 

“Denied,  proposition  contrary  to  the  zone  resolution, 
Art.  II,  Sec.  4.  A  public  garage  in  a  business  dis¬ 
trict.”  ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  60  ft. 
6)4  in.  and  a  depth  of  137  ft.  6  in. ;  to  be  occupied  as  show¬ 
rooms  and  garage  for  more  than  five  motor  vehicles ;  and 

Whereas,  applicant  has  filed  the  duly  acknowledged  con¬ 
sent  of  the  owners  of  95  per  cent  of  the  property  front¬ 
age  deemed  by  the  board  to  be  affected;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting  July  22,  1924,  on  certain  conditions,  and  owner, 
through  his  attorneys,  requested  a  modification  of  these  con¬ 
ditions  as  to  the  use  of  premises  for  minor  adjustments  and 
repairs  and  painting  of  automobiles. 

Resolved,,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  structure 


be  limited  to  one  story  in  height  above  grade;  that  the  rear 
and  side  walls  be  unpierced  throughout  their  entire  height 
and  length,  with  the  exception  of  an  emergency  exit  in 
the  rear  to  property  in  the  same  ownership ;  that  the 
front  of  the  building  be  finished  in  face  brick,  with  archi¬ 
tectural  terra  cotta  or  stone  trimmings ;  that  all  permits 
necessary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  building  completed  within  18 
months  from  the  date  of  this  action. 

Resolved,  further,  that  this  variation  also  permits  such  re¬ 
pairs  and  adjustments  as  are  incidental  to  the  conduct 
and  operation  of  a  garage,  on  condition  that  no  motor- 
driven  machinery  be  employed  or  used  in  making  such  re¬ 
pairs  and  permits  the  painting  of  automobiles. 


809-24-BZ. 

APPLICANT — Cass  Gilbert,  for  New  York  Insurance 
Co.,  owner. 

SUBJECT— Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  two  times  height  district  the  erection  of  the 
street  walls  of  a  building  to  a  height  exceeding 
the  limit  required  under  the  building  zone  res¬ 
olution. 

PREMISES  AFFECTED— North  side  of  East  26th 
street,  south  side  of  East  27th  street  from 
Fourth  avenue  to  Madison  avenue,  Manhattan 
APPEARANCES— 

For  Applicant:  Frederick  G.  Stickel. 

For  Oppsition:  None. 

AC  1  ION  OF  BOARD — Granted  extension  of  time  to 
obtain  permits. 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 
Negative  .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenion  2 
THE  RESOLUTION: 

(809-24-BZ) 

Whereas,  Cass  Gilbert,  for  New  York  Life  Insurance 
,  .owner’  June  16,  1924,  an  application,  under  the 

building  zone  lesolution,  to  permit  in  a  business  two  times 
height  district  the  erection  of  the  street  walls  of  a  build¬ 
ing  to  a  height  exceeding  the  limit  set  by  the  building  zone 
resolution;  premises  block  bounded  by  26th  street,  27th 
street,  Fourth  avenue  and  Madison  avenue,  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  September 
30,  1924,  after  due  notice  by  publication  in  the  Bulletin 
of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build- 
mg  zone  resolution  show  that  the  premises  are  located  in  a 
business  and  two  times  height  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  4,  1924,  in  acting  on  N.  B.  Application  No 
295-24,  reads : 

2.  The  height  of  the  building  is  excessive  on  the 
26th  and  27th  street  fronts— section  8,  building  zone 
resolution.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  21  stories  (315  ft.)  and  28  stories  (400  ft  )  in 
height,  with  a  frontage  of  184  ft.  and  a  depth  of  388  ft. ; 
to  be  occupied  as  stores  and  offices,  a  portion  of  the  street 
wall  on  the  26th  and  27th  street  fronts  not  complying  with 
the  setback  requirements  of  the  building  zone  resolution ; 
and 

Whereas,  the  board  decided  that  there  would  be  hardship 
m  preventing  applicant  from  carrying  out  the  design  of  the 
structure  as  proposed  in  harmony  with  architectural  prac¬ 
tice  and  in  view  of  the  fact  that  the  proposed  building  sets 
back  from  the  building  line;  and 
Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  September  30,  1924,  on  certain  conditions,  and 
applicant  requested  a  modification  of  the  time  limit  im¬ 
posed. 
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— 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
ariation  in  the  application  of  the  use  district  regulations  of 
he  building  zone  resolution,  and  that  the  application  be 
nd  it  hereby  is  granted,  on  condition  that  the  requirements 
f  the  building  zone  resolution  be  complied  with  in  all  other 
espects;  that  all  necessary  permits  for  the  prosecution  of 
he  work  shall  be  obtained  within  nine  (9)  months  from 
he  date  of  this  action  and  the  erection  of  the  building 
rosecuted  to  completion. 


429-24-BZ. 

vPPLICANT— John  De  Hart,  for  John  J.  Daly  and 
Max  L.  Fried,  owners. 

iUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  maintenance  of  a  motor  vehicle  repair  shop. 

'REMISES  AFFECTED— 1012-1018  Avenue  St.  John, 
The  Bronx. 

APPEARANCES— None. 

'ACTION  OF  BOARD— Appeal  accepted  for  filing, 
subject  to  public  hearing  in  due  course. 


THE  VOTE  TO  ACCEPT  APPEAL— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 

AREA  FIXED. 

(515-24-BZ) 

The  chairman  presented  and  read  a  communication 
from  Edward  P.  Doyle,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage; 
premises  823-829  Classon  avenue,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Classon  avenue  from  a  point  100 
feet  south  of  Lincoln  place  to  a  point  400  feet  north 
of  proposed  garage;  the  north  side  of  Lincoln  place 
and  also  the  south  side  of  St.  John’s  place  from 
Classon  avenue  to  a  point  150  feet  east  of  Classon 
avenue. 


Adjourned,  2:15  p.  m. 

William  J.  O’Gorman,  Secretary. 
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• 

- — 

BOARD  OF  APPEALS 

SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  MAY  26,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun- 
lison,  Connell,  Holland  and  Acting  Fire  Chief  Martin. 

— 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

447-24- A. 

\PPELLANT — Keiner  Williams  Stamping  Co.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 8746  123rd  street,  Richmond 
Hill,  Queens. 

\PPEARANCES— 

P'or  Appellant:  Frederick  Fullhardt. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  June  16,  1925,  at 
10  a.  m.,  on  request  of  appellant’s  representative. 


"85-24- A 

APPELLANT — Philip  J.  Sinnott,  for  Harry  Schneider, 

owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 6118  Rockaway  Beach  boule¬ 
vard,  Arverne,  Borough  of  Queens. 
APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  June  23,  1925,  at 
10  a.  m.,  on  written  request. 


S88-24-A. 

APPELLANT — Nathaniel  Seaman,  for  Olivett  Distribut¬ 
ing*  Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 250  Hudson  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Joseph  A.  Courtney. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF’  BOARD— Laid  over  to  June  9,  1925,  at 
2  p.  m.,  on  request. 

189-24-A. 

APPELLANT — Corona  Chemical  Co.,  Inc.,  lessee. 
SUBJECT— Appeal  from  order  of  fire  commissioner. 


PREMISES  AFFECTED— 43-45  Wooster  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  June  9,  1925,  at 
2  p.  m. 


331-24- A. 

APPELLANT — Board  of  Education,  City  of  New  Aork, 
owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED— 508-534  West  212th  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD— Laid  over  to  June  30,  1925,  at 
10  a.  m.,  pending  action  by  board  of  aldermen. 


1510-24-A. 

APPELLANT— W.  T.  McCarthy,  for  J.  Goldstein,  owner. 
SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 1038  Ocean  avenue,  Brooklyn. 
APPEARANCES— 

For  Appellant:  W.  T.  McCarthy. 

ACTION  OF  BOARD— Laid  over  to  June  16,  1925,  at 
10  a.  m.,  on  request  of  appellant. 


1496-24-A.  ,  „  , 

APPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Brother¬ 
hood  of  Locomotive  Engineers,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 205-207  West  33rd  street,  Man¬ 
hattan. 

For  Appellant:  William  Porter. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Connell,  Gunnison,  Holland  and  Act. 

ing  Fire  Chief  Martin  .  7 

Negative  .  0 

Absent  .  0 
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THE  RESOLUTION: 

(1496-24-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Brotherhood 
of  Locomotive  Engineers,  owner,  filed,  December  20,  1924, 
an  appeal,  with  the  board  of  appeals,  from  a  decision  ot 
the  fire  commissioner,  affecting  premises  205-7  West  33rd 
street,  Manhattan ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  3,  1924,  in  acting  on  Alteraiton  Application  No. 
2138-24,  reads : 

"2.  The  use  of  Grade  B  Fuel  Oil  is  not  permitted 
in  commercial  plants  or  in  dwellings  of  more  than  two 
families  unless  the  room  in  which  equipment  is  used 
is  cut  off  from  the  rest  of  building  by  fireproof  par¬ 
titions,  ceilings  and  floors.  Such  rooms  must  also  have 
direct  entrance  from  street  only,  and  be  adequately 
vented  to  the  outer  air.”; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
basement  in  height,  30  ft.  by  99  ft.  in  area.  OCCUPIED: 
Basement,  boiler  room  and  above  as  a  bank  and  office 
building ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  200-gallon  fuel  oil  tank,  a  55-gallon  auxiliary 
tank,  a  Nokol  burner  and  the  necessary  valves  and  piping; 
the  ceiling  of  the  basement  over  the  tanks,  pumps  and  pip¬ 
ing  is  not  fireproof ;  the  boiler  being  in  a  fireproof  com¬ 
partment  with  a  fire  door  at  the  opening  thereto ;  and 

Whereas,  appellant  contends  that  due  to  structural  con¬ 
ditions  it  is  impracticable  to  place  a  direct  stairway  from 
the  street  to  basement,  and  requests  that  the  fuel  oil  burn¬ 
ing  system,  as  installed,  be  accepted. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  2,  on  condition  that  the  boiler  room 
shall  be  enclosed  in  approved  masonry  walls  and  fire  stopped 
with  approved  masonry;  ceilings  to  be  plastered  on  wire 
lath,  with  not  less  than  ^  in.  cement  mortar;  that  said 
boiler  room  shall  be  vented  to  outer  air  by  means  of  a 
galvanized  metal  duct,  with  register  or  screen  on  the  outlet 
side ;  that  the  cellar  stairs  shall  be  enclosed  in  fire-retard¬ 
ing  material,  with  self-closing  fireproof  door  at  the  lowest 
level;  that  a  fixed  iron  engineer’s  ladder  shall  be  provided 
and  maintained  at  the  front  of  building  with  egress  di¬ 
rectly  to  street;  and  that  the  fuel  oil  burning  equipment 
shall  comply  with  the  fuel  oil  rules  in  all  othef  respects. 


ACTION  OF  BOARD — Laid  over  to  June  9,  1925,  a 
2  p.  m.,  on  written  request  of  applicant. 


1091-24-BZ. 

APPLICANT — John  W.  Clancy,  for  Valballa  Corporation 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent  c 
buildings)  to  permit  in  a  business  district  the  erei 
tion  and  maintenance  of  a  garage  for  the  storag 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AhFECTED — 341  East  184th  street,  Th 
Bronx. 

APPEARANCES— 

For  Applicant:  Morris  A.  Sachs. 

For  Opposition:  Stanley  Garter  and  others. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  d 
a.  m.,  on  request  of  objector. 


110-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Brecher  Buildin 
Corporation,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  o 
buildings)  to  permit  in  a  business  district  the  erec 
tion  and  maintenance  of  a  garage  for  the  storag 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Southeast  corner  Washingto 
avenue  and  Fifth  avenue,  Long  Island  City,  Bor 
ough  of  Queens. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Mr.  Celia. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  a 
10  a.  m.,  pending  inspection  by  committee  of  boarc 


1272-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hugo  C.  Cook 
owner. 

SUBJECT- — Application  (re:  decision  of  superintendent  o 
buildings)  to  permit  in  a  business  district  the  alter 
ation  and  extension  of  a  garage  for  the  storag 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AhFECTED — 2311  St.  Raymond’s  avenue 
The  Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1925,  a 
2  p.  m.,  on  written  request  of  applicant. 


BUILDING  ZONE  CASES. 

237-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Bee  Dee  Realty 
Co.,  owner. 

SUBJECT — -Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  extending 
from  an  unrestricted.,  district  the  erection  and  main- 
•  tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 38-44  State  street,  Brooklyn. 
APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition :  M.  Harrison,  Sara  Stephenson, 
M.  Butler. 

ACTION  OF  BOARD — Laid  over  to  June  9,  1925,  at 
2  p.  m.,  on  request  of  applicant. 


811-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hattie  W.  Ayer, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 495-499  East  171st  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition :  Jacob  Feld. 


245-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  William  Cunning 
ham,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  o 
buildings)  to  permit  in  a  business  district  the  erec 
tion  and  maintenance  of  a  garage  for  the  storag*, 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AhFECTED — 1721-1723  Park  avenue,  Man 
hattan. 

APPEARANCES— 

For  Applicant:  Louis  A.  Sheinart,  Arthur  S 
Thomas. 

For  Opposition :  George  J.  Meyer. 

ACTION  OF  BOARD — Application  granted  on  condition 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 


Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Holland  and  Connell  .  £ 

Negative :  Mr.  Gunnison  and  Acting  Fire  Chief 

Martin  .  a 

Absent  .  ( 

THE  RESOLUTION: 

(245-25-BZ) 

Whereas,  Louis  A.  Sheinart,  for  Wm.  Cunningham 

owner,  filed,  March  3,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of! 
more  than  five  motor  vehicles;  premises  1721-1723  Party 

avenue,  Manhattan ;  and 
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Whereas,  a  public  hearing  was  held  on  this  application 
the  board  of  appeals,  at  its  special  meeting,  May  26, 
25,  after  due  notice  by  publication  in  the  Bulletin  of  the 
>ard  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 
7  zone  resolution  show  that  Park  avenue  and  East  120th 
-eet  are  business  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
ndered  February  11,  1925,  in  acting  on  N.  B.  Applica- 
>ti  No.  82-25,  reads : 

“l.  Location  of  proposed  garage  is  contrary  to  the 
provisions  of  Section  4,  Building  Zone  Resolution.”; 

d 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
nstruction,  four  stories  in  height,  with  a  frontage  of 
i  ft.  2  in.  on  Park  avenue  and  88  ft.  on  East  120th  street, 
be  occupied  as  a  garage  for  more  than  five  motor  ve- 

cles;  and 

Whereas,  the  board  deemed  that  the  applicant  supported 
s  application  under  section  21,  and  that  adjoining  properties 
luld  be  adversely  affected. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
motion  in  the  application  of  the  use  district  regulations 
'  the  building  zone  resolution,  and  that  the  application 
:  and  it  hereby  is  granted  on  condition  that  the  building 
tall  be  erected  fireproof ;  that  it  shall  be  limited  in  height 
a  three  (3)  story  structure  above  sidewalk  grade;  that 
.ere  shall  be  no  vehicular  entrance  on  120th  street  front 
id  that  any  door  opening  on  120th  street  shall.be  restricted 
i  an  emergency  exit,  not  exceeding  3  ft.  8  in.  in  width ; 
ie  sills  of  any  windows  opening  on  the  120th  street  front 
tall  be  at  least  5  ft.  6  in.  above  grade;  the  elevator  open- 
g  on  the  Park  avenue  front  to  be  equipped  with  automatic 
■lf-operating  doors,  operative  only  on  electric  contact; 
ie  rear  and  gable  walls  to  be  unpierced  throughout  their 
itire  height  and  length;  that  the  front  elevation  shall  be 
nished  with  face  brick  with  architectural  terra  cotta  or 
one  trimmings,  laid  out  in  panel  design  with  ornamental 
irnice ;  that  there  shall  be  no  signs,  other  than  ope  elec- 
ic  projecting  sign,  confined  to  the  Park  avenue  front  of 
ie  structure;  any  gasoline  storage  equipment  shall  be  lo- 
ited  inside  the  street  wall  of  the  corner  formed  by  the 
tersection  of  Park  avenue  and  120th  street;  that  a  return 
:  the  street  elevation  shall  be  made  to  this  board  for  ap- 
•oval  before  submission  to  the  superintendent  of  buildings; 
Resolved,  further,  that  all  permits  necessary  for  the  prose- 
ition  of  the  work  shall  be  obtained  within  nine  (9)  months 
id  the  building  completed  within  eighteen  (18)  months 
-om  the  date  of  this  action. 


>83-21 -BZ. 

PPLICANT — Mrs.  Hannah  T.  Manning. 

UBJECT — Application  for  reopening  (re:  order  of  fire 
commissioner)  to  permit  in  a  residence  district  the 
maintenance  of  a  garage. 

REMISES  AFFECTED— 7  Clinton  place,  The  Bronx. 
PPEARANCES — 

For  Applicant:  Irene  Manning. 


For  Opposition :  None. 

ACTION  OF  BOARD — Extension  of  time  granted. 
THE  VOTE  TO  GRANT  EXTENSION  OF  TIME— 
Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland  and  Acting  Fire 


Chief  Martin  .  6 

Negative  .  0 

Absent:  Mr.  Connell  .  1 

THE  RESOLUTION: 


( 1583-21-BZ) 

Whereas,  Hannah  T.  Manning,  owner,  filed,  December 
7,  1921,  an  application,  under  the  building  zone  resolution, 
to  permit  in  a  residence  district  the  maintenance  of  two 
garages,  space  in  which  is  rented  to  persons  not  residing 
on  premises ;  premises  7  Clinton  place,  The  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  May  23, 
1922,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Clinton  place  and  Davidson 
avenue  are  residence  districts  and  Jerome  avenue  is  a 
business  district ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  6,  1921,  reads: 

“1.  Maintenance  of  your  garage  is  a  violation  of 
section  3  of  article  2  of  the  Building  Zone  Resolution 
of  the  Board  of  Estimate  and  Apportionment  of  the 
City  of  New  York,  adopted  July  25,  1916,  inasmuch  as 
garage  is  not  an  accessory  to  residence  on  lot  and  mo¬ 
tor  vehicles  are  for  sale,  for  rent  or  for  hire  or  are 
subject  to  charges  for  storage. 

“You  are,  therefore,  ordered  to:  “1.  Discontinue  the 
use  of  premises  for  the  storage  of  motor  vehicles  con¬ 
taining  volatile  inflammable  oil.”; 
and 

Whereas,  the  buildings  are  of  metal  construction,  each 
one  story  in  height,  with  a  frontage  of  30  ft.  and  16  ft.,  re¬ 
spectively,  and  a  depth  of  18  ft. ;  occupied,  one  for  storage 
of  two  cars  and  the  other  for  storage  of  three  cars,  space 
being  rented  to  persons  not  residing  on  premises ;  and 

Whereas,  there  would  be  undue  hardship  in  requiring  the 
owner  to  immediately  discontinue  the  renting  of  space  in 
these  buildings  ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meetings,  March  23.  1922,  and  July  17,  1923,  for  a  tem¬ 
porary  period  and  applicant  requested  an  extension  of  time. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted,  for  a  temporary  period  of  two 
years  from  Tulv  17,  1925,  on  condition  that  the  garage 
use  shall  be  limited  to  automobiles  of  the  pleasure  car  type, 
and  on  further  condition  that  no  gasoline  shall  he  stored 
on  the  premises,  and  that  no  motor  vehicle  repairing  shall 
be  done  on  the  premises. 


Adjourned  4.45  p.  m. 

William  J.  O’Gorman,  Secretary. 


CONCRETE  RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
1,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con- 
ruction  shall  not  be  prohibited  when  used  in  accordance 
ith  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
>ecifications  for  this  material  which  have  been  adopted 
y  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
sed  shall  conform  with  the  following  table,  all  weights 
iven  being  the  amount  of  lime  which  may  be  incorporated 
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for  each  ninety-five  pound  bag  of  Portland  cement. 

1-114-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5 
cement. 

1-214-5  Mix, 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 


pounds  of  hydrated  lime  per  bag  of 
6  pounds  of  hydrated  lime  per  bag  of 


PUBLIC  HEARING 


PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCFS 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Friday,  June  26,  1925,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  shozv  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  zvell  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis * 
sioner  may  require,  not  exceeding  three  (j),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line)  equipment  is  proznded 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  zvtih  the  ap¬ 
proved  plans  and  as  per  test  herein  proznded  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad- 
Z'ised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
zvorkmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wFv>  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
znded  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C. ;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago:  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank 
the  Pressure  Tank,  [and]  the  Public  Water  System,  ana 
the  Automatic  Electric  Fire  Pump,  installed  as  requirea 
under  the  provisions  of  Rule  S,  hereinafter  provided  for 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
zvill  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal- 
Ions  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply ,_  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  proznded  that  there  are  separate  feed 
mains  from  the  basement  or  lowest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

.  Thff  overflow  pipe  shall  be  not  less  than  tzvo  (2)  inches 
m  diameter  for  tanks  up  to  jo, 000  gallons  capacity  and  not 
■less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be¬ 
low  the  top  of  the  staves  in  zvooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is '  of  brass  or  copper  or  other  non-corrosive  metal  and 
zvithout  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflozv  pipes  shall  terminate  not  more 
than  twenty-four  (24)  inches  above  roof  and  shall  be  fitted 
zvith  a  go  degree  elbozv. 

The  discharge,  heating  or  filling  pipes  zvhere  exposed 
to  the  zveather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering '  zvhich  may  be  of  three  layers  of  one-inch 
(1  )  hair  felt  interspersed  zvith  building  paper  zvell  zvrapped 
and  secured  and.  covered  zvith  canvas  zvell  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means '  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  abozte  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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ures  shall  be  approved  by  the  Superintendent  of  Buildings. 
I'anks  not  enclosed  a>ul  exposed  to  the  weather  shall  be 
:ovcrcd  with  a  double  roof  of  acceptable  construction  con¬ 
nsting  of  a  tight  flat  cover  of  matched  boards  and  above 
‘his  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  73  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12)4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  ivater  for  a  wet  pipe  system 
where  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  3,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  lias  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (D/i)  inches  in  size  [with  a  one  and  one- 
quarter  (/J4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (i1/ 2)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  .  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve,  d  he  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidezvalk  and  with¬ 
in  id"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  ( 2 ) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  winch  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Cas  and  Electricity, 
or  a  tyye  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  13  pounds  water  pressure  at  the  highest  sprinkler 
below  mam  roof  and  in  pent  houses  over  2,300  sq.  ft.,  as 
provided  in  Rule  3.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (J4)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  chall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforqis 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  tivelve  (12)  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  ( 15 )  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

hi  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (^4)  inch  drip  connection,  with  plugged  valve  attached , 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street ;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  J9  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  .used  for  the  storage  of  ,in- 
flammaible  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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iere  girders  and  joists  are  flush  at  the  bottom,  heads 
.11  be  spaced  according  to  the  general  rule. 


b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
acent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
tance  between  the  heads  on  each  line  shall  not  exceed  six- 
n  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
more  than  four  (4)  feet  from  wall  or  partition.  Where 
ders  project  below  the  under  side  of  joists  and  divide 
[t  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
1th,  measured  from  center  to  center  .of  girders,  one  line 
ill  be  placed  in  the  center  of  each  bay.  In  bays  exceed- 
twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
installed  in  each  bay  and  in  no  case  shall  the  distance 
ween  adjacent  lines  exceed  twenty  (20)  feet. 


'c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
'  distance  between  adjacent  lines  shall  not  exceed  twenty- 
;  (25)  feet  and  the  distance  between  the  head  on  each  line 
dl  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
es  being  spaced  not  more  than  five  (5)  feet  from  wall 
partition.  Where  girders  project  below  the  under  side 
joists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 
five  (25)  feet  in  width,  measured  from  center  to  center 
girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
:  distance  between  adjacent  lines  exceed  twenty-five  (25) 

S smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
ooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
;t  wide  and  over  (measurements  to  be  taken  from  center 
center  of  timber,  girder  or  other  projection  or  support 
rming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
follows : 


(a)  For  standard  one-half  ()4)  inch  heads — 


One  line  of  sprinklers  shall  be  placed  in  the  center  of 
ch  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
idth,  and  the  distance  between  the  heads  on  each  line 
tall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 


Bays  in  excess  of  twelve  (12)  feet  in  width  and.  less 
tan  twenty-three  (23)  feet  in  width,  shall  contain  at 
ast  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
et  in  width  or  over  shall  have  the  lines  therein  not  over 
n  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
et  in  width,  not  more  than  one  hundred  (100)  square 
et  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
if  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
idth,  and  the  distance  between  the  heads  on  each  line 
lall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
venty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
nes  and  in  no  case  shall  the  distance  between  adjacent 
nes  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

eads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
ich  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
ridth  and  the  distance  between  the  heads  on  each  line 
hall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
f  twenty-five  (25)  feet  in  width  shall  contain  at  least 
vo  (2)  lines  and  in  no  case  shall  the  distance  between 
Ijacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
fill  construction  shall  apply  as  far  as  practicable.  The 
lie  may  be  modified,  however,  the  intent  being  to  ar- 
ange  the  spacing  of  heads  to  protect  the  contents  rather 
lan  the  ceilings;  but  in  no  case  shall  the  distance  be- 
ween  a  head  on  one  line  and  a  head  on  an  adjacent 
ne  exceed  the  following: 


(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 


Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows : 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 


(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof.  nv»v  be  used  in  lieu  of  heads  located  in  peak  of 
roof ' 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 


(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 


Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  mch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
raoks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (l/2)  inch  heads — 


Size  of  Pipe 
inch 

1 

1%  “ 
iy2  “ 

2 

2  y2  “ 

3  “ 

3  y2  “ 

4 

5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 

3 

5  “ 

10 

20  “ 

36  “ 

55 

80  “ 

.  140  “ 

.  200  “ 

.  300  “ 

.  420 


(b)  For  Conran*  one  (1)  inch  heads- 


Size  of  Pipe 

1  inch 

154  “ 
154  “ 

2  “ 

2  y  “ 

3 

4 

5 

6 

7  “ 

8 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

.  2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 


<< 

it 


U 


u 


it 


(c)  For  Conran*  one  and 


Size  of  Pipe 

154  inch 
154  “ 

2 

“ 


one-quarter  (1%)  inch  heads— 
Maximum  No.  of 
Heads  Allowed 

.  1  head 

.  2  heads 

.  3 


12  “ 
21  “ 
40 

60  “ 
84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eigh 
(8)  inches  in  diameter,  special  ruling  will  be  required  b 
the  administrative  official  having  jurisdiction  as  to  the  per 
missibility  of  its  use  and  the  number  of  heads  that  may  b 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  s< 
that  the  number  of  heads  on  a  branch  line  will  not  exceei 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  th< 
permissible  number  of  heads  may  be  doubled,  provided  th 
feed  main  is  of  the  size  indicated  in  the  schedule  for  th 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  head, 
each,  the  conditions  approach  those  of  long  single  lines 
Such  feed  mains  shall  usually  be  centrally  supplied  when 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Brand 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end 
provided  a  two  and  one-half  (2 y2)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  ( y2 )  inch  heads' 
in  lieu  of  tw.enty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floo: 
openings  without  approved  stops,  shall  be  treated  as  one  roon 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  bt 
of  sufficient  size  to  accommodate  the  number  of  heads  callec 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  foi 
a  given  number  of  heads  may  be  required  wherever  the  con 
struction  or  conditions  introduce  unusually  long  rims  of  feec 
mains  or  many  angles.  Buildings  with  blind  attics  with  smal 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  ai 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  oi 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
Center  Central  ’  or  “Side  Central”  supply  to  feed  main 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof ■  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  (y2)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  zvith  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser ”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  graznty 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser’’, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
indard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
d  screwed  up  tight  into  fittings  without  reducing  the 
iterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
all  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work- 
g  pressure  of  150  pounds  per  square  inch  and  must  be 
pable  of  withstanding  a  hydrostatic  test  pressure  of  750 
unds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall'  and  other 
rts  of  the  building  with  standard  steel,  wrought  or  mal- 
ible  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
essure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
50)  pounds  per  square  inch,  and  shall  be  designed  for  a 
orking  pressure  of  250  pounds  per  square  inch  and  be 
pable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
mnds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
■r  cast  iron  pipe  of  the  American  Water  Works  Associa- 

im 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex- 
►sed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro- 
cted  against  corrosion  whenever  found  necessary  by  thor- 
ighly  cleaning  the  pipe  of  all  scale  and  grease  and  paint- 
g  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
ceptable  moisture  resistive  paint.  When  exposed  to  chemi- 
il  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
•  other  approved  chemical  resistive  paint.  Care  shall  be 
ken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
ider  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
ofed  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
lied  with  mineral  wool,  sawdust  or  tar  mixed  with  granu- 
ted  cork,  extending  below  bottom  of  pipe  and  through  the 
p  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
ith  three  alternate  layers  of  one-inch  hair  felt  and  build- 
lg  paper  or  by  other  approved  method.  When  of  wood, 
ich  enclosure  shall  be  constructed  double  with  a  layer  of 
ir  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin- 
er  concrete  floors  or  partitions,  they  shall  be  protected 
ith  a  metal  sleeve  or  be  grouted  with  cement  mortar. 
Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
iall  be  protected  with  an  approved  hermetically  sealed  cover, 
r  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
e  so  installed  that  they  can  be  thoroughly  drained,  and 
•here  practicable,  all  piping  shall  be  arranged  to  drain  at 

le  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
cise  any  part  of  the  sprinkler  system  to  frost,  and  shall 
e  so  connected,  either  by  check  valves  or  other  means, 
iat  they  will  not  [overthrow]  overflozv  domestic  service  or 
ther  connections  to  the  same  sewer  or  house  drain,  or  if 
zrried  through  the  wall  and  exposed  to  the  weather,  they 
hall  be  fitted  ivith  hoods  or  doztm-turned  elbozvs. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
m  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser ; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 
r  On  each  floor,  if  independent  floor  control  valves  are  used ; 
nd 

At  each  supply  main,  when  the  water  in  the  same  can- 
ot  be  removed  through  any  of  the  above  drains.  Such 
rains  shall  be  installed  with  controlling  valves  so  that  flow- 
ig  tests  may  be  made  to  determine  if  the  water  supplies 
r  connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1%)  inches  in  size]  shall  be  not  less  than  i  inch 
in  size  zvhere  floor  valves  are  not  over  2l/2  inches  in  size 
and  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i}/2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (%)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  ( l/2 )  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  ^  inch  >n  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  i$4  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  j4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  34* inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zxrith  a  i/^-inch  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4J4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve ; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (*4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (y2)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows: 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  th 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  f 
the  pump  shall  be  taken,  if  possible,  from  a  room  containi 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  cc 
taining  calcium  chloride,  in  order  to  avoid  the  introducti 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  mai 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  (y)  inch  heads  . 4 

(b)  For  Conran*  one  (1)  inch  heads  . 1 

(c)  For  Conran*  one  and  one-quarter  (1%  inch  heads 

Where  equipped  with  an  approved  quick-opening  dev\ 

the  folloimng  number  of  heads  may  be  controlled  by  0 
"Type  A’’  dry-pipe  valve: 


(a)  tor  Standard  one-half  (J/2)  inch  heads  . 8 

( b )  For  Conran*  one  (1)  inch  heads  . 2 

(c)  For  Conran *  one  and  one-quarter  (/)4)  inch  heads. 1 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alar 

system  shall  be  designed  to  operate  at  a  temperature  low 
than  that  required  to  open  the  sprinkler  heads,  and  all  co 
nections  between  the  alarm  system  and  the  dry-pipe  val 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juri 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pi 
system  shall  be  provided  with  an  air  relief  valve  or  vet 
so  constructed  as  to  be  normally  open  in  order  to  pern 
the  free  escape  of  air  from  the  system,  but  to  close  aut 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (r/2)  inch  heads. . 5' 

(b)  For  Conran*  one  (l)  inch  heads  . i: 

(c)  For  Conran*  one  and  one-quarter  ( 1 %)  inch  heads. 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkl 

systems  shall  be  equipped  with  an  alarm  valve  so  construct 
that  a  flow  of  water  through  a  one-half  (^2)  inch  orifi 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  devi 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  A 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  wh( 
the  water  falls  below  or  rises  above  the  normal  level 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  ii 
dicate  when  the  pressure  in  the  tank  falls  below  sevenl 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inc 
with  an  indicator  or  alarm  located  in  the  engineer’s  roo: 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkk 
tanks  subject  to  freezing  shall  be  protected  by  internal 
heating  the  water  or  enclosing  the  tank  in  a  frost-proc 
house  properly  heated  and  lighted. 


Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealt 
pipe  systems  shall  be  of  standard  full-weight  wrought  ire 
or  steel,  painted  with  two  coats  of  protective  paint,  or 
before  and  one  after  installation.  Such  pipe  shall  be  ir 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  sha 
be  inspected  prior  to  concealment.  When  installed  in  tl 
concealed  space  between  floor  arches  and  ceiling,  such  pi{ 
shall  be  supported  by  hangers  and  all  pipe,  fittings  ar 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  opei 
ings  and  other  structural  defects  which  prevent  the  bankin 
up  of  heated  air  and  retard  the  automatic  action  of  sprii 
kler  heads  shall  be  provided  with  the  necessary  curtai 
boards  and  draft  stops  to  permit  specific  control  of  the  fit 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  b< 
low  the  lowest  sprinkler. 
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Rule  33.  Af>{>roval  of  Sprinkler  System  [Tests].  Before 
ceftance  all  automatic  sprinkler  systems,  excluding  the  wa- 
•r  supply  tanks,  shall  be  subjected  after  installation  to  a 
ydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
;r  square  inch  in  excess  of  that  which  will  be  normally 
trried  and  observed  in  the  sprinkler  system,  such  test 
ressure,  however,  never  to  be  less  than  one  hundred  and 
fty  (150)  pounds  per  square  inch  in  any  part  of  the  sys- 
sm. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
ressure  of  one  and  one-half  (1)4)  times  the  working  pres- 
jre.  To  prevent  the  possibility  of  serious  water  damage 
i  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
nail  pump,  the  main  controlling  gate  being  meanwhile 
ept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
sed  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con- 
-ol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
hall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
nd  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
ivo  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
ours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen- 
ial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
uring  the  test  to  prevent  injurying  the  valve. 
Non-automatic  systems  shall  be  tested  after  installation 
t  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
f  the  pressure  necessary  to  reach  the  highest  line  of  sprin- 
lers. 

All  tests  of  installed  systems  shall  be  made  by  the  con- 
ractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
uthorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
prinkler  system  shall  be  covered  up  or  permanently  con- 
ealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
pproved  of  in  writing,  except  piping  passing  through  floors, 
calls,  partitions  or  beams  for  distances  equal  to  the  thick- 
less  of  such  floors,  zvalls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
primklers  required  in  non-fireproof  business  buildings  under 
he  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
ules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
prinklers  required  in  buildings  having  occupancies  consid- 
red  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
> therzvise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
gers  required  in  buildings  under  the  provisions  of  the  Code 

f  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
i  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
'equired  in  theatre  buildings  under  the  provisions  of  Chap- 
er  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
equired  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
^ode  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  zvherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the.  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  zvith  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  ozvner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  zvorking  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (d),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  zvith  the  rules  of  the  National  Board  of  Fire 
Underzvriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
distributing  Division  of  the  City  Record  Office,  125  Worth 
itreet.  Price,  $1;  by  mail,  $1.08. 


PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . . 

Cases  filed  up  to  and  including  May  28,  1925 
Restored  to  calendar  . 

Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification . . . 

Requests  to  rescind  . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit  . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans . 

Administrative  requests  . 

Requests  for  interpretation . 


598 

553 

43 


79 

2 

24 

1 

13 

13 

1 

8 

1 
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DISPOSITION  OF  CASES. 

Withdrawn  . 

Dismissed  . 

Denied  . 

Granted  . 

Granted  on  condition  . 

Appliances  approved  . 

Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  reopen  granted  . 

Requests  to  reopen  denied  . 

Requests  to  amend  granted  . 

Requests  to  amend  denied  . 

Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

Requests  to  rescind  granted . 

Requests  to  rescind  denied  . 

Requests  for  extension  of  time  granted  . 

Requests  for  extension  of  time  denied  . 

Requests  for  extension  of  permit  granted . 

Requests  for  extension  of  permit  denied  . 

Requests  to  install  granted  . 

Requests  to  install  denied  . 

Plans  approved  . 

Plans  disapproved  . 

Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . . 

Interpretations  . . 

Requests  withdrawn  or  dismissed . 
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3 

9 

37 
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Total  .  1337 

Disposed  of  .  738 

Cases  pending  May  28,  1925  .  599 


Total  .  73S 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owner* 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
bearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
bearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

l 

Name  . 

Street  . 


My  subscription  is  to  begin  with  th'*  issue  for 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
ven — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Special  Meeting,  Board  of  Standards  and 
Appeals,  May  29,  1925. 

Minutes  of  Meeting,  Board  of  Appeals,  June  2, 
1925. 

Minutes  of  Meeting,  Board  of  Standards  and  Ap¬ 
peals,  June  2,  1925. 

Reserve  Calendar. 

Amendment  to  Building  Zone  Resolution. 

Notice  of  Public  Hearing. 

Progress  Report. 


DATES  AND  HOURS  OF  MEETINO 
Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  ra. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  hoard,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  June  9,  1925, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  June  16,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  siek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


New 
Cal.  No. 
575-25-BZ. . 

574-25-S . . . 

573-25-S .  . . 

572-25-S . . . 

571-25-BZ. . 

570-25-BZ. . 


569-25-BZ. . 
568-25-A. . . 
567-25-A. . . 
566-25-A. .  . 
565-25-A. .  . 
564-25- A. . . 
563-25-S . . . 
562-25-S . .  . 
561-25-S . . . 
560-25-BZ. .  . 
559-25-S . . . . 
558-25-SA. . 
557-25-S . . . 
556-25- A. . . 
555-25-BZ. . . 
554-25-A. .  . 


1418-24-S . .  . . 

18-24-S _ 

718-18-S _ 


DOCKET. 


Cases  Filed  Week  Ending  June  4,  1925. 


Department. 

Premises  Affected. 

....B.B.B.  . 

..507-511  Flatbush  aVe.,  Bklyn. 

Applic.  9436-1925. 

....F.D.  ... 

.249-251  Plymouth  st.,  Bklyn. 

L.  D.  61523. 

....F.D.  ... 

.249-251  Plymouth  st.,  Bklyn. 

L.  D.  61524. 

....F.D.  ... 

.471  W.  Broadway,  Man. 

L.  D.  76961. 

....B.B.B.  . 

..345-351  39th  st.,  Bklyn. 

Applic.  9053-1925. 

....B.B.B.  . 

..N.  W.  C.  Ocean  ave.  &  Ave. 
U,  Bklyn. 

Applic.  8717-8711-1925. 

....B.B.Bx. 

..411  E.  203rd  st.,  Bx. 

N.  B.  1170-1925. 

....F.D.  ... 

.S.  E.  C.  Skillman  ave.  &  Hulst 
st.,  L.  I.  City,  Q.  L.  C.  95100. 

....F.D.  ... 

.41  Bleecker  st.,  Man. 

L.  C.  29480. 

....F.D.  ... 

.  314-324  W.  21st  st.,  Man. 

L.  C.  28615. 

....F.D.  ... 

.Boynton  ave.  Sc  E.  172nd  st., 
Bx.  L.  C.  28544. 

....F.D.  ... 

.106-110  7th  ave.,  Man. 

L.  C.  29108. 

....B.B.M.  . 

.  263-271  W.  38th  st.,  Man. 

N.  B.  260-1924. 

....F.D.  .. 

.248-250  Central  ave.,  Bklyn. 

L.  D.  76803-76804. 

....F.D.  ... 

.  6  W.  29th  st.,  Man. 

L.  D.  76016. 

....B.B.M.  . 

.  4583  3rd  ave.,  Bx. 

Alt.  126-1925. 

....B.B.M.  . 

.  675  5th  ave.,  Man. 

Alt.  509-1925. 

....F.D.  ... 

.Globe  Dry  Pipe  Valve  Acceler¬ 

t 

ator.  Appliance. 

....F.D.  ... 

.  464  Liberty  ave.,  Bklyn. 

L.  D.  76805. 

....F.D.  ... 

.51  Henry  st.,  Winfield,  L.  I.,  Q. 

L.  C.  96279. 

....B.B.B.  .., 

.  1062  St.  Johns  pi.,  Bklyn. 

Applic.  8283-1925. 

....F.D.  ... 

.83-101  N.  3rd  st.,  Bklyn. 

F-75019. 

Restored 

to  Calendar. 

...B.B.M.  .. 

20  E.  31st  st.,  Man. 

N.  B.  2323-1924. 

- B.B.M.  . .  14-16  E.  38th  st.,  Man. 

Variation  of  Labor  Law. 

....F.D . 17-23  E.  Broadway,  Man. 

\  ariation  of  Labor  Law. 


CODE. 

F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  June  9,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1425-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Charles  Milgrim, 
lessee. 

PREMISES — 231  West  74th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
factory  use  of  an  existing  building. 

1437-24-BZ. 

APPLICANT — Charles  Moscarelli,  owner. 

PREMISES— 1265-1271  60th  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

327-25-BZ. 

APPLICANT — Richard  Shutkind,  for  Richard  Schmidt, 
owner. 

PREMISES — 162-166  Prospect  street,  Long  Island.  City, 
Queens. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  an  extension  to  a  dry  cleaning  estab¬ 
lishment. 

354-25-BZ. 

APPLICANT — A.  M.  Davis,  attorney  for  Herbert  M. 
Metzger  and  Amy  M.  Lindau,  owners. 

PREMISES — 55  East  60th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  alteration  and  ex¬ 
tension  of  an  existing  dwelling  to  be  used  for  busi¬ 
ness  purposes. 

376-25-BZ. 

APPLICANT — Charles  H.  Richter,  for  Jane  A.  Moorhead 
and  Helen  G.  Moorhead,  owners. 

PREMISES — 310  Second  avenue,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  an  extension,  to  an  existing  building,  to 
be  used  for  store  purposes. 


398-25-BZ. 

APPLICANT — Louis  Allen  Abramson,  for  DeKalb  Realty 
Corp.,  owner. 

PREMISES — 3655-3663  Third  avenue,  The  Bronx. 

TO  PERMIT  in  an  unrestricted  district  and  on  a  portion 
of  .  a  street  between  two  intersecting  streets,  in 
which  portion  there  exists  an  exit  from  or  an  en¬ 
trance  to  a  public  school,  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1191-23-BZ. 

APPLICANT — Nathan  Langer,  for  Commonwealth  Savings 
Bank,  owner. 

PREMISES — 425-431  West  209th  street,  Manhattan. 

TO  PERMI  T  in  a  residence  district  the  omission  of  a  rear 
yard  required  under  the  zoning  resolution  (previ¬ 
ously  granted  as  to  use  district  variation — erection 
of  a  garage). 
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CALENDAR 


BOARD  OF  APPEALS. 

Tuesday,  June  9,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

75-24-A — 628-642  West  45th  street,  Manhattan. 

59-24- A— 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

16-24-A — 1342  Park  avenue,  Manhattan. 

32-25-A — 20  Beekman  street,  Manhattan. 

66-25-A— 637-649  West  125th  street,  Manhattan. 

94-25-A — 96  Spring  street,  Manhattan. 

70-25-A — 509  Avenue  S,  Brooklyn. 

35-25-A— 217-219  West  126th  street,  Manhattan. 

70-25-A — South  side  of  Roosevelt  avenue,  from  21st  to 
22nd  streets,  Elmhurst,  Queens. 

31-25-A — 218th  street,  220th  street  and  Harlem  River, 
Manhattan. 

39-25-A — West  side  of  Kemble  avenue,  1,352  ft.  V/2  in. 
south  of  Mill  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
a  public  hearing  under  the  provisions  of  the  building  zone 

solution,  Tuesday  morning,  June  9,  1925,  at  10  o  clock, 
Room  1013,  Municipal  Building,  on  the  following  mat- 

r : 

vl.  no.  379-25-BZ — Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Walter 
Scheminger,  applicant  and  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles  and  also  a  motor  vehicle 
repair  shop;  premises  350-354  Broad¬ 
way,  southwest  corner  of  Cary  avenue. 
West  New  Brighton,  Staten  Island, 
Richmond. 

\t.  no.  60-25-BZ — Application,  January  15,  1925,  under  the 
building  zone  resolution,  of  Edward 
Hoffmann,  applicant,  on  behalf  of  Ben- 
enson  Realty  Co.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2115-2137  Webster  avenue, 
The  Bronx. 

vl.  no.  335-25-BZ — Application,  March  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  The 
Stuyvesant  Real  Estate  Co.,  Inc.,  owner, 
to  permit  in  a  business  district  extend¬ 
ing  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  89-99  Granite 
street,  Brooklyn. 

al.  no.  338-25-BZ — Application,  March  28,  1925,  under  the 
building  zone  resolution,  of  Euell  & 
Euell,  architects,  on  behalf  of  Bernardo 
Affinito,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
1295  Cromwell  avenue,  northwest  cor¬ 
ner  of  West  169th  street.  The  Bronx. 

al.  no.  344-25-BZ — Application,  March  30,  1925,  under  the 
V  building  zone  resolution,  of  W  illiam  F. 

Doyle,  applicant,  on  behalf  of  Central 


Zone  Corp.,  owner,  to  permit  in  a  busi¬ 
ness,  and  also  two  (2)  times  height  dis¬ 
trict,  the  erection  of  the  street  walls  of 
a  building  to  a  height  exceeding  the 
limit  set  by  the  zone  resolution ;  prem¬ 
ises  15-19  East  33rd  street  and  18-22 
East  34th  street,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  June  9,  1925,  at  2  p.  m. 

Appeal  from  Administrative  Order. 

588-23-A — East  side  Church  street,  200  ft.  north  of  Rail¬ 
road  avenue,  Tottenville,  S.  I.,  Richmond. 

588- 24-A — 250  Hudson  street,  Manhattan. 

589- 24-A — 43-45  Wooster  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
pf  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  afternoon,  June  9,  1925,  at  2  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 

cal.  no.  191-25-BZ — Application,  February  17,  1925,  under 
the  building  zone  resolution,  of  James 
W.  Byrnes,  applicant,  on  behalf  of  Ber¬ 
nard  Kiritz,  owner,  to  permit  in  a 
residence  and  “C”  area  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles,  also  the  omission  of  a 
rear  yard  required  by  the  building  zone 
resolution;  premises  1209-1211  Putnam 
avenue,  Brooklyn. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  and  also  within  a 
“B”  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 

cal.  no.  237-25-BZ — Application,  February  26,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Bee 
Dee  Realty  Co.,  owner,  to  permit  in  a 
business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  38-44  State  street,  Brooklyn. 

cal.  no.  811-24-BZ — Application,  June  17,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Duunigan,  applicant,  on  behalf  of  Hat¬ 
tie  W.  Ayer,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  495-499  East  171st  street,  The 
Bronx. 

cal.  no.  1272-24-BZ — Application,  October  28,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hugo 
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C.  Cook,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteration  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2311  St.  Raymond’s  avenue, 
The  Bronx. 

cal.  no.  378-24-BZ — 'Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Uunnigan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

cal.  no  1367-23  BZ — Application,  December  23,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
B.  R.  Construction  Co.,  owner,  previ¬ 
ously  denied,  to  permit  in  a  “B”  area 
district  the  erection  and  maintenance  of 
a  building  occupying  more  than  40  per 
cent  of  the  rear  yard  area;  premises 
1211-1263  Boynton  avenue,  The  Bronx. 

cal.  no.  715-24-BZ — Application,  May  21,  1924,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Leo 
Solicito,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage 
for  the  storage  of  four  (4)  pleasure 
motor  vehicles,  four  (4)  spaces  rented 
to  persons  not  residing  on  the  prem¬ 
ises;  premises  811  East  224th  street, 
The  Bronx. 

cal.  no.  190-24-BZ— Application,  April  28,  1925,  under  the 
building  zone  resolution,  of  Edward  V. 
Dodd,  applicant,  on  behalf  of  William 
F.  Till,  owner,  previously  denied,  to 
permit  the  erection  of  a  public  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  2513-2519  Til- 
den  avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  June  16,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1429-24-BZ. 

APPLICANT— John  De  Hart,  for  John  J.  Daly  and  Max 
L.  Fried,  owners. 

PREMISES— 1012-1018  Avenue  St.  John,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
motor  vehicle  repair  shop. 

289-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Max  Zaubler, 
owner. 

PREMISES — 553-559  11th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
an  extension  to  an  existing  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

291-25-BZ. 

APPLICANT — Hollywood  Garage  Corp.,  owner. 

PREMISES — 238-244  East  64th  street  and  1207-1209  Sec¬ 
ond  avenue,  Manhattan. 

TO  PERMIT  in  a  business  district  the  alteration  and  en¬ 
largement  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


359-25-BZ. 

APPLICANT — William  H.  Kehoe,  for  Horlick  Realty 
Corp.,  owner. 

PREMISES — 1026-1042  Liberty  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  vehi¬ 
cles. 

400-25-BZ. 

APPLICANT — James  Kearney,  for  Barnet  Simowitch  and 
Abe  Frank,  owners. 

PREMISES — 247-249  West  69th  street,  Manhattan. 

TO  PERMIT  the  alteration  and  also  the  conversion  of 
occupancy  of  a  building  used  as  a  storage  ware¬ 
house  to  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1360-24-BZ. 

APPLICANT — Abraham  G.  Cohen,  for  Liberty  Property 
Corporation,  owner. 

PREMISES — 11601  Liberty  avenue,  Richmond  Hill,  Bor¬ 
ough  of  Queens. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  alteration  and  extension  of  an 
existing  building  used  for  business  purposes. 


BOARD  OF  APPEALS. 

Tuesday,  June  16,  1925,  at  10  a,  m. 

Appeals  from  Administrative  Orders. 

1177*24- A- — 79-89  Seventh  avenue,  Manhattan. 

904-24-A — 235-239  West  23rd  street,  Manhattan 
1247-24-A — 202  Flatbush  avenue,  Brooklyn. 

308-25-A — 25-27  Thames  street,  Manhattan. 

1516-24-A — 502  West  Broadway,  Manhattan. 

1085-23-A — 778-786  First  avenue,  400-414  East  44th  street 
and  405-413  East  43rd  street,  Manhattan 
167-25-A— 10  Grove  street,  Manhattan. 

278-25-A — 280  Broadway,  Manhattan. 

317-25-A — 17  West  17th  street,  Manhattan. 

3 8 1-25- A — 1229-1231  Gerard  avenue,  The  Bronx. 
392-25-A — 15  West  17th  street,  Manhattan. 

312-25-A — 56-60  Pearl  street,  Brooklyn. 

256-25-A— North  side  of  West  189th  street,  between  Wads¬ 
worth  avenue  and  Wadsworth  terrace,  Man¬ 
hattan. 

255-25-A — 731-735  West  177th  street  and  2-14  Northern 
avenue,  Manhattan. 

1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 
1510-24-A — 1038  Ocean  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOIICF.  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  June  16,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ter  : 

cal.  no.  1522-24-BZ — Application,  December  27,  1924,  undei 
the  building  zone  resolution,  of  John  J 
Dunnigan,  applicant,  on  behalf  of  Hugo 
Seidenberg,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a 
building  used  for  store  purposes  on  the 
1st  story;  premises  129-02  Newport 
avenue,  northwest  corner  of  129th 
street,  Belle  Harbor,  Borough  of 
Queens. 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
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Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (.5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 


cal.  no.  1399-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  Ed- 
Dunnigan,  applicant,  on  behalf  of  Fred¬ 
erick  P.  Ballard,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  alteration  and 
change  of  occupancy  from  a  stable  and 
private  garage  to  a  garage  for  the 
storage  of  three  (3)  commercial  and 
two  (2)  pleasure  motor  vehicles,  two 
(2)  spaces  rented  to  persons  not  resid¬ 
ing  on  the  premises ;  premises  70S  East 
216th  street,  The  Bronx. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valbalia  Corporation,  owner,  n  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 


cal.  no.  110-25-BZ — Application,  January  26,  1925,  under 
the  building  zone  resolution,  of  John  J. 
ward  P.  Doyle,  applicant,  on  behalf 
of  Brecher  Building  Corp.,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  southeast  cor¬ 
ner  of  Washington  avenue  and  Fifth 
avenue,  Long  Island  City,  Queens. 

cal  no.  221-25-BZ — Application,  February  24,  1925,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Joseph  Zimmerman  and  Abraham  Mit- 
chel,  owners,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  166- 
172  South  1st  street,  Brooklyn. 


cal.  no.  545-24-BZ — Application,  May  12,  1925  under  the 
building  zone  resolution,  of  Henry  1. 
Perlin,  applicant,  on  behalf  of  Bertha 
Freitag,  owner,  previously  dismissed  for 
lack  of  prosecution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga¬ 
rage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the 
premises ;  premises  380  Etna  street, 
Brooklyn. 

CAL  no  324-25-BZ— Application,  March  26,  1925  under  the 
building  zone  resolution,  of  Eugene  De 
Rosa,  architect,  on  behalf  of  Smalls 
Queens  Circuit,  Inc.,  owner,  to  permit 
in  a  residence  district  extending  from 
a  business  district  the  erection  and 
maintenance  of  a  building  to  be  used  as 
a  motion  picture  theatre ;  premises  west 
side  of  Junction  boulevard,  88  feet  8L? 
inches  north  of  Roosevelt  avenue,  Elm¬ 
hurst,  Borough  of  Queens. 


(  cai  no  319-25-BZ — Application,  March  25,  1925,  under  the 

building  zone  resolution,  of  Hector 
McG.  Curren,  applicant,  on  behalf  of 
Melchior  Lenke,  owner,  to  permit  in  a 


business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  south  side  of  Germania  place, 
150  feet  west  of  Nostrand  avenue, 
Brooklyn. 

cal.  NO.  380-25-BZ — Application,  April  9,  1925,  under  the 
building  zone  resolution,  of  Joseph 
Goldstein,  applicant,  on  behalf  of  Isaac 
Pinsky,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  building  to  be  used  for  manufacturing 
carbonated  beverages  and  a  garage  for 
the  storage  of  one  (1)  commercial  mo¬ 
tor  vehicle;  premises  28-30  Malta  street, 
Brooklyn. 

cal.  no.  458-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Kolle,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  193- 
210  16th  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  16,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1332-24-S — 101-103  West  42nd  street  and  737-745  Sixth 
avenue,  Manhattan. 

257-25-S — 435-37  Broadway,  Brooklyn. 

180-25-S — 9-13  Maiden  lane,  Manhattan. 

362-25-S — 231-239  West  29th  street,  Manhattan. 

163-25-S — 4049  Third  avenue,  The  Bronx. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

322- 25-S — 4-6  Varet  street,  Brooklyn. 

323- 25-S — 1-11  West  47th  street,  Manhattan. 

346-25-S — 91-103  Washington  avenue,  Brooklyn. 
395-25-S — 30  Union  square,  Manhattan. 

362-25-S— 231-239  West  29th  street,  Manhattan. 

238-25-S— 35-37  East  10th  street,  Manhattan. 

247-25-S— 34-38  East  19th  street  and  33-35  East  18th  street, 

Manhattan. 

1525-24-S — 107  East  31st  street,  Manhattan. 

84-25-S — 10  Mangin  street,  Manhattan. 

233-25-S — 20  Beekman  street,  Manhattan. 

1412-23-S — 174  Duffield  street,  Brooklyn. 

718-18- S— 17-23  East  Broadway,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  June  23,  1925,  at  10  a.  in. 

Appeals  from  Administrative  Orders. 

785-24-A— 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

373-25-A — 957-971  Kent  avenue,  rear,  Brooklyn. 

95-25- A — 216-224  Seigel  street,  Brooklyn. 

130-25- A— Southwest  corner  of  Maspeth  avenue  and  Gard¬ 
ner  avenue,  Brooklyn. 

385-25-A— North  side  of  Anable  avenue,  from  Moore 
street  to  Honeywell  avenue,  Long  Island 
City,  Queens. 

441-25-A— 9502  121st  street,  Richmond  Hill,  Queens. 


i 
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Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  June  23,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat- 
ters: 

cal.  no.  1449-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Benja¬ 
min  Ascher,  applicant,  on  behalf  of 
Johanna  Gunther,  owner,  to  permit  in  a 
residence  district  the  maintenance  of  a 
garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  thiee  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises ;  premises  1962  Anthony 
avenue,  The  Bronx. 

cal.  no.  266-25-BZ — Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Corner, 
Bell,  Russell  &  McNulty,  applicants,  on 
behalf  of  Midwood  Trust  Company, 
owners,  to  permit  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  an  exten¬ 
sion  to  a  bank  building ;  premises  1144 
Flatbush  avenue,  northwest  corner  of 
Dorchester  road,  Brooklyn. 

cal.  no.  298-25-BZ — Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

cal.  no.  399-25-BZ— Application,  April  13,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Jonas 
A.  Hagermeyer,  owner,  to  permit  in  a 
residence  and  “B”  area  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles,  also  the  omission  of  a 
rear  yard  at  the  first  and  second  stories, 
contrary  to  the  requirements  of  the 
building  zone  resolution;  premises  560- 
564  West  174th  street,  Manhattan. 

CAL.  no.  480-25-BZ— Application,  May  6,  1925,  under  the 
building  zone  resolution,  of  George  V. 
Martin,  applicant,  on  behalf  of  M.  J. 
Martin  &  Son,  Inc.,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 


of  more  than  five  (5)  motor  vehicles 
premises  south  side  of  West  230t 
street,  110.62  feet  east  of  Exteric 
street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 
Tuesday,  June  23,  1925,  at  2  p.  m. 

Appeal  from  Administrative  Order. 
254-25- A — 398-408  Washington  street,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  June  26,  1925,  at  2  p.  m. 

Ride. 

77-25-SR— Proposed  Amendments  to  Sprinkler  Rule.- 
adoption  of. 


BOARD  OF  APPEALS. 

Tuesday,  June  30,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 
331-24-A — 508-534  West  212th  street,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  30,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

203-25-S — 28-46  Roebling  street,  220-230  North  10th  stree 
and  219-229  North  9th  street,  Brooklvi) 
393-25-S — 127-133  West  17th  street,  Manhattan. 

425-25-S — 304  Fifth  avenue,  Manhattan. 

427-25-S — 32  Great  Jones  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street 
Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1463-24-S — 8  West  29th  street,  Manhattan. 

320-25-S — 145-147  West  27th  street,  Manhattan. 

347-25-S — 47  Christopher  street,  Manhattan. 

387-25-S — Southwest  corner  of  University  place  and  12th 
street,  Manhattan. 

Appliance  Submitted  for  Approval. 
.1305-24-SA — International  Furnace  Burner,  approval  of. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING. 

FRIDAY  AFTERNOON,  MAY  29,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Hol¬ 
land  and  Connell. 


RULES. 

77-25-SR. 

PETITIONER — National  Automatic  Sprinkler  Association. 
SUBJECT — Proposed  amendments  to  the  sprinkler  rules. 


APPEARANCES— 

For  Petitioner:  I.  G.  Hoagland,  W.  B.  Plumer  and 
Edward  P.  Boone. 

For  Administration:  Inspectors  Maher  and  Carroll 
of  fire  department. 

ACTION  OF  BOARD — Laid  over  to  June  26,  1925,  at  2 
p.  m.,  due  to  there  not  being  a  legal  quorum  present 
as  prescribed  by  law. 

Adjourned  3.40  p.  m. 

William  J.  O’Gorman,  Secretary. 
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BOARD  OF 

REGULAR  MEETING. 

TUESDAY  MORNING,  JUNE  2,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Holland, 
Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of  ap- 
)eals,  held  on  Tuesday  morning,  May  26,  1925,  and  the  min- 
jtes  of  the  special  meeting  of  the  board  of  appeals,  held  on 
Tuesday  afternoon,  May  26,  1925,  were  approved  as  printed 
n  the  Bulletin,  No.  22,  Vol.  X. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

254-25-A. 

APPELLANT — Varick  Realty  Company,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 398-408  Washington  street, 
Manhattan. 

APPEARANCES— 

For  Appellant :  James  McKinley  Rose. 

ACTION  OF  BOARD— Laid  over  to  June  23,  1925,  at  2 
p.  m.,  on  request  of  appellant’s  representative. 

170-25-A. 

APPELLANT— Samuel  F.  Moran,  for  Menkors  Realty  Co., 

owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— South  side  of  Roosevelt  ave¬ 
nue,  from  21st  to  22nd  streets,  Elmhurst,  Borough 
of  Queens. 

APPEARANCES— 

For  Appellant:  Daniel  P.  Bergheimer. 

ACTION  OF  BOARD— Laid  over  to  June  9,  1925,  at  10 
a.  m.,  on  request  of  appellant’s  representative. 

431-25-A. 

APPELLANT— O’Connor  &  Bain,  for  Lotos  Oil  &  Dis¬ 
tributing  Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— From  218th  to  220th  streets 
and  the  Harlem  River,  Manhattan. 
APPEARANCES— 

For  Appellant:  John  J.  O’Connor  and  Wm.  Mi¬ 
chels,  Jr. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  June  9,  1925,  for  in¬ 
spection  by  a  committee  of  the  board. 

339-25-A. 

APPELLANT — Joseph  L.  Burke,  for  Sinclair  Refining  Co., 
lessee. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— West  side  of  Kemble  avenue, 
1,352  feet  3J4  inches  south  of  Mill  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Benjamin  Ascher,  W.  E.  Brown, 
J.  H.  Gundlach  and  John  Lucas. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Report  of  committee  of  inspection 
read;  laid  over  to  June  9,  1925,  for  full  vote  of 
board. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMITTEE 
AND  TO  GRANT  ON  CONDITION— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 

Connell  and  Holland  .  4 

Negative  . 0 

Not  Voting :  Fire  Chief  Kenlon  .  1 

Absent :  Messrs.  Dowd  and  Gunnison .  2 


328-25-A. 

APPELLANT — German  Kahn,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 775-787  and  789-797  Humboldt 


APPEALS 

street  and  24-32  and  34-42  Moultrie  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant Hyman  D.  Rapps  and  Sol  L.  Kahn. 
For  Administration:  Inspector  Maher  of  hre  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Connell,  Holland  and  Fire  Chief  Kenlon...  5 

Negative  .  ® 

Absent:  Messrs.  Dowd  and  Gunnison .  2 

THE  RESOLUTION: 

(328-25-A) 

Whereas,  German  Kahn,  owner,  filed,  March  26,  1925, 
an  appeal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  775-87  and  789-97  Hum¬ 
boldt  street  and  24-32  and  34-42  Moultri  street,  Brooklyn; 

and  .  . 

Whereas,  the  order  of  the  fire  commissioner,  dated  Dec. 

16,  1924,  reads :  .  . 

“1.  Install  a  standpipe  system  with  risers  4  inches  in 
diameter  (covering  both  sections)  tested  to  withstand  a 
pressure  of  300  lbs.  per  square  inch,  extending  from 
cellar  to  roof,  with  necessary  check  valves  and  2)4  inch 
regulation  fire  department  outlets  on  each  story  (includ¬ 
ing  basements,  cellars  and  roofs),  placed  within  main 
stairway  enclosure.  Each  outlet  to  be  provided  with 
sufficient  feet  of  2)4  inch  standard  hose  attached  there- 
to.  , 

and 

Whereas,  the  building  is  non-fireproot,  one  story  (19  ft.) 
in  height,  having  a  frontage  of  249  ft.  on  Moultrie  street 
and  a  frontage  of  218  ft.  on  Humboldt  street  (a  total  of 
approximately  24,000  sq.  ft),  divided  into  two  approxi¬ 
mately  equal  sections  by  a  12-inch  brick  fire  wall  with  two 
openings  therein  protected  with  fireproof  self-closing  slid¬ 
ing  doors  (equipped  with  fusible  links)  on  both  sides  of 
dividing  wall;  OCCUPIED  as  a  smelting  works;  and 
Whereas,  appellant  contends  that  the  building  is  low  in 
height,  faces  on  two  streets  and  that  the  nature  of  the  work 
done  on  the  premises— handling  and  smelting  of  metal— is 
not  hazardous ; 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  required  number  of  fire  buck¬ 
ets  shall  be  maintained  on  premises ;  and  granted  so  long  as 
conditions  as  to  occupancy  and  use,  also  layout  of  structure 
as  now  sub-divided,  remain  substantially  unchanged. 

1426-24-A. 

APPELLANT— William  F.  Doyle,  for  H.  Milgrim  &  Sons, 
Inc.,  lessee. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 2121-2129  Broadway  and  227- 
229  West  74th  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  William  F.  Doyle. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Connell,  Holland  and  Fire  Chief 

Kenlon  .  5 

Negative  . 0 

Absent :  Messrs.  Dowd  and  Gunnison .  2 

THE  RESOLUTION : 

(1426-25-A) 

Whereas,  William  F.  Doyle,  for  Mrs.  Theresa  D.  Brown¬ 
ing,  owner,  filed,  December  3,  1924,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
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affecting  premises  2121-2129  Broadway  and  227-229  West  Whereas,  appellant  filed  a  letter  from  the  department  o 
-4th  street,  Manhaten,-  and  .  .  water  supply,  gas  and  electricity  stating  that  the  stree 

the  order  of  the  fire  commissioner,  dated  An-  main  in  question  is  fed  both  ways  and  has  a  minimum  pres 

gU  “Order  Nnfiqnqfi  F  •  ?ure  °f  40  lbs’  per  square  inch  at  curb  devation,  and  appel 

order  Wo  03036-1  lant  requests  that  the  existing  standpipe  installation  be  ac 

1.  Install  a  standpipe  system  with  risers  4  in.  in  cepted. 

diameter  tested  to  withstand  a  pressure  of  300  lbs.  per  Resolved,  that  the  decision  of  the  fire  commissioner  b< 
square  inch,  extending  from  cellar  to  roof,  with  neces-  and  it  hereby  is  affirmed ,  and  the  appeal  be  and  it  hereto 

sary  check- valves  and  2)4  inch  regulation  fire  depart-  is  denied. 

ment  outlets  on  each  story  (including  basements,  cel-  _ 

lars  and  roofs),  placed  within  main  stairway  enclosure.  253-25-A 

Each  outlet  to  be  provided  with  sufficient  feet  of  2/2  APPELLANT-Samuel  Rosenblum,  for  Tivoli  Construe 
inch  standard  hose  attached  thereto.  ;  tion  Corp.,  lessee 

an-ii r  .  . „  .,  ,  c  ,  ,  ,  .  SUBJECT — Appeal  from  order  of  fire  commissioner. 

•  u  Yu’  e  bulldmg ’S  non-fireproof,  4  stories  (50  ft.)  PREMISES  AFFECTED — 839  Eighth  avenue  and  301-30 

in  height,  having  a  trontage  of  91  ft.  on  Broadway  and  a  West  50th  street,  Manhattan 

frontage  of  143  ft.  on  West  74th  street;  an  approximate  APPEARANCES _ 

o°/,7f  SQ‘  ft-  0CCUPIED  1st  story,  restaurant,  For  Appellant:  Samuel  Rosenblum  and  L.  S.  Bo 

2nd  and  3rd  stories  factory,  dressmaking  and  millinery;  4th  lognino. 

story  billiard  club— approximately  166  persons  above  the  For  Administration :  Inspector  Carroll  of  fire  de 

ist  story;  and  partment. 

•  Xu  Eu!:A!’  apPel,ant  contends  that  the  building  is  low  ACTION  OF  BOARD-Appeal  granted  on  condition 

in  height,  faces  on  two  streets,  is  equipped  with  an  interior  CONDITIONS— As  specified  in  resolution 

fire  alarm  system,  with  a  direct  communication  to  fire  head-  THE  VOTE _ 

quarters,  and  in  view  of  the  fact  that  the  premises  will  be  Affirmative :  Chairman  Walsh,  Messrs  Ken- 

demohshed  in  two  years,  requests  that  the  order  be  held  in  nedy,  Connell,  Holland  and  Fire'  Chief 

abeyance  until  that  time.  Kenlon 

Resolved,  that  the  order  of  the  fire  commissioner  be  and  Negative  .  "  ] . 

it  hereby  is  modified  and  the  appeal  be  and  it  hereby  is  Absent:  Messrs.  Dowd  and  Gunnison .  •> 

granted  on  condition  that  not  less  than  eight  (8)  approved  THE  RESOLUTION- 
2 /4-gallon  fire  extinguishers  shall  be  provided  and  main-  (253-25-A) 

tained  in  each  story;  that  all  legal  exits  required  shall  be  Whereas,  Samuel  Rosenblum,  for  Tivoli  Construction 

maintained,  that  the  occupancy  and  use  shall  remain  un-  Corp.,  lessee,  filed,  March  5,  1925,  an  appeal,  with  the  board 

changed,  and  granted  only  for  a  period  of  two  years  from  of  appeals,  from  an  order  of  the  fire  commissioner  affect 

the  date  of  this  action.  ,  ing  premises  839  Eighth  avenue  and  301-307  West  50th 

.street,  Manhattan;  and 

a  pppi  t  amt  A/f  p-irnr  at  i  t  cu  r'  \\  here  as,  the  order  of  the  fire  commissioner,  dated  Dc- 

Arri^LLAJM  1  Me>er  Moskowitz,  for  Shelby  Construe-  cember  15,  1924,  reads: 

cTiDiprT11  A°‘’  Inc->  °wner.  “Install  complete  standpipe  system  in  accordance  with 

AAPHuair--^T  ef!S1°n  °f  fi,re  commissioner.  the  requirements  of  Article  25,  Chapter  5,  Code  of 

WPFAREANfF^.C  1  ED~448'454  12th  street>  Brooklyn.  Ordinances,  and  the  regulations  of  the  board  of  stand- 

APPEARANCES  ards  ail(j  appea.Is.” ; 

ror  Appellant:  Meyer  Moskowitz  and  Montague  and 

r?  Moskowitz.  Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 

1  or  Administration :  Inspector  Carroll  of  fire  de-  mg  a  frontage  of  140  ft.  4  in.  on  West  50th  street  and  a 

ACTION  Bp,  *  ,  ,  •  ,  frontage  of  133  ft.  5  in.  on  Eighth  avenue,  upon  which  plot 

THE  VDTF  ™TPeal  denied  !s  located  a  movin§'  P^re  theatre  and  five  other  build- 

Vi  :•  U  N  1  •  mgs  occupied  as  stores  and  dwellings,  the  lobby  of  the  thea- 

/vmrmative  . . . . . •••••••••• . . .  0  tre  extending  to  Eighth  avenue;  the  moving  picture  theatre 

N  egative .  Chairman  Walsh,  Messrs..  Kennedy,  is  fireproof,  two  stories  in  height,  90  ft.  4  in.  by  100  ft.  6  in. 

AWn^M  HUd  Hn  ana  Pire  Vhief  Kenlon  5  (irregular)  in  area,  having  a  total  seating  capacity  of  1,540 

THE  T-FSnfTTTinM.  D°Wd  ^  Gunmson .  3  persons;  970  being  provided  for  on  the  1st  story  and  570 

v  '  /qoo  ok  a  \  persons  in  the  balcony;  the  roof,  in  the  summer  time,  being 

Whfrfas  IVTpvpt  l  i  cu  iu  r-  •  ?ccupied  as  a  roof  garden;  EQUIPPED  with  a  4-in.  line 

V  hereas,  Meyer  Moskowitz,  for  Shelby  Construction  (connected  to  street  main  with  a  2-in.  connection)  having 

Co.,  Inc.,  owner,  filed,  March  26,  1925,  an  appeal,  with  the  three  4-in.  risers,  two  outlets  in  auditorium,  one  in  balcony 

board  of  appeals,  from  a  decision  of  the  fire  commissioner,  one  in  roof  garden  and  one  in  the  lobby  and 

affect  mg  premises  448-454  12th  street,  Brooklyn;  and  Whereas,  appellant  contends  that  the’ building  is  used 

December^'  °f  ^  ^  commissloner  rendered  exclusively  for  moving  pictures,  with  no  stage  of  fny  kipd; 

December  2,  1924  reads  exits  on  two  street  fronts;  that  the  6-in.  city  main  in  the 

1.  Resolution  of  Cal.  No.  179-20-S,  waiving  fire-  street  is  fed  both  ways  and  has  a  minimum  pressure  of  44 
prooi  construction  as  in  this  instance  requires  that  pounds  per  square  inch  (submitting  a  letter Pfrom  the  de- 

farr^roo^Mrd^,^  t0  mten°r  Wa”S  °r  co,umns  which  Partment  of  water  supply,  gas  and  electricity  to  this  effect), 
*<e)  r.  it  *i  t  and  appellant  proposes  to  remove  the  present  2-in  connection 

Siamese  can  not  be  omitted  unless  street  pressure  to  the  city  main  and  to  provide  in  its  stead  a  4-in  connec- 
at  main  exceeds  4a  lbs.  Evidence  must  be  obtained  tion;  appellant  contends,  further,  that  the  stores  (under  the 

tarn  otalSTwch  muTbe’  E  Z*  »"  -  «'»  Aeatre)  are  sepiraW  frUTht  lhea! 

ancj  ’  '  ’  ^re  I’y  an  °Pen_  court,  and  that  the  lobby  is  separated  from 

th,e  buildily  Iocat'd.'"  an  unrestricted  district,  ‘  ^rLre^totttLrter^TheTre'  commissioner  be  and 

are^  OCCUPIFnnas  sry  S'  8  1  “?  £t,by  100  ft  in  ft  her<=b>-  is  modified,  and  the  appeal  be  and  is  hereby  is 
area,  OCCL  PIED  as  a  public  garage  for  the  storage  of  granted  only  so  far  as  it  affects  the  installation  of  c„rtinn 

,rVh-  mot°r  vehicles ;  equipped  with  a  2^-inch  tank  and  fire  pump,  on  condition  that  the  standpipe  eciuio- 

having  two  the.Stre't  main-  be  SUppHed  with  a  4“in-  connection  to  city  main, 

and  7  ^  f  f  h  3  Cach  nSCr:  ued  b°th  ways;  and  that  a  3,500-gallon  gravity  tank  shall 

be  installed  not  less  than  20  ft.  above  the  roof 
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2-25-A. 

PPELLANT— Cornell  Utilities  Co.,  Inc.,  for  Straus  & 
Adler  Co.,  owner. 

UBJECT— Appeal  from  decision  of  fire  commissioner. 

L  - - — - -  ----- 


REMISES  AFFECTED- 
hattan. 


-607-611  West  40th  street,  Man- 


PPEARANCES — 

For  Appellant:  William  Porter. 

For  administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

.CTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


HE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Iven- 
nedy,  Connell,  Holland  and  hire  Chief 

Kenlon  . 

Negative  . . . 

Absent:  Messrs.  Dowd  and  Gunnison . 


THE  RESOLUTION : 

(272-25-A) 

Whereas,  Cornell  Utilities  Co.,  Inc.,  for  Straus  &  Adler 
Co.,  owner,  filed,  March  10,  1925,  an  appeal,  with 
be  board  of  appeals,  from  a  decision  of  the  fire  commis- 
.ioner,  affecting  premises  607-611  West  40th  street,  Man- 

tattan;  and  . 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 

darch  2,  1925,  reads :  . 

“2.  The  use  of  grade  B  fuel  oil  is  not  permitted  in 
commercial  plants  and  residences  of  more  than  two 
families  unless  the  room  in  which  equipment  is  used  is 
cut  off  from  the  rest  of  the  building  by  fireproof  par¬ 
titions,  ceilings  and  floors.  Such  rooms  must  also  have 
direct  entrance  from  street  only  and  be  adequately 
vented  to  the  outer  air.” ; 

md  _  . 

Whereas,  the  building  is  non-fireproof,  2  stories  in 
leight,  75  ft.  by  94  ft.  in  area;  OCCUPIED  as  a  slaughter 
louse,  35  persons  in  entire  premises;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed, 
insisting  of  a  1,065  gallon  fuel  oil  storage  tank,  buried 
outside  the  building;  a  60-gallon  auxiliary  tank  and  NoKol 
turners,  with  the  necessary  valves  and  piping  to  make  a 
:omplete  installation ;  the  walls  of  the  room  in  which  the 
,  ail  burning  equipment  is  installed  are  pierced  by  two  open¬ 
ings  ;  one  in  the  front,  leading  to  an  engineer  s  ladder  to 
the  street,  and  also  one  in  the  rear  leading  to  the  rest  ot 
the  basement,  there  being  another  door  leading  to  a  retrig- 
erating  plant  in  same  room ;  and 

Whereas,  appellant  contends  that  the  boiler  room  is 
separated  from  the  rest  of  the  premises  by  fireproof  parti- 
tions,  ceilings  and  floors  and  that  the  openings  in  the  walls 
are  protected  by  double  self-closing  fireproof  doors  and  that, 
due  to  the  operation  of  the  slaughter  house,  it  is  not  con¬ 
venient  to  separate  the  refrigerating  room  from  the  boiler 

.  room.  .  . 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  as. to  Item  l  be  and 
it  hereby  is  granted  on  condition  that  the  ceiling  of  the  boiler 
room  enclosure  shall  be  finished  with  gypsum  blocks  on 
steel  supports,  plastered  with  cement  mortar ;  that  there 
shall  not  be  less  than  two  horizontal  exits  from  the  boiler 
room,  and  an  engineer’s  iron  ladder  from  cellar  to  street, 
and  that  the  fuel  oil  burning  equipment  shall  be  installed 
and  maintained  in  accordance  with  the  fuel  oil  rules  in  all 
other  respects. 


351-25-A 

APPELLANT— August  W.  Wehrman,  owner. 
SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 2609  Davidson  avenue,  The 

Bronx. 

APPEARANCES— 

For  Appellant:  Monroe  J.  Zimmerman. 

For  Administration:  Inspector  Lynch  oi  fire  de¬ 
partment. 


ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Connell,  Holland  and  Fire  Chief 


Kenlon  .  5 

Negative  .  0 

Absent:  Messrs.  Dowd  and  Gunnison .  2 

THE  RESOLUTION: 

(351-25-A) 


Whereas,  August  W.  Wehrman,  owner,  filed,  April  1, 
1925,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  2609  Davidson 
avenue,  The  Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  March 
19,  1925,  reads : 

“Order  No.  28650-LC: 

“1.  Provide  a  hydrostatic  test  of  not  less  than  one 
hundred  pounds  per  square  inch,  for  all  grade  B  fuel 
oil  carrying  piping,  as  per  Rule  25,  Sec.  2  of  the  fuel 
oil  rules. 

“2.  Provide  a  remote  control  for  shutting  off  the 
supply  of  oil  to  the  burner  in  case  of  an  abnormal  dis¬ 
charge,  as  per  Rule  26-c  of  the  fuel  oil  rules. 

“3.  Provide  fuel  oil  burner  or  burners  of  a  type  ap¬ 
proved  by  the  board  of  standards  and  appeals,  as  per 
Rule  12  of  the  fuel  oil  rulps.”; 

and 

Whereas,  the  building  is  non-fireproof,  2  stories  and 
basement  in  height,  23  ft.  by  52  ft.  in  area;  OCCUPIED  as 
a  dwelling;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  500-gallon  storage  tank  buried  outside  the 
premises,  a  60-gallon  auxiliary  tank,  a  Powerlight  oil  heat 
burner  and  the  necessary  valves  and  piping  to  make  a  com¬ 
plete  installation ;  and 

Whereas,  appellant  contends  that  the  piping  test  has 
been  made  by  a  representative  of  the  fire  department  and 
that  the  installation  is  provided  with  a  remote  control  for 
shutting  off  the  supply  of  oil  to  the  burner. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  as  to  Item  1  be  and  it 
hereby  is  granted  on  condition  that  standard  wrought-iron 
piping  shail  be  used  throughout  the  fuel  oil  burning  equip¬ 
ment  and  that  all  joints  shall  be  maintained  tight;  as  to 
Item  2,  granted  on  condition  that  the  supply  from  storage 
tank  shall  be  controlled  with  a  shut-off  valve  on  the  outside 
of  building;  as  to  Item  3.  the  appeal  be  and  it  hereby  is 
denied. 


345-25- A. 

APPELLANT— Samuel  Rosenblum,  for  206  Broadway 
Company,  owner. 

SUBJECT— Appeal  from  orders  of  the  fire  commissioner. 
PREMISES  AFFECTED— 204-210  Broadway  and  146-158 
Fulton  street,  Manhattan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  •  •  ® 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 

'  Connell,  Holland  and  Fire  Chief  Kenlon...  5 
Absent:  Messrs.  Dowd  and  Gunnison .  2 

THE  RESOLUTION :’ 

Whereas,  Samuel  Rosenblum,  for  206  Broadway  Com¬ 
pany.  owner,  filed,  March  31,  1925,  an  appeal,  with  the 
board  of  appeals,  from  orders  of  the  fire  commissioner, 
affecting  premises  204-210  Broadway  and  146-158  Fulton 
street,  Manhattan ;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated 
February  25,  1924,  read; 
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VIINUTES 


“Order  No.  55075-F:  _  PREMISES  AFFECTED-North  side  of  Second  street 

1.  Rep  ace  the  missing  shutters  with  proper  iron  or  170  feet  9  inches  east  of  Fourth  avenue,  Brooklyn 

kalameined  shutters  at  all  openings  in  the  exterior  APPEARANCES _  ’ 

wall  above  1st  story  which  are  distant  in  a  direct  line  For  Applicant:  David  J.  Stewart, 

less  than  30  ft.  from  any  opening  in  any  other  build-  For  Opposition:  None 

ing  and  not  in  the  same  plane  with  said  openings  and  ACTION  OF  BOARD— Application  granted  on  condition 
which  are  not  more  than  50  ft.  above  a  neighboring  CONDITIONS— As  specified  in  resolution, 
root  at  south  and  east  sides  of  the  ten-story  build-  THE  VOTE 

ing  and  at  east  side  of  five-story  building  or  other  ap-  Affirmative:  Chairman  Walsh,  Messrs.  Ken- 

prove  protection,  as  per  Sec.  3  <5,  Article  18,  Chap-  nedy,  Holland,  Connell  and  Fire  Chief 

ter  5,  ot  the  code  of  ordinances.  Kenlon  c 

“Order  No.  55077-F:  Negative  .  „ 

“1.  Provide  a  tank  on  roof  of  at  least  3,500  gallons  Absent:  Messrs.  Dowd  and  Gunnison.'! . 

capacity  tor  the  standpipe  system,  said  tank  to  be  so  THE  RESOLUTION : 
elevated  that  the  bottom  will  be  not  less  than  20  feet  (1046-24-BZ) 

above  the  roofjevel.  Section  20,  Chapter  12,  code  of  Whereas,  Thomas  F.  Martin,  owner,  filed,  December  9, 
and  ordmances-  J  1924,  an  application,  under  the  building  zone  resolution,  to 

w r  .  .  permit  in  a  business  district  the  erection  and  maintenance 

height  fi2  ft  ?fn  rSl0ntS  -in  of  a  Sara£e  for  the  storage  of  more  than  five  motor  vehicles; 

g  t,  6~  ft  8  in  by  161  ft.  6  in.  at  the  1st  to  5th  stories  premises  north  side  of  Second  street,  170  ft.  9  in.  east  of 

inclusive  and  62  ft.  8  in.  by  102  ft.  4  in.  m  area  above;  Fourth  avenue,  Brooklyn;  and 

separated  into  two  sections  by  a  partition  wall  with  open-  Whereas,  a  public  hearing  was  held  on  this  application 

^therein  on  the  2nd,  3rd,  4th  and  5th  stories ;  OCCU-  by  the  board  of  appeals,  at  its  regular  meeting  June  2,  1925, 

,  ’+n1StiS!0r'I’  stores’,  uPPer  stories,  offices;  346  persons  after  due  notice  by  publication  in  the  Bulletin  of  the  board 

above  the  1st  story;  and  of  standards  and  appeals;  and 

Vhereas  there  are  8  openings  on  the  5th  story  in  the  Whereas,  the  use  district  maps  accompanying  the  build- 
rnn/nft^  ^ u5~m°ry  se^,tl°!1’  wl.^?in  50  *eet  of  the  ing  zone  resolution  show  that  Fourth  avenue,  east  side,  is 
•  in  s  ^  ^  aJf°  wlthin  30  ft-  of  °Pen-  a  business  district;  Fourth  avenue,  west  side,  is  an  unre- 

g  1  1  orinS  building  to  the  east,  seven  (  , )  open-  stricted  district  and  Second  street  is  a  business  district  •  and 

nTffiT  mi  °ry  f°Ve  th,n-5th,nStr!!y  ‘r  ^  east|rIy  waH  Whereas,  the  decision  of  the  superintendent  of  buildings, 
ot  the  10-story  section  within  50  ft.  of  the  roof  of  the  rendered  July  17,  1924,  in  acting  on  App.  No.  14940-24 
5-_story  section  of  premises  in  question,  and  seventeen  (17)  reads:  ’ 

rd?XVn±e  southerly  wall  of  the  10-story  section  on  “Public  garage  in  a  business  district  contrary  to  Art 

the  7th  to  10th  stories  inclusive,  within  50  ft.  of  the  roof  H,  Par.  No.  4  of  the  zone  resolution.”; 

ot  a  6-story  structure  to  the  south;  and  an(^  ’ 

.  W?ereas  appellant  contends  that  in  regard  to  the  open-  Whereas,  the  proposed  building  is  to  be  of  fireproof  con- 
mgs  in  easterly  wall  of  the  5-story  section  that  the  win-  struction,  one  story  in  height,  with  a  frontage  of  200  ft 
dows  forming  the  exposure  are  all  shuttered  and  that  the  and  a  depth  of  100  ft.,  to  be  occupied  as  a  garage  for  the 

wall  oT  Te  rfoCreS;  ” ?***  ^  TTtf \  "V **  eaSterly  stora^e  of  more  than  five  (5)  motor  vehicle^;  and 

wa  1  of  the  10-story  section,  contends  that  the  exposure  Whereas,  applicant  established  his  basis  of  appeal  under 

is  the  roof  of  part  of  the  premises  in  question;  in  regard  Section  7-g  by  filing  82  per  cent  of  consents  by  affected 

Ml  6  ?°V  er  y  waE  of  the  10-story  section,  property  owners,  and  the  board  deemed  that  the  applica- 

shaf“  (loca  fj  onTfc'ride „Sla™*y  ?  ''TT  tio,,  sbould  be  sranled  m,der  such  conditions  as  would  safe- 
snatts  (located  on  this  side  of  the  premises  in  question;  guard  affected  property. 

are  protected  by  shutters;  contends  that  all  of  the  build-  Resolved,  that  the  board  of  appeals  does  hereby  make  a 
ings  ,n  question  are  office  buddings  and  m  regard  to  the  variation  in  the  application  of  fhe  use  ^strict  reeSions 
standpipe  tank,  proposes  to  arrange  the  existing  2,800-gallon  „f  the  building  zone  resolution,  and  that  the  apphcatioi 

for  the  statfpTpeTne"  “  *°  be  and  i,  hereby  is  granted  on  coJlionVtth^SC 

Resolved,  that  the  orders  of  the  fire  commissioner  be  and  proof™ ttat"’^1? ear ‘and  gabifwal^'S’  h ''s 

kleniedby  aPPea‘  be  ““  “  hereby  *roughou,  their  entire  heigh,  and  length ;  that'the"^^ 

_  area  be  subdivided,  substantially  in  half,  by  a  wall  of  ap- 

RTTTT  DTNC  7n\TT?  fAcpc  proved  masonry,  any  openings  therein  to  be  equipped  with 

732-24-BZ.  ^  CASES-  approved  fireproof  doors ;  that  any  skylights  installed  shall 

APPLICANT _ William  F  Firmly  fnr  a  r  *  *•  ,glaz,e<^  glass  equipped  with  wire  guards  above 

Corp.  owner  g  Construction  and  below;  that, the  front  elevation  shall  be  finished  in  face 

SUBTFCT _ Annliration  /Vp  •  (  •  *  a  v  c  brick,  panel  design,  with  architectural  terra  cotta  or  stone 

o UxiJ ELI  Application  (re  decision  of  superintendent  of  trimmings;  that  there  shall  be  no  roof  sign  maintained  and 

StfiSLlf  bUSmeSS  T'E the  erec"  ',0  cdccrtisiug  on  the  premises,  other  E  on  p  o  ecMng 
tion  and  maintenance  of  a  garage  for  the  storage  electric  sign,  indicating  the  title  of  the  garage-  that  all 

PREMISES  0AFFECTVED— 1  62°172  ll  ,  permits,  necessary  for  the  prosecution  of  the  work  shall 

Brooklvn  CTED  162-1 ‘2  McDougall  street,  be  obtained  within  nine  months  and  the  building  completed 

APPEARANCES _  within  eighteen  months  from  the  date  of  this  action. 

For  Applicant:  William  F.  Doyle.  1466-24-BZ 

F°r  ErPnSfi0n:  H°n'  J°hn  WirtH  and  CharICS  H’  APPEICANT-James  McKillop,  for  Charles  Cohen,  owner. 

ACTION  OF  BOARD— Laid  over  to  Tune  23  1925  at  10  SL  BJECT— Application  (re:  decision  of  superintendent  of 
a.  m„  on  request  of  annlirant  J  1  °  buildings)  to  permit  in  a  business  district  the  erec- 

_ *  tlon  and  maintenance  of  a  garage  for  the  storage 

1 046-24-R7  more  than  five  (5)  motor  vehicles. 

APPLICANT— Thos.  F.  Martin,  owner.  PREMISES  AFFECTED— 192-194  Huron  street,  Brook- 

SUBJECT— Application  (re:  decision  of  superintendent  of  APPEARANCES _ 

buildings)  to  permit  in  a  business  district  the  erec-  For  Applicant-  Tames  McKillon 

TmTre  T  ^  Fot  Rose  McNamara  and  others, 

ot  more  than  five  (5)  motor  vehicles.  ACTION  OF  BOARD— Application  denied 

68? 


MINUTES 


THE  VOTE  TO  GRANT— 

k  Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 
Holland,  Connell  and  Fire  Chief  Kenlon...  5 

Absent:  Messrs.  Dowd  and  Gunnison .  2 

THE  RESOLUTION: 

Whereas,  James  McKillop,  for  Charles  Cohen,  owner, 
lied,  December  16,  1924,  an  application,  under  the  building 
cone  resolution,  to  permit  in  a  business  district  the  erec- 
:ion  and  maintenance  of  a  garage  for  the  storage  of  more 
Fan  five  (5)  motor  vehicles;  premises  192-194  Huron  street, 
3rooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
jy  the  board  of  appeals,  at  its  regular  meeting  June  2,  1925, 
ifter  due  notice  by  publication  in  the  Bulletin  of  the  board 
if  standards  and  appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 
ng  zone  resolution  show  that  Huron  street  is  a  business 
iistrict  and  India  street  is  a  residence  district;  and 
Whereas,  the  decision  of  the  superintendent  of  build- 
ngs,  rendered  November  24,  1924,  in  acting  on  Application 
No.  22791-24,  reads : 

“1.  Garage  for  more  than  5  motor  vehicles  prohibited 
in  business  district.  Zone  Resolution,  Art.  II,  Sec.  4 
(15).  Above  application  is  therefore  denied.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  50  feet 
and  a  depth  of  100  feet,  to  be  occupied  as  a  garage  for 
more  than  five  (5)  motor  vehicles;  and 
Whereas,  applicant  failed,  in  the  opinion  of  the  board, 
to  establish  his  basis  of  appeal  under  section  21,  hardship, 
and  twenty-one  affected  property  owners  appeared  and  pro¬ 
tested  vigorously  against  the  hardship  on  them  of  granting 
the  application. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  the  same  hereby  is  affirmed,  and  the  application 
be  and  the  same  hereby  is  denied. 


rendered  January  8,  1925,  in  acting  on  N.  B.  App.  No. 
714-24,  reads: 

“1.  Proposed  garage  is  unlawful  in  a  business  district. 

Article  No.  11,  building  zone  resolution.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction,  seven  stories  in  height,  with  a  frontage  of  245 
feet  and  a  depth  of  200  feet  10  inches,  to  be  occupied  as  a 
garage  for  the  storage  of  more  than  five  (5)  motor  vehicles, 
and 

Whereas,  there  was  vigorous  objection  on  the  part  of 
affected  property  owners  to  the  granting  of  this  applica¬ 
tion  on  the  ground  that  it  would  retard  the  progress  of 
the  whole  section,  and  the  board  deemed  that  further  inva¬ 
sion  of  the  street  was  unwarranted  in  light  of  surrounding 
conditions  and  existing  circumstances. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  the  application  be  and 
it  hereby  is  denied. 


202-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Joseph  A.  Green- 
baum,  Rachel  Zoel  and  Morris  A.  Drucker,  owners. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to  be  used  for 
store  purposes. 

PREMISES  AFFECTED— 2715-2717  Briggs  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  Owen  S.  N.  Tierney,  Abraham 
Spies  and  Milton  Mansback. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 
Holland,  Connell  and  Fire  Chief  Kenlon...  5 

Absent:  Messrs.  Dowd  and  Gunnison .  2 

THE  RESOLUTION : 


89-25-BZ. 

APPLICANT — Robert  T.  Lyons,  for  Bing  &  Bing,  Inc., 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 
.PREMISES  AFFECTED— 110  West  51st  street  and' 109 
West  50th  street,  Manhattan. 

APPEARANCES— 

For  Applicant:  Robert  T.  Lyons. 

For  Opposition:  M.  Gollubier,  Andrew  R.  Mc¬ 
Laren,  Dr.  Baruch,  Eugene  J.  Finnegan,  A. 
Celia  and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 
Holland,  Connell  and  Fire  Chief  Kenlon...  5 

Absent:  Messrs.  Dowd  and  Gunnison .  2 

THE  RESOLUTION: 

(89-25-BZ) 

Whereas,  Robert  T.  Lyons,  for  Bing  &  Bing,  Inc., 
owner,  filed,  January  22,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the  storage 
!  of  more  than  five  (5)  motor  vehicles;  premises  110  West 
51st  street  and  109  West  50th  street,  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting  June  2,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  board 
of  standards  and  appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show'  that  West  50th  street,  West  51st 
street  and  Sixth  avenue  are  business  districts;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 


Whereas,  Philip  J.  Sinnott,  for  J.  Greenbaum,  Rachel 
Zoel  and  Morris  A.  Drucker,  owners,  filed,  February  18, 
1925,  an  application,  under  the  building  zone  resolution,  to 
permit  in  a  residence  district  the  erection  and  maintenance 
of  a  building  to  be  used  for  store  purposes;  premises  2515- 
2517  Briggs  avenue,  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  June  2,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  board 
of  Standards  and  appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Briggs  avenue  and  East  196th 
street  are  residence  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  30,  1925,  in  acting  on  N.  B.  Application 
No.  173-25,  reads : 

“1.  Erection  of  proposed  building  for  business  use  in 
residence  district  is  contrary  to  provisions  of  building 
zone  resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  69.91 
feet  and  a  depth  of  93.85  feet,  and  to  be  occupied  as  stores ; 
and 

Whereas,  the  board  deemed  that  applicant  did  not  estab¬ 
lish  his  basis  of  appeal  under  section  21,  namely,  hardship, 
and  there  was  vigorous  opposition  on  the  part  of  affected 
property  owners  to  further  business  invasion  in  this  street, 
there  being  but  two  small  one-story  existing  stores  on  either 
street  front  affected. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  the  application  be  and 
it  hereby  is  denied. 

Adjourned,  1  p.  m. 

William  J.  O’Gorman,  Secretary. 


_ _ _ 

MINUTES  ~=— =~ 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  JUNE  2,  1925. 

Present:  Chairman  Walsh,  Messrs.  Holland,  Connell, 
Fire  Chief  Kenlon,  Superintendents  Brady,  Reville,  Moore 
and  McDermott. 

The  minutes  of  the  regular  meeting  of  the  board  of  stand¬ 
ards  and  appeals  held  on  Tuesday  afternoon,  May  19,  1925, 
were  approved  as  printed  in  the  Bulletin,  No.  21,  Vol.  X. 


PETITIONS  FOR  VARIATIONS. 

238-25-S. 

PETITIONER — Erwin  Rebafka,  for  Estate  of  Henry  I. 
Bar  bey,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 35-37  East  10th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner :  Erwin  Rebafka. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid,  over  to  June  16,  1925,  at  2 
p.  m.,  on  request  of  petitioner. 


247-25-S 

PETITIONER — Jean  Jeaume,  for  Regnis  Holding  Corp., 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 34-38  East  19th  street  and  33- 
35  East  18th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Jean  Jeaume. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  at  2 
p.  m.,  for  report  from  Inspector  Maher. 


1525-24-S. 

PETITIONER — F.  P.  Keniston,  for  31st  Street  &  Fourth 
Avenue  Corp.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 107  East  31st  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  at  2 
p.  m. 


84-25-S. 

PETITIONER — Julius  Myer,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 10  Mangin  street,  Manhatan. 

APPEARANCES— 

For  Petitioner:  Julius  Myer. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  at  2 
p.  m.,  to  amend  order  to  include  all  items. 


233-25-S 

PETITIONER— Lanman  &  Kemp,  Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFbECTED — 20  Beekman  street,  Manhat¬ 
tan. 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

APPEARAN  CES — None. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  at  3 

p.  m. 


115-25-S. 

PETITIONER — Julius  Eckman,  for  Winco  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED— 54  West  57th  street  and  59 
West  56th  street,  Manhattan. 
APPEARANCES— 

For;  Petitioner:  Julius  Eckman. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  30,  1925,  at  l 
p.  m.,  subject  to  application  to  the  superintendent 
of  buildings  for  a  certificate  of  occupancy  cover¬ 
ing  entire  premises. 


1412-23-S. 

PETITIONER — Henry  J.  Nurick,  for  Brewster  Publica¬ 
tions,  Inc.,  owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 174  Duffield  street,  Brooklyn 

APPEARANCES—  ' 

For  Petitioner:  Estelle  Schwartz. 

ACTION  OF  BOARD — Laid  over  to  June  16,  1925,  at  2 
p.  m.,  to  permit  petitioner  to  be  present. 


198-25-S. 

PETITIONER — Thomas  B.  Leahy,  for  Berley  &  Co.,  les¬ 
see. 

SUBJECT — Application  for  reopening — variation  of  labor 
law  as  cited  in  decision  of  superintendent  of  build¬ 
ings. 

PREMISES  AFFECTED — 566-568  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner :  Thomas  B.  Leahy. 

ACT  ION  OF  BOARD — Request  for  reopening  laid  over 
to  June  16,  1925,  p.  m. 


1712-21-S. 

PETITIONER — Sigmund  Schuler,  for  Caroline  De  Rosa, 
owner. 

SUBJECT.  Application  for  reopening — variation  of  labor 
law  as  cited  in  order  of  fire  commissioner. 

PREMISES  AFFECIED — 80  West  Houston  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner :  Sigmund  Schuler. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  Oh  BOARD — Request  for  reopening  laid  over 
to  June  16,  1925,  at  2  p.  m.,  to  submit  second  means 
of  egress. 


373-18-S. 

PETITIONER — George  M.  Wood,  for  Erest  L.  Kahn, 
owner. 

SUBJECT — Application  for  reopening — variation  of  labor 
law  as  cited  in  order  of  fire  commissioner. 

PREMISES  AFFECTED — 160-162  Wooster  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  George  M.  Wood. 

ACTION  OF  BOARD — Request  for  reopening  laid  over 
to  June  16,  1925,  at  2  p.  m. 


1435-24-S. 

PEIITIONER — Joseph  E.  Marx,  for  Penn.  Trading  Co., 
Inc.,  lessee. 

SUBJECT — Application  for  reopening — variation  of  labor 
law  as  cited  in  order  of  fire  commissioner. 
PREMISES  AhFECIED — 213  West  33rd  street,  Manhat¬ 
tan. 
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APPEARANCES— None.  . 

ACTION  OF  BOARD— Request  for  reopening  laid  over 
to  June  16,  1925,  at  2  p.  m. 

7 1 8" 1 8"  S 

PETITIONER— Harold  L.  Young,  for  Lazarus  Levy, 

owner.  .  .  .  , 

SUBJECT— Application  for  reopening— variation  of  labor 
law  as  cited  in  order  of  fire  commissioner. 
PREMISES  AFFECTED— 17-23  East  Broadway,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  William  C.  Sommerfeld. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  reopened  and  set  tor 
hearing  June  16,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintend¬ 
ents  Brady,  Reville,  Moore  and  McDermott  8 

Negative  . . . ;  •  •  ’  0 

Absent:  Messrs.  Kennedy,  Dowd,  Gunnison, 
Deputy  Fire  Commissioner  Hannon  and 
Superintendent  Kleinert  .  • .  ® 

PETITIONER — Irving  Finklestein,  for  Beno  Realty  Com¬ 
pany,  owner.  .  .  ,  .  , 

SUBJECT— Application  for  reopening— variation  of  labor 
law  as  cited  in  decision  of  superintendent  of  build- 

ings 

PREMISES  AFFECTED— 20  East  31st  street,  Manhattan. 

APPEARANCES — 

For  Petitioner:  Irving  Finkelstem. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  reopened  and  set  for 
hearing  July  7.  1925.  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintend¬ 
ents  Brady,  Reville,  Moore  and  McDermott  8 

Negative  . •••• . ;  •  •  •  0 

Absent:  Messrs.  Kennedy,  Dowd,  Gunnison, 
Superintendent  Kleinert  .  ® 


PETITIONER— Schreiber,  Collins,  Meyers  &  Buchter,  for 
Greenwill  Construction  Co.,  owner.  . 

SUBJECT— Application  for  reopening— variation  of  labor 
law  as  cited  in  decision  of  superintendent  of  build- 

PREMISES  AFFECTED— 14-16  East  38th  street,  Manhat¬ 


tan. 

APPEARANCES— 

For  Petitioner:  J.  C.  Meyers. 

ACTION  OF  BOARD — Petition  reopened  and  set  for 


m. 


hearing  June  30,  1925,  at  2  p. 

PHE  VOTE  TO  REOPEN—  TT 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintend¬ 
ents  Brady,  Reville,  Moore  and  McDermott 


Negative  . ,•  • 

Absent :  Messrs. 
Deputy  Fire 
Superintendent 


Kennedy,  Dowd,  Gunnison, 
Commissioner  Hannon  and 
Kleinert  . 


8 

0 


5 


982-24-S. 

PETITIONER — New  York  Yellow  Cab  Co.  Sales  Agency, 

Inc.,  lessee.  .  ,  . 

SUBJECT _ Petition  for  variation  of  labor  law  as  cited  in 

order  of  fire  commissioner. 

PREMISES  AFFECTED— 614-618  West  131st  street, 

Manhattan. 


APPEARANCES— 

For  Petitioner :  Louis  Levine. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintend¬ 
ents  Brady,  Reville,  Moore  and  McDermott  8 


Negative  .  0 

Absent :  Messrs.  Kennedy,  Dowd,  Gunnison, 
Deputy  Fire  Commissioner  Hannon  and 
Superintendent  Kleinert  .  5 


1427-24-S. 

PETITIONER— William  F.  Doyle,  for  H.  Milgrim  & 
Bros.,  Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED — 2121-2129  Broadway  and  227- 
229  West  74th  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  William  F.  Doyle. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintend¬ 
ents  Brady,  Reville,  Moore  and  McDermott  8 


Negative  .  0 

Absent :  Messrs.  Kennedy,  Dowd,  Gunnison, 
Deputy  Fire  Commissioner  Hannon  and 
Superintendent  Kleinert  . j .  5 


264-25-S. 

PETITIONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Joseph  Salat,  owner 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 398  First  avenue,  Manhattan. 
APPEARANCES— 

For  Petitioner :  Herman  E.  Horwood. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintend¬ 


ents  Brady,  Reville,  Moore  and  McDermott  8 

Negative  .  0 

Absent:  Messrs.  Kennedy,  Dowd,  Gunnison, 
Deputy  Fire  Commissioner  Hannon  and 

Superintendent  Kleinert  .  5 

THE  RESOLUTION: 

(264-25-S) 


Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  Joseph  Salat,  owner,  filed,  March  9,  1925,  a 
petition,  with  the  board  of  standards  and  appeals,  for  varia¬ 
tion  from  the  requirements  of  the  labor  law,  as  cited  in  an 
order  of  the  fire  commissioner,  affecting  premises  398  First 
avenue,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  16,  1925,  reads : 

“Order  No.  70887-LD : 

“2.  Remove  the  substandard  fire  escape  on  the  rear 
of  the  building  or  reconstruct  same  as  per  Section  274 
of  the  Labor  Law  and  Rule  3A,  as  amended  by  the 
Board  of  Standards  and  Appeals. 

“Among  the  defects  noted  on  this  fire  escape  are  the 
following : 

“No  60  degree  stairways  connecting  balconies.  No 
stairway  from  top  balcony  to  roof.  Must  be  maintained 
structurally  safe  and  properly  painted.  No  sign  of  any 
character  shall  be  placed  at  openings  leading  to  same. 
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and 


“3.  Enclose  the  interior  stairway  at  north  side  of 
building  serving  as  a  required  means  of  exit,  and  the 
landings,  platforms  and  passageways  connected  therewith 
on  all  sides  with  partitions  of  fire  resisting  material  ex¬ 
tending  continuously  from  the  1st  story  to  and  including 
bulkhead  on  the  roof,  constructed  as  per  Section  271  01 
the  Labor  Law.” ; 


Whereas,  the  building  is  non-fireproof,  five  stories  and 
basement  in  height,  24  ft.  8  in.  by  81  ft.  6  in.  in  area  at  the 
1st  story  and  24  ft.  8  in.  by  73  ft.  6  in.  in  area  above;  OC¬ 
CUPIED  as  a  tenant  factory,  11  persons  above  the  1st 
story;  the  5th. story  being  vacant  at  present;  EQUIPPED 
with  an  interior  fire  alarm  signal  system;  an  interior 
wooden  stairway,  extending  from  the  1st  story  to  the  roof 
enclosed  in  wooden  partitions,  metal  covered  on  both  sides,’ 
with  metal  covered  wooden  doors  at  openings ;  a  fire  escape 
on  the  front  of  the  building,  extending  from  the  roof  to  the 
1st  story  balcony,  with  drop  ladder  to  street ;  a  fire  escape 
on  the  rear  of  the  building,  extending  from  the  top  story 
balcony  to  2nd  story  balcony;  windows  along  course  of  the 
fire  escapes  are  fireproof;  ROOFS  of  adjoining  buildings 
ft.  lower,  to  north  6  ft.  3  in.  lower;  and 

Whereas,  petitioner  proposes  to  provide  a  60  degree  con¬ 
necting  stair  on  the  rear  fire  escape  and  also  a  drop  ladder, 
at  the  2nd  story  balcony,  to  the  adjoining  yard  at  the  north' 
and  further  proposes  to  bring  up  to  standard  the  fire  escape 
on  the  front  of  the  building,  and  requests,  in  view  of  limit¬ 
ing  the  occupancy  of  the  premises  to  25  persons  above  the 
~nd  story,  the  acceptance  of  the  present  stairway  enclosure. 

Resolved  that  the  .  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
aw,  and  that  the  petition  be  and  it  hereby  is  granted,  as  to 
tern  No.  2,  on  condition  that  the  fire  escape  shall  be  main¬ 
tained  structurally  safe,  with  a  gooseneck  ladder  from  the 
top  story  to  the  roof,  and  counterbalanced  drop  ladder  in 
guides  to  yard  of  adjoining  premises,  with  egress  therefrom 
to  street  connecting  stairs  to  be  not  less  than  70  degrees  • 
Jr®  ™mdows  along  the  course  to  be  made  fireproof ;  and 
that  the  fire  escape  on  the  street  front  of  the  building  be  made 
to  conform  to  the  labor  law ;  granted,  as  to  Item  No  3  on 
condition  that  the  existing  double  sheath  wood  enclosure 
around  stairs  sha  1  be  covered  with  metal  on  both  sides,  with 
se  f-closing  tin-clad  doors  to  all  openings ;  and  that  the 
occupancy  of  the  building  shall  not  exceed  twenty-five  (25) 
persons  above  the  2nd  story.  ’ 


315-25-S. 

PETITIONER— John  J.  Gilmartin,  for  National  Licorice 
Company,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  orders  of  fire 
Commissioner. 

PREMISES  AFFECTED — 106-116  John  street  and  227-237 
Plymouth  street,  Brooklyn. 

APPEARANCES— 

For  Petitioner:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

rONmTTn\rQB04ARD~?etition  granted  on  condition. 

sPec]fied  m  resolution. 

1  rill  VOTE — 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintendents 
Brady,  Reville,  Moore  and  McDermott  8 

Negative  .  0 

Absent:  Messrs.  Kennedy,  Dowd,  Gunnison',  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  Kleinert  . .  - 

THE  RESOLUTION: 

(315-25-S) 

Whereas,  John  J.  Gilmartin,  for  National  Licorice  Co 

standard,  fnH  ,26’/925’  •  Petiti°n’  with  the  board  of 

standards  and  appeals  for  variation  from  the  requirements 

*h,t  M  C,ted  ln  orders  of  the  commissioner, 

street  BrookVtTand6'116  J°h"  S,ree,>  227'237  I>,ymou,l’ 


Whereas,  the  orders  of  the  fire  commissioner,  dated  Dr 
cember  18,  1924,  read: 

“Order  No.  70245-LD : 

“1.  Remove  the  substandard  fire  escape  on  the  John 
Street  side  and  Plymouth  Street  side  of  building  or  re 
construct  same  as  per  Section  274  of  the  Labor  Law 
and  Rule  3-A  as  amended  by  the  Board  of  Standard 
and  Appeals  May  9,  1924. 

“NOTE:  Among  the  defects  noted  on  these  fire 
escapes  are  the  following:  Windows  on  course  not  fire¬ 
proof  nor  self-closing.  No  60  degree  stairways  con¬ 
necting  balconies.  No  stairway  at  least  22  in.  in  width 
from  lowest  balcony  to  ground  or  drop  ladder  in  guides 
Must  be  maintained  structurally  safe  and  properly 
painted.  No  sign  of  any  character  shall  be  placed  at 
openings  leading  to  same.” 

“Order  No.  70246-LD : 

1.  Provide  approved  self-closing  fire  doors  at  open¬ 
ings  leading  to  the  stairway  at  center  of  building  at 
n°r™  s*de  and  t0  the  stairway  at  the  southwest  corner 
of  building  on  all  .  stories,  opening  outwardly  so  as  not 
to  obstruct  the  stairway,  as  per  Section  271  of  the  La¬ 
bor  Law  and  Rule  507  of  the  Industrial  Code. 

“2  Arrange  bars  and  gratings  on  windows  on  the 
north,  east,  south  and  west  side  of  basement  and  1st 
Story  so  as  to  be  readily  movable  or  removable  from 
both  sides  in  such  a  manner  as  to  afford  the  free  and 
unobstructed  use  of  such  windows  for  the  purposes  of 

egress,  as  per  Section  272  of  the  Labor  Law”- 
and  ’ 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  having  a  frontage  of  123  ft.  on  John  street  and  a 
nr°”taf^  °f  82  ft  on  Plymouth  street  and  a  depth  of  200  ft. ; 
UCCUPfED  for  the  manufacture  of  and  packing  licorice, 
155  persons  above  the  1st  story;  EQUIPPED  with  a  sprin¬ 
kler  system  and  a  fire  alarm  signal  system.  EXITS :  Three 
interior  fireproof  stairways,  one  extending  from  the  1st  story 
to  the  top  story  and  two  extending  from  the  1st  story 
to  the  roof,  all  stairways  enclosed  in  fireproof  partitions 
with  fireproof  automatic  sliding  doors  and  also  wooden 
doors  opening  inwardly  at  openings ;  three  fire  escapes  with 
non-fireproof  windows  along  the  course  thereof;  two  on 
the  John  street  front  and  one  on  the  Plymouth  street  from 
extending  from  the  top  story  to  the  2nd  story  balconv 
with  drop  ladders  to  street;  there  are  twenty-five  windows 
with  iron  bars  at  same  in  the  basement  and  1st  story  of 
the  building;  and  J 

Whereas,  petitioner  contends  that  the  existing  means  of 
exit  are  adequate. 

Resolved  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la- 
J?r,  a^’T  and  tbe  Petition  be  and  it  hereby  is  granted,  as  to 
rder  ho.  70245-LD,  Item  No.  1,  on  condition  that  the  fire 
escapes  on  the  street  front  of  the  building  shall  be  marl 
structurally  safe,  and  to  be  provided  with  drop  ladder  in 
guides,,  and  that  the  required  legal  interior  exits  shall  be 
maintained;  granted,  as  to  Order  No.  70246,  Item  No.  1 
on  condition  that  the  doors  shall  be  equipped  with  fusible 
inks,  and  granted,  as  to  Item  No.  2,  on  condition  that  the 
Window  guards  shall  be  restricted  to  wire  and  made  mov¬ 
able,  granted  only  so  long  as  conditions  as  to  use  and  oc¬ 
cupancy  remain  unchanged. 


309-25-S. 

PETITIONER— John  J.  Gilmartin,  for  Alexander  List, 
owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED  639-641  West  51st  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
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CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintendents 

f  Brady,  Reville,  Moore  and  McDermott _  8 

Negative  .  i, 

Absent:  Messrs.  Kennedy,  Dowd,  Gunnison,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  Kleinert .  5 

THE  RESOLUTION: 


(309-25-S) 

Whereas,  John  J.  Gilmartin,  for  Alexander  List,  owne  . 
filed,  March  20,  1925,  a  petition,  with  the  board  of  standards 
and  appeals,  for  variation  from  the  requirements  of  the  la¬ 
bor  law,  as  cited  in  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  639-641  West  51st  street,  Manhattan;  and 
February  26,  1925,  reads:  : 

“1.  Enclose  the  interior  stairway  at  the  east  side  of 
building  serving  as  a  required  means  of  exit  with  parti¬ 
tions  of  fire  resisting  material  extending  continuously 
from  the  lowest  point  of  the  stairway  to  the  ceiling 
of  the  1st  floor.  Such  enclosure  shall  lead  directly  to 
a  door  opening  outwardly  to  a  street  or  road.  All  open¬ 
ings  in  the  enclosure  shall  be  provided  with  fire  doors 
equipped  with  self-closing  devices,  as  per  Rule  4  of  the 
Board  of  Standards  and  Appeals  adopted  July  29,  1924. 

“2.  Provide  an  outside  iron  balcony  fire  escape  on 
the  rear  of  the  building  conforming  with  Sec.  273  of  the 
Labor  Law.  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  60  ft.  by  95  ft.  in  area;  OCCUPIED  for  the  manu¬ 
facture  of  printer’s  ink,  20  persons  in  the  entire  building. 

;  EXITS :  An  interior  wooden  stairway  extending  from  1st 
.story  to  2nd  story;  enclosed  in  wooden  partitions  with 
wooden  doors  at  openings  and  a  double  rung  iron  ladder  to 
scuttle  in  roof;  ROOFS  of  adjoining  buildings  approxi¬ 
mately  20  ft.  higher ;  and 

Whereas,  petitioner  requests  the  acceptance  of  the  exist¬ 
ing  means  of  exit  for  a  period  of  two  months,  at  which 
time  the  building  will  be  reconstructed. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
j  law,  and  that  the  petition  be  and  it  hereby  is  granted  on 
t  condition  that  the  stair  shall  be  covered  on  the  loft  side 
1  of  1st  story  with  plaster  boards  and  metal,  all  doors  to  open¬ 
ings  therein  to  be  metal  covered ;  and  granted  on  the  fur¬ 
ther  condition  that  legal  means  of  exit  conforming  to  the 
requirements  of  the  labor  law  shall  be  provided  within  two 
(2)  months. 


243-25-S. 

PETITIONER — Horace  Ginsberg,  for  Select  Printing  Co.. 

Inc.,  lessee. 

;  SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

!  PREMISES  AFFECTED — 80  Lafayette  street,  Manhat¬ 
tan. 

.  APPEARANCES— 

For  Petitioner:  Horace  Ginsberg. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

'  THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintendents 

Brady,  Reville,  Moore  and  McDermott -  8 

Negative  . 0 

Absent:  Messrs.  Kennedy,  Dowd,  Gunnison.  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  Kleinert  .  i 

THE  RESOLUTION: 

(243-25-S) 

;  Whereas,  Horace  Ginsberg,  for  Hallenbeck,  Hunger  ford 
1  Realty  Corp.,  owner,  filed.  March  2,  1925,  a  petition,  with 
,  the  board  of  standards  and  appeals,  for  variation  from  the 


requirements  of  the  labor  law,  as  cited  in  a  decision  of  the 
superintendent  of  buildings,  affecting  premises  80  Lafayette 
street,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  25,  1925,  in  acting  on  Alt.  Application 
No.  57-25,  reads : 

“3.  Wood  partitions  not  permitted  in  fireproof  fac¬ 
tory  building.” ; 

and 

Whereas,  the  building  is  fireproof,  16  stories  in  height, 
106  ft.  by  200  ft.  (irregular)  in  area.  OCCUPIED:  1st 
story,  stores ;  upper  stories,  offices  and  25  per  cent  manu¬ 
facturing,  100  persons  per  story;  EQUIPPED  with  a  sprin¬ 
kler  system  and  a  fire  alarm  signal  system.  EXITS:  Four 
interior  stairways,  extending  from  the  1st  story  to  the  roof, 
enclosed  in  6  in.  terra  cotta  block  partitions  with  fireproof 
doors  at  openings;  a  fire  escape  on  the  rear  of  the  build¬ 
ing,  extending  from  the  roof  to  street;  and 

Whereas,  on  a  portion  of  the  15th  story  of  the  building, 
it  is  proposed  to  construct,  within  4  in.  terra  cotta  block 
partition  walls,  wood  and  glass  office  partitions,  consisting 
of  oak  panelling  7  ft.  6  in.  high,  with  glazed  transoms  over 
to  ceiling;  and 

Whereas,  petitioner  contends  that  the  proposed  partitions 
will  not  interfere  with  the  proper  functioning  of  the  sprin¬ 
kler  system  and  that  the  partitions  will  remain  in  place 
only  for  the  duration  of  the  lease.  (Note — Period  of  time 
of  duration  of  lease  not  stated.) 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  occupants  of  the  executive 
offices  on  the  15th  story,  on  condition  that  the  office  group 
shall  be  enclosed  in  approved  fireproof  partition,  all  open¬ 
ings  to  be  equipped  with  self-closing  fireproof  doors. 


1481-24-S. 

PETITIONER — Emil  Guterman,  for  Thomas  O’Keeffe, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
commissioner. 

PREMISES  AFFECTED— 120  South  8th  street  (rear), 
Brooklyn. 

APPEARANCES— 

For  Petitioner :  Emil  Guterman. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  _ 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintendents 
Brady,  Reville,  Moore  and  McDermott  ....  8 


Negative  .  0 

Absent:  Messrs.  Kennedy,  Dowd,  Gunnison,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  Kleinert .  5 

THE  RESOLUTION: 

(1481-24-S) 


Whereas,  Emil  Guterman,  for  Thomas  O’Keefe,  owner, 
filed,  December  16,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  an  order  of  the  fire  commissioner, 
affecting  premises  120  South  8th  street  (rear),  Brooklyn; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  2,  1924,  reads:: 

“Order  No.  69090-LD : 

“1.  Arrange  the  fire  escape  on  the  front  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  compli¬ 
ance  with  the  provisions  of  Sections  273  and  274  of 
the  Labor  Law  *  *  *. 

“NOTE:  Among  the  defects  noted  are  the  follow¬ 
ing: 
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“Doors  and  windows  on  course  not  fireproof,  self¬ 
closing.  No  stairway  from  lowest  balcony  to  ground. 

“2.  Extend  the  interior  stairway  at  the  east  side  of 
building  to  the  roof,  as  per  Section  271  of  the  Labor 
Law.” ; 

and 

Whereas,  the  building  located  at  the  rear  of  the  lot  is 
non-fireproof,  three  stories  in  height,  30.6  ft.  by  45  ft.  in 
area;  OCCUPIED  as  an  adjunct  to  a  dry-cleaning  establish¬ 
ment,  5  persons  above  the  1st  story.  EXITS  :  An  interior 
wooden  stairway,  extending  from  the  1st  story  to  the  top 
story,  enclosed  in  wooden  partitions,  with  wooden  doors  at 
the  openings ;  a  fire  escape  with  wooden  doors,  glazed  with 
glass,  along  the  course  thereof  on  the  front  of  the  building, 
extending  from  the  roof  to  2nd  story  balcony,  with  30  de¬ 
gree  stair  to  yard,  with  egress  from  the  termination  of  fire 
escape  by  means  of  alley  to  street;  ROOFS  of  adjoining 
buildings  are  15  ft.  lower ;  and 

Whereas,  petitioner  contends  that  the  fire  escape  has  pre¬ 
viously  been  accepted  by  the  fire  department  and  proposes 
to  make  self-closing  the  wooden  doors  leading  thereto  and 
proposes  to  provide  an  iron  ladder  to  scuttle  in  roof. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  as 
to  Item  No.  1,  on  condition  that  the  present  doors  to  bal¬ 
conies  shall  be  made  metal  covered  and  self-closing,  and  that 
the  2nd  story  balcony  shall  be  extended  to  the  east  end  of 
the  property  line,  connecting  with  fireproof  roof  on  the  one- 
story  adjoining  extension,  with  egress  therefrom  by  means  of 
60  degree  stairs  to  open  alley  leading  directly  to  the  street; 
granted,  as  to  Item  No.  2,  on  condition  that  fixed  double 
rung  iron  ladder  shall  be  provided  from  the  top  story  to 
scuttle  in  roof ;  and  granted  only  so  long  as  conditions  as 
to  occupancy  and  use  remain  substantially  unchanged. 


332-25-S. 

PETITIONER — Ben  J.  Lubschez,  for  Reeland  Publishing 
Co.,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED— 326  West  48th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner :  Ben  J.  Lubschez. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintendents 
Brady,  Reville,  Moore  and  McDermott  ....  8 

Negative  . _ .  n 

Absent:  Messrs.  Kennedy,  Dowd,  Gunnison,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  Kleinert .  -r> 

THE  RESOLUTION : 

(332-25-S) 

Whereas,  Ben  J.  Lubschez,  for  Reeland  Publishing  Co.. 
Inc.,  owner,  filed,  March  26,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  326  West  48th  street,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Octo¬ 
ber  24,  1924,  reads : 

“Order  No.  66702-LD : 

“1.  Arrange  the  fire  escape  on  the  front  of  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof  so  that  same  are  in 
compliance  with  the  provisions  of  Sections  273  and  274 
of  the  Labor  Law. 

“NOTE:  Among  the  defects  noted  on  this  fire  escape 
are  the  following:  No  balcony  at  2nd  story.  No  coun¬ 
terbalanced  stairs  to  street.  Windows  opening  on  course 


not  fireproof  nor  self-closing.  No  stairway  from  2n< 
story  to  balcony  on  3rd  story.”; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  ii 
height,  25  ft.  by  97  ft.  in  area  at  the  1st  and  2nd  storie: 
and  25  ft.  by  42  ft.  in  area  above.  OCCUPIED :  1st  story 
linotyping,  shipping,  etc.,  9  persons;  2nd  story,  printing,  i; 
persons;  upper  stories,  storage;  no  occupancy.  EXITS:  An 
interior  wooden  stairway  extending  from  the  1st  storv 
to  the  top  story,  enclosed  in  Portland  cement  plaster  or 
metal  lath  partitions  with  wooden  doors  at  openings  and 
also  an  accommodating  stairway  from  the  1st  to  the  2nd 
story;  a  fire  escape  balcony  at  the  3rd  and  4th  stories,  con¬ 
nected  by  an  iron  stair  and  a  gooseneck  ladder  to  roof. 
ROOFS  of  adjoining  buildings  are  two  and  three  stories 
higher ;  and 

W hereas,  petitioner  proposes  to  provide  a  door  at  the  2nd 
story  rear,  affording  egress  to  a  proposed  iron  balcony  and 
60  degree  iron  stair  leading  to  yard,  with  egress  to  the  ad¬ 
joining  yards  of  the  houses  to  the  south,  and  requests  fur¬ 
ther,  in  view  of  the  existing  limited  occupancy,  the  accept¬ 
ance  of  the  exits  as  proposed. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
la.w,  and  that  the  petition  be  and  it  hereby  is  granted  on  con¬ 
dition  that  a  fire  escape  shall  be  provided  on  front  of  build¬ 
ing  to  roof  of  2nd  story  extension,  with  portable  ladder 
maintained  on  roof  of  extension  on  further  condition  that 
iron  balcony  and  60  degree  stairs  shall  be  provided  on  the 
rear  of  the  2nd  story  to  the  yard  of  adjoining  premises,  with 
egress  therefrom  through  adjoining  tenement  house  yards  to 
the  street ;  and  granted  only  so  long  as  conditions  as  to  oc¬ 
cupancy  and  use  remain  unchanged. 


333-25-S. 

PETITIONER — Serafino  Geraci,  for  Vonhof  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
health  commissioner. 

PREMISES  AFFECTED— 29  Stanton  street,  Manhattan. 
APPEARANCES— 

For  Petitioner :  Peter  Chieffa. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintendents 


Brady,  Reville,  Moore  and  McDermott  ....  8 

Negative  .  .  0 

Absent :  Messrs.  Kennedy,  Dowd,  Gunnison,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  Kleinert .  5 

THE  RESOLUTION: 

(333-25-S) 


Whereas,  Serafino  Geraci,  for  Vonhof  Realty  Corpora¬ 
tion,  owner,  filed,  March  27,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  a  decision  of  the  depart¬ 
ment  of  health,  affecting  premises  29  Stanton  street,  Manhat¬ 
tan  :  and 

Whereas,  the  decision  of  the  department  of  health,  ren¬ 
dered  March  13,  1925,  reads : 

“In  answer  to  your  inquiry,  you  are  hereby  notified 
that  your  application  for  a  Sanitary  Certificate  to  oper¬ 
ate  a  cellar  bakery  at  29  Stanton  St.,  New  York  City, 
has  been  denied  by  the  Board  of  Health,  for  the  rea¬ 
son  that  the  said  cellar  does  not  conform  to  the  require¬ 
ments  of  Section  338  of  Article  12  of  the  Labor  Law 
of  the  State  of  New  York.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  33  ft.  by  60  ft.  in  area.  OCCUPIED:  Cellar, 
bakery;  upper  stories,  store  and  dwellings,  four  families 
per  story  ;  the  bakery,  which  is  situated  in  the  rear  of  the 
cellar,  being  8  ft.  6  in.  in  height,  ventilated  to  an  open 
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ird  area  by  a  3  ft.  by  5  ft.  window  and  tyvo  2  ft.  3  in.  by 
ft.  windows;  the  ceiling  of  the  cellar  is  fireproof,  the 
ikery  being  separated  from  the  remainder  of  the  cellai 
r  8  in.  brick  walls;  EGRESS  from  bakery  by  fireprool 
>or  to  steps  leading  to  yard  and  to  fireproof  passageway 

p  street;  and  .  .  , 

Whereas,  petitioner  has  submitted  a  letter  trom  tenement 

ause  department  showing  that  the  bakery  was  in  opera- 
on  in  the  cellar  of  premises  on  February  1,  1907,  and  pe- 
tioner  contends  that  the  bakery  has  been  operated  contmu- 
asly  up  to  1920  and  closed  on  account  of  high  cost  of  ma- 
•rials  up  to  a  year  ago,  and  that  lie  had  no  knowledge  of 
le  requirements  of  law  as  to  certificate  of  exemption. 
Resolved,  that  the  board  of  standards  and  appeals  does 
ereby  make  a  variation  from  the  requirements  of  the  labor 
iw,  and  that  the  petition  be  and  it  hereby  is  granted  on 
on’dition  that  not  less  than  two  (2)  windows  shall  be  main¬ 
lined  opening  direct  to  the  outer  air  at  the  rear  of  the 
•  akery,  and  that  the  bakery  shall  not  be  extended  in  area. 


(PETITIONER— David  M.  Jones,  for  Max  Abrahams, 

owner.  .  ,  .  .  ,  c 

jUBJECT — Variation  of  labor  law  as  cited  in  order  of  hre 

commissioner. 

’REMISES  AFFECTED— 537-539  Broadway  and  108-110 
Mercer  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  David  M.  Jones. 

For  Administration:  Inspector  Maher  of  lire  de 


partment.  . 

■ACTION  OF  BOARD — Petition  granted  on  condition. 
1  CONDITIONS — As  specified  in  resolution. 


THE  VOTE—  w  TT  „  , 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kcnlon,  Superintendents 
Brady,  Reville,  Moore  and  McDermott - 


Negative  . . •. - -  •  • 

Absent :  Messrs.  Kennedy,  Dowd,  Gunnison,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  Kleinert . 


8 
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THE  RESLUTION: 

(337-25-S) 

Whereas,  David  M.  Jones,  for  Max  Abrahams,  owner, 
i  filed,  March  27,  1925,  a  petition,  with  the  board  of  stand- 
'  ards’  and  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  537-539  Broadway  and  108-110  Mercer 
1  street,  Borough  of  Manhattan ;  and 

r  Whereas,  the  order  of  the  fire  commissioner,  Order  No. 

;  70334-LD,  dated  December  19,  1924,  reads: 

“1.  Remove  the  substandard  fire-escape  on  the  Mer¬ 
cer  Street  side  of  building  or  reconstruct  same  as  per 
Section  274  of  the  Labor  Law  and  Rule  3  as  amended 
by  the  Board  of  Standards  and  Appeals  May  9th,  1924. 

“NOTE: — Among  the  defects  noted  on  this  fire  escape 
are  the  following:  Windows  on  course  not  fireproof 
nor  self-closing.  No  sign  of  any  character  shall  be 
placed  at  openings  leading  to  same.  Fire-escape  must 
be  maintained  structurally  safe  and  properly  painted.’’; 
and 

Whereas,  the  building,  facing  on  Broadway  and  also  on 
'  Mercer  street,  is  non-fireproof,  five  stories  in  height,  37  ft. 

by  200  ft.  in  area.  OCCUPIED:  1st  story,  stores;  upper 
1  stories,  salesrooms  and  tenant  factory,  approximately  20  per¬ 
sons  per  story;  EQUIPPED  with  a  sprinkler  system  an 
1  a  fire  alarm  signal  system.  EXITS:  Two  interior  wooden 
stairways,  each  extending  from  1st  story  to  roof,  enclosed 
in  fire-retarding  partitions  with  fire  doors  at  openings.  A 
sub-standard  fire-escape  with  unprotected  windows  along  the 
course  thereof  on  the  front  of  the  building,  extending  from 
the  top  story  (with  gooseneck  ladder  to  roof)  to  Ist^storv 
balcony,  with  counterbalanced  stair  to  street;  ROOFS  of 
adjoining  buildings  are  at  same  level ;  and 
**  Whereas,  petitioner  contends  that  sprinkler  heads  are  lo- 
cated  about  4  ft.  from  the  windows  along  the  course  of  the 


fire  escape,  and  that  the  fire  escape  would  offer  some  ad¬ 
vantage  to  firemen  in  the  event  of  a  fire  in  the  premises. 

Resolved,  that  the  board  of  standards  and  appeals  docs 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  all  the  present  sash,  on  the  course  of  the 
fire  escape,  above  the  1st  story,  shall  be  glazed  with  wire 
glass;  that  the  top  sash  shall  be  fixed  in  all  cases;  that  all 
windows  shall  be  protected  with  sprinkler  heads,  not  more 
than  three  (3)  ft.  distant  therefrom. 


273-25-S. 

PETITIONER — Thomas  B.  Leahy,  for  William  Kreinick  & 
Co.,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 131  West  45th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner :  Thomas  B.  Leahy. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Holland, 
Connell,  Fire  Chief  Kenlon,  Superintendents 


Brady,  Reville,  Moore  and  McDermott  .  8 

Negative  .  0 

Absent :  Messrs.  Kennedy,  Dowd,  Gunnison,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  Kleinert .  5 

APPEARANCES— 

(273-25-S) 

Whereas,  Thomas  B.  Leahy,  for  William  Kreinick  & 


Co.,  Inc.,  owner,  filed,  March  11,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the  re¬ 
quirements  of  the  labor  law,  as  cited  in  a  decision  of  the 
superintendent  of  buildings,  affecting  premises  131  West  45th 
street,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  14,  1925,  reads: 

“1.  A  second  means  of  exit  must  be  provided  in  ac¬ 
cordance  with  Section  270,  sub-division  3  of  the  Labor 
Law. 

“2.  The  present  interior  stairway  must  be  extended 
direct  to  street  enclosed  in  fireproof  partitions.”; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  and 
mezzanine  in  height,  20  ft.  by  100  ft.  in  area  in  the  1st 
story  and  20  ft.  by  90  ft.  in  area  above.  OCCUPIED: 
Stores,  showrooms  and  25  per  cent  manufacturing;  the 
means  of  EGRESS  consisting  of  an  interior  fireproof  stair¬ 
way  extending  from  the  1st  story  to  the  roof,  enclosed  in 
fireproof  partitions  with  self-closing  fireproof  doors  at  the 
openings,  a  45  degree  fire  escape  on  the  rear  of  the  building 
extending  from  the  2nd  story  level  to  the  roof,  with  egress 
at  the  2nd  story  level  by  stairs  to  a  mezzanine  fireproof  pas¬ 
sageway  connecting  with  the  interior  stairs  and  thence 
through  an  open  vestibule  (with  show  windows  at  each  side) 
to  street,  the  vestibule  being  separated  from  the  remainder 
of  the  1st  story  by  fireproof  partitions;  and 

Whereas,  it  is  proposed  to  provide  on  the  roof  of  the 
extension  at  the  rear  of  the  building  at  the  2nd  story  level 
a  gate  in  the  fence  separating  the  extension  roof  from  the 
roofs  of  the  adjoining  one-story  extensions  of /buildings  to 
the  east  and  wrest;  and 

Whereas,  petitioner  contends  that  the  passageway  to  the 
street  is  open  and  unobstructed  and  that  the  presence  of  the 
show  windows  does  not  create  any  hazard,  that  the  pro¬ 
posed  additional  means  of  egress  from  the  fire  escape  pro¬ 
vides  adequate  egress. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 


I 
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as  to  Item  No.  1,  on  condition  that  a  standard  fire  escape 
shall  be  provided  on  the  rear  of  the  premises,  from  the 
roof  to  the  2nd  story  extension,  with  egress  therefrom  over 
roofs  of  adjoining  premises  to  the  east  and  west;  and  also 
through  fireproof  passageway,  .  leading  directly  to  the  main 
stairs  on  the  front  of  the  building;  granted,  as  to  Item  No. 

2,  on  condition  that  the  stairs  shall  lead  directly  to  the  open 
store  front  arcade,  separated  from  the  interior  of  the  build¬ 
ing  by  a  wall  of  approved  masonry;  granted  only  so  long 
as  conditions  as  to  occupancy  and  use  remain  unchanged. 

928APPLiance  SUBMITTED  FOR  APPROVAL. 

PETITIONER  The  Silent  Glow  Oil  Burner  Corp. 

APPE/SiANCES— None.  ^  G'°W  B"“- 

ACTION  OF  BOARD — Petition  placed  on  reserve  calen¬ 
dar  pending  report  of  committee  of  inspection. 

Adjourned  4.50  P.  M. 

William  J. 

O  Gorman,  Secretary. 

RESERVE  CALENDAR 

- - 

—  -  - : 

BOARD  OF  STANDARDS  AND  APPEALS.  443-23-SA-A„,„ma«ic  Gas  Shu, -Off.  approva,  of. 

Appliances  Submitted  for  Approval.  625-23-SA— Tilman-White  Gas  Cut-Off  Valve  approval 

53-21-S — Angle  Hose  Valve.  °f- 


1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 
337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S' — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of.  ^ 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 

297-23-SA — '“Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 

392- 23-SA — “Billow”  Class  G.  R.  Oil  Burner,  aoproval  of. 

393- 23-SA — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

307-23-SA — Cornell  No.  1  Type  “A"  Oil  Burner,  ap¬ 
proval  of. 


844-23-SA  Domestic  Fuel  Oil  Burner,  approval  of. 
888-23-SA— Lewis  Oil  Burner,  approval  of. 

898-23-SA  Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA  Automatic  ^Gas  Cut-Off,  approval  of'(Brook- 

960-23-S A— Crescent  Combustion  Fuel  Oil  Burner  ap¬ 
proval  of.  ’  y 


1046-23-SA- 

1050-23-SA- 

1146-23-SA- 

1169-23-SA- 


1176 

1180 

1246 

1339 

1346 

1358 

1361- 

1364- 

1415- 


23-SA 

-23-SA- 

-23-SA- 

-23-SA- 

-23-SA- 

■23-SA- 

23-SA- 

23-SA- 

23-SA- 


1429-23-SA- 
1444-23-S A- 
1484-23-SA- 
1493-23-SA- 
1538-23-SA- 
1550-23-SA- 
254-24-SA- 
269-24-SA- 
365-24-SA- 
379-24-SA- 

492- 24-SA- 

493- 24-SA- 
501-24-SA— 

503-24-SA — 
536-24-SA — i 


approval  of. 

-.Marsh  Fuel  Oil  Burner  and  Pump,  approva 

-Pennsylvania  Globe  Oil  Burner,  aporoval  of 

-Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap 
proval  of.  v 

—Ziegler  Oil  Burner,  approva!  of. 

-Viking  Pump,  approval  of. 

-Ludlow  Gas  Cut-Off  Valve,  approval  of 
-National  Light  Service  Oil  Pump,  approval  of. 
-Heatiator  Oil  Burner,  approval  of. 
-Worthington  Oil  Burner,  approval  of. 
-Todd  Residence  Fuel  Oil  Burner,  approval  of. 
-Staples  &  Pfeiffer  Oil  Burner,  app-wal  of 
-Enco  Mechanical  Atomizing  Fuel  Oil  Burner 
approval  of. 

-Kerrihard  Oil  Burner,  approval  of. 
-Tate-Jones  No.  6  Oil  Burner,  approval  of 
-Universal  G.  P.  O.  Burner,  approval  of. 
-Newport  Rotary  Oil  Burner,  approval  of. 
-Lillibridge  Oil  Vapor  Burner,  approval  of. 
-Apex  Gas  Cut-Off  Valve,  approval  of. 
-Sherman  Oil  Burner,  approval  of. 

■Universe  Oil  Burner,  approval  of. 

-Koaless  Oil  Burner,  approval  of. 

•Sure  Heat  Automatic  Oil  Burner,  approval  of. 

■Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 
approval  of. 

-Faultless  Oil  Burner,  approval  of. 

•Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

Kinney  Rotating  Plunger  Pump,  approval  of. 
Climax  Oil  Burner,  approval  of. 
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| V-24-SA — Marvel  Oil  Burner,  approval  of. 

:-24-SA— Simplex  Mechanical  Oil  Burner,  approval  of. 
>-24-SA — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

,-24-SA— Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

t-24-SA — Holmes- Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

5- 24-SA— Heymsfield  Low  Pressure  Burner,  approval  of. 
0-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

7- 24-SA— Dempsey  Domestic  Burner  and  Fuel  Oil 

Pump,  approval  of. 

9-24-SA— Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

6- 24- SA— Milnes  Oil  Burner,  approval  of. 

8- 24- S A — Simplicity  Fuel  Oil  Burner,  approval  of. 
4-24-SA— Peerless  Automatic  Oil  Burner,  approval  of 
2-24-SA— Decker  Oxohydrogen  Oil  Burner,  approval  of. 
6-24-SA— Salvo  Fire  Extinguisher,  approval  of. 

, 2-24-SA— Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

U-24-SA— Socony  Arrow  Oil  Burner,  approval  of. 
12-24-SA— Kemp  Oil  Burner,  approval  of. 

17-24-SA — Yankee  Oil  Burner,  approval  of. 

, 4-24-SA— Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 


1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 
1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 
1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 
1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

1 500-24 -S A — Smolensky  Check  Valve,  approval  of. 
1509-24-SA — ‘US EM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 
19-25-SA— Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-S A — Keenan  Brilliant  Burner,  approval  of. 

154-25-S A — Edwards  Solenoid  Type  Bell,  approval  of. 
242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

259-25-SA — Electrol  Automatic  Oil  Burner. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


CONCRETE  RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE 


Adopted  by  the  Bond  of  Standards  and  Appeals,  April 
,  1920,  under  Cal.  i\  ».  153-20-S. 

The  use  of  hydrateci  ,ime  in  all  classes  of  concrete  con- 
uction  shall  not  be  pohibited  when  used  in  accordance 
th  the  conditions  heieinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
ecifications  for  this  material  which  have  been  adopted 
the  American  Society  for  Testing  Materials 
The  maximum  amount  of  hydrated  lime  which  may  be 
ed  shall  conform  wit!  the  following  table,  all  weights 
ven  being  the  amount  c  l  lime  which  may  be  incorporated 


for  each  ninety-five  pound  bag  of  Portland  cement. 

1-1  *4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

l-2y2-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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NOTICE 


CITY  OF  NEW  YT)RK 

BOARD  OF  ESTIMATE  AND  APPORTIONMENT 


Amendment  to  Section  21,  Building  Zone  Resolution 
(Adopted  May  22,  1925) 


“No  gasoline  service  station  mav  be  erected  or  extended  on  any  portion  of  a  street  between  two  intersecting 
treets  in  which  portion  there  exists' an  exit  from  or  an  entrance  to  a  public  school ;  and  in  no  case  within  a  distance 
,f  loo  ft.  from  the  nearest  exit  from  or  entrance  to  a  public  school.  This  protection  shall  also  apply  to  duly 
Tganized  schools  for  children  under  16  years  of  age,  giving  regular  instruction  at  least  five  davs  a  week  for  eight 
nonths  or  more  each  year,  owned  and  operated  by  any  established  religious  body  or  educational  corporation. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES 

SPRINKLER  SYSTEMS.  b 


NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday,  June  26,  1925,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  znz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approzeal  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-t 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line)  equipment  is  proznde'd 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  zvill  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wE^  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  with  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago:  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank 
the  Pressure.  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall [  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
zvill  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump' or  a  direct  serv¬ 
ice  mam  connection,  proznded  that  there  arc  separate  feed 
mams  from  the  basement  or  lozvest  story  and  a  control 
z’alz’r  in  each  feed  line  in  a  pump  or  engine  room. 

.  Th/  overflow  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  30.000  gallons  capacity  and  not 
less  than  three  (?)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflozv  pipe  shall  be  three  (3)  inches  be- 
lozv  the  top  of  the  staves  in  wooden  tanks  and  one  (/) 
uuh  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is '  of  brass  or  copper  or  other  non-corrosive  metal  and 
zvith  out  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflozv  pipes  shall  terminate  not  more 
than  tzventy-four  (24)  inches  above  roof  and  shall  be  fitted 
zvith  a  90  degree  elbow. 

The  discharge ,  heating  or  filling  pipes  where  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost- 
proof  covering .  which  may  be  of  three  layers  of  one-inch 
(i  )  hair  felt  interspersed  zvith  building  paper  zvell  zvrapped 
and  secured  and  covered  zvith  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means '  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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tres  shall  be  approved  by  the  Superintendent  of  Buildings, 
'anks  not  enclosed  and  exposed  to  the  weather  shall  be 
overed  ivith  a  double  roof  of  acceptable  construction  cou¬ 
nting  of  a  tight  flat  cover  of  matched  boards  and  above 
his  u  conical  roof  which  shall  be  covered  with  an  ap- 
roved  roofing.  % 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
ard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
uildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
he  ground  level,  and  not  less  than  20  feet  above  the  high- 
st  line  of  sprinklers  below  the  main  roof  of  the  highest 
milding  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
ufticient  water  to  supply  twelve  and  one  halt  per  cent 
12 J4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
jected  fire  area  for  twenty  (20)  minutes,  but  not  less 
han  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  system 
vherc  supplemented  by  an  auxiliary  ivater  supply,  and  not 
ess  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
.ingle  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
.jnder  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  Iras  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  beloiv  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals.  . 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (lj4)  inches  in  size  [with  a  one  and  one- 
quarter  (f]4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (1E2)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 

1  The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressuie  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 

two-thirds  full.  . 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

I  Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  ot 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  I  he  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  ivith- 
m  16"  thereof,  the  conti  ol  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  ( 2 ) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Eire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Eire  Department. 

Rule  8.  Eire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  ivhich  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
below  mam  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (VE  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  <hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  from 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  (200)  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  qne  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3 1/2)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  tivelve  ( 12 )  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (75)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  CYC)  inch  drip  connection,  with  plugged  valve  attached , 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  ti 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (r 
pounds  per  square  inch  between  the  hours  of  six  a  r. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  < 
pressure  tank  and  one  of  the  automatic  sources  or  tu, 
pressure  tanks  having  a  total  water  capacity  for  a  oni 
source  supply  may  be  considered  as  a  two-source  supbl 
where  the  occupancy  of  the  building  does  not  conflict  wit 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  an 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  soli 
plank  and  timber  construction,  5  to  12  foot  bays)  on 
line  of  sprinklers  shall  be  placed  in  the  center  of  eac 
bay  and  the  distance  between  the  heads  on  each  lin 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  ()4)  inch  heads— 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  incl 
heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculos* 
products  and  vaults  used  for  the  storage  of  in 
flammable  motion  picture  films  shall  have  on 
standard  one-half  ()4)  inch  head  for  each  62) 
cubic  feet  of  available  storage  space,  or  one  (1 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  0 
timbers. 

Ceilings  of  modified  mill  construction  having  bay 
less  than  three  (3)  feet  wide  shall  be  treated  as  opei 
joist  construction  and  sprinkler  heads  and  lines  space< 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris 
diction.  hj 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  wil 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  (y2)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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rhere  girders  and  joists  are  flush  at  the  bottom,  heads 
all  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
ljacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
stance  between  the  heads  on  each  line  shall  not  exceed  six- 
en  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
)t  more  than  four  (4)  feet  from  wall  or  partition.  Where 
rders  project  below  the  under  side  of  joists  and  divide 
ie  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
idth,  measured  from  center  to  center  of  girders,  one  line 
iall  be  placed  in  the  center  of  each  bay.  In  bays  exceed- 
,g  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
>  installed  in  each  bay  and  in  no  case  shall  the  distance 
'tween  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
ie  distance  between  adjacent  lines  shall  not  exceed  twenty - 
ve  (25)  feet  and  the  distance  between  the  head  on  each  line 
iall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lies  being  spaced  not  more  than  five  (5)  feet  from  wall 
r  partition.  Where  girders  project  below  the  under  side 
f  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 
/-five  (25)  feet  in  width,  measured  from  center  to  center 
f  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
n  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
ie  distance  between  adjacent  lines  exceed  twenty-five  (25) 
eet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
mooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
eet  wide  and  over  (measurements  to  be  taken  from  center 
o  center  of  timber,  girder  or  other  projection  or  support 
orming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
is  follows : 

(a)  For  standard  one-half  ()4)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and.  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  teet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  1  he 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  (}4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 


Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 


(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof.  m-»v  be  used  in  lieu  of  heads  located  in  peak  of 
roof 

(a)  For  standard  one-half  ( )4 )  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
0)4  1 eet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 


(a)  For  standard  one-half  (}4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 


Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 

preferable.  .  ,  .  „  , 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten.  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

u^n°u  ^Sr  ei£hteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  ini  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (]/2)  inch  heads— 


Size  of  Pipe 
inch 
1  “ 

1  Ya  “ 

iy2  “ 

2 


Maximum  No.  of 
Pleads  Allowed 
1  head 
.  2  heads 

3  “ 


10 

20  “ 
36  “ 


80  “ 
140 
200 

300  “ 

420 


(b)  For  Conran*  one  (1)  inch  heads— 

,  Maximum  No.  of 


;  of  Pipe 

1  inch  . . 

Heads  Allowed 

IRt  “  . 

_ __ , 

IK  “  . 

tl 

2  “ 

U 

2^4  “  . 

it 

3  “ 

it 

4  “  . 

it 

5  “  . 

it 

6  “  . 

it 

7  “  .... 

it 

8  “  . 

it 

(c)  For  Conran* 

Size  of  Pipe 

1J4  inch . 

iy2  “  . 

2  “  .... 

Z'A  “  . 

3 

4  “  .. 

5  “  . 

6  “  .. 

7  “  .... 

8  “  . 


one  and  one-quarter  (1R£)  inch  heads — 

Maximum  No.  of 
Heads  Allowed 

.  1  head 

.  2  heads 

.  3 

.  4 


12 

21 

40 

60  “ 
84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  ek 
(8)  inches  in  diameter,  special  ruling  will  be  required 
the  administrative  official  having  jurisdiction  as  to  the  pt 
missibility  of  its  use  and  the  number  of  heads  that  may 
fed  thereby. 


Where  practicable,  it  is  desirable  to  arrange  the  piping 
that  the  number  of  heads  on  a  branch  line  will  not  exce' 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan  t 
permissible  number  of  heads  may  be  doubled,  provided  t 
feed  main  is  of  the  size  indicated  in  the  schedule  for  t 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  hea 
each,  the  conditions  approach  those  of  long  single  line 
buch  feed  mains  shall  usually  be  centrally  supplied  whe! 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Bram1 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  en 
provided  a  two  and  one-half  (2%)  inch  pipe  does  not  supp 
more  than  sixteen  (16)  standard  one-half  (y2)  inch  head1 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floJ 
openings  without  approved  stops,  shall  be  treated  as  one  roo 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  l1 
of  sufficient  size  to  accommodate  the  number  of  heads  calk1 
or.  Largei  pipe  sizes  than  are  allowed  in  the  schedule  fc 
a  given  number  of  heads  may  he  required  wherever  the  cob 
struction  or  conditions  introduce  unusually  long  runs  of  fee 
mains  or  many  angles.  Buildings  with  blind  attics  with  sma 
unprotected  openings  to  floor  below,  may  be  piped  from  tf 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  schei 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  ik 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  a 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approve 
stops  between  floors,  when  piped  on  independent  riser,  sha 
be  of  sufficient  size  to  accommodate  the  total  number  o 
sprinklers  in  such  tower. 


Rule  17.  Risers.  There  shall  be  one  or  more  separai 
risers  m  each  building  and  in  each  section  of  the  buildin 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provid 
Center  Central  or  “Side  Central”  supply  to  feed  mail 
Fach  riser  shall  be  of  sufficient  size  to  supply  all  the  head 
on  said  riser  in  one  story,  according  to  the  schedule  of  pip 
sizes  in  Rule  15. 


In  buildings  of  fireproof  construction,  and  for  the  pur 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  opening, 
are  protected  by  standard  fire  doors,  may  be  considered  a. 
a  fire  wall,  if  of  equivalent  construction. 


'j16  |,con5bt,ons  warrant,  special  permission  will  b< 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
je  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor: 

(a)  For  standard  one-half  (y2)  inch  heads,  48. 

(b)  For  Conran*  one  (l)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  {1%)  inch  heads,  8 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser”, 
forty  (40)  feet  below  the  bottom  of  the  pressure  tank. 
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le  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
ard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
screwed  up  tight  into  fittings  without  reducing  the 
way.  Fittings  shall  be  standard  cast  iron  fittings,  and 
be  long  turn  pattern  on  feed  mains  and  risers. 

:h  fittings  shall  be  designed  and  guaranteed  for  a  work- 
iressure  of  150  pounds  per  square  inch  and  must  be 
>Ie  of  withstanding  a  hydrostatic  test  pressure  of  750 
Is  per  square  inch  without  failure. 

1  pipe  shall  be  secured  to  the  ceiling,  wall'  Qnd  other 
of  the  building  with  standard  steel,  wrought  or  mal- 
;  iron  hangers. 

tra  heavy  fittings  shall  be  employed  where  the  normal 
ure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
)  pounds  per  square  inch,  and  shall  be  designed  for  a 
ing  pressure  of  250  pounds  per  square  inch  and  be 
)le  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
ds  per  square  inch  without  failure. 

f :  underground  pipe  shall  comply  with  the  specifications 
ast  iron  pipe  of  the  American  Water  Works  Associa- 


le  19.  Protection  of  Pipes  and  Sprinklers.  When  ex- 
1  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro- 
d  against  corrosion  whenever  found  necessary  by  thor- 
ly  cleaning  the  pipe  of  all  scale  and  grease  and  paint- 
.vith  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
(table  moisture  resistive  paint.  When  exposed  to  chemi- 
umes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
ther  approved  chemical  resistive  paint.  Care  shall  be 
|ji  not  to  paint  the  sprinkler  heads. 

ipply  pipes  of  risers  in  low  basements  or  low  spaces 
r  ground  floors  exposed  to  frost,  shall  be  properly  pro- 
d  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
.  with  mineral  wool,  sawdust  or  tar  mixed  with  granu- 
cork,  extending  below  bottom  of  pipe  and  through  the 
looring  of  ground  floor,  or  the  pipe  shall  be  protected 
three  alternate  layers  of  one-inch  hair  felt  and  build- 
lpaper  or  by  other  approved  method.  When  of  wood, 
enclosure  shall  be  constructed  double  with  a  layer  of 
)aper  between  the  two  thicknesses  of  wood, 
here  risers,  drains,  heating  pipes,  etc.,  pass  through  cin- 
.  concrete  floors  or  partitions,  they  shall  be  protected 
a  metal  sleeve  or  be  grouted  with  cement  mortar, 
herever  sprinklers  are  exposed  to  corrosion,  the  heads 
be  protected  with  an  approved  hermetically  sealed  cover, 
■ith  an  approved  wax  coating. 

lie  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
o  installed  that  they  can  be  thoroughly  drained,  and 
e  practicable,  all  piping  shall  be  arranged  to  drain  at 

main  drips. 

-ains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex- 
t  any  part  of  the'  sprinkler  system  to  frost,  and  shall 
o  connected,  either  by  check  valves  or  other  means, 
they  will  not  [overthrow]  overflozv  domestic  service  or 
j  r  connections  to  the  same  sewer  or  house  drain,  or  if 
!  cd  through  the  zvall  and  exposed  to  the  weather,  they 
t  be  fitted  zvith  hoods  or  dozvn-turned  clboii's. 

■ains,  pitched  not  less  than  one-quarter  04)  inch  in 
(10)  feet,  shall  be  installed: 

the  base  of  the  main  riser ; 

:  each  alarm  valve ; 
each  dry-pipe  valve ; 
each  gravtiy  tank ; 

.  each  pressure  tank. 

each  fire  department  connection  ; 
l  each  floor,  if  independent  floor  control  valves  are  used; 


each  supply  main,  when  the  water  in  the  same  can- 
be  removed  through  any  of  the  above  drains.  Such 
s  shall  be  installed  with  controlling  valves  so  that  flow- 
tests  may  be  made  to  determine  if  the  water  supplies 
innections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1*4)  inches  in  size]  shall  be  not  less  than  i  inch 
in  size  zvhere  floor  valves  are  not  over  2^/2  inches  in  size 
and  I1, 4  inches  zvhere  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  1V2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (*4)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (]4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Ya  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iYa  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  j4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  zvhere  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  zvater  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  34- inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  Y^-inch  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4]4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank ; 

At  the  air  compressor; 

Above  the  alarm  valve ; 

Below  the  alarm  valve ;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (^4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not' more  than  ten  (10)  standard  one-half  ( y2 )  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 


Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve : 


(a)  For  standard  one-half  (]/2)  inch  heads  . 400 

(b)  For  Conran*  one  (l)  inch  heads  . . ioo 


(c)  For  Conran*  one  and  one-quarter  (l]4  inch  heads  64 

Where  equipped  zv-ith  an  approved  quick-opening  device 
the  folloimng  number  of  heads  may  be  controlled  by  one 
"Type  A’’  dry-pipe  valve : 

(a)  For  Standard  one-half  (*/2)  inch  heads  . 8oo 

(b)  For  Conran*  one  (/)  inch  heads  . 200 

(c)  For  Conran*  one  and  one-quarter  ( 1 yA)  inch  heads. 128 

(b)  When  “Type.B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 


Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve:"' 


(a)  For  Standard  one-half  (l/2)  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads . 125 


(c)  For  Conran*  one  and  one-quarter  (1R()  inch  heads.  84 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (l/2)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 


Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer's 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspecteqj  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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e  33.  Approval  of  Sprinkler  System  [Tests].  Before 
atice  all  automatic  sprinkler  systems,  excluding  the  wa- 
lpply  tanks,  shall  be  subjected  after  installation  to  a 
static  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
quare  inch  in  excess  of  that  which  will  be  normally 
d  and  observed  in  the  sprinkler  system,  such  test 
ire,  however,  never  to  be  less  tlian  one  hundred  and 
(150)  pounds  per  square  inch  in  any  part  of  the  sys- 

pressure  tanks  shall  be  tested  after  erection  to  a  test 
jre  of  one  and  one-half  ( V/2 )  times  the  working  pres- 
To  prevent  the  possibility  of  serious  water  damage 
se  of  a  break,  the  pressure  shall  be  maintained  by  a 
pump,  the  main  controlling  gate  being  meanwhile 
shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
for  testing  systems. 

automatic  dry-pipe  systems  with  “Type  A”  valve  con- 
an  air  pressure  of  forty  (40)  pounds  per  square  inch 
be  pumped  up,  be  held  for  twenty- four  (24)  hours, 
.11  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
(2)  pounds  per  square  inch  for  the  twenty-four  (24) 

I  i. 

f  the  case  of  automatic  dry-pipe  systems  with  differen- 
‘Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
g  the  test  to  prevent  in  jurying  the  valve, 
n-automatic  systems  shall  be  tested  after  installation 
4  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
e  pressure  necessary  to  reach  the  highest  line  of  sprin- 

1  tests  of  installed  systems  shall  be  made  by  the  Con¬ 
or  in  the  presence  of  the  Fire  Commissioner,  or  his 
irized  representative. 

i  piping,  devices  nor  any  portion  of  a  newly  constructed 
kler  system  shall  be  covered  up  or  permanently  con- 
d  until  tested  by  the  Bureau  of  Fire  Prevention  and 
ived  of  in  zvriting,  except  piping  passing  through  floors, 

,  partitions  or  beams  for  distances  equal  to  the  thick- 
of  such  floors,  walls,  partitions  or  beams. 

ile  34.  Non-fireproof  Business  Buildings.  Automatic 
klers  required  in  non-fireproof  business  buildings  under 
irovisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
nances,  unless  otherwise  specifically  provided  in  these 
,  shall  consist  of  at  least  a  One  Source  System. 

ile  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
'klers  required  in  buildings  having  occupancies  consid- 
to  be  dangerous  or  hazardous  by  the  Fire  Commis- 
t  shall  consist  of  at  least  a  one-source  system  unless 
zvise  specifically  provided  for  in  these  rules. 

ile  36.  Factories  and  other  Buildings.  Automatic  sprin- 
required  in  buildings  under  the  provisions  of  the  Code 

Ordinances  and  the  Labor  Lazv  shall  consist  of  at  least 
:  'e-source  system. 

ile  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
ired  in  theatre  buildings  under  the  provisions  of  Chap- 
■  ,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con- 
of  at  least  a  One  Source  System. 

ile  [36]  38.  Firework  Storage.  Automatic  sprinklers 
ired  in  buildings  in  which  fireworks  are  stored  or  sold 
;r  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
i  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

I11  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  go.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  ozvner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Underzvriters.  Plans  for  such  installation  to  be  filed  zinth 
the  Fire  Department  for  approval. 


NOTICE 


BUILDING  CODE  ON  SALE.  ELECTRICAL  CODE  ON  SALE. 

>pies  of  the  Building  Code  are  now  on  sale  at  the  Copies  of  the  Electrical  Code  are  now  on  s^le  at  the 
ributing  Division  of  the  City  Record  Office,  125  Worth  Distributing  Division  of  the  City  Record  Office,  125  Worth 
:t.  Price,  $1;  by  mail,  $1.08.  street.  Price,  25c;  by  mail,  27c. 
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DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  June  4,  1923 
Restored  to  calendar  . 

Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend  . . 

Requests  for  modification  . i . 

Requests  to  rescind  . . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit  . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans . 

Administrative  requests  . 

Requests  for  interpretation . 


DISPOSITION  OF  CASES. 

598  Withdrawn  . 

Dismissed  . 

Denied  . 

575  Granted  . ~ . 

Granted  on  condition  . 

Appliances  approved  . 

4G  Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

82  Requests  to  reopen  granted  . 

Requests  to  reopen  denied  . 

2  Requests  to  amend  granted  . 

Requests  to  amend  denied  . 

24  Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

3  Requests  to  rescind  granted . 

Requests  to  rescind  denied  . 

13  Requests  for  extension  of  time  granted  . 

Requests  for  extension  of  time  denied  . 

13  Requests  for  extension  of  permit  granted  . 

Requests  for  extension  of  permit  denied  . 

1  Requests  to  install  granted  . 

Requests  to  install  denied  . 

8  Plans  approved  . . . 

Plans  disapproved  . 

1  Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . . 

1  Interpretations  . 

Requests  withdrawn  or  dismissed . 
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Total  .  1365  Total  . .  703 

Disposed  of .  763 


Cases  pending  June  4,  1925  .  602 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
bearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 
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DATES  AND  HOURS  OF  MEETING 
Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Cal^l^r^  iTpesdays,  atd£  p.  ra. 

Board  -[of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar.  t 

All  hearings  are  held  lJii'!IU>on£lift2&Iunicipal  Building. 
Manhattan. 


B  '  l  K  )  I S 

\  HOURaJRttfe^CONgtjLtATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon' — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

'Hie  Clerk's  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  June  16,  1925, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  June  23,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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DOCKET. 

New  Cases  Filed  Week  Ending  June  11,  1925. 

Cal.  No.  Department.  Premises  Affected. 

602-25-A . F.D . 1186  Eastern  pkway.,  Bklyn. 


-  L.  C.  94687. 

601-25-A . B.B.B.  ...3052  Emmons  ave.,  Bklyn. 

-  Applic.  8771-1925. 

600-25- A . F.D . 2094  2nd  ave.,  Man. 

-  N.  B.  479-1925. 

599-25-BZ . B.B.Bx.  .  S.  E.  cor.  Sheridan  ave.  &  E. 

167th  st.,  Bx. 

N.  B.  1163-1925. 


598-25-BZ . B.B.Bx.  .3088-3092  Jerome  ave.,  Bx. 

N.  B.  969-1925. 


597-25-A . F.D . S.  S.  Harris  ave.,  from  Crescent 

to  Williams  st.,  L.  I.  City,  Q. 

N.  B.  2552-1924. 


596-25-BZ . B.B.Bx.  .807  E.  175th  st.,  Bx. 

-  Alt.  224-1925. 

595-25-BZ . B.B.Bx.  .  W.  S.  3rd  ave.,  80.74  ft.  S.  of 

E.  182nd  st.,  Bx. 

-  N.  B.  1134-1925. 

594-25-BZ . B.B.Bx.  .  W.  S.  3rd  ave.,  270  ft.  S.  of 

E.  182nd  st.,  Bx. 

N.  B.  1090-1925. 


593-25-BZ . B.B.Bx.  .  S.  E.  C.  White  Plains  ave.  and 

E.  224th  st.,  Bx. 

-  N.  B.  1149-1925. 

592-25-S . F.D . 461-467  10th  ave.,  Man. 

-  L.  D.  76240. 

591-25-S . B.B.M.  ...205-207  E.  117th  st.,  Man. 

-  Alt.  1060-1925. 

590-25-A . F.D .  72-78  Spring  st.,  Man. 

-  L.  C.  29750. 

589-25-A . B.B.B.  ...65  Skillman  ave.,  Bklyn. 

-  Alt.  4417-1925. 

588-25-SA . F.D . Ray  Rotary  Fuel  Oil  Pump  Set. 

Appliance. 

587-25-A . F.D . 9  Radde  st.,  L.  I.  City,  Q. 

-  Alt.  1524-1922. 

586-25-BZ . B.B.M.  ..181-189  2nd  ave.,  Man. 

-  N.  B.  329-1925. 

585-25-A . B.B.B.  ...2324  Ave.  R,  Bklyn. 

-  Viol.  2426-1925. 

584-25-A . F.D .  46-52  Columbia  st.,  Bklyn. 

-  F-70431. 

583-25-A . F.D . 151-165  Kent  ave.,  Bklyn. 

-  F-74986. 

582-25-S . F.D . 113  Nassau  st.,  Man. 

-  L.  D.  73899. 

581-25-A . F.D . 514-16  W.  57th  st.,  Man. 

-  F-69999 

580-25-A . F.D .  189-195  Hudson  st.,  Man. 

-  L.  F.  73834. 

579-25-S . F.D .  119-125  7th  ave.,  Man. 

L.  D.  63717. 


578-25-A . F.D .  119-125  7th  ave.,  Man. 


-  F-63716. 

577-25-BZ . B.B.M.  ..212  W.  72nd  st.,  Man. 

-  Alt.  1042-1925. 


576-25-S . 

...B.B.M.  ..161  Bowery,  Man. 

Certificate  of  Or'  . 

Restored  to  Calendar. 

1421-24-BZ. . . . 

...B.B.Bx.  ,  S.  E.  C.  Jerome  ave.  &  i 

pi.,  Bx.  N.  B.  2853-i. 

213-21-A . 

...F.D . 125-131  Navy  st.,  Bklyn. 

Ord 

CODE. 

F.D . 

H.D . 

B.B.B . 

B.B.Bx . 

B.B.M . 

B.B.Q . 

B.B.R . 

I'.H.D . 

. Bureau  of  Buildings,  Broi 

. Bureau  of  Buildings,  Manhatt; 

. Bureau  of  Buildings,  Quee 

CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  June  16,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1429-24-BZ. 

APPLICANT — John  De  Hart,  for  John  J.  Daly  and  Mj 
L.  Fried,  owners. 

PREMISES— -1012-1018  Avenue  St.  John,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  maintenance  of 
motor  vehicle  repair  shop. 

289-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Max  Zaubk 
owner. 

PREMISES — 553-559  11th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in 
residence  district  the  erection  and  maintenance  < 
an  extension  to  an  existing  garage  for  the  stora* 
of  more  than  five  (5)  motor  vehicles. 

291-25-BZ. 

APPLICANT — Hollywood  Garage  Corp.,  owner. 

PREMISES — 238-244  East  64th  street  and  1207-1209  Sfr 
ond  avenue,  Manhattan. 

TO  PERMIT  in  a  business  district  the  alteration  and  ei 
largement  of  a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles. 

359-25-BZ. 

APPLICANT — William  H.  Kehoe,  for  Horlick  Realt 
Corp.,  owner. 

PREMISES — 1026-1042  Liberty  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  of  a  garag 
for  the  storage  of  more  than  five  (5)  motor  veh 
cles. 

400-25-BZ. 

APPLICANT — James  Kearney,  for  Barnet  Simowitch  an 
Abe  Frank,  owners. 

PREMISES — -247-249  West  69th  street,  Manhattan. 

TO  PERMIT  the  alteration  and  also  the  conversion  o 
occupancy  of  a  building  used  as  a  storage  ware 
house  to  a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles. 

1360-24-BZ. 

APPLICANT — Abraham  G.  Cohen,  for  Liberty  Propert 
Corporation,  owner. 

PREMISES — 11601  Liberty  avenue,  Richmond  Hill,  Bor 
ough  of  Queens. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi 
ness  district  the  alteration  and  extension  of  ai 
existing  building  used  for  business  purposes. 
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BOARD  OF  APPEALS. 

Tuesday,  June  16,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

7-24-A — 79-89  Seventh  avenue,  Manhattan. 

4-24-A — 235-239  West  23rd  street,  Manhattan 

7- 24-A — 202  Flatbush  avenue,  Brooklyn. 

8- 25-A — 25-27  Thames  street,  Manhattan. 

6- 24-A — 502  West  Broadway,  Manhattan. 

:,-23-A— 778-786  First  avenue,  400-414  East  44th  street 
and  405-413  East  43rd  street,  Manhattan 

7- 25-A— 10  Grove  street,  Manhattan. 

3-25-A — 280  Broadway,  Manhattan. 

7-25-A — 17  West  17th  street,  Manhattan. 

1- 25-A — 1229-1231  Gerard  avenue,  The  Bronx. 

2- 25-A — 15  West  17th  street,  Manhattan. 

2-25-A — 56-60  Pearl  street,  Brooklyn. 

2-25-A — 20  Beekman  street,  Manhattan. 

6- 25-A — North  side  of  West  189th  street,  between  Wads¬ 

worth  avenue  and  Wadsworth  terrace,  Man¬ 
hattan. 

5_25-A— 731-735  West  177th  street  and  2-14  Northern 
avenue,  Manhattan. 

7- 24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 

0-24-A — 1038  Ocean  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 

a  public  hearing  under  the  provisions  of  the  building  zone 

■olution,  Tuesday  morning,  June  16,  1925,  at  10  o’clock, 

Room  1013,  Municipal  Building,  on  the  following  mat- 

l.  no.  1522-24-BZ — Application,  December  27,  1924,  undei 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Hugo 
Seidenberg,  owner,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a 
building  used  for  store  purposes  on  the 
1st  story ;  premises  129-02  Newport 
avenue,  northwest  corner  of  129th 
street,  Belle  Harbor,  Borough  of 
Queens. 

i..  no.  136-24-BZ— Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The 
Bronx. 

l.  no.  1399-24-BZ — Application,  November  25,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Fred¬ 
erick  P.  Ballard,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  alteration  and 
change  of  occupancy  from  a  stable  and 
private  garage  to  a  garage  for  the 
storage  of  three  (3)  commercial  and 
two  (2)  pleasure  motor  vehicles,  two 
(2)  spaces  rented  to  persons  not  resid¬ 
ing  on  the  premises ;  premises  708  East 
216th  street,  The  Bronx. 

l.  no.  221-25-BZ — Application,  February  24,  1925,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Joseph  Zimmerman  and  Abraham  Mit- 
chel,  owners,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 


five  (5)  motor  vehicles;  premises  166- 
172  South  1st  street,  Brooklyn. 

cal.  no.  109 1-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  t">  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

cal.  no.  1 10-25-BZ — Application,  January  26,  1925,  under 
the  building  zone  resolution,  of  Ed¬ 
ward  P.  Doyle,  applicant,  on  behalf 
of  Brecher  Building  Corp.,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  southeast  cor¬ 
ner  of  Washington  avenue  and  Fifth 
avenue,  Long  Island  City,  Queens. 

cal.  no.  545-24-BZ — Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  Henry  I. 
Perlin,  applicant,  on  behalf  of  Bertha 
Freitag,  owner,  previously  dismissed  for 
lack  of  prosecution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga¬ 
rage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the 
premises ;  premises  380  Etna  street, 
Brooklyn. 

cal.  no.  324-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  Eugene  De 
Rosa,  architect,  on  behalf  of  Small’s 
Queens  Circuity  Inc.,  owner,  to  permit 
in  a  residence  district  extending  from 
a  business  district  the  erection  and 
maintenance  of  a  building  to  be  used  as 
a  motion  picture  theatre ;  premises  west 
side  of  Junction  boulevard,  88  feet  8j£ 
inches  north  of  Roosevelt  avenue,  Elm¬ 
hurst,  Borough  of  Queens. 

cal.  no.  319-25-BZ — Application,  March  25,  1925,  under  the 
building  zone  resolution,  of  Hector 
McG.  Curren,  applicant,  on  behalf  of 
Melchior  Lenke,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  south  side  of  Germania  place, 
150  feet  west  of  Nostrand  avenue, 
Brooklyn. 

cal.  no.  386-25-BZ — Application,  April  9,  1925,  under  the 
building  zone  resolution,  of  Joseph 
Goldstein,  applicant,  on  behalf  of  Isaac 
Pinsky,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  building  to  be  used  for  manufacturing 
carbonated  beverages  and  a  garage  for 
the  storage  of  one  (1)  commercial  mo¬ 
tor  vehicle ;  premises  28-30  Malta  street, 
Brooklyn. 

cal.  no.  458-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Kolle,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  193- 
210  16th  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  16,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1332-24-S — 101-103  West  42nd  street  and  737-745  Sixth 
avenue,  Manhattan. 

257-25-S — 435-37  Broadway,  Brooklyn. 

180-25-S — 9-13  Maiden  lane,  Manhattan. 

362-25-S — 231-239  West  29th  street,  Manhattan. 

163-25-S — 4049  Third  avenue,  The  Bronx. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

322- 25-S — 4-6  Varet  street,  Brooklyn. 

323- 25-S — 1-11  West  47th  street,  Manhattan. 

346-25-S — 91-103  Washington  avenue,  Brooklyn. 
395-25-S — 30  Union  square,  Manhattan. 

238-25-S — 35-37  East  10th  street,  Manhattan. 

247-25-S — 34-38  East  19th  street  and  33-35  East  18th  street, 
Manhattan. 

1525-24-S — 107  East  31st  street,  Manhattan. 

84-25-S — 10  Mangin  street,  Manhattan. 

233-25-S — 20  Beekman  street,  Manhattan. 

1412-23-S — 174  Duffield  street,  Brooklyn. 

718-18-S — 17-23  East  Broadway,  Manhattan. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  June  23,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1453-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  James  Murphy, 
owner. 

PREMISES — 24  Evelyn  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

i 

85-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Michael  T.  Watts, 
lessee. 

PREMISES — 332  West  57th  street,  Manhattan. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  maintenance  of  an  open  ga¬ 
rage  parking  space  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

269-25-BZ. 

APPLICANT — William  A.  Giesen,  for  Agnes  Connolly, 
owner. 

PREMISES — 2805  Pond  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4)  spaces  rented  to 
persons  not  residing  on  the  premises. 

286-25-BZ. 

APPLICANT — William  B.  Seaver,  for  Third  Avenue  Rail¬ 
way  Company,  owner. 

PREMISES — 2526-2530  Amsterdam  avenue,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

304-25-BZ. 

APPLICANT  Jamaica  Water  Supply  Co.,  owner. 

PREMISES— West  side  of  143rd  street,  100  ft.  south  of 
111th  avenue,  Jamaica,  South,  Queens. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  business  building  to  be  used  as  a  wa¬ 
ter  pumping  station. 


305-25-BZ. 

APPLICANT  Jamaica  Water  Supply  Co.,  owner. 

PREMISES— West  side  of  224th  street,  250  ft.  north 
Foch  boulevard  (Central  avenue),  Jamaica,  Quee 

TO  PERMIT  in  a  residence  district  the  erection  and  ma 
tenance  of  a  business  building  to  be  used  as  a  v 
ter  pumping  station. 

314-25-BZ. 

APPLICANT— John  De  Hart,  for  Estate  of  Frederi 
Fischer,  owner. 

PREMISES— 1160-1162  Intervale  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  ma 
tenance  of  a  garage  for  the  storage  of  more  th 
five  (5)  motor  vehicles. 

331-25-  BZ. 

APPLICANT— R.  Thomas  Short,  for  Michael  Noon; 
owner. 

PREMISES— 187A-201  Garfield  place,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in 
residence  district  the  alteration  and  extension 
an  existing  garage  for  the  storage  of  more  th 
five  (5)  motor  vehicles. 

371-25-BZ. 

APPLICANT — William  Weintraub,  for  R  A  R  Real 
Corp.,  owner. 

PREMISES — 428-432  Cherry  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  mai 
tenance  of  a  building  to  be  used  for  dry  cleanin 

419-25-BZ. 

APPLICANT— William  Bone,  for  Hyman  Wynehou: 
owner. 

PREMISES — 4110-4118  Ninth  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  mai 
tenance  of  five  (5)  detached  residence  buildings 
be  used  for  store  purposes  on  the  1st  story. 

482-25-BZ. 

APPLICANT — Merkle  &  Elberth,  for  Irving  Savings  Ban 
owner. 

PREMISES — 115-117  Chambers  street,  Manhattan. 

TO  PERMIT  in  a  “B”  area  district  the  omission  of  a  re; 
yard  required  by  the  building  zone  resolution,  1 
start  at  an  elevation  of  23  ft.  above  curb  level. 

490-25-BZ. 

APPLICANT — Philip  J.  Bendish,  owner. 

PREMISES— 342  West  70th  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  alteration  and  e> 
tension  of  an  existing  garage  for  the  storage  c 
more  than  five  (5)  motor  vehicles. 

402-25-BZ, 

APPLICANT — William  F.  Doyle,  for  Emma  A.  Justice 
owner. 

PREMISES — Southeast  corner  of  East  182nd  street  an 
Folin  street.  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles. 

1421-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Elliot  Place  Hold 
ing  Corp.,  owner. 

PREMISES — Southeast  corner  of  Jerome  avenue  and  Ellio 
place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from  a  busil 
ness  district  the  erection  and  maintenance  of  a  busi 
ness  building. 
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BOARD  OF  APPEALS. 

Tuesday,  June  23,  1925,  at  10  a.  in. 

Appeals  from  Administrative  Orders. 

15-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

73-25-A— 957-971  Kent  avenue,  rear,  Brooklyn. 

15-25-A— 216-224  Seigel  street,  Brooklyn. 

50-25- A — Southwest  corner  of  Maspeth  avenue  and  Gard¬ 
ner  avenue,  Brooklyn. 

J5-25-A— North  side  of  Anable  avenue,  from  Moore 
street  to  Honeywell  avenue,  Long  Island 
City,  Queens. 

U-25-A— 9502  121st  street,  Richmond  Hill,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 

a  public  hearing  under  the  provisions  of  the  building  zone 

solution,  Tuesday  morning,  June  23,  1925,  at  10  o  clock, 

Room  1013,  Municipal  Building,  on  the  following  mat- 

l.  no.  1449-24-BZ— Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Benja¬ 
min  Ascher,  applicant,  on  behalf  of 
Johanna  Gunther,  owner,  to  permit  in  a 
residence  district  the  maintenance  of  a 
garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises ;  premises  1962  Anthony 
avenue,  The  Bronx. 

L  NO.  266-25-BZ — Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Corner, 
Bell,  Russell  &  McNulty,  applicants,  on 
behalf  of  Midwood  Trust  Company, 
owners,  to  permit  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  an  exten¬ 
sion  to  a  bank  building;  premises  1144 
Flatbush  avenue,  northwest  corner  of 
Dorchester  road,  Brooklyn. 

•  lL.  no.  298-25-BZ— Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  p. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (.5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

u. .  no.  399-25-BZ — Application,  April  13,  1925,  under  the 

building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Jonas 
A.  Hagermeyer,  owner,  to  permit  in  a 
residence  and  “B”  area  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles,  also  the  omission  of  a 
rear  yard  at  the  first  and  second  stories, 
contrary  to  the  requirements  of  the 
building  zone  resolution;  premises  560- 
564  West  174th  street,  Manhattan. 

- 

al.  no.  480-25-BZ — Application,  May  6,  1925,  under  the 

building  zone  resolution,  of  George  V. 

V  Martin,  applicant,  on  behalf  of  M.  J. 


Martin  &  Son,  Inc.,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5).  motor  vehicles; 
premises  south  side  of  West  230th 
street,  110.62  feet  east  of  Exterior 
street,  The  Bronx. 

cal.  no.  1437-24-BZ — Application,  December  5,  1924,  under 
the  building  zone  resolution,  of  Charles 
Moscarelli,  owner,  to  permit,  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1265-1271  60th  street,  Brook¬ 
lyn. 

cal.  no.  327-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  Richard 
Shutkind,  architect,  on  behalf  of  Rich¬ 
ard  Schmidt,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  an  extension  to  a  dry  clean¬ 
ing  establishment;  premises  162-166 
Prospect  street,  Long  Island  City, 
Queens. 

cal.  no.  354-25-BZ — Application,  April  1,  1925,  under  the 
building  zone  resolution,  of  A.  M. 
Davis,  applicant  and  attorney  for  Her- 
-  bert  M.  Metzger  and  Amy  M.  Lindau, 
owners,  to  permit  in  a  residence  district 
the  alteration  and  extension  of  an  exist¬ 
ing  dwelling  to  be  used  for  business 
purposes;  premises  55  East  60th  street, 
Manhattan. 

cal.  no.  376-25-BZ — Application,  April  8,  1925,  under  the 
building  zone  resolution,  of  Charles  H. 
Richter,  architect,  Jane  A.  Moorehead 
and  Helen  G.  Moorehead,  owners,  Elias 
Tanell,  lessee,  to  permit  in  a  residence 
district,  the  erection  and  maintenance 
of  an  extension  to  an  existing  building, 
to  be  used  for  store  purposes ;  premises 
310  Second  avenue,  northeast  corner  of 
East  18th  street,  Manhattan. 

cal.  no.  398-25-BZ— Application,  April  13,  1925,  under  the 
building  zone  resolution,  of  Louis  Allen 
Abramson,  applicant,  on  behalf  of  De 
Kalb  Realty  Corporation,  owner,  to  per¬ 
mit  in  an  unrestricted  district  and  on 
a  portion  of  a  street  between  two  in¬ 
tersecting  streets,  in  which  portion 
there  exists  an  exit  from  or  an  entrance 
to  a  public  school,  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  3655-3663  Third  avenue,  The 
Bronx. 

cal.  no.  1191-23-BZ — Application,  May  26,  1925,  under  the 
building  zone  resolution,  of  Nathan 
Langer,  architect,  on  behalf  of  Com¬ 
monwealth  Savings  Bank,  owner,  to 
permit  in  a  residence  district  the  omis¬ 
sion  of  a  rear  yard  required  under  the 
zoning  resolution  (previously  granted 
by  the  board  as  to  use  district  varia¬ 
tion-erection  of  a  garage.)  ;  premises 
425-431  West  209th  street,  Manhattan. 


William  E.  Walsh,  Chairman. 
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BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  June  23,  1925,  at  2  p.  m. 

Appeal  from  Administrative  Order. 

254-25-A — 398-408  Washington  street,  Manhattan. 

213-21-A— 125-137  Navy  street,  236-242  Johnson  street  and 
64-66  Raymond  street,  Brooklyn. 

16-24-A — 1342  Park  avenue,  Manhattan. 

588-23-A — East  side  Church  street,  200  ft.  north  of  Rail¬ 
road  avenue,  Tottenville,  S.  I.,  Richmond. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  afternoon,  June  23,  1925,  at  2  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ter  : 

cal.  no.  379-25-BZ — Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Walter 
Scheminger,  applicant  and  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles  and  also  a  motor  vehicle 
repair  shop;  premises  350-354  Broad¬ 
way,  southwest  corner  of  Cary  avenue. 
West  New  Brighton,  Staten  Island, 
Richmond. 

cal.  no.  335-25-BZ — Application,  March  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  The 
Stuyvesant  Real  Estate  Co.,  Inc.,  owner, 
to  permit  in  a  business  district  extend¬ 
ing  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  89-99  Granite 
street,  Brooklyn. 

cal.  no.  338-25-BZ — Application,  March  28,  1925,  under  the 
building  zone  resolution,  of  Euell  & 
Euell,  architects,  on  behalf  of  Bernardo 
.  Affinito,  owner,  to  permit  in  a  business 

district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
1295  Cromwell  avenue,  northwest  cor¬ 
ner  of  West  169th  street,  The  Bronx. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  parti} 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
.  (5)  motor  vehicles,  and  also  within  a 

“B”  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution  ;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  June  26,  1925,  at  2  p.  m. 

Rule. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BOARD  OF  APPEALS. 

Tuesday,  June  30,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

331-24- A — 508-534  West  212th  street,  Manhattan. 

69-25- A — 2  West  106th  street  and  451  Central  Park,  W 
Manhattan. 

190-25-A — 526  Fulton  street,  Brooklyn. 

236-25-A — 1380  Metropolitan  avenue,  East  Williamsbur 
Queens. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24- A — 126  Franklin  street  and  220-224  West  Broadw 
Manhattan. 

235-25-A — 217-219  West  126th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appe 
of  a  public  hearing  under  the  provisions  of  the  building  zt 
resolution,  Tuesday  morning,  June  30,  1925,  at  10  o’clo 
in  Room  1013,  Municipal  Building,  on  the  following  m 
ters : 

cal.  no.  1425-24-BZ — Application,  December  3,  1924,  uni 
the  building  zone  resolution,  of  Willi; 
F.  Doyle,  applicant,  for  Mrs.  Then 
Browning,  owner,  Charles  Milgrim,  li 
see,  to  permit  in  a  residence  district  t 
maintenance  of  a  factory  use  of  an  e 
isting  building;  premises  231  West  7*5 
street,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  30,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

203-25-S — 28-46  Roebling  street,  220-230  North  10th  stre 
and  219-229  North  9th  street,  Brooklv 

393-25-S— 127-133  West  17th  street,  Manhattan. 

425-25-S — 304  Fifth  avenue,  Manhattan. 

427-25-S — 32  Great  Jones  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  stret 
Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1463-24-S — 8  West  29th  street,  Manhattan. 

320-25-S — 145-147  West  27th  street,  Manhattan. 

347-25-S — 47  Christopher  street,  Manhattan. 

387-25-S — Southwest  corner  of  University  place  and  121 
street,  Manhattan. 

Appliance  Submitted  for  Approval. 
1305-24-SA — International  Furnace  Burner,  approval  of. 


BOARD  OF  APPEALS. 

Tuesday,  July  7,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

302-25-A — 207-209  East  49th  street,  Manhattan. 
336-25-A — 46  Old  Broadway,  Manhattan. 
349-25-A — 210  East  63rd  street,  Manhattan. 
356-25-A — 628  Lexington  avenue,  Manhattan. 
360-25-A — 695  Atlantic  avenue,  Brooklyn. 
390-25-A — 3064-3088  Atlantic  avenue,  Brooklyn. 
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BOARD  OF'  APPEALS. 

Tuesday,  July  14,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

premises  1101-1109  Union  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 

Under  the  Building  Zone  Resolution. 

OTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
i  public  hearing  under  the  provisions  of  the  building  zone 
lution,  Tuesday  morning,  July  14,  1925,  at  10  o  clock, 
oom  1013,  Municipal  Building,  on  the  following  matter: 

no.  378-24-BZ — 'Application,  March  11,  1924,  under  the 
building  zone  resolution,  of  John  J. 
uunmgan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 

BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  July  14,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1467-24-S — 22  Queens  street,  Long  Island  City,  Queens. 

1 19-25-S — 302-22  Butler  street,  Brooklyn. 

352-25-S — 491-495  Seventh  avenue,  Manhattan. 

396-25-S— 152  West  24th  street,  Manhattan. 

401-25-S — 118  Forsyth  street,  Manhattan. 

358-25-S— 138-140  East  25th  street,  Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 

MINUTES 

BOARD  OF 

REGULAR  MEETING. 

TUESDAY  MORNING,  JUNE  9,  1925. 

’resent :  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun- 
on,  Connell,  Holland  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of  ap¬ 
is,  held  on  Tuesday  morning,  June  2,  1925,  were  ap- 
ived  as  printed  in  the  Bulletin,  No.  23,  Vol.  X. 


VPPEALS  FROM  ADMINISTRATIVE  ORDERS. 

'5-24- A. 

’PELLANT — Wm.  R.  Heins,  for  Republic  Storage  Co., 


APPEALS 

235i25-A. 

APPELLANT — Driscoll  &  Jean  Roy,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 217-219  West  126th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  William  H.  Driscoll. 

For  Administration :  Inspectors  Lynch  and  Maher 
of  fire  department. 

ACTION  OF  BOARD— Laid  over  to  June  30,  1925,  at 
10  a.  m.,  subject  to  presentation  of  certificate  of 
occupancy. 


Inc.,  owner.  .  . 

JBJECT— Appeal  from  decision  of  fire  commissioner. 

DEMISES  AFFECTED — 628-642^  West  45th  street,  Man¬ 
hattan. 

3PEARANCES — None. 

IZTION  OF  BOARD— Laid  over  to  June  30,  1925,  at 
10  a.  m.,  on  written  request  of  appellant. 

- - - * 

9-24- A 

3PELLANT — Grinnell  Co.,  Inc.,  for  Walter  Shuttle- 
worth,  owner. 

JBJECT— Appeal  from  decision  of  fire  commissioner. 

DEMISES  AFFECTED— 126  Franklin  street  and  200- 
224  West  Broadway,  Manhattan. 

PPEARANCES— None. 

3TION  OF  BOARD— Laid  over  to  June  30,  1925,  at 
10  a.  m.,  on  written  request  of  appellant. 


!  PPELLANT— David  M.  Jones,  for  Philip  Wald  &  S. 
Buchman,  owners. 

JBJECT— Appeal  from  order  of  fire  commissioner. 
REMISES  AFFECTED— 1342  Park  avenue,  Manhattan. 

PPEARANCES— 

For  Appellant:  David  M.  Jones  and  Stewart  Brown. 
For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

CTION  OF  BOARD— Laid  over  to  June  23,  1925,  at  2 
p.  m.,  on  request. 


-25-A 

PELLANT— Lanman  &  Kemp,  Inc.,  lessee. 

BJECT— Appeal  from  order  of  fire  commissioner. 
EMISES  AFFECTED— 20  Beekman  street,  Manhattan. 
PEARANCES— None. 

TION  OF  BOARD— Laid  over  to  June  16,  1925,  at 

10  a.  m. 


213-21-A. 

APPELLANT— Edward  P.  Doyle,  for  Frederick  Loeser 
&  Co.,  lessee. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 125-137  Navy  street,  236-242 
Johnson  street  and  64-66  Raymond  street,  Brooklyn. 

APPEARANCES— 

For  Appellant:  Edward  P.  Doyle. 

ACTION  OF  BOARD— Appeal  reopened  and  set  for  hear¬ 
ing  June  23,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN - 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison,  Connell  and  Holland  -  6 

Negative  .  0 

Absent :  Fire  Chief  Kenton  .  1 


268-25- A. 

APPELLANT— Benjamin  Ascher,  for  Thrift  Button  Wks., 
lessee. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 187  Lafayette  street,  Manhat¬ 
tan. 

APPEARANCES — None. 

ACTION  OF  BOARD — Appeal  withdrawn  on  request  of 
appellant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison,  Connell  and  Holland  -  6 

Negative  .  ® 

Absent:  Fire  Chief  Kenlon  .  1 


326-25-A. 

APPELLANT— Advance  Mailing  Co.,  Inc.,  owner. 
SUBJECT— Appeal  from  order  of  superintendent  of  build¬ 
ings. 


713 


| 


MINUTES 


PREMISES  AFFECTED — 141-147  Fifth  avenue,  Manhat¬ 
tan. 

APPEARANCES— None. 

AC  1  ION  Oh  BOARD — Appeal  withdrawn  on  request  of 
appellant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland  ....  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  i 


370-25- A. 


APPELLANT — Cornell  Utilities  Company,  Inc.,  for  Mrs. 
Molly  Bass,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 509  Avenue  S,  Brooklyn. 
APPEARANCES— 


For  Appellant:  William  Porter. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent  . 


0 

0 


394-25-A. 

APPELLANT — Klebonoff  &  Grossman,  lessees. 

SUBJECT — Appeal  from  order  of  superintendent  of  build¬ 
ings. 

PREMISES  AFFECTED — 96  Spring  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Rose  Rothenberg. 

For  Administration:  Engineer  Alex.  H.  McPhee 
of  bureau  of  buildings. 

ACTION  OF  BOARD — Appeal  withdrawn;  to  substantiate 
by  petition  to  board  of  standards  and  appeals. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 


Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  q 


366-25-A. 

APPELLANT — C.  N.  Whinston  &  Bro.,  for  Morris  Tobias, 
lessee. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 637-649  West  125th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  C.  N.  Whinston. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 

Kenlon  .  6 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 

(366-25-A) 

Whereas,  Charles  N.  Whinston  &  Bro.,  for  Morris 

Tobias,  lessee,  filed,  April  3,  1925,  an  appeal,  with  the  board 
of  appeals,  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  637-649  West  125th  street,  Manhattan ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
February  20,  1925,  reads: 

“1.  Install  a  4  in.  regulation  standpipe  line  with  a 
3500  gallon  tank  on  roof  and  a  65  gallon  pump  in  cel¬ 
lar  for  filling  same.  All  as  per  approved  plan,  Altera¬ 
tion  No.  2088-1924.”; 
and 

Whereas,  the  building  is  in  an  unrestricted  district,  faces 
on  two  streets,  is  non-fireproof,  four  stories  (61  ft.  6  in.) 


;  - — —  —  '~= 

in  height,  having  a  frontage  of  139  ft.  on  West  12 
street,  a  frontage  of  125  ft.  on  West  126th  street  and" 
average  depth  of  approximately  150  ft.;  the  area  be 
approximately  18,000  sq.  ft.  OCCUPIED:  Part  of 
story,  stores,  and  the  remainder  of  the  premises  as  a 
rage,  12  persons  in  the  entire  premises ;  and 
Whereas,  appellant  contends  that  the  building  is  equip 
with  a  5  in.  line,  connected  to  the  street  main,  and 
4  in.  risers  with  50  ft.  of  hose  at  each  outlet,  and  conte 
further  that  the  pressure  in  the  city  main  is  40  pou 
per  sq.  in. 

Resolved,  that  the  decision  of  the  fire  commissioner 
and  it  hereby  is  affirmed,  and  the  appeal  be  and  it  hen 
is  denied. 


170-25-A. 

APPELLANT — Samuel  F.  Moran,  for  Menkors  Rea 
Co.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner 
PREMISES  AFFECTED — South  side  Roosevelt  aven 
from  21st  to  22nd  streets,  Elmhurst,  L.  I.,  Ouee 
APPEARANCES— 

For  Appellant:  James  A.  Byrne. 

For  Administration:  Inspector  Carroll  of  fire  c 
partment. 

^?T^^T^oB0ARD~.Appe?1  Sranted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 

Kenlon  . 

Negative  . 

Absent:  Mr.  Holland  . 

THE  RESOLUTION: 

(170-25-A) 

Whereas,  Samuel  F.  Moran,  for  Menkors  Realty  C 
owner,  filed,  February  10,  1925,  an  appeal,  with  the  boa 
of  appeals,  from  an  order  of  the  fire  commissioner,  affec 
ing  premises  south  side  of  Roosevelt  avenue  from  21 
to  22nd  streets,  Elmhurst,  Borough  of  Queens;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Tan 
ary  21,  1925,  reads: 

3.  Install  a  4  in.  regulation  standpipe  line  wi 
3500  gallon  tank  aobve  roof  as  per  Section  581,  Cha 
ter  5,  Code  of  Ordinances,  and  as  per  Rules  of  f 
Board  of  Standards  and  Appeals.  Show  all  deta 
of  same  on  plan  and  section.”; 
and 


Whereas,  the  building  is  non-fireproof,  two  stories  (.' 
ft.)  in  height^ having  a  frontage  of  238  ft.  on  Roosevi 
avenue  and  a  frontage  of  100  ft.  on  22nd  street  and  ah 
100  ft.  on  21st  street;  OCCUPIED  as  a  public  garage  f( 
more  than  five  motor  vehicles ;  and 

Whereas,  appellant  contends  that  the  building  is  lo 
in  height  and  faces  on  three  streets,  that  there  are  for 
city  hydrants  in  the  immediate  vicinity ;  that  the  premise 
are  equipped  with  a  2l/2 .  in.  standpipe  system,  connecte 
by  a  4  in.  line  to  the  existing  16  in.  city  main  in  Roost 
velt  avenue ;  the  water  pressure  in  said  main,  as  per  lette 
from  Citizens  Water  Supply  Company,  being  from  55  ( 
60  lbs.,  and  appellant  proposes  to  install  a  4  in.  standpip 
line  in  lieu  of  the  existing  2l/2  in.  line. 

Resolved ,  that  the  order  of  the  fire  commissioner  be  an 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  1 
granted,  only  so  far  as  it  affects  the  installation  of  gravit 
tank,  on  condition  that  4  in.  street  connection  shall  be  mad 
direct  to  city  main ;  and  that  the  standpipe  equipment  other 
wise  shall  comply  with  the  rules  in  all  respects. 


■to  1-60- 


APPELLANT — O’Connor  &  Bain,  for  Lotos  Oil  and  E 
tributing  Corp.,  owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 218th  to  220th  street  and  H 
lem  River,  Manhattan. 
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PPEARANCES — 

For  Appellant:  John  J.  O’Connor  and  Wm.  Mi¬ 
chels,  Jr. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

CTION  OF  BOARD — Report  of  committee  adopted  and 
appeal  granted  on  condition. 

ONDITIONS — As  specified  in  resolution. 

HE  VOTE  TO  ADOPT  REPORT  OF  COMMITTEE 
OF  INSPECTION  AND  TO  GRANT  APPEAL— 
Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 

Kenlon  . 6 

Negative  .  0 

Absent:  Mr.  Holland  .  1 

HE  RESOLUTION: 

(431-25-A) 

Whereas,  O’Connor  &  Bain,  for  Lotos  Oil  &  Distribut- 
ig  Corp.,  owner,  filed,  April  21,  1925,  an  appeal,  with  the 
oard  of  appeals,  from  an  order  of  the  fire  commissioner, 
fleeting  premises  218th  to  220th  street  and  Harlem  River, 
fanhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Aprd 
,  1925,  reads: 

“5.  All  storage  tanks  comprising  or  forming  a  part 
of  an  oil  storage  plant  shall  be  buried  so  that  the  tops 
thereof  shall  be  at  least  two  feet  below  the  grade 
level.” ; 
nd 

Whereas,  the  premises  consist  of  a  plot  of  ground,  lying 
etween  Ninth  avenue  and  Harlem  River,  320  ft.  by  1J0 
t.  in  area,  upon  which  is  located  the  oil  storage  and  dis- 
ributing  plant  of  the  Lotos  Oil  and  Distributing  Corp., 
onsisting  of  an  office,  a  pump  house  and  also  twelve  (12) 
1,500  gallon  storage  tanks,  each  11  ft.  in  diameter  and 
4  ft.  long,  used  for  the  storage  of  gasoline;  the  tanks 
eing  located  in  a  concrete  enclosure  of  sufficient  area  and 
eight  to  accommodate  the  liquid  capacity  of  said  tanks, 
he  tops  of  tanks  are  located  approximately  6  ft.  above 
round  level ;  and 

Whereas,  appellant  contends  that,  due  to  the  nature  of 
he  soil  and  the  height  of  the  water  table,  it  would  be  a 
ardship  to  comply  with  the  order  of  the  fire  commissioner. 
Cal.  No.  431-25-A.  June  8th,  1925. 

PREMISES:  218th  to  220th  Street  & 

Harlem  River,  Manhattan. 

REPORT  OF  COMMITTEE: 

A  committee  of  the  Board  consisting  of  Chairman 
Walsh,  Fire  Chief  Kenlon,  Messrs.  Holland  and  Con¬ 
nell  visited  the  above  premises  on  June  8th,  1925. 

The  appeal  is  before  the  Board  on  an  order  of  the 
Fire  Commissioner  requiring  the  burial  of  oil  storage 
tanks.  The  appellant  seeks  relief  from  the  entire  burial 
of  the  tanks  for  the  reasons  that  the  ground  is  on  the 
banks  of  the  Harlem  River  and  if  compelled  to  bury 
same  they  would  be  below  tide  level.  The  property  is 
now  occupied  with  temporary  wooden  shacks  and  one 
story  frame  structures  set  on  discarded  scows. 

The  entire  west  side  of  9th  Avenue  (north  of  the 
3rd  Avenue  car  barns  on  217th  Street)  is  vacant,  so 
there  is  no  improvement  that  would  be  in  any  way 
impaired  or  adversely  affected  by  any  means  or  hazard. 

The  plans  before  us  on  this  appeal,  propose  the  in¬ 
stallation  of  twelve  steel  tanks,  installed  horizontally; 
the  natural  grade  is  approximately  six  feet  above  tide 

The  committee  recommends  that  the  proposed  installa¬ 
tion  be  separated  into  batteries  of  not  more  than  three 
tanks  to  each  batterv  and  that  the  tanks  be  set  approxi¬ 
mately  half-wav  (diameter)  below  grade  and  that  the 
enclosure  walls  shall  be  built  of  reinforced  concrete, 
carried  to  the  top  of  the  tanks  and  all  enclosures  and 
tanks  to  be  filled  and  covered  over  with  earth;  the  fill 
to  extend  not  less  than  three  feet  above  the  top  of  the 
tanks,  and  that  a  reinforced  concrete  wall  shall  be 


erected  outside  the  tank  installation  enclosure;  these 
outside  enclosure  walls  to  be  not  less  than  10  ft.  high, 
the  earth  fill  to  be  sloped  from  the  top  to  the  inside 
of  the  exterior  enclosure  walls  at  bottom;  the  tanks 
so  installed  to  be  equipped  in  accordance  with  the  rules 
of  the  Fire  Department  and  the  ordinances  in  all  other 
respects;  a  yard  hydrant  with  anti-freezing  valves  and 
Siamese  connection  to  be  provided  at  the  end  of  the 
dock,  connected  to  and  supplied  from  approved  pumps 
hooked  up  to  the  city  water  mains,  and  that  a  revolv¬ 
ing  water  line  nozzle  shall  be  provided,  one  to  each 
battery  enclosure  of  three  (3)  tanks,  and  that  an  ap¬ 
proved  liquid  fire-fighting  medium  shall  be  provided 
and  maintained  operative  from  an  independent  pump 
house,  the  pump  house  to  be  isolated  from  the  tank 
enclosure  and  to  be  constructed  fireproof.  It  is  further 
recommended  that  the  sub-dividing  wall  between  each 
battery  of  tanks  shall  be  carried  up  at  least  6  ft. 
above  the  top  of  the  earth  fill  of  the  tank,  the  ends 
of  these  walls  to  be  returned  on  a  rack  of  45  degrees 
at  opposite  ends  and  that  a  return  of  the  drawings 
shall  be  made  to  this  Board  for  approval,  in  compli¬ 
ance  with  the  foregoing  report. 

(Signed)  WILLIAM  E.  WALSH, 
JOHN  KENLON, 

HENRY  L.  CONNELL, 
JAMES  P.  HOLLAND. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  equipment  shall  be  installed 
in  accordance  with  the  recommendations  of  the  report  of 
the  committee  of  inspection ;  and  that  return  drawings  shall 
be  made  to  this  board  in  accordance  with  such  report  for 
approval  before  submitting  same  to  the  fire  department 
for  consideration.  The  necessary  permits  required  by  law 
to  be  obtained  and  work  executed  to  completion  without 
suspension  or  unnecessary  delay. 


339-25-A. 

APPELLANT — Joseph  L.  Burke,  for  Atlantic  Gulf  & 
Pacific  Company,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED— West  side  of  Kemble  avenue, 
1,352  ft.  3J4  in.  south  of  Mill  Basin,  Brooklyn. 

APPEARANCES— 

For  Appellant:  Benjamin  Ascher. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Report  of  committee  adopted  and 
appeal  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMITTEE 
AND  GRANT  APPEAL— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 


Dowd,  Gunnison  and  Connell  .  5 

Negative  .  0 

Not  voting:  Fire  Chief  Kenlon .  1 

Absent:  Mr.  Holland  .  1 

THE  RESOLUTION: 

(339-25-A) 


Whereas,  Joseph  L.  Burke,  for  Atlantic  Gulf  &  Pacific 
Company,  owner,  filed,  March  28,  1925,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  west  side  of  Kemble  avenue,  1,352  ft.  Zl/z 
in.  south  of  Mill  Basin,  Brooklyn ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
March  25,  1925,  in  acting  on  N.  B.  Application  No.  527-25, 
reads : 

“1.  All  tanks  must  be  buried  2  ft.  0  in.  below  grade 
and  encased  in  12  in.  of  stone  concrete.”; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  200  ft.  on  Mill  Basin,  a  frontage  of 
95  ft.  on  Kemble  avenue  and  a  depth  of  520  ft.,  upon  which 
is  located  the  plant  of  the  Sinclair  Refining  Co.,  consisting 
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of  three  50,000  gallon  and  four  25,000  gallon  tanks  of 
gasoline;  one  25,000  gallon  tank  for  heating  oil,  one  25,000 
gallon  tank  for  kerosene  and  six  15,000  gallon  tanks  for 
miscellaneous  storage ;  the  tanks  are  built  on  piles ;  the 
bottom  of  the  tanks  being  located  at  grade ;  and  also  three 
4,200  gallon  gravity  filling  tanks,  and  pump  and  motor  room 
and  other  buildings  necessary  for  the  handling  of  the  oils ; 
and 

Whereas,  appellant  contends  that  it  will  be  impossible 
to  bury  the  tanks  for  the  reason  that  the  ground  is  at 
tidewater  level  and  that  the  cost  of  the  pumping  incidental 
to  the  extensive  excavation  would  make  the  project  com¬ 
mercially  prohibitive,  and  proposes  to  construct  a  dike,  of 
sufficient  capacity,  around  all  storage  tanks. 

Cal.  No.  339-25-A.  June  1st  1925. 

PREMISES  :  W.  S.  Kemble  Ave.,  1352  ft.  3 in. 

So.  of  Mill  Basin,  Brooklyn. 

REPORT  OF  COMMITTEE: 

On  June  1st,  a  Committee  of  the  Board,  consisting 
of  Chairman  Walsh,  Fire  Chief  Kenlon,  Messrs.  Hol¬ 
land  and  Connell  visited  the  premises  under  appeal,  from 
an  order  of  the  Fire  Commissioner,  as  to  the  burial 
of  proposed  oil  tanks. 

The  property  designated  in  the  appeal,  running  from 
Kemble  Avenue  to  Mill  Basin,  immediately  abuts  the 
premises  of  the  Gulf  Refining  Company,  which  was 
reviewed  and  granted  by  the  Board  under  Cal.  No.  16- 
20- A;  the  entire  plot  is  cinder  filled  and  the  grade  level 
is  approximately  4  or  5  ft.  above  high  water ;  the  ad¬ 
joining  property  to  the  west  is  a  ship  yard,  neither 
very  extensive  nor  particularly  active  at  this  time ;  the 
next  nearest  structure  is  the  National  Lead  Works 
plant  which  is  located  1300  or  1400  ft.  in  a  northerly 
direction,  being  reinforced  concrete  structures. 

The  Committee  recommends  the  favorable  considera¬ 
tion  of  this  oil  storage  plant  on  condition  that  all  tanks 
of  50,000  gallon  capacity,  maintained  for  gasoline  stor¬ 
age,  shall  be  separately  enclosed  in  reinforced  concrete 
walls,  with  a  reservoir  of  sufficient  capacity  to  contain 
at  least  one  and  one-half  times  the  contents  of  the  tank 
and  in  no  instance  shall  the  storage  of  any  tank  or 
battery  of  tanks  for  the  storage  of  gasoline  exceed 
50,000  gallons  unless  enclosed  separately ;  that  all  tanks 
shall  be  separately  equipped  and  provided  with  recog¬ 
nized  liquid  fire  extinguishing  mediums,  and  that  each 
tank  shall  be  equipped  at  the  top  with  perforated  metal 
aprons  or  scuppers  and  revolving  distributing  nozzle ;  the 
valve  and  pump  house  and  fire  extinguishing  agencies 
to  be  located  at  the  front  of  the  property  directly  on 
the  public  highway  and  that  necessary  and  sufficient 
frost  proof  hydrants  shall  be  connected  to  the  City 
water  mains,  running  from  the  string  piece  or  bulk¬ 
head  to  the  public  highway  on  Kemble  Avenue.  A 
return  of  the  proposed  mechanical  and  structural  layout 
shall  be  submitted  to  this  Board  for  consideration  and 
approval  in  accordance  with  the  foregoing  recommenda¬ 
tions. 

(Signed)  WILLIAM  E.  WALSH, 

JAMES  P.  HOLLAND. 

JOHN  KENLON  (not  voting). 
HENRY  L.  CONNELL. 

In  my  opinion  this  report  provides  all  necessary  safe¬ 
guards. 

JOHN  KENLON. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  proposed  plant  shall  be 
equipped  and  the  oil  storage  tanks  installed  in  accordance 
with  the  conditions  imposed  in  the  report  of  the  committee 
of  inspection ;  and  that  a  return  drawing  of  plant  in 
accordance  with  committee’s  report  shall  be  made  to  this 
board  for  approval  before  submitting  same  to  the  fire  de¬ 
partment  for  consideration. 


489-23-A. 

APPELLANT — John  Wanamaker  Co.,  owner. 
SUBJECT— -Application  for  extension  of  time — appeal  fron 
decision  of  fire  commissioner. 

PREMISES  AFFECTED— 772-786  Broadway,  71-91  Eas 
9th  street,  60-70  East  10th  street  and  60-72  Fourtl 
Avenue,  Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  reopened  and  granted  os 
condition. 

CONDI  ITONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison,  Connell  and  Holland .  i 

Negative  .  i 

Absent :  Fire  Chief  Kenlon  . 

THE  RESOLUTION: 

(489-23-A) 

Whereas,  John  Wanamaker  Co.  filed,  April  20,  1923 
an  appeal,  with  the  board  of  appeals,  from  a  decisioi 
of  the  fire  commissioner,  affecting  premises  772-786  Broad 
way,  71-91  East  9th  street,  60-70  East  10th  street  and  60-7; 
Fourth  avenue,  Manhattan ;  and 
Whereas,  the  decision  of  the  fire  commissioner  reads 
“The  use  of  a  fuel  oil  burning  equipment  may  no 
be  permitted  in  a  building  of  hazardous  occupancy.” 
and 

W hereas,  the  building  is  fireproof,  six  stories  in  height 
301  ft.  6  in.  by  334  ft.  9  in.,  irregular  in  area;  OCCUPIED 
as  a  department  store ;  and 

Whereas,  pending  the  action  of  the  board  of  appeals 
on  the  case,  the  appellant  requests  permission  to  operate 
his  plant  for  a  period  of  90  days  at  his  own  risk;  and 
Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  May  13,  1923,  October  23,  1923,  December  11, 
1923,  April.  29,  1924,  and  September  19,  1924,  for  a  tem¬ 
porary  period  of  90  days  and  appellant  requested  an  ex¬ 
tension  of  this  permit  and  has  requested  a  permanent  per¬ 
mit,  the  only  question  now  involved  being  as  to  the  haz¬ 
ardous  occupancy. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  fuel  oil  equipment  complies 
with  the  fuel  oil  rules  of  the  board  of  standards  and  ap¬ 
peals  in  all  other  respects. 


11 67-24-A. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — East' side  Zerega  avenue,  from 
Chatterton  to  Blackrock  avenue,  The  Bronx. 
APPEARANCES— None. 

ACT  ION  OF  BOARD — Plans  approved. 

THE  VOTE  TO  APPROVE  PLANS— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 


Dowd,  Gunnison,  Connell  and  Holland .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 


BUILDING  ZONE  CASES. 

379-25-BZ. 

APPLICANT — Walter  Scheminger,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles  and  also  a 
motor  vehicle  repair  shop. 

PREMISES  AFFECTED — 350-52-54  Broadway,  West 
New  Brighton,  Richmond. 

APPEARANCES— 

For  Applicant:  Walter  Scheminger. 

For  Opposition :  Oscar  Borth. 

ACTION  OF  BOARD — Laid  over  to  June  23,  1925,  at  2 
p.  m.,  on  request  of  objectors’  representative. 


716 


MINUTES 


5-25-BZ. 

PPLICANT— Alfred  J.  Boulton,  for  The  Stuyvesant 
Real  Estate  Co.,  Inc.,  owner. 

OBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  extend¬ 
ing  from  an  unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

REMISES  AFFECTED— 89-99  Granite  street,  Brook¬ 
lyn. 

PPEARANCES — 

For  Applicant:  Alfred  J.  Boulton. 

For  Opposition:  Jacob  E.  Bausch  and  others. 

CTION  OF  BOARD — Laid  over  to  June  23,  1925,  at 
2  p.  m.,  for  inspection  and  report  by  a  committee 
of  board. 


18-25-BZ.  ,  ,  ^  . 

PPLICANT— Euell  &  Euell,  for  Bernardo  Affimto,  owner. 

UBJECT— Application  (re :  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

REMISES  AFFECTED— 1295  Cromwell  avenue,  The 
Bronx. 

PPEARANCES— 

For  Applicant:  George  R.  Euell. 

For  Opposition:  Hyman  Friedman. 

.CTION  OF  BOARD— Laid  over  to  June  23,  1925,  at 
2  p.  m.,  for  inspection  and  report  by  a  committee 
of  board. 


II 

1-25-BZ.  ,  „  .  ,  T 

.PPLICANT— R.  Thomas  Short,  for  Patrick  J.  Cooney, 

owner.  . 

UBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

■REMISES  AFFECTED— 229-241  East  29th  street, 

Brooklyn. 

.PPEARANCES— None. 

.CTION  OF  BOARD — Application  withdrawn  on  request 
of  applicant. 

HE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison,  Connell  and  Holland .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 


APPLICANT— John  J.  Dunnigan,  for  Elliot  Place  Hold¬ 
ing  Co.,  owner.  .  .  . 

i  UBJECT— Application  for  reopening  (re:  decision  of  su¬ 
perintendent  of  buildings)  to  permit  in  a  residence 
district  extending  from  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  business  building. 

’REMISES  AFFECTED— Southeast  corner  of  Jerome 
avenue  and  Elliot  place,  The  Bronx. 

i  vPPE  AR  AN  CES — 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  reopened  and  set  tor 
calendar  call  June  23,  1925,  at  2  p.  m. 
i  THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Holland  -  6 

Negative  .  ® 

Absent:  Fire  Chief  Kenlon  . 


>0-25-BZ.  ,  D  u 

APPLICANT— Edward  Hoffmann,  for  Bcnenson  Realty 

Co.,  owner. 


SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 2115-37  Webster  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Edward  Hoffmann. 

For  Oppositoin :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Holland .  1 

THE  RESOLUTION : 


(60-25-BZ) 

Whereas,  Edward  Hoffman,  for  Benenson  Realty  Com¬ 
pany,  owner,  filed,  January  15,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  motor  vehicles;  premises  2115-2137 
Webster  avenue,  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  June  9,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  acompanying  the  build¬ 
ing  zone  resolution  show  that  Webster  avenue  and  Folin 
street  are  business  districts  and  Tiebout  avenue  is  a  resi¬ 
dence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  5,  1925,  in  acting  on  N.  B.  Application 
No.  3148-24,  reads: 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  5  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  the  Building  Zone  Resolution.”; 
and  k  i  T 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  200  ft. 
and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  motor  vehicles;  and 

Whereas,  there  was  no  opposition  to  the  granting  of  this 
application  on  the  part  of  adjoining  property  owners  and 
there  is  a  letter  on  file  from  the  bureau  of  buildings  sup¬ 
porting  the  basis  of  appeal  under  section  7  E  of  the  build¬ 
ing  zone  resolution. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  building 
shall  be  erected  fireproof,  not  to  exceed  two  (2)  stories 
in  height  above  grade;  that  the  roof  shall  be  of  flat 
design  and  construction;  the  first  story  of  the  building  to 
be  not  more  than  50  ft.  deep  and  the  second  story  100 
ft.  in  depth;  the  rear  and  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length,  other  than  two 
exits  on  open  court  within  the  property  of  the  premises; 
that  the  skylights  installed  shall  not  be  within  20  ft.  of 
the  gable  wall,  to  be  glazed  with  plain  glass,  equipped  with 
wire  guards  above  and  below;  the  front  elevation  shall  be 
finished  in  face  brick  with  architectural  terra  cotta  and 
stone  trimmings  of  panel  design,  no  roof  signs  to  be  erected 
or  maintained,  and  that  there  shall  be  no  advertising  dis¬ 
play  on  the  front  of  the  building  other  than  one  electric 
sign  indicating  the  title  of  the  garage; 

Resolved,  further,  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 


I 


MINUTES 


344-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Central  Zone  Cor¬ 
poration,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  and  also  two  (2) 
times  height  district,  the  erection  of  the  street  walls 
of  a  building  to  a  height  exceeding  the  limit  re¬ 
quired  by  the  building  zone  resolution. 
PREMISES  AFFECTED — 15-19  East  33rd  street  and 
18-22  East  34th  street,  Manhattan. 
APPEARANCES— 

For  Applicant:  William  F.  Doyle,  L.  Haas. 

For  Opposition:  John  C.  O’Connor,  C.  H.  Robin¬ 
son,  A.  E.  Smith,  W.  B.  Gibbs,  C.  Burtman 
Plante,  A.  J.  Wolff,  Howard  C.  Dickinson, 
George  Hahn. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Me?srs.  Kennedy, 


Dowd,  Gunnison,  Holland  and  Connell  ....  G 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  i 

THE  RESOLUTION: 

(344-25-BZ) 


Whereas,  William  F.  Doyle,  for  Central  Zone  Corp., 
owner,  filed,  March  30,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  two  (2)  times 
height  district  the  erection  of  the  street  walls  of  the  build¬ 
ing  to  a  height  exceeding  the  limit  set  by  the  zone  resolu¬ 
tion;  premises  15-19  East  33rd  street  and  18-22  East  34th 
street,  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  June  9,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals;  and 

Whereas,  the  height  district  maps  accompanying  the 
building  zone  resolution  show  that  East  33rd  street  and 
East  34th  street  are  two  times  height  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  27,  1925,  in  acting  on  N.  B.  Application 
No.  177-25,  reads: 

“1.  Proposed  height  is  unlawful — Art.  Ill,  Building 
Zone  Resolution.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction,  20  stories  in  height,  with  a  frontage  of  80  ft. 
on  East  33rd  street  and  75  ft.  on  East  34th  street  and 
a  depth  of  197.5  ft. ;  to  be  occupied  for  offices,  stores  and 
showroom,  the  permitted  height  of  the  street  wall  on  East 
33rd  street  is  130  ft.,  on  East  34th  street  200  ft.;  it  is 
proposed  to  erect  the  street  wall  on  East  33rd  street  to  a 
heigh  of  200  ft. ;  and 

Whereas,  the  board  deemed  that  the  additional  height 
allowance  permitted  by  the  rules  of  exception  of  the  zon¬ 
ing  resolution,  namely,  130  ft.,  justified  a  reasonable  adjust¬ 
ment  with  respect  to  the  height  of  adjoining  structure  af¬ 
fecting  the  33rd  street  front  only. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  street 
wall  of  the  33rd  street  front  of  the  bulding  shall  not  exceed 
a  height  of  150  ft.  and  that  the  height  and  set  back  re¬ 
quirements  of  the.  building  zone  resolution  otherwise  shall 
be  complied  with  in  all  respects  ; 

Resolved,  further,  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  (9) 
months  and  the  building  completed  within  eighteen  (18) 
months  from  the  date  of  this  action. 


1149-24-BZ. 

APPLICANT — Walter  B.  Wills,  for  Herman  W.  Bruning, 
owner. 


S U BJECT— Application  for  reopening  (re:  decision  of  su 
perintendent  of  buildings)  to  permit  in  a  resident 
district  the  alteration  and  conversion  of  occupanc, 
from  a  stable  to  a  garage  for  the  storage  of  mon 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 63-63)4  Schaeffer  street 

Brooklyn. 

APPEARANCES— 

For  Applicant:  Clifford  Wills. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu 
tion  corrected. 

THE  VOTE  TO  REOPEN  AND  CORRECT  RESOLU¬ 
TION — 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland  and  Connell  . . . .'  g 

Negative  .  ’  <i 

Absent:  Fire  Chief  Kenlon  . .  j 

THE  RESOLUTION: 

(1149-24-BZ) 

Whereas,  Walter  B.  Wills,  for  Herman  W.  Bruning 
owner,  filed,  September  19,  1924;  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  residence  district 
the  alteration  and  conversion  of  occupancy  of  a  stable  to 
a  garage  for  the  storage  of  more  than  five  motor  vehicles: 
premises  63-63)4  Schaeffer  street,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  April  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  acompanying  the  build- 
nig  zone  resolution  show  that  Schaeffer  street  is  a  residence 
district  and  Bushwick  avenue  and  Evergreen  avenue  are 
business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  11,  1924,  in  acting  on  Alteration  Application 
No.  2563-24,  reads: 

Proposed,  alteration  of  the  two  buildings  used  at 
present  as  stables,  to  two  one-story  brick  garages  to 
be  occupied  by  three  cars  each,  a  use  not  accessory 
to  the  dwelling  located  on  the  front  of  the  lot  in  a 
resident  district,  is  contrary  to  Art.  2,  Sect.  6,  of  the 
Zone  Resolution.” ; 

W hereas,  the  existing  buildings  consist  of  a  one-story 
frame  structure  and  a  two-story  brick  structure  used  as 
stables;  having  a  total  area  of  50  ft.  by  18  ft.,  located 
at  the  rear  lot  line  of  the  plot.  It  is  proposed  to  alter  these 
two  buildings  to  a  one-story  non-fireproof  garage  50  ft. 
by  18  ft.  in  area  for  the  storage  of  more  than  five  motor 
vehicles ;  and 

Whereas,  the  applicant  filed  80  per  cent  consents  of 
adjoining  property  owners,  and  the  board  deems  the  pro¬ 
posed  alteration  would  be  an  improvement  over  the  ex¬ 
isting  use  and  occupancy ;  and 
Whereas,  this  application  was  granted  by  the  board 
on  certain  statements  as  to  size  of  building,  and  it  appears 
the  depth  is  20  ft.  instead  of  18  ft. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted,  on  the  basis  of  section  7-G, 
for  a  temporary  period  of  two  (2)  years,  restricting  the 
structure  to  a  depth  of  20  ft.  and  a  width  of  50  ft.,  to 
be  located  on  the  rear  of  the  premises,  for  the  storage 
of  six  (6)  automobiles  of  the  pleasure  car  type,  space  for 
four  (4)  of  which  may  be  rented  to  persons  not  residing 
on  the  premises;  that  the  rear  and  gable  walls  shall  be  un- 
pierced  throughout  their  entire  height  and  length ;  there  shall 
be  no  gasoline  equipment  installed  and  no  signs  of  any  na¬ 
ture  displayed  on  premises ; 

Resolved,  further,  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  six  (6)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 
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= 

-BZ. 


LICANT — Lewis  V.  Bates,  for  Efficient  Building 
Corp.,  owner. 

ECT — Application  for  modification  of  resolution  (re: 
decision  of  superintendent  of  buildings)  to  permit 
partly  in  a  residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

MISES  AFFECTED — Northeast  corner  of  Jerome 
avenue  and  Clifford  place,  The  Bronx. 
EARANCES— 

For  Applicant :  Lewis  V.  Bates. 

For  Opposition :  None. 

ION  OF  BOARD — Reopened  and  resolution  modified. 

:  VOTE  TO  REOPEN  AND  MODIFY  RESOLU¬ 

TION— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland  and  Connell  ....  6 

Negative  .  0 

Absent :  Fire  Chief  Kenlon  .  1 

IE  RESOLUTION: 

(76-24-BZ) 

herf.as,  William  F.  Doyle,  for  Efficient  Building  Cor¬ 
don,  owner,  filed,  January  18,  1924,  an  application, 
r  the  building  zone  resolution,  to  permit  partly  in  a 
ence  district  and  partly  in  a  business  district  the 
ion  and  maintenance  of  a  garage  for  the  storage  of 
•  than  five  (5)  motor  vehicles;  northeast  corner  of 
me  avenue  and  Clifford  place,  The  Bronx;  and 
hereas,  a  public  hearing  was  held  on  this  application 
he  board  of  appeals,  at  its  regular  meeting,  June  10, 

,  after  due  notice  by  publication  in  the  Bulletin  of  the 
d  of  Standards  and  Appeals ;  and 
herf.as,  the  use  district  maps  accompanying  the  build- 
zone  resolution  show  that  Jerome  avenue  is  a  business 
ict  and  Clifford  place  is  a  residence  district;  and 
hereas,  the  decision  of  the  superintendent  of  buildings, 
ered  December  27,  1923,  in  acting  on  N.  B.  App.  No. 
-23,  reads : 

“Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  and  residence  dis¬ 
trict  is  contrary  to  provisions  of  Building  Zone  Reso¬ 
lution.”  ; 

hereas,  the  proposed  building  is  to  be  of  non-fireproof 
truction,  two  stories  in  height,  with  a  frontage  of  110 
and  a  depth  of  100  ft ;  to  be  occupied  as  a  garage  for 
2  than  five  motor  vehicles ;  and 

herf.as,  a  committee  of  the  board  visited  the  premises 

reports : 

Cal.  No.  76-24-BZ.  June  7,  1924. 

Premises — N.  E.  Corner  of  Jerome  Avenue  & 

Clifford  Place,  The  Bronx. 

TO  THE  BOARD  OF  APPEALS: 

A  Committee  of  the  Board,  consisting  of  Chairman 
Walsh,  Fire  Chief  Kenlon,  Messrs.  Kerby,  Connell  and 
Holland,  visited  this  site  to  personally  observe  the  prem¬ 
ises  and  surrounding  properties  and  consider  the  en¬ 
virons,  because  of  the  confliction  of  testimony  given  at 
the  hearing  held  on  May  20,  1924. 

This  application  is  for  the  consideration  of  a  building 
group,  including  dwellings  in  the  residence  district, 
stores  in  the  business  district,  and  a  public  garage  in¬ 
tervening  between  the  aforesaid  uses. 

The  property  under  consideration  is  at  the  northeast 
corner  formed  by  the  intersection  of  Clifford  Place 
and  Jerome  Avenue ;  the  opposite,  or  west  side  of  Jerome 
Avenue,  being  intersected  for  a  distance  of  three  blocks 
north  from  Featherbed  Lane.  On  the  southeast  corner 
of  Clifford  Place  and  Jerome  Avenue,  there  is  in 
operation  a  wet  wash  laundry,  with  all  the  objection¬ 
able  features  attendant  thereto  and  incidental  to  the 
conduct  of  a  business  of  this  nature,  which  includes 


constant  coming  and  going  of  delivery  wagons  and 
receipt  and  delivery  of  goods. 

The  applicant  proposes,  in  the  development  of  his 
property,  extending  from  Jerome  Avenue  cast  to  Town¬ 
send  Avenue,  to  confine  himself  to  the  use  district  reg¬ 
ulations  on  the  Jerome  Avenue  front  by  development 
with  stores  or  shops,  and  on  the  Townsend  Avenue 
side  with  two  family  dwellings,  and  in  the  intervening 
space  of  possibly  eighty  feet  he  seeks  to  maintain  a 
public  garage,  directly  opposite  the  existing  wet  wash 
laundry.  The  only  private  dwellings  in  the  vicinity 
are  located  on  the  street  to  the  east  (Townsend  Ave¬ 
nue),  which  is  the  natural  line  of  travel  for  pedestrian 
use  to  the  nearest  railroad  stations. 

It  therefore  appears  to  the  Committee  that  the  in¬ 
terests  of  the  community  would  not  be  infringed  or  im¬ 
paired  by  the  erection  of  this  proposed  garage,  as  the 
only  one  affected  would  be  the  owner  of  this  group 
development  immediately  in  the  rear  of  the  proposed 
garage. 

The  Committee  recommends  the  granting  of  the  ga¬ 
rage  use  variation,  contingent  on  the  development  of 
the  property  as  a  whole,  a  plot  100  feet  by  200  feet  in 
area,  as  indicated  on  plans  filed  in  this  application,  with 
business  structures  on  Jerome  Avenue  separated  from 
the  proposed  garage  by  unpierced  walls,  the  dwellings 
proposed  on  Townsend  Avenue  to  be  constructed  in  con¬ 
junction  with  and  at  the  same  time  as  the  garage,  the 
dwellings  and  business  structures  to  be  enclosed  and 
roofed  over  before  a  certificate  of  occupancy  is  issued 
by  the  superintendent  of  buildings  for  the  garage  struc¬ 
ture. 

(Signed)  WILLIAM  E.  WALSH, 
JOHN  KENLON, 

JAMES  P.  HOLLAND, 
JOHN  C.  KERBY, 

HENRY  L.  CONNELL. 

Whereas,  this  application  was  granted  by  the  board  at 
its  meting  June  10,  1924,  on  certain  conditions,  and  the 
owner,  through  Lewis  V.  Bates,  lessee,  requests  a  modifica¬ 
tion  of  these  conditions  as  to  use  of  corner  store. 

Resolved ,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  entire  prop¬ 
erty,  100  ft.  by  200  ft.,  embraced  in  this  appeal  before  the 
board,  be  developed  as  indicated  on  the  plant  and  built,  as 
a  whole,  in  conjunction  with  the  proposed  garage;  that  the 
Jerome  avenue  front  be  developed  as  and  restricted  to  busi¬ 
ness  use  for  shops  or  stores,  separated  from  the  garage  by 
an  unpierced  wall,  except  the  corner  store  used  and  operated 
in  conjunction  with  the  garage  for  automobile  accessories 
and  offices,  which  may  have  a  single  communicating  open¬ 
ing  not  more  than  3  ft.  by  6  ft.  6  in.  in  area,  equipped 
with  a  self-closing  fireproof  door;  that  the  development  for 
a  distance  of  90  feet  from,  and  for  a  frontage  of  100  ft. 
on,  Townsend  avenue,  shall  be  improved  as  dwellings;  that 
the  business  use  and  dwelling  development  shall  be  enclosed 
and  roofed  over  before  a  certificate  of  occupancy  shall  be 
issued  for  the  garage  structure ;  that  the  rear  and  gable  walls 
of  the  garage  portion  shall  be  unpierced  throughout  the  en¬ 
tire  height  and  length;  that  the  front  elevation  on  Clifford 
place  be  finished  with  face  brick  and  architectural  terra  cotta 
or  stone  trimmings ; 

Resolved,  further,  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months 
and  the  entire  development  completed  within  eighteen  months 
from  the  date  of  this  action. 


1371-24-BZ. 

APPLICANT— Edward  P.  Doyle. 

SUBJECT — Application  for  modification  of  resolution  (re: 

decision  of  superintendent  of  buildings)  to  permit 
in  a  residence  district  the  erection  and  maintenance 
of  a  business  building. 
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PREMISES  AFFECTED — East  side  Fox  street,  98.22  ft. 
north  of  165th  street,  The  Bronx. 

For  Applicant :  Edward  P.  Doyle. 

For  Opposition :  None. 

ACTION  OF  BOARD — Reopened  and  resolution  modified. 
THE  VOTE  TO  REOPEN  AND  MODIFY  RESOLU¬ 
TION— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland  and  Connell  ....  6 


Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  l 

THE  RESOLUTION: 


(1371-24-BZ) 

Whereas,  Edward  P.  Doyle,  for  Joseph  Spektorsky, 
owner,  filed,  November  20,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension,  from 
a  business  district  into  a  residence  district,  of  a  proposed 
building  to  be  used  for  business  purposes ;  premises  east 
side  of  Fox  street,  98.22  ft.  north  of  East  165th  street, 
Borough  of  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
10,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fox  street  is  a  residence 
district  and  East  165th  street  and  Westchester  avenue  are 
business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  18,  1924,  in  acting  on  N.  B.  Application 
No.  2920-24,  reads : 

“1.  Erection  of  proposed  building  for  business  uses 
in  residence  and  business  district  is  contrary  to  pro¬ 
visions  of  Building  Zone  Resolution.”  ; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  six  stories  in  height,  with  a  frontage  of  100 
ft.  and  a  depth  of  120  ft. ;  to  be  occupied  as  stores  and  of¬ 
fices  ;  and 

Whereas,  the  board  deemed  that,  owing  to  the  extensive 
business  use  throughout  the  street,  there  would  be  hardship 
in  preventing  applicant  from  making  a  similar  use  of  his 
premises ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting  February  10,  1925,  on  certain  conditions,  and 


applicant  requested  a  modification  of  the  conditions  as  { 
the  height  and  use  of  upper  portion  of  building. 

Resolved,  that  the  board  of  appeals  does  hereby  mak 
a  variation  in  the  application  of  the  use  district  regul;i 
tions  of  the  building  zone  resolution  and  that  the  applies 
tion  be  and  it  hereby  is  granted  on  condition  that  the  stoic 
ture  shall  not  exceed  a  six-story  building  above  grade,  sut 
divided  as  described  and  laid  out  on  the  plans  filed  in  thi 
appeal ;  that  the  business  use  of  the  1st  floor  shall  be  rc 
stricted  to  stores  or  shops  for  conduct  of  retail  busines1 
and  no  manufacturing  shall  be  permitted  on  any  part  o 
the  premises;  that  any  signs  or  advertising  displayed  o 
the  premises  shall  be  restricted  to  the  show  windows  o 
the  stores;  that  no  roof  signs  shall  be  permitted;  tha 
the  front  of  the  building,  other  than  the  show  window: 
shall  be  finished  in  face  brick  or  natural  stone;  that  th 
architect  shall  make  a  return  of  his  drawings  for  approva 
of  the  elevation  by  this  board  before  filing  same  with  th 
superintendent  of  buildings,  and  that  the  remaining  por 
tion  of  any  structure  erected  on  these  premises  shall  b 
restricted  to  conforming  uses  under  the  building  zone  reso 
lution ; 

Resolved,  further,  that  all  necessary  permits  be  obtainec 
within  nine  months  and  building  completed  within  eighteei 
months  from  the  date  of  this  action. 


AREA  FIXED. 

(389-25-BZ) 

C^ri?an  presented  and  read  a  communication  froi 
William  F.  Doyle,  requesting  the  board  to  fix  the  area  o 
notification  deemed  affected  by  erection  and  maintenanc 
of  a  garage;  premises  136-140  Hall  street,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

“Both  sides  of  Hall  street  from  a  point  100  f 
south  of  Myrtle  avenue  to  a  point  400  ft.  north  of  pro 
posed  garage ;  the  north  side  of  Myrtle  avenue  fror 
Hall  street  to  Washington  avenue  and  the  east  side  o 
Washington  avenue  from  Myrtle  avenue  to  a  poin 
200  ft.  northerly  therefrom. 


Adjourned  1.15  p.  m. 

William  J.  O  Gorman,  Secretary. 


MINUTES 


BOARD  OF  APPEALS 


SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  JUNE  9,  1925,  2  P.  M. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gur 
nison,  Connell,  Holland  and  Fire  Chief  Kenlon. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS 

588- 23-A. 

cnnFrr-r  NT — Tottenville  Copper  Co.,  Inc.,  owner. 

Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — East  side  of  Church  street,  20 

APPEARANCES^  ^a'*roa<^  avenue>  Tottenville,  Richmonc 

For  Appellant:  None. 

For  Administration:  Inspector  Maher  of  fire  de 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  23,  1925,  a 
2  p.  m.,  on  written  request. 

589- 24-A. 

d ^ 7  Corona  Chemical  Co.,  Inc.,  lessee. 
nr>T-'irTfiT-T  .  ^rom  order  of  fire  commissioner. 
PREMISES  AFFECTED — 43-45  Wooster  street,  Manhat 
tan. 


APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  dismissed  for  lack  of  pros¬ 
ecution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  7 

Negative  . !!!!!!! .....  0 

Absent  .  q 

THE  RESOLUTION: 

(589-24-A) 

"W  hereas.  Corona  Chemical  Co.,  Inc.,  lessees,  filed,  April 
25  1924  an  appeal,  with  the  board  of  appeals,  from  an 
order  of  the  fire  commissioner,  affecting  premises  43-45 
Wooster  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  21266- 
LC,  dated  November  22,  1923,  reads: 

Section  272-G,  Chapter  10,  Code  of  Ordinances, 

prohibits  the  issuance  of  a  permit  for  a  wholesale  drug 
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store  or  chemical  supply  house  in  a  building  having  a 
factory  or  workshop  where  the  applicant’s  business 
is  not  separated  from  the  rest  of  the  building  by  fire¬ 
proof  walls  and  floors. 

“You  are  therefore,  hereby,  ordered  to: 

“1.  Discontinue  the  maintenance  of  a  wholesale  drug 
store  or  chemical  supply  house  in  this  building.” ; 
nd 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
eight,  50  ft.  by  94  ft.  in  area;  OCCUPIED,  tenant  fac- 
iry,  appellant  occupying  the  4th  and  5th  stories  as  a  cliem- 
:al  supply  house,  63  persons  above  the  1st  story;  and 

Whereas,  appellant  contends  that  the  stairways  and  stair¬ 
way  enclosures  are  fireproof  and  that  the  building  is  amply 
rovided  with  exits ;  and 

Whereas,  no  one  appeared  when  this  case  was  called. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
or  lack  of  prosecution. 


88-24- A. 

vPPELLANT — Nathaniel  Seaman,  for  Olivett  Distribut¬ 
ing  Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
’REMISES  AFFECTED — 250  Hudson  street,  Manhattan. 
APPEARANCES — 

For  Appellant:  Alfred  E.  Smith,  Jr. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

(THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(588-24-A) 

Whereas,  Nathaniel  Seaman,  for  Olivett  Distributing 

Zo.,  lessee,  filed,  April  25,  1924,  an  appeal,  with  the  board 

if  appeals,  from  an  order  of  the  fire  commissioner,  affect- 
ng  premises  250  Hudson  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  23459- 
,C,  dated  March  20,  1924,  reads : 

“1.  Provide  a  separate  and  distinct  system  of  Auto¬ 
matic  Sprinklers  throughout  the  building  *  * 
ind 

Whereas,  the  building  is  fireproof,  six  stories  in  height, 
i0  ft.  by  73  ft.  in  area;  OCCUPIED  for  the  denaturing  of 
dcohol ;  the  maximum  amount  of  alcohol  on  the  premises 
>eing  300  (50  gallon)  barrels;  10  persons  above  the  1st 

tory;  and 

Whereas,  appellant  contends  that  there  is  no  open  flame 
'n  the  premises;  that  the  boiler  room  is  enclosed  by  brick 
vails,  with  fireproof  door  at  opening ;  and  that  the  means 
>f  egress  are  adequate. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
t  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
/ ranted ,  for  a  temporary  period,  holding  the  order  in  abey- 
nce,  subject  to  discontinuance  of  the  present  use  and  oc- 
upancy  on  or  before  December  31,  1925,  on  condition  that 
he  quantity  of  alcohol  stored  on  the  premises  shall  not 
'xceed  90  barrels;  and  granted  only  so  long  as  building  is 
mder  constant  surveillance  by  official  representative  of  the 
7ederal  Government  night  and  day ;  and  that  watchman 
,  )atrol  shall  be  maintained  in  the  building. 


BUILDING  ZONE  CASES. 

1 1057-24-BZ. 

APPLICANT— James  J.  Walker,  for  William  A.  Corcoran, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit,  partly  in  a  residence  district 
and  partly  in  a  business  district  and  also  within 


“B”  area  district,  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles  and  also  the  omission  of  rear  yard 
required  by  zone  resolution. 

PREMISES  AFFECTED — Northwest  corner  182nd  street 
and  Folin  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Several  objectors. 

ACTION  OF  BOARD — Laid  over  to  June  23,  1925,  at  2 
p.  m.,  to  permit  applicant  to  be  present. 


378-24-BZ.  • 

APPLICANT — John  J.  Dunnigan,  for  Hesu  Realty  Co., 
Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1101-1109  Union  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition :  Arthur  G.  Basch. 

ACTION  OF  BOARD — Laid  over  to  June  14,  1925,  at 
10  a.  m.,  on  request  of  objector’s  representative. 


811-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hattie  W.  Ayer, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 495-499  East  171st  street,  The 
Bronx. 

APPEARANCES— 


For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Jacob  Feld. 

ACTION  OF  BOARD — -Application  withdrawn. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent  . 


7 

0 

0 


191-25-BZ. 

APPLICANT— James  W.  Byrnes,  for  Bernard  Kiritz, 


owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  and  “C”  area 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles,  also  the  omission  of  a  rear  yard  required 
by  the  building  zone  resolution. 

PREMISES  AFFECTED— 1209-1211  Putnam  avenue, 


Brooklyn. 

APPEARANCES— 

For  Applicant:  James  W.  Byrnes. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland  and  Fire 

Chief  Kenlon  . 

Absent  . 


0 

7 

0 


THE  RESOLUTION: 

( 191-25-BZ) 

Whereas.  James  W.  Byrnes,  for  Bernard  Kiritz,  owner, 
filed,  February  17,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  and  “C”  area  dis- 
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trict  the  erection  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  mere  than  five  motor  vehicles,  also  the  omission 
of  a  rear  yard  required  by  the  zone  resolution;  premises 
1209-1211  Putnam  avenue,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  June  9, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Putnam  avenue  is  a  residence 
and  “C”  area  district  and  Madison  street  and  Evergreen 
avenue  are  business  and  “C”  area  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of.  buildings, 
rendered  January  31,  1925,  in  acting  on  Application  No. 
1259-25,  reads : 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
II,  Sec.  3.  A  public  garage  for  more  than  five  motor 
vehicles  in  a  residential  district.  Also  contrary  to  Art. 
II,  Sec.  16,  of  the  Zone  Resolution.  Rear  yards  not 
provided.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  20 
ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles ;  and 
Whereas,  appellant  failed  to  substantiate  the  basis  of 
his  appeal  under  hardship;  no  facts  offered  or  testimony 
adduced  to  warrant  the  prohibitive  use. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


237-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Bee  De  Realty  Co., 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  extend¬ 
ing  from  an  unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 38-44  State  street,  Brooklyn. 
APPEARANCES— 

For  Applicant :  William  F.  Doyle. 

For  Opposition:  Sarah  Stephenson,  James  F.  Dee- 
gan  and  Susan  G.  Harkins. 

ACTION  OF  BOARD — Application  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Connell,  Holland  and  Fire  Chief 


Kenlon  .  6 

Negative:  Mr.  Dowd  .  1 

Absent  .  0 

THE  RESOLUTION : 


(237-25-BZ)' 

Whereas,  William  F.  Doyle,  for  Bee  Dee  Realty  Co., 
owner,  filed,  February  26,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  an  unrestricted  district  the  change  of  oc¬ 
cupancy  of  a  building  formerly  used  as  a  railroad  power 
plant,  to  a  garage  for  the  storage  of  more  than  five  motor 
vehicles ;  premises  38-44  State  street,  Brooklyn ;  and 
Whereas,  a  public  hearing  wras  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  June  9, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  State  street  is  a  business 
district  to  a  point  100  ft.  east  of  Columbia  place  and  un¬ 
restricted  district  westerly  therefrom;  Atlantic  avenue  is  an 
unrestricted  district  and  Hicks  street  is  a  business  district ; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  25,  1925,  in  acting  on  Alt.  App.  No. 
6482-25,  reads : 


“1.  Proposed  alteration  is  contrary  to  Zone  Reso¬ 
lution,  Art.  2,  Section  6  (building  changed  to  a  use 
not  permitted  in  a  business  district  by  above  article), 
proposition  therefore  is  denied.”  ’ 

and 

Whereas,  approximately  27  ft.  of  the  rear  of  the  prem¬ 
ises  is  in  the  unrestricted  district,  the  remainder  being  in  the 
business  district.  It  is  proposed  to  convert  the  existing 
non-fireproof  building,  one  story  and  cellar  in  height,  hav¬ 
ing  a  frontage  of  88.8  ft.  and  a  depth  of  127  ft.  6  in.,  for¬ 
merly  used  as  a  railroad  power  plant,  into  a  public  garage 
for  the  storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  it  has  been  conceded  that  a  prohibitive  use 
exists  and  did  exist  prior  to  1916  and  almost  continuously 
ever  since. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
shall  be  restricted  to  its  present  height,  area  and  dimensions; 
that  the  rear  and  gable  walls  shall  be  unpierced  through¬ 
out  their  entire  height  and  length,  except  for  such  existing 
windows,  opening  on  a  side  court  of  these  premises  in  the 
same  ownership;  that  any  gasoline  storage  equipment  in¬ 
stalled  shall  be  located  at  the  street  front  of  the  extreme 
westerly  end  of  premises;  that  any  skylights  installed  shall 
be  equipped  with  wire  guards,  above  and  below,  and  glazed 
with  plain  glass ;  that  there  shall  be  no  signs  or  advertising 
permitted  on  the  front  of  building  other  than  one  project¬ 
ing  sign,  indicating  title  of  business;  that  the  existing  front 
elevation  shall  be  given  three  coats  of  oil  paint  or  finished 
with  cement  mortar  stucco;  and  that  all  necessary  permits 
shall  be  obtained  within  six  months  and  any  work  involved 
completed  within  a  year. 


1272-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hugo  C.  Cook, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  alter¬ 
ation  and  extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 2311  St.  Raymond’s  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 
Chief  Kenlon  .  7 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(1272-24-BZ) 

Whereas,  John  J.  Dunnigan,  for  Hugo  C.  Cook,  owner, 
filed,  October  28,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  altera¬ 
tion  and  extension  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles ;  premises  2311  St.  Raymonds  ave¬ 
nue,  Borough  of  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  June  9, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  St.  Raymonds  avenue,  Par¬ 
ker  street  and  Glover  street  are  business  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  21,  1924,  reads: 

^  our  application  for  a  certificate  of  occupancy  for 
an  extension  to  the  public  garage  at  2311  St.  Raymonds 
Avenue,  Bronx,  is  hereby  denied  as  the  extension  of  a 
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[I*  -  -  — 

public  garage  in  a  business  district  is  contrary  to  the 
provisions  of  the  Building  Zone  Resolution.” ; 

1 

Vhereas,  the  existing  building  is  non-fireproof,  one  story 
height,  GO  ft.  by  20  ft.  in  area;  OCCUPIED  as  a  garage 
more  than  five  motor  vehicles ;  it  is  proposed  to  extend 
garage  over  the  entire  lot  so  as  to  be  a  one-story  11011- 
proof,  60  ft.  by  95  ft.  in  area  garage  for  the  storage 
more  than  five  motor  vehicles ;  and 

.Vhereas,  there  was  no  opposition  to  the  granting  of 
$  application  on  the  part  of  adjoining  property  owners, 

1  the  board  deemed  that  the  applicant  had  established 
basis  of  appeal  as  a  reasonable  adjustment. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
iation  in  the  application  of  the  use  district  regulations 
the  building  zone  resolution,  and  that  the  application 
and  it  hereby  is  granted  on  condition  that  the  building 
ill  be  restricted  to  a  one-story  structure;  that  the  rear 
1  gable  walls  shall  be  unpierced  throughout  their  entire 
ght  and  length;  that  the  roof  shall  be  of  flat  design  and 
istruction;  that  the  front  elevation  shall  be  finished  in 
e  brick,  with  architectural  terra  cotta  or  stone  trimmings, 
lel  design;  that  there  shall  be  no  advertising  signs  of 
I  r  nature  or  description  permitted  011  the  structure,  other 
n  one  projecting  sign  indicating  the  title  of  the  garage; 
t  any  skylights  installed  shall  be  located  along  the  ccn- 
line  of  the  structure,  glazed  with  plain  glass,  equipped 
h  wire  guards  above  and  below ; 

Resolved,  further,  all  permits  necessary  for  the  prosecu- 
iin  of  the  work  shall  be  obtained  within  nine  (9)  months 
1  the  building  completed  within  eighteen  (18)  months  from 
:  date  of  this  action. 

_ 

S7-23-BZ. 

’PLICANT — John  J.  Dunnigan,  for  B.  R.  Construction 
Co.,  owner. 

jJBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  “B”  area  district  the 
erection  and  maintenance  of  a  building  occupying 
more  than  40  per  cent  of  the  rear  yard  area. 
tEMISES  AFFECTED — 1211-1263  Boynton  avenue,  The 
Bronx. 

’PEARANCES — 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

:  'TION  OF  BOARD — Application  granted  on  condition. 
)NDITIONS — As  specified  in  resolution. 

IE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 


Chief  Kenlon  .  7 

Negative  . 0 

Absent  .  0 


THE  RESOLUTION: 

(1367-23-BZ) 

1  Vhereas,  John  J.  Dunnigan,  for  B.  R.  Construction  Co., 
ner,  filed,  November  23,  1923,  an  application,  under  the 
lding  zone  resolution,  to  permit  in  a  “B”  area  residence 
trict,  the  erection  and  maintenance  of  a  building,  extend- 
'  to  the  rear  lot  line  and  also  occupying  more  than  40 
'  cent  of  the  area  of  the  rear  yard;  premises  1211-1263 
ynton  avenue,  The  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
the  board  of  appeals,  at  its  special  meeting,  June  9, 
25,  after  due  notice  by  publication  in  the  Bulletin  of  the 
>ard  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 
'  zone  resolution  show  that  Boynton  avenue  and  Elder 
?nuc  are  residence  districts  and  Westchester  avenue  is  a 
siness  district  and  also  “B”  ’area  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
.  idered  November  16,  1923,  in  acting  on  N.  B.  App.  No. 
32-23,  reads : 


“1.  Rear  yards  must  be  provided  behind  garages  to 
comply  with  requirements  of  Building  Zone  Resolution 
in  residence  district.”; 

and 

Whereas,  the  proposed  buildings  are  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  16 
ft.  6  in.  and  a  depth  of  17  ft. ;  to  be  occupied  as  private 
garages,  to  be  built  at  rear  lot  line  instead  of  10  ft.  there¬ 
from;  and 

Whereas,  the  board  deemed  that  inasmuch  as  the  ap¬ 
plicant  contends  he  will  provide  and  maintain  a  rear  yard 
in  accordance  with  the  zoning  resolution  requirements. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  in  accordance  with  the  recommen¬ 
dation  of  the  board  of  estimate  and  apportionment  as  pub¬ 
lished  under  its  calendar  number  155  of  June  5,  1925, 
and  required  permits  to  be  obtained  within  sixty  days. 


190-24-BZ. 

APPLICANT— Edward  V.  Dodd,  for  William  F.  Till, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  and  part¬ 
ly  in  a  business  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 2513-2519  Tilden  avenue, 

Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  V.  Dodd,  William  F.  Till. 
For  Opposition :  Robert  A.  Kelly,  K.  Danenheim, 
A.  Corn,  J.  Whelen,  A.  Tallarico,  J.  J.  Hackett, 


A.  O’Connell,  Airs.  Sueger. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland  and  Connell  ....  6 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(190-24-BZ) 


Whereas,  William  F.  Doyle,  for  William  F.  Till,  owner, 
filed,  February  7,  1924,  an  application,  under  the  building- 
zone  resolution,  to  permit  partly  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles;  premises  2513-19  Tilden 
avenue,  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
30,  1924,  after  due  notice  by  publication  in  the  Bulletin 
of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Tilden  avenue  and  Prospect 
street  are  business  districts  and  Lott  street  is  a  residence 
district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  5„  1923,  in  acting  on  App.  No.  14986-23, 
reads : 

“A  public  garage  for  more  than  five  motor  vehicles 
partly  in  a  residential  and  partly  in  a  business  district.  ”, 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fire¬ 
proof  construction,  one  story  in  height,  with  a  frontage 
of  75  ft.  1 in.  and  a  depth  of  200  ft. ;  to  be  occupied 
as  a  garage  for  more  than  five  motor  vehicles ;  and 

Whereas,  this  application  was  denied  by  the  board  at 
its  meeting,  September  30,  1924,  and  reopened  by  vote  of 
the  board ;  and 

Whereas,  the  board  deemed  that  the  invasion  of  the 
street  by  further  prohibited  uses  should  not  be  permitted : 
and  that  the  alleged  new  evidence  submitted  on  the  reopen¬ 
ing  of  the  case  was  not  sufficiently  material  to  warrant  the 
variation  requested. 
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Resolved ,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


715-24-BZ. 

APPLICANT— Charles  Solicito,  for  Leo  Solicito,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 811  East  224th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 


Chief  Kenlon  .  7 

Negative  .  0 

Absent  . '.  0 

THE  RESOLUTION: 


(715-24-BZ) 

Whereas,  John  J.  Dunnigan,  for  Leo  Solicito,  owner, 
filed,  May  21,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  four  (4)  pleasure  motor 
vehicles;  four  (4)  spaces  rented  to  persons  not  residing 
on  the  premises;  premises  811  East  224th  street,  Borough 
of  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  June  9, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  224th  street,  East  225th 
street  and  Barnes  avenue  are  residence  districts;  and 


Whereas,  the  decision  of  the  superintendent  of  building 
rendered  May  15,  1924,  in  acting  on  N.  B.  Application  N< 
1560-1921,  reads: 

“Your  request  for  a  certificate  of  occupancy  for  th 
one-story  building  at  above  location  for  the  storag 
of  four  motor  vehicles  rented  by  persons  not  residin 
on  the  premises  is  hereby  denied  as  the  location  j 
within  a  residence  district  and  such  occcupancy  woul 
be  unlawful.”; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con 
struction,  one.  story  in  height,  with  a  frontage  of  23  f 
4  in.  and  a  depth  of  18  ft.  8  in. ;  occupied  as  a  garage  fo 
four  motor  vehicles,  four  spaces  rented  to  persons  not  re 
siding  on  premises ;  and 

W hereas,  there  was  no  opposition  to  the  granting  o 
this  application  on  the  part  of  the  adjoining  proper! 
owners,  and  the  applicant  filed  more  than  SO  per  cent  con 
sents. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
variation  in  the  application  of  the  use  district  regulation 
of  the  building  zone  resolution,  and  that  the  applicatioi 
be  and  it  hereby  is  granted  on  condition  that  the  structur 
shall  be  restricted  in  height  to  a  one-story  building  18  ft 
8  in.  deep  by  33  ft.  4  in.  frontage;  that  the  rear  and  gabl 
walls  shall  be  unpierced  throughout  their  entire  height  am 
length,  that  the  use  and  capacity  of  the  garage  shall  b 
limited  to  four  (4)  automobiles  of  the  pleasure  car  type 
granted  on  further  condition,  that  there  shall  be  no  gaso 
line  storage  maintained  on  the  premises  and  no  signs  o 
any  nature  or  description ; 

Resolved,  further,  all  permits  necessary  for  the  prose 
cution  of  the  work  shall  be  obtained  within  ninety  (90 
days  from  the  date  of  this  action. 


Adjourned  5  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


*CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  appeals,  held 
Tuesday  morning,  May  6,  1924,  as  they  appeared  in  Bulle¬ 
tin  No.  20,  Vol.  9,  ar  hereby  corrected  to  read  as  follows: 

THE  RESOLUTION : 

(293-24-A) 

Whereas,  Samuel  Rosenblum,  for  Andrew  D.  Baird 
Holding  Corp.,  owner,  filed,  February  25,  1924,  an  appeal, 
with  the  board  of  appeals,  from  orders  of  the  fire  commis¬ 
sioner,  affecting  premises  2-20  Keap  street,  Brooklyn;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated  Jan¬ 
uary  8,  1924,  read : 

“No.  53135-F : 

“1.  Provide  a  separate  and  distinct  system  of  auto¬ 
matic  sprinklers  throughout  building  having  at  least 
one  source  of  water  supply,  arranged  and  equipped  as 
provided  in  the  rules  for  fire  extinguishing  appliances 
adopted  by  the  Board  of  Standards  and  Appeals  May 
24,  1917,  as  amended  May  2,  1918,  and  January  2J 
1919,  effective  February  17,  1919.” 

“Order  No.  53136-F : 

“1/  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch  extending  from  cellar  to  roof,  with 


*Corrcction — Words  " decision  of  the  superintendent  of 
buildings  be  and  it  hereby  is"  changed,  to  “ orders  of  fire 
commissioner  be  and  they  hereby  are ”  in  lines  34  and  35. 


necessary  check  valves  and  2)4  inch  regulation  Firi 
Department  outlets  on  each  story  (including,  basements 
cellar  and  roofs)  placed  within  main  stairway  enclo 
sure.  Each  outlet  to  be  provided  with  sufficient  fee 
of  2)4  inch  standard  hose  attached  thereto.”; 
and 

Whereas,  the  building  is  non-fireproof,  one  story  ii 
height,  227  ft.  by  153  ft.  (34,700  sq.  ft.)  in  area;  divided 
into  two  sections  by  a  fore  and  aft  brick  wall  with  sliding 
kalameined  doors  at  openings ;  OCCUPIED  for  the  manu¬ 
facture  of  hospital  supplies ;  and 

Whereas,  appellant  contends  most  of  the  manufactured 
products  are  made  of  metal,  and  proposes  to  install  ar 
additional  fireproof  door  at  each  opening  in  the  partition 
wall. 

Resolved,  that  the  orders  of  the  fire  commissioner  be  and 
they  hereby  are  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  existing  subdividing  wail 
of  approved  masonry  shall  be  maintained  with  not  more  than 
two  openings,  said  openings  to  be  protected  with  approved 
automatic  fire  doors;  that  the  rear  gable  walls  shall  be) 
maintained  unpierced  throughout  their  entire  height  and 
length ;  that  the  watchman  service  shall  be  installed  with! 
direct  Central  Office  connection;  that  not  less  than  six  (6) 
40-gallon  water  casks,  painted  red  and  marked  “FIRE”, 
equipped  with  six  (6)  buckets  to  each  cask,  shall  be  main¬ 
tained  in  each  section  of  structure,  also  one  (1)  40-gallon 
portable  fire-extinguisher  maintained  in  each  section ;  and 
granted  so  long  as  use,  conduct  and  operation  of  business' 
on  premises  remain  substantially  unchanged. 
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♦CORRECTION. 

The  minutes  ot  the  meeting  of  the  hoard  of  standards 
d  appeals,  held  Tuesday  afternoon,  May  5,  192"),  as  they 
peared  in  Bulletin  No.  19,  Vol.  10,  are  hereby  corrected 

read  as  follows : 

THE  RESOLUTION: 

( 1361-24-SA) 

Whereas,  The  Caloroil  Burner  Corporation  filed,  No- 
mber  18,  1924,  a  petition,  with  the  board  of  standards  and 

*Corrcction — Words  “Pump  and  Fan  Set”  added  in  line 
and  zcords  “and  industrial”  added  in  line  11. 


appeals,  for  approval  of  their  device  known  as  The  Caloroil 
Burner,  Pump  and  Fan  Set,  Type  AA;  and 

Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  and  recommends  the  approval  of  this  device  for 
use  in  domestic  and  industrial  installations  with  either  Grade 
A  or  Grade  B  Fuel  Oil,  when  installed  in  conformity  with 
the  rules  of  the  board  of  standards  and  appeals. 

Resolved,  that  the  device  be  and  it  hereby  is  approved  for 
use  in  domestic  and  industrial  installations  with  either  Grade 
A  or  Grade  B  fuel  oil,  on  condition  that  the  fuel  oil  burn¬ 
ing  equipment  be  installed  in  conformity  with  the  rules  of 
the  board  of  standards  and  appeals. 


1 


FIRE  ESCAPE  RULES 


.Fire  Escape  Rules  of  the  Board  of  Standards  and  Appeals, 
lopted  July  2,  1918,  Cal.  No.  1218-18-S ;  Amended  Dec. 
;  1918;  Cal.  No.  1708-18-S;  Amended  May  9,  1924,  Cal. 

0.  414-24-SR. 

Rule  1.  In  any  building  erected  prior  to  October  1, 
>13,  now  occupied  or  to  be  occupied  as  a  factory,  more 
an  five  stories  in  height  and  not  exceeding  nine  stories 
height,  nor  in  any  case  more  than  90  ft.  from  curb  level 

■  top  floor  level,  one  of  the  required  means  of  exit  or 
cape  under  Section  271-1  of  the  Labor  Law  may  con¬ 
st  of  an  outside  fire  escape,  provided  that : 

(a)  Any  such  fire  escape  hereafter  erected  shall  comply 
ith  all  the  provisions  of  Section  273,  labor  law,  and  in 

ldition  thereto: 

(1)  The  balconies  and  stairs  shall  be  protected  on 
the  outside  by  substantial  railings  to  a  height  of  at 
least  4  ft.  6  in.,  measured  from  floor  of  balcony  or 
center  of  stair  tread,  constructed  of  bars  at  least  one- 
half  (J4)  inch  in  diameter,  spaced  not  more  than  six 

|  (6)  inches  on  centers,  or  of  substantial  grill  work,  or 

of  screening  not  less  than  No.  10  U.  S.  gauge  wire 
with  not  more  than  one  and  one-half  (1J4)  in 
mesh,  all  rigidly  braced ; 

(2)  When  there  is  safe  egress  from  the  roof  of  the 
building  to  any  adjoining  structure,  the  fire  escape  stair¬ 
way  shall  continue  to  the  roof,  and  if  there  be  no  safe 
means  of  egress,  a  gooseneck  ladder  shall  be  provided 
from  the  top  story  balcony  to  the  roof. 

(b)  Any  such  fire  escape  erected  prior  to  October  1, 
13,  shall  conform  in  every  respect  with  the  requirements 

paragraph  (a)  of  this  rule,  except  that  balconies  may 

■  not  less  than  3  feet  in  width;  the  connecting  stairs  not 
,  ss  than  20  inches  in  width,  and  placed  at  an  angle  not 
'  xeeding  60  degrees  if  the  building  is  not  over  six  stories 

height,  otherwise  at  an  angle  of  45  degrees ;  fire  win- 
>ws  leading  to  balconies  may  be  at  window  sill  level  if 
<ed  steps  not  less  than  sixteen  (16)  inches  wide  are 
ovided  on  the  inside  from  floor  level,  leading  thereto. 

(c)  Any  such  fire  escape  erected  subsequent  to  October 
1913,  and  prior  to  these  rules  taking  effect,  unless  pre- 

ously  accepted  as  one  of  the  required  means  of  exit  or 
cape  by  the  administrative  official  having  jurisdiction. 
iall  conform  in  every  respect  to  paragraph  (a)  of  t 
le. 

Rule  2.  A  fire  escape  shall  not  hereafter  be  accepted 
h  constituting  one  of  the  required  means  of  exit  or  escape 
Uder  Section  271-1  of  the  Labor  Law,  m  any  building 


erected  prior  to  October  1,  1913,  now  occupied  or  to  be  oc¬ 
cupied  as  a  factory,  exceeding  nine  stories  in  height,  or 
more  than  90  feet  from  curb  level  to  top  floor  level. 

Rule  3.  When  in  addition  to  the  required  exits  from 
any  factory  or  factory  building,  there  exist  other  means  of 
egress  which  are  not  entirely  in  accordance  with  the  require¬ 
ments  of  the  Labor  Law  and  the  Rules  of  the  Board  of 
Standards  and  Appeals,  such  means  of  egress  may  be  re¬ 
tained  under  the  following  conditions : 

(a)  Fire  Escapes. — All  substandard  fire  escapes  on  fac¬ 
tory  buildings  shall  be  removed  or  reconstructed  in  accord¬ 
ance  with  Section  274  of  the  Labor  Law,  except  that  in 
lieu  of  a  counterbalanced  stair  a  drop  ladder  in  guides  from 
the  lowest  balcony  to  ground  may  be  provided.  Sub-stand¬ 
ard  fire  escapes  shall  not  be  considered  as  a  basis  for  in¬ 
creased  occupancy  of  the  building.  When  such  sub-stand¬ 
ard  fire  escapes  are  located  in  any  court  or  on  the  side 
or  rear  of  a  building,  proper  egress  to  a  point  of  safety 
shall  be  provided,  either  to  open  adjoining  yards,  or  the 
lowest  balcony  may  be  connected  to  an  adjoining  fire  escape, 
exterior  stairway,  or  to  roof  of  adjoining  extension,  or 
other  egress  satisfactory  to  the  Fire  Commissioner.  All 
such  fire  escapes  shall  be  maintained  structurally  safe  and 
properly  painted. 

(b)  Interior  Stairways. — All  interior  stairways  not  con¬ 
forming  to  the  requirements  of  the  Labor  Law  or  rules  of 
the  Board  of  Standards  and  Appeals  may  be  retained,  pro¬ 
vided  that  egress  to  same  is  maintained  unobstructed,  halls 
are  properly  lighted,  and  all  landings,  passageways,  etc., 
are  maintained  free  and  unobstructed.  An  easily  operated 
panic  bolt  or  other  similar  device  may  be  installed  at  street 
exit  door. 

(c)  Exterior  Screened  Stairways. — Exterior  screened 
stairways  not  serving  as  a  required  means  of  egress  shall 
be  either  removed  or  maintained  structurally  safe  and  prop¬ 
erly  painted,  exits  thereto  and  all  platforms  and  passage¬ 
ways  thereof  shall  be  maintained  unobstructed,  and  egroc< 
from  termination  shall  be  provided  for  sub-standard  fire 
escapes  in  subdivision  a. 

(d)  Horizontal  Bridges. — Horizontal  bridges  and  partv 
wall  balconies  between  buildings  shall  be  removed  or  main¬ 
tained  structurally  safe  and  properly  painted,  and  access 
Ihereto  and  all  passageways  thereof  shall  be  maintained  un¬ 
obstructed. 

(e)  No  sign  of  any  character  shall  be  placed  at  open¬ 
ings  leading  to  these  sub-standard  exits. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday,  June  26,  1925,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  zvorking  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  ins.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves ,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commisn 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  proznded 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  proznded  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  zirill  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

% 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wE'A  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
znded  in  connection  with  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessor}'-  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  watt 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tan 
the  Pressure.  Tank,  [and]  the  Public  Water  System,  ai 
the  Automatic  Electric  Fire  Pump,  installed  as  require 
under  the  provisions  of  Rule  8,  hereinafter  provided  jo 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fi 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  ; 
available  quantity  of  water  sufficient  to  supply  twenty-iu 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  tl 
average  protected  fire  area  for  twenty  (20)  minutes,  but  n< 
less  than  5,000  gallons;  and  the.  bottom  of  the  tank  sha 
have  an  elevation  of  not  less  than  twenty  (20)  feet  ab<n 
the  highest  line  of  sprinklers  below  the  main  roof.  Win 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  c 
the  tank  shall  be  required  to  be  not  less  than  20  feet  aboi 
the  highest  line  of  sprinklers  below  the  pent  house  roo 
but  zvhere  a  pent  house  contains  only  pressure  tanks  this  rui 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  ga 
Ions  is  required  by  this  rule,  the  amount  of  water  to  1 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  spec 
fied  by  the  Board  of  Standards  and  Appeals,  except  zvhe 
tanks  of  unlimited  capacities  are  supported  on  structures  a 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2 
inches  in  size,  discharging  into  the  top  of  the  tank,  c 
through  a  by-pass  not  less  than  two  (2)  inches  in  siz 
around  the.  check  valve  in  the  discharge  pipe,  provide 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  Th 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-froo 
casing  and  may  extend  through  tank  bottom  to  discharg 
at  top  of  tank  above  full  water  level.  The  portion  of  pip 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from 
common  source  of  supply,  either  a  pump  or  a  direct  serv 
ice  main  connection,  proznded  that  there  are  separate  fee  1 
mains  from  the  basement  or  lowest  story  and  a  contro 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  ozierflozv  pipe  shall  be  not  less  than  tzvo  (2)  inche 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  no 
less  than  three  (3)  inches  in  diameter  for  larger  tanks 
The  top  of  the  overflozv  pipe  shall  be  three  ( 3 )  inches  be 
lozu  the  top  of  the  staves  in  wooden  tanks  and  one  ( 1 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extent 
through  the  bottom  of  tank  provided  the  portion  inside  tam 
is '  of  brass  or  copper  or  other  non-corrosive  metal  am 
zmthout  joints  or  it  may  extend  through  side  of  tank.  Fo 
tanks  over  roofs  overflow  pipes  shall  terminate  not  mor< 
than  tzventy-four  (24)  inches  above  roof  and  shall  be  fittec 
with  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  zvhere  exposei 
to  the  weather  shall  be  protected  from  freezing  by  a  frost 
proof  covering  zvhich  may  be  of  three  layers  of  oite-inci 
(/")  hair  felt  interspersed  with  building  paper  zvell  zvrappei 
and  secured  and  covered  with  canvas  well  painted  or  63 
frost-proof  boxing  as  specified  by  the  National  Board  0 ; 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  63 
means  of  a  steel  gooseneck  ladder  substantially  constructec 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvarc 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  thi 
requirements  of  the  Building  Code  and  supporting  struc- 
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.ires  shall  be  approved  by  the  Superintendent  of  Buildings, 
anks  not  enclosed  and  exposed  to  the  weather  shall  be 
overed  with  a  double  roof  of  acceptable  construction  con- 
isting  of  a  tight  flat  cover  of  matched  boards  and  above 
his  a  conical  roof  which  shall  be  covered  with  an  ap- 
roved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
ard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca- 
acity  and  located  on  a  structure  altogether  independent  of 
uildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
lie  ground  level,  and  not  less  than  20  feet  above  the  high- 
st  line  of  sprinklers ■  below  the  main  roof  of  the  highest 
uilding  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
ufficient  water  to  supply  twelve  and  one  half  per  cent 
12J4%)  of  the  number  of  sprinklers  in  the  average  pro- 
ected  fire  area  for  twenty  (20)  minutes,  but  not  less 
hail  [5,000j  3,000  gallons  of  ivater  for  a  wet  pipe  system 
jhere  supplemented  by  an  auxiliary  water  supply,  and  not 
’ss  than  5,000  gallons  of  ivater  for  a  dry -pipe  system.  No 
ingle  tank  shall  have  a  capacity  greater  than  9,000  gallons, 
.'he  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
nder  a  pressure  of  seventy-five  (75)  pounds  per  square 
:ich,  and  shall  be  so  proportioned  and  located  that  a  pres- 
ure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
vill  be  available  on  the  highest  line  of  sprinklers  below 
he  main  roof  when  all  the  water  lias  been  discharged  from 
he  tank. 

(The  tank  shall  be  placed  either  on  the  roof  or  in  the 
lighest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 
Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
upply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
his  rule,  the  amount  of  water  to  be  provided  in  excess  of 
25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde- 
'endent  of  the  sprinkler  piping,  not  less  than  [two]  one 
nd  one-half  (ipi)  inches  in  size  [with  a  one  and  one- 
[uarter  (/) 4)  inch  connection  to  the  tank],  or  through  a 
>y-pass  not  less  than  [two  (2)]  one  and  one-half  ( / 1/2)  in- 
hes  in  size  around  the  check  valve  in  the  discharge  pipe 
■rovided  the  supply  is  of  sufficient  pressure  to  fill  the  tank, 
j  The  water  supply  and  connections  shall  be  capable  of  slip¬ 
ping  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 

;  allons  per  minute  without  reducing  the  pressure  in  the 
ink.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
n  the  end  opposite  the  glass  gauge,  or  other  acceptable 
evice,  to  indicate  the  level  of  the  water  when  the  tank  is 
wo-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
ncrease  the  air  pressure  at  the  average  rate  of  one 
1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
I  0  the  city  water  supply  shall  be  capable  of  furnishing 
vater  at  not  less  than  fifteen  (15)  pounds  per  square 
uch  static  pressure  at  the  highest  line  of  sprinklers 

nder  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
\/ater  Supply,  Gas  and  Electricity,  the  size  of  each  con- 
ection  shall  be  as  large  as  that  of  the  main  riser  and 
ot  less  than  four  (4)  inches,  and  shall  have  a  conven- 
;ntly  accessible  control  valve  fixed  to  it  at,  or  near,  the 
urb,  or,  when  possible,  still  further  away  from  the 
uilding.  The  control  valve  shall  be  fitted  with  a  frost 
nd  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
han  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
xtending  to  a  compartment  at  the  level  of  the  side- 
'alk.  The  cover  shall  be  bolted  to  the  casing  and 

hall  be  so  marked  as  to  be  quickly  located  and  to 

adicate  the  purpose  of  the  valve.  The  valve  shall  be 

•f  indicating  pattern,  operated  by  a  special  socket 
v^ench  approved  by  the  department  of  water  supply, 
as  and  electricity 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  cm  b  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  16"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  ( 2 ) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  tyge  of  fire  line  meter  which  lias  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Lire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (l/2)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  chall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  from 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3 y2)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
Six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
ivall  not  more  than  twelve  ( 12 )  inches  beyond  tl,e  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be,  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (34)  inch  drip  connection,  ivith  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  wTater  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  th< 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15 
pounds  per  square  inch  (between  the  hours  of  six  a.  m 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  0 
pressure  tank  and  one  of  the  automatic  sources  or  tivc 
pressure  tanks  having  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  witi 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  anc 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solic 
plank  and  timber  construction,  5  to  13  foot  bays)  ont 
line  of  sprinklers  shall  be  placed  in  the  center  of  eacl 
bay  and  the  distance  between  the  heads  on  each  lint 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  incl 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62); 
cubic  feet  of  available  storage  space,  or  one  (1 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  0 
timbers. 

Ceilings  of  modified  mill  construction  having  bay: 
less  than  three  (3)  feet  wide  shall  be  treated  as  opei 
joist  construction  and  sprinkler  heads  and  lines  spacee 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,  but  less  than  five  (5)  feet  on  centers,  will  requirtj 
special  ruling  by  the  administrative  official  having  juris 
diction.  '1!  -  JLtjLrSi 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  wil 
be  opposite  a  point  half  way  between  heads  on  adjacen 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distant 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis 
sion  may  be  given  by  the  administrative  official  having  juris 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  when 
girders  project  below  the  under  side  of  joists  and  divide  th< 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  head: 
shall  then  be  spaced  on  each  line  so  that  the  area  coveret 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet 
In  all  cases  where  such  bays  are  over  eleven  and  one-hal) 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  bt 
installed  in  each  bay  as  required  by  the  rules  for  spacing 


♦Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conrai 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Vhere  girders  and  joists  are  flush  at  the  bottom,  heads 
liall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads'  the  distance  between 
djacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
istance  between  the  heads  on  each  line  shall  not  exceed  six- 
_'en  (16)  feet,  the  end  heads  on  alternate  tines  being  spaced 
ot  more  than  four  (4)  feet  from  wall  or  partition.  Where 
infers  project  below  the  under  side  of  joists  and  divide 
ie  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
idth,  measured  from  center  to  center  of  girders,  one  line 
hall  be  placed  in  the  center  of  each  bay.  In  bays  exceed- 
lg  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
e  installed  in  each  bay  and  in  no  case  shall  the  distance 
etween  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
ie  distance  between  adjacent  lines  shall  not  exceed  twenty- 
ve  (25)  feet  and  the  distance  between  the  head  on  each  line 
lall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
nes  being  spaced  not  more  than  five  (5)  feet  from  wall 
r  partition.  Where  girders  project  below  the  under  side 
f  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 
/-five  (25)  feet  in  width,  measured  from  center  to  center 
f  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
l  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
ie  distance  between  adjacent  lines  exceed  twenty-five  (25) 
eet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
nx>oth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
eet  wide  and  over  (measurements  to  be  taken  from  center 
3  center  of  timber,  girder  or  other  projection  or  support 
orming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
s  follows: 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
ach  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
vidth,  and  the  distance  between  the  heads  on  each  line 
hall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
ban  twenty-three  (23)  feet  in  width,  shall  contain  at 
;ast  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
eet  in  width  or  over  shall  have  the  lines  therein  not  over 
en  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
eet  in  width,  not  more  than  one  hundred  (100)  square 
eet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
f  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
idth,  and  the  distance  between  the  heads  on  each  line 
hall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
vventy  (20)  feet  in  width  shall  contain  at  least  two  (2) 
nes  and  in  no  case  shall  the  distance  between  adjacent 
nes  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

eads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
ach  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
fidth  and  the  distance  between  the  heads  on  each  line 
hall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
f  twenty-five  (25)  feet  in  width  shall  contain  at  least 
wo  (2)  lines  and  in  no  case  shall  the  distance  between 
ijacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
fill  construction  shall  apply  as  far  as  practicable.  The 
ule  may  be  modified,  however,  the  intent  being  to  ar- 
ange  the  spacing  of  heads  to  protect  the  contents  rather 
lan  the  ceilings;  but  in  no  case  shall  the  distance  be- 
ween  a  head  on  one  line  and  a  head  on  an  adjacent 
me  exceed  the  following: 


(a)  For  standard  one-half  (J4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows : 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection : 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  be  used  in  lieu  of  heads  located  in  peak  of 
roof  • 

(a)  For  standard  one-half  (j4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (l)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  (J4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (j4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

Ya  inch .  i  head 

1  2  heads 

VA  “  3  “ 

“  5  “ 

2  “  .  10  “ 

2/4  “  20  “ 

3  “  36  “ 

3j4  “  55  “ 

4  “  80  “ 

5  “  140  “ 

6  “  . .  200 

7  “  300  “ 

8  “  420  “ 

(b)  For  Conran*  one  (1)  inch  heads' — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1  inch . . .  i  head 

4/4  “  2  heads 

“  3  “ 

2/  “  4  “ 

2^  “  • .  6  “ 

3  “  9  “ 

4  “  18  “ 

5  “  34  “ 

6  “  51  “ 

7  “  75  “ 

8  “  105  “ 

(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads— 

...  r  Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

.  1  head 

\'2  <(  2  heads 

2  Q  “ 

2i/4  “  4  « 

3  “  6  « 

4  “  12  “ 

K  ft 

I  u  .  21  “ 

7  „  40  “ 

:  „  .  60  “ 

8  84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eigh 
(8)  inches  in  diameter,  special  ruling  will  be  required  b 
the  administrative  official  having  jurisdiction  as  to  the  per 
missibility  of  its  use  and  the  number  of  heads  that  may  b 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  s> 
that  the  number  of  heads  on  a  branch  line  will  not  excee 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  th 
permissible  number  of  heads  may  be  doubled,  provided  th 
teed  main  is  of  the  size  indicated  in  the  schedule  for  th 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  head 
each,  the  conditions  approach  those  of  long  single  lines 
Such  feed  mains  shall  usually  be  centrally  supplied  wher 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Brand 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end 
provided  a  two  and  one-half  ( 2l/2 )  inch  pipe  does  not  suppb 
more  than  sixteen  (16)  standard  one-half  (J4)  inch  heads 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floo 
openings  without  approved  stops,  shall  be  treated  as  one  roon 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  b< 
of  sufficient  size  to  accommodate  the  number  of  heads  callec 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  foi 
a  given  number  of  heads  may  be  required  wherever  the  con 
struction  or  conditions  introduce  unusually  long  runs  of  feec 
mains  or  many  angles.  Buildings  with  blind  attics  with  smal 
unprotected  openings  to  floor  below,  may  be  piped  from  th< 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  noi 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  a: 
direct  as  possible  from  source  of  water  supply  to  riser. 

heed  mains  for  stair  or  other  towers  without  approvee 
stops  between  floors,  when  piped  on  independent  riser,  shal 
be  of  sufficient  size  to  accommodate  the  total  number  oi 
sprinklers  in  such  tower. 

.  Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
Center  Central  or  ‘‘Side  Central”  supply  to  feed  main 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  head: 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  tc 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor  : 

(a)  For  standard  one-half  (y2)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (ll/A)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
pioperly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections ,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

1 1  here  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  ‘dead  riser”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “ dead  riser’’, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
indard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
id  screwed  up  tight  into  fittings  without  reducing  the 
Uerway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
all  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work- 
g  pressure  of  150  pounds  per  square  inch  and  must  be 
pable  of  withstanding  a  hydrostatic  test  pressure  of  750 
unds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall®  and  other 
rts  of  the  building  with  standard  steel,  wrought  or  mal- 
ible  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
essure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
50)  pounds  per  square  inch,  and  shall  be  designed  for  a 
arking  pressure  of  350  pounds  per  square  inch  and  be 
pable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
unds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
r  cast  iron  pipe  of  the  American  Water  Works  Associa- 

>n. 

•Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex- 
•sed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
ofed  against  corrosion  whenever  found  necessary  by  thor- 
ighly  cleaning  the  pipe  of  all  scale  and  grease  and  paint- 
g  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
ceptable  moisture  resistive  paint.  When  exposed  to  chemi- 
1  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
other  approved  chemical  resistive  paint.  Care  shall  be 
ken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
ider  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
ved  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
led  with  mineral  wool,  sawdust  or  tar  mixed  with  granu- 
ed  cork,  extending  below  bottom  of  pipe  and  through  the 
o  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
i  th  three  alternate  layers  of  one-inch  hair  felt  and  build- 
g  paper  or  by  other  approved  method.  When  of  wood, 
ch  enclosure  shall  be  constructed  double  with  a  layer  of 
r  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin- 
r  concrete  floors  or  partitions,  they  shall  be  protected 
th  a  metal  sleeve  or  be  grouted  with  cement  mortar. 
Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
ill  be  protected  with  an  approved  hermetically  sealed  cover, 
with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
so  installed  that  they  can  be  thoroughly  drained,  and 
lere  practicable,  all  piping  shall  be  arranged  to  drain  at 
e  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex- 
se  any  part  of  the  sprinkler  system  to  frost,  and  shall 
so  connected,  either  by  check  valves  or  other  means, 
it  they  will  not  [overthrow]  overflozv  domestic  service  or 
ier  connections  to  the  same  sewer  or  hous^  drain,  or  if 
rricd  through  the  zvall  and  exposed  to  the  weather,  they 
all  be  fitted  zvith  hoods  or  dozim-turned  elbozvs. 

Drains,  pitched  not  less  than  one-quarter  (J4)  inch  in 
'l  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser ; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank ; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used  ; 

d 

At  each  supply  main,  when  the  water  in  the  same  can- 
t  be  removed  through  any  of  the  above  drains.  Such 
■  tins  shall  be  installed  with  controlling  valves  so  that  flow- 
\l  tests  may  be  made  to  determine  if  the  water  supplies 
connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1%)  inches  in  size]  shall  be  not  less  than  I  inch 
in  size  where  floor  valves  are  not  over  2/2  inches  in  size 
and  i %  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i)/2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down- fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (J4)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (/)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  24  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  it/  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  ^2-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  zvhere  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  -of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  24- inch  in¬ 
spector*  s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  ^4-inch  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4J4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor ; 

Above  the  alarm  valve; 

Below  the  alarm  valve ;  and 
In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fcd  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (%) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  ()4)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  thai 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  fo 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  fc. 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  (l/2)  inch  heads  . 4C 

(b)  For  Conran*  one  (1)  inch  heads  . io< 

(c)  For  Conran*  one  and  one-quarter  (1)4  inch  heads  6 

Where  equipped  with  an  approved  quick-opening  devic 

the  following  number  of  heads  may  be  controlled  by  on. 
'‘Type  A”  dry -pipe  valve : 

(a)  For  Standard  one-half  (l/2)  inch  heads  . 8o< 

( b )  For  Conran*  one  (/)  inch  heads  . aot 

\c)  For  Conran*  one  and  one-quarter  (i%)  inch  heads. I2< 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarn 

system  s^ll  be  designed  to  operate  at  a  temperature  lowei 
than  that  required  to  open  the  sprinkler  heads,  and  all  con 
nections  between  the  alarm  system  and  the  dry-pipe  valvi 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pip( 
system  shall  be  provided  with  an  air  relief  valve  or  vent 
so  constructed  as  to  be  normally  open  in  order  to  permi 
the  free  escape  of  air  from  the  system,  but  to  close  auto 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  b< 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  ()4)  inch  heads  . 50( 

(b)  For  Conran*  one  (l)  inch  heads  . 12f 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads.  8- 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkle: 

systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  ()4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  wher 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
ceptance  all  automatic  sprinkler  systems,  excluding  the  wa- 
r  supply  tanks,  shall  be  subjected  after  installation  to  a 
drostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
r  square  inch  in  excess  of  that  which  will  be  normally 
rried  and  observed  in  the  sprinkler  system,  such  test 
essure,  however,  never  to  be  less  than  one  hundred  and 
ty  (150)  pounds  per  square  inch  in  any  part  of  the  sys- 
m. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
essure  of  one  and  one-half  (1)4)  times  the  working  pres- 
re.  To  prevent  the  possibility  of  serious  water  damage 
case  of  a  break,  the  pressure  shall  be  maintained  by  a 
lall  pump,  the  main  controlling  gate  being  meanwhile 
pt  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
ed  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con- 
ol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
all  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
id  all  leaks  stopped  which  allow  a  doss  of  pressure  of  over 
o  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
■urs. 

In  the  case  of  automatic  dry-pipe  systems  with  differen- 
d  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
ring  the  test  to  prevent  injurying  the  valve. 
Non-automatic  systems  shall  be  tested  after  installation 
not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
the  pressure  necessary  to  reach  the  highest  line  of  sprin- 
ers. 

All  tests  of  installed  systems  shall  be  made  by  the  con- 
actor  in  the  presence  of  the  Fire  Commissioner,  or  his 
ithorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
rinkler  system  shall  be  covered  up  or  permanently  con- 
aled  until  tested  by  the  Bureau  of  Fire  Prevention  and 
proved  of  in  writing,  except  piping  passing  through  floors, 
ills,  partitions  or  beams  for  distances  equal  to  the  thick- 
ss  of  such  floors,  walls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
rirtklers  required  in  non-fireproof  business  buildings  under 
e  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
rdinances,  unless  otherwise  specifically  provided  in  these 
les,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
rinklers  required  in  buildings  having  .  occupancies  consid- 
cd  to  be  dangerous  or  hazardous  by  the  Fire  Commis- 
mer  shall  consist  of  at  least  a  one-source  system  unless 
herwisc  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin- 
\  rrs  required  in  buildings  under  the  provisions  of  the  Code 
Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
quired  in  theatre  buildings  under  the  provisions  of  Chap- 
'  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con- 
4  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
quired  in  buildings  in  which  fireworks  are  stored  or  sold 
ider  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
xle  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  jp.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source' systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  proznded  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  ahd  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  zvhich  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  ozvner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  zvorking  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  az’ailable  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  ( 6 ),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  zvith  the  rules  of  the  National  Board  of  Fire 
Underzcriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


NOTICE 


BUILDING  CODE  ON  SALE.  ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
stributing  Division  of  the  City  Record  Office,  125  Worth  Distributing  Division  of  the  City  Record  Office,  125  Worth 
eet.  Price,  $1;  by  mail,  $1.08.  street.  Price,  25c;  by  mail,  27c. 
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DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  June  11,  1925  .  602 

Restored  to  calendar  .  48 

Miscellaneous  Applications. 

Requests  to  reopen  .  88 

Requests  to  amend  .  2 

Requests  for  modification  .  28 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  13 

Requests  for  extension  of  permit  .  13 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans  .  9 

Administrative  requests  . .  1 

Requests  for  interpretation .  1 

Total  .  1405 

Disposed  of  . »•••• .  794 

Cases  pending  June  11,  1925  .  611 


DISPOSITION  OF  CASES. 

Withdrawn  .  7 

Dismissed  .  3 

Denied  .  10 

Granted  . 

Granted  on  condition  .  40 

Appliances  approved  .  1 

Appliances  dismissed,  disapproved  or  withdrawn . 

Rules  approved  .  1 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  reopen  granted  . . : .  g. 

Requests  to  reopen  denied  . 

Requests  to  amend  granted  . 

Requests  to  amend  denied  .  < 

Requests  for  modification  granted  .  2 

Requests  for  modification  denied  .  { 

Requests  to  rescind  granted.... .  j 

Requests  to  rescind  denied  .  ( 

Requests  for  extension  of  time  granted  .  1; 

Requests  for  extension  of  time  denied  . { 

Requests  for  extension  of  permit  granted .  is 

Requests  for  extension  of  permit  denied  .  ( 

Requests  to  install  granted  . 

Requests  to  install  denied  . 

Plans  approved  .  fi 

Plans  disapproved  .  c 

Administrative  requests  granted  .  c 

Administrative  requests  denied  or  withdrawn  . 

Interpretations  .  1 

Requests  withdrawn  or  dismissed .  2 

Total  .  794 


NOTICE 


CITY  OF  NEW  YORK 

BOARD  OF  ESTIMATE  AND  APPORTIONMENT 

Amendment  to  Section  21,  Building  Zone  Resolution. 

(Adopted  May  22,  1925) 

No  gasoline  service  station  may  be  erected  or  extend  ed  on  any  portion  of  a  street  between  two  intersecting 
streets,  in  which  portion  there  exists  an  exit  from  or  an  entrance  to  a  public  school;  and  in  no  case  within  a  distance 
of  200  ft.  from  the  nearest  exit  from  or  entrance  to  a  public  school.  This  protection  shall  also  apply  to  duly 
organized  schools  for  children  under  16  years  of  age,  giv  ing  regular  instruction  at  least  five  days  a  week  for  eight 
months  or  more  each  year,  owned  and  operated  by  any  established  religious  body  or  educational  corporation.” 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

*  Street  . 

P.  O . \ . 

My  subscription  is  to  begin  with  th**  issue  for .  1925. 
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12  noon. 

,  communications  should  be  addressed  to  the  chairman 
of  the  board. 
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CONTENTS 


lis  issue  of  the  Bulletin  contains,  in  the  order 

l — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  June  16, 
1925. 

Minutes  of  Meeting,  Board  of  Standards  and  Appeals, 

June  16,  1925. 

Corrections. 

Notice  of  Public  Hearing. 

Amended  Building  Zone  Resolution. 

Reserve  Calendar. 

Progress  Report 


DATES  AND  HOURS  OF  MEETINO 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  nj. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon— Saturdays  excepted. 


Ur  ULEKK'S  CALENDAR. 

r  Cle±k’s  Calendar  consists  of  applications  under  the 
Kuilding  Zone  Resolution,  and  its  object  is  to  give  inter- 
es  ,  Property  owners  opportunity  to  file  objections,  if  any 
anf  will  be  called  in  Room  1013,  Tuesday,  June  23  1925* 

at  2  ,°  .  0.ck'  At  this  cal1  each  case  >s  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
luesday,  June  30,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

.  A°y  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  mav  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  fijing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  June  18,  1925. 

Cal.  No.  Department.  Premises  Affected. 

632-25-S . F.D .  240-246  W.  35th  st.,  Man. 

-  L.  D.  77879 

631-25-S . F.D . 1  Hunter  ave.,  L.  I.  City,  Q. 

-  L.  D.  78411. 

630-25-BZ . B.B.B.  ...305-311  3rd  st.,  Bklyn. 

-  Applic.  9842-1925. 

629-25- A . F.D .  2489  Sedgwick  ave.,  Bx. 

-  Alt.  1665-1923. 

628-25-A . F.D .  168-208  Marshall  st.,  Bklyn. 

-  Applic.  672-1923. 

627-25-A . F.D .  508-510  Broome  st.,  Man. 

-  F-77683. 

626-25-BZ . B.B.B.  ...1421-1437  Ocean  ave.,  Bklyn. 

-  Applic.  9422-1925. 

625-25-BZ.  .F.D.  &  B.B.M.  148-150  E.  28th  st.,  Man. 

L.  D.  75239-L.  F.  75237  & 
-  Viol.  1806-1925. 


624-25-A . F.D . 18-20  Wcoster  st.,  Man. 

-  F-76987. 


623-25-A . F.D .  34-40  S.  1st  st.,  Bklyn. 


-  F-70140. 

622-25-BZ . B.B.B.  ...131  Starr  st.,  Bklyn. 

-  Applic.  10665-1925. 

.  63-67  New  York  ave.,  Bklyn. 

Applic.  24543-1925. 
393-399  Lafayette  st.,  Man. 

F-77998. 

1470  Pitkins  ave.,  Bklyn. 

C-96081. 

134-142  W.  38th  st.,  Man. 

N.  B.  948-1925. 

...B.B.M.  ..245-249  W.  27th  st.,  Man. 

N.  B.  225-1925. 

....F.D .  656  Montrose  ave.,  Bklyn. 

L.  C.  96009. 

....F.D . N.  W.  C.  Sunswick  st.  &  Wil¬ 

bur  ave.,  Q. 

Fire  Dept.  Order. 

. .  .F.D . 1166  Garrison  st.,  Bx. 

L.  D.  78200. 

...F.D .  1485  Broadway,  Man. 

L.  C.  29443. 

. .  .F.D .  334  Bowery,  Man. 

L.  D.  70485. 

•  ••F.D . 128  E.  63rd  st..  Man. 

L.  C.  29656. 


621-25-BZ. 


620-25-A . 


619-25-A. 


618-25- A. 


617-25-S. 


616-25-A. 


615-25-A . 


614-25-S . 


613-25-A. 


612-25-S . 


611-25-A. 


.B.B.B. 

..F.D. 

..F.D. 

.  .F.D. 


610-25-BZ . B.B.Bx.  .20L  E.  198th  st.,  Bx. 

-  Alt.  313-1925. 


609-25-BZ . B.B.Bx.  .  W.  S.  River  ave.,  100  ft.  S.  of 

E.  167th  st.,  Bx. 

-  N.  B.  1172-1925. 


608-25-BZ . B.B.B.  ...1095-1117  Washington  ave., 

-  Bklyn.  Applic.  4926-1924. 

607-25-BZ . B.B.B.  ...2552-2556  Bedford  ave.,  Bklyn. 

-  Applic.  16628-1924. 


606-25- A . F.D . 231-235  E.  42nd  st.,  Man. 

-  L.  C.  296 

605-25-BZ . B.B.B.  ...S.  E.  C.  Dahill  rd.  &  Ditml 

-  ave.,  Bklyn.  Applic.  8676-19 

604-25-S . F.D . 61  Fulton  st.,  Man. 

-  L.  D.  770 

603-25-SA . F.D . Cook  Automatic  Electric  F 

-  Oil  Pump.  Applian 

Restored  to  Calendar. 

198-25-S . B.B.M.  ..566-568  7th  ave.,  Man. 

-  Certificate  of  Occupan. 


CODE. 


. Fire  Departme 

H-D . Health  Departme 

B.B.B . Bureau  of  Buildings,  Brook! 

B.B.Bx . Bureau  of  Buildings,  Broi 

B  B.M . Bureau  of  Buildings,  Manhatt 

B.B.Q . Bureau  of  Buildings,  Quee 

B.B.R . Bureau  of  Buildings,  Richmoi 

l  .H.D . Tenement  House  Departme 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  June  23,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1453-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  James  Murpl 
owner. 

PREMISES — 24  Evelyn  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  mai 
tenance  of  a  garage  for  the  storage  of  more  th 
five  (5)  motor  vehicles. 

85-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Michael  T.  Wat 
lessee. 

PREMISES — 332  West  57th  street,  Manhattan. 

1  O  PERMIT  partly  in  a  business  district  and  partly  in 
residence  district  the  maintenance  of  an  open  g 
rage  parking  space  for  the  storage  of  more  tin 
five  (5)  motor  vehicles. 

269-25-BZ. 

APPLICAN1 — William  A.  Giesen,  for  Agnes  Conn®!! 
owner. 

PREMISES— 2805  Pond  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  mail 
tenance  of  a  garage  for  the  storage  of  five  (' 
pleasure  motor  vehicles,  four  (4)  spaces  rented 
persons  not  residing  on  the  premises. 


286-25-BZ. 

APPLICANT — William  B.  Seaver,  for  Third  Avenue  Rai 
way  Company,  owner. 

PREMISES — 2526-2530  Amsterdam  avenue,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  mail 
tenance  of  a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles. 

304-25-BZ. 

t^BPLICANT  Jamaica  Water  Supply  Co.,  owner. 

PREMISES — West  side  of  143rd  street,  100  ft;  south  c 
,  1 1 1th  avenue,  Jamaica,  South,  Queens. 

1  1  1  LRMIT  in  a  residence  district  the  erection  and  mail 
tenance  of  a  business  building  to  be  used  as  a  wi 
ter  pumping  station. 
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-25-BZ. 

‘PLICANT — Jamaica  Water  Supply  Co.,  owner. 
EMISES — West  side  of  224th  street,  250  ft.  north  of 
Foch  boulevard  (Central  avenue),  Jamaica,  Queens. 

'  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  business  building  to  be  used  as  a  wa¬ 
ter  pumping  station. 

-25-BZ. 

PLICANT — John  De  Hart,  for  Estate  of  Frederick 
Fischer,  owner. 

EMISES — 1160-1162  Intervale  avenue,  The  Bronx. 

•  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

-25-BZ. 

’PLICANT — R.  Thomas  Short,  for  Michael  Noonan, 
owner. 

EMISES — 187A-201  Garfield  place,  Brooklyn. 

I>  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  alteration  and  extension  of 
an  existing  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

-25-BZ. 

’PLICANT — William  Weintraub,  for  R  A  R  Realty 
Corp.,  owner. 

EMISES — 428-432  Cherry  street,  Manhattan. 

)  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  dry  cleaning. 

•-25-BZ. 

’PLICANT — William  Bone,  for  Hyman  Wynehouse, 
owner. 

EMISES — 4110-4118  Ninth  avenue,  Brooklyn. 

)  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  five  (5)  detached  residence  buildings  to 
be  used  for  store  purposes  on  the  1st  story. 

|  I-25-BZ. 

’PLICANT — Merkle  &  Elberth,  for  Irving  Savings  Bank, 
owner. 

’.EMISES — 115-117  Chambers  street,  Manhattan. 

)  PERMIT  in  a  “B”  area  district  the  omission  of  a  rear 
yard  required  by  the  building  zone  resolution,  to 
start  at  an  elevation  of  23  ft.  above  curb  level. 

-25-BZ. 

.  'PLICANT — Philip  J.  Bendish,  owner. 

EMISES — 342  West  70th  street,  Manhattan. 

•  PERMIT  in  a  residence  district  the  alteration  and  ex¬ 
tension  of  an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

-25-BZ. 

\PPLICANT — William  F.  Doyle,  for  Emma  A.  Justice, 
owner. 

EMISES — Southeast  corner  of  East  182nd  street  and 
Folin  street,  The  Bronx. 

1  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1-24-BZ. 

’PLICANT — John  J.  Dunnigan,  for  Elliot  Place  Hold¬ 
ing  Corp.,  owner. 

EMISES — Southeast  corner  of  Jerome  avenue  and  Elliot 
j  place,  The  Bronx. 

1  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  busi¬ 
ness  building. 


BOARD  OF  APPEALS. 

Tuesday,  June  23,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

373-25-A — 957-971  Kent  avenue,  rear,  Brooklyn. 

95-25-A — 216-224  Seigel  street,  Brooklyn. 

130-25-A — Southwest  corner  of  Maspeth  avenue  and  Gard¬ 
ner  avenue,  Brooklyn. 

385-25-A — North  side  of  Anable  avenue,  from  Moore 
street  to  Honeywell  avenue,  Long  Island 
City,  Queens. 

441-25-A — 9502  121st  street,  Richmond  Hill,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  June  23,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters: 

cal.  no.  1449-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Benja- 
->  min  Ascher,  applicant,  on  behalf  of 

Johanna  Gunther,  owner,  to  permit  in  a 
residence  district  the  maintenance  of  a 
garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises ;  premises  1962  Anthony 
avenue,  The  Bronx. 

cal.  no.  266-25-BZ — Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Corner, 
Bell,  Russell  &  McNulty,  applicants,  on 
behalf  of  Midwood  Trust  Company, 
owners,  to  permit  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  an  exten¬ 
sion  to  a  bank  building;  premises  1144 
Flatbush  avenue,  northwest  corner  of 
Dorchester  road,  Brooklyn. 

cal.  no.  732-24-BZ — Application,  May  27,  1924,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Abgo 
Construction  Corp.,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  162-172  McDougall  street, 
southwest  corner  of  Hopkinson  avenue, 
Brooklyn. 

cal.  no.  298-25-BZ — Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

cal.  no.  399-25-BZ — Application,  April  13,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Jonas 
A.  Hagermeyer,  owner,  to  permit  in  a 
residence  and  “B”  area  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles,  also  the  omission  of  a 
rear  yard  at  the  first  and  second  stories, 
contrary  to  the  requirements  of  the 
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building  zone  resolution ;  premises  560- 
564  West  174th  street,  Manhattan. 

cal.  no.  480-25-BZ — Application,  May  6,  1925,  under  the 
building  zone  resolution,  of  George  V. 
Martin,  applicant,  on  behalf  of  M.  J. 
Martin  &  Son,  Inc.,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  south  side  of  West  230th 
street,  110.62  feet  east  of  Exterior 
street,  The  Bronx. 

cal.  no.  1437-24-BZ — Application,  December  5,  1924,  under 
the  building  zone  resolution,  of  Charles 
Moscarelli,  owner,  to  permit,  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1265-1271  60th  street,  Brook¬ 
lyn. 

cal.  no.  327-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution!  of  Richard 
Shutkind,  architect,  on  behalf  of  Rich¬ 
ard  Schmidt,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  an  extension  to  a  dry  clean¬ 
ing  establishment;  premises  162-166 
Prospect  street,  Long  Island  City, 
Queens. 

cal.  no.  354-25-BZ — Application,  April  1,  1925,  under  the 
building  zone  resolution,  of  A.  M. 
Davis,  applicant  and  attorney  for  Her¬ 
bert  M.  Metzger  and  Amy  M.  Lindau, 
owners,  to  permit  in  a  residence  district 
the  alteration  and  extension  of  an  exist¬ 
ing  dwelling  to  be  used  for  business 
purposes;  premises  55  East  60th  street, 
Manhattan. 

cal.  no.  376-25-BZ — Application,  April  8,  1925,  under  the 
building  zone  resolution,  of  Charles  H. 
Richter,  architect,  Jane  A.  Moorehead 
and  Helen  G.  Moorehead,  owners,  Elias 
Tanell,  lessee,  to  permit  in  a  residence 
district,  the  erection  and  maintenance 
of  an  extension  to  an  existing  building, 
to  be  used  for  store  purposes ;  premises 
310  Second  avenue,  northeast  corner  of 
East  18th  street,  Manhattan. 

cal.  no.  398-25-BZ — Application,  April  13,  1925,  under  the 
building  zone  resolution,  of  Louis  Allen 
Abramson,  applicant,  on  behalf  of  De 
Kalb  Realty  Corporation,  owner,  to  per¬ 
mit  in  an  unrestricted  district  and  on 
a  portion  of  a  street  between  two  in¬ 
tersecting  streets,  in  which  portion 
there  exists  an  exit  from  or  an  entrance 
to  a  public  school,  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  3655-3663  Third  avenue,  The 
Bronx. 

CAL.  no.  1 191-23-BZ — Application,  May  26,  1925,  under  the 
building  zone  resolution,  of  Nathan 
Langer,  architect,  on  behalf  of  Com¬ 
monwealth  Savings  Bank,  owner,  to 
permit  in  a  residence  district  the  omis¬ 
sion  of  a  rear  yard  required  under  the 
zoning  resolution  (previously  granted 
by  the  board  as  to  use  district  varia¬ 
tion — erection  of  a  garage.)  ;  premises 
425-431  West  209th  street,  Manhattan. 

William  E.  Walsh.  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  June  23,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders 
254-25- A— 398-408  Washington  street,  Manhattan. 
213-21-A — 125-137  Navy  street,  236-242  Johnson  street  aj 
64-66  Raymond  street,  Brooklyn. 

16-24-A — 1342  Park  avenue,  Manhattan. 

588-23-A — East  side  Church  street,  200  ft.  north  of  Raj 
road  avenue,  Tottenville,  S.  I.,  Richmoij 
1177-24-A — 79-89  Seventh  avenue,  Manhattan. 

1247-24-A — 202  Flatbush  avenue,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appej 
of  a  public  hearing  under  the  provisions  of  the  building  zo 
resolution,  Tuesday  afternoon,  June  23,  1925,  at  2  o’cloc 
in  Room  1013,  Municipal  Building,  on  the  following  m.i 
ter: 

cal.  no.  379-25-BZ— Application,  April  27,  1925,  under  t 
building  zone  resolution,  of  Walt! 
Scheminger,  applicant  and  owner, 
permit  in  a  business  district  the  ere 
tion  and  maintenance  of  a  garage  f 
the  storage  of  more  than  five  (5)  m 
tor  vehicles  and  also  a  motor  vehi 
repair  shop ;  premises  350-354  Bros 
way,  southwest  corner  of  Cary  avem 
West  New  Brighton,  Staten  Islai  | 
Richmond. 

cal.  no.  335-25-BZ — Application,  March  27,  1925,  under  t 
building  zone  resolution,  of  Alfred  '< 
Boulton,  applicant,  on  behalf  of  T 
Stuyvesant  Real  Estate  Co.,  Inc.,  own  J 
to  permit  in  a  business  district  extern 
ing  from  an  unrestricted  district  t 
erection  and  maintenance  of  a  garaj 
for  the  storage  of  more  than  five  ( j 
motor  vehicles ;  premises  89-99  Gran  j 
street,  Brooklyn. 

cal.  no.  33S-25-BZ — Application,  March  28,  1925,  under  t 
building  zone  resolution,  of  Euell 
Euell,  architects,  on  behalf  of  Bernar 
Affinito,  owner,  to  permit  in  a  busim 
district  the  erection  and  maintenan 
of  a  garage  for  the  storage  of  mo 
than  five  (5)  motor  vehicles;  premis 
1295  Cromwell  avenue,  northwest  cr 
ner  of  West  169th  street,  The  Bronx. 
cal.  no.  1057-24-BZ — Application,  August  20,  1924,  und 
the  building  zone  resolution,  of  Jam 
J.  Walker,  applicant,  on  behalf 
William  A.  Cameron,  owner,  to  pern 
partly  in  a  residence  district  and  part 
in  a  business  district  the  erection  of 
garage  for  the  storage  of  more  than  fi 
(5)  motor  vehicles,  and  also  within 
“B”  area  district,  the  omission  of  tl 
rear  yard  required  by  the  zone  res 
lution ;  premises  northwest  corner  182t! 
street  and  Folin  street,  The  Bronx. 
cal.  no.  458-25-BZ — Application,  April  29,  1925,  under  tl 
building  zone  resolution,  of  William 
Doyle,  applicant,  on  behalf  of  Willia. 
Kolle,  owner,  to  permit  in  a  busine: 
district  the  erection  and  maintenance 
a  garage  for  the  storage  of  more  th: 
five  (5)  motor  vehicles;  premises  19 
210  16th  street,  Brooklyn. 

cal.  no.  545-24-BZ — Application,  May  12,  1925,  under  t; 

building  zone  resolution,  of  Henry 
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■tig  -  - 

Perlin,  applicant,  on  behalf  of  Bertha 
Freitag,  owner,  previously  dismissed  for 
lack  of  prosecution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga¬ 
rage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the 
premises ;  premises  380  Etna  street, 
Brooklyn. 

William  E.  Walsh.  Chairman. 

BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  June  26,  1925,  at  2  p.  m. 

Rule. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  June  30,  1925,  at  2  />.  m. 

[Building  Zone  Cases. 

502-24-BZ.  ,  „ ,  .  „ 

APPLICANT— William  F.  Doyle,  for  Morris  Pomerantz, 

PREMISES— East  side  of  New  York  avenue,  185.92  ft. 

north  of  South  street,  Jamaica,  Borough  of  Queens. 
TO  PFRMIT  in  a  business  district  extending  from  an  un- 
.  restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 


1534-24-BZ.  ,  T  .  . ,  ,  , 

APPLICANT— William  J.  Conway,  for  John  Muldoon, 

owner.  _  .  . 

PREMISES— 64-68  West  9th  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


142-25-BZ. 

APPLICANT— Irene  Thatcher,  owner. 

PREMISES — 1720-30  Coney  Island  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

APPLICANT— Philip  J.  Sinnott,  for  Harry  J.  Lippe,  Jr., 
owner. 

PREMISES— 1214-1216  Lind  avenue,  I  he  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
L  five  (5)  motor  vehicles. 


APPLICANT— Benjamin  Bag,  for  Bay  Ridge  Building 
Materials  Corporation,  owner. 

PREMISES— 244  69th  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  maintenance  ot 
a  "building  material  storage  yard. 


APPLICANT— William  H.  Kelioe,  for  Horlick  Realty 
Corp.,  owner. 

PREMISES— 1026-1042  Liberty  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  ot  a  ga¬ 
rage  for  the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles. 


APPLICANT— William  F.  Doyle,  for  B.  Martin,  owner. 


PREMISES — 1134  Pacific  street,  Brooklyn. 

TO  PERMIT  in  residence  district  the  maintenance  of  a 
dancing  and  banquet  hall. 

412-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Rosie  Kellner, 
owner. 

PREMISES — 840  Washington  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  an  apartment  house,  the  1st  story  to  be 
used  lor  store  purposes. 

428-25-BZ. 

APPLICANT— Louis  A.  Sheinart,  for  Jerome  Hatch 
Realty  Corp.,  owner. 

PREMISES— 101-111  Linden  street,  Brooklyn. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

571-25-BZ. 

APPLICANT — Amin  Mcrhige,  owner. 

PREMISES— 345-351  39th  street,  Brooklyn. 

TO  PERMIT  in  a  one  and  one-half  times  height  district 
the  erection  of  the  street  wall  to  a  height  exceed¬ 
ing  the  limit  required  by  the  building  zone  resolu¬ 
tion.  i 

A 

384-25-BZ. 

APPLICANT— Richard  J.  Cullinan,  for  John  H.  Hayes, 

owner. 

PREMISES— 547-551  West  133rd  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

497-25-BZ. 

APPLICANT— John  W.  Clancy,  for  Sally  B.  Crane,  owner. 

PREMISES— 2180-2182  Folin  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  June  30,  1925,  at  10  a.  tn. 

Appeals  from  Administrative  Orders. 

331-24-A— 508-534  West  212th  street,  Manhattan. 

69-25- A— 2  West  106th  street  and  451  Central  Park,  West, 
Manhattan. 


190-25-A— 526  Fulton  street,  Brooklyn. 

236-25-A — 1380  Metropolitan  avenue,  East  Williamsburgh, 
Queens. 

1175-24-A— 628-642  West  45th  street,  Manhattan. 

969-24-A— 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

235-25-A— 217-219  West  126t’n  street,  Manhattan. 
278-25-A — 280  Broadway,  Manhattan. 

381-25-A— 1229-1231  Gerard  avenue,  The  Bronx. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  June  30,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 


CAL. 


NO. 


1425-24-BZ— Application,  December  3,  1924>  ^.der 

the  building  zone  resolution,  of  William 
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F.  Doyle,  applicant,  for  Mrs.  Theresa 
Browning,  owner,  Charles  Milgrim,  les¬ 
see,  to  permit  in  a  residence  district  the 
maintenance  of  a  factory  use  of  an  ex¬ 
isting  building;  premises  231  West  74th 
street,  Manhattan. 

cal.  no.  289-25-BZ — Application,  March  13,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Max 
Zaubler,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  an  existing 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  553-559 
11th  street,  Brooklyn. 

cal.  no.  291-25-BZ — Application,  March  16,  1925,  under  the 
building  zone  resolution,  of  Hollywood 
Garage  Corp.,  applicant  and  owner,  to 
permit  in  a  business  district  the  altera¬ 
tion  and  enlargement  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  238-244  East  64th 
street  and  1207-1209  Second  avenue, 
Manhattan. 

cal.  no.  ,400-25-BZ— Application,  April  13,  1925,  under  the 
building  zone  resolution,  of  James 
Kearney,  applicant,  on  behalf  of  Barnet 
Simowitch  and  Abe  Frank,  owners,  to 
permit  the  alteration  and  also  the  con¬ 
version  of  occupancy  of  a  building  used 
as  a  storage  warehouse  to  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  247-249  West 
69th  street,  Manhattan. 

cal.  no.  1429-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Flart,  architect,  on  behalf  of  John 
J.  Daly  and  Max  L.  Fried,  owners,  to 
permit  in  a  business  district  the  main¬ 
tenance  of  a  motor  vehicle  repair  shop ; 
premises  1012-1018  Avenue  St.  John, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  June  30,  1925,  at  2  p.  tn. 

Petitions  for  Variations. 

203-25-S — 28-46  Roebling  street,  220-230  North  10th  street 
and  219-229  North  9th  street,  Brooklyn. 

393-25-S — 127-133  West  17th  street,  Manhattan. 

425-25-S — 304  Fifth  avenue,  Manhattan. 

427-25-S — 32  Great  Jones  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

18-24- S— 14-16  East  38th  street,  Manhattan. 

1463-24-S — 8  West  29th  street,  Manhattan. 

320-25-S— 145-147  West  27th  street,  Manhattan. 

347-25-S — 47  Christopher  street,  Manhattan. 

387-25-S — Southwest  corner  of  University  place  and  12th 
street,  Manhattan. 

1102-24-S- — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

1525-24-S — 107  East  31st  street,  Manhattan. 

1412-23-S — 174  Duffield  street,  Brooklyn. 

718-18-S — 17-23  East  Broadway,  Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

Appliance  Submitted  for  Approval. 

1305-24-SA — International  Furnace  Burner,  approval  of. 
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BOARD  OF  APPEALS. 

Tuesday,  July  7,  1925,  at  10  a.  m. 


Appeals  from  Administrative  Orders. 
302-25-A— 207-209  East  49th  street,  Manhattan. 
336-25-A — 46  Old  Broadway,  Manhattan. 
349-25-A — 210  East  63rd  street,  Manhattan. 
356-25- A — 628  Lexington  avenue,  Manhattan. 
360-25-A — 695  Atlantic  avenue,  Brooklyn. 
390-25-A — 3064-3088  Atlantic  avenue,  Brooklyn. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  July  7,  1925,  at  2  p.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appe? 
of  a  public  hearing  under  the  provisions  of  the  building  zo 
resolution,  Tuesday  afternoon,  Jidy  7,  1925,  at  2  o’cloc 
in  Room  1013,  Municipal  Building,  on  the  following  m. 
ter : 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  und 
the  building  zone  resolution,  of  Joi; 
W.  Clancy,  applicant,  on  behalf 
Valbalia  Corporation,  owner,  t">  pern 
in  a  business  district  the  erection  as 
maintenance  of  a  garage  for  the  sto 
age  of  more  than  five  (5)  motor  v 
hides;  premises  341  East  184th  stre< 
northwest  corner  of  Marion  avenu 
The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  July  14,  1925,  at  10  a.  tn. 

Appeals  from  Administrative  Orders. 

1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 

294-25-A — 62  Stanhope  street,  Brooklyn. 

369-25-A — 284  Chauncey  street,  Astoria,  Queens. 

372-25-A — 2343  Hughes  avenue,  The  Bronx. 

404-25-A — 135-147  East  8th  street,  Manhattan. 

418-25-A — 1681-1685  Broadway,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appea 
of  a  public  hearing  under  the  provisions  of  the  building  zoi 
resolution,  Tuesday  morning,  July  14,  1925,  at  10  o’cloc'. 
in  room  1013,  Municipal  Building,  on  the  following  matter 

cal.  no.  378-24-BZ — Application,  March  11,  1924,  under  tl 
building  zone  resolution,  of  John 
Uunmgan,  applicant,  on  behalf  of  Hes 
Realty  Co.,  Inc.,  owner,  to  permit  in 
business  district  the  erection  and  mair 
tenance  of  a  garage  for  the  storage  c 
more  than  five  (5)  motor  vehicles 
premises  1101-1109  Union  avenue,  Tl 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  July  14,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

1467-24-S — 22  Queens  ‘street,  Long  Island  City,  Queens. 
119-25-S — 302-22  Butler  street,  Brooklyn. 


CALENDAR 


.05.S — 191-495  Seventh  avenue,  Manhattan. 
-25-S— 152  West  24th  street,  Manhattan. 
-25-S— 118  Forsyth  street,  Manhattan. 

, -25-S— 138-140  East  25th  street,  Manhattan. 
i-24-S — 20  East  31st  street,  Manhattan. 

.23-S _ 232-234  West  37th  street,  Manhattan. 

_25-S _ 208-210  West  27th  street,  Manhattan. 

,. 25-S— 338-340  Flushing  avenue,  Brooklyn. 


42G-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

430-25-S — 365-367  Canal  street,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  July  28,  1925,  at  10  a.  in. 
Appeal  from  Administrative  Order. 
904-24- A — 235-239  West  23rd  street,  Manhattan. 


MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  JUNE  16,  1925 
resent:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
mison,  Holland,  Connell  and  Fire  Chief  Kenlon. 
he  minutes  of  the  regular  meeting  of  the  board  ot 
eals  held  on  Tuesday  morning,  June  9,  1925  and  the 
utes  of  the  special  meeting  of  the  board  of  appeals, 
l  on  Tuesday  afternoon,  June  9,  1925,  were  approved 
>rinted  in  the  Bulletin,  No.  24,  \  ol.  X. 

PEALS  FROM  ADMINISTRATIVE  ORDERS. 

7-124-A. 

PELLANT — Street  &  Smith  Corporation, _  owner. 
BJECT— Appeal  from  order  of  fire  commissioner. 
EMISES  AFFECTED— 79-89  Seventh  avenue,  Man¬ 
hattan. 

’PEARANCES— 

For  Appellant:  Murray  Hulbert. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

TION  OF  BOARD — Laid  over  to  June  23,  1925,  at 
2  p.  m.,  on  request  of  appellant  s  representative. 

-24- A 

'PELLANT— Eastman  Kodak  Company,  owner. 
BJECT— Appeal  from  order  of  fire  commissioner. 
EMISES  AFFECTED— 235-239  West  23rd  street, 
Manhattan. 

’PEARANCES — 

For  Appellant:  Murray  Hulbert. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

.TION  OF  BOARD — Laid  over  to  July  28,  1925,  at 
10  a.  m.,  on  request  of  appellant’s  representative, 
to  comply  with  order. 

7-24- A 

’PELLANT— Abel  I.  Smith,  for  George  J.  McFad- 
den  Co.,  Inc.,  lessee.  .  . 

!BJECT— Appeal  from  order  of  fire  commissioner. 
'.EMISES  AFFECTED— 202  Flatbush  avenue, 
Brooklyn. 

’PEARANCES— 

For  Appellant:  Murray  Hulbert. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

TION  OF  BOARD— Laid  over  to  June  23,  1925,  at 
2  p.  m.,  on  request  of  appellant’s  representative, 
pending  action  of  fire  department. 

J-25-A. 

’PELLANT— The  Frank  A.  Munsey  Company, 

owner.  .  . 

JBJECT— Appeal  from  order  of  fire  commissioner. 
DEMISES  AFFECTED— 280  Broadway,  Manhattan. 
PPEARANCES— None. 

TION  OF  BOARD— Laid  over  to  June  30,  1925,  at 
10  a.  m.,  on  written  request. 


381-25-A. 

APPELLANT— I.  Margon  and  C.  Glaser,  for  Gerard 
Avenue  Construction  Co.,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 1229-1231  Gerard  avenue, 
The  Bronx. 

APPEARANCES— 

for  Appellant:  Joseph  Sultan. 

ACTION  OF  BOARD — Laid  over  to  June  30,  1925,  at 
10  a.  m.,  on  request. 

1447-24-A. 

APPELLANT— Keiner  Williams  Stamping  Co.,  owner. 
SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 8746  123rd  street,  Rich¬ 
mond  Hill,  Queens. 

APPEARANCES—  .  . 

For  Appellant:  Frederick  Fullhardt. 

For  Administration:  Inspector  Maher  of  fm 
department. 

ACTION  OF  BOARD— Laid  over  to  July  14,  1925,  at 
10  a.  m.,  on  request  of  appellant’s  representative. 


308-25-A.  .  . 

APPELLANT— Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Kohar  Realty  Co.  and  City  of 
New  York,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
APPEARANCES— 

PREMISES  AFFECTED— 25-27  Thames  street,  Man¬ 
hattan. 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fir* 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Hol¬ 
land  .  6 

Negative  . 0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(308-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  Kohar  Realty  Co.,  owner,  filed,  March  19, 
1925,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  25-7  Thames 
street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  12,  1924,  reads: 

“Order  No.  67501-F : 

“1.  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  first  story,  which  arc 
distant  in  a  direct  line  less  than  30  ft.  from  any  open¬ 
ing  in  any  other  building  and  not  in  the  same  plane 
with  said  openings,  and  which  are  not  more  than  50 
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ft.  above  a  neighboring  roof  at  north  and  east  sides 
of  building  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height,  having  a  frontage  of  74  ft.  on  Thames  street  and 
a  frontage  of  56  ft.  10  in.  on  Greenwich  street;  OCCU¬ 
PIED  for  offices  and  light  manufacturing,  102  persons 
above  the  1st  story;  and 

Whereas,  there  are  four  windows  in  the  north  wall  on 
the  6th  and  7th  stories  within  50  ft.  of  the  roof  of  a  five- 
story  building  to  the  north;  two  windows  on  the  6th  and 
7th  stories  in  the  easterly  wall,  south,  within  50  ft.  of 
the  roof  of  a  five-story  building  to  the  east,  and  also  7 
windows  in  the  easterly  court  on  each  story  above  the  1st 
story  within  30  ft.  from  openings  in  a  five-story  building 
to  the  east  and  within  50  ft.  of  the  roof  of  a  three-story 
building  and  one-story  extension  to  the  east;  and 

Whereas,  appellant  proposes  to  provide  iron  shutters  on 
openings  in  the  north  wall  on  the  6th  and  7th  stories  and  also 
on  the  openings  on  the  6th  and  7th  stories  in  the  east  gable 
wall 


supply  (sufficient  only  for  daily  needs)  of  inflammable  chei 
cals,  stored  in  sealed  containers,  in  the  premises,  and  f 
ther  contends  having  been  located  on  the  premises  for 
years  and  being  lessee  and  consequently  unable  to  nu 
changes  in  the  occupancy  of  the  building;  and 

Whereas,  permits  have  been  in  force  since  1914  for 
same  and  like  occupancy,  and  this  order  was  issued  due 
a  workshop  (manufacturing  and  assembly  of  metal  gooc 
over  the  premises,  which  the  board  deemed  was  not  h 
ardous. 

Resolved,  that  the  order  of  the  fire  commissioner  be  s 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
granted  on  condition  that  the  use  and  operation  of  ’ 
drug  and  chemical  supply  business  on  these  premises  sh 
be  restricted  to  medicines  or  drugs,  maintained  in  metal,  gl; 
or  original  containers ;  and  that  the  quantities  and  compoui 
shall  be  restricted  to  the  conditions  permitted  heretofc 
under  permit  in  force  issued  by  fire  commissioner  since  19 


1085-23-A. 


Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  windows  in  the  northerly  gable 
wall,  above  roof  of  adjoining  premises,  and  in  the  easterly 
wall,  above  the  roof  of  the  adjoining  five-story  building,  shall 
be  equipped  with  iron  shutters  or  other  approved  fire  pro¬ 
tection. 


1516-24-A. 

APPELLANT — L.  I.  Widder  &  Co.,  Inc.,  lessee. 
SUBJEC1 — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 502  West  Broadway,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Henry  Regelmann. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and  Hol¬ 


land  .  g 

Negative  .  q 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION: 

(1516-24-A) 


Whereas,  L.  E.  Widder  &  Co.,  Inc.,  lessee,  filed,  Sep¬ 
tember  30,  1924,  an  appeal,  with  the  board  of  appeals,  from 
an  order  of  the  fire  commissioner,  affecting  premises  502 
West  Broadway,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Sep¬ 
tember  9,  1924,  reads: 

“With  reference  to  your  application  dated  June  23, 
1924,  for  a  permit  to  maintain  a  wholesale  drug  store 
at  the  above  location  I  regret  to  inform  you  that  I  am 
without  power  to  grant  such  a  permit  for  the  reason 
that  the  building  is  occupied  as  a  workshop  on  the  3rd 
and  5th  stories  as  per  Section  272,  Subdivision  C,  Chap¬ 
ter  10,  Code  of  Ordinances. 

“You  are  therefore  ordered  to 

“Discontinue  the  business  of  a  wholesale  drug  and 
chemical  supply  house  on  the  above  mentioned  prem¬ 
ises."  ; 
and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  75  ft.  in  area  at  1st  storv  and  25  ft  b” 
69  ft.  in  area  above.  OCCUPIED :  1st  story,  wholesale 
drug  and  chemical-  supply  house,  4  persons ;  2nd  story,  metal 
company,  5  persons;  3rd  and  4th  stories,  vacant  at  pres- 
ent!  5th  story,  metal  plating,  4  persons;  and 
Whereas,  appellant  contends  that  the  ceiling  of  the  1st 
story  is  protected  with  metal;  that  there  is  only  a  small 


APPELLANT — United  Dressed  Beef  Co.,  owner. 

SUBJEC1 — Appeal  from  order  of  fire  commissioner. 

P REMISES  Ah  FECTED — 778-786  First  avenue,  4C 
414  East  44th  street  and  405-413  East  43 
street,  Manhattan. 

APPEARANCES— 

For  Appellant:  Franklin  Malone  and  D.  Ma 
farlane. 

For  Administration:  Inspector  Carroll  of  fi 
department. 

AC1ION  OF  BOARD — Appeal  granted  on  conditic 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

CONDI  1  IONS — As  specified  in  resolution. 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon  . 

Negative:  Mr.  Dowd  . 

Absent  . 


THE  RESOLUTION: 

(1085-23-A) 

Whereas,  United  Dressed  Beef  Co.,  owner,  filed,  Se 
tembei  13,  1923,  an  appeal,  with  the  board  of  appeals,  fro 
an  order  of  the  fire  commissioner,  affecting  premises  77 
786  First  avenue,  400-414  East  44th  street,  405-413  Ea 
43rd  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Apt 
11,  1923,  No.  45071-F,  reads: 

Install  a  standpipe  system  with  risers  4  inches  ! 
diameter  *  *  *”  • 
and 


Whereas,  the  building  is  non-fireproof,  “L”-shape,  foi, 
stones  in  height,  260  ft.  front  on  East  44th  street,  100  f! 
tront  on  hirst  avenue  and  130  ft.  front  on  East  43rd  stre 
(39,000  sq.  ft.),  separated  into  small  sections  by  fore  ai: 
aft  brick  partition  walls;  OCCUPIED  as  an  abbatoir,  21 
employees;  and 

•  Whereas,  appellant  contends  a  sprinkler  system  is  bein 
installed,  which  will  afford  ample  fire  protection;  and 
Whereas,  the  appeal  was  granted  by  the  board  at  ill 
meeting  on  November  13,  1923,  on  condition  that  a  twc 
source  sprinkler  system  be  installed  in  accordance  with  tli 
rules  of  the  board  and  so  long  as  subdivision  of  the  floe 
area  remains  substantially  unchanged ;  and 
V  hereas,  appellant  has  installed  the  sprinkler  system,  bt; 
lequests  a  modification  of  the  rules  to  permit  more  tha: 
400  heads  in  one  dry  pipe  valve,  and  objection  of  the  fir 
commissioner,  rendered  March  24,  1925,  Order  No.  551-2 
reads : 


1.  No  more  than  400  heads  may  be  permitted  r 
one  dry  pipe  valve.”; 
and 


Whereas,  appellant  contends  that  he  has  installed 
celerators  on  the  dry  pipe  valves. 
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= 


Iiesolved,  that  the  order  of  the  fire  commissioner  be 
1  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
,, ra„ted  on  condition  that  a  two-source  sprinkler  system 
11  be  installed  in  accordance  with  the  rules  of  the  board 
standards  and  appeals;  and  granted  only  so  long  as 
subdivision  of  floor  area  as  indicated  on  plans  hied  m 
s  appeal  shall  remain  substantially  unchanged. 


r-25-A. 

jpELLANT— Robert  H.  Morris,  for  Mary  L.  Morris, 

owner.  .  . 

JBJECT — Appeal  from  order  of  fire  commissioner. 
DEMISES  AFFECTED— 10  Grove  street,  Manhattan. 

PPEARAN CES — 

For  Appellant:  Alfred  W.  Morris. 

For  Administration:  Inspector  Lynch  of  fire 

department.  . 

JTION  OF  BOARD — Appeal  granted  on  condition. 
)NDITIONS — As  specified  in  resolution. 

HE  VOTE—  „  t  t  w 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  u 

THE  RESOLUTION: 

(167-25- A) 

Whereas,  Robert  H.  Morris,  for  Mary  L.  Morris,  owner, 
ed,  February  9,  1925,  an  appeal,  with  the  board  of  ap- 
als,  from  an  order  of  the  fire  commissioner,  affecting 
emises  10  Grove  street,  Manhattan ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  July 
I,  1924,  reads: 

“Referring  to  your  application  dated  Mar.  3,  1924,  tor 
a  permit  to  store  and  use  grade  B  fuel  oil  in  connection 
with  your  fuel  oil  burning  equipment,  you  are  hereby 
advised  that  a  recent  inspection  shows  that  the  follow¬ 
ing  must  be  done  as  prescribed  by  the  Fuel  Oil  Rules 
adopted  by  the  Board  of  Standards  and  Appeals,  befoie 
a  permit  may  be  issued: 

“1.  Plan  showing  in  detail  the  layout  of  the  fuel 
oil  equipment  must  be  filed  with  this  department  to¬ 
gether  with  a  certificate  of  the  superintendent  of  build 
ings  showing  the  present  construction  of  the  enclosure, 
and  the  location  of  the  tank  is  in  accordance  with  the 
requirements  of  the  Building  Code  and  these  rules. 

“Tank  in  use  is  not  considered  as  an  auxiliary  sup¬ 
ply  tank,  hence,  gravity  feed  is  not  permitted— Rule 

22A  &  34.  , 

“Installation  of  fuel  oil  burning  equipment  must  be 
in  accordance  with  approved  plan.’  ; 

id  . 

Whereas,  the  building  is  non-fireproof,  2l/2  stones  m 
eight,  18  ft.  by  32  ft.  in  area;  OCCUPIED  as  a  dwelling; 

ad 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
ansisting  of  a  60  gallon  fuel  oil  tank  (gravity  flow),  a 
lichmond  gravity  fuel  oil  burner  and  the  necessary  valves 
nd  piping  to  make  a  complete  installation ;  and 
Whereas,  appellant  contends  that  practical  difficulties  pi>.- 
ented  the  installation  of  a  storage  tank  and  that  the  GO 
allon  tank  takes  the  place  of  a  so-called  auxiliary  tank. 
Resolved,  that  the  order  of  the  fire  commissioner  be  and 
t  hereby  is  modified,  and  the  appeal  be  and  it  here  >\  is 
•ranted,  only  so  far  as  it  affects  the  single  60  gallon  tank, 
>n  condition  that  the  fuel  oil  burning  equipment  shall  be 
astalled  and  otherwise  maintained  in  accordance  with  the 
uel  oil  rules  of  the  board  of  standards  and  appeals. 


■xi-wrv  - 

APPELLANT— Duchness  Neckwear  Co.,  Inc.,  lessee. 
SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 17  West  17th  street,  Man¬ 
hattan. 


APPEARANCES— 

For  Appellant:  Joseph  A.  Lockwood. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  7 

Negative  .  11 

Absent  .  0 

THE  RESOLUTION: 

(317-25-A) 

Whereas,  Duchess  Neckwear  Co.,  Inc.,  lessee,  filed. 

March  24,  1925,  an  appeal,  with  the  board  of  appeals,  from 
an  order  of  the  fire  commissioner,  affecting  premises  17 
West  17th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
February  25,  1925,  reads : 

“Referring  to  your  application  dated  December  8, 

1924,  to  transfer  permit  No.  105411  dated  to  expire 
on  June  27,  1925,  from  premises  No.  29  West  17th 
Street-  to  17  West  17th  Street,  I  regret  to  inform  you 
that  your  application  has  been  disapproved  for  the  rea¬ 
son  that  the  latter  building  in  parts  is  used  for  the 
manufacture,  storage  or  sale  of  materials  of  a  highly 
inflammable  nature. 

“You  are,  therefore,  hereby,  ordered  to : 

“1.  Discontinue  the  storage  of  gasoline  on  these 
premises  contrary  to  the  provisions  of  Sections  112-2C, 
176  and  114-2,  Chapter  10,  Code  of  Ordinances.”; 

and  .... 

Whereas,  the  building  is  fireproof,  11  stories  in  height. 
53  ft.  by  87  ft.  in  area;  OCCUPIED  as  a  tenant  factory, 
approximately  198  persons  above  the  1st  story;  appellant 
occupying  the  5th  story  for  the  manufacture  of  neckwear 
and  using  five  gallons  of  benzine  for  cleaning  and  dyeing 
purposes;  the  building  is  equipped  with  a  sprinkler  and 
standpipe  system ;  and 

Whereas,  appellant  contends  that  the  five  gallons  of  ben¬ 
zine  are  stored  in  a  safety  can,  which  is  located  on  an  iron 
platform  outside  the  building  and  that  only  a  small  quan¬ 
tity  is  used  at  one  time  for  manufacturing  purposes;  and 
contends,  further,  that  it  is  necessary  to  have  this  small 
amount  of  benzine  on  hand  in  order  to  conduct  the  business. 

Resolved,  that  the  order  of  the  fire  commissioner  be  arid 
it  hereby  is  modified ,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  volatile  oil  on  the  premises 
shall  be  limited  to  benzine  and  the  quantity  shall  not  ex¬ 
ceed  two  (2)  gallons,  maintained  in  an  approved  safety  can. 


392-25-A. 

APPELLANT — Samuel  Rosenblum,  for  Vulcan  Button 
Works,  Inc.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 15  West  17th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Lynch  of  fire 

department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE- 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION  : 

(392-25-A) 

Whereas,  Samuel  Rosenblum,  for  \  ulcan  Button  \\  orks, 
Inc.,  lessee  of  7th  story,  filed,  April  11,  1925,  an  appeal, 
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with  the  board  of  appeals,  from  an  order  of  the  fjre  com¬ 
missioner,  affecting  premises  15  West  17th  street,  7th  story, 
Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
February  25,  1925,  reads : 

“Order  No.  28296-LC : 

“You  are  hereby  notified  that  an  inspection  of  prem¬ 
ises  15  West  17th  Street,  Manhattan,  used  for  the  stor¬ 
age  of  nitro-cellulose  material,  shows  that  the  follow-, 
ing  must  be  done  before  permit  requested  by  you  can 
be  issued : 

“1.  Reduce  the  quantity  of  nitro-cellulose  products 
on  your  premises  to  one  hundred  (100)  pounds,  or  less, 
Section  232-2-1,  Chapter  10,  Code  of  Ordinances. 

“11.  Pressure  tank  of  sprinkler  system  must  contain 
not  less  than  5,000  gallons  of  water.”; 

and 

Whereas,  the  building  is  fireproof,  11  stories  in  height, 
28  ft.  by  84  ft.  in  area;  OCCUPIED  as  a  tenant  factory, 
124  persons  above  the  1st  story  (the  10th  story  being  vacant 
at  present),  appellant  occupying  the  7th  story  for  "the  manu¬ 
facture  of  celluloid  buttons ;  the  capacity  of  the  pressure 
tank  being  5,000  gallons,  but  as  one-third  of  the  tank  must 
be  air  under  pressure,  the  water  content  is  3,333  gallons; 
and 

Whereas,  appellant  contends  that  in  addition  to  the 
pressure  tank  there  is  a  10,000  gallon  gravity  tank  on  the 
building ;  that  the  celluloid  is  properly  carried  in  a  cabinet, 
vented  to  the  outer  air  with  sprinkler  head  inside  of  same, 
and  appellant  requests  permission  to  store  200  lbs.  of  cellu¬ 
loid  on  the  premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal,  as  to  Item  1,  be  and 
it  hereby  is  denied;  and,  as  to  Item  11,  be  and  it  hereby  is 
granted  on  condition  that  an  approved  gravity  tank,  with 
a  reserve  supply  of  5,000  gallons  for  the  sprinkler  and  3,500 
gallons  for  the  standpipe  system,  shall  be  maintained  in  addi¬ 
tion  to  the  present  pressure  tank. 


312-25-A. 


APPELLANT — Samuel  Rosenblum,  for  L.  H.  Stern, 
Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 56-60  Pearl  St.,  Brooklyn 
APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 


ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE- 


Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION; 

(312-25-A) 

"V  hereas,  Samuel  Rosenblum,  for  L.  H.  Stern,  Inc , 
owner,  filed,  March  21,  1925,  an  appeal,  with  the  board  of 
appeals,  irom  an  order  of  the  fire  commissioner,  affectm" 
premises  at  Nos.  56-60  Pearl  street,  Borough  of  Brooklyn; 

Whereas,  the  order  of  the  fire  commissioner,  dated 

February  19,  1925,  reads:  : 

“Order  No.  71807-F: 

1.  Provide  iron  shutters  at  all  openings  in  the  ex¬ 
terior  wall  above  1st  story  which  are  distant  in  a  di- 
rect  hne  less  than  30  ft.  from  any  opening  in  anv 
other  building  and  not  in  the  same  plane  with  said 
openings  and  which  are  not  more  than  50  ft.  above 
a  neighboring  roof  at  north  side  of  buildings,  or  other 
approved  protection,  as  per  Sec.  375,  Article  18,  Chan¬ 
ter  5  of  the  Code  of  Ordinances.” ; 
and 


Whereas,  the  building  is  non-fireproof,  six  stories 
height,  having  a  frontage  of  75  ft.  on  Pearl  street 'ai 
47  ft.  5  in.  on  Water  street;  OCCUPIED  for  the  man 
facture  of  smoking  pipes  on  the  1st  and  5th  stories,  ind 
sive,  and  on  the  6th  story  for  the  manufacture  of  t 
boxes,  149  persons  above  the  1st  story;  and 

Whereas,  there  are  six  openings,  in  the  northerly  wa 
on  each  story  above  the  1st  story  which  are  within  50 
of  the  roof  of  a  one-story  shed  and  also  less  than  30  1 
from  the  openings  in  and  within  50  ft.  of  the  roof  of 
two-story  _  garage  located  25  ft.  6  in.  to  the  north  of  ti 
premises  in  question ;  and 

Whereas,  appellant  contends  that  the  25  ft.  6  in.  wk 
plot  lying  to  the  north  is  under  the  same  ownership  ; 
the  premises  in  question ;  that  the  garage  is  25  ft.  6  i 
distant  and  that  the  openings  in  the  garage  wall  are  si™ 
(2  ft.  by  3  ft.  6  in.  in  area)  and  that  the  premises  in  que 
tion  are  completely  protected  by  a  sprinkler  system. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
hereby  is  modified,  and  the  appeal  be  and  it  herebv 
granted  on  condition  that  any  windows  on  the  course  c 
fire  escapes,  stairhalls  or  elevator  shaft  of  these  premise 
on  north  side  shall  be  protected ;  and  granted  only  so  Ion 
as  all  openings  in  the  building  to  the  north,  adjoining,  sha 
be  equipped  in  accordance  with  the  code  of  ordinances 


c™??1J^N7'_Lannian  &  KemP>  Inc,  lessee. 
v>T3 or(Ier  of  fire  commissioner. 
DEMISES  AFFECTED — 20  Beekman  street,  Ma 
hattan. 

APPEARANCES— 

For  Appellant:  J.  R.  Noggle. 

For  Administration:  Inspector  Maher  of  fi 
department. 

rfiWTTnvcBOiARD~^peal  granted  on  conditio 
L^^^^IONS  As  specified  in  resolution. 

1  LLL  V  OTE — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  . 

Negative  . 

Absent  . 

THE  RESOLUTION: 

(232-25-A) 

Whereas,  Lanman  &  Kemp,  Inc,  for  M.  H.  Kem 
owner,  fi  ed,  February  25,  1925,  an  appeal,  with  the  boar 
of  appeals,  from  an  order  of  the  fire  commissioner,  ai 
fecting  premises  20  Beekman  street,  Manhattan;  and 

hereas,  the  order  of  the  fire  commissioner,  dated  D( 
cember  6,  1924,  reads: 

“Order  No.  69437-LF: 

2.  Provide  automatic  self-closing  attachments  t 
door  of  elevator  shaft  on  all  stories.  Sec.  20,  Ch.  IS 
Code  of  Ordinances.”  ; 

and 

\\  hereas,  the  building  is  non-fireproof,  five  stories  i: 
leight,  21  ft.  by  79  ft.  in  area  at  the  1st  story  and  21  fi 
by  ,0  ft.  in  area  above;  OCCUPIED  for  bottling  pro 
prietary  medicines;  1st  story,  8  persons;  2nd  story,  11  per 
sons;  3  persons  above  the  2nd  story;  and 
Whereas,  appellant  contends  that  the  upper  stories  ar 
practically  unoccupied  and  that  no  hazard  exists. 

Resolved  that  the  order  of  the  fire  commissioner  b 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereb' 
is  granted  on  condition  that  the  elevator  shaft  in  the  sub 
cellar  shall  be  enclosed  in  partitions  of  material  similar  9 
a  ance  of  enclosure,  and  that  the  doors  to  elevator  shaf 
rough  out  on  each  floor  shall  be  counterweighted,  equippei 
with  metal  chains  and  fusible  links. 

256-25-A. 

APPELLANT— Rudolph  P.  Miller,  for  B.  L.  W.  Con' 
struction  Corp,  owner. 

'  I  EJECT  Appeal  from  order  of  fire  commissioner. 
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PREMISES  AFFECTED— North  side  of  West  189th 
street,  between  Wadsworth  avenue  and  Wads¬ 
worth  terrace,  Manhattan. 

APPEARANCES— 

For  Appellant:  Rudolph  P.  Miller. 

For  Administration:  Inspector  Carroll  of  fire 

department.  .  . 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  1 

Negative  .  u 

Absent  .  0 

THE  RESOLUTION : 

(256-25-A) 

Whereas,  Rudolph  P.  Miller,  for  B.  L.  W.  Construction 
Corporation,  owner,  filed,  March  6,  1925,  an  appeal,  with 
the  board  of  appeals,  from  an  order  of  the  fire  comrms 
sioner,  affecting  premises  320  W adsworth  avenue,  Borough 
. of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  2,  1925,  reads:  : 

“Order  No.  70425-F:  . 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2/2  inch  regulation  hire 
Department  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  enclo¬ 
sure.  Each  outlet  to  be  provided  with  sufficient  feet 
of  2]/2  inch  standard  hose  attached  thereto.’’; 

and  .  .  . 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  85  ft.  6  in.  by  182  ft.  (13,130  sq.  ft.  within  exterior 
walls)  in  area;  divided  into  several  sections  (each  less  than 
5,000  sq.  ft.)  by  partition  walls;  OCCUPIED  as  a  tene¬ 
ment;  and 

Whereas,  appellant  contends  that  the  building  faces  on 
three  streets  and  that  the  rear  is  accessible  from  a  rear 
yard;  that  by  means  of  8  in.  interior  walls  the  building  is 
divided  into  several  sections,  each  less  than  10,000  sq.  ft. 
in  area,  and  that  other  enclosing  walls  within  the  building 
provide’  a  substantial  barrier  against  the  spread  of  fire. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  no  single  fire  area  shall  exceed 
5,000  sq.  ft. ;  that  a  public  corridor  shall  be  maintained  on 
each  story  throughout  from  the  apartments  at  either  end 
of  building  with  8  in.  walls  of  approved  masonry  ,  that  all 
openings  in  and  to  the  corridor  shall  be  provided  with  self- 
dosing,  fireproof  doors;  and  that  the  building  shall  not 
exceed  a  height  of  65  ft. 


THE  RESOLUTION: 


(255-25-A) 

W  hereas,  Rudolph  P.  Miller,  for  Ibhal  Realty  Company, 
Inc.,  owner,  filed,  March  6,  1925,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  2-14  Northern  avenue  and  731-735  West  177th 
street,  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  2,  1925,  reads: 

“Order  No.  69873-F: 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof,  with  neces¬ 
sary  check  valves  and  2l/2  inch  regulation  Fire  De¬ 
partment  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  en¬ 
closure.  Each  outlet  to  be  provided  with  sufficient 
feet  of  2l/2  inch  standard  hose  attached  thereto.”; 

and 

Whereas,  the  building  is  non-fireproof,  150  ft.  by  95  ft. 
(approximately  12,000  sq.  ft.  within  the  exterior  walls) 
in  area;  subdivided  into  several  sections  by  partition  walls; 
OCCUPIED  as  a  tenement;  and 

Whereas,  appellant  contends  that  the  building  faces  on 
two  streets  and  that  the  rear  is  accessible  from  the  rear 
yard ;  that  by  means  of  8  in.  interior  walls  the  building  is 
divided  into  several  sections,  each  less  than  10,000  sq.  ft. 
in  area,  and  that  other  enclosing  walls  within  the  building 
provide  a  substantial  barrier  against  the  spread  of  fire. 

Resolved,  that  an  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified ,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  no  single  fire  area  shall  exceed 
5,000  sq.  ft. ;  that  a  public  corridor  shall  be  maintained  on 
each  story  throughout  the  building  from  the  apartments  at 
either  end  of  building  with  8  in.  walls  of  approved  ma¬ 
sonry  ;  that  all  openings  in  and  to  the  corridor  shall  be 
provided  with  self-closing  fireproof  doors,  and  that  the 
building  shall  not  exceed  a  height  of  65  ft. 


255-25-A. 

APPELLANT— Rudolph  P.  Miller,  for  Ibhal  Realty 
Co.,  Inc.,  owner.  . 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 2-14  Northern  avenue, 

Manhattan. 

APPEARANCES— 

For  Appellant:  Rudolph  P.  Miller.  N 

For  Administration:  Inspector  Carroll  of  fire 

department.  .  . 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy.  Dowd.  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 
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1510-24-A.  ,  „  ,  ,  . 

APPELLANT— W.  T.  McCarthy,  for  J.  Goldstein, 

owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 1038  Ocean  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  W.  T.  McCarthy. 

For  Administration:  Inspector  Carroll  of  fire 

department. 

ACTION  OF  BOARD— Appeal  granted  on  condition,  and 
denied  in  part. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Holland 

and  Fire  Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(1510-24-A) 

Whereas,  W.  T.  McCarthy,  for  J.  Goldstein,  owner,  filed, 
December  22,  1924,  an  appeal,  with  the  board  of  appeals, 
from  a  decision  of  the  fire  commissioner,  affecting  premises 
1038  Ocean  avenue,  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  17,  1924,  an  acting  on  Alt.  Application  No.  1583- 
24,  reads : 

“3.  Standpipe  equipment  is  required  in  building  ex¬ 
ceeding  10,000  square  feet  in  area.  Plans  for  such 
system  must  be  filed  and  approved.” ; 

and 

Whereas,  under  date  of  May  13,  1925,  appellant  amended 
his  papers  to  include  the  objection  of  the  fire  commissioner, 
rendered  May  8,  1925,  Order  No.  96310-LC,  reading : 
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“1.  Place  fuel  oil  storage  tank  or  tanks  in  permanent 
position  and  make  hydrostatic  test  in  presence  of  an  in¬ 
spector  from  Fire  Department. 

“2.  Provide  a  hydrostatic  test  of  not  less  than  150 
pounds  per  square  inch  for  all  fuel  oil  carrying  pip- 
ing  *  *  ; 

and 

Whereas,  appellant  requests  permission  to  operate  the 
fuel  oil  burning  equipment  as  installed,  and  submits  a  let¬ 
ter  from  manufacturer  as  to  shop  test;  and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  H-shape  in  plan ;  each  wing  being  approximately 
140  ft.  by  43  ft.  in  area  and  the  cross  section  being  approxi¬ 
mately  42  ft.  by  35  ft.  in  area  (the  total  area  being  ap¬ 
proximately  11,500  sq.  ft.),  separated  by  4  in.  terra  cotta 
partition  walls  into  six  subdivisions  ;  the  area  of  the  maxi¬ 
mum  being  2,824  sq.  ft. ;  OCCUPIED  as  an  apartment  house 
for  57  families;  and 

Resolved,  that,  the  order  of  the  fire  commissioner,  No. 
96310,  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted,  as  to  Item  1,  on  condition  that  cer¬ 
tificate  of  factory  test  shall  be  filed  with  the  fire  depart¬ 
ment  as  to  tank ;  as  to  Item  2,  on  condition  that  standard 
wrought  iron  piping  shall  be  used  throughout  the  fuel  oil 
equipment ;  and  on  further  condition  that  the  fuel  oil  equip¬ 
ment  shall  be  installed  and  maintained  in  accordance  with 
the  rules  of  the  board  of  standards  and  appeals  in  all  other 
respects ;  that  the  decision  of  the  fire  commissioner  on  Alt. 
Application  No.  1583-1924,  Item  3,  be  and  it  hereby  is 
affirmed,  and  the  appeal  as  to  this  item  be  and  it  hereby  is 
denied. 


BUILDING  ZONE  CASES. 


136-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Max  Katz,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFbECTED — 809  Union  avenue,  The  Bronx. 
APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Emanuel  Schoenzeit  and  Jacob 
Silversteen. 

ACTION  OF  BOARD — Laid  over  to  September  22, 
1925,  at  10  a.  m.,  on  request  of  applicant. 


1091-24-BZ. 


•APPLICANT  John  W.  Clancy,  for  Valballa  Corpora¬ 
tion,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 341  East  184th  street,  The 
Bronx. 


APPEARANCES— 

For  Applicant:  Morris  A.  Sachs. 

For  Opposition:  Gilbert  Price  and  Nathan 
Schwartz. 

ACTION  OF  BOARD — Laid  over  to  July  7,  1925,  at 
2  p.  m.,  on  request  of  applicant’s  representative. 


545-24-BZ. 

APPLICANT— Henry  I.  Perlin,  for  Bertha  Freitag 
owner. 

SUBJECT  Application  (re:  decision  of  fire  commis¬ 
sioner)  to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  pleasure  motor  vehicles,  four  (4) 
spaces  rented  to  persons  not  residing  on  the 
premises. 

PREMISES  AFFFXTED-^380  Etna  street,  Brooklyn. 
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APPEARANCES— 

For  Applicant:  William  F.  Smith. 

For  Opposition:  None. 

AC  I  ION  OF  BOARD — Laid  over  to  June  23,  1925,  at 
2  p.  m.,  on  request  of  applicant’s  representative 


458-25-BZ. 

APPLICANT — William  F.  Doyle,  for  William  Kolle, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 198-210  16th  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Martin  Ort. 

For  Opposition:  M.  Hyman,  John  P.  Mullen 
and  Mrs.  Ulscht. 

ACTION  OF  BOARD — Laid  over  to  June  23,  1925,  at 
2  p.  m.,  on  request  of  applicant’s  representative. 

1522-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hugo  Seidenberg, 
owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  maintenance  of  a  building  used  for  store 
purposes  on  the  first  story. 

PREMISES  AbFECTED — 129-02  Newport  avenue,  Belle 
Harbor,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Vincent  S.  Lippe,  Stanley  H. 
Mollean,  Rev.  Fr.  Foran  and  others. 

AC  I  ION  OF  BOARD — Application  withdrawn 
THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  . \ 

1399-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Frederick  P. 
Ballard,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  altera¬ 
tion  and  change  of  occupancy  of  a  building  used 
as  a  stable  and  private  garage  to  a  garage  for 
the  storage  of  three  (3)  commercial  and  two 
(2)  pleasure  motor  vehicles,  two  (2)  spaces 

PPi;HTcerce(*lr0p^ersons  not  res,’ding  on  the  premises. 

I  REMISES  AFFECTED— 708  East  2.16th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

muu^rX^-NS  As  specified  in  resolution. 

T  HE  VOTE — 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  and  Fire 

Chief  Kenlon  .  g 

Negative  . '  '  ’  . .  Q 

Absent :  Mr.  Holland  . '.  ’.  *  *  ’  ’ '  ’  ’ '  ’  ’  ‘  ’  ‘  ’  ’  ‘ '  ‘ 2 
THE  RESOLUTION: 

...  1399-24-BZ) 

own er DunniSan>  for  Frederick  P.  Ballard, 
bifiS/  ’  Nove,mber  25’  1924’  ^  application,  under  the 
t r!v t  resolution,  to  permit  partly  in  a  business  dis¬ 

and  partly  in  a  residence  district  the  alteration  and 
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change  of  occupancy  of  a  building  used  as  a  stable  and 
private  garage  to  a  garage  for  the  storage  of  three  com¬ 
mercial  and  two  pleasure  motor  vehicles,  two  spaces  rented 
to  persons  not  residing  on  the  premises ;  premises  708  East 
216th  street,  Borough  of  Bronx ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  June  16, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show-  that  White  Plains  avenue  is  a 
business  district  and  East  216th  street  is  a  residence  dis¬ 
trict;  and 

Whereas,  the  decision  of  the  superintendent  ot  buildings, 
rendered  November  20,  1924,  reads : 

“Your  request  for  a  certificate  of  occupancy  for  the 
rear  portion  of  the  first  story  of  the  two-story  brick 
building  at  708  East  216th  Street,  Bronx,  as  a  public 
garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles  is  hereby  denied  as  the  premises  are  located  in  a 
residence  district  as  established  by  the  Building  Zone 
Resolution  and  our  inspector  reports  the  building  is  now 
occupied  as  a  stable,  private  garage  and  dwelling.”; 

and  ....  . 

I  Whereas,  the  existing  building,  occupied  as  a  stable,  pri¬ 
vate  garage  and  dwelling,  is  non-fireproof,  two  stories  in 
height,  32.5  ft.  by  100  ft.  in  area;  19  ft.  of  the  building 
are  in  the  business  district  and  13.5  ft.  are  in  the  residence 
district.  It  is  proposed  to  occupy  the  1st  story  as  a  fu¬ 
neral  parlor  and  a  garage  for  the  storage  of  a  hearse  auto, 
two  autos  for  funeral  purposes  and  two  (2)  pleasure  cars, 
space  for  pleasure  cars  to  be  rented  to  persons  not  resid¬ 
ing  on  the  premises ;  and 

Whereas,  the  board  deemed  that  this  application  comes 
within  the  provisions  of  exemption  specified  in  section  7-b, 
and,  in  addition  to  that,  applicant  has  filed  substantial  con¬ 
sents  of  affected  property  owners  within  the  street  front, 
and  that  the  applicant  has  conducted  his  business  on  this 
site  for  the  last  25  years. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  storage 
capacity  of  the  garage  shall  be  limited  to  five  automobiles, 
all  but  two  of  which  shall  be  restricted  to  use  in  the  busi¬ 
ness  conducted  and  operated  by  the  owner  of  the  premises, 
and  space  for  the  two  others  may  be  rented  to  persons  not 
residing  on  the  premises,  for  storage  of  pleasure  cars  onl\  , 
that  the  garage  shall  not  exceed  an  area  in  excess  of  31 
ft.  6  in.  by  28  ft. ;  that  the  walls  and  ceiling  of  the  en¬ 
closed  driveway  and  garage  shall  be  fire-retarded  in  accord- 
ance  with  the  rules  of  the  board  of  standards  and  appeals 
and  the  floor  laid  in  cement  mortar  on  wire,  reinforced; 
and  that  any  openings  in  the  garage  portion  shall  be  equipped 

with  self-closing  fireproof  doors. 

- - 

221-25-BZ.  t  , 

APPLICANT— John  J.  Dunnigan,  for  Joseph  Zimmer¬ 
man  and  Abraham  Mitc.hel,  owners. 
SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 166-172  South  1st  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Oscar  Ross,  Michael  Gross- 
man,  Ida  M.  Schectman  and  Jacob  Wasscr. 
ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 
Connell  .  ® 


Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(221-25-BZ) 


Whereas,  John  J.  Dunnigan,  for  Joseph  Zimmerman  and 
Abraham  Mitchel,  owners,  filed,  February  24,  1925,  an  ap¬ 
plication,  under  the  building  zone  resolution,  to  permit  in  a 
business  district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  motor  vehicles ;  premises 
166-172  South  1st  street,  Brooklyn ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  June  16, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  South  1st  street,  Driggs  ave¬ 
nue  and  Bedford  avenue  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  3,  1925,  in  acting  on  App.  No.  1291-25, 
reads : 

“The  following  objections  have  been  filed  by  the  ex¬ 
aminers  : 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
II,  Sec.  4  (a)  15.  A  public  garage  for  more  than 
five  motor  vehicles  in  a  business  district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  72 
ft.  and  a  depth  of  100  ft.;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles;  and 
Whereas,  the  applicant  established  his  basis  of  appeal 
under  section  7-e,  and  that  the  structure  is  now  occupied 
as  a  non-conforming  use  in  business  district,  the  board 
deemed  that  it  would  be  a  hardship  not  to  grant  an  adjust¬ 
ment  in  this  case,- with  such  restrictive  conditions  as  will 
safeguard  neighboring  properties. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
be  restricted  in  height  to  a  one-story  structure  of  flat  roof 
design  and  construction;  that  the  rear  and  gable  walls  shall 
be  unpierced  throughout  their  entire  height  and  length;  that 
any  skylights  installed  shall  be  glazed  with  plain  glass  pro¬ 
tected  with  wire  guards  above  and  below ;  that  there  shall 
be  no  roof  signs  erected  or  maintained,  and  there  shall  be 
no  signs  or  advertising  display  on  the  premises  other  than 
one  electric  projecting  sign  on  street  front  indicating  the 
title  of  the  business;  that  any  gasoline  storage  equipment 
installed  shall  be  limited  to  one  tank  of  a  capacity  not  ex¬ 
ceeding  550  gallons,  located  at  the  easterly  end  of  the  build¬ 
ing  at  the  street  front;  that  the  interior  of  the  structure 
shall  be  fire-retarded  throughout  in  acocrdance  with  the 
rules  of  the  board  of  standards  and  appeals;  that  the  front 
elevation  shall  be  finished  in  face  brick  with  architectural 
terra  cotta  or  stone  trimmings ;  and  that  all  permits  neces¬ 
sary  for  the  prosecution  of  the  work  shall  be  obtained  with¬ 
in  nine  months  and  the  building  completed  within  one  year 
from  the  date  of  this  action. 


110-25-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Brecher  Building 
Corporation,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— Southeast  corner  of  Wash¬ 
ington  avenue  and  Fifth  avenue,  Long  Island 
City,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition :  Marie  Ennella,  Angela  Coniola 
and  Francis  Delantro. 

ACTION  OF  BOARD — Report  of  committee  adopted; 
application  denied. 


) 


- - - - -  1  ' 
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THE  VOTE  TO  ADOPT  REPORT— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  l 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Dowd,  Gunnison  and 

Holland  .  3 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy  and  Connell  .  3 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(110-25-BZ) 


Whereas,  Edward  P.  Doyle,  for  Brecher  Building  Corp., 
owner,  filed,  January  26,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles ;  premises  southeast  corner 
Washington  avenue  and  Fifth  avenue,  Borough  of  Queens; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  June  16, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Washington  avenue  is  a  busi¬ 
ness  district  to  a  point  100  ft.  east  of  Fifth  avenue  and  east¬ 
erly  therefrom  is  an  unrestricted  district  and  Fifth  avenue 
is  a  business  district  to  a  point  100  ft.  south  of  Washing¬ 
ton  avenue  and  southerly  therefrom  is  an  unrestricted  dis¬ 
trict;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  17,  1925,  in  acting  on  N.  B.  App.  No.  286, 
reads :. 

“1.  The  erection  of  a  garage  for  more  than  five  mo¬ 
tor  vehicles  in  a  business  district  is  contrary  to  Art.  2, 
Sect.  4  of  Zone  Law.”; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  42.56 
ft.  and  a  depth  of  100.1  ft. ;  all  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  a  committee  of  the  board  inspected  the  prem¬ 
ises  under  appeal  and  recommended  denial  of  the  application, 
applicant  having  failed  to  sustain  his  basis  of  appeal  on  the 
ground  of  hardship  under  section  21,  and  there  was  oppo¬ 
sition  on  the  part  of  affected  property  owners. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


324-25-BZ. 

APPLICANT — Eugene  De  Rosa,  for  Small’s  Queens 
Circuit,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  building  to  be  used  as  a 
motion  picture  theatre. 

PREMISES  AFFECTED — West  side  Junction  boule¬ 
vard,  88  feet  8)4  inches  north  of  Roosevelt  ave¬ 
nue,  Elmhurst,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Alexander  J.  McManus. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  0 

Negative  .  0 

Absent:  Fire  Chief  Kenlon* 1 


THE  RESOLUTION: 

(324-25-BZ) 

Whereas,  Eugene  DeRosa,  for  Small’s  Queens  Circuit, 
Inc.,  owner,  filed,  March  26,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension  from  a 
business  district  into  a  residence  district  of  a  proposed  build¬ 
ing  to  be  used  as  a  motion  picture  theatre ;  premises  west 
side  of  Junction  boulevard,  88  ft.  8)4  in.  north  of  Roosevelt 
avenue,  Borough  of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  June  16, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Junction  boulevard  and  Roose¬ 
velt  avenue  are  business  districts  and  Warren  street  is  a  resi¬ 
dence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  16,  1925,  in  acting  on  N.  B.  App.  No.  2452- 
25,  reads : 

“Erection  of  a  theatre  to  be  erected  partly  in  a  resi¬ 
dence  district  is  prohibited  by  the  Zoning  Law.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  one  story  and  mezzanine  in  height,  with  a  front¬ 
age  of  38  ft.  on  Junction  boulevard,  70  ft.  on  Warren  street 
and  a  depth  of  196  ft.  7)4  in.;  to  be  occupied  as  a  mo¬ 
tion  picture  theatre  with  one  balcony  an  irregular  area, 
approximately  21  ft.  in  depth  in  north  side  of  premises  is 
in  the  residence  area;  and 

Whereas,  applicant  established  his  basis  of  appeal  under 
section  7-b  and  the  board  deemed  the  variation  requested  a 
mere  technicality,  and  that  it  would  be  a  hardship  to  deny  the 
variation  of  the  zoning  regulation  under  the  conditions  in 
this  case. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  regulations 
of  the  building  zone  resolution  be  complied  with  in  all  other 
respects,  and  that  all  permits  necessary  for  the  prosecution 
of  the  work  shall  be  obtained  within  nine  months  and  the 
building  completed  within  eighteen  months  from  the  date  of 
this  action. 


319-25-BZ. 

APPLICANT — Hector  McG.  Curren,  for  Melchior 
Lenke,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — South  side  of  Germania 
place,  150  feet  west  of  Nostrand  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  J.  T.  C.  Waters,  Mrs.  Edna 
F.  Gates  and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  6 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION:  - 

(319-25-BZ) 

Whereas,  Hector  McG.  Curren,  for  Melchior  Lenke, 

owner,  filed,  March  25,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the  erec- 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles;  premises  south  side  of  Germania 
place,  150  ft.  west  of  Nostrand  avenue,  Brooklyn;  and 
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Whereas,  a  public  hearing  was  held  on  this  application 
the  board  of  appeals,  at  its  regular  meeting,  June  16, 
25,  after  due  notice  by  publication  in  the  Bulletin  of  the 
}ard  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build- 
sr  zone  resolution  show  that  Germania  place,  Nostrand  ave- 
,e  and  Amersfort  place  are  business  districts;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
ndered  September  12,  1924,  in  acting  on  Application  No. 

;304-24,  reads:  ,  .  . 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
II,  Sec.  4.  A  garage  for  more  than  five  motor  vehicles 
in  a  business  district.” ; 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
instruction,  one  story  in  height,  with  a  frontage  of  85 
.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
.  e  storage  of  more  than  five  motor  vehicles ;  and 
Whereas,  applicant  failed  to  file  any  consents  establishing 
s  basis  of  appeal  under  section  7-g,  and  there  was  vigor- 
is  opposition  to  the  granting  of  the  application  on  the  part 
f  property  owners  within  the  affected  area. 

•  Resolved,  that  the  decision  of  the  superintendent  of  build- 
igs  be  and  it  hereby  is  affirmed,  and  the  application  be 
id  it  hereby  is  denied. 


PPLICANT — Joseph  Goldstein,  for  Isaac  Pinsky, 
owner. 

UBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to 
be  used  for  manufacturing  carbonated  beverages 
and  a  garage  for  the  storage  of  one  commercial 
motor  vehicle. 

•REMISES  AFFECTED— 28-30  Malta  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Eugene  Schwartz. 

For  Opposition:  None. 

vCTION  OF  BOARD— Application  denied. 

;he  vote  to  grant— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  ® 

Absent:  Fire  Chief  Kenlon  .  1 


THE  RESOLUTION: 

(386-25-BZ) 

Whereas,  Joseph  Goldstein,  for  Isaac  Pinsky,  owner, 
filed,  April  9,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  erection 
and  maintenance  of  a  building  to  be  used  for  manufacturing 
carbonated  beverages  and  also  as  a  garage  for  the  storage 
of  one  commercial  motor  vehicle ;  premises  28-30  Malta 
street,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  June  16, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Malta  street  is  a  residence 
district  and  New  Lots  avenue  and  Williams  avenue  are 
business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  8,  1925,  in  acting  on  Application  No. 
25310-24,  reads: 

“Proposed  change  of  occupancy  in  a  residential  dis¬ 
trict,  from  a  private  garage  and  private  stable  to  a 
factory  for  the  manufacture  of  carbonated  water  and 
a  one-car  business  garage  is  contrary  to  Art.  II,  Sect. 
3  of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  40  ft. 
7  in.  and  a  depth  of  20  ft. ;  to  be  occupied  for  the  manu¬ 
facture  of  carbonated  beverages;  and 

Whereas,  this  application  does  not  come  within  the  pro¬ 
visions  of  exemption  specified  in  section  7-d  of  the  building 
zone  resolution,  and  no  testimony  or  evidence  was  produced 
to  substantiate  the  basis  of  appeal  under  hardship,  the  board 
deemed  a  further  invasion  of  this  residence  street  unwar¬ 
ranted. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


Adjourned  2  p.  m. 

William  J.  O’Gorman,  Secretary. 


minutes 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  JUNE  23,  1925. 

Preseht :  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun- 
.  lison,  Holland,  Connell,  Fire  Chief  Kenlon,  Superintendents 
liradv,  Reville,  Kleinert,  Moore  and  McDermott. 

The  minutes  of  the  regular  meeting  of  the  board  of  stand¬ 
ards  and  appeals,  held  on  Tuesday  afternoon,  June  9  192o, 
were  approved  as  printed  in  the  Bulletin,  No.  ~4,  0 


PETITIONS  FOR  VARIATIONS. 

1102-24-S.  f  .,  T  ~ 

PETITIONER — Arthur  Greenbaum,  for  Abram  1.  Kaplan, 

lcSS66 

SUBJECT— Variation  of  labor  law,  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED— 251  Fifth  avenue  and  1  Last 
28th  street,  Manhattan. 

*  APPEARANCES—  yr  . 

For  Petitioner:  John  F.  Keating.  -  , 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment.  r 


ACTION  OF  BOARD — Laid  over  to  June  30,  1925,  at 
2  p.  m.,  on  request  of  petitioner. 


PETITIONER — F.  P.  Keniston,  for  31st  St.  &  4th  Ave. 

Corp.,  lessee.  .  ,  .  ,  .  .  , 

SUBJECT — Variation  of  labor  law,  as  cited  in  decision  ot 
superintendent  of  buildings. 

PREMISES  AFFECTED— 107  East  31st  street,  Manhat¬ 
tan. 

APPEARANCES—  „  . 

For  Petitioner :  F.  P.  Keniston. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  30,  1925,  at 
2  p.  m.,  on  request  of  petitioner. 


1412-23-S 

PETITIONER— Henry  J.  Nurick,  for  Brewster  Publica¬ 
tions,  Inc.,  owmer. 
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SUBJECT — Variation  of  labor  law,  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 174  Duffield  street,  Brooklyn. 
APPEARANCES— None. 

AC  I  ION  OF  BOARD — Laid  over  to  June  30,  1925,  at 
2  p.  m. 


718-18-S. 

PEI  ITIONER — Harold  L.  Young,  for  Lazarus  Levy, 
owner. 

SUBJECT — Variation  of  labor  law,  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AbbECTED — 17-23  East  Broadway,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  Wm.  C.  Sommerfeld. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  30,  1925,  at 
2  p.  m.,  to  submit  new  plans. 


1712-21-S. 

PETITIONER — Sigmund  Schuler,  for  Caroline  De  Rosa, 
owner. 

SUBJECT — Application  for  reopening — variation  of  labor 
law  as  cited  in  order  of  fire  commissioner. 

PREMISES  AFFECTED — 80  West  Houston  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner :  Sigmund  Schuler. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

AC1  ION  OF  BOARD— Request  for  reopening  laid  over 
to  June  30,  1925,  to  obtain  consent  of  adjoining 
owners. 


I  REMISES  AFFECTED — 160-2  Wooster  street,  Manh 
tan. 

APPEARANCES— 

For  Petitioner:  George  M.  Wood. 

For  Administration:  Inspector  Maher  of  fire  < 
partment. 

TH?  VOtI  TO  \REDoTEN-a,i0n  '°r  reOPeni"g  de,,i' 

Affirmative  . 

Negative:  Chairman  Walsh,  Messrs.  Kennedy 
Dowd,  Gunnison,  Connell,  Holland,  Superin¬ 
tendents  Brady,  Reville,  Kleinert  and  Moore 
Absent  ■  Fire  Chief  Kenlon,  Deputy  Fire  Com¬ 
missioner  Hannon  and  Superintendent  Mc¬ 
Dermott  . 


1332-24-S 

PETITIONER — Edward  P.  Doyle,  for  Unity  Fee  C 
Inc.,  owner. 


o u.dj i —  Variation  of  labor  law,  as  cited  in  orders 
fire  commissioner. 

PREMISES  AFFECTED— 101-103  West  42nd  street  a: 

737-745  Sixth  avenue,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Edward  P.  Doyle. 

For  Administration:  Inspector  Maher  of  fire  d 
partment. 


ACTION  Ob  BOARD — Petition  withdrawn 
THE  VOTE— 


Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland,  Fire 
Chief  Kenlon,  Superintendents  Brady,  Re¬ 
ville,  Kleinert,  Moore  and  McDermott  ....  1 
Negative  . 

Absent :  Deputy  Fire  Commissioner  Hannon  . . . 


1435-24-S. 

PETITIONER — Joseph  E.  Marx,  for  Penn.  Trading  Co., 
Inc.,  lessee. 

SUBJECT — Application  for  reopening — variation  of  labor 
law  as  cited  in  order  of  fire  commissioner. 
PREMISES  AbFECTED — 213  West  33rd  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner :  None. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  June  30,  1925,  at 
2  p.  m. 


198-25-S. 

PEITIIONER — Application  for  reopening — variation  of 
labor  law  as  cited  in  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 566-568  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner :  Thomas  B.  Leahy. 

ACTION  OF  BOARD — Petition  reopened  and  set  for  hear¬ 
ing  June  30,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Superintendents 

Brady,  Reville  and  Moore .  8 

Negative:  Mr.  Connell  and  Superintendent 

Kleinert  . 2 

Absent :  Fire  Chief  Kenlon,  Deputy  Fire 'Com¬ 
missioner  Hannon  and  Superintendent  Mc¬ 
Dermott  .  q 


373-18-S. 

PETITIONER — The  Fire  Hazard  Bureau,  for  Ernest  L. 
Kahn,  owner. 

PETITIONER  Application  for  reopening — variation  of 
labor  law,  as  cited  in  order  of  fire  commissioner. 


257-25-S. 

PETITIONER — Samuel  Rosenbluin,  for  Israel  Lorber 
baum,  owner. 

SUBJECT  Variation  of  labor  law,  as  cited  in  order  of  fir 
commissioner. 


PREMISES  AFFECTED— 435-437  Broadway,  Brooklyn. 
APPEARANCES—  y 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de 
partment. 


^  J.  ciuiun  51  aiucu  CM 

-As  specified  in  resolution. 


CONDITIONS- 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland,  Fire 
Chief  Kenlon,  Superintendents  Brady,  Re¬ 
ville,  Kleinert,  Moore  and  McDermott  .... 
Negative  . 

Absent :  Deputy  Fire  Commissioner  Hannon  . . . 


THE  RESOLUTION: 

(257-25-S) 

\\  hereas,  Samuel  Rosenblum,  for  Israel  Lorberbaum 
owner,  filed,  March  6,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirement? 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  435-7  Broadway,  Brooklyn;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  May 
24,  1925,  reads : 

“Order  No.  59762-LD : 

1.  Arrange  the  fire  escape  on  the  rear  of  building! 
and  the  openings  leading  thereto  and  the  windows  open- 1 
ing  on  the  course  thereof  so  that  same  are  in  com-! 
pliance  with  the  provisions  of  Sections  273  and  274 
of  the  Labor  Law  and  the  rules  of  the  Board  of  Stand- 1 
ards  and  Appeals,  or  carry  out  a  proper  alternative 
method  of  complying  with  the  requirements  of  Section  l 
271  of  the  Labor  Law. 

“Among  the  defects  noted  are  the  following: 
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“No  fireproof  passageway  from  termination  of  fire 
escape  to  street.”; 

Vhereas,  the  building  is  non  fireproof,  four  stones  in 
„ht  50  ft.  by  90  ft.  in  area;  OCCUPIED  as  a  tenant 
tory;  1st  story,  stores,  5  persons;  2nd  story,  showroom, 
arsons;  3rd  story,  furniture  manufacture,  15  persons, 

'  storv,  knitting,  10  persons ;  equipped  with  a  fire  alarm 
nal  system.  EXITS:  An  interior  wooden  stairway  ex- 
ding  from  the  1st  story  to  the  roof,  enclosed  in  wood 
tal  covered  partitions  with  wood  metal  covered  doors  at 
.nings;  a  60  degree  fire  escape  on  the  rear  of  the  build- 
'  extending  from  the  roof  to  the  yard,  with  egress  from 
termination  of  fire  escape  by  means  of  a  3  ft.  opening 
fence  to  yard  at  south;  ROOFS  of  adjoining  buildings 
e  three  stories  lower  at  north  and  4  ft.  lower  at  south 
!c  *  jnd 

Whereas,  the  petitioner  proposes  to  install  an  approved 
-inkier  system,  has  obtained  consent  from  owner  of  prem- 
s  adjoining  at  south  to  use  yard  as  an  exit,  and  contends 
it  under  such  conditions  the  exits  will  be  adequate. 
Resolved,  that  the  board  of  standards  and  appeals  does 
rebv  make  a  variation  from  the  requirements  of  the  la- 
r  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
ly  so  far  as  it  affects  egress  from  termination  of  the 
e  escape,  on  condition  that  a  fire  escape  shall  be  mam- 
ined  from  the  roof  to  the  yard  with  egress  from  yard 
adjoining  yard  of  premises  439  Broadway, 
at  the  occupancy  shall  not'  exceed  twenty-five  (2o)  per¬ 
ns  above  the  2nd  story  engaged  in  manufacturing,  and 
at  the  building  shall  be  equipped  with  an  approved  sprin- 
er  system;  granted  only  so  long  as  conditions  otherwise 
to  occupancy  and  use  remain  unchanged. 

ETITIONER— William  P.  Bannister,  for  Flintlock  Realty 

Company,  owner.  ...  i  r 

OBJECT— Variation  of  labor  law,  as  cited  in  orders  of 

fire  commissioner.  ,  . 

REMISES  AFFECTED— 9-11-13  Maiden  lane,  Manhat¬ 
tan. 

PPEARANCES —  .  _ 

For  Petitioner:  William  P.  Bannister. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment.  .... 

CTION  OF  BOARD — Petition  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 

HF  VOTE _ 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Holland,  hire 
Chief  Kenlon,  Superintendents  Reville, 

Kleinert,  Moore  and  McDermott  .  11 

Negative:  Superintendent  Brady  •  •  •  ■  . .  ] 

Absent:  Deputy  Fire  Commissioner  Hannon... 

THE  RESOLUTION : 

(180-25-S) 

Whereas,  Flintrock  Realty  Company  owner,  filed.  April 
1,  1925,  a  petition,  with  the  board  of  standards  and  ap- 
eals,  for  variation  from  the  requirements  of  the  labor 
iw,  as  cited  in  orders  of  the  fire  commissioner,  affecting 
remises  9-11-13  Maiden  lane,  Manhattan  ;  and 
Whereas,  the  orders  of  the  fire  commissioner  read: 

“Order  No.  68721-LD :  .  . 

“Inspection  shows  the  following  to  be  necessary  to 
make  the  above  premises  comply  with  the  requirements 

of  the  Labor  Law.  . 

“1.  Remove  the  substandard  fire  escape  in  court  at 

west  side  of  building  or  reconstruct  same  as  per  Sec¬ 
tion  274  of  the  Labor  Law  and  Rule  3 A  as  amended 
by  the  Board  of  Standards  and  Appeals  May  9th,  1924. 
“Among  the  defects  noted  on  this  fire  escape  are  .the 

“Windows  on  course  not  fireproof  nor  self-closing. 
•  No  sign  of  anv  character  shall  be  placed  at  openings 
leading  to  same.  Must  be  maintained  structurally  safe 
and  properly  painted.  No  stairway  from  lowest  bal¬ 


cony  to  ground.  No  stairway  from  top  balcony  to 
roof. 

“2.  Provide  an  exterior  screened  iron  stairway  on 
the  West  side  of  building,  as  per  Section  271  of  the 
Labor  Law,  not  less  than  44  in.  in  width,  extending 
from  ground  to  roof,  with  a  balcony  on  each  floor 
and  an  independent  means  of  egress  from  its  lowest 
termination  by  means  of  an  open  court  or  courts  or 
a  fireproof  passageway  leading  to  the  street,  constructed 
as  per  Section  268  of  the  Labor  Law,  or  carry  out 
a  proper  alternative  method  of  complying  with  the  re¬ 
quirements  of  Section  271  of  the  Labor  Law. 

“3.  Enclose  the  interior  stairway  at  east  side  of 
building  serving  as  a  required  means  of  exit,  and  the 
landings,  platforms  and  passageways  connecting  there¬ 
with  on  all  sides  with  partitions  of  fire  resisting  mate¬ 
rial  extending  continuously  from  the  1st  story  to  3  feet 
above  the  roof,  constructed  as  per  Section  271  of  the 
Labor  Law,  or  carry  out  a  proper  alterative  method  of 
complying  with  the  requirements  of  Section  271  of 
the  Labor  Law. 

“4.  Provide  continuous  safe  and  unobstructed  pas¬ 
sageways  at  least  3  feet  wide  throughout  their  length 
leading  directly  to  both  required  means  of  exit  on  all 
stories,  as  per  Sections  271  and  272  of  the  Labor  Law. 
This  is  to  provide  access  for  all  occupants  to  both  in¬ 
terior  stairway  and  proposed  exterior  screened  stairway 
at  west  side  of  building.” 

“Order  No.  68722-LD : 

“1.  Provide  exit  signs,  letters  to  be  at  least  8  in. 
in  height,  at  all  means  of  egress  with  a  red  light  over 
all  such  exits  for  use  in  time  of  darkness,  as  per  Sec¬ 
tion  272  of  the  Labor  Law.” 

“Order  No.  68723-LD : 

“1.  Arrange  the  entrance  doors  at  street  so  as  to 
open  outwardly,  as  per  Section  271  of  the  Labor  Law. 
“Order  No.  70716-LF: 

“1.  Install  an  adequate  interior  electric  fire  alarm 
signal  system  in  acocrdance  with  the  rules  of  the  Board 
of  Standards  and  Appeals  and  the  enclosed  approved  lay¬ 
out.”’ 

“Order  No.  70717-LF: 

“An  inspection  of  the  premises  9-13  Maiden  lane. 
Borough  of  Manhattan,  shows  that  a  fire  drill  should 
be  established  and  maintained  therein  according  to  the 
requirements  of  Section  279  of  the  Labor  Law.  .  The 
Labor  Law  specifically  charges  the  Fire  Commissioner 
with  the  duty  of  enforcing  the  provisions  of  the  law, 
as  to  fire  drills. 

“This  law  also  holds  the  owner  of  such  premises  re¬ 
sponsible  for  the  proper  supervision  and  maintenance 
of  fire  drills.  It  is,  therefore,  your  duty  to.  organize 
and  maintain  a  fire  drill  in  the  above  premises  in  accord¬ 
ance  with  the  rules  and  regulations  of  the  Board  of 
Standards  and  Appeals. 

“A  record  of  such  drills,  including  the  name  and 
number  of  each  certified  drill  conductor,  engaged  in 

conducting  each  drill,  the  date  of  each  drill,  and  the 

number  of  persons  taking  part  in  each  drill,  shall  be 

transmitted  by  you  or  your  representative  to  this  office 
semi-annually.” ;’ 

and  .  .... 

Whereas,  the  building  is  fireproof.  15  stories  in  height, 
56.6  ft.  by  77  ft.  and  86.9  ft.,  irregular  in  area;  OCCUPIED 
as  a  factorv  building  with  344  persons.  27  of  whom  are 
employed  at  factory  pursuits,  12  engravers,  6  polishers  and 
9  diamond  setters.  EXITS :  An  open  interior  fireproof 

stairway  extending  from  the  1st  story  to  the  roof :  a  sub¬ 
standard  fire  escape  in  court  at  west  side  of  building,  ex¬ 
tending  from  top  story  to  roof  of  1st  story  extension, 
ROOFS  of  adjoining  buildings  are  20  ft.  lower  at  west 
and  30  ft.  higher  at  east;  and 

Whereas,  the  petitioner  agrees  to  reduce  the  occupancy 
to  such  an  extent  as  will  warrant  the  cancellation  of  all 
orders  except  extending  the  substandard  fire  escape  to  the 
roof,  which  he  agrees  to  do. 
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Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  not  more  than  twenty-five  (25)  persons 
shall  be  engaged  in  manufacturing,  limited  to  diamond  set¬ 
ting,  silver  engraving  and  silver  buffing,  and  that 
there  shall  be  no  open  flames  used  in  any  part  of  the 
premises. 


362-25-S. 

PETI1IONER — George  &  Edward  Blum,  for  George- 
Ted  Realty  Corp.,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 231-239  West  29th  street 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Arnold  Wintner. 

A5ilTIT?T^TS?rr>BOARD~Petition  Sranted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land,  Fire  Chief  Kenlon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and 

McDermott  .  jo 

Negative  .  '  ’  q 

'rux?  d T^puty  Fire  Commissioner  Hannon  1 
I  HE  RESOLUTION: 

(362-25-S) 

Whereas,  George  and  Edward  Blum,  for  George-Ted 

Rea*ty  5°r?-’  owl?er\  filed’  APril  2-  1925>  a  Petition,  with 
the  board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  a  decision  of 
the  superintendent  of  buildings,  affecting  premises  231-239 
West  29th  street,  Manhattan;  and 
Whereas  the  decision  of  the  superintendent  of  buildings 
rendered  March  28,  1925,  reads:  ’ 

“2.  _  Window  panes  must  not  exceed  720  square  in¬ 
ches  in  area.  Section  264-7c,  Labor  Law  ”  ■ 
and  '  ’ 

Whereas,  the  building  is  fireproof,  14  stories  in  height 
117  ft.  by  98  ft  in  area.  OCCUPIED:  1st  story,  stores;’ 
upper  stories,  offices,  show  rooms  and  25  per  cent  manu¬ 
facturing;  and 

Whereas,  there  are  openings  in  the  front  of  the  building 
on  the  1st,  2nd  and  3rd  stories,  glazed  with  %  in.  plate 
g  ass  over  <20  sq.  in.  in  area;  the  maximum  area  of  the 
gffiss  on  the  1st  story  being  12  ft.  8  in.  by  8  ft.  in  height, 
on  the  2nd  story  being  4  ft.  8  in.  by  7  ft.  in  height  and 

and  10  ^  7  bClllg  4  ft'  8  in-  by  6  ft  in-  in  height; 

Whereas,  petitioner  contends  that  to  comply  with  the  la¬ 
bor  law  as  to  the  area  of  the  glass  on  the  1st,  2nd  and  3rd 
stories  would  destroy  the  intended  use  of  these  stories  and 

also  would  detract  from  the  architectural  effect  of  the 
building. 

Resolved  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  windows  of  the  front  eleva¬ 
tions  on  the  three  (3)  lower  stories,  on  condition  that  the 
windows  shall  be  equipped  with  approved  metal  frames  and 
rigrd  Wpl.  >4  in.  polished  plate  glass,  and  granted 
.toil  n  condition.  that  the  requirements  of  the  labor  law 
shall  be  complied  with  m  all  other  respects. 


For  Administration:  Inspector  Maher  of 
department. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . 

Negative:  Chairman  Walsh,  Messrs.  Kei 
nedy,  Dowd,  Gunnison,  Connell,  He 
land,  Fire  Chief  Kenlon,  Superintenden 
Brady,  Reville,  Kleinert,  Moore  and  M 
Dermott  . 

THE  RESOLUTION  Commissi°™  Ha'™ 
...  (163-25-S) 

Whereas,  Moore  &  Landsiedel,  for  Third  Avenue  I 
mg  Co  owner,  filed,  February  9,  1925,  a  petition,  wit! 
board  of  standards  and  appeals,  from  an  order  of  the 

ouglT'of  The  Bfo„Cx"ga„dramiSeS  Tl’ird 

gM  ““  24,  rheead°sr:der  °f  the  fire  comm!ssi°''CT.  dated 

1-  Provide  an  additional  required  means  of 
on  each  floor  of  the  building,  remote  from  the  exi 
stairway,  preferably  located  on  the  west  side  of  b 
1,1 m  accordance  with  Section  270  of  the  Labor 
2.  Kxtend  the  interior  stairway  at  the  nortl 
corner  of  the  building  to  the  roof,  as  per  Section 
or  the  Labor  Law,  said  extension  and  the  landings 
passageways  connecting. therewith  to  be  enclosed"™ 
sides  with  partitions  of  fireproof  material  exten 

Labor^Law1  ab°Ve  the  roof’  as  per  Section  270  oi 

EfnCt°?.e,. the  interior  stairway  at  the  north 
orj °f  building,  serving  as  a  required  means  of  ■ 
and  the  landings,  platforms,  and  passageway  connec 
therewith  on  all  sides  with  partitions  of  fireproof 
erial  extending  continuously  from  the  1st  story  I 

the  Labor  Law(°°^  COI,s,racted  as  ^  ™ 

(  u  .  Remove  the  sub-standard  fire-escape  on  west 

4ng;T0u  rec°nstruct  in  accordance  with  Sec 
o  le  Labor  Law,  and  provide  proper  egress 
a  point  of  safety  satisfactory  to  the  Fire  Commissioi 
hre-escape  shall  be  maintained  structurally  safe 
properly  painted.  No  sign  of  anv  character  shall 
and  P  aCCd  31  °pemngs  leadl'ng  to  this  fire-escape.”; 

heStoEnsSftthtf  *£d“«  is  non-fireproof,  two  stories 
height,  115  ft.  by  100  ft.  in  area.  OCCUPIED-  1st  stc 

fnnrSn6  show;;oom-  5  Persons;  2nd  story  tenant  facto; 
(portion  vacant  at  present),  30  persons.  EXITS'  T 
interior  fireproof  stairways,  extending  from  1st  story 
p  story,  enclosed  in  fireproof  partitions  with  self-cl 
g  kalameincd  doors  at  openings;  a  sub-standard  fire  esca 
i  gooseneck  ladder  to  roof,  on  the  rear  of  the  buildi 
extending  from  2nd  story  to  yard ;  with  EGRESS  fr 

treeternRnnpnQ  *^ape  by  means  of  °Pen  court 

street,  ROOFS  of  adjoining  buildings  are  at  same  lev 

V  hereas,  petitioner  contends  that  the  existing  means 
egress  are  adequate. 

_n ^CfulVe<u  that  tbe  orders  of  (he  fire  commissioner 
hereb  is  iSfcJ  ^  °ffirmed’  and  the  Petition  be  and 


163-25-S. 

PETITIONER— Moore  &  Landsiedel,  for  Third  Ave- 
_  nue  Holding  Co.,  owner. 

SI  I-JEC  p— Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED— 4049  Third  avenue,  The 
Bronx. 

APPEARANCES— 

For  Petitioner:  L.  B.  Angelo. 


PETITIONER-^, ias  B.  Desatnek,  owner. 

'  L  b-1  1  '  ariation  of  labor  law,  as  cited  in  order  < 

commissioner. 

™”fNfEFsLCTED^-6  v-'  *«*■ 

For  Petitioner:  Elias  B.  Desatnek. 

For  Administration:  Inspector  Maher  oi 
„  department. 

tup  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . 
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Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land,  Fire  Chief  Kenlon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and  Mc¬ 
Dermott  . 

Absent:  Deputy  Fire  Commissioner  Hannon  1 

HE  RESOLUTION: 

(322-25-S) 

hereas,  Elias  B.  Desatnek,  owner,  filed,  March  23, 

,,  a  petition,  with  the  board  of  standards  and  appeals, 
variation  from  the  requirements  of  the  labor  law,  as 
1  in  an  order  of  the  fire  commissioner,  affecting  prem- 
4-6  Varet  street  and  649-653  Broadway,  Brooklyn;  and 
hereas,  the  order  of  the  fire  commisisoner,  dated 
ch  15,  1925,  reads : 

“1.  Extend  the  interior  stairway  at  the  east  side 
of  building  to  the  roof,  as  per  Section  271  of  the 

Labor  Law.” ; 

'hereas,  the  building  is  non-fireproof,  four  stories  in 
ht,  48  ft.  rol/2  in.  by  43  ft.  3  in.  average  in  depth,  ap- 
vimately  2,100  sq.  ft.  in  area;  OCCUPIED  as  a  tenant 
ory;  1st  story,  stores;  2nd  story,  6  persons;  3rd  story, 
■rsons ;  4th  story,  8  persons ;  equipped  with  a  fire  alarm 
cm,  EXITS :  An  interior  wooden  stairway  extending 
n  the  1st  story  to  the  top  story,  enclosed  in  wood  par- 
ns,  metal  covered  on  both  sides,  leading  directly  to 
et  street  entrance,  with  firedoors  at  openings;  stationary 
ladder  to  roof  scuttle;  a  standard  fire  escape  on  the 
it  of  the  building;  ROOFS  of  adjoining  buildings  are 
ame  level  at  east  and  20  ft.  lower  at  west;  and 
/hereas,  relief  of  the  same  order  under  Cal.  No.  47- 
S  was  granted  by  the  board  October  24,  1918,  on  the 
in  of  a  fire-resisting  stair  enclosure,  whereas  enclosure 
if  wood,  metal  covered ;  and 

/ hereas,  petitioner  has  reduced  the  occupancy  to  19  per- 
s  above  the  1st  story,  and  requests  this  petition  be 

i  nted. 

'esolvcd,  that  the  order  of  the  fire  commissioner  be  and 
teerby  is  affirmed,  and  the  petition  be  and  it  hereby  is 

ied. 


-25-S 

TITIONER— Cross  &  Cross,  for  584  Fifth  Avenue 
Corporation,  owner. 

BJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

EMISES  AFFECTED— 1-11  West  47th  street,  Man¬ 
hattan. 

PEARANCES— 

For  Petitioner:  Charles  Forstbauer. 

TION  OF  BOARD — Petition  granted  on  condition. 
NDITIONS — As  specified  in  resolution. 

IE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land,  Fire  Chief  Kenlon,  Superintendents 
Brady,  Reville,  Kleinert,  Moore  and  Mc¬ 
Dermott  . 

Negative  . . . 

Absent:  Deputy  Fire  Commissioner  Hannon 

'HE  RESOLUTION: 

(323-25-S) 

•Vhereas,  Cross  &  Cross,  for  584  Fifth  Avenue  Cor¬ 
ation,  owner,  filed,  March  25,  1925,  a  petition,  with  the 
ird  of  standards  and  appeals,  for  variation  from  the  re- 
rements  of  the  labor  law,  as  cited  in  a  decision  of  the 
•erintendent  of  buildings,  affecting  premises  1-11  West 
|  h  street,  Manhattan  ;  and 

(•Vhereas,  the  decision  of  the  superintendent  of  buildings, 
^ulered  February  9,  1925,  reads: 

“6.  Area  of  glass  in  front  windows,  1st  and  2nd 
floors  is  excessive.” ; 

i 


Whereas,  the  building  is  fireproof,  12  stories  in  height, 
150  ft.  by  100  ft.  5  in.  in  area;  OCCUPIED  as  a  tenant  fac¬ 
tory,  25  per  cent  of  floor  area  used  for  manufacturing, 
about  175  persons  on  each  story ;  the  maximum  area  of 
window  glass  on  1st  story  front  to  be  10  ft.  6  in.  by  17 
ft.;  2nd  story  front  to  be  9  ft.  by  11  ft.;  and 

Whereas,  petitioner  requests  relief  as  smaller  size  of 
glass  would  detract  from  the  architectural  design  of  the 
building. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted. 
only  so  far  as  it  affects  the  windows  on  the  two  (.2)  lower 
stories  of  the  street  front,  on  condition  that  all  openings 
shall  be  equipped  with  approved  metal  frames  glazed  with 
yA  in.  polished  plate  glass,  and  granted  on  further  condi¬ 
tion  that  the  requirements  of  the  labor  law  shall  be  com¬ 
plied  with  in  all  other  respects. 


346-25-S. 

PETITIONER— A.  M.  Kelly,  for  Wallace  &  Co.,  lessee. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED— 91-103  Washington  avenue, 
Brooklyn. 

APPEARANCES— 

For  Petitioner:  A.  M.  Kelly. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition.* 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

_  Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland,  Fire  Chief 
Kenlon,  Superintendents  Brady,  Reville, 

Kleinert,  Moore  and  McDermott .  11 

Negative  .  9 

Absent:  Deputy  Fire  Commissioner  Hannon 
and  Mr.  Kennedy  .  2 

THE  RESOLUTION: 

(346-25-S) 


Whereas,  A.  M.  Kelly,  for  Wallace  &  Co.,  lessee,  filed, 
March  30,  1925,  a  petition,  with  the  board  of  standards 
and  appeals,  for  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  an  order  of  the  fire  commissioner, 
affecting  premises  91-103  Washington  avenue,  Brooklyn; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  March 
9,  1925,  reads :  ■ 

“Order  No.  73432-LD : 

“1.  Remove  the  substandard  fire  escape  on  the  rear 
of  the  building  or  reconstruct  same  as  per  Section  274 
of  the  Labor  Law  and  Rule  3A  as  amended  by  the 
Board  of  Standards  and  Appeals  May  9,  1924. 

“Among  the  defects  noted  on  this  fire  escape  are 
the  following:  No  stairway  from  top  balcony  to  roof. 
Must  be  maintained  structurally  safe  and  properly 
painted.  No  sign  of  any  character  shall  be  placed  at 
openings  leading  to  same.” ; 

and 

Whereas,  the  building  is  fireproof,  six  stories  in  height, 
faces  on  two  streets,  having  a  frontage  of  128  ft.  on  Wash¬ 
ington  street  and  a  frontage  of  102  ft.  on  Park  avenue;  OC¬ 
CUPIED  as  a  candy  factory,  112  persons  above  the  1st 
story;  equipped  with  a  sprinkler  system.  EXITS:  Two 
interior  fireproof  stairways,  extending  from  the  1st  story 
to  the  roof,  enclosed  in  fireproof  partitions  with  fire  doors 
at  the  openings;  and  also  horizontal  exits  on  each  story 
to  the  building  to  the  south ;  an  exterior  iron  stairway,  with 
fireproof  openings  along  the  course  thereof  on  the  rear 
of  the  building,  with  gooseneck  ladder  to  the  roof,  ex¬ 
tending  from  the  top  story  balcony  to  courtyard,  with  egress 
from  the  termination  of  the  exterior  stairway  by  means 
of  adjoining  open  yards;  ROOF  of  building  to  the  south 
is  at  same  level ;  and 


I 
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Whereas,  petitioner  contends  that  the  building  is  pro¬ 
vided  with  two  remote  interior  fireproof  stairways,  ex¬ 
tending  from  cellar  to  roof,  as  well  as  horizontal  exits 
(on  each  story)  to  the  the  fireproof  building  to  the  south; 
that  the  structure  is  actually  an  exterior  iron  stairway  and 
not  a  fire  escape,  and  contends  further  that  it  was  erected 
at  a  considerable  cost,  and  that  a  compliance  with  the  order 
would  be  a  hardship. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  stairway  from  the  top  story  balcony 
to  roof,  on  condition  that  the  order  be  complied  with  in  all 
other  respects. 


tion  that  an  approved  fire  escape  shall  be  maintained  in 
rear  of  the  building,  with  a  45  degree  fixed  iron  stairw 
from  the  roof  of  the  1st  story  extension  to  an  iron  balcc 
at  1st  story  level  of  adjoining  building  to  the  north,  w 
egress,  therefrom  to  street,  and  granted  only  so  long 
conditions  as  to  occupancy  and  use  remain  unchanged. 


395-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Freheit  Pub¬ 
lishing  Co.,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFTECTED — 30  Union  square,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

AC1ION  OT  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland,  Fire  Chief 
Kenlon,  Superintendents  Brady,  Reville, 

Kleinert,  Moore  and  McDermott .  11 

Negative  .  0 

Absent:  Deputy  Fire  Commissioner  Hannon 
and  Mr.  Kennedy  . . .  2 

THE  RESOLUTION: 

(395-25-S) 

Whereas,  Samuel  Rosenblum,  for  Freheit  Publishing  Co., 
owner,  filed,  April  11,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  a  decision  of  the  superintend¬ 
ent  of  buildings,  affecting  premises  30  Union  square  Man¬ 
hattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  March  24,  1925,  reads: 

10.  A  safe  and  unobstructed  means  of  egress  must 
be  provided  from  the  foot  of  the  fire  escape  to  the 
street  to  conform  with  the  requirements  of  Section 
274  of  the  Labor  Law.”; 
and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  120  ft.  in  area  at  the  1st  story  and  25 
it.  by  64  it.  in  area  above;  OCCUPIED  on  the  1st  story 
as  a  store  and  on  the  upper  stories  as  a  newspaper  pub- 
ttc^S  estabHshment,  50  persons  above  the  1st  story.  EX- 
1 1 S :  An  interior  fireproof  stairway,  extending  from  1st 
story  to  roof ;  enclosed  in  fire-retarding  partitions  with  fire- 
Pr?°j  doors  at  openings;  a  fire  escape  on  the  rear  of  the 
building,  extending  from  the  top  story  balcony  to  the  roof 
oi  the  1st  story  extension;  ROOFS  of  adjoining  buildings, 

and1101"^’  St°rieS  higher’  to  south,  one  story  higher; 

Whereas,  petitioner  contends  that  the  fire  escape  will 
be  made  to  conform  to  all  requirements  excepting  as  10 
egress  from  termination,  and  proposes  to  provide  in  the  open 
court  to  the  north,  an  iron  stair  leading  from  the  roof 
of  the  one-story  extension  to  a  platform  at  the  window  of 

,nP^roeT7Seacdj^ning  \°  the  north  (Na  32  Union  square), 
with  EGRESS  direct  through  the  store  to  street,  and  con¬ 
tends  further  that  the  owner  of  the  adjoining  premises  has 
consented  to  permit  this  connection  to  be  made. 

Resolved  that  the  board  of  appeals  does  hereby  make 
a  variation  from  the  requirements  of  the  labor  law,  and  that 
the  petition  be  and  it  hereby  is  granted,  only  so  far  as  it 
affects  egress  from  termination  of  the  fire  escape,  on  condi¬ 


238-25-S. 

PETITIONER — Erwin  Rebafka,  for  Estate  of  Hen 
I.  Barbey,  owner. 

SUBJECT  \  ariation  of  labor  law  as  cited  in  order  of  f 
commissioner. 

PREMISES  AFFECTED — 35-37  East  10th  street,  Ma 
hattan. 

APPEARANCES— 

For  Petitioner:  Erwin  Rebafka. 

For  Administration:  Inspector  Maher  of  fi 
department. 

rn?mTTmTcBOAARD~?etition  granted  on  conditic 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Connell,  Holland,  Fire  Chief 
Kenlon,  Superintendents  Brady,  Reville, 

Kleinert,  Moore  and  McDermott . 

Negative  . 

Absent:  Deputy  Fire  Commissioner  Hannon 
and  Mr.  Kennedy  . 

THE  RESOLUTION: 

(238-25-S) 

Whereas,  Erwin  Rebafka,  for  Estate  of  Henry  I  Ba 
bey,  owner,  filed  February  27,  1925,  a  petition,  with  ti 
board  of  standards  and  appeals,  for  variation  from  the  r 
quirements  of  the  labor  law,  as  cited  in  an  order  of  tl 
hre  commissioner,  affecting  premises  35-37  East  10th  stre< 
Manhattan ;  and 

VV  hereas,  the  order  of  the  fire  commissioner,  dat< 
February  7,  1925,  reads: 

“Order  No.  71948-LD : 

“1.  Arrange  the  fire  escape  at  the  front  of  buildir 
and  the  openings  leading  thereto  and  the  windows  opei 
ing  on  the  course  thereof  so  that  same  are  in  con 
pliance  with  the  provisions  of  Sections  273  and  21 
of  the  Labor  Law  and  the  rules  of  the  Board  of  Stanc 
ards  and  Appeals  *  *  *. 

NOTE  .  Among  the  defects  noted  on  the  fire  escai 
are  the  following: 

“No  45  degree  stairways  connecting  balconies.  N 
steps  from  floor  to  sills  of  openings  on  course.  Pant 
wire  glass  in  fireproof  windows  opening  on  cours 
have  an  area  exceeding  720  square  inches.  No  oper 
mgs  2  ft.  by  6  ft.  provided.”;  P 

and 

heffiffiER44ASft  tKC  omIf:ng  is  non-fireProof,  seven  stories  i 

hv  u  -ft  by  93  .ft  111  area  at  the  lst  story  and  44  f 

room  W  m  arf  ab°,ve-  OCCUPIED:  1st  story,  sales 
I?™  imP°rtef  and  ^pair  of  cloaks,  12  persons;  2n 
in?  yUh  m’  fu£mture»  5  Persons;  3rd  story,  upholster 
2  ^n  \0ns  ’  4tb  Story’  cuttmg  and  stockroom,  8  per 
f°rv’  5?  J’  shipping  and  stockroom,  4  persons;  6t 
7-i  y\  hce’  showroom  and  stock,  cotton  goods,  8  persons 
7h  story,  compacts,  16  persons;  EQUIPPED  with  a  fir 
a  arni  signal  system.  EXITS:  An  interior  wooden  stair 

cWd  firdmg  the  1St  Story  t0  the  roof  story,  en 

,  e  resisting  partitions  with  metal  covered  woodei 

T  0Penmgs;  a  fire  escape  with  fireproof  window 
along  the  course  thereof,  on  the  front  of  the  building  ex 
tending  from  the  roof  to  the  2nd  story  balcony,  with  droj 

C  ercfinof U+?eSi  t0  street;  ROOTS  of  adjoining  buildings 
to  enst,  24  ft.  lower;  to  west,  20  ft.  higher;  and 

\V  hereas,  petitioner  contends  that  a  similar  order  ii 
1919  was  accepted  as  satisfactorily  complied  with  when  th. 
hre  escape  was  screened  to  a  height  of  4  ft.  6  in.  anc 
contends  further  that  the  occupancy  above  the  1st  stor) 
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as  been  reduced  from  100  in  1919  to  66  at  present  and 

re  drills  are  conducted.  .  , 

Resolved,  that  the  board  of  standards  and  appeals  does 
'>rebv  make  a  variation  from  the  requirements  of  the  la- 
or  law,  and  that  the  petition  be  and  it  hereby  is  granted 
n  condition  that  the  stipulations  of  the  action  of  the  board 
f  review  of  fire  department  of  April  3,  1919,  shall  be  corn- 
lied  with  and  maintained  so  long  as  conditions  remain  un¬ 
hanged,  and  on  further  condition  that  a  wet  sprinkler  sys- 
cm  shall  be  installed  in  accordance  with  the  rules  of  the 
,oard  of  standards  and  appeals. 

^ETITIONER — Jean  Jeaume,  for  Regnis  Holding 

Corp.,  owner.  ...  , 

SUBJECT — Variation  of  labor  Jaw  as  cited  in  decision 
of  superintendent  of  buildings. 

5 REMISES  AFFECTED— 34-38  East  19th  street  and 
33-35  East  18th  street,  Manhattan. 

\PPEARAN  CES — 

For  Petitioner:  Jean  Jeaume. 

For  Administration:  Inspector  Maher  of  hre 

department. 

\CTION  OF  BOARD — Petition  granted  on  conditio 
ZONDITIONS — As  specified  in  resolution. 

FHE  VOTE _ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land,  Fire  Chief  Kenlon,  Superintendents 
Brady,  Reville,  Kleinert  and  Moore .  U 

Negative  . 0 

Absent:  Deputy  Fire  Commissioner  Hannon 
and  Superintendent  McDermott .  2 

THE  RESOLUTION: 

(247-25-S) 

Whereas,  Jean  Jeaume,  for  Regnis  Holding  Corp.,  owner, 
filed,  March  3,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  oi 
the  labor  law,  as  cited,  in  a  decision  of  the  superintendent 
of  buildings,  affecting  premises  34-38  East  19th  street  and 
33-35  East  18th  street,  Manhattan;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 

rendered  February  10,  1925,  reads: 

“With  reference  to  application  for  certificate  of  oc¬ 
cupancy  we  beg  to  advise  you  that  the  following  ob 
jections  must  be  removed  before  certificate  may  be  is¬ 
sued  : 

“2 — Fire  escape  on  westerly  side  of  10  story  section 
does  not  comply  with  Labor  Law. 

“3 — Wire  glass  windows  in  fireproof  partitions  en¬ 
closing  north  stair  (19th  Street  side)  is  unlawful. 

“Your  attention  is  also  brought  to  Item  2. 

“The  fire  escape  at  the  westerly  side  of  10  story 
section  was  erected  and  accepted  under  Labor  Depart¬ 
ment  order  dated  March  14,  1916 ;  item  3.  The  build¬ 
ing  below  the  7th  story  then  covered  the  entire  area 
of  lot  and  extended  to  Broadway  on  the  westerly  side, 
with  an  interior  stairway  at  the  southwest  corner  of 
Broadway  side  and  an  interior  stairway  and  outside  fire 
escape  on  the  19th  Street  side  centrally  located.  Since 
above  item  was  accepted  as  completed  the  building  has 
been  divided  in  two  parts  with  a  brick  wall  extending 
from  cellar  to  roof,  forming  two  separate  buildings, 
the  easterly  one  of  which  is  covered  in  application  at¬ 
tached  hereto. 

“With  respect  to  exit  facilities  from  the  present  8th, 
9th  and  10th  story  section,  conditions  have  not  been 
materially  changed  and  the  question  ,  of  accepting  this 
is  as  a  secondary  means  of  exit  is  one  of  judisdiction, 
which  is  vested  with  the  Board  of  Standards  and  Ap- 
peals. 

“Item  3— All  openings  to  north  stairway  were  re¬ 
quired  to  be  made  fire  resisting  as  per  Labor  Depart¬ 
ment  letter  of  Aug.  4,  1916.°  ;. 

and 


Whereas,  the  building  has  a  frontage  of  87  ft.  1  5-7  in. 
on  East  19th  street  and  a  frontage  of  47  ft.  7  in.  on  East 
18th  street,  and  is  divided  into  two  sections,  one  fireproof, 
ten  stories  in  height,  the  other  non-fireproof,  seven  stories 
in  height;  the  means  of  egress  consisting  of  an  interior 
enclosed  fireproof  stairway  in  the  ten-story  section,  ex¬ 
tending  from  the  1st  story  to  the  10th  story,  with  scuttle 
and  ladder  to  roof;  an  interior  stairway  in  the  seven-story 
section  on  the  East  18th  street  front  extending  from  the 
1st  story  to  the  roof,  enclosed  in  fire  retarding  partitions, 
with  fireproof  doors  at  the  openings;  a  fire  escape  on  the 
westerly  side  of  the  ten-story  section,  extending  from  the 
roof  of  the  seven-story  building  to  the  roof  of  the  tui- 
story  building ;  the  two  sections  are  connected  by  large 
openings  in  the  various  stories;  the  entire  premises  being 

occupied  by  141  persons ;  and  .  . 

Whereas,  petitioner  contends  that  an  alteration  was  made 
in  the  premises  in  1924  which  consisted  of  interior  changes 
and  the  addition  of  an  intermediate  floor  between  the  1st 
and  2nd  stories,  without  increasing  the  height  of  the  build¬ 
ing,  that  the  occupancy  was  reduced;  that  the  fire  escape 
was  erected  under  orders  of  the  Labor  Department  in  1. 1 
and  approved  June  9,  1917;  that  the  openings  in  the  north 
stairway  are  glazed  with  wire  glass  and  were  accepted  y 
the  fire  department  June  9,  1917 ;  that  the  building  was 
separated  from  the  premises  880  Broadway  by  fireproof 
division  wall  in  1921,  but  this  did  not  change  existing  con¬ 
ditions,  and  requests  the  acceptance  of  the  existing  means 

of  egress  as  adequate.  .  . 

Resolved,  that  the  board  of  standards  and  appeals  doe.^ 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  fire  escape  on  the  upper  stories 
on  the  westerly  gable  wall  on  the  19th  street  end,  on  condi¬ 
tion  that  the  occupancy  shall  not  exceed  twenty -five  (2o) 
persons  above  the  7th  story;  granted,  as  to  Item  No  3,  on 
condition  that  the  stipulations  of  the  action  of  the  board  of 
review  of  the  fire  department  February  26,  1919,  shall  Pc 
complied  with,  and  granted  only  so  long  as  conditions  as  to 
occupancy  and  use  remain  unchanged. 

84-25-S. 

PETITIONER— Julius  Myer,  owner.  , 

SUBJECT — Variation  of  labor  law  as  cited  in  order  ot 
fire  commissioner.  .  , 

PREMISES  AFFECTED— 10  Mangin  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  Julius  Myer. 

For  Administration:  Inspector  Maher  of  hre 
department.  .  . 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 
ry  TT  p*  V  O  T  E _ 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land,  Fire  Chief  Kenlon,  Superintendents 
Brady,  Reville,  Kleinert  and  Moore .  H 

Negative  . . . Vr . 

Absent:  Deputy  Fire  Commissioner  Hannon 

and  Superintendent  McDermott .  2 

THE  RESOLUTION: 

(84-25-S) 

Whereas,  Julius  Myer,  owner,  filed,  January  21,  1925, 
a  petition,  with  the  board  of  standards  and  appeals,  for  vari¬ 
ation  from  the  requirements  of  the  labor  law,  as  cited  in 
an  order  of  the  fire  commissioner,  affecting  premises  10 
Mangin  street,  Manhattan ;  and  _ 

Whereas,  the  order  of  the  fire  commissioner,  dated  Febru¬ 
ary  8,  1922,  reads:  ,  ,  ^  ,  ,  .... 

“1  Arrange  the  fire  escape  on  the  front  of  building 

and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  compli¬ 
ance  with  the  provisions  of  Section  273  and  274  ot  the 
Labor  Law  and  the  rules  of  the  Board  of  Standards 
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and  Appeals,  or  carry  out  a  proper  alternative  method 
of  complying  with  the  requirements  of  Section  271  of 
the  Labor  Law. 

1  NOTE: — Among  the  defects  noted  on  this  fire  escape 
are  the  following: — Doors  to  balconies  not  self-clos¬ 
ing.  Door  on  7th  story,  broken  glass  panel.  No  goose¬ 
neck  ladder  to  roof.  Not  screened  to  a  height  of  4  ft. 
6  ft.  No  45-  degree  connecting  stairway  between  bal¬ 
conies.  No  steps  to  sills  of  openings  to  balconies.  Re¬ 
leasing  device  on  counterbalanced  stairway  out  of  order. 
Fire  escape  in  need  of  paint. 

“ITEM  1  MODIFIED  TO  READ  AS  FOLLOWS  : 

“Accept  the  60  degree  angle  at  which  connecting  stair¬ 
ways  of  fire  escape  have  been  set,  providing  the  follow¬ 
ing  work  is  done. 

“6.  Provide  a  gooseneck  ladder  from  top  balcony 
of  fire  escape  to  roof. 

“2.  Enclose  the  interior  stairway  at  the  south  side 
of  building  serving  as  a  required  means  of  exit,  and 
the  landings,  platforms  and  passageways  connecting 
therewith  on  all  sides,  with  partitions  of  fire  resisting 
material  extending  continuously  from  the  1st  story  to 
3  feet  above  the  roof,  constructed  as  per  Section  271 
of  the  Labor  Law  or  carry  out  a  proper  alternative 
method  of  complying  with  the  requirements  of  Sec¬ 
tion  271  of  the  Labor  Law.  SEE  NOTE: 

“NOTE: — Not  enclosed  in  fire  resisting  material  from 
the  7th  story  to  roof.  Sheet  metal  on  doors  on  all 
stories  is  defective.  Doors  do  not  open  outwardly  on 
some  stories.  The  enclosure  needs  repairing  on  the 
7th  story.”; 
and 

Whereas,  the  building  is  fireproof,  seven  stories  in 
height,  25  ft.  by  51  ft.  6  in.  in  area.  OCCUPIED:  1st 
story,  upholstery  shop,  3  persons;  2nd  story,  manufacture 
of  brooms ;  upper  stories,  manufacture  of  springs  and  stor¬ 
age,  23  persons  above  the  1st  story;  EQUIPPED  with  a 
fire  alarm  signal  system.  EXITS :  An  interior  fireproof 
stairway  extending  from  1st  story  to  top  story;  with  iron 
ladder  to  scuttle  in  roof ;  enclosed  in  fire  resisting  parti¬ 
tions,  from  the  1st  to  7th  story;  the  7th  story  enclosure 
being  constructed  of  galvanized  iron  with  fireproof  doors 
at  openings ;  a  fire  escape,  with  fireproof  windows  along 
the  course  thereof,  on  the  front  of  the  building,  extending 
from  the  top  story  to  the  2nd  story  balcony,  with  counter¬ 
balanced  drop  ladder  to  street;  ROOFS  of  adjoining  build¬ 
ings,  to  north,  one  story  lower ;  to  south,  four  stories  lower  • 
and 

Whereas,  petitioner  contends  that  practical  difficulties — 
the  bulkhead  of  the  elevator  shaft — prevent  the  installation 
of  the  gooseneck  ladder  to  roof,  and.  that  the  enclosure  on 
the  7th  story  was  accepted,  prior  to  1916,  by  the  department 
of  labor. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  1,  only  so  far  as  it  affects  the  angle  of  the 
stairways,  on.  condition  that  60  degree  stairways  be  provided 
from  the  2nd  story  to  the  roof,  all  other  defects  to  be  complied 
with  ;  granted,  as  to  Item  No.  2,  on  condition  that  the  stair 
enclosure  be  carried  to  the  underside  of  the  roof  beams  and 
all  openings  therein  be  equipped  with  self-closing  fireproof 
doors. 


233-25-S. 

c>ttdt'^' yLanman  &  Kemp,  Inc.,  lessee. 
SUBJECJ  Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 20  Beekman  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  J.  R.  Noggle. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land,  Superintendents  Brady,  Reville, 

Kleinert  and  Moore  . . . ’ 

Negative  . 

Absent:  Fire  Chief  Kenlon,  Deputy  Fire 
Commissioner  Hannon  and  Superintend¬ 
ent  McDermott  . 

THE  RESOLUTION: 

(233-25-S) 

Whereas,  Lanman  &  Kemp,  Inc.,  for  M.  H.  Kem 
owner,  filed,  February  25,  1925,  a  petition,  with  the  boar 
of  standards  and  appeals,  for  variation  from  the  require 
ments  of  the  labor  law,  as  cited  in  an  order 'of  the  fir 
commissioner,  affecting  premises  20  Beekman  street,  Mar 
hattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De 
cember  6,  1924,  reads : 

“Order  No.  69435-LD : 

“1.  Arrange  the  fire  escape  on  the  front  of  build 
ing  and  the  openings  leading  thereto  and  the  window 
opening  on  the  course  thereof  so  that  same  are  in  com 
pliance  with  the  provisions  of  Sections  273  and  27 
of  the  Labor  Law  *  *  *. 

“NOTE:  Among  the  defects  noted  are  the  following: 
Windows  on  course  not  fireproof,  self-closing.  Nc 
counterbalanced  stair  from  lowest  balcony  to  ground. 

“2.  Extend  the  interior  stairway  at  the  east  side  o 
building  to  the  roof,  as  per  Section  271  of  the  Laboi 
Law.”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  ir 
height,  21  ft.  by  79  ft.  in  area  at  the  1st  story  and  21  ft1 
by  i0  ft.  in  area  above;  OCCUPIED  for  the  bottling  of 
proprietary  medicines  and  toilet  waters;  1st  story,  8  per¬ 
sons;  2nd  story,  11  persons;  3rd  story,  1  person;  upper 
stories,  no  occupants.  EXITS  :  An  interior  wooden  stair-j 
way  extending  from  the  1st  story  to  the  top  story  with 
iron  ladder  to  scuttle  in  the  roof,  enclosed  in  wooden  par¬ 
titions  with  wooden  doors  at  the  openings;  a  fire  escape 
on  the  front  of  the  building,  extending  from  the  top  story 
to  the  1st  story  balcony,  with  drop  ladder  to  street,  and 
also  an  iron  bridge  from  the  1st  story  extension  roof  at 
rear  to  the  adjoining  extension  roof;  ROOFS  of  adjoining 
buildings,  to  east,  8  ft.  lower ;  to  west,  10  ft.  higher ;  and 
W hereas,  petitioner  contends  that  there  are  only  three 
persons  employed  above  the  2nd  story,  and  contends  fur¬ 
ther  that  the  existing  means  of  exit  are  adequate  for  the 
low  occupancy. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law;  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  1,  only  so  far  as  it  affects  the  fireproof 
windows,  on  condition  that  the  fire  escape  shall  conform  with 
the  requirements  in  all  other  respects;  granted,  as  to  Item 
No.  2,  on  condition  that  a  fixed  double  rung  iron  ladder 
shall  be  provided  from  the  top  story  to  a  counterbalanced 
scuttle  in  roof,  and  that  occupancy  be  limited  to  not  more 
than  two  persons  above  the  2nd  story. 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 

340-25-SA. 

PETITIONER — Walter  Pfaendler,  for  McCann-Harri- 
son  Corporation. 

SUBJECT — Approval  of  McCann-Harrison  Low  Pres¬ 
sure  Oil  Burner. 

APPEARANCES— None. 

ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  subject  to  chairman’s  determination,  as 
to  going  to  Tarry  town  for  an  inspection. 
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231-20-SA. 

PETITIONER — Fire  &  Gas  Appliance  Co.  of  New  York, 
Inc. 

SUBJECT — Changing  of  name  of  Healy  Gas  Shut-Off 
Valve. 

APPEARANCES — None. 

ACTION  OF  BOARD — Name  of  appliance  changed. 
THE  VOTE  TO  CHANGE  NAME  OF  AP¬ 


PLIANCE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 
land,  Superintendents  Brady,  Reville, 

Kleinert  and  Moore  .  10 

Negative  .  0 

Absent  :  Fire  Chief  Kenlon,  Deputy  Fire 
Commissioner  Hannon  and  Superintend¬ 
ent  McDermott  .  3 


THE  RESOLUTION: 

(231-20-S) 

Whereas,  J.  F.  Healy  filed,  March  18,  1920,  a  petition, 
with  the  board  of  standards  and  appeals,  for  approval  of  a 
device  known  as  the  Safety  Gas  Cut-Off  Valve  (Star  Gas 
Shut-Off  Valve)  ;  and 

Whereas,  a  committee  of  the  board  examined  said  de¬ 
vice  and  recommended  that  the  approval  be  granted ;  and 

Whereas,  this  device  was  approved  by  the  board  at  its 
meeting  May  11,  1920,  under  the  name  of  the  Safety  Gas 
Cut-Off  Valve,  and  petitioner  wishes  to  change  the  name 
to  the  Star  Gas  Shut-Off  Valve,  the  name  by  which  it  is 
known  to  the  trade. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  Star  Gas  Shut- 
Off  Valve,  constructed  in  accordance  with  plans  and  model 
submitted  to  this  board. 


Adjourned  5.05  p.  m. 

William  J.  O’Gorman,  Secretary. 
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BOARD  OF  APPEALS 


♦CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  appeals  held 
Tuesday,  March  31,  1925,  as  they  appeared  in  Bulletin  No. 
14,  Vol.  X,  are  hereby  corrected  to  read  as  follows : 


1167-24- A. 

APPELLANT — E.  H.  Gibson,  for  Gulf  Refining  Co., 

owner. 


* Correction — Words  “Appellant — E.  H.  Gibson,  for  Gulf 
Refining  Co.,  ozmer,”  added  lsf  line. 


SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — East  side  Zerega  avenue,  from 
Chatterton  to  Blackrock  avenue,  The  Bronx 
APPEARANCES— None. 

ACTION  OF  BOARD— Plans  approved. 


THE  VOTE  TO  APPROVE  PLANS— 

Affirmative :  .Chairman  Walsh,  Messrs.  Kennedy, 

Dowd,  Gunnison,  Connell  and  Holland  . 

Negative  . 

Absent :  Fire  Chief  Kenlon  . 
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♦CORRECTION. 


The  minutes  of  the  meeting  of  the  board  of  appeals  held 
Tuesday,  June  2,  1925,  as  they  appeared  in  Bulletin  No. 
23,  Vol.  X,  are  hereby  corrected  to  read  as  follows : 


(1426-24- A) 

Whereas,  William  F.  Doyle,  for  Mrs.  Theresa  D.  Brown¬ 
ing,  owner,  filed,  December  3,  1924,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  2121-2129  Broadway  and  227-229  West 
74th  street,  Manhattan ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Au 


gust  7,  1924,  reads: 

“Order  No.  63036-F: 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof,  with  neces¬ 
sary  check- valves  and  2l/2  inch  regulation  fire  depart¬ 
ment  outlets  on  each  story  (including  basements,  cel¬ 
lars  and  roofs),  placed  within  main  stairway  enclosure. 


* Correction — "1426-25-^,”  first  line,  changed  to  “1426- 

U-A.” 


Each  outlet  to  be  provided  with  sufficient  feet  of  2^4 
inch  standard  hose  attached  thereto.” ; 
and 

Whereas,  the  building  is  non-fireproof,  4  stories  (50  ft.) 
in  height,  having  a  frontage  of  91  ft.  on  Broadway  and  a 
frontage  of  143  ft.  on  West  74th  street;  an  approximate 
area  of  10,575  sq.  ft.,  OCCUPIED  1st  story,  restaurant, 
2nd  and  3rd  stories  factory,  dressmaking  and  millinery;  4th 
story,  billiard  club — approximately  166  persons  above  the 
1st  story ;  and 

Whereas,  appellant  contends  that  the  building,  is  low 
in  height,  faces  on  two  streets,  is  equipped  with  an  interior 
fire  alarm  system,  with  a  direct  communication  to  fire  head¬ 
quarters,  and  in  view  of  the  fact  that  the  premises  will  be 
demolished  in  two  years,  requests  that  the  order  he  held  in 
abeyance  until  that  time. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  not  less  than  eight  (8)  approved 
2J^-gallon  fire  extinguishers  shall  be  provided  and  main¬ 
tained  in  each  story ;  that  all  legal  exits  required  shall  be 
miantained ;  that  the  occupancy  and  use  shall  remain  un¬ 
changed;  and  granted  only  for  a  period  of  two  years  from 
the  date  of  this  action. 
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COVERING  THE  DESIGN  OF  REINFORCED  CONCRETE  FLAT  SLABS. 


Adopted  by  the  Board  of  Standards  and  Appeals,  July 
8,  1920,  under  Cal.  395-20-S. 

Rule  1.  Application.  The  rules  governing  the  design 
of  reinforced  concrete  flat  slabs  shall  apply  to  such  floors 
and  roofs,  consisting  of  three  or  more  rows  of  slabs, 
without  beams  or  girders,  supported  op  columns,  the  con¬ 
struction  being  continuous  over  the  columns  and  forming 
with  them  a  monolithic  structure. 

Rule  2.  Compliance  with  Building  Code.  In  the  de¬ 
sign  of  reinforced  concrete  flat  slabs,  the  provisions  of 
article  16  of  the  building  code  shall  govern  with  respect 
to  such  matters  as  are  specified  therein. 

Rule  3.  Assumptions.  In  calculations  for  the  strength 
of  reinforced  concrete  flat  slabs,  the  following  assump¬ 
tions  shall  be  made: 

(a)  A  plane  section  before  bending  remains  plane  after 
bending; 

(b)  The  modulus  of  elasticity  of  concrete  in  compres¬ 
sion  within  the  allowable  working  stresses  is  constant; 

(c)  The  adhesion  between  concrete  and  reinforcement 
is  perfect; 

(d)  The  tensile  strength  of  concrete  is  nil; 

(e)  Initial  stress  in  the  reinforcement  due  to  contrac¬ 
tion  or  expansion  in  the  concrete  is  negligible. 


column,  the  thickened  portion  shall  be  known  as  a  drop! 
The  width  of  such  drop  when  used,  shall  be  determined 
by  the  shearing  stress  in  the  slab  around  the  perimeter  oi 
the  drop,  but  in  no  case  shall  the  width  be  less  than  0.3: 
of  the  average  span  of  any  slabs  of  which  it  forms  a 
part.  In  computing  the  thickness  of  drop  required  by  thd 
negative  moment  on  the  column  head  section,  the  width 
of  the  drop  only  shall  be  considered  as  effective  in  re 
sisting  the  compressive  stress,  but  in  no  case  shall  the 
thickness  of  such  drops  be  less  than  0.33  of  the  thickness- 
of  the  slab.  Where  drops  are  used  over  interior  columns 
corresponding  drops  shall  be  employed  over  exterior  col¬ 
umns  and  shall  extend  to  the  one-sixth  (1/6)  point  of  the 
panel  from  the  center  of  the  column. 

Rule  8.  Slab  Thickness.  The  thickness  of  a  rein¬ 
forced  concrete  flat  slab  shall  be  not  less  than  that 
derived  by  the  formulae  t  =  0.024  L  V  w  -)-  iy2  for 
slabs  without  drops,  and  t  =  0.02  L  V^w  -f  1  for  slabs 
with  drops,  in  which  t  is  the  thickness  of  the  slab  in 
inches,  L  is  the  average  span  of  the  slab  in  feet,  and 
w  is  the  total  live  and  dead  load  in  pounds  per  square 
foot;  but  in  no  case  shall  this  thickness  be  less  than 
one-thirty-second  (l/32)  of  the  average  span  of  the  slab 
for  floors,  nor  less  than  one-fortieth  (1/40)  of  the  aver-!: 
age  span  of  the  slab  for  roofs,  nor  less  than  six  (6) 
infches  for  floors  nor  less  than  five  (5)  inches  for  roofs. 


Rule  4.  Stresses,  (a)  The  allowable  unit  shear  in 
reinforced  concrete  flat  slabs  on  the  bd  section  around 
the  perimeter  of  the  column  capital  shall  not  exceed  one 
hundred  twenty  (120)  pounds  per  square  inch;  and  the 
allowable  unit  shearing  stress  on  the  bjd  section  around 
the  perimeter  of  the  drop  shall  not  exceed  sixty  (60) 
pounds  per  square  inch,  provided  that  the  reinforcement 
is  so  arranged  or  anchored  that  the  stress  may  be  fully 
developed  for  both  positive  and  negative  moments. 

(b)  The  extreme  fibre  stress  to  be  used  in  concrete 
in  compression  at  the  column  head  section  shall  not  ex¬ 
ceed  seven  hundred  fifty  (750)  pounds  per  square  inch. 

Rule  5.  Columns.  For  columns  supporting  reinforced 
concrete  flat  slabs,  the  least  dimension  of  any  column 
shall  be  not  less  than  one-fifteenth  (1/15)  of  the  aver¬ 
age  span  of  any  slabs  supported  by  the  columns;  but  in 
no  case  shall  such  least  dimension  of  any  interior  column 
supporting  a  floor  or  roof  be  less  than  sixteen  (16)  inches 
when  round  nor  fourteen  (14)  inches  when  square;  nor 
shall  the  least  dimension  of  any  exterior  column  be  less 
than  fourteen  (14)  inches. 

Rule  6.  Column  Capital.  Every  reinforced  concrete 
column  supporting  a  flat  slab  shall  be  provided  with  a 
capital  whose  diameter  is  not  less  than  0.225  of  the  aver¬ 
age  span  of  any  slabs  supported  by  it.  Such  diameter 
shall  be  measured  where  the  vertical  thickness  of  the 
capital  is  at  least  one  and  one-half  (1^4)  inches,  and  shall 
be  the  diameter  of  the  inscribed  circle  in  that  horizontal 
plane.  The  slope  of  the  capital  considered  effective  below 
the  point  where  its  diameter  is  measured  shall  nowhere 
make  an  angle  with  the  vertical  of  more  than  forty-five 
(45)  degrees.  In  case  a  cap  of  less  dimensions  than  here¬ 
inafter  described  as  a  drop,  is  placed  above  the  column 
capital,  the  part  of  this  cap  enclosed  within  the  lines  of 
the  column  capital  extended  upward  to  the  bottom  of 
the  slab  or  drop  at  the  slope  of  forty-five  (45)  degrees 
may  be  considered  as  part  of  the  column  capital  in  de¬ 
termining  the  diameter  for  design  purposes. 

Rule  7.  Drop.  When  a  reinforced  concrete'  flat  slab  . 
is  thicker  in  that  portion  adjacent  to  of  surrounding  theii 


Rule  9.  Reinforcement.  (a)  In  the  calculation  of 
moments  at  any  section,  all  the  reinforcing  bars  which 
.  cross  that  section  may  be  used,  provided  that  such  bars  i 
extend  far  enough  on  each  side  of  such  section  to  de¬ 
velop  the  full  amount  of  the  stress  at  that  section.  The 
effective  area  of  the  reinforcement  at  any  moment  section 
shall  be  the  sectional  area  of  the  bars  crossing  such  sec- ! 
tion  multiplied  by  the  sine  of  the  angle  of  such  bars  with  ! 
the  plane  of  the  section.  The  distribution  of  the  rein¬ 
forcement  of  the  several  bands  shall  be  arranged  to  fully  ! 
provide  for  the  intermediate  moments  at  any  section. 

(b)  Splices  in  bars  may  be  made  wherever  convenient 
but  are  preferably  at  points  of  minimum  stress.  The 
length  of  any  splice  shall  be  not  less  than  eighty  (80) 
bar  diameters  and  in  no  case  less  than  two  (2)  feet.  The 
splicing  of  adjacent  bars  shall  be  avoided  as  far  as  pos¬ 
sible.  Slab  bars  which  are  lapped  over  the  column,  the  j 
sectional  area  of  both  being  included  in  the  calculation 
for  negative  moment,  shall  extend  to  the  lines  of  inflec¬ 
tion  beyond  the  column  center. 

(c)  When  the  reinforcement  is  arranged  in  bands,  at  j 
least  fifty  (50)  per  cent  of  the  bars  in  any  band  shall  be 
of  a  length  not  less  than  the  distance  center  to  center 
of  columns  measured  rectangularly  and  diagonally;  on 
bars  used  as  positive  reinforcement  shall  be  of  a  length  i 
less  than  half  (J4)  the  panel  length  plus  forty  (40)  bar 
diameters  .for  cross  bands,  or  less  than  seven-tenths 
(7/10)  of  the  panel  length  plus  forty  (40)  bar  diameters 
for  diagonal  bands  and  no  bars  used  as  negative  rein¬ 
forcement  shall  be  of  a  length  less  than  half  (y2)  the 
panel  length.  All  reinforcement  framing  perpendicular 
to  the  wall  in  exterior  panels  shall  extend  to  the  outer 
edge  of  the  panel  and  shall  be  hooked  or  otherwise 
anchored. 

(d)  Adequate  means  shall  be  provided  for  properly 
maintaining  all  slab  reinforcement  in  the  position  as¬ 
sumed  by  the  computations. 

Rule  10.  Line  of  Inflection.  In  the  design  of  rein¬ 
forced  concrete  flat  slab  construction,  for  the  purpose,  of 
.making  calculations  of  the  bending  moments  at  sections  1 
»  other  than  defined  in  these  rules,  the  line  of  inflection 
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shall  be  considered  as  being  located  one-quarter  (’4)  the 
distance,  center  to  center,  of  columns,  rectangularly  and 
diagonally,  from  center  of  columns  for  panels  without 
drops,  and  three-tenths  (3/10)  of  such  distance  for  panels 

with  drops. 

• 

Rule  11.  Moment  Sections.  For  the  purpose  of  de¬ 
sign  of  reinforced  concrete  flat  slabs,  that  portion  of  the 
section  across  a  panel,  along  a  line  midway  between  col¬ 
umns,  which  lies  within  the  middle  two  quarters  of  the 
width  of  the  panel  shall  be  known  as  the  inner  section, 
and  those  portions  of  the  section  in  the  two  outer  quar¬ 
ters  of  the  width  of  the  panel  shall  be  known  as  the  outer 
sections.  Of  the  section  which  follows  a  panel  edge  from 
column  to  column  and  which  includes  the  quarter  peri¬ 
meters  of  the  edges  of  the  column  capitals,  that  portion 
within  the  middle  two  quarters  of  the  panel  width  shall 
be  known  as  the  mid  section  and  the  two  remaining  por¬ 
tions,  each  having  a  projected  width  equal  to  one-quarter 
of  the  panel  width,  shall  he  known  as  the  column  head 
sections. 

Rule  12.  Bending  Moments.  In  the  design  of  rein¬ 
forced  concrete  flat  slabs  the  following  provisions  with 
respect  to  bending  moments  shall  be  observed.  In  the 
moment  expressions  used: 

W  is  the  total  dead  and  live  load  on  the  panel  under 
consideration,  including  the  weight  of  drop  whether  a 
square,  rectangle  or  parallelogram; 

Wj  is  the  total  live  load  on  the  panel  under  considera¬ 
tion; 

L  is  the  length  of  side  of  a  square  panel  center  to 
center  of  columns;  or  the  average  span  of  a  rectangular 
panel  which  is  the  mean  length  of  the  two  sides; 

n  is  the  ratio  of  the  greater  to  the  less  dimension  of 

the  panel; 

h  is  the  unsupported  length  of  a  column  in  inches, 
measured  from  top  of  slab  to  base  of  capital ; 

I  is  the  moment  of  inertia  of  the  reinforced  concrete 

column  scetion. 

A.  Interior  Square  Panels.  The  numerical  sum  of 
the  positive  and  negative  moments  shall  be  not  less  than 
1/17  W.  L.  A  variation  of  plus  or  minus  five  (5)  per 
cent  shall  be  permitted  in  the  expression  for  the  moment 
on  any  section,  but  in  no  case  shall  the  sum  of  the  nega¬ 
tive  moments  be  less  than  sixty-six  (66)  per  cent  of 
the  total  moment,  nor  the  sum  of  the  positive  moments 
be  less  than  thirty-four  (34)  per  cent  of  the  total  moment 
for  slabs  with  drops;  nor  shall  the  sum  of  the  negative 
moments  be  less  than  sixty  (60)  per  cent  of  the  total 
moment,  nor  the  sum  of  the  positive  moments  be  less 
than  forty  (40)  per  cent  of  the  total  moment  for  slabs 
without  drops. 

1.  In  two-way  systems,  for  slabs  with  drops,  the  nega¬ 
tive  moment  resisted  on  two  column  head  sections  shall 
be  —  1/32  W  L;  the  negative  moment  on  the  mid  sec 
tion  shall  be  —  1/133  W  L;  the  positive  moment  on 
the  two  outer  sections  shall  be  -j-  1/80  \\  L  and  the 
positive  moment  on  the  inner  section  shall  be  -(-  1/13.5 
W  L;  and  for  slabs  without  drops,  the  negative  moment 
resisted  on  two  column  head  sections  shall  be  1/.56 
W  L,  the  negative  moment  on  the  mid  section  shall  be 
—  1/133  W  L,  the  positive  moment  on  the  two  outer 
sections  shall  be  -f  1/63  W  L  and  the  positive  moment 
on  the  inner  section  shall  be  -j-  1/133  \\  L. 

2.  In  four-way  systems,  the  negative  moments  shall  be 
as  specified  for  Two-Way  Systems;  the  positive  moment 
on  the  two  outer  sections  shall  be  -T  1/100  \\  L  and 
the  positive  moment  on  the  inner  section  shall  be  -)-  1/  100 
W  L  for  slabs  with  drops;  and  the  positive^  moment  on 
the  two  outer  sections  shall  be  -f-  1/174  \\  L,  and  the 
positive  moment  on  the  inner  section  shall  be  -j-  1/100 
W  L,  for  slabs  without  drops. 


3.  In  three-way  systems,  the  negative  moment  on  the 
column  head  and  mid  sections  and  the  positive  moment 
on  the  two  outer  sections,  shall  be  as  specified  for  Four- 
Way  Systems.  In  the  expression  for  the  bending  mo¬ 
ments  on  the  various  sections,  the  length  L  shall  be 
assumed  as  the  distance  center  to  center  of  columns 
and  the  load  W  as  the  load  on  the  parallelogram  panel. 

B.  Interior  Rectangular  Panels. 

1.  When  the  ratio  n  does  not  exceed  1.1,  all  compu¬ 
tations  shall  be  based  on  a  square  panel  of  a  length 
equal  to  the  average  span,  and  the  reinforcement  shall 
be  equally  distributed  in  the  short  and  long  directions 
according  to  the  bending  moment  coefficients  specified 
for  interior  square  panels. 

2.  When  the  ratio  n  lies  between  1.1  and  1.33,  the 
bending  moment  coefficients  specified  for  interior  square 
panels  shall  be  applied  in  the  following  manner; 

(a)  In  tzvo-way  systems,  the  negative  moments  on  the 
two  column  head  sections  and  the  mid  section  and  the 
positive  moment  on  the  two  outer  sections  and  the 
inner  section  at  right  angles  to  the  long  direction  shall 
be  determined  as  for  a  square  panel  of  a  length  equal  to 
the  greater  dimension  of  the  rectangular  panel;  and  the 
corresponding  moments  on  the  sections  at  right  angles 
to  the  short  direction  shall  be  determined  as  for  a  square 
panel  of  a  length  equal  to  the  lesser  dimension  of  the 
rectangular  panel.  In  no  case  shall  the  amount  of  rein¬ 
forcement  in  the  short  direction  be  less  than  two-thirds 
(2/3)  of  that  in  the  long  direction.  The  load  W  shall 
be  taken  as  the  load  on  the  rectangular  panel  under  con¬ 
sideration. 

(b)  In  four-way  systems,  for  the  rectangular  bands,  the 
negative  moment  on  the  column  head  sections  and  the  posi¬ 
tive  moment  on  the  outer  sections  shall  be  determined  in  the 
same  manner  as  indicated  for  two-ivay  systems. 

For  the  diagonal  bands  the  negative  moments  on  the 
column  head  and  mid  sections  and  the  positive  moment 
on  the  inner  section  shall  be  determined  as  for  a  square 
panel  of  a  length  equal  to  the  average  span  of  the  rect¬ 
angle.  The  load  W  shall  be  taken  as  the  load  on  the 
rectangular  panel  under  consideration. 

(c)  In  three-zvay  systems,  the  negative  and  positive  mo¬ 
ments  on  the  bands  running  parallel  to  the  long  direc¬ 
tion  shall  be  determined  as  for  a  square  whose  side  is 
equal  to  the  greater  dimension;  and  the  moments  on 
the  bands  running  parallel  to  the  short  direction  shall 
be  determined  as  for  a  square  whose  side  is  equal  to 
the  lesser  dimension.  The  load  \\  shall  be  taken  as  the 
load  on  the  parallelogram  panel  under  consideration. 

C.  Exterior  Panels.  The  negative  moments  at  the 
first  interior  row  of  columns  and  the  positive  moments 
at  the  center  of  the  exterior  panels  on  moment  sections 
parallel  to  the  wall,  shall  be  increased  twenty  (20)  per 
cent  over  those  specified  above  for  interior  panels.  The 
negative  moment  on  moment  sections  at  the  wall  and 
parallel  thereto  shall  be  determined  by  the  conditions 
of  restraint,  but  the  negative  moment  on  the  mid  sec¬ 
tion  shall  never  be  considered  less  than  fifty  (50)  per 
cent  and  the  negative  moment  on  the  column  head  sec¬ 
tion  never  less  than  eighty  (80)  per  cent  of  the  corre¬ 
sponding  moments  at  the  first  interior  row  of  columns. 

D.  Interior  Columns  shall  be  designed  for  the  bend¬ 
ing  moments  developed  by  unequally  loaded  panels,  ec¬ 
centric  loading  or  uneven  spacing  of  columns.  1  he 
bending  mcJment  resulting  from  unequally  loaded  panels 
shall  be  considered  as  1/40  W,  L,  and  shall  be  resisted 

( Continued  on  page  778) 
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PROPOSED  AMENDMENTS  TO  RULES  GOVER  NING  FIRE 

SPRINKLER  SYSTEMS. 


EXTINGUISHING  APPLIANCES— 


[77-25-SR] 

NO  1  ICE  lb  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday,  June  26,  1925,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  7  he  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building ;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvatcr  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis -t 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wiiV>  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro- 
vided  in  connection  with  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  .Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


i  u  ii  I — ,  ■‘‘■ppiuvcu  sources  or  wi 

supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
rump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  Quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  Protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal- 
°nS  -jS  r?(luired  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited-  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 

byi!Pa,SS  "P*  lf:ss  *han  two  (2)  inches  in  size 
"d  t,he.chefck  Y,alye  ln  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank  The 
water  supply  and  connections  shall  be  capable  of  sup 
p  ying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute.  ’ 

The  filling  pipe  shall  be  carried  up  inside  a  frost-Proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pHmp  or  a  direct  serv¬ 
ice  mam  connection,  provided  that  there  are  separate  feed 
mams  from  the  basement  or  lowest  story  and  a  control 
valve  m  each  feed  line  in  a  pump  or  engine  room. 

.  Jj!e  overflow  pipe  shall  be  not  less  than  two  (2)  inches 
'll  d,atneter/or  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 

he  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be¬ 
low  the  top  of  the  staves  in  zvooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
ts  of  brass  or  copper  or  other  non-corrosive  metal  and 
zmthout  joints  or  it  may  extend  through  side  of  tank  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  tzventy-four  (24)  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbow. 

The  discharge  heating  or  filling  pipes  zvhere  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost¬ 
proof covering  which  may  be  of  three  layers  of  one-inch 
(i)  hair  felt  interspersed  zmtli  building  paper  well  zvrapped 
and  secured  and  covered  with  canvas  zvell  painted  or  by 

r7rl  u,2LZ7sg "  specified  by  ,he  ffation°l  B°«-*  °> 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means '  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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1  hires  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  zvith  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  belozv  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12)4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  systein 

Sivhcre  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  5,000  gallons  of  zvater  for  a  dry-pipe  system.  No 
single  tank  shail  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  has  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  belozv  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [twol  one 
and  one-half  {D/i)  inches  in  size  [with  a  one  and  one- 
quarter  (f)4)  inch  connection  to  the  tank],  or  through  a 
,  by-pass  not  less  than  [two  (2)]  one  and  one-half  (il/2)  in* 

'  ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box.  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side- 
|  walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
f  of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidezealk  and  with¬ 
in  18"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  tzvo  (g) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  zvalcr  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  aliozvs  free  flozv  of  zvatcr  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  zvhich  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
zvith  fire  extinguishing  equipment. 

Ezndence  establishing  the  fact  that  zvatcr  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  zvater  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
belozv  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  zvater  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple 
mented  by  a  public  service  break-down  switch.  Loca' 
electric  power  plants  shall  be  located  in  rooms  of- 
fireproof  construction  with  approved  fire  doors  at 

openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (lA)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  -ffiall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  bv 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  from 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  departtnent  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads.  '  '  fH  Hi 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3^4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
zrall  not  more  than  twelve  ( 12 )  inches  beyond  il)e  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  d  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightivay  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  siamese  coupling  by  either  a  ball  drip  having 
a  one-half  (J4)  inch  pipe  connection  and  one-half  (J4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (34)  inch  drip  connection,  zvith  plugged  valve  attached, 
and  .when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street ;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  tzt<o  j 
pressure  tanks  having  a  total  water  capacity  for  a  ore-  j 
source  supply  may  be  considered  as  a  two-source  supply  j 
zt’here  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  04)  inch  heads— 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (114)  inch 
heads— 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  04)  inch  head  for  each  62^ 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail-  | 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,.  but  less  than  five  (5)  feet  on  centers,  will  requin 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  :be  run  at  right  angles  to  the  joists  and  the  . 
heads  “Staggered  spaced”  so  that  heads  on  one  line  wil’ 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than. two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 

In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11  /4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 
,ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 

'  feet  wide  and  over  (measurements  to  be  taken  from  center 
'to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ()4)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and.  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads 

One  line  of  sprinklers  shall  be  placed  in  the  center 
•of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  ot 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  "lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar- 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  lipe  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  (}/)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  100  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  sliaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof.  w»v  be  used  in  lieu  of  heads  located  in  peak  of 
roof ' 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint-  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 


763 


PUBLIC  HEARING 


incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 


Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (J4)  inch  heads — 


Size  of  Pipe 
Y4  inch 

1 

154  “ 

154  “ 

2 

2^4  “ 

3 

3^4  “ 


8 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

.  2  heads 


3 

5 

10 

20 

36 

55 

80 

140 

200 

300 

420 


ii 

ii 

a 

a 

a 

a 


u 

it 

it 

a 


(b)  For  Conran*  one  (1)  inch  heads — 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch. lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end 
provided  a  two  and  one-half  (2 y2)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (j4)  inch  heads 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched- 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply'  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
Center  Central  or  Side  Central”  supply  to  feed  main. 
Fach  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 


Size  of  Pipe 

1  inch 

154  “ 

i^  “ 

2 

2H  “ 

3  “ 

-4 

5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

.  2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 


it 

it 

ii 

a 

a 

a 

a 

a 

a 


In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
at  e  protected,  by  standard  fire  doors,  may  be  co>isidered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  (y2)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 


(c)  For  Conran*  one  and  one-quarter  (1  %)  inch  heads— 


Size  of  Pipe 

1  y4  inch 

IK  “ 

2 


2^4 


3 

4 

5 

6 

7 

8 


ii 

ii 

a 

a 

a 

a 

a 


Maximum  No.  of 
Heads  Allowed 


1  head 

2  heads 


12  “ 
21  “ 
40 

60  “ 
84  “ 


(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections ,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  zvith  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  dead  riser1  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  graznty 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser", 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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iule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
ldard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
i  screwed  up  tight  into  fittings  without  reducing  the 
erway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
11  be  long  turn  pattern  on  feed  mains  and  risers. 

uch  fittings  shall  be  designed  and  guaranteed  for  a  work- 
pressure  of  150  pounds  per  square  inch  and  must  be 
able  of  withstanding  a  hydrostatic  test  pressure  of  750 
,nds  per  square  inch  without  failure. 

U1  pipe  shall  be  secured  to  the  ceiling,  wall®  =>nd  other 
ts  of  the  building  with  standard  steel,  wrought  or  mal- 
ble  iron  hangers. 

fxtra  heavy  fittings  shall  be  employed  where  the  normal 
Assure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
>0)  pounds  per  square  inch,  and  shall  be  designed  for  a 
I  rking  pressure  of  250  pounds  per  square  inch  and  be 
.able  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
inds  per  square  inch  without  failure. 

\11  underground  pipe  shall  comply  with  the  specifications 
■  cast  iron  pipe  of  the  American  Water  Works  Associa- 

in. 

■iule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex- 
;ed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro- 
ted  against  corrosion  whenever  found  necessary  by  thor- 
ghly  cleaning  the  pipe  of  all  scale  and  grease  and  paint- 
v  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
-eptable  moisture  resistive  paint.  When  exposed  to  chemi- 
fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
other  approved  chemical  resistive  paint.  Care  shall  be 
I  -cen  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
der  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
ved  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
ed  with  mineral  wool,  sawdust  or  tar  mixed  with  granu- 
ed  cork,  extending  below  bottom  of  pipe  and  through  the 
)  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
th  three  alternate  layers  of  one-inch  hair  felt  and  b  u  i  1  cl  - 
y  paper  or  by  other  approved  method.  When  of  wood, 
ch  enclosure  shall  be  constructed  double  with  a  layer  of 
,  r  paper  between  the  two  thicknesses  of  wood. 

I  Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cm- 
:  r  concrete  floors  or  partitions,  they  shall  be  protected 
;th  a  metal  sleeve  or  be  grouted  with  cement  mortar. 
Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
’  all  be  protected  with  an  approved  hermetically  sealed  cover, 
with  an  approved  wax  coating.  _ 

.  Rule  20  Drainage.  All  sprinkler  pipe  and  fittings  shall 
so  installed  that  they  can  be  thoroughly  drained,  and 
here  practicable,  all  piping  shall  be  arranged  to  diain  at 
1  e  main  drips. 

;  Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex- 
ise  any  part  of  the  sprinkler  system  to  frost,  and  shall 
I  so  connected,  either  by  check  valves  or  other  means, 
'at  they  will  not  [overthrow]  ovcvflozv  domestic  service  or 
her  connections  to  the  same  sewer  or  house  drain,  or  if 
rricd  through  the  wall  ciud  exposed  to  the  weather ,  they 
all  be  fitted  with  hoods  or  dozvn-turncd  elbows. 

Drains,  pitched  not  less  than  one-quarter  (%)  inch  in 
n  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank ; 

At  each  pressure  tank. 

At  each  fire  department  connection; 

On  each  floor,  if  independent  floor  control  valves  are  used; 

id 

At  each  supply  main,  when  the  water  in  the  same  can- 
ht  be  removed  through  any  of  the  above  drains,  buch 
ains  shall  be  installed  with  controlling  valves  so  that  tiow- 
ig  tests  may  be  made  to  determine  if  the  water  supplies 
r  connections  from  yard  mains  to  the  inside  of  the  bun 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  i  inch 
in  size  where  floor  valves  are  not  over  2)4  inches  in  size 
and  7)4  inches  ivherc  floor  valves  are  larger ,  and  connected 
to  a  main  drain  riser  of  not  less  than  7)4  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zuhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (%)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  ()4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  ii  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  7)4  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  )4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  %-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  Ya~ inch  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4)4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank ; 

At  the  air  compressor ; 

Above  the  alarm  valve ; 

Below  the  alarm  valve ;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fcd  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  04) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (J4)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor.  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  t 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply 
ae  pump  shall  be  taken,  if  possible,  from  a  room  contaii 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  t 
taming  calcium  chloride,  in  order  to  avoid  the  introduc 
of  moisture  into  the  system. 

,  ft'r  pressure  on  such  dry-pipe  systems  shall  be  m; 
tamed  throughout  the  year. 

Ntot„ln?r1e  than  following  number  of  heads  shall 
controlled  by  one  Type  A”  dry-pipe  valve : 

(a)  For  standard  one-half  ( )  inch  heads  .. 

(b)  hor  Conran*  one  (1)  inch  heads  . ' 

(c)  hor  Conran*  one  and  one-quarter  inch  heads 
Where  equipped  with  an  approved  quick-opening  dei 

the  following  number  of  heads  may  be  controlled  by 
1  ype  A  dry -pipe  valve  : 

F or  Standard  one-half  (y2)  inch  heads  ... 

(h)  hor  Conran*  one  (/)  inch  heads . 

(r)  For  Conran*  one  and  one-quarter  (i'%)  inch  heads. 

(b)  When  “Type  B”  valve  is  installed  the  actuating  ala 
system  shall  be  designed  to  operate  at  a  temperature  lo\ 
than  that  required  to  open  the  sprinkler  heads,  and  all  c 
nechons  between  the  alarm  system  and  the  dry-pipe  va 
shall  be  adequately  protected  against  injury  of  any  kind 

When  required  by  the  administrative  official  having  ju: 
diction,  the  dead  end  of  every  feed  main  in  such  dry-p 
system  shall  be  provided  with  an  air  relief  valve  or  vt 
so  constructed  as  to.  be  normally  open  in  order  to  peri 
the  free  escape  of  air  from  the  system,  but  to  close  ad 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (y2)  inch  heads  .  ; 

(b)  hor  Conran*  one  (1)  inch  heads  .  ] 

[P,  F°r  Conran*  one  and  one-quarter  (1%)  inch  heads. 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprink 

systems  shall  be  equipped  with  an  alarm  valve  so  construe! 
that  a  flow  of  water,  through  a  one-half  (%)  inch  orif 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  dev 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  / 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  wh 
the  water  falls  below  or  rises  above  the  normal  level 
tne  tank,  with  an  indicator  or  alarm  located  in  the  en<dnee! 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  i 
dicate  when  the  pressure  in  the  tank  falls  below  seven 

VU  °r  -ns^s  a°ove  e’ffhty  (80)  pounds  per  'square  in< 
viti  an  indicator  or  alarm  located  in  the  engineer’s  roo 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkf 
tanks  subject  to  freezing  shall  be  protected  by  internal 
heating  the  water  or  enclosing  the  tank  in  a  frost-proc 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  conceale 
pipe  systems,  shall  be  of  standard  full-weight  wrought  ire 
or  steel,  painted  with  two  coats  of  protective  paint,  or 
before  and  one  after  installation.  Such  pipe  shall  be  ir 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  sha 
be  inspected  prior  to  concealment.  When  installed  in  tbl 
concealed  space  between  floor  arches  and  ceiling,  such  pip 
shall  be  supported  by  hangers  and  all  pipe,  fittings  an 
bangers  be  protected  with  two  coats  of  paint. 

.  Rule  32.  Preparation  of  Building.  Floor  or  wall  opefi 
mgs  and  other  structural  defects  which  prevent  the  bankin! 
up  of  heated  air  and  retard  the  automatic  action  of  sprin 
v  er  leads  shall  be  provided  with  the  necessary  curtail 
cards  and  draft  stops  to  permit  specific  control  of  the  fir: 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be 
low  the  lowest  sprinkler. 
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le  33.  Approval  of  Sprinkler  System  [Tests].  Before 
tance  all  automatic  sprinkler  systems,  excluding  the  vva- 
upply  tanks,  shall  be  subjected  after  installation  to  a  - 
i  astatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
square  inch  in  excess  of  that  which  will  be  normally 

[ed  and  observed  in  the  sprinkler  system,  such  test 
ure,  however,  never  to  be  less  than  one  hundred  and 
(150)  pounds  per  square  inch  in  any  part  of  the  sys- 

1  pressure  tanks  shall  be  tested  after  erection  to  a  test 

1;ure  of  one  and  one-half  (V/2)  times  the  working  pres- 
To  prevent  the  possibility  of  serious  water  damage 
lse  of  a  break,  the  pressure  shall  be  maintained  by  a 
1  pump,  the  main  controlling  gate  being  meanwhile 
shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
for  testing  systems. 

!  automatic  dry-pipe  systems  with  “Type  A”  valve  con- 
an  air  pressure  of  forty  (40)  pounds  per  square  inch 
be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
>  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
f'S. 

the  case  of  automatic  dry-pipe  systems  with  differen- 
“Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
ag  the  test  to  prevent  injurying  the  valve, 
on-automatic  systems  shall  be  tested  after  installation 
ot  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
I  he  pressure  necessary  to  reach  the  highest  line  of  sprin- 
'  is. 

,  11  tests  of  installed  systems  shall  be  made  by  the  con- 
tor  in  the  presence  of  the  Fire  Commissioner,  or  his 
lorized  representative. 

0  piping,  devices  nor  any  portion  of  a  newly  constructed 
nklcr  system  shall  be  covered  up  or  permanently  con- 
j  ed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
.  ■ oved  of  in  writing,  except  piping  passing  through  floors, 
s,  partitions  or  beams  for  distances  equal  to  the  thick- 
of  such  floors,  w ’alls,  partitions  or  beams. 

ule  34.  Non-fireproof  Business  Buildings.  Automatic 
,  nklers  required  in  non-fireproof  business  buildings  under 
provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
i  inances,  unless  otherwise  specifically  provided  in  these 
s,  shall  consist  of  at  least  a  One  Source  System. 

ule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
'  nklers  required  in  buildings  having  occupancies  consid- 
'  to  be  dangerous  or  hazardous  by  the  Fire  Commis- 
er  shall  consist  of  at  least  a  one-source  system  unless 
rwise  specifically  provided  for  in  these  rules. 

ule  36.  Factories  and  other  Buildings.  Automatic  sprin- 
;  5  required  in  buildings  under  the  provisions  of  the  Code 

Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
ne-scurce  system. 

i  ule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
tired  in  theatre  buildings  under  the  provisions  of  Chap- 
I  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con- 
'  of  at  least  a  One  Source  System. 

ule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
tired  in  buildings  in  which  fireworks  are  stored  or  sold 
er  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
le  of  Ordinances,  shall  consist  of  a  Two  Source  System. 

r=4=.  _  = 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  zvhich  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  ncz'cr  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or~ damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  ruies  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  with 
the  Fire  Department  for  approval. 


NOTICE 


BUILDING  CODE  ON  SALE, 
j'opies  of  the  Building  Code  are  now  on  sale  at  the 
tributing  Division  of  the  City  Record  Office,  125  Worth 
1  et.  Price,  $1 ;  by  mail,  $1.08. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  25c;  by  mail.  27c. 
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CITY  OF  NEW  YORK 

BOARD  OF  ESTIMATE  AND  APPORTIONMENT 


Amended  Building  Zone  Resolution. 

(Adopted  October  3,  1924) 

With  Amendments  to  June  12,  1925. 

A  Resolution  Regulating  and  Limiting  the  Height  and  Bulk 
of  Buildings  Hereafter  Erected  and  Regulating  and 
Determining  the  Area  of  Yards,  Courts  and  Other 
Open  Spaces,  and  Regulating  and  Restricting  the  Loca¬ 
tion  of  Trades  and  Industries  and  the  Location  of 
Buildings  Designed  for  Specified  Uses  and  Establishing 
the  Boundaries  of  Districts  for  the  Said  Purposes. 

Be  it  Resolved  by  the  Board  of  Estimate  and  Appor¬ 
tionment  of  The  City  of  New  York: 

Article  I — Definitions. 

§  1.  Definitions.  Certain  words  in  this  resolution  are 
defined  for  the  purposes  thereof  as  follows : 

(a)  Words  used  in  the  present  tense  include  the  future; 
the  singular  number  includes  the  plural  and  the  plural  the 
singular;  the  word  “lot”  includes  the  word  “plot”;  the 
word  “building”  includes  the  word  “structure.” 

(b)  The  “street  line”  is  the  dividing  line  between  the 
street  and  the  lot. 

(c)  The  “width  of  the  street”  is  the  mean  of  the  distances 
between  the  sides  thereof  within  a  block.  Where  a  street 
borders  a  public  place,  public  park  or  navigable  body  of 
water  the  width  of  the  street  is  the  mean  width  of  such 
street  plus  the  width,  measured  at  right  angles  to  the  street 
line,  of  such  public  place,  public  park  or  body  of  water. 

(d)  The  “curb  level,”  for  the  purpose  of  measuring  the 
height  of  any  portion  of  a  building,  is  the  mean  level  of  the 
curb  in  front  of  such  portion  of  the  building.  But  where 
a  building  is  on  a  corner  lot  the  curb  level  is  the  mean 
level  of  the  curb  on  the  street  of  greatest  width.  If  such 
greatest  width  occurs  on  more  than  one  street  the  curb 
level  is  the  mean  level  of  the  curb  on  that  street  of  greatest 
width  which  has  the  highest  curb  elevation.  The  “curb 
level”  for  the  purpose  of  regulating  and  determining  the 
area  of  yards,  courts  and  open  spaces  is  the  mean  level  of 
the  curb  at  that  front  of  the  building  where  there  is  the 
highest  curb  elevation.  Where  no  curb  elevation  has  been 
established  or  the  building  does  not  adjoin  the  street  the 
average  ground  level  of  the  lot  shall  be  considered  the  curb 
level. 

(e)  A  “street  wall”  of  a  building,  at  any  level,  is  the 
wall  or  part  of  the  building  nearest  to  the  street  line. 

(f)  The  “height  of  a  building”  is  the  vertical  distance 
measured  in  the  case  of  flat  roofs  from  the  curb  level  to 
the  highest  point  of  the  roof  beams  adjacent  to  the  street 
wall,  and  in  the  case  of  pitched  roofs  from  the  curb  level 
to  the  mean  height  level  of  the  gable.  Where  no  roof 
beams  exist  or  there  are  structures  wholly  or  partly  above 
the  roof  the  height  shall  be  measured  from  the  curb  level 
to  the  level  of  the  highest  point  of  the  building.  Where  a 
building  is  a  tenement  house  as  defined  in  the  Tenement 
House  Law  the  height  of  the  building  on  the  street  line 
shall  be  measured  as  prescribed  in  said  law  for  the  measure¬ 
ment  of  the  height  of  a  tenement  house  and  such  measure¬ 
ment  shall  be  from  the  curb  level  as  that  term  is  used  in 
said  law. 

(g)  The  “depth  of  a  lot”  is  the  mean  distance  from  the 

street  line  of  the  lot  to  its  rear  line  measured  in  the  gen¬ 

eral  direction  of  the  side  lines  of  the  lot. 

(h)  A  “rear  yard”  is  an  open  unoccupied  space  on  the 
same  lot  with  a  building  between  the  rear  line  of  the  build¬ 
ing  and  the  rear  line  of  the  lot. 

(i)  The  “depth  of  a  rear  yard”  is  the  mean  distance 
between  the  rear  line  of  the  building  and  the  rear  line  of 
the  lot. 

(j)  Lots  or  portions  of  lots  shall  be  deemed  “back  to 

back”  when  they  are  on  opposite  sides  of  the  same  part  of 


a  rear  line  common  to  both  and  the  opposite  street  1 
on  which  the  lots  front  are  parallel  with  each  other  or  ir 
an  angle  with  each  other  of  not  over  45  degrees. 

(k)  A  “court”  is  an  open  unoccupied  space,  other  t 
a  rear  yard,  on  the  same  lot  with  a  building.  A  court 
extending  to  the  street  or  to  a  rear  yard  is  an  “in 
court.”  A  court  extending  to  the  street  or  a  rear  v 
is  an  “outer  court.”  A  court  on  the  lot  line  extend 
through  from  the  street  to  a  rear  yard  or  another  sti 
is  a  “side  yard.” 

(l)  The  “height  of  a  yard  or  a  court”  at  any  given  h 
shall  be  measured  from  the  lowest  level  of  such  yard 
court  as  actually  constructed  or  from  the  curb  level, 
higher,  to  such  level.  The  highest  level  of  any  given  v 
bounding  a  court  or  yard  shall  be  deemed  to  be  the  m 
height  of  such  wall.  Where  a  building  is  a  tenement  hoi 
as  defined  in  the  Tenement  House  Law,  the  height  o 

yard  or  a  court  shall  be  measured  as  prescribed  in  si 
law. 

(m)  The  “least  dimension”  of  a  yard  or  court  at  ; 
level  is  the  least  of  the  horizontal  dimensions  of  such  v; 
or  court  at  such  level.  If  two  opposite  sides  of  a  y; 
or  court  are  not  parallel  the  horizontal  dimension  betW' 
them  shall  be  deemed  to  be  the  mean  distance  between  th< 

W  The  “length  of  an  outer  court”  at  any  given  pc 
shall  be  measured  in  the  general  direction  of  the  side  li 
of  such  court  from  the  end  opposite  the  end  opening 
a  street,  or  a  rear  yard,  to  such  point. 

Article  II— Use  Districts. 

§  2.  Use  Districts.  For  the  purpose  of  regulating  a 
restricting  the  location  of  trades  and  industries  and  i 
location  of  buildings  designed  for  specified  uses,  the  City 
New  York  is  hereby  divided  into  three  classes  of  distric 
(1)  residence  districts,  (2)  business  districts  and  (3)  t 
i  estricted  districts ;  as  shown  on  the  amended  use  distr 
map  which  accompanies  this  resolution  and  is  hereby  < 
dared  to  be  part  hereof.  The  use  districts  designated 
said  amended  map,  consisting  of  thirty-five  sheets  and 
index  sheet,  each  dated  July  1,  1924,  and  signed  by  t 
Chief  Engineer  of  the  Board  of  Estimate  and  Apportic 
ment,  are  hereby  established.  The  amended  use  district  m 
designations  and  amended  map  designation  rules  which  £ 
company  said  amended  use  district  map  are  hereby  declar 
,o  be  part  thereof.  No  building  or  premises  shall  be  erect 
or  used  for  any  purpose  other  than  a  purpose  permitted 
t  le  use  district  in  which  such  building  or  premises  is  locafi 
•  ^  Residence  Districts.  In  a  residence  district  no  buil 
mg  shall  be  erected  other  than  a  building,  with  its  usi: 
accessories,  arranged,  intended  or  designed  exclusively  f 
one  or  more  of  the  following  specified  uses: 

(1)  Dwellings,  which  shall  include  dwellings  for  one 

“T,hes  and  b?ardln£  houses  and  also  hotels  whi. 
nave  thirty  or  more  sleeping  rooms. 

(2)  Clubs,  excepting  clubs  the  chief  activity  of  which 

clVrl  CUit0manly  carried  on  as  a  business. 

(3)  Churches. 

hbraries  or  public  museums. 

ntw  ,  hllanthr°P;c  or  eleemosynary  uses  or  institution 
other  than  correctional  institutions. 

Hospitals  and  sanitariums. 

(<)  Railroad  passenger  stations. 

(8)  Farming,  truck  gardening,  nurseries  or  green  house 
In  a  residence  district  no  building  or  premises  shall  1 
used  for  any  use  other  than  a  use  above  specified  for  whic 
in  mgs  .may  be  erected  and  for  the  accessory  uses  cu: 
omarily  incident  thereto.  The  term  accessory  use  shall  nc 
include  a  business  nor  shall  it  include  any  building  or  uf 
not  located  on  the  same  lot  with  the  building  or  use  t 
which  it  is  accessory.  A  private  garage  for  more  tha 
e  mo  or  vehicles  shall  not  be  deemed  an  accessory  use. 
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§4.  Business  Districts,  (a)  In  a  business  district  no 
aiding  or  premises  shall  be  used,  and  no  building  shall 
>  erected  which  is  arranged,  intended  or  designed  to  be  used, 

>r  any  of  the  following  specified  trades,  industries  or  uses: 

(1)  Ammonia,  chlorine  or  bleaching  powder  manufacture. 

(2)  Asphalt  manufacture  or  refining. 

(3)  Assaying  (other  than  gold  or  silver). 

(4)  Blacksmithing  or  horseshoeing. 

(5)  Boiler  making. 

(6)  Brewing  or  distilling  of  liquors. 

(7)  Carpet  cleaning. 

h  (8)  Celluloid  manufacture. 

(9)  Crematory. 

(10)  Distillation  of  coal,  wood  or  bones. 

(11)  Dyeing  or  dry  cleaning. 

(12)  Electric  central  station  power  plant. 

.  (13)  Fat  rendering. 

(14)  Fertilizer  manufacture. 

(15)  Garage  for  more  than  five  motor  vehicles,  not  includ¬ 
ing  a  warehouse  where  motor  vehicles  are  received 
for  dead  storage  only,  and  not  including  a  sales¬ 
room  where  motor  vehicles  are  kept  for  sale  or 
for  demonstration  purposes  only. 

(16)  Gas  (illuminating  or  heating)  manufacture  or  stor¬ 
age. 

(17)  Glue,  size  and  gelatine  manufacture. 

(18)  Incineration  or  reduction  of  garbage,  offal,  dead  ani¬ 

mals  or  refuse. 

(19)  Iron,  steel,  brass  or  copper  works. 

(20)  Junk,  scrap  paper  or  rag  storage  or  baling. 

(21)  Lamp  black  manufacture. 

(22)  Lime,  cement  or  plaster  of  paris  manufacture. 

(23)  Milk  bottling  and  distributing  station. 

(24)  Oil  cloth  or  linoleum  manufacture. 

(25)  Paint,  oil,  varnish  or  turpentine  manufacture. 

(26)  Petroleum  refining  or  storage. 

(27)  Printing  ink  manufacture. 

(28)  Raw  hides  or  skins— storage,  curing  or  tanning 

(29)  Repair  shop  for  motor  vehicles. 

(30)  Rubber  manufacture  from  the  crude  material. 

(31)  Saw  or  planing  mill. 

(32)  Shoddy  manufacture  or  wool  scouring. 

(33)  Slaughtering  of  animals. 

(34)  Smelting. 

(35)  Soap  manufacture. 

(36)  Stable  for  more  than  five  horses. 

(37)  Starch,  glucose  or  dextrine  manufacture. 

(38)  Stock  yard. 

(39)  Stone  or  monumental  works. 

(40)  Sugar  refining. 

(41)  Sulphurous,  sulphuric,  nitric  or  hydrochloric  acid 

manufacture. 

(42)  Tallow,  grease  or  lard  manufacturing  or  refining. 

(43)  Tar  distillation  or  manufacture. 

(44)  Tar  roofing  or  tar  waterproofing  manufacture. 

(45)  Refrigerating  plants,  coal  yards  and  coal  pockets. 

(46)  Gasoline  service  station. 

(b)  In  a  business  district  no  building  or  premises  shall 
)e  used,  and  no  building  shall  be  erected,  which  is  arranged, 
intended  or  designed  to  be  used  for  any  trade,  industry  or 
use  that  is  noxious  or  offensive  by  reason  of  the  emission 
of  odor,  dust,  smoke,  gas  or  noise  but  car  barns  or  places 
of  amusement  shall  not  be  excluded. 

•  (c)  In  a  business  district  no  building  or  premises  shall 

be  used,  and  no  building  shall  be  erected,  which  is  arranged, 
intended  or  designed  to  be  used  for  any  kind  of  manufac¬ 
turing.  except  that  any  kind  of  manufacturing  not  included 
within  the  prohibitions  of  paragraphs  a  and  b  of  this  sec¬ 
tion  may  be  carried  on  provided  not  more  than  25  per  cent, 
of  the  total  floor  space  of  the  building  is  so  used,  but  space 
equal  to  the  area  of  the  lot  may  be  so  used  in  any  case,  al¬ 
though  in  excess  of  said  25  per  cent.  The  printing  of  a 


newspaper  shall  not  be  deemed  manufacturing.  No  use  per¬ 
mitted  in  a  residence  district  by  section  3  shall  be  excluded 
from  a  business  district. 

§  5.  Unrestricted  Districts.  The  term  “unrestricted  dis¬ 
trict”  is  used  to  designate  the  districts  for  which  no  regula¬ 
tions  or  restrictions  are  provided  by  this  article. 

§  6.  Existing  Buildings  and  Premises,  (a)  Any  use  ex¬ 
isting  in  any  building  or  premises  on  July  25,  1916,  and  not 
conforming  to  the  regulations  of  the  use  district  in  which  it 
is  maintained,  may  be  continued  therein.  No  then  existing 
building  designed,  arranged,  intended  or  devoted  to  a  use 
not  permitted  by  this  article  in  the  district  in  which  such 
use  is  located  shall  be  enlarged,  extended,  reconstructed  or 
structurally  altered  unless  such  use  is  changed  to  a  use  per¬ 
mitted  in  the  district  in  which  such  building  is  located. 
Such  building  may,  however,  be  reconstructed  or  structurally 
altered  to  an  extent  not  greater  than  50  per  cent,  of  the 
value  of  the  building,  exclusive  of  foundations,  provided 
that  no  use  in  such  building  is  changed  or  extended,  except 
as  authorized  in  paragraph  b  of  this  section,  and  provided, 
further,  that  no  use  included  in  any  one  of  the  enumerated 
subdivisions  of  paragraph  a  of  section  4  is  changed  into  a 
use  included  in  any  other  enumerated  subdivision  of  para¬ 
graph  a  of  section  4  or  into  a  use  prohibited  by  paragraph 
b  of  section  4,  and  also  provided  that  no  use  prohibited 
by  paragraph  b  of  section  4  is  changed  into  another  use 
prohibited  by  paragraph  b  of  section  4  or  into  a  use  in¬ 
cluded  in  an  enumerated  subdivision  of  paragraph  a  of 
section  4. 

(b)  Any  use  existing  in  any  building  or  premises  on 
July  25,  1916,  and  not  conforming  to  the  regulations  of  the 
use  district  in  which  it  is  maintained  may  be  changed,  and 
such  use  may  be  extended  throughout  the  building,  provided 
that  in  either  case : 

(1)  No  structural  alterations  shall  be  made  in  the  build¬ 
ing,  except  as  authorized  by  paragraph  a  of  this  section,  and 

(2)  In  a  residence  district  no  portion  of  a  building  de¬ 
voted  to  a  use  included  in  subdivision  1  of  section  3  shall 
be  changed  to  any  use  prohibited  in  a  residence  district,  and 

(3)  In  a  residence  district  no  building  or  premises,  unless 
devoted  to  one  of  the  uses  that  is  by  section  4  prohibited  in 
a  business  district,  shall  be  changed  to  any  of  such  uses, 
and 

(4)  In  a  residence  or  business  district  no  building  or  part 
thereof  and  no  premises,  unless  devoted  to  one  of  the  uses 
that  is  by  paragraph  a  or  b  of  section  4  prohibited  in  a 
business  district,  shall  be  changed  to  any  of  such  uses. 

If  a  use  is  changed  as  authorized  in  this  section,  the  new 
use  may  thereafter  be  changed,  subject  to  the  limitations 
imposed  by  subdivisions  1,  2.  3  and  4  of  this  paragraph. 

§  7.  Use  District  Exceptions.  The  Board  of  Appeals, 
created  by  chapter  503  of  the  laws  of  1916,  may,  in  appro¬ 
priate  cases,  after  public  notice  and  hearing,  and  subject  to 
appropriate  conditions  and  safeguards,  determine  and  vary 
the  application  of  the  use  district  regulations  herein  estab¬ 
lished  in  harmony  with  their  general  purpose  and  intent  as 
follows : 

(a)  Permit  the  extension  of  an  existing  building  and  the 
existing  use  thereof  upon  the  lot  occupied  by  such  building 
at  the  time  of  the  passage  of  this  resolution  or  permit  the 
erection  of  an  additional  building  upon  a  lot  occupied  at  the 
time  of  the  passage  of  this  resolution  by  a  commercial  or 
industrial  establishment  and  which  additional  building  is  a 
part  of  such  establishment ; 

(b)  Where  a  use  district  boundary  line  divides  a  lot  in  a 
single  ownership  at  the  time  of  the  passage  of  this  resolu¬ 
tion.  permit  a  use  authorized  on  either  portion  of  such  lot 

to  extend  to  the  entire  lot.  but  not  more  than  25  feet  beyond 
the  boundary  line  of  the  district  in  which  such  use  is  au¬ 
thorized  ; 

(o'!  Permit  the  extension  of  an  existing  or  proposed 
building  into  a  more  restricted  district  under  such  condi¬ 
tions  as  will  safeguard  the  character  of  the  more  restricted 
district  ; 
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(d)  Permit  in  a  residence  district  a  central  telephone  ex¬ 
change  or  any  building  or  use  in  keeping  with  the  uses  ex¬ 
pressly  enumerated  in  section  3  as  the  purposes  for  which 
buildings  or  premises  may  be  erected  or  used  in  a  residence 
district ; 

(e)  Permit  in  a  business  district  the  erection  or  extension 
of  a  garage  or  stable  in  any  portion  of  a  street  between  two 
intersecting  streets  in  which  portion  there  exists  a  garage 
for  more  than  five  motor  vehicles  or  a  stable  for  more  than 
five  horses  which  existed  on  July  25,  1916. 

(f)  Grant  in  undeveloped  sections  of  the  city  temporary 
and  conditional  permits  for  not  more  than  two  years  for 
structures  and  uses  in  contravention  of  the  requirements  of 
this  article. 

(g)  Permit  in  a  business  or  residence  district  the  erection 
of  a  garage  provided  the  petitioner  files  the  consents  duly 
acknowledged  of  the  owners  of  80  per  cent,  of  the  frontage 
deemed  by  the  Board  to  be  immediately  affected  by  the 
proposed  garage.  Such  permit  shall  specify  the  maximum 
size  or  capacity  of  the  garage  and  shall  impose  appropriate 
conditions  and  safeguards  upon  the  construction  and  use  of 
the  garage. 


Article  III — Height  Districts. 

§  8.  Height  Districts.  For  the  purpose  of  regulating  and 
limiting  the  height  and  bulk  of  buildings  hereafter  erected, 
the  City  of  New  York  is  hereby  divided  into  eight  classes 
of  districts:  (a)  one-quarter  times  districts;  (b)  one- 
half  times  districts;  (c)  three-quarter  times  districts;  (d) 
one  times  districts;  (e)  one  and  one-quarter  times  districts; 
(f)  one  and  one-half  times  districts;  (g)  two  times  dis¬ 
tricts;  (h)  two  and  one-half  times  districts;  as  shown  on 
the  amended  height  district  map  which  accompanies  this 
resolution  and  is  hereby  declared  to  be  part  hereof.  The 
height  districts  designated  on  said  amended  map,  consisting 
of  thirty-five  sheets  and  an  index  sheet,  each  dated  July  1, 
1924,  and  signed  by  the  Chief  Engineer  of  the  Board  of  Esti¬ 
mate  and  Apportionment,  are  hereby  established.  The 
amended  height  district  map  designations  and  amended  map 
designation  rules  which  accompany  said  amended  height  dis¬ 
trict  map  are  hereby  declared  to  be  part  thereof.  No  build¬ 
ing  or  part  of  a  building  shall  be  erected  except  in  con¬ 
formity  with  the  regulations  herein  prescribed  for  the  height 
district  in  which  such  building  is  located. 

(a)  In  a  one-quarter  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  one-quarter  times  the  width 
of  the  street,  but  for  each  two  feet  that  the  building  or  a 
portion  of  it  sets  back  from  the  street  line  one  foot  shall 
be  added  to  the  height  limit  of  such  building  or  such  por¬ 
tion  thereof. 

(b)  In  a  one-half  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  one-half  times  the  width  of 
the  street,  but  for  each  one  foot  that  the  building  or  a  por¬ 
tion  of  it  sets  back  from  the  street  line  one  foot  shall  be 
added  to  the  height  limit  of  such  building  or  such  portion 
thereof. 

(c)  In  a  three-quarter  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  three-quarter  times  the 
width  of  the  street,  but  for  each  one  foot  that  the  building 
or  a  portion  of  it  sets  back  from  the  street  line  one  foot 
shall  be  added  to  the  height  limit  of  such  building  or  such 
portion  thereof. 

(d)  In  a  one  times  district  no  building  shall  be  erected 
to  a  height  in  excess  of  the  width  of  the  street,  but  for  each 
one  foot  that  the  building  or  a  portion  of  it  sets  back  from 
the  street  line  two  feet  shall  be  added  to  the  height  limit  of 
such  building  or  such  portion  thereof. 

(e)  In  a  one  and  one-quarter  times  district  no  building 
'hall  be  erected  to  a  height  in  ex  cess  of  one  and  one-quarter 
times  the  width  of  the  street,  but  for  each  foot  that  the 


builidng  or  a  portion  of  it  sets  back  from  the  street  lin 
two  and  one-half  feet  shall  be  added  to  the  height  limit  o 
such  building  or  such  portion  thereof. 

(f)  In  a  one  and  one-half  times  district  no  building  shal 
be  erected  to  a  height  in  excess  of  one  and  one-half  time 
the  width  of  the  street,  but  for  each  one  foot  that  the  build 
ing  or  a  portion  of  it  sets  back  from  the  street  line  three  fee 
shall  be  added  to  the  height  limit  of  such  building  or  sud 
portion  thereof. 

(g)  In  a  two  times  district  no  building  shall  be  erected  tc 
a  height  in  excess  of  twice  the  width  of  the  street,  but  fo; 
each  one  foot  that  the  building  or  a  portion  of  it  sets  bad 
from  the  street  line  four  feet  shall  be  added  to  the  heigh 
limit  of  such  building  or  such  portion  thereof. 

(h)  In  a  two  and  one-half  times  district  no  building  shal 
be  erected  to  a  height  in  excess  of  two  and  one-half  times 
the  width  of  the  street,  but  for  each  one  foot  that  the  build¬ 
ing  or  a  portion  of  it  sets  back  from  the  street  line  five  feet 
shall  be  added  to  the  height  limit  of  such  building  or  such 
portion  thereof. 

§  9.  Height  District  Exceptions,  (a)  On  streets  less  than 
50  feet  in  width  the  same  height  regulations  shall  be  applied 
as  on  streets  50  feet  in  width  and,  except  for  the  purposes 
of  paragraph  d  of  this  section,  on  streets  more  than  100 
feet  in  width  the  same  height  regulations  shall  be  applied  as 
on  streets  100  feet  in  width. 

(b)  Along  a  narrower  street  near  its  intersection  with  a 
wider  street,  any  building  or  any  part  of  any  building  front¬ 
ing  on  the  narrower  street  within  100  feet,  measured  at  right 
angles  to  the  side  of  the  wider  street,  shall  be  governed  by 
the  height  regulations  provided  for  the  wider  streets.  A 
corner  building  on  such  intersecting  streets  shall  be  gov¬ 
erned  by  the  height  regulations  provided  for  the  wider  street 
for  150  feet  from  the  side  of  such  wider  street,  measured 
along  such  narrower  street. 

(c)  Above  the  height  limit  at  any  level  for  any  part  of  a 
building  a  dormer,  elevator  bulkhead  or  other  structure  may 
be  erected  provided  its  frontage  length  on  any  given  street 
be  not  greater  than  60  per  cent,  of  the  length  of  such  street 
frontage  of  such  part  of  the  building.  Such  frontage  length 
of  such  structure  at  any  given  level  shall  be  decreased  by 
an  amount  equal  to  one  per  cent,  of  such  street  frontage  of 
such  part  of  the  building  for  every  foot  such  level  is  above 
such  height  limit.  If  there  are  more  than  one  such  structure, 
their  aggregate  frontage  shall  not  exceed  the  frontage  length 
above  permitted  at  any  given  level. 

_  (d)  If  the  area  of. the  building  is  reduced  so  that  above 
given  level  it  covers  in  the  aggregate  not  more  than  25  per 
cent,  of  the  area  of  the  lot,  the  building  above  such  level 
shall  be  excepted  from  the  foregoing  provisions  of  this  arti¬ 
cle.  Such  portion  of  the  building  may  be  erected  to  any 
height,  provided  that  the  distance  which  it  sets  back  from 
the  street  line  on  each  street  on  which  it  faces,  plus  half  of 
the  width  of  the  street,,  equals  at  least  75  feet.  But  for  each 
one  per  cent,  of  the  width  of  the  lot  on  the  street  line  that 
such  street  wall  is  less  in  length  than  such  width  of  the  lot, 
such  wall  may  be  erected  four  inches  nearer  to  the  street 
line. 

(e)  When  at  the  time  plans  are  filed  for  the  erection  of 
a  building  there  are  buildings  in  excess  of  the  height  limits 
herein  provided  within  50  feet  of  either  end  of  the  street 
frontage  of  the  proposed  building  or  directly  opposite  such 
building  across  the  street,  the  height  to  which  the  street  wall 
of  the  proposed  building  may  rise  shall  be  increased  by  an 
amount  not  greater  than  the  average  excess  height  of  the  , 
walls  on  the  street  line  within  50. feet  of  either  end  of  the 
street  frontage  of  the  proposed  building  and  at  right  angles 
to  the.  street  frontage  of  the  proposed  building  on  the  oppo-  } 
site  side  of  the  street.  The  average  amount  of  such  excess 
height  shall  be  computed  by  adding  together  the  excess 
heights  above  the  prescribed  height  limit  for  the  street  front- 
age  in  question  of  all  of  the  walls  on  the  street  line  of  the 
buildings  and  parts  of  buildings  within  the  above  defined 
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outage  and- dividing  the  sum  by  the  total  number  of  build- 
4s  and  vacant  plots  within  such  frontage. 

(_f)  Nothing  in  this  article  shall  prevent  the  projection  of 
cornice  beyond  the  street  wall  to  an  extent  not  exceeding 
■e  per  cent,  of  the  width  of  the  street  nor  more  than  five 
et  in  any  case.  Nothing  in  this  article  shall  prevent  the 
ection  above  the  height  limit  of  a  parapet  wall  or  cornice 
lely  for  ornament  and  without  windows  extending  above 
ich  height  limit  not  more  than  five  per  cent,  of  such  height 
nit,  but  such  parapet  wall  or  cornice  may  in  any  case  be  at 
ast’  five  and  one-half  feet  high  above  such  height  limit. 

(g)  The  provisions  of  this  article  shall  not  apply  to  the 
ection  of  church  spires,  belfries,  chimneys,  flues  or  gas 

flders.  ,  ,  , 

(h)  Where  not  more  than  50  feet  of  a  street  frontage 
ould  otherwise  be  subjected  to  a  height  limit  lower  than 
iat  allowed  immediately  beyond  both  ends  of  such  frontage, 

,e  height  limit  on  such  frontage  shall  be  equal  to  the  lesser 
t  such  greater  height  limits. 

(i)  If  an  additional  story  or  stories  are  added  to  a  build- 
ig  existing  at  the  time  of  the  passage  of  this  resolution, 

‘ie  existing  walls  of  which  are  in  excess  of  the  height  limits 
rescribed  in  this  article,  the  height  limits  for  such  addi- 
onal  story  or  stories  shall  be  computed  from  the  top  of 
ie  existing  walls  as  though  the  latter  were  not  in  excess 
f  the  prescribed  height  limits  and  the  carrying  up  of  exist- 
ig  elevator  and  stair  enclosures  shall  be  exempted  from  the 
rovisions  of  this  article. 

Article  IV — Area  Districts. 

§  10.  Area  Districts.  For  the  purpose  of  regulating  and 
etermining  the  area  of  yards,  courts  and  other  open  spaces 
or  buildings  hereafter  erected,  the  City  of  New  \ork  is 
lereby  divided  into  six  classes  of  area  districts :  A,  B,  C,  D, 
i  and  F ;  as  shown  on  the  amended  area  district  map  which 
ccompanies  this  resolution  and  is  hereby  declared  to  be  part 
lereof.  The  area  districts  designated  on  said  amended  map, 
:onsisting  of  thirty-five  sheets  and  an  index  sheet,  each 
lated  July  1,  1924,  and  signed  by  the  Chief  Engineer  of  the 
Board  of  Estimate  and  Apportionment,  are  hereby  estab- 
ished.  The  amended  area  district  map  designations  and 
imended  map  designation  rules  which  accompany  said 
unended  area  district  map  are  hereby  declared  to  be  a  part 
hereof.  No  building  or  part  of  a  building  shall  be  erected 
:xcept  in  conformity  with  the  regulations  herein  prescribed 
:or  the  area  district  in  which  such  building  is  located.  Un- 
ess  otherwise  expressly  provided  the  term  rear  yard,  side 
/ard,  outer  court  or  inner  court  when  used  in  this  article 
shall’  be  deemed  to  refer  only  to  a  rear  yard,  side  yard,  outer 
;ourt  or  inner  court  required  by  this  article.  No  lot  area 
shall  be  so  reduced  or  diminished  that  the  yards,  courts  or 
jpen  spaces  shall  be  smaller  than  prescribed  in  this  article. 

§11.  A  Districts.  In  an  A  district  a  court  at  any  given 
weight  shall  be  at  least  one  inch  in  least  dimension  for  each 
one  foot  of  such  height. 

§  12.  B  District.  In  a  B  district  a  rear  yard  at  any  given 
weight  shall  be  at  least  two  inches  in  least  dimension  for 
each  one  foot  of  such  height.  The  depth  of  a  rear  yard  at 
its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth  of 
the  lot,  but  need  not  exceed  10  feet  at  such  level.  An  outer 
court  or  a  side  yard  at  any  given  height  shall  be  at  least  one 
inch  in  least  dimension  for  each  one  foot  of  such  height. 
An  outer  court  at  any  given  point  shall  be  at  least  one  and 
one-half  inches  in  least  dimension  for  each  one  foot  of 
length  But  for  each  one  foot  that  an  outer  court  at  any 
given  height  wouldr  under  the  above  rules,  be  wider  in  its 
least  dimension  for  such  height  than  the  minimum  required 
by  its  length,  one  inch  shall  be  deducted  from  the  require 
least  dimension  for  such  height  for  each  24  feet  of  such 
height.  A  side  yard  for  its  length  within  50  feet  of  the 
street  may  for  the  purposes  of  the  above  rule  be  considere 

§  13.  C  Districts,  (a)  In  a  C  district  a  rear  yard  at  any 
given  height  shall  be  at  least  three  inches  in  least  dimension 


for  each  one  foot  of  such  height.  The  depth  of  a  rear  yard  • 
at  its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  10  feet  at  such  level.  An 
outer  court  or  a  side  yard  at  any  given  height  shall  be  at 
least  one  and  one-half  inches  in  least  dimension  for  each 
one  foot  of  such  height.  An  outer  court  at  any  given  point 
shall  be  at  least  one  and  one-half  inches  in  least  dimension 
for  each  one  foot  of  length.  On  a  lot  not  more  than  30 
feet  in  mean  width  an  outer  court  or  a  side  yard  at  any  given 
height  shall  be  not  less  than  one  inch  in  least  dimension  for 
each  one  foot  of  such  height,  and  an  inner  court  at  any  given 
height  shall  be  either  (1)  not  less  than  two  inches  in  least 
dimension  for  each  one  foot  of  such  height  or  (2)  it  shall 
be  of  an  equivalent  area  as  hereinafter  specified  in  paragraph 
c  of  section  18. 

(b)  If  the  owner  or  owners  of  any  part  of  a  C  district 
set  aside  perpetually  for  the  joint  recreational  use  of  the  resi¬ 
dents  of  such  part  designated  by  them,  an  area  at  least  equal 
to  10  per  cent,  of  the  area  of  such  part  in  addition  to  all 
yard  and  court  requirements  for  a  B  district,  such  part  shall 
be  subject  to  the  regulations  herein  prescribed  for  a  B  dis¬ 
trict.  Such  joint  recreational  space  shall  be  composed  of 
one  or  more  tracts,  each  of  which  shall  be  at  least  40  feet  in 
least  dimension  and  5,000  square  feet  in  area  and  shall  be 
approved  by  the  Board  of  Appeals  as  suitable  for  the  joint 
recreational  use  of  such  residents. 

§  14.  D  Districts,  (a)  In  a  D  district  a  rear  yard  at  any 
given  height  shall  be  at  least  four  inches  in  least  dimension 
for  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  10  feet  at  such  level.  If  a 
building  in  a  D  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  20  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  20  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  10  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level,  there  may 
be  substituted  one  foot  of  depth  of  unoccupied  space  across 
the  whole  width  of  the  front  of  the  lot  at  the  curb  level 
between  the  street  line  and  the  street  wall  of  the  building. 

(b)  In  a  D  district  an  outer  court  or  a  side  yard  at  any 
given  height  shall  be  at  least  two  inches  in  least  dimension 
for  each  one  foot  of  such  height.  An  outer  court  at  any 
given  point  shall  be  at  least  two  inches  in  least  dimension 
for  each  one  foot  of  length.  On  a  lot  not  more  than  30  feet 
in  mean  width  an  outer  court  or  a  side  yard  at  any.  given 
height  shall  be  not  less  than  one  and  one-half  inches  in 
least  dimension  for  each  one  foot  of  such  height.  On  such 
lot  an  outer  court  at  any  given  point  shall  be  not  less  than 
one  and  one-half  inches  in  least  dimension  for  each  one  foot 
of  length.  On  such  lot  an  inner  court  at  any  given  height 
shall  be  either  (1)  not  less  than  three  inches  in  least  dimen¬ 
sion  for  each  one  foot  of  such  height  or  (2)  it  shall  be  of 
an  equivalent  area  as  specified  in  paragraph  c  of  section  18. 

(c)  In  a  D  district  no  building  located  within  a  residence 
district  as  designated  on  the  amended  use  district  map  shall 
occupy  at  the  curb  level  more  than  60  per  cent,  of  the  area 
of  the  lot,  if  an  interior  lot,  or  80  per  cent,  if  a  corner  lot. 
In  computing  such  percentage  any  part  of  the  area  of  any 
corner  lot  in  excess  of  8,000  square  feet  shall  be  considered 
an  interior  lot. 

(d)  If  the  owner  or  owners  of  any  part  of  a  D  district 
set  aside  perpetually  for  the  joint  recreational  use  of  the 
residents  of  such  part  designated  by  them,  an  area  at  least 
equal  to  10  per  cent,  of  the  area  of  such  part  in  addition  to 
all  yard  and  court  requirements  for  a  C  district,  such  part 
shall  be  subject  to  the  regulations  herein  prescribed  for  a  C 
district.  Such  joint  recreational  space  shall  be  composed  of 
one  or  more  tracts,  each  of  which  shall  be  at  least  40  feet 
in  least  dimension  and  5,000  square  feet  in  area  and  shall  be 
approved  by  the  Board  of  Appeals  as  suitable  for  the  joint 
recreational  use  of  such  residents. 
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§  15.  E  Districts,  (a)  In  an  E  district  a  rear  yard  at  any 
given  height  shall  be  at  least  live  inches  in  least  dimension 
lor  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  15  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  15  feet  at  such  level,  if  a 
building  in  an  E  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  25  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  25  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  10  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level,  there  may  be 
substituted  one  foot  of  depth  of  unoccupied  space  across  the 
whole  width  of  the  front  of  the  lot  at  the  curb  level  between 
the  street  line  and  the  street  wall  of  the  building.  In  an  E 
district  on  at  least  one  side  of  every  building  located  within 
a  residence  district  there  shall  be  a  side  yard  along  the  side 
lot  line  for  the  full  depth  of  the  lot  or  back  to  the  rear 
yard. 

(b)  In  an  E  district  an  outer  court  or  side  yard  at  any 
given  height  shall  be  at  least  two  and  one-half  inches  in 
least  dimension  for  each  one  foot  of  such  height.  On  a  lot 
not  more  than  50  feet  in  mean  width  an  outer  court  or  a  side 
yard  at  any  given  height  shall  be  at  least  two  inches  in 
least  dimension  for  each  one  foot  of  such  height.  An  outer 
court  at  any  given  point  shall  be  at  least  two  and  one-half 
inches  in  least  dimension  for  each  one  foot  of  length. 

(c)  In  an  E  district  no  building  located  within  a  residence 
district  as  designated  on  the  amended  use  district  map  shall 
occupy  at  the  curb  level  more  than  50  per  cent,  of  the  area 
of  the  lot,  if  an  interior  lot,  or  70  per  cent,  if  a  corner  lot, 
and  above  a  level  18  feet  above  the  curb  no  building  shall 
occupy  more  than  30  per  cent,  of  the  area  of  the  lot,  if  an 
interior  lot,  or  40  per  cent,  if  a  corner  lot.  In  computing 
such  percentage  any  part  of  the  area  of  any  corner  lot  in 
excess  of  8,000  square  feet  shall  be  considered  an  interior 
lot. 

(d)  In  an  E  district  no  portion  of  any  building  shall  be 
erected  nearer  than  10  feet  to  the  line  of  any  street  as  laid 
out  upon  the  City  map. 

§  16.  F  Districts,  (a)  In  an  F  district  no  portion  of  any 
building  shall  be  erected  nearer  than  15.  feet  to  the  building 
line  of  any  street. 

(b)  In  an  F  district  a  rear  yard  at  any  given  height  shall 
be  at  least  six  inches  in  least  dimension  for  each  one  foot 
of  such  height.  The  depth  of  a  rear  yard  at  its  lowest  level 
shall  be  at  least  20  per  cent,  of  the  depth  of  the  lot,  but 
need  not  exceed  20  feet  at  such  level.  Excepting  that  if  a 
building  in  an  F  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  30  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  30  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  15  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level  there  may  be 
substituted  one  foot  of  additional  depth  of  unoccupied  space 
to  that  hereinbefore  provided  across  the  whole  width  of  the 
front  of  the  lot  at  the  curb  level  between  the  street  line  and 
the  street  wall  of  the  building.  In  an  F  district,  on  both 
sides  of  every  dwelling  there  shall  be  a  side  yard  along  the 
side  lot  line  for  the  full  depth  of  the  lot  or  back  to  the  rear 
yard.  For  every  residential  building  located  in  a  residence 
district  both  sides  of  such  building  shall  be  capable  of  being 
afforded  direct  light,  air  and  access  upon  such  side  yards,  for 
its  entire  length. 

(c)  In  an  F  district  an  outer  court  or  side  yard  at  any 
given  height  shall  be  at  least  three  inches  in  least  dimension 
for  each  one  foot  of  such  height,  excepting  that  on  a  lot 
not  more  than  50  feet  in  mean  width  an  outer  court  or  a 
side  yard  at  any  given  height  shall  be  at  least  two  and  one- 
half  inches  in  least  dimension  for  each  one  foot  of  such 
height.  An  outer  court  at  any  given  point  shall  be  at  least 
three  inches  in  least  dimension  for  each  one  foot  of  length. 

(d)  In  an  F  district  no  building  shall  occupy  at  the  curb 
level  more  than  35  per  cent,  of  the  area  of  the  lot,  if  an 
interior  lot,  or  50  per  cent,  if  a  corner  lot,  and  above  a  level 
18  feet  above  the  curb  no  building  shall  occupy  more  than  25 


per  cent,  of  the  area  of  the  lot,  if  an  interior  lot,  or  30  per¬ 
cent.  if  a  corner  lot,  exclusive  in  each  case  of  garages.  In 
computing  such  percentage  any  part  of  the  area  of  any  cor¬ 
ner  lot  in  excess  of  6,000  square  feet  shall  be  considered  an 
interior  lot. 

§  17.  Rear  Yards,  (a)  Except  in  A  districts,  for  lots  or 
portions  of  lots  that  are  back  to  back  there  shall  be  rear 
yards  extending  along  the  rear  lot  lines  of  such  lots  or  por¬ 
tions  of  lots  wherever  they  are  more  than  55  feet  back  from 
the  nearest  street.  Such  rear  yard  shall  be  at  least  of  the 
area  and  dimensions  herein  prescribed  for  the  area  district 
in  which  it  is  located  at  every  point  along  such  rear  lot  line. 
Within  55  feet  of  the  nearest  street  no  rear  yards  shall  be 
required,  except  in  F  area  districts.  No  rear  yard  shall  be 
required  on  any  corner  lot  nor,  excepting  in  an  F  area  dis¬ 
trict,  on  the  portion  of  any  lot  that  is  back  to  back  with  a 
corner  lot. 

(b)  Where  a  building  is  not  within  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  lowest  level 
of  a  rear  yard  shall  not  be  above  the  sill  level  of  the  second 
story  windows,  nor  in  any  case  more  than  23  feet  above  the 
curb  level.  Where  a  building  is  within  a  residence  district 
the  lowest  level  of  a  rear  yard  shall  not  be  above  the  curb 
level,  except  that  not  more  than  40  per  cent,  of  the  area  of 
the  yard  may  be  occupied  by  the  building  up  to  a  level  18 
feet  above  the  curb  level.  In  the  case  of  a  church,  whether 
within  or  without  a  residence  district,  such  40  per  cent,  may 
be  occupied  up  to  a  level  of  30  feet  above  the  curb  level. 

(c)  Chimneys  or  flues  may  be  erected  within  a  rear  yard 
provided  they  do  not  exceed  five  square  feet  in  area  in  the 
aggregate  and  do  not  obstruct  ventilation. 

(d)  Except  in  A  districts,  where  a  building  on  an  interior 
lot  between  lots  for  which  rear  yards  are  required  runs 
through  the  block  from  street  to  street  or  to  within  55  feet 
of  another  street,  there  shall  be  on  each  side  lot  line  above 
the  sill  level  of  the  second  story  windows  and  in  any  case 
above  a  level  23  feet  above  the  curb  level  a  court  of  at  least 
equivalent  area  at  any  given  height  to  that  required  for  an 
inner  court  at  such  height  and  having  a  least  dimension  not 
less  than  that  required  for  an  outer  court  at  the  same  height. 

(e)  When  a  proposed  building  is  on  a  lot  which  is  back 
to  back  with  a  lot  or  lots  on  which  there  is  a  building  or 
buildings  having  rear  yards  less  in  depth  than  would  be  re¬ 
quired  under  this  article,  the  depth  of  the  rear  yard  of  the 
proposed  building  shall  not  be  required  to  be  greater  at  any 
given  level  than  the  average  depth  of  the  rear  yards  directly 
back  to  back  with  it  at  such  level,  but  in  no  case  shall  the 
depth  of  such  rear  yard  be  less  at  any  height  than  the  least 
dimension  prescribed  for  an  outer  court  at  such  height. 

§  18.  Courts,  (a)  If  a  room  in  which  persons  live,  sleep, 
work  or  congregate  receives  its  light  and  air  in  whole  or  in 
part  directly  from  an  open  space  on  the  same  lot  with  the 
building,  there  shall  be  at  least  one  inner  court,  outer  court, 
side  yard  or  rear  yard  upon  which  a  window  or  ventilating 
skylight  opens  from  such  room.  Such  inner  court,  outer 
court  or  side  yard  shall  be  at  least  of  the  area  and  dimen¬ 
sions  herein  prescribed  for  the  area  district  in  which  it  is 
located.  Such  rear  yard  shall  be  at  least  of  the  area  and 
dimensions  herein  prescribed  for  an  inner  court  in  the  area 
district  in  which  it  is  located.  In  an  A  district,  such  inner 
court,  outer  court,  side  yard  or  rear  yard  shall  be  at  least  of 
the  area  and  dimensions  herein  prescribed  for  a  court  in  such 
district.  The  unoccupied  space  within  the  lot  in  front  of 
every  part  of  such  window  shall  be  not  less  than  three  feet, 
measured  at  right  angles  thereto.  Courts,  yards  and  other 
open  spaces,  if  provided  in  addition  to  those  required  by  this 
section,  need  not  be  of  the  area  and  dimensions  herein  pre¬ 
scribed.  The  provisions  of  this  section  shall  not  be  deemed 
to  apply  to  courts  or  shafts  for  bathrooms,  toilet  compart¬ 
ments,  hallways  or  stairways. 

(b)  The  least  dimension  of  an  outer  court,  inner  court  or 
side  yard  at  its  lowest  level  shall  be  not  less  than-  four  feet, 
subject  to  the  following  exceptions: 

(l)  Where  the  walls  bounding  a  side  yard  within  the  lot 
are  more  than  25  feet  in  mean  height  and  not  more  than  40 
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in  length  such  least  dimension  may  be  not  less  than 

:  feet. 

)  In  an  E  district  such  least  dimension  shall  be  four 

)  In  an  F  district  such  least  dimension  shall  be  five  feet. 

)  Where  any  outer  court  opens  on  a  street  such  street 
be  considered  as  part  of  such  court. 

)  The  least  dimension  of  an  inner  court  at  any  given 
lit  shall  be  not  less  than  that  which  would  be  required  in 
es  for  each  one  foot  of  height  for  a  rear  yard  of  the 
;  height,  except  that  an'  inner  court  of  equivalent  area 
be  substituted  for  said  court,  provided  that  for  such 
its  least  dimension  be  not  less  than  one-half  of  its 
test  dimension.  If  an  inner  court  is  connected  with  a 
q  by  a  side  yard,  for  each  one  foot  that  such  side  yard 
ss  than  65  feet  in  depth  from  the  street,  one  square  foot 
be  deducted  from  the  required  area  of  the  inner  court 
each  15  feet  of  height  of  such  court.  If  the  lot  is  not 
ired  under  this  resolution  to  have  a  rear  yard,  an  outer 
t,  not  opening  on  a  street,  shall  open  at  any  level  on  an 
r  court  on  the  rear  line  of  the  lot  and  such  inner  court 
1  be  deemed  a  rear  yard  in  such  case. 

19.  Area  District  Exceptions,  (a)  The  area  required  in 
iurt  or  yard  at  any  given  level  shall  be  open  from  such 

I  to  the  sky  unobstructed,  except  for  the  ordinary  pro¬ 
ions  of  skylights  and  parapets  above  the  bottom  of  such 
-t  or  yard,  and  except  for  the  ordinary  projections  of 
dow  sills,  belt  courses,  cornices  and  other  ornamental 
ures  to  the  extent  of  not  more  than  four  inches.  How- 
-,  where  a  side  yard  or  an  outer  court  opens  on  a  street 
,rnice  may  project  not  over  five  feet  into  such  side  yard 
>uter  court  within  five  feet  of  the  street  wall  of  the  build- 

And  provided  that  in  an  E  district  a  one- family  resi- 
ce,  detached  on  all  sides  and  having  on  one  side  a  side 
:  d  of  a  clear  and  unobstructed  width  of  not  less  than  five 
,  ,  may  have  a  cornice  or  eave  projecting  not  more  than 
eet  6  inches  into  a  side  yard  on  the  opposite  side,  with 
further  provision  that  in  an  F  district  such  cornice  or 
e,  or  a  porte-cochere  having  a  height  of  less  than  18  feet, 

■  /  project  not  more  than  3  feet  into  both  side  yards. 

b)  An  open  or  lattice  enclosed  iron  fire  escape,  fireproof 
side  stairway  or  solid-floored  balcony  to  a  fire  tower  may 

!  ject  not  more  than  4  feet  into  a  rear  yard  or  an  inner 
j  rt,  except  that  an  open  or  lattice  enclosed  iron  fire  escape 
•y  project  not  more  than  8  feet  into  a  rear  yard  or  into 
inner  court  when  it  does  not  occupy  more  than  20  per 
t.  of  the  area  of  such  inner  court. 

c)  A  corner  of  a  court  or  yard  may  be  cut  off  between 
Us  of  the  same  building  provided  that  the  length  of  the 

II  of  such  cut-off  does  not  exceed  7  feet. 

d)  An  offset  to  a  court  or  yard  may  be  considered  as  a 
l  t  of  such  court  or  yard  provided  that  it  is  no  deeper  in 

’  part  than  it  is  wide  on  the  open  side  and  that  such  open 
j  e  be  in  no  case  less  than  6  feet  wide. 

e)  If  a  building  is  erected  on  the  same  lot  with  another 
'  lding  the  several  buildings  shall,  for  the  purpose  of  this 
i  icle,  be  considered  as  a  single  building,  unless  otherwise 

ein  specifically  provided  for.  Any  structure,  whether  in- 
lendent  of  or  attached  to  a  building,  shall  for  the  purposes 
this  article  be  deemed  a  building  or  a  part  of  a  building, 
'f)  If  an  additional  story  or  stories  are  added  to  a  build- 
I  j  existing  at  the  time  of  the  passage  of  this  resolution, 
I:  courts  and  yards  of  which  do  not  conform  to  the  re- 
irements  of  this  article,  the  least  dimensions  of  yards  and 
irts  shall  be  increased  from  the  top  of  the  existing  yard 
court  walls,  as  though  they  were  of  the  prescribed  dimen- 
ns  at  such  heights  and  the  carrying  up  of  existing  elevator 
j  d  stair  enclosures  shall  be  exempted  from  the  provisions 
this  article. 

Article  V— General  and  Administrative. 

20.  Interpretation;  Purpose.  In  interpreting  and  apply- 
;  the  provisions  of  this  resolution,  they  shall  be  held  to  be 
j  minimum  requirements  adopted  for  the  promotion  ot  t  ie 
blic  health,  safety,  comfort,  convenience  and  general  wel¬ 


fare.  It  is  not  intended  by  this  resolution  to  repeal,  abrogate, 
annul  or  in  any  way  to  impair  or  interfere  with  any  existing 
provision  of  law  or  ordinance  or  any  rules,  regulations  or 
permits  previously  adopted  or  issued  or  which  shall  be 
adopted  or  issued  pursuant  to  law  relating  to  the  use  of  build¬ 
ings  or  premises ;  nor  is  it  intended  by  this  resolution  to 
interfere  with  or  abrogate  or  annul  any  easements,  cove¬ 
nants  or  other  agreements  between  parties ;  provided,  how¬ 
ever,  that  where  this  resolution  imposes  a  greater  restriction 
upon  the  use  of  buildings  or  premises  or  upon  height  of  build¬ 
ings  or  requires  larger  yards,  courts  or  other  open  spaces 
than  are  imposed  or  required  by  such  existing  provision  of 
law  or  ordinance  or  by  such  rules,  regulations  or  permits  or 
by  such  easements,  covenants  or  agreements,  the  provisions 
of  this  resolution  shall  control. 

§  21.  Rules  and  Regulations ;  Modifications  of  Provisions. 
The  Board  of  Standards  and  Appeals,  created  by  chapter 
503  of  the  Laws  of  1916,  shall  adopt  from  time  to  time  such 
rules  and  regulations  as  they  may  deem  necessary  to  carry 
into  effect  the  provisions  of  this  resolution.  Where  there 
are  practical  difficulties  or  unnecessary  hardships  in  the  way 
of  carrying  out  the  strict  letter  of  the  provisions  of  this 
resolution  the  Board  of  Appeals  shall  have  power  in  a  spe¬ 
cific  case  to  vary  any  such  provision  in  harmony  with  its 
general  purpose  and  intent,  so  that  the  public  health,  safety 
and  general  welfare  may  be  secured  and  substantial  justice 
done.  Where  the  street  layout  actually  on  the  ground  varies 
from  the  street  layout  as  shown  on  the  amended  use,  height 
or  area  district  map,  the  designation  shown  on  the  mapped 
areas  shall  be  applied  by  the  Board  of  Appeals  to  the  un¬ 
mapped  streets  in  such  a  way  as  to  carry  out  the  intent  and 
purpose  of  the  plan  for  the  particular  section  in  question 
Before  taking  any  action  authorized  in  this  section  the  Board 
of  Appeals  shall  give  public  notice  and  hearing. 

No  garage  for  more  than  five  cars  may  be  erected  or  ex¬ 
tended  and  no  building  not  now  used  as  a  garage  for  more 
than  five  cars  may  have  its  use  changed  to  a  garage  for  more 
than  five  cars  on  any  portion  of  a  street  between  two  inter¬ 
secting  streets,  in  which  portion  there  exists  an  exit  from  or 
an  entrance  to  a  public  school ;  or  in  which  portion  there 
exists  any  hospital  maintained  as  a  charitable  institution ;  and 
in  no  case  within  a  distance  of  200  feet  from  the  nearest  exit 
from  or  entrance  to  a  public  school;  nor  within  200  feet  of 
any  hospital  maintained  as  a  charitable  institution.  This 
protection  shall  also  apply  to  duly  organized  schools  for 
children  under  16  years  of  age,  giving  regular  instruction  at 
least  five  days  a  week  for  eight  months  or  more  each  year, 
owned  and  operated  by  any  established  religious  body  or  edu¬ 
cational  corporation  This  limitation  on  the  location  of 
garages  shall  apply  to  unrestricted  as  well  as  business  and 
residence  districts. 

No  gasoline  service  station  may  be  erected  or  extended 
on  any  portion  of  a  street  between  two  intersecting  streets, 
in  which  portion  there  exists  an  exit  from  or  an  entrance 
to  a  public  school ;  and  in  no  case  within  a  distance  of  200 
ft.  from  the  nearest  exit  from  or  entrance  to  a  public 
school.  This  protection  shall  also  apply  to  duly  organized 
schools  for  children  under  16  years  of  age,  giving  regular 
instruction  at  least  five  days  a  week  for  eight  months  or 
more  each  year,  owned  and  operated  by  any  established 
religious  body  or  educational  corporation. 

§  22.  Unlawful  Use;  Certificate  of  Occupancy.  It  shall  be 
unlawful  to  use  or  permit  the  use  of  any  building  or  prem¬ 
ises  or  part  thereof  hereafter  created,  erected,  changed  or 
converted  wholly  or  partly  in  its  use  or  structure  until  a 
certificate  of  occupancy  to  the  effect  that  the  building  or 
premises  or  the  part  thereof  so  created,  erected,  changed  or 
converted  and  the  proposed  use  thereof  conform  to  the  pro¬ 
visions  of  this  resolution  shall  have  been  issued  by  the  su¬ 
perintendent  of  buildings  of  the  borough  in  which  such  build¬ 
ing  or  premises  is  located,  or,  in  the  case  of  a  tenement 
house  as  defined  in  the  Tenement  House  Law,  by  the  tene¬ 
ment  house  commissioner.  In  the  case  of  such  buildings  or 
premises  it  shall  be  the  duty  of  the  superintendent  of  build¬ 
ings  or  the  tenement  house  commissioner,  as  the  case  may 
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be,  to  issue  a  certificate  of  occupancy  within  ten  days  after  a 
request  for  the  same  shall  be  filed  in  his  office  by  any  owner 
of  a  building  or  premises  affected  by  this  resolution,  provided 
said  building  or  premises,  of  the  part  thereof  so  created, 
erected,  changed  or  converted  and  the  proposed  use  thereof 
conform  with  all  the  requirements  herein  set  forth.  Under 
rules  and  regulations  of  the  Board  of  Standards  and  Appeals 
a  temporary  certificate  of  occupancy  for  a  part  of  a  build¬ 
ing  may  be  issued  by  the  superintendent  of  buildings  or  the 
tenement  house  commissioner,  as  the  case  may  be.  Upon 
written  request  from  the  owner,  the  superintendent  of  build¬ 
ings  or  the  tenement  house  commissioner,  as  the  case  may 
be,  shall  issue  a  certificate  of  occupancy  for  any  building  or 
premises  existing  at  the  time  of  the  passage  of  this  resolu¬ 
tion  certifying  after  inspection  the  use  of  the  building  or 
premises  and  whether  such  use  conforms  to  the  provisions 
of  this  resolution. 

§23.  Enforcement,  Legal  Procedure,  Penalties.  This 
resolution  shall  be  enforced  by  the  tenement  house  commis¬ 
sioner  and  by  the  superintendent  of  buildings  in  each  bor¬ 
ough,  under  the  rules  and  regulations  of  the  Board  of  Stand¬ 
ards  and  Appeals. 

The  tenement  house  commissioner  shall  enforce  said  regu¬ 
lations  in  so  far  as  they  affect  or  relate  to  tenement  houses 
as  defined  by  the  tenement  house  law.  The  superintendent 
of  buildings  shall  in  each  borough  enforce  said  regulations 
in  so  far  as  they  relate  to  buildings  or  premises  other  than 
tenement  houses.  Each  of  said  officers  within  his  jurisdic¬ 
tion  is  empowered  to  cause  any  building,  structure,  place  or 
premises  to  be  inspected  and  examined  and  to  order  in 
writing  the  remedying  of  any  condition  found  to  exist 
therein  or  thereat  in  violation  of  any  provision  of  the  build¬ 
ing  zone  resolution  adopted  by  the  board  of  estimate  and 
apportionment  on  the  twenty-fifth  day  of  July,  nineteen  hun¬ 
dred  and  sixteen,  and  as  subsequently  amended.  Such  order 
may  be  served  in  the  same  manner  as  provided  in  section 
seven  hundred  and  seventy-five  of  the  Greater  New  York 
Charter  for  the  service  of  orders  by  the  fire  commissioner. 

The  owner  or  general  agent  of  a  building  or  premises 
where  a  violation  of  any  provision  of  said  building  zone 
resolution  has  been  committed  or  shall  exist,  or  the  lessee 
or  tenant  of  an  entire  building  or  entire  premises  where 
such  violation  has  been  committed  or  shall  exist  or  the 
owner,  general  agent,  lessee  or  tenant  of  any  part  of  the 
building  or  premises  in  which  such  violation  has  been  com¬ 
mitted  or  shall  exist  or  the  general  agent,  architect,  builder, 
contractor,  or  any  other  person  who  commits,  takes  part 
or  assists  in  any  such  violation  or  who  maintains  any  build¬ 
ing  or  premises  or  any  part  thereof  in  which  any  violation 
shall  exist  shall  be  guilty  of  a  misdemeanor. 

Any  such  person  who  having  been  served  with  an  order 


to  remove  any  such  violatio  n  shall  fail  to  comply  \\ 
said  order  within  ten  days  after  such  service  or  shall  contii 
to  violate  any  provision  of  the  said  building  zone  rest 
tion  m  the  respect  named  in  such  order  shall  be  guilty  o 
misdemeanor. 

^  In  addition  to  the  foregoing  remedies  the  City  of  N 
^  ork  by  the  Corporation  Counsel  may  maintain  an  act 
for  an  injunction  to  restrain  any  violation  of  the  said  [>ui 
ing  zone  resolution. 

§24.  Amendments,  Alterations  and  Changes  in  Dist, 
Lines.  The  Board  of  Estimate  and  Apportionment  n 
from  time  to  time  on  its  own  motion  or  on  petition,  af 
public  notice  and  hearing,  amend,  supplement  or  change 
regulations  and  districts  herein  established.  Whenever 
owners  of  50  per  cent,  or  more  of  the  frontage  in  any  c 
trict  or  part  thereof  shall  present  a  petition  duly  signed  j 
acknowledged  to  the  Board  of  Estimate  and  Apportionm 
requesting  an  amendment,  supplement,  change  or  repeal 
the  regulations  prescribed  for  such  district  or  part  there 
it  shall  be  the  duty  of  the  Board  to  vote  upon  said  petit 
within  90  days  after  the  filing  of  the  same  by  the  petition 
with  the  secretary  of  the  Board.  If,  however,  a  prot 
against  such  amendment,  supplement  or  change  be  present 
duly  signed  and  acknowledged  by  the  owners  of  20  per  ce 
or  more  of  any  frontage  proposed  to  be  altered,  or  by  1 
owners  of  20  per  cent,  of  the  frontage  immediately  in  i 
rear  thereof,  or  by  the  owners  of  20  per  cent,  of  the  fro 
age  directly  opposite  the  frontage  proposed  to  be  alter 
such  amendment  shall  not  be  passed  except  by  the  unanime 
vote  of  the  Board.  If  any  area  is  hereafter  transferred 
another  district  by  a  change  in  district  boundaries  by 
amendment,  as  above  provided,  the  provisions  of  this  reso 
tion  in  regard  to  buildings  or  premises  existing  at  the  til 
of  the  passage  of  this  resolution  shall  apply  to  buildings 
premises  existing  at  the  time  of  passage  of  such  amendmi 
in  such  transferfed  area. 

§  25.  Restoration  of  Existing  Buildings.  Nothing  in  til 
resolution  shall  prevent  the  restoration  of  a  building  who 
or  partly  destroyed  by  fire,  explosion,  act  of  God  or  act 
the  public  enemy  or  prevent  the  continuance  of  the  use 
such  building  or  part  thereof  as  such  use  existed  at  the  til: 
of  such  destruction  of  such  building  or  part  thereof  or  pi 
vent  a  change  of  such  existing  use  under  the  limitations  pi 
vided  in  section  6.  Nothing  in  this  resolution  shall  preve 
the  restoration  of  a  wall  declared  unsafe  by  the  super 
tendent  of  buildings  or  by  a  board  of  survey. 

§26.  When  Effective.  The  zoning  resolution  of  July  ! 
1916,  and  all  amendments  thereto  are  hereby  declared  supe 
seded  by  this  resolution,  which  shall  take  effect  immediate 
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APPENDIX— MAP  DESIGNATIONS  AND  MAP  DESIGNATION  RULES  ACCOMPANYING  AMENDED 

BUILDING  ZONE  RESOLUTION. 

(Adopted  October  3,  1924) 

Amended  Height  District  Map  Designations. 


-  -  .  -  -  indicates  the  boundary  of  a 

Height  District. 

(V\)  04.)  (H)  (1)  (1)4)  (1/4)  (2)  (2)4)  are  symbols 
for  district  classifications  as  defined  in  the  zoning  reso¬ 
lution. 

Amended  Height  District  Map  Designation  Rules. 

1.  An  area  surrounded  by  a  district  boundary  line  shall 
be  in  the  Height  District  designated  therein,  except  as  other¬ 
wise  provided  by  these  rules. 

2.  The  boundaries  of  Height  Districts  shall  be  the  lim¬ 
iting  line  to  which  the  regulations  provided  in  any  given 
district  may  be  availed  of. 

3.  The  precise  location  of  a  boundary  line  is  to  be  inter¬ 
preted  as  follows : 

(a)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  length  thereof  and 
no  fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  bounding  street  lying  within  the  less  re¬ 
strictive  district 


(b)  In  cases  where  the  district  boundary  is  within  a  bio 
and  extends  along  the  direction  of  the  width  thereof  and  ) 
fixtures  are  shown,  said  boundary  shall  be  deemed  locat 
100  feet  from  the  nearest  street. 

(c)  In  cases  where  the  boundary  line  is  shown  as  beii 
located  a  specific  distance  from  a  street  line,  this  distan 
shall  control. 

(d)  In  cases  where  the  boundary  line  is  given  a  po; 
tion  within  a  street,  it  shall  be  deemed  to  be  in  the  cent 
of  the  street. 

(e)  In  cases  where  a  boundary  line  is  shown  along  a  ra; 
road,  such  boundary  shall  be  deemed  to  be  the  center  lir 
of  the  railroad  right  of  way. 

(f)  In  cases  of  navigable  waters,  the  boundary  line,  unle 
otherwise  fixed,  shall  be  deemed  to  coincide  with  the  pierhei 
line,  except  in  cases  where  no  pierhead  line  has  been  esta 
lished,  when  the  shore  line  shall  govern. 

(g)  Any  island  outside  of  the  shore  or  pierhead  line 
unless  otherwise  designated,  shall  be  deemed  to  be  in 
114-times  height  district. 
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Amended  Area  District  Map  Designations. 


_  _  _  indicates  the  boundary  of  an 

Area  District. 

)  (B)  (C)  (D)  (E)  (F)  are  symbols  for  district  classi¬ 
fications  as  defined  in  the  zoning,  resolution. 

Amended  Area  District  Map  Designation  Rules. 

An  area  surrounded  by  a  district  boundary  line  shall  be 
;he  Area  District  designated  therein,  except  as  otherwise 
vided  by  these  rules. 

The  boundaries  of  Area  Districts  shall  be  the  limiting 
:  to  which  the  regulations  provided  in  any  given  district 

y  be  availed  of.  . 

..  The  precise  location  of  a  boundary  line  is  to  be  mter- 

ted  as  follows:  ...  ,  .  ....  , 

'a)  In  cases  where  the  district  boundary  is  within  a  block 
1  extends  along  the  direction  of  the  length  thereof  and 
fixtures  are  shown,  said  boundary  shall  be  deemed  located 
1  feet  from  the  bounding  street  lying  within  the  less  re- 
ictive  district. 


(b)  In  cases  where  the  district  boundary  is  within  a  block 

and  extends  along  the  direction  of  the  width  thereof  and  no 
fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  nearest  street.  . 

(c)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 

shall  control.  ... 

(d)  In  cases  where  the  boundary  line  is  given  a  position 
within  a  street,  it  shall  be  deemed  to  be  in  the  center  of 

the  street.  „  .  ,  ... 

(e)  In  cases  where  a  boundary  hne  is  shown  as  adjoin¬ 
ing  a  railroad,  unless  otherwise  fixed,  it  shall  be  deemed 
to  coincide  with  the  boundary  line  of  the  railroad  right  of 

(f)  In  cases  of  navigable  waters  the  boundary  line,  unless 
otherwise  fixed,  shall  be  deemed  to  coincide  with  the  bulk¬ 
head  line,  except  in  cases  where  no  bulkhead  line  has  been 
established,  when  the  shore  line  shall  govern. 

(g)  Any  island  outside  of  the  shore  or  bulkhead  lines, 
unless  otherwise  designated,  shall  be  deemed  to  be  in  an  A 
district. 


Amended  Use  District  Map  Designations. 

— mtm _  — „  . indicates  the  boundary  of  a  Use  Dis- 

_ _ _  trict.  .  . 

if  1  . indicates  Residence  District. 

1 7///M777A  . Business  Dis,rict 

. . .indicates  Unrestricted  District. 

I . .  . 

_ I  indicates  Undetermined  District  for 

[UNDETERMINED!  . .  ‘ '  which  no  restrictions  or  regulations 

*  as  to  use  have  been  established. 

Diagram  Illustrating  Methods  Used  in  Fixing  Boundaries 
of  Use  Districts. 


I 

: 


A 
1.  In 
of  100 


r>  „„„  fivtnres  are  shown,  the  district  boundary  is  intended  to 

STtoNhaRvraSdep,h  Ee  ,0*0  ?et  Iron,  «l,e  street  to  which  ihe  iess  restrictive  desig- 
feet.  Where  block  widths  are  less  than  200  feet  and  nation  relates. 
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2.  The  boundaries  of  Use  Districts  shall  be  the  limiting 
line  to  which  uses  permissible  in  any  given  district  may  be 
availed  of. 

3.  The  precise  location  of  a  boundary  line  is  to  be  inter¬ 
preted  as  follows : 

(a)  In  case  of  parallel  streets,  unless  otherwise  fixed,  the 
Use  District  boundary  shall  coincide  with  the  center  line  of 
the  block. 

(b)  In  case  of  streets  which  are  not  parallel,  the  Use 
District  boundary,  unless  otherwise  fixed,  shall  be  con¬ 
strued  as  the  bisector  of  the  angle  formed  by  prolonging 
the  street  lines  to  an  intersection. 

(c)  In  cases  where  a  block  has  a  length  in  excess  of  200 
feet  and  the  boundary  line  is  parallel  with  and  nearer  one 
of  the  bounding  streets,  unless  otherwise  fixed,  its  position 
shall  be  considered  as  distant  100  feet  from  the  nearest 
street. 

(d)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 
shall  control. 

(e)  In  cases  where  the  boundary  line  is  given  a  position 
within  a  street,  it  shall  be  deemed  to  be  in  the  center  of  the 
street. 


I 

(f)  In  cases  where  a  boundary  line  is  shown  as  havin 
position  oblique  to  the  streets  bounding  the  block  in  w 
it  is  located,  unless  otherwise  fixed,  it  shall  be  deemed  t 
the  bisector  of  the  angle  formed  by  intersecting  lines  100  i 
from  and  parallel  with  the  bounding  streets,  the  said  dist; 
being  measured  at  right  angles  or  normal  to  the  street  \ 

(g)  In  cases  where  a  boundary  line  is  shown  as  adjoii 
a  railroad,  unless  otherwise  fixed,  it  shall  be  deemed  to  c 
cide  with  the  boundary  line  of  the  railroad  right  of  way. 

(h-j-k)  In  cases  of  parks,  cemeteries  and  navigable 
ters,  the  boundary  line,  unless  otherwise  fixed,  shall 
deemed  to  coincide  with  the  boundary  of  the  park,  or 
cemetery,  or  the  bulkhead  line,  except  in  cases  where 
bulkhead  line  has  been  established,  when  the  shore  line  s 
govern. 

4.  .  Where  two  streets  cross  at  different  levels,  the  use  < 
ignation  of  the  lower  street  shall  control,  except  that  w 
the  use  designation  of  the  lower  street  is  less  restric 
it  shall  control  only  to  the  curb  level  of  the  higher  str 
Above  the  curb  level  of  the  higher  street  the  more 
strictive  designation  shall  apply  for  a  distance  of  100 
measured  along  the  intersecting  streets  from  each  sti 
corner. 


Diagram  Illustrating  Two  Level  Streets. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Waive. 

1372-21-S— Ford  Fire  Line  Reducing  Valve,  approval  of. 

33 7-22- S  Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S  Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S  I  he  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 

44 1  -22-S  Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S  Kennell  Gas  Cut-Off  Valve,  approval  of. 

95  ( -22-S  Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S  Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S— Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 


1391-22-S— Dempsey  High  &  Low  Pressure  Fuel  Oil  Burn* 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S— Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA— Collin  Patent  Automatic  Gas  Cut-Off  Vah 
approval  of. 

92-23-SA— Surface  Combustion  Low  Pressure  Fuel  C 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  a 

proval  of. 

124- 23-SA  Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA  Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA  S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA— Manual  and  Thermal  Gas  Cut-Off  Valve.  ! 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  G; 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
29i-23-SA  Automatic  Deluge  Valve,  approval  of. 
345-23-SA  'Cornell  Falat  Oil  Burner,  approval  of. 

392-23-SA  Billow”  Class  G.  R.  Oil  Burner,  aoproval  o 
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RESERVE  CALENDAR 


)3-23-S  A— "Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

J7-23-SA — Cornell  No.  1  Type  "A"  Oil  Burner,  ap¬ 
proval  of. 

43- 23-SA — Automatic  Gas  Shut-Off,  approval  of. 
J5-23-SA — Tilman- White  Gas  Cut-Off  Valve,  approval 

of. 

44- 23-SA— Domestic  Fuel  Oil  Burner,  approval  of. 
88-23-SA— Lewis  Oil  Burner,  approval  of. 

98-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

52-23-SA— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

60-23-S A — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

40-23-SA— Frankfort  Type  "P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

150-23- S A — iMarsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

40-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 

69- 23-SA— Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 

proval  of. 

70- 23-SA— Ziegler  Oil  Burner,  approval  of. 

180-23-SA— Viking  Pump,  approval  of. 

’46-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 
539-23-SA — National  Light  Service  Oil  Pump,  approval  of. 
146-23- S  A — Heatiator  Oil  Burner,  approval  of. 

358-23-SA— Worthington  Oil  Burner,  approval  of. 
161-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 

364- 23-SA— Staples  &  Pfeiffer  Oil  Burner,  ap/'-'wal  of. 
415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 

approval  of. 

429-23-SA — Kerrihard  Oil  Burner,  approval  of. 
444-23-SA— Tate-Jones  No.  6  Oil  Burner,  approval  of. 
484-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 
493-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
538-23-SA— Lillibridge  Oil  Vapor  Burner,  approval  of. 
550-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 
254-24-SA — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365- 24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-SA— Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box. 

approval  of. 

493- 24-SA— Faultless  Oil  Burner,  approval  of. 
501-24-SA— Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA— Kinney  Rotating  Plunger  Pump,  approval  of. 
536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA— Marvel  Oil  Burner,  approval  of. 


702-24-SA— Simplex  Mechanical  Oil  Burner,  approval  of. 

735-24-SA — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-S A — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA— Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

10 1 6-24- S A — Milnes  Oil  Burner,  approval  of. 

1108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 

1134-24-SA— Peerless  Automatic  Oil  Burner,  approval  of 

1 142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 

1146-24-SA— Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA— Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- &4-SA— Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA— Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA-A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA— Chalmers  Oil  Burner,  approval  of. 

1337-24-SA— Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24-SA— Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Denting  Power  Rotary  Force  Pump,  approval 

of. 

1500-24-SA—  Smolensky  Check  Valve,  approval  of. 

1509-24-SA — US  EM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 

19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan  Brilliant  Burner,  approval  of. 

154-25-S A — Edwards  Solenoid  Type  Bell,  approval  of. 

228-25-S A — Silent  Glow  Oil  Burner,  approval  of. 

242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

239-25- S A — Electrol  Automatic  Oil  Burner. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  ivill  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


i 


FORMS  FOR  NOTICESTO 

’  -  —  "  — ^ 

IK 

If  ipplicants,  under  the  building  zone  resolution,  desire 
■copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


PROPERTY  OWNERS 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  by  mail. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  June  18,  1925 
Restored  to  calendar . 

Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification  . 

Requests,  to  rescind  . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit  . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans  . 

Administrative  requests  . 

Requests  for  interpretation . 

Total  . 

Disposed  of  . 

Cases  pending  June  18,  1925  . 


DISPOSITION  OF  CASES. 

598  Withdrawn  . 

Dismissed  . . ; . 

Denied  . 

632  Granted  . 

Granted  on  condition . 

Appliances  approved  . 

49  Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . . 

Miscellaneous  Actions. 

90  Requests  to  reopen  granted . . . 

Requests  to  reopen  denied  . 

3  Requests  to  amend  granted . 

Requests  to  amend  denied  . 

28  Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

I  Requests  to  rescind  granted  . 

Requests  to  rescind  denied  . 

13  Requests  for  extension  of  time  granted . 

Requests  for  extension  of  time  denied  . 

13  Requests  for  extension  of  permit  granted . 

Requests  for  extension  of  permit  denied  . 

1  Requests  to  install  granted  . 

Requests  to  install  denied . 

9  Plans  approved  . 

Plans  disapproved  . 

1  Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn 

1  Interpretations  . 

Requests  withdrawn  or  dismissed . 


1439  Total 

828 
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RULES 


(Continued  from  page  759) 

by  the  columns  immediately  above  and  below  the  floor 
line  under  consideration  in  direct  proportion  to  the  values 
of  their  ratios  of  I/h. 

E.  Wall  Columns  shall  be  designed  to  resist  bending 
in  the  same  manner  as  interior  columns,  except  that  W 
shall  be  substituted  for  Wt  in  the  formula  for  the  mo¬ 
ment.  The  moment  so  computed  may  be  reduced  by  the 
counter  moment  of  the  weight  of  the  structure  which 
projects  beyond  the  center  line  of  the  wall  columns. 

F.  Roof  Columns  shall  be  designed  to  resist  the  total 
moment  resulting  from  unequally  loaded  panels,  as  ex¬ 
pressed  by  the  formulae  in  paragraphs  (D)  and  (E)  of 
this  rule. 

Rule  13.  Walls  and  Openings.  In  the  design  and 
construction  of  reinforced  concrete  flat  slabs,  additional 


slab  thickness,  girders  or  beams  shall  be  provided  to 
carry  any  walls  or  concentrated  loads  in  addition  to 
the  specified  uniform  live  and  dead  loads.  Such  girders 
or  beams  shall  be  assumed  to  carry  twenty  (20)  per  cent 
of  the  total  live  and  dead  panel  load  in  addition  to  the 
wall  load.  Beams  shall  also  be  provided  in  case  openings 
in  the  floor  reduce  the  working  strength  of  the  slab  below 
the  prescribed  carrying  capacity. 

Rule  14.  Special  Panels.  For  structures  having  a 
width  of  less  than  three  (3)  rows  of  slabs,  or  in  w^hich 
exterior  drops,  capitals  or  columns  are  omitted,  or  in 
which  irregular  or  special  panels  are  used,  and  for  which 
the  rules  relating  to  the  design  of  reinforced  flat  -slabs 
do  not  directly  apply,  the  computations  in  the  analysis 
of  the  design  of  such  panels,  shall,  w'hen  so  required, 
be  filed  with  the  superintendent  of  buildings. 
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communications  should  be  addressed  to  the  chairman 
of  the  board. 


CONTENTS 


his  issue  of  the  Bulletin  contains,  in  the  order 

n — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Correction. 

Rules. 

Notice  of  Public  Hearing. 

Amended  Building  Zone  Resolution. 

Reserve  Calendar. 

Progress  Report. 


THE  BOARD  OFv&ST  AND  ARDS  AND  AP¬ 
PEALS  AND  THE  BOARD  OF  APPEALS 
WILL  RECONVENE  JULY  14,  1925,  FOR  CON¬ 
SIDERATION  OF  ALL  MATTERS  PENDING 
AS  OF  JUNE  18,  1925. 


J- 


HOUI^S  tP^R  CONSULTATION. 

^*10  A  M-  to  1  p  M- 

Any  person  desiring  to  consult  the  chairman  or  the  en- 


T' 


*4 


gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  July  14,  1925, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  July  21,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman , 
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CALENDAR 

DOCKET. 

701-25-A . F.D .  270-276  W.  38th  st.  &  554-58f 

8th  ave.,  Alan. 

New  Cases  Filed  Week  Ending  July  9,  1925. 


-  N.  B.  1526-24 

700-25-A . F.D .  545  Broadway,  Man. 


Cal.  No.  Department. 


725-25- A. . . 

. F.D 

724-25-BZ. . 

. B.B. 

723-25-A.  .  . 

. F.D 

722-25-A. .  . 

. F.D. 

721-25-A. . . 

. F.D. 

720-25-A _ 

. F.D. 

719-25-S _ 

....F.D. 

718-25-S _ 

_ B.B.] 

717-25-SA. . . 

....F.D. 

716-25-A _ 

....F.D. 

715-25-A _ 

....F.D. 

714-25-A _ 

...  .F.D. 

713-25-BZ. . . 

.  ...B.B.C 

712-25-S _ 

....F.D. 

711-25-S _ 

....F.D. 

710-25-S _ 

....F.D. 

709-25-S _ 

....F.D. 

708-25-S _ 

....F.D. 

707-25-S _ 

....F.D. 

706-25-S _ 

....F.D. 

705-25-A _ 

....F.D. 

704-25-S . 

...F.D. 

703-25-S . 

...F.D. 

702-23- A _ 

....F.D. 

Premises  Affected. 

. . .  20-26  Greene  st.,  Man. 

F.  80157. 

.  1515  Bryant  ave.,  Bronx. 

S.  A.  867-1925. 

. .  .302  W.  127th  st.,  Man. 

L.  C.  29953. 

. . .  38  Payntar  ave.,  Long  Island 

City,  Q. 

L.  D.  80185-80186. 

. .  60-62  W.  116th  st.,  75-79  W. 
115th  st.,  Man. 

N.  B.  294-1925. 
..361  Wythe  ave.,  Brooklyn. 

L.  C.  96987. 

..260-262  W.  41st  st.,  Man. 

L.  D.  68520. 
..521-527  7th  ave.,  Alan. 

L.  C.  264. 

. .  Chlorinating  Apparatus. 

Appliance. 

..843  E.  139th  st.,  Bx. 

L.  F.  29451. 

. .  237  Central  ave.,  Far  Rock.,  Q. 

E.  C.  96551. 

..319-321  Bedford  ave.,  Bklyn. 

F.  61577. 

..Far  Rockaway  blvd.  &  Beach 
35th  st.,  Edgemere,  Q. 

. .  N.  S.  29th  st.,  240  ft.  E.  of 
Madison  ave.,  Man. 

L.  D.  80406. 

. .  657-659  Broadway,  Man. 

F.  76415. 

. .  Block  bounded  by  Broome,  Sher¬ 
iff,  Delancey  &  Columbia  sts., 
Man.  L.  D.  50093. 

. .  Block  bounded  by  Grand,  Sher¬ 
iff,  Broome  &  Columbia  sts., 
Man.  L.  D.  50226  &  50227. 

.  .34-36  Sheriff  st.  &  25-35  Colum¬ 
bia  st.,  Man.  L.  D.  50093. 

. .  504-510  Grand  st.  &  2-12  Sher¬ 
iff  st.,  Alan.  L.  D.  50227. 

■  •  512-520  Grand  st.,  Man. 

L.  D.  50229. 
.55-57  W.  3rd  st.,  Man. 

L.  F.  74248-F,  74249. 
.379-385  DeKalb  ave.,  Bklyn. 

L.  D.  65578. 
.40-42  W.  17th  st.,  Alan. 

L.  D.  34590. 

.  261-267  Canal  st.  &  21-23  How¬ 
ard  st.,  Man. 

F.  79813. 


F.  79508. 


699-25-A. . . . 

....F.D.  . 

. .  212-214  E.  6th  st.,  Man. 

698-25- A _ 

....F.D.  . 

F.  79508. 

. .  453-455  Broome  st.,  Alan. 

697-25-BZ. . . 

- H.D.  . 

F.  79435. 

. .  55  Carmine  st.,  Man. 

696-25-BZ. . . 

...B.B.Q. 

Decision. 

.  ..N.  W.  C.  Grandview  ave.  & 

695-25-BZ. . . 

...B.B.Q. 

Ralph  st.,  Ridgewood,  Q, 

N.  B.  10057-1925. 

.  ..S.  E.  C.  Roosevelt  ave.  &  Stone 

694-25-A _ 

....F.D.  .. 

st.,  Woodside,  Q. 

N.  B.  8575-1925. 

. .  10  Greenway  terr.,  Forest  Hills. 

693-25-S .  . . . 

...F.D.  .. 

Q-  L.  C.  95610. 

..270-276  W.  38th  st.,  Man. 

692-25-A _ 

....F.D.  .. 

L.  D.  80641. 

. .  2152  Metropolitan  ave.,  Q. 

691-25-S . 

...F.D.  .. 

Alt.  505-1925. 

. .  119-121  W.  23rd  st.,  Man. 

690-25-S . 

...F.D.  .. 

L.  D.  75319 

. .  1252-54  Bedford  ave.,  Bklyn. 

689-25-S . 

...F.D.  .. 

L.  D.  74975. 

..89-91  W.  3rd  st.,  Alan. 

688-25-S . 

...F.D.  .. 

L.  D.  79654  &  79655. 

.  .114-116  W.  56th  st.,  Man. 

687-25- A . 

...F.D.  .. 

L,  D.  77355. 

. .  60  Grand  st.,  Alan. 

686-25- A . 

...F.D.  .. 

F-79437 

•  •  477  Claremont  ave.,  Bklyn. 

685-25-A . 

...F.D.  .. 

L.  C.  96876. 

.  533-543  W.  33rd  st.,  Alan. 

684-25-S . 

...F.D.  .. 

F-79119.  . 

-.22  Warren  st.,  Man. 

683-25-SA. . . . 

...F.D.  .. 

L.  D.  75148. 

.  Billow  Fuel  Oil  Burner. 

682-25-A . 

...F.D.  .. 

Appliance. 

.207-223  E.  36th  st.,  Man. 

681-25-BZ. .  .  . 

...B.B.M. 

Certificate  of  Occupancy. 

.  4650-4664  Broadway,  Alan. 

680-25-BZ. .  .  . 

...F.D.  .. 

N.  B.  347-1925.  | 
.2522  Hughes  ave.,  Bx. 

679-25-S . 

...F.D.  ... 

F.  D.  Order. 
.5  W.  30th  st.,  Alan. 

678-25- A . 

...F.D.  ... 

L.  D.  70958. 

.  221-249  AIcKibbon  st.,  Bklyn. 

677-25-S . 

...F.D.  ... 

F-64926. 

.221-249  McKibbon  st.,  Bklyn. 

676-25-BZ. . .  . 

. .  B.B.Bx. 

L.  D.  64925. 

.41-43  E.  169th  st.,  Bx. 

675-25-S . 

..F.D.  ... 

N.  B.  945-1925. 

•  48  John  st.,  Alan. 

674-25- A . 

...F.D.  ... 

L.  D.  74802. 

•  40  John  st.,  Man. 

673-25-S . 

..F.D.  ... 

L.  F.  74803. 

•  34-40  S.  1st  st.,  Bklyn. 

L.  D.  70139-70137. 
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72-25- A.... 

....F.D.  ... 

.1171  President  st.,  Bklyn. 

L.  C.  9673. 

71-25-SA. . . 

....F.D.  ... 

.Allen  2 /2  in.  Angle  Hose  Valve. 

Appliance. 

70-25-S - 

....B.B.M.  . 

.282-286  7th  ave.,  Man. 

N.  B.  276-1925. 

169-25-BZ... 

....F.D.  ... 

.  N.  W.  C.  Belmont  ave.  &  Ford- 
ham  rd.,  Bx. 

Alt.  1062-1925. 

J68-25-S - 

....F.D.  ... 

.  61  W.  27th  st.,  Man. 

L.  D.  79657. 

S67-25-A. . . 

. F.D.  ... 

, .  3202  Perry  ave.,  Bx. 

L.  C.  29964. 

566-25-BZ. . . 

_ B.B.Bx. 

.  E.  S.  Jerome  ave.,  165.02  ft.  N. 
of  E.  174th  st.,  Bx. 

N.  B.  1020-1925. 

365-25-A. . . 

. F.D.  .. 

. .  2505  3rd  ave.,  Man. 

\r 

664-25-S . . . 

t - 

L.  C.  29707. 

. F.D.  .. 

. .  240-246  W.  35th  st.,  Man. 

L.  D.  77859. 

063-25-A. . . 

. F.D.  .. 

..463-467  Broadway,  Man. 

F-79443. 

662-25-BZ.. 

. B.B.B.  . 

..754-756  5th  ave.,  Bklyn. 

Applic.  10169-1925. 

'.al.  No. 

Department. 

Premises  Affected. 

661-25-BZ. . 

. B.B.Bx. 

1362-64  Webster  ave.,  Bx. 

N.  B.  1277-1925. 

660-25-S . . . 

. B.B.M. 

. .  59-61  W.  39th  st.,  Man. 

N.  B.  208-1925. 

659-25-S . . . 

. B.B.M. 

..  135-139  W.  35th  st.,  Man. 

N.  B.  183-1924. 

658-25-A. . . 

. F.D.  .. 

. .  116  E.  88th  st.,  Man. 

L.  C.  29785. 

657-25- A. . . 

. F.D.  .. 

..27-31  W.  55th  st.,  Man. 

F-79436. 

656-25-A. . . 

. B.B.B. 

...1109  45th  st.,  Bklyn. 

Revocation  of  Permit. 

655-25- A. . 

. F.D.  .. 

, . .  83-101  N.  3rd  st.,  Bklyn. 

_ _  F-75020. 

654-25-S . F.D . 539  Schenck  ave.,  Bklyn. 

L.  D.  75690. 

153-25-BZ . B.B.Bx.  .319-323  E.  348th  st.,  Bx. 

_  N.  B.  817-1925. 

.  652-25-S . B.B.M.  ..115-117  W.  45th  st.,  Man. 

_  N.  B.  329-1924. 

651-25-BZ . B.B.Q.  .  ..N.  S.  Rockaway  blvd.,  78  ft.  W. 

of  90th  st.,  Woodhaven,  Q. 

; _  N.  B.  699-1925. 

650-25-S . F.D . 18  E.  23rd  st.,  Man. 

_ _  L.  D.  76040. 

649-25-S . F.D . 155  Freeman  st.,  Bklyn. 

_ 1  L.  D.  78963-78965. 

648-25- A . F.D . 1519  Fulton  st.,  Bklyn. 

_  L.  C.  96782. 

647-25- A . F.D . N.  W.  C.  Northern  blvd.  & 

.  20th  ave.,  Long  Island  City, 

_  Q.  Alt.  2771-1924. 

646-25-A . B.B.B.  ...26  College  pi.,  Bklyn. 

_  Revocation  of  Permit. 

t  645-25- A . F.D . 605-619  W.  132nd  st.,  Man. 

'  Alt.  1212-1922. 


r 


644-25-BZ . B.B.M.  ..301-5  E.  97th  st.,  Man. 

-  N.  B.  346-1925. 

643-25-BZ . B.B.M.  ..1762  Park  ave.,  Man. 

-  N.  B.  312-1925. 

642-25-S . F.D . 28  Franklin  st.,  Astoria,  Q. 

-  L.  D.  75907. 

641-25-A . F.D . 28  Franklin  st.,  Astoria,  Q. 

-  F-75856. 

640-25-BZ . B.B.M.  ..533-535  8th  ave.,  Man. 

- -  N.  B.  362-1925. 

639-25-SA . F.D . Marsh  Simplex  Fuel  Oil  Pump. 

- -  Appliance. 

638-25-SA . F.D . American  Marsh  Duplex  Fuel 

-  Oil  Pump.  Appliance. 

637-25-S . B.B.M.  ..25-27  W.  3rd  st.,  Man. 

-  Alt.  1077-1925. 

636-25- A . F.D . 142-144  Greene  st.,  Man. 

-  F-77699. 

635-25-S . F.D . 797-799  Greenwich  st.,  Man. 

-  L.  D.  77468 

634-25-S . F.D . 125-127  W.  31st  st.,  Man. 

-  L.  D.  76151. 

633-25-S . B.B.M.  ..523-527  W.  42nd  st.,  Man. 

-  N.  B.  435-1924. 


CODE. 

F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.Bx . Bureau  of  Buildings,  Bronx 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  July  14,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

1453-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  James  Murphy, 
owner. 

PREMISES — 24  Evelyn  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

i 

85-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Michael  T.  Watts, 
lessee. 

PREMISES — 332  West  57th  street,  Manhattan. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  maintenance  of  an  open  ga¬ 
rage  parking  space  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

269-25-BZ. 

APPLICANT — Wiljiam  A.  Giesen,  for  Agnes  Connolly, 

owner. 

PREMISES — 2805  Pond  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4)  spaces  rented  tu 
persons  not  residing  on  the  premises. 


-I, 
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286-25-BZ. 

APPLICANT — William  B.  Seaver,  for  Third  Avenue  Rail¬ 
way  Company,  owner. 

PREMISES — 2526-2530  Amsterdam  avenue,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

304- 25-BZ. 

APPLICANT — Jamaica  Water  Supply  Co.,  owner. 

PREMISES — West  side  of  143rd  street,  100  ft.  south  of 
111th  avenue,  Jamaica,  South,  Queens. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  business  building  to  be  used  as  a  wa¬ 
ter  pumping  station. 

305- 25-BZ. 

APPLICANT — Jamaica  Water  Supply  Co.,  owner. 

PREMISES — West  side  of  224th  street,  250  ft.  north  of 
Foch  boulevard  (Central  avenue),  Jamaica,  Queens. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  business  building  to  be  used  as  a  wa¬ 
ter  pumping  station. 

I 

314-25-BZ. 

APPLICANT — John  De  Hart,  for  Estate  of  Frederick 
Fischer,  owner. 

PREMISES — 1160-1162  Intervale  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

331-25-BZ. 

APPLICANT — R.  Thomas  Short,  for  Michael  Noonan, 
owner. 

PREMISES— 187A-201  Garfield  place,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  alteration  and  extension  of 
an  existing  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


PREMISES — Southeast  corner  of  East  182nd  street  and 
Folin  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1421-24-BZ. 

APPLICANT— John  J.  Dunnigan,  for  Elliot  Place  Hold¬ 
ing  Corp.,  owner. 

PREMISES — Southeast  corner  of  Jerome  avenue  and  Elliot 
place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  busi¬ 
ness  building. 

1502-24-BZ. 

APPLICANT  William  F.  Doyle,  for  Morris  Pomerantz, 
owner. 

PREMISES — East  side  of  New  York  avenue,  185.92  ft. 
north  of  South  street,  Jamaica,  Borough  of  Queens. 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

1534-24-BZ. 

APPLICANT — William  J.  Conway,  for  John  Muldoon, 
owner. 

PREMISES — 64-68  West  9th  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


142-25-BZ. 

APPLICANT — Irene  Thatcher,  owner. 

PREMISES  1720-30  Coney  Island  avenue,  Brooklyn. 

IO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


371-25-BZ. 

APPLICANT — William  Weintraub,  for  R  A  R  Realty 
Corp.,  owner. 

PREMISES — 428-432  Cherry  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  dry  cleaning. 

419-25-BZ. 

APPLICANT — William  Bone,  for  Hyman  Wynehouse, 
owner. 

PREMISES — 4110-4118  Ninth  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  five  (5)  detached  residence  buildings  to 
be  used  for  store  purposes  on  the  1st  story. 

482-25-BZ. 

APPLICANT — Merkle  &  Elberth,  for  Irving  Savings  Bank, 
owner. 

PREMISES — 115-117  Chambers  street,  Manhattan. 

TO  PERMIT  in  a  “B”  area  district  the  omission  of  a  rear 
yard  required  by  the  building  zone  resolution,  to 
start  at  an  elevation  of  23  ft.  above  curb  level. 


240-25-BZ. 

APPLICANT  Philip  J.  Sinnott,  for  Harry  J.  Lippe,  Jr., 
owner. 

PREMISES — 1214-1216  Lind  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

343-25-BZ. 

AP^VIC^NT~Benjamin  Bag’  for  Bay  Ridge  Building 
Materials  Corporation,  owner. 

PREMISES— 244  69th  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  maintenance  of 
a  building  material  storage  yard. 

359-25-BZ. 

APPLICANT  William  H.  Kehoe,  for  Horlick  Realty 
Corp.,  owner. 

PREMISES — 1026-1042  Liberty  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  of  a  ga¬ 
rage  for  the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles. 


490-25-BZ. 

APPLICANT — Philip  J.  Bendish,  owner. 
PREMISES— 342  West  70th  street,  Manhattan. 

IO  PERMIT  in  a  residence  district  the  alteration  and  < 
tension  of  an  existing  garage  for  the  storage 
more  than  five  (5)  motor  vehicles. 


411-25-BZ. 

APPLICANT — William  F.  Doyle,  for  B.  Martin,  owner. 
PREMISES — 1134  Pacific  street,  Brooklyn. 

TO  PERMIT,  in  residence  district  the  maintenance  of  a 
dancing  and  banquet  hall. 


402-25-BZ. 

APPLICANT  William  F.  Doyle,  for  Emma  A.  Justice, 


412-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Rosie  Kellner, 
owner. 

PREMISES — 840  Washington  avenue,  Brooklyn. 
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TO  PERMIT  in  a  residence  district  the  erection  and  main- 

ftenance  of  an  apartment  house,  the  1st  story  to  be 
used  for  store  purposes. 


428-25-BZ.  .  _  „  4  , 

APPLICANT— Louis  A.  Sheinart,  for  Jerome  Hatch 
Realty  Corp.,  owner. 

PREMISES— 101-111  Linden  street,  Brooklyn. 

TO  PERMIT  partly  in  a  residence  district  and  partly  in 
a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

571-25-BZ. 

APPLICANT— Amin  Merhige,  owner. 

PREMISES— 345-351  39th  street,  Brooklyn. 

TO  PERMIT  in  a  one  and  one-half  times  height  district 
the  erection  of  the  street  wall  to  a  height  exceed¬ 
ing  the  limit  required  by  the  building  zone  resolu¬ 
tion. 


331-24-A — 508-534  West  212th  street,  Manhattan. 

69-25-A — 2  West  106th  street  and  451  Central  Park,  West, 
Manhattan. 

190-25-A — 526  Fulton  street,  Brooklyn. 

236-25-A — 1380  Metropolitan  avenue,  East  Williamsburgh, 
Queens. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A — 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

235-25-A — 217-219  West  126th  street,  Manhattan. 
278-25-A — 280  Broadway,  Manhattan. 

381-25-A — 1229-1231  Gerard  avenue,  The  Bronx. 
1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 
294-25-A — 62  Stanhope  street,  Brooklyn. 

369-25-A — 284  Chauncey  street,  Astoria,  Queens. 
372-25-A — 2343  Hughes  avenue,  The  Bronx. 

404-25-A— 135-147  East  8th  street,  Manhattan. 

418-25-A — 1681-1685  Broadway,  Manhattan. 


681-25-BZ.  „  ,  .  „  „ 

APPLICANT— James  J.  Walker  for  Packard  Motor  Car 
Co.  of  New  York  under  contract,  owner. 

PREMISES — 4650-4664  Broadway  and  2-16  Sherman 
avenue,  Manhattan. 

TO  PERMIT  partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and  mainte¬ 
nance  of  an  automobile  show,  sales,  distributing 
and  service  station. 

384-25-BZ.  ,  T  ,  T  j  . . 

APPLICANT— Richard  J.  Cullman,  for  John  H.  Hayes, 

owner. 

PREMISES— 547-551  West  133rd  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  July  14,  1925,  at  10  o’clock, 
in  room  1013,  Municipal  Building,  on  the  following  matter: 

cal.  no.  378-24-BZ— -Application,  March  1  1,  1924,  under  the 
building  zone  resolution,  of  John  J. 
uunmgan,  applicant,  on  behalf  of  Hesu 
Realty  Co.,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1101-1109  Union  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


497-25-BZ.  ,  „  _  _ 

APPLICANT — John  W.  Clancy,  for  Sally  B.  Crane,  owner. 
PREMISES— 2180-2182  Folin  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  July  14,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

373-25-A— 957-971  Kent  avenue,  rear,  Brooklyn. 

95-25-A— 216-224  Seigel  street,  Brooklyn. 

130-25-A— Southwest  corner  of  Maspeth  avenue  and  Gard¬ 
ner  avenue,  Brooklyn. 

385-25-A — North  side  of  Anable  avenue,  from  Moore 
street  to  Honeywell  avenue,  Long  Island 
City,  Queens. 

441-25- A — 9502  121st  street,  Richmond  Hill,  Queens. 

254-25-A _ 398-408  Washington  street,  Manhattan. 

213-21-A— 125-137  Navy  street,  236-242  Johnson  street  and 
64-66  Raymond  street,  Brooklyn. 

16-24-A — 1342  Park  avenue,  Manhattan. 

588-23-A — East  side  Church  street,  200  ft.  north  of  Rail¬ 
road  avenue,  Tottenville,  S.  I.,  Richmond. 

1177-24- A — 79-89  Seventh  avenue,  Manhattan. 

1247-24- A — 202  Flatbush  avenue,  Brooklyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  July  14,  1925,  at  2  p.  in. 

Petitions  for  Variations. 

203-25-S — 28-46  Roebling  street,  220-230  North  10th  street 
and  219-229  North  9th  street,  Brooklyn. 

393-25-S— 127-133  West  17th  street,  Manhattan. 
425-25-S— 304  Fifth  avenue,  Manhattan. 

427-25-S — 32  Great  Jones  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

18-24- S— 14-16  East  38th  street,  Manhattan. 

1463-24-S — 8  West  29th  street,  Manhattan. 

320-25-S— 145-147  West  27th  street,  Manhattan. 

347-25-S — 47  Christopher  street,  Manhattan. 

387-25-S — Southwest  corner  of  University  place  and  12th 
street,  Manhattan. 

1102-24-S _ 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 

hattan. 

1525-24-S — 107  East  31st  street,  Manhattan. 

1412-23-S — 174  Duffield  street,  Brooklyn. 

718-18-S — 17-23  East  Broadway,  Manhattan. 

198-25-S— 566-568  Seventh  avenue,  Manhattan. 

1467-24-S — 22  Queens  street,  Long  Island  City,  Queens. 
119-25-S— 302-22  Butler  street,  Brooklyn. 

352-25-S — 491-495  Seventh  avenue,  Manhattan. 

396-25-S — 152  West  24th  street,  Manhattan. 

401-25-S — 118  Forsyth  street,  Manhattan. 

358-25-S— 138-140  East  25th  street,  Manhattan. 
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1418-24-S — 20  East  31st  street,  Manhattan. 

321-25-S — 232-234  West  37th  street,  Manhattan. 

353-25-S — 208-210  West  27th  street,  •Manhattan. 

415-25-S — 338-340  Flushing  avenue,  Brooklyn. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

430-25-S — 365-367  Canal  street,  Manhattan. 

455-25-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Gould  Merserea 
Company,  owner. 

PREMISES  North  side  of  Nott  avenue,  90  ft  east  o 
T,,  n  Van  Alst  avenue,  Long  Island  City,  Queens.  ' 

IU  1  RRMli  in  a  business  district  the  erection  of  a  buiki 
ing  and  the  use  of  more  than  25  per  cent  of  it 
total  floor  space  for  factory  purposes. 

Appliance  Submitted  for  Approval. 

1305-24-SA — International  Furnace  Burner,  approval  of. 

470-25-BZ. 

APPLICANT— Walter  B.  Wills,  for  Frank  Hartmai 
owner. 

CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  July  21,  1925,  at  2  p.  m. 

Building  Zone  Cases 

87-25-BJ. 

APPLICANT — David  L.  Malbin,  for  Pasquale  Sabbarese, 
owner. 

PREMISES — 617-633  Brooklyn  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES — 1219-1223  Putnam  avenue,  Brooklyn. 

lO  PERMIT  in  a  residence  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  thai 
five  (5)  motor  vehicles. 

626-25-BZ. 

PPPTUITc4?T7iNew  York  Telephone  Company,  owner. 

PREMISES  1421-1437  Ocean  avenue  and  1060-1068  Ken 
more  place,  Brooklyn. 

TO  PERMIT  in  a  residence  use,  C  and  E  area  distric 
the  extension  in  height  and  area  of  an  existing 
central  telephone  exchange  building. 

97-25-BZ. 

APPLICANT— Robert  Kaplan,  for  Ros-Sil  Realty  Corpo¬ 
ration,  owner. 

PREMISES — 13  West  36th  street,  Manhattan. 

TO  PERMIT  in  a  business  and  “B”  area  district  the  main¬ 
tenance  of  a  rear  yard  less  in  depth  than  that  re¬ 
quired  by  the  building  zone  resolution. 

1455-24-BZ. 

APPLICANT— Samuel  Rosenblum,  for  A.  Troskowsky 
sub-lessee. 

PREMISES— 34  Tieman  place,  Manhattan. 

TO  PERMIT  in  a  business  district  the  maintenance  of  ; 
motor  vehicle  repair  shop. 

405-25-BZ. 

241-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Brolux  Corporation, 
owner. 

PREMISES— 1202-1206  Lind  avenue,  The  Bronx. 

TO  PERAIIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

APPLICANT— Magnuson  &  Kleinert,  for  the  15th  Streel 
Amusement  Co.,  lessee. 

?™S?^87-8-9  Prospect  Park  West,  Brooklyn. 

1U  i  tiKMl  1  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  theatre  and 
store  purposes. 

423-25-BZ. 

270-25-BZ. 

APPLICANT — John  T.  Dunnigan,  for  Schinasi  Commer¬ 
cial  Corporation,  owner. 

PREMISES — 32-36  West  100th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  and  within  200  ft.  of 
a  hospital  the  use  and  occupancy  of  an  existing 
building  as  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles.  . 

^?“T-SamUeI  SchIau’  for  Isabel  Burger,  owner. 
\EMISES  123-02  and  123-08  Rockaway  Beach  blvd., 
Rockaway  Park,  Borough  of  Queens. 

1 0  PERMIT  in  an  “F”  area  district  the  erection  of  a 
building,  the  area  of  which  is  in  excess  of  that 
permitted  in  such  district. 

474-25-BZ. 

TOrmcpF'^h"  De  Hart)  for  Mafy  A-  Dalton,  owner. 

306-25-BZ. 

APPLICANT — William  Farrell,  for  Emil  E.  Gabler, 
owner. 

PREMISES — 700  Southern  boulevard,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  use  and  occupancy 
of  a  new  building  as  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

145~1149  Ogden  avenue,  The  Bronx. 

id  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

610-25-BZ. 

APPLICANT — John  E.  lovce.  owner. 

389-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Patrick  Tague, 
owner. 

PREMISES — 136-140  Hall  street,  Brooklyn. 

TO  PERMIT  partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES — 201  East  198th  street,  The  Bronx. 

O  PERMIT  the  conversion  from  a  residence  to  a  busi¬ 
ness  use  (stores)  of  the  1st  story  of  a  building 
located  partly  in  a  residence  and  partly  in  a  busi¬ 
ness  use  district. 

262-25-BZ. 

APPLICANT  Max  N.  Newman,  for  Irene  Thatcher, 
owner. 

429-25-BZ. 

APPLICANT — Samuel  Gardstein,  for  Isabelle  Weber, 
owner. 

PREMISES— 2374-2376  60th  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  street  the  erection  and  maintenance  of  a  resi¬ 
dence  building  to  be  used  for  store  purposes  on 
the  1st  story. 

PREMISES — 1406-1414  Elm  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  build¬ 
ing  to  be  used  for  store  purposes. 

551-25-BZ. 

APPLICANT— Alfred  H.  Eccles,  for  Henry  Hellenck, 
owner. 

CALENDAR 


■REMISES— South  side  of  Patterson  avenue,  50  ft.  west 
of  Ely  avenue,  Astoria,  Queens. 

'0  PERMIT  in  a  business  district,  and  also  within  200 
ft.  of  a  school,  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 


erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles,  also  the  omission  of  a 
rear  yard  at  the  first  and  second  stories, 
contrary  to  the  requirements  of  the 
building  zone  resolution;  premises  560- 
564  West  174th  street,  Manhattan. 


63-25-BZ.  ,  „ 

APPLICANT — Alfred  J.  Boulton,  tor  Rosa  Alorizio, 

owner.  . 

’REMISES — East  side  of  Private  Right  ot  Way,  22(>  tt. 

north  of  84th  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  a  poultry  slaugh¬ 
ter  house. 


BOARD  OF  APPEALS. 

Tuesday,  July  21,  1025,  at  10  a.  in. 

Appeals  from  Administrative  Orders. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 

,f  a  public  hearing  under  the  provisions  of  the  building  zone 

resolution,  Tuesday  morning,  July  21,  1925,  at  10  o’clock, 

n  Room  1013,  Municipal  Building,  on  the  following  m  t- 

ters :  , 

-AL  N0  1449-24-BZ— Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Benja¬ 
min  Ascher,  applicant,  on  behalf  of 
Johanna  Gunther,  owner,  to  permit  in  a 
residence  district  the  maintenance  of  a 
garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises ;  premises  1962  Anthony 
avenue,  The  Bronx. 

cal  no  266-25-BZ— Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Corner, 
Bell,  Russell  &  McNulty,  applicants,  on 
behalf  of  Midwood  Trust  Company, 
owners,  to  permit  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  an  exten¬ 
sion  to  a  bank  building;  premises  1144 
Flatbush  avenue,  northwest  corner  of 
Dorchester  road,  Brooklyn. 

cal.  no.  732-24-BZ— Application,  May  27,  1924  under  the 
•  building  zone  resolution,  of  William  r. 

Doyle,  applicant,  on  behalf  of  Abgo 
Construction  Corp.,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  162-172  McDougall  street, 
southwest  corner  of  Hopkinson  avenue, 
Brooklyn. 

cal.  no.  298-25-BZ— Application,  March  18,  1925  L 1  ^ 

building  zone  resolution,  of  William  b. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

cal.  no.  399-25-BZ— Application,  April  13,  1925  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Jonas 
A.  Hager meyer,  owner,  to  permit  in  a 
residence  and  “B’  area  district  the 


cal.  NO.  480-25-BZ— Application,  May  6,  1925,  under  the 
building  zone  resolution,  of  George  V. 
Martin,  applicant,  on  behalf  of  M.  J. 
Martin  &  Son,  Inc.,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  south  side  of  West  230th 
street,  110.62  feet  east  of  Exterior 
street,  The  Bronx. 

cal.  no.  1437-.24-BZ— Application,  December  5,  1924,  under 
the  building  zone  resolution,  of  Charles 
Moscarelli,  owner,  to  permit,  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1265-1271  60th  street,  Brook¬ 
lyn. 

cal.  no.  327-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  Richard 
Shutkind,  architect,  on  behalf  of  Rich¬ 
ard  Schmidt,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  an  extension  to  a  dry  clean¬ 
ing  establishment;  premises  162-166 
Prospect  street,  Long  Island  City, 
Queens. 

cal.  no.  354-25-BZ— Application,  April  1,  1925,  under  the 
building  zone  resolution,  of  A.  M. 
Davis,  applicant  and  attorney  for  Her¬ 
bert  M.  Metzger  and  Amy  M.  Lindau, 
owners,  to  permit  in  a  residence  district 
the  alteration  and  extension  of  an  exist¬ 
ing  dwelling  to  be  used  for  business 
purposes ;  premises  55  East  60th  street, 
Manhattan. 

cal.  no.  376-25-BZ— Application,  April  3,  1925,  under  the 
building  zone  resolution,  of  Charles  H. 
Richter,  architect,  Jane  A.  Moorehead 
and  Helen  G.  Moorehead,  owners,  Elias 
Tanell,  lessee,  to  permit  in  a  residence 
district,  the  erection  and  maintenance 
of  an  extension  to  an  existing  building, 
to  be  used  for  store  purposes;  premises 
310  Second  avenue,  northeast  corner  of 
East  18th  street,  Manhattan. 

cal.  no.  398-25-BZ — Application,  April  13,  1925,  under  the 
building  zone  resolution,  of  Louis  Allen 
Abramson,  applicant,  on  behalf  of  De 
Kalb  Realty  Corporation,  owner,  to  per¬ 
mit  in  an  unrestricted  district  and  on 
a  portion  of  a  street  between  two  in¬ 
tersecting  streets,  in  which  portion 
there  exists  an  exit  from  or  an  entrance 
to  a  public  school,  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  3655-3663  Third  avenue,  The 
Bronx. 

cal.  no.  1191-23-BZ — Application,  May  26,  1925,  under  the 
building  zone  resolution,  of  Nathan 
Langer,  architect,  on  behalf  of  Com¬ 
monwealth  Savings  Bank,  owner,  to 
permit  in  a  residence  district  the  omis¬ 
sion  of  a  rear  yard  required  under  the 
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zoning  resolution  (previously  granted 
by  the  board  as  to  use  district  varia¬ 
tion — erection  of  a  garage.)  ;  premises 
425-431  West  209th  street,  Manhattan. 

William  E.  Walsh.  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  July  21,  1925,  at  2  p.  m. 

Under  the  Building  Zone  Resolution. 

NO  I  ICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  afternoon,  July  21,  1925,  at  2  o'clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ter  : 

cal.  no.  379-25-BZ— Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Walter 
Scheminger,  applicant  and  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles  and  also  a  motor  vehicle 
repair  shop;  premises  350-354  Broad¬ 
way,  southwest  corner  of  Cary  avenue, 
West  New  Brighton,  Staten  Island, 
Richmond. 

cal.  no.  335-25-BZ — Application,  March  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  The 
Stuyvesant  Real  Estate  Co.,  Inc.,  owner, 
to  permit  in  a  business  district  extend¬ 
ing  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  89-99  Granite 
street,  Brooklyn. 

cal.  no.  338-25-BZ — Application,  March  28,  1925,  under  the 
building  zone  resolution,  of  Euell  & 
Euell,  architects,  on  behalf  of  Bernardo 
Affinito,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
1295  Cromwell  avenue,  northwest  cor¬ 
ner  of  West  169th  street,  The  Bronx. 
cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  and  also  within  a 
“B”  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 
cal.  no.  458-25-BZ— Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Kolle,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  198- 
210  16th  street,  Brooklyn. 

cal.  no.  545-24-BZ — Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  Henry  I. 
Perlin,  applicant,  on  behalf  of  Bertha 
Freitag,  owner,  previously  dismissed  for 
lack  of  prosecution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga- 
rage  for  the  storage  of  five  (5) 


- - —  ■  -  ■  — 

pleasure  motor  vehicles,  four  (4)  sp. 
rented  to  persons  not  residing  on 
premises ;  premises  380  Etna  str 
Brooklyn. 

cal.  no.  1425-24-BZ — Application,  December  3,  1924,  ur 
the  building  zone  resolution,  of  Will 
F.  Doyle,  applicant,  for  Mrs.  Thei 
Browning,  owner,  Charles  Milgrim,  j 
see,  to  permit  in  a  residence  district  j 
maintenance  of  a  factory  use  of  an  | 
isting  building;  premises  231  West  7 
street,  Manhattan. 

cal.  no.  289-25-BZ — Application,  March  13,  1925,  un 
the  building  zone  resolution,  of  Willi 
F.  Doyle,  applicant,  on  behalf  of  M 
Zaubler,  owner,  to  permit  partly  ii ' 
business  district  and  partly  in  a  n 
dence  district  the  erection  and  ma 
tenance  of  an  extension  to  an  exist: 
garage  for  the  storage  of  more  than  f 
(5)  motor  vehicles;  premises  553-.' 
11th  street,  Brooklyn. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  uni 
the  building  zone  resolution,  of  }^ 
W.  Clancy,  applicant,  on  behalf 
Valbalia  Corporation,  owner,  ta  pert 
in  a  business  district  the  erection  a 
maintenance  of  a  garage  for  the  sti 
age  of  more  than  five  (5)  motor  ’ 
hides ;  premises  341  East  184th  strei 
northwest  corner  of  Marion  aven 
The  Bronx. 

cal.  no.  291-25-BZ — Application,  March  16,  1925,  under  t 
building  zone  resolution,  of  Hollywo 
Garage  Corp.,  applicant  and  owner, 

.  perjnit  in  a  business  district  the  alter 

tion  and  enlargement  of  a  garage  f 
the  storage  of  more  than  five  (5)  m 
tor  vehicles ;  premises  238-244  East  64 
street  and  1207-1209  Second  avent 
Manhattan. 

cal.  no.  400-25-BZ — Application,  April  13,  1925,  under  t 
building  zone  resolution,  of  Jam 
Kearney,  applicant,  on  behalf  of  Barn 
Simowitch  and  Abe  Frank,  owners, 
permit  the  alteration  and  also  the  co 
version  of  occupancy  of  a  building  US' 
as  a  storage  warehouse  to  a  garage  f 
the  storage  of  more  than  five  (5)  m 
tor  vehicles;  premises  247-249  We 
69th  street,  Manhattan. 

cal.  no.  1429-24-BZ — Application,  December  3,  1924,  und 
the  building  zone  resolution,  of  Jol 
De  Hart,  architect,  on  behalf  of  Jol 
J.  Daly  and  Max  L.  Fried,  owners,  ' 
permit  in  a  business  district  the  mail 
tenance  of  a  motor  vehicle  repair  shoj 
premises  1012-1018  Avenue  St.  Joh 
The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  July  28,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 
904-24-A— 235-239  West  23rd  street,  Manhattan. 
578-25- A — 119-125  Seventh  avenue,  Manhattan. 
302-25-A— 207-209  East  49th  street,  Manhattan. 
336-25-A — 46  Old  Broadway,  Manhattan. 
349-25-A — 210  East  63rd  street,  Manhattan. 

35 6-25- A — 628  Lexington  avenue,  Manhattan. 
360-25-A — 695  Atlantic  avenue,  Brooklyn. 
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390-25 -A — 3064-3088  Atlantic  avenue,  Brooklyn. 
186-25- A — 4409  New  Utrecht  avenue,  Brooklyn. 
656-25- A — 1109  45th  street,  Brooklyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  July  28,  1925,  at  2  p.  m. 

Petition  for  Variation. 

579-25- S — 119-25  Seventh  avenue,  Manhattan. 

BOARD  OF  APPEALS. 

Tuesday,  September  8,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

316-25- A — 106-116  John  street  and  227-237  Plymouth  street, 
Brooklyn. 

446-25-A— 22-34  Bergen  avenue,  Jamaica,  Queens. 
450-25-A — 373  Vernon  avenue,  Long  Island  City,  Queens. 
459-25-A — 646-654  Vernon  avenue,  Long  Island  City, 
Queens. 

463-25- A — 45-47  Crosby  street,  Manhattan. 

150-25- A — 15-19  Amsterdam  avenue,  Manhattan. 

303-25-A — 120-124  West  57th  street,  Manhattan. 

BOARD  OF  APPEALS. 

Tuesday,  September  15,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

432-25-A — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

452- 25- A — 4009-15  First  avenue,  Brooklyn. 

453- 25-A — 4017-21  First  avenue,  Brooklyn. 

472- 25-A — 1008  Whitlock  avenue,  The  Bronx. 

473- 25- A — 1161  First  avenue,  Manhattan. 

628-25-A — 168-208  Marshall  street,  Brooklyn. 

417-25-A — 1188-90  Fulton  street  and  1247-1253  Bedford 

avenue,  Brooklyn. 

439-25-A — 552  4th  street,  Brooklyn. 

501-25- A — 105  Bleecker  street  and  186-188  Greene  street, 
Manhattan. 

BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

301-25-S — 207-209  East  49th  street,  Manhattan. 


434-25-S— 186  Grand  street  and  157-161  Mulberry  street, 
Manhattan. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464 - 25- S — 45-47  Crosby  street,  Manhattan. 

4 68- 2 5- S — 40-42  West  37th  street.  Manhattan. 

355-25- S — 514-516  West  57th  street,  Manhattan. 

374-25-S — 963-965  Kent  avenue,  Brooklyn. 

461-25-S — 251-255  West  39th  street,  Manhattan. 

465- 25- S — 26-34  Sullivan  street  and  47-49  Watts  street, 

Manhattan. 

440-25-S — 352  East  76th  street,  Manhattan. 

444-25-S — 27-35  West  24th  street,  Manhattan. 

448-25-S — 26  West  20th  street,  Manhattan. 

469- 25-S— 692-694  Broadway  and  388  Lafayette  street, 

Manhattan. 

481-25-S — 237-239  Lafayette  street,  Manhattan. 

500-25-S — 873  Sixth  avenue,  Manhattan. 

Appliance  Submitted  for  Approval. 

588-25-SA — Ray  Rotary  Fuel  Oil  Pump  Set,  approval  of 


BOARD  OF  APPEALS. 

Tuesday,  September  22,  1925,  at  10  a.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  22,  1925,  at  10 
o'clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matter : 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  September  25,  1925,  at  2  p.  m. 

Rule. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


RULES 

COMMUNITY  LAUNDRIES  IN  BUSINESS  DISTRICTS 


Amended  Resolution  Adopted  by  the  Board  of  Appeals, 
March  16,  1920,  Under  Cal.  No.  549-17 -BZ. 

Whereas,  the  board  of  appeals,  at  its  regular  meet¬ 
ing,  December  16,  1919,  unanimously  rescinded  an  opinion 
incidentally  expressed  and  incorporated  in  a  resolution 
adopted  by  the  board  on  May  28,  1917,  in  acting  on  Cal. 
No.  549-17- BZ.  This  opinion  was  that  a  laundry  is  not  a 
prohibited  use  in  a  business  district  under  the  building  zone 
resolution.  The  board  unanimously  rescinded  thi3  expres¬ 
sion  of  opinion,  inasmuch  as  a  launJry  is  a  factory  within 
the  meanin/f  of  the  labor  law  and  must  be  so  construed 


under  the  building  zone  resolution  in  the  absence  of  any 
definition  therein  to  the  contrary. 

Resolved,  that  this  shall  not  be  construed  to  include 
within  the  prohibited  uses  specified  under  Section  4  of 
the  building  zone  resolution  a  community  or  neighborhood 
laundry  located  in  the  basement  or  ground  floor  of  a 

building  within  a  business  district  and  containing  not  more 
than  eight  (8)  rotary  washing  machines  with  inside  cylin¬ 
ders  not  more  than  30  in.  in  diameter  by  30  in.  in  length 

over  all  nor  more  than  two  20  in.  extractors,  the  20  in. 

measurement  being  the  diameter  of  the  inside  basket,  which 
machines  and  extractors  shall  be  operated  solely  by  elec¬ 
tric  power  and  do  not  require  the  installation  of  steam 

boiler  or  plant. 
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BOARD  OF  APPEALS 


♦CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  appeals,  held 
Tuesday  afternoon,  May  12,  1925,  as  they  appeared  in  Bul¬ 
letin  No.  20  Vol.  X,  are  hereby  corrected  to  read  as  fol¬ 
lows  : 

THE  RESOLUTION: 

(1374-24-  A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  305  Broadway  Corporation,  owner,  filed,  No¬ 
vember  20,  1924,  an  appeal,  with  the  board  of  appeals,  from 
an  order  of  the  fire  commissioner,  affecting  premises  305-: 
9  Broadway,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  20,  1924,  reads. 

“Order  No.  58004-F: 

“!•  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  1st  story  which  are  dis¬ 
tant  in  a  direct  line  less  than  30  ft.  from  any  opening 
in  any  other  building  and  not  in  the  same  plane  with 
said  openings  and  which  are  not  more  than  50  ft.  above 
a  neighboring  roof  at  north  and  west  sides  of  building 
or  other  approved  protection  as  per  Section  375,  Article 
18,  Chapter  5,  of  the  Code  of  Ordinances.” ; 
and 


*  Correction — Words  “throughout  building’1  omitted  in  line 
44  and  words  “ constituting  an  exposure  within  the  order” 
substituted. 


Whereas,  the  building  is  fireproof,  14  stories  in  height 
74  ft.  6  in.  by  124  ft.  in  area ;  OCCUPIED  as  an  office 
building,  40  persons  per  story;  equipped  with  a  standpipe 
system ;  and 

Whereas,  there  are  four  or  five  windows  per  story  in  the 
westerly  wall  on  the  6t.h  to  10th  stories,  inclusive,  within  50 
ft.  of  a  neighboring  building  to  the  west;  two  windows  in  the 
northerly  wall,  west,  on  the  2nd  to  6th  stories,  inclusive, 
within  50  ft.  of  the  roof  of  a  neighboring  one-story  exten¬ 
sion  to  the  north  and  seven  windows  in  the  northerly  court, 
and  also  four  windows  in  the  northerly  wall  adjacent  to 
this  court  within  30  ft.  from  openings  in  or  within  50  ft. 
of  the  roof  of  neighboring  buildings  to  the  north ;  and 

Whereas,  this  appeal  was  denied  by  the  board  at  its 
meeting  held  on  March  3,  1925,  and  reopened  bv  vote  of 
the  board  on  April  14,  1923;  and 

Whereas,  appellant  contends  that  all  of  the  openings 
constituting  exposures  in  the  adjoining  buildings,  are  equipped 
with  fire  shutters  and  that  the  building  under  question  is 
occupied  solely  as  an  office  building,  and  proposes  to  pro¬ 
vide  iron  shutters  at  any  openings  in  the  stair  or  elevator 
shaft  within  30  ft.  from  openings  or  within  50  ft.  of  the 
roof  of  neighboring  building. 

.  Res°lved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  all  exterior  windows  on  course  of 
elevator  shafts  and  stajrhalls  constituting  an  exposure  within 
the  order  shah  be  equipped  with  fireproof  frames  and  sash 
glazed  with  wire  glass;  and  granted  only  so  long  as  prem- 
1S5S  thfouffhout  shall  be  maintained  and  restricted  to  exec¬ 
utive  office  use  and  occupancy. 


RULES 


Adopted  by  the  Board  of  Standards  and  Appeals  August 
oO,  1917;  Amended  November  1,  1917. 

1'^Fir-e  Retardinff  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Station?  In 

fion3 Vel?icle  rrCpair  Sh°ps  and  oil  selIW  sta¬ 
tions  any  material  or  form  of  construction  shall  be 

eenied  fire-retarding  within  the  meaning  of  §73,  sub- 
divisicm  3,  of  the  building  code,  that  resfsts  the  ketion 
of  flame  and  heat  when  subjected  to  a  continuous  fire 
or  one  hour  at  an  average  temperature  of  seventeen 
undred  (1700)  degrees  Fahrenheit  without  the  passage 
of  Ham|-  and  with  a  maximum  temperature  rise  to  four 
hundred  (400)  degrees  Fahrenheit  on  the  side  away  from 
P°lnt  at  which  the  temperature  of  trans- 
m  tted  heat  is  measured  shall  be  protected  from  external 
air  and  weather  conditions. 

rn^fhr?,Vhe  £St  specime"  is  in  the  form  of  partition 
construction  the  area  under  test  shall  be  not  less  than 
one  hundred  (iOO)  square  feet  and  the  least  dimension 
shall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
of  floor  construction,  the  area  under  test  shall  be  not 
less  than  two  hundred  (200)  square  feet  and  the  least 
dimension  shall  be  not  less  than  fourteen  (14)  feet 
During  the  fire,  the  floor  construction  shall  support 
the  live  load  for  which  it  is  designed,  and  after  the  fire 
shall  safely  sustam  twice  the  designed  live  load  with  a 
maximum  deflection  of  not  more  than  one  two-hun¬ 
dredth  (1/200)  part  of  the  span. 

•  n'  Wood  Joisted  Floor  Construction.  Wood 

joisted  floor  construction  shall  be  accepted  as  fire-re¬ 
tarding  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  sta 
ti°ns  when  the  beams  are  protected  on  the  upper  and 


FIRE  RETARDING  RULES 


under  sides  with  the  fire-retarding  materials  specified 
in  rules  tor  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 

forms  of  construction  shall  be  accepted  as  fire-retarding 
tor  the  covering  of  the  upper  sides  of  wood  floor  beams 
m  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations: 

(a)  Seven-eighths  ()4)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproot- 
’^f/,c?ve,red  with  not  less  than  two  and  one-half 
U./2)  inches  of  1:2)4 :5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  (%)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  1  wo  and  one  half  (2)4)  inches  of  1:2:4  con- 
ciete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  pn  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  undersides  of  wood  floor  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  .garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations: 

(a)  One-half  ()4)  inch  plaster  boards  with 
pointed  joints  covered  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  (1)  inch  lapped  seams  nailed  to 
-lie  wood  beams  when  spaced  not  more  * *han  sixteen 


if  , 
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(16)  inches  on  centers,  or  nailed  to  furring  strips 
when  the  floor  beams  are  spaced  more  than  sixteen 
(16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  inch 

asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  furring 
strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers; 

(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Fortland  cement  mortar  at  least 
three-quarters  (?4)  'nc^  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages  motor 
vehicle  repair  shops  or  oil  selling,  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 

cast  iron  columns.  .  .  , 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  covet - 
ings  in  these  rules,  or  with  any  of  the  materials  ac¬ 
ceptable  in  fireproof  construction;  except  that  an  air 
space  need  not  be  provided  around  steel  giroers. 


Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  ac¬ 
cepted  for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches,  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  (kO  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not 
more  than  sixteen  (16)  inches  on.  centers,  covered 
both  sides  with  seven-eighths  (k£)  inch  wood  sheath¬ 
ing,  one-half  (54)  inch  plaster  boards  with  pointed 
joints  and  No.  26  U.  S.  gauge  sheet  metal  with  one- 
inch  lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  seven-eighths  (%)  inch  wood 
sheathing,  two  thicknesses  of  one-quarter  (54)  inch 
asbestos  boards  laid  with  tight  staggered  joints  and 
jacketed  with  No.  16  U.  S>.  gauge  metal  on  the 
garage  side  to  a  height  of  five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  filled  in 
solidly  between  the  studs  with  four  inches  of  an- 
proved  fireproof  materials  and  covered"  on  both 
sides  with  No.  26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  parti¬ 
tions  covered  on  the  garage  side  with  No.  26  TJ.  S. 
gauge  sheet  metal  with  one-inch  lapped  seams. 


!•  _ _ _ _ _  -  -  ■  ■ 

NOTICE 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards 
First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result.  .  ...  , 

Second ,  That  due  and  ample  notice  of  the  date  set  tor 
hearing  is  provided  irt  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 

^Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 
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COVERING  THE  DESIGN  OF  REINFORCED  CONCRETE  FLAT  SLABS. 


Adopted  by  the  Board  of  Standards  and  Appeals,  July 
8,  1920,  under  Cal.  395-20-S. 

Rule  1.  Application.  The  rules  governing  the  design 
of  reinforced  concrete  flat  slabs  shall  apply  to  such  floors 
and  roofs,  consisting  of  three  or  more  rows  of  slabs, 
without  beams  or  girders,  supported  on  columns,  the  con¬ 
struction  being  continuous  over  the  columns  and  forming 
with  them  a  monolithic  structure. 

Rule  2.  Compliance  with  Building  Code.  In  the  de¬ 
sign  of  reinforced  concrete  flat  slabs,  the  provisions  of 
article  16  of  the  building  code  shall  govern  with  respect 
to  such  matters  as  are  specified  therein. 


column,  the  thickened  portion  shall  be  known  as  a  drop  ! 

Fhe  width  of  such  drop  when  used,  shall  be  determined 
by  the  shearing  stress  in  the  slab  around  the  perimeter  of 
the  drop,  but  in  no  case  shall  the  width  be  less  than  0  33 
of  the  average  span  of  any  slabs  of  which  it  forms  a 
part.  .  In  computing  the  thickness  of  drop  required  by  the 
negative  moment  on  the  column  head  section,  the  width 
of  the  drop  only  shall  be  considered  as  effective  in  re¬ 
sisting  the  compressive  stress,  but  in  no  case  shall  the 
thickness  of  such  drops  be  less  than  0.33  of  the  thickness 
of  the  slab..  Where  drops  are  used  over  interior  columns, 
corresponding  drops  shall  be  employed  over  exterior  col¬ 
umns  and  shall  extend  to  the  one-sixth  (1/6)  point  of  the 
panel  from  the  center  of  the  column. 


Rule  3.  Assumptions.  In  calculations  for  the  strength 
of  reinforced  concrete  flat  slabs,  the  following  assump¬ 
tions  shall  be  made: 

(a)  A  plane  section  before  bending  remains  plane  after 
bending; 

(b)  The  modulus  of  elasticity  of  concrete  in  compres¬ 
sion  within  the  allowable  working  stresses  is  constant; 

(c)  The  adhesion  between  concrete  and  reinforcement 
is  perfect; 

(d)  The  tensile  strength  of  concrete  is  nil; 

(e)  Initial  stress  in  the  reinforcement  due  to  contrac¬ 
tion  or  expansion  in  the  concrete  is  negligible. 

Rule  4.  Stresses,  (a)  The  allowable  unit  shear  in 
reinforced  concrete  flat  slabs  on  the  bd  section  around 
the  perimeter  of  the  column  capital  shall  not  exceed  one 
hundred  twenty  (120)  pounds  per  square  inch;  and  the 
allowable  unit  shearing  stress  on  the  bjd  section  around 
the  perimeter  of  the  drop  shall  not  exceed  sixty  (60) 
pounds  per  square  inch,  provided  that  the  reinforcement 
is  so  arranged  or  anchored  that  the  stress  may  be  fully 
developed  for  both  positive  and  negative  moments. 

(b)  The  extreme  fibre  stress  to  be  used  in  concrete 
in  compression  at  the  column  head  section  shall  not  ex¬ 
ceed  seven  hundred  fifty  (750)  pounds  per  square  inch. 

Rule  5.  Columns.  For  columns  supporting  reinforced 
concrete  flat  slabs,  the  least  dimension  of  any  column 
shall  be  not  less  than  one-fifteenth  (1/15)  of  the  aver¬ 
age  span  of  any  slabs  supported  by  the  columns;  but  in 
no  case  shall  such  least  dimension  of  any  interior  column 
supporting  a  floor  or  roof  be  less  than  sixteen  (16)  inches 
when  round  nor  fourteen  (14)  inches  when  square;  nor 
shall  the  least  dimension  of  any  exterior  column  be  less 
than  fourteen  (14)  inches. 

Rule  6.  Column,  Capital.  Every  reinforced  concrete 
column  supporting  a  flat  slab  shall  be  provided  with  a 
capital  whose  diameter  is  not  less  than  0.225  of  the  aver¬ 
age  span  of  any  slabs  supported  by  it.  Such  diameter 
shall  be  measured  where  the  vertical  thickness  of  the 
capital  is  at  least  one  and  one-half  (1)4)  inches,  and  shall 
be  the  diameter  of  the  inscribed  circle  in  that  horizontal 
plane.  The  slope  of  the  capital  considered  effective  below 
the  point  where  its  diameter  is  measured  shall  nowhere 
make  an  angle  with  the  vertical  of  more  than  forty-five 
(45)  degrees.  In  case  a  cap  of  less  dimensions  than  here¬ 
inafter  described  as  a  drop,  is  placed  above  the  column 
capital,  the  part  of  this  cap  enclosed  within  the  lines  of 
the  column  capital  extended  upward  to  the  bottom  of 
the  slab  or  drop  at  the  slope  of  forty-five  (45)  degrees 
may  be  considered  as  part  of  the  column  capital  in  de¬ 
termining  the  diameter  for  design  purposes. 

Rule  7.  Drop.  When  a  reinforced  concrete  flat  slab 
is  thicker  in  that  portion  adjacent  to  or  surrounding  the 


Rule  8.  Slab  Thickness.  The  thickness  of  a  rein¬ 
forced  concrete  flat  slab  shall  be  not  Jess  than  that 
derived  by  the  formulae  t  =  0.024  L  V  w  -f  V/2  for 
slabs  without  drops,  and  t  =  0.02  L  V~~w  +  1  for  slabs 
with  drops.,  in  which  t  is  the  thickness  of  the  slab  in 
inches  L  is  the  average  span  of  the  slab  in  feet,  and 
w  is  the  total  live  and  dead  load  in  pounds  per  square 
foot;  but  in  no  case  shall  this  thickness  be  less  than 
one-thirty-second  (1/32)  of  the  average  span  of  the  slab 
for  floors,  nor  less  than  one-fortieth  (1/40)  of  the  aver¬ 
age  span  of  the  slab  for  roofs,  nor  less  than  six  (6) 
inches  for  floors  nor  less  than  five  (5)  inches  for  roofs. 

Rule  9.  Reinforcement.  (a)  In  the  calculation  of 
moments  at  any  section,  all  the  reinforcing  bars  which 
cross  that  section  may  be  used,  provided  that  such  bars 
extend  far  enough  on  each  side  of  such  section  to  de- 
velop.the  full  amount  of  the  stress  at  that  section.  The 
effective  area  of  the  reinforcement  at  any  moment  section 
shall  be  the.  sectional  area  of  the  bars  crossing  such  sec¬ 
tion  multiplied  by  the.  sine  of  the  angle  of  such  bars  with 
the  plane  of  the  section.  The  distribution  of  the  rein-  I 
forcement  of  the  several  bands  shall  be  arranged  to  fully  i 
provide  for  the  intermediate  moments  at  any  section. 

(b)  Splices  in  bars  may  be  made  wherever  convenient 
but  are  preferably  at  points  of  minimum  stress.  The 
length  of  any  splice  shall  be  not  less  than  eighty  (80) 
bar.  diameters  and  in  no  case  less  than  two  (2)  feet.  The 
splicing  of  adjacent  bars  shall  be  avoided  as  far  as  pos¬ 
sible.  Slab  bars  which  are  lapped  over  the  column,  the 
sectional  area  of  both  being  included  in  the  calculation 
for  negative  moment,  shall  extend, to  the  lines  of  inflec¬ 
tion  beyond  the  column  center. 

(c)  When  the  reinforcement  is  arranged  in  bands,  at  | 
least  fifty  (50)  per  cent  of  the  bars  in  any  band  shall  be 
of  a  length  not  less  than  the  distance  center  to  center 
of  columns  measured  rectangularly  and  diagonally;  on 
bars  used  as  positive  reinforcement  shall  be  of  a  length 
less  than  half  ()4)  the  panel  length  plus  forty  (40)  bar 
diameters  for  cross  bands,  or  less  than  seven-tenths 
(7/10)  of  the  panel  length  plus  forty  (40)  bar  diameters 
for  diagonal  bands  and  no  bars  used  as  negative  rein¬ 
forcement  shall  be  of  a  length  less  than  half  ()4)  the 
panel  length..  All  reinforcement  framing  perpendicular 
to  the  wall  in  exterior  panels  shall  extend  to  the  outer 
edge  of  the  panel  and  shall  be  hooked  or  otherwise 
anchored. 

(d)  Adequate  means  shall  be  provided  for  properly 
maintaining  all  slab  reinforcement  in  the  position  as¬ 
sumed  bjr  the  computations. 

Rule  10.  Line  of  Inflection.  In  the  design  of  rein¬ 
forced  concrete  flat  slab  construction,  for  the  purpose  of 
making  calculations  of  the  bending  moments  at  sections 
other  than  defined  in  these  rules,  the  line  of  inflection 
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hall  be  considered  as  being  located  one-quarter  04)  the 
istance,  center  to  center,  of  columns,  rectangularly  and 
iagonally,  from  center  of  columns  for  panels  without 
rops,  and  three-tenths  (3/10)  of  such  distance  for  panels 

vith  drops. 

Rule  11.  Moment  Sections.  For  the  purpose  of  de¬ 
ign  of  reinforced  concrete  flat  slabs,  that  portion  of  the 
ection  across  a  panel,  along  a  line  midway  between  col- 
imns,  which  lies  within  the  middle  two  quarters  of  the 
vidth  of  the  panel  shall  be  known  as  the  inner  section, 
nd  those  portions  of  the  section  in  the  two  outer  quar- 
ers  of  the  width  of  the  panel  shall  be  known  as  the  outer 
ections.  Of*the  section  which  follows  a  panel  edge  from 
olumn  to  column  and  which  includes  the  quarter  peri- 
neters  of  the  edges  of  the  column  capitals,  that  portion 
vithin  the  middle  two  quarters  of  the  panel  width  shall 
>e  known  as  the  mid  section  and  the  two  remaining  por- 
ions,  each  having  a  projected  width  equal  to  one-quarter 
.f  the  panel  width,  shall  be  known  as  the  column  head 
.ections. 

Rule  12.  Bending  Moments.  In  the  design  of  rein- 
orced  concrete  flat  slabs  the  following  provisions  with 
espect  to  bending  moments  shall  he  observed.  In  the 
noment  expressions  used: 

W  is  the  total  dead  and  live  load  on  the  panel  under 
:onsideration,  including  the  weight  of  drop  whether  a 
square,  rectangle  or  parallelogram; 

W,  is  the  total,  live  load  on  the  panel  under  considera¬ 
tion; 

L  is  the  length  of  side  of  a  square  panel  center  to 
center  of  columns;  or  the  average  span  of  a  rectangular 
panel  which  is  the  mean  length  of  the  two  sides; 
n  is  the  ratio  of  the  greater  to  the  less  dimension  of 

the  panel; 

h  is  the  unsupported  length  of  a  column  in  inches, 
measured  from  top  of  slab  to  base  of  capital; 

I  is  the  moment  of  inertia  of  the  reinforced  concrete 

column  scetion. 

A.  Interior  Square  Panels.  The  numerical  sum  of 
the  positive  and  negative  moments  shall  be  not  less  than 
1/17  W.  L.  A  ^variation  of  plus  or  minus  five  (5)  per 
cent  shall  be  permitted  in  the  expression  for  the  moment 
on  any  section,  but  in  no  case  shall  the  sum  of  the  nega¬ 
tive  moments  be  less  than  sixty-six  (66)  per  cent  of 
the  total  moment,  nor  the  sum  of  the  positive  moments 
be  less  than  thirty-four  (34)  per  cent  of  the  total  moment 
for  slabs  with  drops;  nor  shall  the  sum  of  the  negative 
moments  be  less  than  sixty  (60)  per  cent  of  the  total 
moment,  nor  the  sum  of  the  positive  moments  be  less 
than  forty  (40)  per  cent  of  the  total  moment  for  slabs 
without  drops. 

1.  In  two-way  systems,  for  slabs  with  drops,  the  nega¬ 
tive  moment  resisted  on  two  column  head  sections  shall 
be  —  1/32  W  L;  the  negative  moment  on  the  mid  sec 
tion  shall  be  —  1/133  W  L;  the  positive  moment  on 
the  two  outer  sections  shall  be  1/80  W  L  and  the 
positive  moment  on  the  inner  section  shall  be  -(-  1/133 
W  L;  and  for  slabs  without  drops,  the  negative  moment 
resisted  on  two  column  head  sections  shall  be  —  1/36 
W  L,  the  negative  moment  on  the  mid  section  shall  be 
—  1/133  W  L,  the  positive  moment  on  the  two  outer 
sections  shall  be  +  1/63  W  L  and  the  positive  moment 
on  the  inner  section  shall  be  -f-  1/133  W  L. 

2.  In  four-zvay  systems,  the  negative  moments  shall  be 
as  specified  for  Two-Way  Systems;  the  positive  moment 
on  the  two  outer  sections  shall  be  -f-  1/100  W  L  and 
the  positive  moment  on  the  inner  section  shall  be  -(-  1/100 
W  L  for  slabs  with  drops;  and  the  positive  moment  on 
the  two  outer  sections  shall  be  -j-  1/174  W  L,  and  the 
positive  moment  on  the  inner  section  shall  he  -j-  1/100 
W  L,  for  slabs  without  drops. 

I 

| 


3.  In  three-way  systems,  the  negative  moment  on  the 
column  head  and  mid  sections  and  the  positive  moment 
on  the  two  outer  sections,  shall  be  as  specified  for  Four- 
Way  Systems.  In  the  expression  for  the  bending  mo¬ 
ments  on  the  various  sections,  the  length  L  shall  be 
assumed  as  the  distance  center  to  center  of  columns 
and  the  load  W  as  the  load  on  the  parallelogram  panel. 

B.  Interior  Rectangular  Panels. 

1.  When  the  ratio  n  does  not  exceed  1.1,  all  compu¬ 
tations  shall  be  based  on  a  square  panel  of  a  length 
equal  to  the  average  span,  and  the  reinforcement  shall 
be  equally  distributed  in  the  short  and  long  directions 
according  to  the  bending  moment  coefficients  specified 
for  interior  square  panels. 

2.  When  the  ratio  n  lies  between  1.1  and  1.33,  the 
bending  moment  coefficients  specified  for  interior  square 
panels  shall  be  applied  in  the  following  manner  . 

(a)  In  two-way  systems,  the  negative  moments  on  the 
two  column  head  sections  and  the  mid  section  and  the 
positive  moment  on  the  two  outer  sections  and  the 
inner  section  at  right  angles  to  the  long  direction  shall 
be  determined  as  for  a  square  panel  of  a  length  equal  to 
the  greater  dimension  of  the  rectangular  panel;  and  the 
corresponding  moments  on  the  sections  at  right  angles 
to  the  short  direction  shall  be  determined  as  for  a  square 
p^nel  of  a  length  equal  to  the  lesser  dimension  of  the 
rectangular  panel.  In  no  case  shall  the  amount  of  rein¬ 
forcement  in  the  short  direction  be  less  than  two-thirds 
(2/3)  of  that  in  the  long  direction.  The  load  W  shall 
be  taken  as  the  load  on  the  rectangular  panel  under  con¬ 
sideration. 

(b)  In  four-way  systems,  for  the  rectangular  bands,  the 
negative  moment  on  the  column  head  sections  and  the  posi¬ 
tive  moment  on  the  outer  sections  shall  be  determined  in  the 
same  manner  as  indicated  for  two-way  systems. 

For  the  diagonal  bands  the  negative  moments  on  the 
column  head  and  mid  sections  and  the  positive  moment 
on  the  inner  section  shall  be  determined  as  for  a  square 
panel  of  a  length  equal  to  the  average  span  of  the  rect¬ 
angle.  The  load  W  shall  be  taken  as  the  load  on  the 
rectangular  panel  under  consideration. 

(c)  In  three-way  systems,  the  negative  and  positive  mo¬ 
ments  on  the  bands  running  parallel  to  the  long  direc¬ 
tion  shall  be  determined  as  for  a  square  whose  side  is 
equal  to  the  greater  dimension;  and  the  moments  on 
the  bands  running  parallel  to  the  short  direction  shall 
be  determined  as  for  a  square  whose  side  is  equal  to 
the  lesser  dimension.  The  load  W  shall  be  taken  as  the 
load  on  the  parallelogram  panel  under  consideration. 

C.  Exterior  Panels.  The  negative  moments  at  the 
first  interior  row  of  columns  and  the  positive  moments 
at  the  center  of  the  exterior  panels  on  moment  sections 
parallel  to  the  wall,  shall  be  increased  twenty  (20)  per 
cent  over  those  specified  above  for  interior  panels.  The 
negative  moment  on  moment  sections  at  the  wall  and 
parallel  thereto  shall  be  determined  by  the  conditions 
of  restraint,  but  the  negative  moment  on  the  mid  sec¬ 
tion  shall  never  be  considered  less  than  fifty  (50)  per 
cent  and  the  negative  moment  on  the  column  head  sec¬ 
tion  never  less  than  eighty  (80)  per  cent  of  the  corre¬ 
sponding  moments  at  the  first  interior  row  of  columns. 

D.  Interior  Columns  shall  be  designed  for  the  bend¬ 
ing  moments  developed  by  unequally  loaded  panels,  ec¬ 
centric  loading  or  uneven  spacing  of  columns.  The 
bending  moment  resulting  from  unequally  loaded  panels 
shall  be  considered  as  1/40  W,  L,  and  shall  be  resisted 

( Continued  on  page  810) 
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PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCF<? 

SPRINKLER  SYSTEMS. 


[77h25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Friday,  September  25,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  vis.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves, '  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-< 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  proznded 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect.  !  j 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  proznded  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  qd- 
znsed  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wFt>  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
znded  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


Wa*er  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and, 
the  Automatic  Electric  Fire  Pump,  installed  as  required  \ 
under  the  provisions  of  Rule  8,  hereinafter  provided  for.  j 

k)  Auxiliary  Sources  shall  include  the  non-automatic  Fire ! 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five  ' 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not i 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When  \ 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof  I 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  sped-  ! 
fied  by  the  Board  of  -Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
ply11^  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  water  level.  The  portion  of  pipe  \ 
tnstae  tank  must  be  of  brass  or  copper  or  other  non-cor -  i 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  mam  connection,  provided  that  there  are  separate  feed 
mains  from  the  basement  or  lowest  story  and  a  control 
valve  vi  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  he  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  30fi00  gallons  capacity  and  not 
less  than  three  ( 3 )  inches  in  diameter  for  larger  tanks.'  \ 
I  he  top  of  the  overflow  pipe  shall  be  three  ( 3 )  inches  be¬ 
low  the  top  of  the  staves  in  wooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
w  ,°f  brass  or  copper  or  other  non-corrosive  metal  and 
zmthout  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  twenty-four  (24)  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  where  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost- 
Proof  covering  which  may  be  of  three  layers  of  one-inch 
U  )  hair  felt  interspersed  zvith  building  paper  well  zvrapped 
and  secured  and  covered  with  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
tire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  proznded  by 
means '  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  not  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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krw  shall  be  approved  by  the  Superintendent  of  Buildings, 
'anks  not  enclosed  atui  exposed  to  the  weather  shall  be 

Rovered  with  a  double  roof  of  acceptable  construction  cou¬ 
nting  of  a  tight  flat  cover  of  matched  boards  and  above 
his  a  conical  roof  which  shall  be  covered  with  an  ap- 
roved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
•ard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
uildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
he  ground  level,  and  not  less  than  20  feet  above  the  high- 
st  line  of  sprinklers  below  the  main  roof  of  the  highest 
uilding 1  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
ufficient  water  to  supply  twelve  and  one  half  per  cent 
12p2%)  of  the  number  of  sprinklers  in  the  average  pro- 
ected  fire  area  for  twenty  (20)  minutes,  but  not  less 
han  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  system 
vhere  supplemented  by  an  auxiliary  water  supply,  and  not 
ess  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
ingle  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
inder  a  pressure  of  seventy-five  (75)  pounds  per  square 
nch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
vvill  be  available  on  the  highest  line  of  sprinklers  below 
he  main  roof  when  all  the  water  has  been  discharged  from 
he  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
1  nd  one-half  (D/2)  inches  in  size  [with  a  one  and  one- 
quarter  (r J4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  ( 1V2 )  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  id"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  ( 2 ) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  tyye  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con¬ 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant.  . 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  \Vi)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  shall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  hre  area 
need  not  include  those  located  in  low  positions,  sucn 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

IV  here  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3 1/2)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  :n  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3}4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  betureen  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  (l/2)  inch  pipe  connection  and  one-half  lyfi)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (H)  inch  drip  connection,  zvith  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


wa>s  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 

pounds  per  square  inch  between  the  hours  of  six  a  m 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  ore- 
source  supply  may  be  considered  as  a  two-source  supply 
™'iere  the  occupancy  of  the  building  does  not  conflict  with 
Buies  jo,  jg  and  40  hereinafter  provided  for. 

r  Ruleu  Sprink!er  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

JS?  Contraction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
ine  of  sprinklers  shall  be  placed  in  the  center  of  each 

uu  anr  the  jlstance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  {%)  inch  heads— 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads— 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  (l/2)  inch  head  for  each  62j4 
cubic  feet  of  available  storage  sphee,  or  one  (1) 
inch  Corran*  head  for  each  250  cubic ’feet  of  avail¬ 
able  storage  space. 


Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly.  y 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction.  &  1 


Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
hnes  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  Staggered  spaced”  so  that  heads  on  one  line  will 
>e  opposite  a  point  half  way  between  heads  on  adjacent 
hnes. 

(a)  For  Standard  one-half  (F2)  inch  heads  the  distance 
between  hnes  of  sprinklers  shall  not  exceed  ten  (10)  feet 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  teet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (1VA) 
wk^e  frorn  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
a*d  cases  where  such  bays  are  over  eleven  and  one-half 

•  i/j  •  Wlde’  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*\\  herever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Mere  girders  and  joists  are  flush  at  the  bottom,  heads 
lall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
Jjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
istance  between  the  heads  on  each  line  shall  not  exceed  six- 
•en  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
ot  more  than  four  (4)  feet  from  wall  or  partition.  Where 
irders  project  below  the  under  side  of  joists  and  divide 
ie  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
idth,  measured  from  center  to  center  of  girders,  one  line 
ball  be  placed  in  the  center  of  each  bay.  In  bays  exceed- 
lg  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
e  installed  in  each  bay  and  in  no  case  shall  the  distance 
etween  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
ie  distance  between  adjacent  lines  shall  not  exceed  tvventy- 
ve  (25)  feet  and  the  distance  between  the  head  on  each  line 
hall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
nes  being  spaced  not  more  than  five  (5)  feet  from  wall 
r  partition.  Where  girders  project  below  the  under  side 
f  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 
y-five  (25)  feet  in  width,  measured  from  center  to  center 
f  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
n  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
he  distance  between  adjacent  lines  exceed  twenty-five  (25) 
eet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
mooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
eet  wide  and  over  (measurements  to  be  taken  from  center 
o  cenitei  of  timber,  girder  or  other  projection  or  support 
orming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
is  follows : 

(a)  For  standard  one-half  04)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and.  less 

than  twenty-three  (23)  feet  in  width,  shall  contain  at 
ieast  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
.vidth,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows : 

(a)  One  standard  one-halt  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  sliaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (l)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  According  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  **>av  be  used  in  lieu  of  heads  located  in  peak  of 
roof ' 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint'  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinkW  ckflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule ;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 


Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following ; 

(a)  For  standard  one-half  ()4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 


54  inch  . 

1  “  . 

VA  “  . 

1  y2  “  . 

2  “  . 

2) 4  “  . 

3  “  . 

3) 4  “  . 

4  “  . 

5  “  . 

6  “  . 

7  “  . 

8  “  . 

(b)  For  Conran*  one  (1)  inch  heads — 
Size  of  Pipe 

1  inch  . 

154  “  . 

iy2  “  . 

2  “  . 

2  54  “  . 

3  “  . 

4  “  . 

5  “  . 

6  “  . . 

7  “  . 

8  “  . 


head 

heads 


1 

2 

3 

5 

10 

20 

36 

55 

80 

140 

200 

300 

420 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 

3  “ 


u 

<< 


4 

6 

9 

18 

34 

51 

75 

105 


<< 

it 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads— 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 


1)4  inch 

VA  “ 

2 

“ 

3  “ 

4 

5 

6 

7  “ 

8 


1 

2 

3 

4 
6 

12 

21 

40 

60 

84 


head 

heads 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines.  I 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (y2)  inch  heads 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
Center  Central  or  ‘  Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected,  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor: 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  unth  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser”, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn,  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall0  ^nd  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heaas 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  diain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overfloiv  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  wall  and  exposed  to  the  weather,  they 
shall  be  fitted  with  hoods  or  down-turned  elboivs. 

Drains,  pitched  not  less  than  one-quarter  (%)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used ; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1J4)  inches  in  size]  shall  be  not  less  than  I  inch 
in  sice  where  floor  valves  are  not  over  2l/i  inches  in  sice 
and  i%  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i}/ 2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  ivhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (I/4)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (J4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Y,  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iY\  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  ^-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  Yt-inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  Y~*nch  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4J4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (%) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodj- 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  .accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (J4)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avqid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  (y2)  inch  heads  . 400 

(b)  For  Conran*  one  (l)  inch  heads  . ioo 

(c)  For  Conran*  one  and  one-quarter  (1%  inch  heads  64 

Where  equipped  with  an  approved  quick-opening  device 

the  following  number  of  heads  may  be  controlled  by  one 
‘‘Type  A”  dry-pipe  valve: 

(a)  For  Standard  one-half  (y2)  inch  heads . 8oo 

( b )  For  Conran*  one  (/)  inch  heads  . 20o 

{c)  For  Conran*  one  and  one-quarter  (iy)  inch  heads. 128 

(b)  When  "Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  drv-pipe 
system  shall  be  provided  with  an  air  relief  valve  or"  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 


Not  more  than  the  following  number  of  heads  shall  be 
controlled •  by  one  “Type  B”  dry-pipe  valve: 


(a)  For  Standard  one-half  ( y2 )  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads.  84 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (J4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30..  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 


.Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems,  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts,  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
cceptance  all  automatic  sprinkler  systems,  excluding  the  wa- 
rr  supply  tanks,  shall  be  subjected  after  installation  to  a 
ydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
er  square  inch  in  excess  of  that  which  will  be  normally 
arried  and  observed  in  the  sprinkler  system,  such  test 
■ressure,  however,  never  to  be  less  than  one  hundred  and 
ifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys- 
em. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rnlp  as  in  fnrre  nn  to  December  1.  1921. 


All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
iressure  of  one  and  one-half  (1J4)  times  the  working  pres- 
,ure.  To  prevent  the  possibility  of  serious  water  damage 
n  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
mall  pump,  the  main  controlling  gate  being  meanwhile 
<ept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
lsed  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol.  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  '  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
ours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  "Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  walls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherzvise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 
of  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 

Bunder  the  provisions  of  Chapter  10.  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


In  buildings  wherein  are  stored  or  handled  only .  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  'so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  zvhich  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  em ployed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  ih  perfect  zvorking  order,  and  the  fire  department 
connection  or  connections ,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  ( 6 ),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  zi’ith  the  rules  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  with 
the  Fire  Department  for  approval. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price.  $1;  by  mail,  $1.08. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  25c;  by  mail.  27c. 
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NOTICE 


CITY  OF  NEW  YORK 

BOARD  OF  ESTIMATE  AND  APPORTIONMENT 


Amended  Building  Zone  Resolution. 

(Adopted  October  3,  1924) 

With  Amendments  to  June  12,  1925. 

A  Resolution  Regulating  and  Limiting  the  Height  and  Bulk 
of  Buildings  Hereafter  Erected  and  Regulating  and 
Determining  the  Area  of  Yards,  Courts  and  Other 
Open  Spaces,  and  Regulating  and  Restricting  the  Loca¬ 
tion  of  Trades  and  Industries  and  the  Location  of 
Buildings  Designed  for  Specified  Uses  and  Establishing 
the  Boundaries  of  Districts  for  the  Said  Purposes. 

Be  it  Resolved  by  the  Board  of  Estimate  and  Appor¬ 
tionment  of  The  City  of  New  York: 

Article  I — Definitions. 

§  1.  Definitions.  Certain  words  in  this  resolution  are 
defined  for  the  purposes  thereof  as  follows : 

(a)  Words  used  in  the  present  tense  include  the  future; 
the  singular  number  includes  the  plural  and  the  plural  the 
singular ;  the  word  “lot”  includes  the  word  “plot” ;  the 
word  “building”  includes  the  word  “structure.” 

(b)  The  “street  line”  is  the  dividing  line  between  the 
street  and  the  lot. 

(c)  The  “width  of  the  street”  is  the  mean  of  the  distances 
between  the  sides  thereof  within  a  block.  Where  a  street 
borders  a  public  place,  public  park  or  navigable  body  of 
water  the  width  of  the  street  is  the  mean  width  of  such 
street  plus  the  width,  measured  at  right  angles  to  the  street 
line,  of  such  public  place,  public  park  or  body  of  water. 

(d)  The  “curb  level,”  for  the  purpose  of  measuring  the 
height  of  any  portion  of  a  building,  is  the  mean  level  of  the 
curb  in  front  of  such  portion  of  the  building.  But  where 
a  building  is  on  a  corner  lot  the  curb  level  is  the  mean 
level  of  the  curb  on  the  street  of  greatest  width.  If  such 
greatest  width  occurs  on  more  than  one  street  the  curb 
level  is  the  mean  level  of  the  curb  on  that  street  of  greatest 
width  which  has  the  highest  curb  elevation.  The  “curb 
level”  for  the  purpose  of  regulating  and  determining  the 
area  of  yards,  courts  and  open  spaces  is  the  mean  level  of 
the  curb  at  that  front  of  the  building  where  there  is  the 
highest  curb  elevation.  Where  no  curb  elevation  has  been 
established  or  the  building  does  not  adjoin  the  street  the 
average  ground  level  of  the  lot  shall  be  considered  the  curb 
level. 

(e)  A  “street  wall”  of  a  building,  at  any  level,  is  the 
wall  or  part  of  the  building  nearest  to  the  street  line. 

(f)  The  “height  of  a  building”  is  the  vertical  distance 
measured  in  the  case  of  flat  roofs  from  the  curb  level  to 
the  highest  point  of  the  roof  beams  adjacent  to  the  street 
wall,  and  in  the  case  of  pitched  roofs  from  the  curb  level 
to  the  mean  height  level  of  the  gable.  Where  no  roof 
beams  exist  or  there  are  structures  wholly  or  partly  above 
the  roof  the  height  shall  be  measured  from  the  curb  level 
to  the  level  of  the  highest  point  of  the  building.  Where  a 
building  is  a  tenement  house  as  defined  in  the  Tenement 
House  Law  the  height  of  the  building  on  the  street  line 
shall  be  measured  as  prescribed  in  said  law  for  the  measure¬ 
ment  of  the  height  of  a  tenement  house  and  such  measure¬ 
ment  shall  be  from  the  curb  level  as  that  term  is  used  in 
said  law. 

(g)  The  “depth  of  a  lot”  is  the  mean  distance  from  the 
street  line  of  the  lot  to  its  rear  line  measured  in  the  gen¬ 
eral  direction  of  the  side  lines  of  the  lot. 

(h)  A  “rear  yard”  is  an  open  unoccupied  space  on  the 
same  lot  with  a  building  between  the  rear  line  of  the  build¬ 
ing  and  the  rear  line  of  the  lot. 

(i)  The  “depth  of  a  rear  yard”  is  the  mean  distance 
between  the  rear  line  of  the  building  and  the  rear  line  of 
the  lot. 

(j)  Lots  or  portions  of  lots  shall  be  deemed  “back  to 
back”  when  they  are  on  opposite  sides  of  the  same  part  of 


a  rear  line  common  to  both  and  the  opposite  street  lines 
on  which  the  lots  front  are  parallel  with  each  other  or  make 
an  angle  with  each  other  of  not  over  45  degrees. 

(k)  A  “court”  is  an  open  unoccupied  space,  other  than 
a  rear  yard,  on  the  same  lot  with  a  building.  A  court  not 
extending  to  the  street  or  to  a  rear  yard  is  an  “inner 
court.”  A  court  extending  to  the  street  or  a  rear  yard 
is  an  “outer  court.”  A  court  on  the  lot  line  extending 
through  from  the  street  to  a  rear  yard  or  another  street 
is  a  “side  yard.” 

(l)  The  “height  of  a  yard  or  a  court”  at  any  given  level 
shall  be  measured  from  the  lowest  level  of  such  yard  or 
court  as  actually  constructed  or  from  the  curb  level,  if 
higher,  to  such  level.  The  highest  level  of  any  given  wall 
bounding  a  court  or  yard  shall  be  deemed  to  be  the  mean 
height  of  such  wall.  Where  a  building  is  a  tenement  house, 
as  defined  in  the  Tenement  House  Law,  the  height  of  a 
yard  or  a  court  shall  be  measured  as  prescribed  in  such 
law. 

(m)  The  “least  dimension”  of  a  yard  or  court  at  any 
level  is  the  least  of  the  horizontal  dimensions  of  suoh  yard 
or  court  at  such  level.  If  two  opposite  sides  of  a  yard 
or  court  are  not  parallel  the  horizontal  dimension  between 
them  shall  be  deemed  to  be  the  mean  distance  between  them. 

(n)  The  “length  of  an  outer  court”  at  any  given  point 
shall  be  measured  in  the  general  direction  of  the  side  lines 
of  such  court  from  the  end  opposite  the  end  opening  on 
a  street,  or  a  rear  yard,  to  such  point. 

Article  II — -Use  Districts. 

§  2.  Use  Districts.  For  the  purpose  of  regulating  and 
restricting  the  location  of  trades  and  industries  and  the 
location  of  buildings  designed  for  specified  uses,  the  City  of 
New  York  is  hereby  divided  into  three  classes  of  districts  • 
(1)  residence  districts,  (2)  business  districts  and  (3)  un¬ 
restricted  districts ;  as  shown  on  the  amended  use  district 
map  which  accompanies  this  resolution  and  is  hereby  de¬ 
clared  to  be  part  hereof.  The  use  districts  designated  on 
said  amended  map,  consisting  of  thirty-five  sheets  and  an 
index  sheet,  each  dated  July  1,  1924,  and  signed  by  the 
Chief  Engineer  of  the  Board  of  Estimate  and  Apportion¬ 
ment,  are  hereby  established.  The  amended  use  district  map 
designations,  and  amended  map  designation  rules  which  ac¬ 
company  said  amended  use  district  map  are  hereby  declared 
to  be  part  thereof.  No  building  or  premises  shall  be  erected 
or  used  for  . any  purpose  other  than  a  purpose  permitted  in 
t  le  use  district  in  which  such  building  or  premises  is  located. 

.  §  3  Residence  Districts.  In  a  residence  district  no  build¬ 
ing  shall  be  erected  other  than  a  building,  with  its  usual 
accessories,  arranged,  intended  or  designed  exclusively  for 
one  or  more,  of  the  following  specified  uses: 

1  c  w.,Jin'^s,  which  shall  include  dwellings  for  one  or 
more  families  and  boarding  houses  and  also' hotels  which 
nave  thirty  or  more  sleeping  rooms. 

(2)  Clubs,  excepting  clubs  the  chief  activity  of  which  is 
a  service  customarily  carried  on  as  a  business. 

(3)  Churches. 

r^?0^Si.  libran'es  or  Puhlic  museums. 

(anthropic  or  eleemosynary  uses  or  institutions, 
other  than  correctional  institutions. 

(6)  Hospitals  and  sanitariums. 

(7)  Railroad  passenger  stations. 

(8)  Farming,  truck  gardening,  nurseries  or  green  houses. 

In  a  residence  district  no  building  or  premises  shall  be 

used  for  any  use  other  than  a  use  above  specified  for  which 
in  ings  may  be  erected  and  for  the  accessory  uses  cus- 
.  omari  lv  incident  thereto.  The  term  accessory  use  shall  not 
include  a  business  nor  shall  it  include  any  building  or  use 
not.  located  on  the  same  lot  with  the  building  or  use  to 
which  it  is  accessory.  A  private  garage  for  more  than 
\  e  motor  vehicles  shall  not  be  deemed  an  accessory  use. 
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§  4.  Business  Districts,  (a)  In  a  business  district  no 
;ilding  or  premises  shall  be  used,  and  no  building  shall 
erected  which  is  arranged,  intended  or  designed  to  be  used, 
r  any  of  the  following  specified  trades,  industries  or  uses : 

(1)  Ammonia,  chlorine  or  bleaching  powder  manufacture. 

(2)  Asphalt  manufacture  or  refining. 

(3)  Assaying  (other  than  gold  or  silver). 

(4)  Blacksmithing  or  horseshoeing. 

(5)  Boiler  making.' 

(6)  Brewing  or  distilling  of  liquors. 

(7)  Carpet  cleaning. 

(8)  Celluloid  manufacture. 

(9)  Crematory. 

(10)  Distillation  of  coal,  wood  or  bones. 

(11)  Dyeing  or  dry  cleaning. 

(12)  Electric  central  station  power  plant. 

(13)  Fat  rendering. 

(14)  Fertilizer  manufacture. 

(15)  Garage  for  more  than  five  motor  vehicles,  not  includ¬ 

ing  a  warehouse  where  motor  vehicles  are  received 
for  dead  storage  only,  and  not  including  a  sales¬ 
room  where  motor  vehicles  are  kept  for  sale  or 
for  demonstration  purposes  only. 

(16)  Gas  (illuminating  or  heating)  manufacture  or  stor¬ 

age. 

(17)  Glue,  size  and  gelatine  manufacture.  . 

(18)  Incineration  or  reduction  of  garbage,  offal,  dead  ani¬ 

mals  or  refuse. 

(19)  Iron,  steel,  brass  or  copper  works. 

(20)  Junk,  scrap  paper  or  rag  storage  or  baling. 

(21)  Lamp  black  manufacture. 

(22)  Lime,  cement  or  plaster  of  paris  manufacture. 

(23)  Milk  bottling  and  distributing  station. 

(24)  Oil  cloth  or  linoleum  manufacture. 

(25)  Paint,  oil,  varnish  or  turpentine  manufacture. 

(26)  Petroleum  refining  or  storage. 

(27)  Printing  ink  manufacture. 

(28)  Raw  hides  or  skins— storage,  curing  or  tanning 

(29)  Repair  shop  for  motor  vehicles. 

(30)  Rubber  manufacture  from  the  crude  material. 

(31)  Saw  or  planing  mill. 

(32)  Shoddy  manufacture  or  wool  scouring. 

(33)  Slaughtering  of  animals. 

(34)  Smelting. 

(35)  Soap  manufacture. 

(36)  Stable  for  more  than  five  horses. 

(37)  Starch,  glucose  or  dextrine  manufacture. 

(38)  Stock  yard. 

(39)  Stone  or  monumental  works. 

(40)  Sugar  refining.  .  .  .  . ,  .  .  . 

(41)  Sulphurous,  sulphuric,  nitric  or  hydrochloric  acid 

manufacture.  , 

(42)  Tallow,  grease  or  lard  manufacturing  or  refining. 

(43)  Tar  distillation  or  manufacture. 

(44)  Tar  roofing  or  tar  waterproofing  manufacture. 

(45)  Refrigerating  plants,  coal  yards  and  coal  pockets. 

(46)  Gasoline  service  station. 

(b)  In  a  business  district  no  building  or .  premises  shall 
be  used,  and  no  building  shall  be  erected,  which  is  arranged, 
intended  or  designed  to  be  used  for  any  trade,  industry  .or 
use  that  is  noxious  or  offensive  by  reason  of  the  emission 
of  odor,  dust,  smoke,  gas  or  noise  but  car  barns  or  places 
of  amusement  shall  not  be  excluded. 

(c)  In  a  business  district  no  building  or.  premises  shall 
be  used,  and  no  building  shall  be  erected,  which  is  arranged, 
intended  or  designed  to  be  used  for  any  kind  of  manufac¬ 
turing.  except  that  any  kind  of  manufacturing  not  included 

I  within  the  prohibitions  of  paragraphs  a  and  b  of  this  sec¬ 
tion  may  be  carried  on  provided  not  more  than  25  per  cent, 
of  the  total  floor  space  of  the  building  is  so  used,  but  space 
equal  to  the  area  of  the  lot  may  be  so  used  in  any  . case,  al¬ 
though  in  excess  of  said  25  per  cent.  The  printing  of  a 


newspaper  shall  not  be  deemed  manufacturing.  No  use  per¬ 
mitted  in  a  residence  district  by  section  3  shall  be  excluded 
from  a  business  district. 

§  5.  Unrestricted  Districts.  The  term  “unrestricted  dis¬ 
trict”  is  used  to  designate  the  districts  for  which  no  regula¬ 
tions  or  restrictions  are  provided  by  this  article. 

§  6.  Existing  Buildings  and  Premises,  (a)  Any  use  ex¬ 
isting  in  aniy  building  or  premises  on  July  25,  1916,  and  not 
conforming  to  the  regulations  of  the  use  district  in  which  it 
is  maintained,  may  be  continued  therein.  No  then  existing 
building  designed,  arranged,  intended  or  devoted  to  a  use 
not  permitted  by  this  article  in  the  district  in  which  such 
use  is  located  shall  be  enlarged,  extended,  reconstructed  or 
structurally  altered  unless  such  use  is  changed  to  a  use  per¬ 
mitted  in  the  district  in  which  such  building  is  located. 
Such  building  may,  however,  be  reconstructed  or  structurally 
altered  to  an  extent  not  greater  than  50  per  cent,  of  the 
value  of  the  building,  exclusive  of  foundations,  provided 
that  no  use  in  such  building  is  changed  or  extended,  except 
as  authorized  in  paragraph  b  of  this  section,  and  provided, 
further,  that  no  use  included  in  any  one  of  the  enumerated 
subdivisions  of  paragraph  a  of  section  4  is  changed  into  a 
use  included  in  any  other  enumerated  subdivision  of  para¬ 
graph  a  of  section  4  or  into  a  use  prohibited  by  paragraph 
b  of  section  4,  and  also  provided  that  no  use  prohibited 
by  paragraph  b  of  section  4  is  changed  into  another  use 
prohibited  by  paragraph  b  of  section  4  or  into  a  use  in¬ 
cluded  in  an  enumerated  subdivision  of  paragraph  a  of 
section  4. 

(b)  Any  use  existing  in  any  building  or  premises  on 
July  25,  1916,  and  not  conforming  to  the  regulations  of  the 
use  district  in  which  it  is  maintained  may  be  changed,  and 
such  use  may  be  extended  throughout  the  building,  provided 
that  in  either  case: 

(1)  No  structural  alterations  shall  be  made  in  the  build¬ 
ing,  except  as  authorized  by  paragraph  a  of  this  section,  and 

(2)  In  a  residence  district  no  portion  of  a  building  de¬ 
voted  to  a  use  included  in  subdivision  1  of  section  3  shall 
be  changed  to  any  use  prohibited  in  a  residence  district,  and 

(3)  In  a  residence  district  no  building  or  premises,  unless 
devoted  to  one  of  the  uses  that  is  by  section  4  prohibited  in 
a  business  district,  shall  be  changed  to  any  of  such  uses, 
and 

(4)  In  a  residence  or  business  district  no  building  or  part 
thereof  and  no  premises,  unless  devoted  to  one  of  the  uses 
that  is  by  paragraph  a  or  b  of  section  4  prohibited  in  a 
business  district,  shall  be  changed  to  any  of  such  uses. 

If  a  use  is  changed  as  authorized  in  this  section,  the  new 
use  may  thereafter  be  changed,  subject  to  the  limitations 
imposed  by  subdivisions  1,  2,  3  and  4  of  this  paragraph. 

§7.  Use  District  Exceptions.  The  Board  of  Appeals, 
created  by  chapter  503  of  the  laws  of  1916,  may,  in  appro¬ 
priate  cases,  after  public  notice  and  hearing,  and  subject  to 
appropriate  conditions  and  safeguards,  determine  and  vary 
the  application  of  the  use  district  regulations  herein  estab¬ 
lished  in  harmony  with  their  general  purpose  and  intent  as 
follows : 

(a)  Permit  the  extension  of  an  existing  building  and  the 
existing  use  thereof  upon  the  lot  occupied  by  such  building 
at  the  time  of  the  passage  of  this  resolution  or  permit  the 
erection  of  an  additional  building  upon  a  lot  occupied  at  the 
time  of  the  passage  of  this  resolution  by  a  commercial  or 
industrial  establishment  and  which  additional  building  is  a 
part  of  such  establishment; 

(b)  Where  a  use  district  boundary  line  divides  a  lot  in  a 

single  ownership  at  the  time  of  the  passage. of  this  resolu¬ 
tion,  permit  a  use  authorized  on  either  portion  of  such  lot 
to  extend  to  the  entire  lot,  but  not  more  than  25  feet  beyond 
the  boundary  line  of  the  district  in  which  such  use  is  au¬ 
thorized;  .  .  .  , 

(c)  Permit  the  extension  of  an  existing  or  proposed 
building  into  a  more  restricted  district  under  such  condi¬ 
tions  as  will  safeguard  the  character  of  the  more  restricted 
district ; 
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(d)  Permit  in  a  residence  district  a  central  telephone  ex¬ 
change  or  any  building  or  use  in  keeping  with  the  uses  ex¬ 
pressly  enumerated  in  section  3  as  the  purposes  for  which 
buildings  or  premises  may  be  erected  or  used  in  a  residence 
district ; 

(e)  Permit  in  a  business  district  the  erection  or  extension 
of  a  garage  or  stable  in  any  portion  of  a  street  between  two 
intersecting  streets  in  which  portion  there  exists  a  garage 
for  more  than  five  motor  vehicles  or  a  stable  for  more  than 
five  horses  which  existed  on  July  25,  1916. 

(f)  Grant  in  undeveloped  sections  of  the  city  temporary 
and  conditional  permits  for  not  more  than  two  years  for 
structures  and  uses  in  contravention  of  the  requirements  of 
this  article. 

(g)  Permit  in  a  business  or  residence  district  the  erection 
of  a  garage  provided  the  petitioner  files  the  consents  duly 
acknowledged  of  the  owners  of  80  per  cent,  of  the  frontage 
deemed  by  the  Board  to  be  immediately  affected  by  the 
proposed  garage.  Such  permit  shall  specify  the  maximum 
size  or  capacity  of  the  garage  and  shall  impose  appropriate 
conditions  and  safeguards  upon  the  construction  and  use  of 
the  garage. 

Article  III — Height  Districts. 

§  8.  Height  Districts.  For  the  purpose  of  regulating  and 
limiting  the  height  and  bulk  of  buildings  hereafter  erected, 
the  City  of  New  York  is  hereby  divided  into  eight  classes 
of  districts:  (a)  one-quarter  times  districts;  (b)  one- 
half  times  districts;  (c)  three-quarter  times  districts;  (d) 
one  times  districts;  (e)  one  and  one-quarter  times  districts; 
(f)  one  and  one-half  times  districts;  (g)  two  times  dis¬ 
tricts;  (h)  two  and  one-half  times  districts;  as  shown  on 
the  amended  height  district  map  which  accompanies  this 
resolution  and  is  hereby  declared  to  be  part  hereof.  The 
height  districts  designated  on  said  amended  map,  consisting 
of  thirty-five  sheets  and  an  index  sheet,  each  dated  July  1, 
1924,  and  signed  by  the  Chief  Engineer  of  the  Board  of  Esti¬ 
mate  and  Apportionment,  are  hereby  established.  The 
amended  height  district  map  designations  and  amended  map 
designation  rules  which  accompany  said  amended  height  dis¬ 
trict  map  are  hereby  declared  to  be  part  thereof.  No  build¬ 
ing  or  part  of  a  building  shall  be  erected  except  in  con¬ 
formity  with  the  regulations  herein  prescribed  for  the  height 
district  in  which  such  building  is  located. 

(a)  In  a  one-quarter  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  one-quarter  times  the  width 
of  the  street,  but  for  each  two  feet  that  the  building  or  a 
portion  of  it  sets  back  from  the  street  line  one  foot  shall 
be  added  to  the  height  limit  of  such  building  or  such  por- 
lior.  thereof. 

(b)  In  a  one-half  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  one-half  times  the  width  of 
the  street,  but  for  each  one  foot  that  the  building  or  a  por¬ 
tion  of  it  sets  back  from  the  street  line  one  foot  shall  be 
added  to  the  height  limit  of  such  building  or  such  portion 
thereof. 

(c)  In  a  three-quarter  times  district  no  building  shall  be 
erected  to  a  height  in  excess  of  three-quarter  times  the 
width  of  the  street,  but  for  each  one  foot  that  the  building 
or  a  portion  of  it  sets  back  from-  the  street  line  one  foot 
shall  be  added  to  the  height  limit  of  such  building  or  such 
portion  thereof. 

(d)  In  a  one  times  district  no  building  shall  be  erected 
to  a  height  in  excess  of  the  width  of  the  street,  but  for  each 
one  foot  that  the  building  or  a  portion  of  it  sets  back  from 
the  street  line  two  feet  shall  be  added  to  the  height  limit  of 
such  building  or  such  portion  thereof. 

(e")  In  a  one  and  one-quarter  times  district  no  building 
shall  be  erected  to  a  height  in  excess  of  one  and  one-quarter 
times  the  width  of  the  street,  but  for  each  foot  that  the 


builidng  or  a  portion  of  it  sets  back  from  the  street  lin 
two  and  one-half  feet  shall  be  added  to  the  height  limit  o 
such  building  or  such  portion  thereof. 

(f)  In  a  one  and  one-half  times  district  no  building  sha! 

be  erected  to  a  height  in  excess  of  one  and  one-half  time! 

the  width  of  the  street,  but  for  each  one  foot  that  the  build) 

ing  or  a  portion  of  it  sets  back  from  the  street  line  three  feci 
shall  be  added  to  the  height  limit  of  such  building  or  sue 
portion  thereof. 

(g)  In  a  two  times  district  no  building  shall  be  erected  t 
a  height  in  excess  of  twice  the  width  of  the  street,  but  fo 
each  one  foot  that  the  building  or  a  portion  of  it  sets  bac 
from  the  street  line  four  feet  shall  be  added  to  the  heigl ! 
limit  of  such  building  or  such  portion  thereof. 

(h)  In  a  two  and  one-half  times  district  no  building  sha 

be  erected  to  a  height  in  excess  of  two  and  one-half  time 

the  width  of  the  street,  but  for  each  one  foot  that  the  buildj 

ing  or  a  portion  of  it  sets  back  from  the  street  line  five  fee 
shall  be  added  to  the  height  limit  of  such  building  or  sucl! 
portion  thereof. 

§  9.  Height  District  Exceptions,  (a)  On  streets  less  tha  t 
50  feet  in  width  the  same  height  regulations  shall  be  applie 
as  on  streets  50  feet  in  width  and,  except  for  the  purpose 
of  paragraph  d  of  this  section,  on  streets  more  than  10 
feet  in  width  the  same  height  regulations  shall  be  applied  a 
on  streets  100  feet  in  width. 

(b)  Along  a  narrower  street  near  its  intersection  with 
wider  street,  any  building  or  any  part  of  any  building  front] 
ing  on  the  narrower  street  within  100  feet,  measured  at  righ 
angles  to  the  side  of  the  wider  street,  shall  be  governed  b 
the  height  regulations  provided  for  the  wider  streets.  /! 
corner  building  on  such  intersecting  streets  shall  be  gov! 
erned  by  the  height  regulations  provided  for  the  wider  stree 
for  150  feet  from  the  side  of  such  wider  street,  measurer 
along  such  narrower  street. 

(c)  Above  the  height  limit  at  any  level  for  any  part  of  : 
building  a  dormer,  elevator  bulkhead  or  other  structure  ma; 
be  erected  provided  its  frontage  length  on  any  given  stree 
be  not  greater  than  60  per  cent,  of  the  length  of  such  stree: 
frontage  of  such  part  of  the  building.  Such  frontage  lengtl 
of  such  structure  at  any  given  level  shall  be  decreased  b; 
an  amount  equal  to  one  per  cent,  of  such  street  frontage  o 
such  part  of  the  building  for  every  foot  such  level  is  abov 
such  height  limit.  If  there  are  more  than  one  such  structure 
their  aggregate  frontage  shall  not  exceed  the  frontage  lengtl 
above  permitted  at  any  given  level. 

(d)  If  the  area  of  the  building  is  reduced  so  that  abov 
given  level  it  covers  in  the  aggregate  not  more  than  25  pe 
cent,  of  the  area  of  the  lot,  the  building  above  such  leve 
shall  be  excepted  from  the  foregoing  provisions  of  this  artij 
cle.  Such  portion  of  the  building  may  be  erected  to  an; 
height,  provided  that  the  distance  which  it  sets  back  froir 
the  street  line  on  each  street  on  which  it  faces,  plus  half  o 
the  width  of  the  street,  equals  at  least  75  feet.  But  for  eaclj 
one  per  cent,  of  the  width  of  the  lot  on  the  street  line  tha 
such  street  wall  is  less  in  length  than  such  width  of  the  lot 
such  wall  may  be  erected  four  inches  nearer  to  the  stree 
line. 

(e)  When  at  the  time  plans  are  filed  for  the  erection  o 
a  building  there  are  buildings  in  excess  of  the  height  limit 
herein  provided  within  50  feet  of  either  end  of  the  stree 
frontage  of  the  proposed  building  or  directly  opposite  sucl! 
building  across  the  street,  the  height  to  which  the  street  wal 
of  the  proposed  building  may  rise  shall  be  increased  by  aij 
amount  not  greater  than  the  average  excess  height  of  th< ! 
walls  on  the  street  line  within  50  feet  of  either  end  of  th< 
street  frontage  of  the  proposed  building  and  at  right  angle 
to  the  street  frontage  of  the  proposed  building  on  the  oppo 
site  side  of  the  street.  The  average  amount  of  such  exces 
height  shall  be  computed  by  adding  together  the  exces 
heights  above  the  prescribed  height  limit  for  the  street  front 
age  in  question  of  all  of  the  walls  on  the  street  line  of  th< 
buildings  and  parts  of  buildings  within  the  above  defined 
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frontage  and  dividing  the  sum  by  the  total  number  of  build¬ 
ings  and  vacant  plots  within  such  frontage. 

(f)  Nothing  in  this  article  shall  prevent  the  projection  of 
a  cornice  beyond  the  street  wall  to  an  extent  not  exceeding 
live  per  cent,  of  the  width  of  the  street  nor  more  than  five 
feet  in  any  case.  Nothing  in  this  article  shall  prevent  the 
erection  above  the  height  limit  of  a  parapet  wall  or  cornice 
solely  for  ornament  and  without  windows  extending  above 
such  height  limit  not  more  than  five  per  cent,  of  such  height 
limit,  but  such  parapet  wall  or  cornice  may  in  any  case  be  at 
least’  five  and  one-half  feet  high  above  such  height  limit. 

(g)  The  provisions  of  this  article  shall  not  apply  to  the 
erection  of  church  spires,  belfries,  chimneys,  flues  or  gas 

holders.  ,  , 

(h)  Where  not  more  than  50  feet  of  a  street  frontage 
would  otherwise  be  subjected  to  a  height  limit  lovver  than 
that  allowed  immediately  beyond  both  ends  of  such  frontage, 
the  height  limit  on  such  frontage  shall  be  equal  to  the  lesser 

of  such  greater  height  limits. 

(i)  If  an  additional  story  or  stories  are  added  to  a  build¬ 
ing  existing  at  the  time  of  the  passage  of  this  resolution, 
the  existing  walls  of  which  are  in  excess  of  the  height  limits 
prescribed  in  this  article,  the  height  limits  for  such  addi¬ 
tional  story  or  stories  shall  be  computed  from  the  top  of 
the  existing  walls  as  though  the  latter  were  not  in  excess 
of  the  prescribed  height  limits  and  the  carrying  up  of  exist¬ 
ing  elevator  and  stair  enclosures  shall  be  exempted  from  the 
provisions  of  this  article. 

Article  IV — Area  Districts. 

§  10.  Area  Districts.  For  the  purpose  of  regulating  and 
determining  the  area  of  yards,  courts  and  other  open  spaces 
for  buildings  hereafter  erected,  the  City  of  New  York  is 
hereby  divided  into  six  classes  of  area  districts  :  A,  B,  C,  D, 

E  and  F ;  as  shown  on  the  amended  area  district  map  which 
accompanies  this  resolution  and  is  hereby  declared  to  be  part 
hereof.  The  area  districts  designated  on  said  amended  map, 
consisting  of  thirty-five  sheets  and  an  index  sheet,  each 
dated  July  1,  1924,  and  signed  by  the  Chief  Engineer  of  the 
Board  of  Estimate  and  Apportionment,  are  hereby  estab¬ 
lished.  The  amended  area  district  map  designations  and 
amended  map  designation  rules  which  accompany  said 
amended  area  district  map  are  hereby  declared  to  be  a  part 
thereof.  No  building  or  part  of  a  building  shall  be  erected 
except  in  conformity  with  the  regulations  herein  prescribed 
for  the  area  district  in  which  such  building  is  located.  Un¬ 
less  otherwise  expressly  provided  the  term  rear  yard,  side 
yard,  outer  court  or  inner  court  when  used  in  this  article 
shall  be  deemed  to  refer  only  to  a  rear  yard,  side  yard,  outer 
court  or  inner  court  required  by  this  article.  No  lot  area 
shall  be  so  reduced  or  diminished  that  the  yards,  courts  or 
open  spaces  shall  be  smaller  than  prescribed  in  this  article. 

§  11.  A  Districts.  In  an  A  district  a  court  at  any  given 
height  shall  be  at  least  one  inch  in  least  dimension  for  each 
one  foot  of  such  height. 

§  12.  B  District.  In  a  B  district  a  rear  yard  at  any  given 
height  shall  be  at  least  two  inches  in  least  dimension  for 
each  one  foot  of  such  height.  The  depth  of  a  rear  yard  at 
its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth  of 
the  lot,  but  need  not  exceed  10  feet  at  such  level.  An  outer 
court  or  a  side  yard  at  any  given  height  shall  be  at  least  one 
inch  in  least  dimension  for  each  one  foot  of  such  heig  ■ 
An  outer  court  at  any  given  point  shall  be  at  least  one  and 
one-half  inches  in  least  dimension  for  each  one  foot  of 
length  But  for  each  one  foot  that  an  outer  court  at  any 
given  height  would,  under  the  above  rules,  be  wider  in  its 
least  dimension  for  such  height  than  the  minimum  required 
by  its  length,  one  inch  shall  be  deducted  from  the  required 
least  dimension  for  such  height  for  each  24 _  feet  o I  such 
height  A  side  yard  for  its  length  within  50  feet  of  the 
street  may  for  the  purposes  of  the  above  rule  be  considered 

an  outer  court.  ....  ,a 

§  13.  C  Districts,  (a)  In  a  C  district  a  rear  yard  at  any 

given  height  shall  be  at  least  three  inches  in  least  dimension 


for  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  10  feet  at  such  level.  An 
outer  court  or  a  side  yard  at  any  given  height  shall  be  at 
least  one  and  one-half  inches  in  least  dimension  for  each 
one  foot  of  such  height.  An  outer  court  at  any  given  point 
shall  be  at  least  one  and  one-half  inches  in  least  dimension 
for  each  one  foot  of  length.  On  a  lot  not  more  than  30 
feet  in  mean  width  an  outer  court  or  a  side  yard  at  any  given 
height  shall  be  not  less  than  one  inch  in  least  dimension  for 
each  one  foot  of  such  height,  and  an  inner  court  at  any  given 
height  shall  be  either  (1)  not  less  than  two  inches  in  least 
dimension  for  each  one  foot  of  such  height  or  (2)  it  shall 
be  of  an  equivalent  area  as  hereinafter  specified  in  paragraph 
c  of  section  18. 

(b)  If  the 'owner  or  owners  of  any  part  of  a  C  district 
set  aside  perpetually  for  the  joint  recreational  use  of  the  resi¬ 
dents  of  such  part  designated  by  them,  an  area  at  least  equal 
to  10  per  cent,  of  the  area  of  such  part  in  addition  to  all 
yard  and  court  requirements  for  a  B  district,  such  part  shall 
be  subject  to  the  regulations  herein  prescribed  for  a  B  dis¬ 
trict.  Such  joint  recreational  space  shall  be  composed  of 
one  or  more  tracts,  each  of  which  shall  be  at  least  40  feet  in 
least  dimension  and  5,000  square  feet  in  area  and  shall  be 
approved  by  the  Board  of  Appeals  as  suitable  for  the  joint 
recreational  use  of  such  residents. 

§  14.  D  Districts,  (a)  In  a  D  district  a  rear  yard  at  any 
given  height  shall  be  at  least  four  inches  in  least  dimension 
for  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  10  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  10  feet  at  such  level.  If  a 
building  in  a  D  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  20  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  20  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  10  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level,  there  may 
be  substituied  one  foot  of  depth  of  unoccupied  space  across 
the  whole  width  of  the  front  of  the  lot  at  the  curb  level 
between  the  street  line  and  the  street  wall  of  the  building. 

(b)  In  a  D  district  an  outer  court  or  a  side  yard  at  any 
given  height  shall  be  at  least  two  inches  in  least  dimension 
for  each  one  foot  of  such  height.  An  outer  court  at  any 
given  point  shall  be  at  least  two  inches  in  least  dimension 
for  each  one  foot  of  length.  On  a  lot  not  more  than  30  feet 
in  mean  width  an  outer  court  or  a  side  yard  at  any  given 
height  shall  be  not  less  than  one  and  one-half  inches  in 
least  dimension  for  each  one  foot  of  such  height.  On  such 
lot  an  outer  court  at  any  given  point  shall  be  not  less  than 
one  and  one-half  inches  in  least  dimension  for  each  one  foot 
of  length.  On  such  lot  an  inner  court  at  any  given  height 
shall  be  either  (1)  not  less  than  three  inches  in  least  dimen¬ 
sion  for  each  one  foot  of  such  height  or  (2)  it  shall  be  of 
an  equivalent  area  as  specified  in  paragraph  c  of  section  18. 

(c)  In  a  D  district  no  building  located  within  a  residence 
district  as  designated  on  the  amended  use  district  map  shall 
occupy  at  the  curb  level  more  than  60  per  cent,  of  the  area 
of  the  lot,  if  an  interior  lot,  or  80  per  cent,  if  a  corner  lot. 
In  computing  such  percentage  any  part  of  the  area  of  any 
corner  lot  in  excess  of  8,000  square  feet  shall  be  considered 
an  interior  lot. 

(d)  If  the  owner  or  owners  of  any  part  of  a  D  district 
set  aside  perpetually  for  the  joint  recreational  use  of  the 
residents  of  such  part  designated  by  them,  an  area  at  least 
equal  to  10  per  cent,  of  the  area  of  such  part  in  addition  to 
all  yard  and  court  requirements  for  a  C  district,  such  part 
shall  be  subject  to  the  regulations  herein  prescribed  for  a  C 
district.  Such  joint  recreational  space  shall  be  composed  of 
one  or  more  tracts,  each  of  which  shall  be  at  least  40  feet 
in  least  dimension  and  5,000  square  feet  in  area  and  shall  be 
approved  by  the  Board  of  Appeals  as  suitable  for  the  joint 
recreational  use  of  such  residents. 
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§  15.  E  Districts,  (a)  In  an  E  district  a  rear  yard  at  any 
given  height  shall  be  at  least  five  inches  in  least  dimension 
lor  each  one  foot  of  such  height.  The  depth  of  a  rear  yard 
at  its  lowest  level  shall  be  at  least  15  per  cent,  of  the  depth 
of  the  lot,  but  need  not  exceed  15  feet  at  such  level.  If  a 
building  in  an  E  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  25  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  25  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  10  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level,  there  may  be 
substituted  one  foot  of  depth  of  unoccupied  space  across  the 
whole  width  of  the  front  of  the  lot  at  the  curb  level  between 
the  street  line  and  the  street  wall  of  the  building.  In  an  E 
district  on  at  least  one  side  of  every  building  located  within 
a  residence  district  there  shall  be  a  side  yard  along  the  side 
lot  line  for  the  full  depth  of  the  lot  or  back  to  the  rear 
yard. 

(b)  In  an  E  district  an  outer  court  or  side  yard  at  any 
given  height  shall  be  at  least  two  and  one-half  inches  in 
least  dimension  for  each  one  foot  of  such  height.  On  a  lot 
not  more  than  50  feet  in  mean  width  an  outer  court  or  a  side 
yard  at  any  given  height  shall  be  at  least  two  inches  in 
least  dimension  for  each  one  foot  of  such  height.  An  outer 
court  at  any  given  point  shall  be  at  least  two  and  one-half 
inches  in  least  dimension  for  each  one  foot  of  length. 

(c)  In  an  E  district  no  building  located  within  a  residence 
district  as  designated  on  the  amended  use  district  map  shall 
occupy  at  the  curb  level  more  than  50  per  cent,  of  the  area 
of  the  lot,  if  an  interior  lot,  or  70  per  cent,  if  a  corner  lot, 
and  above  a  level  18  feet  above  the  curb  no  building  shall 
occupy  more  than  30  per  cent,  of  the  area  of  the  lot,  if  an 
interior  lot,  or  40  per  cent,  if  a  corner  lot.  In  computing 
such  percentage  any  part  of  the  area  of  any  corner  lot  in 
excess  of  8,000  square  feet  shall  be  considered  an  interior 
lot. 

(d)  In  an  E  district  no  portion  of  any  building  shall  be 

erected  nearer  than  10  feet  to  the  line  of  any  street  as  laid 
out  upon  the  City  map.  m 

§  16.  F  Districts,  (a)  In  an  F  district  no  portion  of  any 
building  shall  be  erected  nearer  than  15  feet  to  the  building 
line  of  any  street. 

(b)  In  an  F  district  a  rear  yard  at  any  given  height  shall 
be  at  least  six  inches  in  least  dimension  for  each  one  foot 
of  such  height.  The  depth  of  a  rear  yard  at  its  lowest  level 
shall  be  at  least  20  per  cent,  of  the  depth  of  the  lot,  but 
need  not  exceed  20  feet  at  such  level.  Excepting  that  if  a 
building  in  an  F  district  is  located  in  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  depth  of  a 
rear  yard  at  its  lowest  level  shall  be  at  least  30  per  cent,  of 
the  depth  of  the  lot,  but  need  not  exceed  30  feet  at  such 
level.  However,  for  each  one  foot  in  excess  of  15  feet  of 
the  depth  of  such  rear  yard  at  its  lowest  level  there  may  be 
substituted  one  foot  of  additional  depth  of  unoccupied  space 
to  that  hereinbefore  provided  across  the  whole  width  of  the 
front  of  the  lot  at  the  curb  level  between  the  street  line  and 
the  street  wall  of  the  building.  In  an  F  district,  on  both 
sides  of  every  dwelling  there  shall  be  a  side  yard  along  the 
side  lot  line  for  the  full  depth  of  the  lot  or  back  to  the  rear 
yard.  For  every  residential  building  located  in  a  residence 
district  both  sides  of  such  building  shall  be  capable  of  being 
afforded  direct  light,  air  and  access  upon  such  side  yards,  for 
its  entire  length. 

(c)  In  an  F  district  an  outer  court  or  side  yard  at  any 
given  height  shall  be  at  least  three  inches  in  least  dimension 
for  each  one  foot  of  such  height,  excepting  that  on  a  lot 
not  more  than  50  feet  in  mean  width  an  outer  court  or  a 
side  yard  at  any  given  height  shall  be  at  least  two  and  one- 
half  inches  in  least  dimension  for  each  one  foot  of  such 
height.  An  outer  court  at  any  given  point  shall  be  at  least 
three  inches  in  least  dimension  for  each  one  foot  of  length. 

(d)  In  an  F  district  no  building  shall  occupy  at  the.  curb 
level  more  than  35  per  cent,  of  the  area  of  the  lot,  if  an 
interior  lot,  or  50  per  cent,  if  a  corner  lot,  and  above  a  level 
18  feet  above  the  curb  no  building  shall  occupy  more  than  25 


per  cent,  of  the  area  of  the  lot,  if  an  interior  lot,  or  30  per 
cent,  if  a  corner  lot,  exclusive  in  each  case  of  garages.  In 
computing  such  percentage  any  part  of  the  area  of  any  cor¬ 
ner  lot  in  excess  of  6,000  square  feet  shall  be  considered  an 
interior  lot. 

§  17.  Rear  Yards,  (a)  Except  in  A  districts,  for  lots  or 
portions  of  lots  that  are  back  to  back  there  shall  be  rear 
yards  extending  along  the  rear  lot  lines  of  such  lots  or  por¬ 
tions  of  lots  wherever  they  are  more  than  55  feet  back  from 
the  nearest  street.  Such  rear  yard  shall  be  at  least  of  the 
area  and  dimensions  herein  prescribed  for  the  area  district 
in  which  it  is  located  at  every  point  along  such  rear  lot  line. 
Within  55  feet  of  the  nearest  street  no  rear  yards  shall  be 
required,  except  in  F  area  districts.  No  rear  yard  shall  be 
required  on  any  corner  lot  nor,  excepting  in  an  F  area  dis¬ 
trict,  on  the  portion  of  any  lot  that  is  back  to  back  with  a 
corner  lot. 

(b)  Where  a  building  is  not  within  a  residence  district  as 
designated  on  the  amended  use  district  map,  the  lowest  level 
of  a  rear  yard  shall  not  be  above  the  sill  level  of  the  second 
story  windows,  nor  in  any  case  more  than  23  feet  above  the 
curb  level.  Where  a  building  is  within  a  residence  district 
the  lowest  level  of  a  rear  yard  shall  not  be  above  the  curb 
level,  except  that  not  more  than  40  per  cent,  of  the  area  of 
the  yard  may  be  occupied  by  the  building  up  to  a  level  18 
feet  above  the  curb  level.  In  the  case  of  a  church,  whether 
within  or  without  a  residence  district,  such  40  per  cent,  may 
be  occupied  up  to  a  level  of  30  feet  above  the  curb  level. 

(c)  Chimneys  or  flues  may  be  erected  within  a  rear  yard 
provided  they  do  not  exceed  five  square  feet  in  area  in  the 
aggregate  and  do  not  obstruct  ventilation. 

(d)  Except  in  A  districts,  where  a  building  on  an  interior 
lot  between  lots  for  which  rear  yards  are  required  runs 
through  the  block  from  street  to  street  or  to  within  55  feet 
of  another  street,  there  shall  be  on  each  side  lot  line  above 
the  sill  level  of  the  second  story  windows  and  in  any  case 
above  a  level  23  feet  above  the  curb  level  a  court  of  at  least 
equivalent  area  at  any  given  height  to  that  required  for  an 
inner  court  at  such  height  and  having  a  least  dimension  not 
less  than  that  required  for  an  outer  court  at  the  same  height. 

(e)  When  a  proposed  building  is  on  a  lot  which  is  back 
to  back  with  a  lot  or  lots  on  which  there  is  a  building  or 
buildings  having  rear  yards  less  in  depth  than  would  be  re¬ 
quired  under  this  article,  the  depth  of  the  rear  yard  of  the 
proposed  building  shall  not  be  required  to  be  greater  at  any 
given  level  than  the  average  depth  of  the  rear  yards  directly 
back  to  back  with  it  at  such  level,  but  in  no  case  shall  the 
depth  of  such  rear  yard  be  less  at  any  height  than  the  least 
dimension  prescribed  for  an  outer  court  at  such  height. 

§  18.  Courts,  (a)  If  a  room  in  which  persons  live,  sleep, 
work  or  congregate  receives  its  light  and  air  in  whole  or  in 
part  directly  from  an  open  space  on  the  same  lot  with  the 
building,  there  shall  be  at  least  one  inner  court,  outer  court, 
side  yard  or  rear  yard  upon  which  a  window  or  ventilating 
skylight  opens  from  such  .room.  Such  inner  court,  outer 
court  or  side  yard  shall  be  at  least  of  the  area  and  dimen¬ 
sions  herein  prescribed  for  the  area  district  in  which  it  is 
located.  Such  rear  yard  shall  be  at  least  of  the  area  and 
dimensions  herein  prescribed  for  an  inner  court  in  the  area 
district  in  which  it  is  located.  In  an  A  district,  such  inner 
court,  outer  court,  side  yard  or  rear  yard  shall  be  at  least  of 
the  area  and  dimensions  herein  prescribed  for  a  court  in  such 
district.  The  unoccupied  space  within  the  lot  in  front  of 
every  part  of  such  window  shall  be  not  less  than  three  feet, 
measured  at  right  angles  thereto.  Courts,  yards  and  other 
open  spaces,  if  provided  in  addition  to  those  required  by  this 
section,  need  not  be  of  the  area  and  dimensions  herein  pre¬ 
scribed.  The  provisions  of  this  section  shall  not  be  deemed 
to  apply  to  courts  or  shafts  for  bathrooms,  toilet  compart- 
ments,  hallways  or  stairways. 

(b)  The  least  dimension  of  an  outer  court,  inner  court  or 
side  yard  at  its  lowest  level  shall  be  not  less  than  four  feet, 
subject  to  the  following  exceptions: 

(1)  Where  the  walls  bounding  a  side  yard  within  the  lot 
are  more  than  »5  feet  in  mean  height  and  not  more  than  40 
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eet  in  Ifength  such  least  dimension  may  be  not  less  than 

hree  feet. 

(2)  In  an  E  district  such  least  dimension  shall  be  tour 

eet. 

(3)  In  an  F  district  such  least  dimension  shall  be  live  feet. 

(4)  Where  any  outer  court  opens  on  a  street  such  street 
nay  be  considered  as  part  of  such  court. 

(c)  The  least  dimension  of  an  inner  court  at  any  given 
leight  shall  be  not  less  than  that  which  would  be  required  in 
nches  for  each  one  foot  of  height  for  a  rear  yard  of  the 
iame  height,  except  that  an  inner  court  of  equivalent  area 
nay  be  substituted  for  said  court,  provided  that  for  such 
irea  its  least  dimension  be  not  less  than  one-half  of  its 
greatest  dimension.  If  an  inner  court  is  connected  with  a 
Street  by  a  side  yard,  for  each  one  foot  that  such  side  yard 
is  less  than  65  feet  in  depth  from  the  street,  one  square  foot 
may  be  deducted  from  the  required  area  of  the  inner  court 
for  each  15  feet  of  height  of  such  court.  If  the  lot  is  not 
required  under  this  resolution  to  have  a  rear  yard,  an  outer 
court,  not  opening  on  a  street,  shall  open  at  any  level  on  an 
inner  court  on  the  rear  line  of  the  lot  and  such  inner  court 
shall  be  deemed  a  rear  yard  in  such  case. 

§  19.  Area  District  Exceptions,  (a)  The  area  required  in 
a  court  or  yard  at  any  given  level  shall  be  open  from  such 
level  to  the  sky  unobstructed,  except  for  the  ordinary  pro¬ 
jections  of  skylights  and  parapets  above  the  bottom  of  such 
court  or  yard,  and  except  for  the  ordinary  projections  ot 
window  sills,  belt  courses,  cornices  and  other  ornamental 
features  to  the  extent  of  not  more  than  four  inches.  How¬ 
ever,  where  a  side  yard  or  an  outer  court  opens  on  a  street 
a  cornice  may  project  not  over  live  feet  into  such  side  yard 
or  outer  court  within  five  feet  of  the  street  wall  of  the  build¬ 
ing  And  provided  that  in  an  E  district  a  one- family  resi¬ 
dence,  detached  on  all  sides  and  having  on  one  side  a  side 
yard  of  a  clear  and  unobstructed  width  of  not  less  than  five 
feet,  may  have  a  cornice  or  eave  projecting  not  more  than 
2  feet  6  inches  into  a  side  y^rd  on  the  opposite  side,  with 
the  further  provision  that  in  an  F  district  such  cornice  or 
eave,  or  a  porte-cochere  having  a  height  of  less  than  18  feet, 
may  project  not  more  than  3  feet  into  both  side  yards. 

(b)  An  open  or  lattice  enclosed  iron  fire  escape,  fireproof 
outside  stairway  or  solid-floored  balcony  to  a  fire  tower  may 
project' not  more  than  4  feet  into  a  rear  yard  or  an  inner 
court,  except  that  an  open  or  lattice  enclosed  iron  lire  escape 
may  project  not  more  than  8  feet  into  a  rear  yard  or  into 
an  inner  court  when  it  does  not  occupy  more  than  20  per 
cent,  of  the  area  of  such  inner  court. 

(c)  A  corner  of  a  court  or  yard  may  be  cut  off  between 
walls  of  the  same  building  provided  that  the  length  of  the 
wall  of  such  cut-off  does  not  exceed  7  feet. 

(d)  An  offset  to  a  court  or  yard  may  be  considered  as  a 
part  of  such  court  or  yard  provided  that  it  is  no  deeper  in 
any  part  than  it  is  wide  on  the  open  side  and  that  such  open 
side  be  in  no  case  less  than  6  feet  wide. 

(e)  If  a  building  is  erected  on  the  same  lot  with  another 
building  the  several  buildings  shall,  for  the  purpose  of  this 
article,  be  considered  as  a  single  building,  unless  otherwise 
herein  specifically  provided  for.  Any  st™cture.  whether  in¬ 
dependent  of  or  attached  to  a  building,  shall  for  the  PufP?s^s 
of  this  article  be  deemed  a  building  or  a  part  of  a  building. 

(f)  If  an  additional  story  or  stories  are  added  to  a  build¬ 

ing  existing  at  the  time  of  the  passage  of  this  resolution, 
the  courts  and  yards  of  which  do  not  conform  to  the  re¬ 
quirements  of  this  article,  the  least  dimensions  of  yards  and 
courts  shall  be  increased  from  the  top  of  the  existing  yard 
or  court  walls,  as  though  they  were  of  the  prescribed -dimen¬ 
sions  at  such  heights  and  the  carrying  up  of  elevator 

and  stair  enclosures  shall  be  exempted  from  the  provisions 

of  this  article. 

Article  V— General  and  Administrative. 

§  20.  Interpretation;  Purpose.  In  interpreting  and [apply¬ 
ing  the  provisions  of  this  resolution  they  shall  be  held  to  be 
the  minimum  requirements  adopted  for  the  promoter  of  the 
public  health,  safety,  comfort,  convenience  and  general 


fare,  it  is  not  intended  by  this  resolution  to  repeal,  abrogate, 
annul  or  hr  any  way  to  impair  or  interfere  with  any  existing 
provision  of  law  or  ordinance  or  any  rules,  regulations  or 
permits  previously  adopted  or  issued  or  which  shall  be 
adopted  or  issued  pursuant  to  law  relating  to  the  use  of  build¬ 
ings  or  premises ;  nor  is  it  intended  by  this  resolution  to 
interfere  with  or  abrogate  or  annul  any  easements,  cove¬ 
nants  or  other  agreements  between  parties ;  provided,  how¬ 
ever,  that  where  this  resolution  imposes  a  greater  restriction 
upon  the  use  of  buildings  or  premises  or  upon  height  of  build¬ 
ings  or  requires  larger  yards,  courts  or  other  open  spaces 
than  are  imposed  or  required  by  such  existing  provision  of 
law  or  ordinance  or  by  such  rules,  regulations  or  permits  or 
by  such  easements,  covenants  or  agreements,  the  provisions 
of  this  resolution  shall  control. 

§  21.  Rules  and  Regulations;  Modifications  of  Provisions. 
The  Board  of  Standards  and  Appeals,  created  by  chapter 
503  of  the  Laws  of  1910,  shall  adopt  from  time  to  time  such 
rules  and  regulations  as  they  may  deem  necessary  to  carry 
into  effect  the  provisions  of  this  resolution.  Where  there 
are  practical  difficulties  or  unnecessary  hardships  in  the  way 
of  carrying  out  the  strict  letter  of  the  provisions  of  this 
resolution  the  Board  of  Appeals  shall  have  power  in  a  spe¬ 
cific  case  to  vary  any  such  provision  in  harmony  with  its 
general  purpose  and  intent,  so  that  the  public  health,  safety 
and  general  welfare  may  be  secured  and  substantial  justice 
done.  Where  the  street  layout  actually  on  the  ground  varies 
from  the  street  layout  as  shown  on  the  amended  use,  height 
or  area  district  map,  the  designation  shown  on  the  mapped 
areas  shall  be  applied  by  the  Board  of  Appeals  to  the  un¬ 
mapped  streets  in  such  a  way  as  to  carry  out  the  intent  and 
purpose  of  the  plan  for  the  particular  section  in  question 
Before  taking  any  action  authorized  in  this  section  the  Board 
of  Appeals  shall  give  public  notice  and  hearing. 

No  garage  for  more  than  five  cars  may  be  erected  or  ex¬ 
tended  and  no  building  not  now  used  as  a  garage  for  more 
than  five  cars  may  have  its  use  changed  to  a  garage  for  more 
than  five  cars  on  any  portion  of  a  street  between  two  inter¬ 
secting  streets,  in  which  portion  there  exists  an  exit  from  or 
an  entrance  to  a  public  school  j  or  in  which  portion  there 
exists  any  hospital  maintained  as  a  charitable  institution ,  and 
in  no  case  within  a  distance  of  200  feet  from  the  nearest  exit 
from  or  entrance  to  a  public  school;  nor  within  200  feet  of 
any  hospital  maintained  as  a  charitable  institution.  This 
protection  shall  also  apply  to  duly  organized  schools  for 
children  under  16  years  of  age,  giving  regular  instruction  at 
least  five  days  a  week  for  eight  months  or  more  each  year, 
owned  and  operated  by  any  established  religious  body  or  edu¬ 
cational  corporation.  This  limitation  on  the  location  of 
garages  shall  apply  to  unrestricted  as  well  as  business  and 
residence  districts. 

No  gasoline  service  station  may  be  erected  or  extended 
on  any  portion  of  a  street  between  two  intersecting  streets, 
in  which  portion  there  exists  an  exit  from  or  an  entrance 
to  a  public  school ;  and  in  no  case  within  a  distance  of  200 
ft.  from  the  nearest  exit  from  or  entrance  to  a  public 
school  This  protection  shall  also  apply  to  duly  organized 
schools  for  children  under  16  years  of  age,  giving  regular 
instruction  at  least  five  days  a  week  for  eight  months  oi 
more  each  year,  owned  and  operated  by  any  established 
religious  body  or  educational  corporation. 

§  22.  Unlawful  Use;  Certificate  of  Occupancy.  It  shall  be 
unlawful  to  use  or  permit  the  use  of  any  building  or  prem¬ 
ises  or  part  thereof  hereafter  created,  erected,  changed  or 
converted  wholly  or  partly  in  its  use  or  structure  until  a 
certificate  of  occupancy  to  the  effect  that  the  building  or 
premises  or  the  part  thereof  so  created,  erected,  changed  or 
converted  and  the  proposed  use  thereof  conform  to  the  pro¬ 
visions  of  this  resolution  shall  have  been  issued  by  the  su¬ 
perintendent  of  buildings  of  the  borough  in  which  such  build¬ 
ing  or  premises  is  located,  or,  in  the  case  of  a  tenement 
house  as  defined  in  the  Tenement  House  Law  by  the  tene¬ 
ment  house  commissioner.  In  the  case  of  such  buildings  or 
premises  it  shall  be  the  duty  of  the  superintendent  of  build- 
ings  or  the  tenement  house  commissioner,  as  the  case  may 
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be,  to  issue  a  certificate  of  occupancy  within  ten  days  after  a 
request  for  the  same  shall  be  filed  in  his  office  by  any  owner 
of  a  building  or  premises  affected  by  this  resolution,  provided 
said  building  or  premises,  or  the  part  thereof  so  created, 
erected,  changed  or  converted  and  the  proposed  use  thereof 
conform  with  all  the  requirements  herein  set  forth.  Under 
rules  and  regulations  of  the  Board  of  Standards  and  Appeals 
a  temporary  certificate  of  occupancy  for  a  part  of  a  build¬ 
ing  may  be  issued  by  the  superintendent  of  buildings  or  the 
tenement  house  commissioner,  as  the  case  may  be.  Upon 
written  request  from  the  owner,  the  superintendent  of  build¬ 
ings  or  the  tenement  house  commissioner,  as  the  case  may 
be,  shall  issue  a  certificate  of  occupancy  for  any  building  or 
premises  existing  at  the  time  of  the  passage  of  this  resolu¬ 
tion  certifying  after  inspection  the  use  of  the  building  or 
premises  and  whether  such  use  conforms  to  the  provisions 
of  this  resolution. 

§  23.  Enforcement,  Legal  Procedure,  Penal  lies.  This 
resolution  shall  be  enforced  by  the  tenement  house  commis¬ 
sioner  and  by  the  superintendent  of  buildings  in  each  bor¬ 
ough,  under  the  rules  and  regulations  of  the  Board  of  Stand¬ 
ards  and  Appeals. 

The  tenement  house  commissioner  shall  enforce  said  regu¬ 
lations  in  so  far  as  they  affect  or  relate  to  tenement  houses 
as  defined  by  the  tenement  house  law.  The  superintendent 
of  buildings  shall  in  each  borough  enforce  said  regulations 
in  so  far  as  they  relate  to  buildings  or  premises  other  than 
tenement  houses.  Each  of  said  officers  within  his  jurisdic¬ 
tion  is  empowered  to  cause  any  building,  structure,  place  or 
premises  to  be  inspected  and  examined  and  to  order  in 
writing  the  remedying  of  any  condition  found  to  exist 
therein  or  thereat  in  violation  of  any  provision  of  the  build¬ 
ing  zone  resolution  adopted  by  the  board  of  estimate  and 
apportionment  on  the  twenty-fifth  day  of  July,  nineteen  hun¬ 
dred  and  sixteen,  and  as  subsequently  amended.  Such  order 
may  be  served  in  the  same  manner  as  provided  in  section 
seven  hundred  and  seventy-five  of  the  Greater  New  York 
Charter  for  the  service  of  orders  by  the  fire  commissioner. 

The  owner  or  general  agent  of  a  building  or  premises 
where  a  violation  of  any  provision  of  said  building  zone 
resolution  has  been  committed  or  shall  exist,  or  the  lessee 
or  tenant  of  an  entire  building  or  entire  premises  where 
such  violation  has  been  committed  or  shall  exist  or  the 
owner,  general  agent,  lesse»  Dr  tenant  of  any  part  of  the 
building  or  premises  in  wmch  such  viola*  :on  has  been  com¬ 
mitted  or  shall  exist  or  the  general  agent  aighitect,  builder, 
contractor,  or  any  other  person  who  commits,  takes  part 
or  assists  in  any  such  violation  or  who  maintains  any  build¬ 
ing  or  premises  or  any  part  thereof  in  which  any  violation 
shall  exist  shall  be  guilty  of  a  misdemeanor. 

Any  such  person  who  having  been  served  with  an  order 


to  remove  any  such  violatio  n  shall  fail  to  comply  w 
said  order  within  ten  days  after  such  service  or  shall  contii 
to  violate  any  provision  of  the  said  building  zone  reso, 
tion  in  the  respect  named  in  such  order  shall  be  guilty  o 
misdemeanor. 

In  addition  to  the  foregoing  remedies  the  City  of  N 
York  by  the  Corporation  Counsel  may  maintain  an  act 
for  an  injunction  to  restrain  any  violation  of  the  said  bui 
ing  zone  resolution. 

§  24.  Amendments,  Alterations  and  Changes  in  Disti 
Lines.  The  Board  of  Estimate  and  Apportionment  n 
from  time  to  time  on  its  own  motion  or  on  petition,  af 
public  notice  and  hearing,  amend,  supplement  or  change 
regulations  and  districts  herein  established.  Whenever 
owners  of  50  per  cent,  or  more  of  the  frontage  in  any  c 
trict  or  part  thereof  shall  present  a  petition  duly  signed  z 
acknowledged  to  the  Board  of  Estimate  and  Apportionm 
requesting  an  amendment,  supplement,  change  or  repeal 
the  regulations  prescribed  for  such  district  or  part  there 
it  shall  be  the  duty  of  the  Board  to  vote  upon  said  petit; 
within  90  days  after  the  filing  of  the  same  by  the  petition! 
with  the  secretary  of  the  Board.  If,  however,  a  prot 
against  such  amendment,  supplement  or  change  be  present 
duly  signed  and  acknowledged  by  the  owners  of  20  per  ce 
or  more  of  any  frontage  proposed  to  be  altered,  or  by  t 
owners  of  20  per  cent  of  the  frontage  immediately  in  1 
rear  thereof,  or  by  the  owners  of  20  per  cent,  of  the  fro 
age  directly  opposite  the  frontage  proposed  to  be  alter 
such  amendment  shall  not  be  passed  except  by  the  unanimc 
vote  of  the  Board.  If  any  area  is  hereafter  transferred 
another  district  by  a  change  in  district  boundaries  by 
amendment,  as  above  provided,  the  provisions  of  this  reso 
tion  in  regard  to  buildings  or  premises  existing  at  the  tii 
of  the  passage  of  this  resolution  shall  apply  to  buildings 
premises  existing  at  the  time  of  passage  of  such  amendm< 
in  such  transferred  area. 

§  25.  Restoration  of  Existing  Buildings.  Nothing  in  tl 
resolution  shall  prevent  the  restoration  of  a  building  who 
or  partly  destroyed  by  fire,  explosion,  act  of  God  or  act 
the  public  enemy  or  prevent  the  continuance  of  the  use 
such  building  or  part  thereof  as  such  use  existed  at  the  till 
of  such  destruction  of  such  building  or  part  thereof  or  pi 
vent  a  change  of  such  existing  use  under  the  limitations  pi 
vided  in  section  6.  Nothing  in  this  resolution  shall  prevf 
the  restoration  of  a  wall  declared  unsafe  by  the  super 
tendent  of  buildings  or  by  a  board  of  survey. 

§26.  When  Effective.  The  zoning  resolution  of  July  I 
1916,  and  all  amendments  thereto  are  hereby  declared  sup< 
seded  by  this  resolution,  which  shall  take  effect  immediate 
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APPENDIX— MAP  DESIGNATIONS  AND  MAP  DESIGNATION  RULES  ACCOMPANYING  AMENDED 

BUILDING  ZONE  RESOLUTION. 


(Adopted  0< 

Amended  Height  District  Map  Designations. 

-  -  . - -  indicates  the  boundary  of  a 

Height  District. 

(/4)  (lA)  (J4)  (1)  (1  V\)  (IV2)  (2)  (2A)  are  symbols 
for  district  classifications  as  defined  in  the  zoning  reso¬ 
lution. 

Amended  Height  District  Map  Designation  Rules. 

1.  An  area  surrounded  by  a  district  boundary  line  shall 
be  in  the  Height  District  designated  therein,  except  as  other¬ 
wise  provided  by  these  rules. 

2.  The  boundaries  of  Height  Districts  shall  be  the  lim¬ 
iting  line  to  which  the  regulations  provided  in  any  given 
district  may  be  availed  of. 

3.  The  precise  location  of  a  boundary  line  is  to  be  inter¬ 
preted  as  follows : 

(a)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  length  thereof  and 
no  fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  bounding  street  lying  within  the  less  re¬ 
strictive  district 


ober  3,  1924)  _  I 

(b)  In  cases  where  the  district  boundary  is  within  a  bio 
and  extends  along  the  direction  of  the  width  thereof  and 
fixtures  are  shown,  said  boundary  shall  be  deemed  locat 
100  feet  from  the  nearest  street. 

(c)  In  cases  where  the  boundary  line  is  shown  as  bei 
located  a  specific  distance  from  a  street  line,  this  distan 
shall  control. 

(d)  In  cases  where  the  boundary  line  is  given  a  po 
tion  within  a  street,  it  shall  be  deemed  to  be  in  the  cent 
of  the  street. 

(e)  In  cases  where  a  boundary  line  is  shown  along  a  ra 
road,  such  boundary  shall  be  deemed  to  be  the  center  li 
of  the  railroad  right  of  way. 

(f )  In  cases  of  navigable  waters,  the  boundary  line,,  unle 

otherwise  fixed,  shall  be  deemed  to  coincide  with  the  pierhe 
line,  except  in  cases  where  no  pierhead  line  has  been  esta 
lished,  when  the  shore  line  shall  govern.  ; 

(g)  Any  island  outside  of  the  shore  or  pierhead  Hn< 
unless  otherwise  designated,  shall  be  deemed  to  be  in 
lj4-times  height  district. 
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Amended  Area  District  Map  Designations. 


indicates  the  boundary  of  an 
Area  District. 


(B)  (C)  (D)  (E)  (F)  are  symbols  for  district  classi¬ 
fications  as  defined  in  the  zoning  resolution. 

Amended  Area  District  Map  Designation  Rules. 

An  area  surrounded  by  a  district  boundary  line  shall  be 
ie  Area  District  designated  therein,  except  as  otherwise 
ided  by  these  rules. 

The  boundaries  of  Area  Districts  shall  be  the  limiting 
to  which  the  regulations  provided  in  any  given  district 
be  availed  of. 

The  precise  location  of  a  boundary  line  is  to  be  inter- 
id  as  follows : 

i)  In  cases  where  the  district  boundary  is  within  a  block 
extends  along  the  direction  of  the  length  thereof  and 
xtures  are  shown,  said  boundary  shall  be  deemed  located 
feet  from  the  bounding  street  lying  within  the  less  re- 

tive  district. 


(b)  In  cases  where  the  district  boundary  is  within  a  block 
and  extends  along  the  direction  of  the  width  thereof  and  no 
fixtures  are  shown,  said  boundary  shall  be  deemed  located 
100  feet  from  the  nearest  street. 

(c)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 
shall  control. 

(d)  In  cases  where  the  boundary  line  is  given  a  position 
within  a  street,  it  shall  be  deemed  to  be  in  the  center  of 
the  street. 

(e)  In  cases  where  a  boundary  line  is  shown  as  adjoin¬ 
ing  a  railroad,  unless  otherwise  fixed,  it  shall  be  deemed 
to  coincide  with  the  boundary  line  of  the  railroad  right  of 
way. 

(f)  In  cases  of  navigable  waters  the  boundary  line,  unless 
otherwise  fixed,  shall  be  deemed  to  coincide  with  the  bulk¬ 
head  line,  except  in  cases  where  no  bulkhead  line  has  been 
established,  when  the  shore  line  shall  govern. 

(g)  Any  island  outside  of  the  shore  or  bulkhead  lines, 
unless  otherwise  designated,  shall  be  deemed  to  be  in  an  A 
district. 


Amended  Use  District  Map  Designations. 

. indicates  the  boundary  of  a  Use  Dis¬ 
trict. 

. indicates  Residence  District. 

. indicates  Business  District. 

. indicates  Unrestricted  District. 

. indicates  Undetermined  District  for 

which  no  restrictions  or  regulations 
as  to  use  have  been  established. 

Diagram  Illustrating  Methods  Used  in  Fixing  Boundaries 

of  Use  Districts. 


PARK  !  CEMETERY 


Amended  Use  District  Map  Designation  Rules.  no  fixtures  are  shown,  the  district  boundary  is  intended  to 

1.  In  general  Use  Districts  are  intended  to  have  a  depth  be  100  feet  from  the  street  to  which  the  less  restrictive  desig- 

100  feet.  Where  block  widths  are  less  than  200  feet  and  nation  relates. 
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2.  The  boundaries  of  Use  Districts  shall  be  the  limiting 
line  to  which  uses  permissible  in  any  given  district  may  be 
availed  of. 

3.  The  precise  location  of  a  boundary  line  is  to  be  inter¬ 
preted  as  follows : 

(a)  In  case  of  parallel  streets,  unless  otherwise  fixed,  the 
Use  District  boundary  shall  coincide  with  the  center  line  of 
the  block. 

(b)  In  case  of  streets  which  are  not  parallel,  the  Use 
District  boundary,  unless  otherwise  fixed,  shall  be  con¬ 
strued  as  the  bisector  of  the  angle  formed  by  prolonging 
the  street  lines  to  an  intersection, 

(c)  In  cases  where  a  block  has  a  length  in  excess  of  200 
feeh  and  the  boundary  line  is  parallel  with  and  nearer  one 
of  the  bounding  streets,  unless  otherwise  fixed,  its  position 
shall  be  considered  as  distant  100  feet  from  the  nearest 
street. 

(d)  In  cases  where  the  boundary  line  is  shown  as  being 
located  a  specific  distance  from  a  street  line,  this  distance 
shall  control. 

(e)  In  cases  where  the  boundary  line  is  given  a  position 
within  a  street,  it  shall  be  deemed  to  be  in  the  center  of  the 
street. 

Diagram  Illustrating 


(f)  In  cases  where  a  boundary  line  is  shown  as  having  a 
position  oblique  to  the  streets  bounding  the  block  in  which 
it  is  located,  unless  otherwise  fixed,  it  shall  be  deemed  to  be 
the  bisector  of  the  angle  formed  by  intersecting  lines  100  feet 
from  and  parallel  with  the  bounding  streets,  the  said  distance 
being  measured  at  right  angles  or  normal  to  the  street  lines. 

(g)  In  cases  where  a  boundary  line  is  shown  as  adjoining 
a  railroad,  unless  otherwise  fixed,  it  shall  be  deemed  to  coin¬ 
cide  with  the  boundary  line  of  the  railroad  right  of  way. 

(h-j-k)  In  cases  of  parks,  cemeteries  and  navigable  wa¬ 
ters,  the  boundary  line,  unless  otherwise  fixed,  shall  be 
deemed  to  coincide  with  the  boundary  of  the  park,  or  the 
cemetery,  or  the  bulkhead  line,  except  in  cases  where  no 
bulkhead  line  has  been  established,  when  the  shore  line  shall 
govern. 

4.  Where  two  streets  cross  at  different  levels,  the  use  des¬ 
ignation  of  the  lower  street  shall  control,  except  that  when 
the  use  designation  of  the  lower  street  is  less  restrictive 
it  shall  control  only  to  the  curb  level  of  the  higher  street. 
Above  the  curb  level  of  the  higher  street  the  more  re¬ 
strictive  designation  shall  apply  for  a  distance  of  100  feet 
measured  along  the  intersecting  streets  from  each  street 
corner. 
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Two  Level  Streets. 


Upper  level  in 
Business 
District. 
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Lower  level  in 
Unrestricted 
District. 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS. 
Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 
337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

010-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 


1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA — .“Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — 'Cornell  Falat  Oil  Burner,  approval  of. 
392-23-SA — “Billow”  Class  G.  R.  Oil  Burner,  aoproval  of. 
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RESERVE  CALENDAR 


93-23-SA— “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 
of. 

97- 23-SA— Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 

proval  of. 

43- 23-SA— Automatic  Gas  Shut-Off,  approval  of. 
25-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 

of. 

44- 23-SA — Domestic  Fuel  Oil  Burner,  approval  of. 
188-23-SA — Lewis  Oil  Burner,  approval  of. 

98- 23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 

proval  of. 

152-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

60-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

146-23-SA — Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

50-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

46-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 
69-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

176-23-SA — Ziegler  Oil  Burner,  approval  of. 

180-23-SA — Viking  Pump,  approval  of. 

M6-23-SA — Ludlow  Gas  Cut-Off  Valve,  approval  of. 
339-23-SA — National  Light  Service  Oil  Pump,  approval  of. 
346-23-SA — Heatiator  Oil  Burner,  approval  of. 

358-23-SA — Worthington  Oil  Burner,  approval  of. 
361-23-SA — Todd  Residence  Fuel  Oil  Burner,  approval  of. 

364- 23-SA — Staples  &  Pfeiffer  Oil  Burner,  apr"wal  of. 
415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 

approval  of. 

429-23-SA — Kerrihard  Oil  Burner,  approval  of. 
444-23-SA — Tate-Jones  No.  6  Oil  Burner,  approval  of. 
484-23-SA — Universal  G.  P.  O.  Burner,  approval  of. 
493-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
538-23-SA — Lillibridge  Oil  Vapor  Burner,  approval  of. 
550-23-SA — Apex  Gas  Cut-Off  Valve,  approval  of. 
254-24-S A — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365- 24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-SA — Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA — Faultless  Oil  Burner,  approval  of. 

501-24-S A — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA — Kinney  Rotating  Plunger  Pump,  approval  of. 
536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA — Marvel  Oil  Burner,  approval  .of. 


702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 

735-24-SA — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-S A — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 

1134-24-SA — Peerless  Automatic  Oil  Burner,  approval  of 

1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 

1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- J34-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA— Tate-Jones  “L"  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

1 500-24-S A — Smolensky  Check  Valve,  approval  of. 

J 509-24-SA — USF.M  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 

1 9-25-S A — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan  Brilliant  Burner,  approval  of. 

1 54-25-SA — Edwards  Solenoid  Type  Bell,  approval  of. 

228-25-SA — Silent  Glow  Oil  Burner,  approval  of. 

242-25-SA— Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

259-25-S A — Electrol  Automatic  Oil  Burner. 

340-25-SA — McCann-Harrison  Low  Pressure  Oil 

Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13 A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  fill«d  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  by  mail. 
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DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  July  9,  1925  .  725 

Restored  to  calendar .  49 

Miscellaneous  Applications. 

Requests  to  reopen  .  90 

Requests  to  amend  .  3 

Requests  for  modification  .  28 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  13 

Requests  for  extension  of  permit  .  13 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans  .  9 

Administrative  requests  .  1 

Requests  for  interpretation .  1 


DISPOSITION  OF  CASES. 

Withdrawn  .  75 

Dismissed  .  38 

Denied  .  109 

Granted  .  4 

Granted  on  condition .  426 

Appliances  approved  .  11 

Appliances  dismissed,  disapproved  or  withdrawn .  5 

Rules  approved  .  0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted . .  86 

Requests  to  reopen  denied  .  3 

Requests  to  amend  granted  .  3 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted .  27 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  13 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted .  13 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  1 

Requests  to  install  denied  .  0 

Plans  approved  .  9 

Plans  disapproved  . 0 

Administrative  requests  granted  . 0 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  1 

Requests  withdrawn  or  dismissed .  2 


Total  .  1532  Total 

Disposed  of  .  828 

Cases  pending  July  9,  1925  . • .  704 
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RULES 


( Continued  from  page  791) 

by  the  columns  immediately  above  and  below  the  floor 
line  under  consideration  in  direct  proportion  to  the  values 
of  their  ratios  of  I/h. 

E.  Wall  Columns  shall  be  designed  to  resist  bending 
in  the  same  manner  as  interior  columns,  except  that  W 
shall  be  substituted  for  Wx  in  the  formula  for  the  mo¬ 
ment.  The  moment  so  computed  may  be  reduced  by  the 
counter  moment  of  the  weight  of  the  structure  which 
projects  beyond  the  center  line  of  the  wall  columns. 

F.  Roof  Columns  shall  be  designed  to  resist  the  total 
moment  resulting  from  unequally  loaded  panels,  as  ex¬ 
pressed  by  the  formulae  in  paragraphs  (D)  and  (E)  of 
this  rule. 

Rule  13.  Walls  and  Openings.  In  the  design  and 
construction  of  reinforced  concrete  flat  slabs,  additional 


BOARD  OF  STANDARDS  AND  APPEALS, 
Room  1001,  Municipal  Building, 

New  York  City. 


slab  thickness,  girders  or  beams  shall  be  provided  to 
carry  any  walls  or  concentrated  loads  in  addition  to 
the  specified  uniform  live  and  dead  loads.  Such  girders 
or  beams  shall  be  assumed  to  carry  twenty  (20)  per  cent 
of  the  total  live  and  dead  panel  load  in  addition  to  the 
wall  load.  Beams  shall  also  be  provided  in  case  openings 
in  the  floor  reduce  the  working  strength  of  the  slab  below 
the  prescribed  carrying  capacity. 

Rule  14.  Special  Panels.  For  structures  having  a 
width  of  less  than  three  (3)  rows  of  slabs,  or  in  which 
exterior  drops,  capitals  or  columns  are  omitted,  or  in 
which  irregular  or  special  panels  are  used,  and  for  which 
the  rules  relating  to  the  design  of  reinforced  flat  slabs 
do  not  directly  apply,  the  computations  in  the  analysis 
of  the  design  of  such  panels,  shall,  when  so  required, 
be  filed  with  the  superintendent  of  buildings. 


Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . 

P.  O . 


My  subscription  is  to  begin  with  th^  issue  for 


1925. 
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CONTENTS 


'his  issue  of  the  Bulletin  contains,  in  the  order 

en — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  July  14, 
1925. 

Minutes  of  Meeting,  Board  of  Standards  and  Ap¬ 
peals,  July  14,  1925. 

Progress  Report. 


DATES  AND  HOURS  OF  MEETINO. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  tu. 

Board  of  Standards  and  AppettUr  as„Iisted  in  the  Cal- 
endar.  f  Qfr 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 

Manhattan. 

- JtJL  27  m 

HOURS  FOR  CONSULTATION. 

10  A.  M.  to  Ot  ILLIH0IS 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten.  hubs  ribtwtaing  and  one 
in  the  afternoon—  Saturday fe*i?pt£a. 


CALL  OF  CLE1 


C^LlSaiDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is.Tto  give  inter¬ 
ested  property  owners  opcorimd^Jtt  tife  Ejections,  if  any, 
and  will  be  called  in.  R«om  T013,  Tuesday,  July  21,  1925, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  July  28,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

#  Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  fijing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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DOCKET. 

New  Cases  Filed  Week  Ending  July  16,  1925. 


Cal.  No.  Department.  Premises  Affected. 

744-25-A . F.D .  144-150  William  st.,  Man. 

- -  F-81401. 

743-25-S . F.D . 125-129  Sherman  st.,  Q. 

- -  L.  D.  65901. 

742-25-A . B.B.M.  ..Block  bounded  by  N.  S.  26th 

st.,  S.  S.  27th  st.,  from  4th 
to  Madjson  ave.,  Man. 

- -  N.  B.  295-1924. 

741-25-S . F.D .  246-250  W.  38th  st.,  Man. 

- -  L.  D.  81015. 

740-25-S . B.B.M.  ..  571-583  8th  ave.,  Man. 

-  N.  B.  146-1925. 


739-25-S . F.D . 319-321  E.  53rd  st.,  Man. 

L.  D.  79155  -  79157  -  79158- 
-  79159. 

738-25- A . F.D . James  Madison  High  School,  N. 

S.  Quentin  rd.  &  S.  S.  Ave- 
P;  E.  S.  of  Bedford  ave. 
&  W.  S.  27th  st.,  Bklyn. 

-  L.  C.  97241. 


737-25-BZ . B.B.M.  ..594-598  8th  ave.,  Man.' 

-  N.  B.  424-1925. 

736-25-A . F.D . Block  bounded  by  N.  S.  138th 

st.,  S.  S.  of  139th  st.,  W.  S. 
Hamilton  pi.,  E.  S.  of  Bway., 

- -  Man.  N.  B.  1575-1921. 

735-25- A . F.D.  ...  N.  W.  C.  84th  st.  &  102nd  ave., 

Woodhaven,  Q. 

-  F-59735-59736. 


734-25-S . F.D . 87-89  Nassau  st.,  Man. 

- -  L.  D.  78526-78527-78528. 

733-25-A . F.D . 319-321  E.  53rd  st.,  Man. 

-  F-79160-79161. 

732-25-A . F.D .  2327  Arthur  ave.,  Bx. 

-  L.  C.  30030. 


731-25-BZ. . 


730-25-S .  .  . 


729-25-SA. . 


728-25-S .  . . 


727-25- A. . . 


....B.B.M.  ..381  Park  ave.,  Man. 

Certificate  of  Occupancy. 

- F.D . 80  Nassau  st.,  Man. 

L.  F.  77313. 

. . .  .F.D . Hauck  V enturi  Low'  Pressure 

Oil  Burner.  Appliance. 

•  •••F.D . 48  W.  22nd  st.,  Man. 

L.  D.  85417. 

•  •••F.D . 28-30  Green  st.,  Man. 


726-25-A . F.D. 


F-80157. 

- 159  Varet  st.,  Bklyn. 

F-54590. 


F.D.  .. 
H.D.  .. 
B.B.B.  . 
B.B.Bx. 
B.B.M. 
B.B.Q. 
B.B.R. 
T.H.D. 


CODE. 

. Fire  Department 

. Health  Department 

. .  .Bureau  of  Buildings,  Brooklyn 

. Bureau  of  Buildings,  Bronx 

.Bureau  of  Buildings,  Manhattan 

. Bureau  of  Buildings,  Queens 

. .  .Bureau  of  Buildings,  Richmond 
.Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  July  21,  1925,  at  2  p.  m. 

Building  Zone  Cases 

87-25-BZ. 

APPLICANT— David  L.  Malbin,  for  Pasquale  Sabbarese, 
owner. 

PREMISES — 617-633  Brooklyn  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

97-25-BZ. 

APPLICANT — Robert  Kaplan,  for  Ros-Sil  Realty  Corpo¬ 
ration,  owner. 

PREMISES — 13  West  36th  street,  Manhattan. 

TO  PERMIT  in  a  business  and  “B”  area  district  the  main¬ 
tenance  of  a  rear  yard  less  in  depth  than  that  re¬ 
quired  by  the  building  zone  resolution. 

241-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Brolux  Corporation, 
owner. 

PREMISES — 1202-1206  Lind  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 


270-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Schinasi  Commer¬ 
cial  Corporation,  owner. 

PREMISES — 32-36  West  100th  street,  Manhattan. 

TO  PERMIT  in  a  business  district  and  within  200  ft.  of 
a  hospital  the  use  and  occupancy  of  an  existing 
building  as  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

306-25-BZ. 

APPLICANT — William  Farrell,  for  Emil  E.  Gabler, 
owner. 

PREMISES — 700  Southern  boulevard,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  use  and  occupancy 
of  a  new  building  as  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

389-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Patrick  Tague, 
owner. 

PREMISES — 136-140  Hall  street,  Brooklyn. 

TO  PERMIT  partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

429-25-BZ. 

APPLICANT — Samuel  Gardstein,  for  Isabelle  Weber, 
owner. 

PREMISES — 2374-2376  60th  street,  Brooklyn. 

10  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  street  the  erection  and  maintenance  of  a  resi¬ 
dence  building  to  be  used  for  store  purposes  on 
the  1st  story. 

455-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Gould  Mersereau 
Company,  owner. 

PREMISES — North  side  of  Nott  avenue,  90  ft.  east  of  [ 
Van  Alst  avenue,  Long  Island  City,  Queens. 

TO  PERMIT  in  a  business  district  the  erection  of  a  build- j 
ing  and  the  use  of  more  than  25  per  cent  of  its 
total  floor  space  for  factory  purposes. 


470-25-BZ. 

APPLICANT — Walter  B.  Wills,  for  Frank  Hartman, 
owner. 
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EMISES — 1219-1223  Putnam  avenue,  Brooklyn. 
PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

-25-BZ. 

PLICANT — New  York  Telephone  Company,  owner. 

EMISES — 1421-1437  Ocean  avenue  and  1060-1068  Ken- 
more  place,  Brooklyn. 

i  PERMIT  in  a  residence  use,  C  and  E  area  district 
the  extension  in  height  and  area  of  an  existing 
central  telephone  exchange  building. 

-25-BZ. 

'PLICANT — R.  Thomas  Short,  for  Michael  Noonan, 

owner. 

EMISES — 187A-201  Garfield  place,  Brooklyn. 

)  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  alteration  and  extension  of 
an  existing  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

4- 24-BZ. 

'PLICANT — William  J.  Conway,  for  John  Muldoon, 
owner. 

EMISES — 64-68  West  9th  street,  Brooklyn. 

)  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

(-25-BZ. 

’PLICANT — Benjamin  Bag,  for  Bay  Ridge  Building 
Materials  Corporation,  owner. 

{EMISES — 244  69th  street,  Brooklyn. 

)  PERMIT  in  a  residence  district  the  maintenance  of 
a  building  material  storage  yard. 

1-25-BZ. 

’PLICANT — William  H.  Kehoe,  for  Horlick  Realty 
Corp.,  owner. 

DEMISES — 1026-1042  Liberty  avenue,  Brooklyn. 

)  PERMIT  in  a  business  district  the  erection  of  a  ga¬ 
rage  for  the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles. 

15-24-BZ. 

’PLICANT — Samuel  Rosenblum,  for  A.  Troskowsky, 
sub-lessee. 

{EMISES — 34  Tieman  place,  Manhattan. 

I  PERMIT  in  a  business  district  the  maintenance  of  a 
motor  vehicle  repair  shop. 

I  i-25-BZ. 

’PLICANT — Magnuson  &  Kleincrt,  for  the  15th  Street 
Amusement  Co.,  lessee. 

1EMISES — 187-8-9  Prospect  Park  West,  Brooklyn. 

)  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  theatre  and 
store  purposes. 

5- 25-BZ. 

’PLICANT — Samuel  Schlau,  for  Isabel  Burger,  owner. 

{EMISES— 123-02  and  123-08  Rockaway  Beach  blvd., 
Rockaway  Park,  Borough  of  Queens. 

)  PERMIT  in  an  “F”  area  district  the  erection  of  a 
building,  the  area  of  which  is  in  excess  of  that 
permitted  in  such  district. 

1-25-BZ. 

PPLICANT— John  De  Hart,  for  Mary  A.  Dalton,  owner. 

{EMISES — 1145-1149  Ogden  avenue,  The  Bronx. 

1  PERMIT  partly  m  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 


610-25-BZ. 

APPLICANT — John  E.  Joyce,  owner. 

PREMISES — 201  East  198th  street,  The  Bronx. 

TO  PERMIT  the  conversion  from  a  residence  to  a  busi¬ 
ness  use  (stores)  of  the  1st  story  of  a  building 
located  partly  in  a  residence  and  partly  in  a  busi¬ 
ness  use  district. 

262-25-BZ. 

APPLICANT — Max  N.  Newman,  for  Irene  Thatcher, 
owner. 

PREMISES — 1406-1414  Elm  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  build¬ 
ing  to  be  used  for  store  purposes. 

551-25-BZ. 

APPLICANT — Alfred  H.  Eccles,  for  Henry  Hellenek, 
owner. 

PREMISES — South  side  of  Patterson  avenue,  50  ft.  west 
of  Ely  avenue,  Astoria,  Queens. 

TO  PERMIT  in  a  business  district,  and  also  within  200 
ft.  of  a  school,  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

363-25-BZ. 

APPLICANT — Alfred  J.  Boulton,  for  Rosa  Morfzio, 
owner. 

PREMISES — East  side  of  Private  Right  of  Way,  226  ft. 
north  of  84th  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  a  poultry  slaugh¬ 
ter  house. 


BOARD  OF  APPEALS. 

Tuesday,  July  21,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning.  July  21,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 

cal.  no.  1449-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Benja¬ 
min  Ascher,  applicant,  on  behalf  of 
Johanna  Gunther,  owner,  to  permit  in  a 
residence  district  the  maintenance  of  a 
garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  three  (3) 
spaces  rented  to  persons  not  residing 
on  the  premises ;  premises  1962  Anthony 
avenue,  The  Bronx. 

cal.  no.  266-25-BZ — Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Corner, 
Bell,  Russell  &  McNulty,  applicants,  on 
behalf  of  Mid  wood  Trust  Company, 
owners,  to  permit  in  a  residence  district 
extending  from  a  business  district  the 
erection  and  maintenance  of  an  exten¬ 
sion  to  a  bank  building;  premises  1144 
Flatbush  avenue,  northwest  corner  of 
Dorchester  road,  Brooklyn. 

CAL.  NO.  732-24-BZ — Application,  May  27,  1924,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Abgo 
Construction  Corp.,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
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more  than  five  (5)  motor  vehicles; 
premises  162-172  McDougall  street, 
southwest  corner  of  Hopkinson  avenue, 
Brooklyn. 

cal.  no.  298-25-BZ — Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

cal.  no.  399-25-BZ — Application,  April  13,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Jonas 
A.  Hagermeyer,  owner,  to  permit  in  a 
residence  and  “B”  area  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles,  also  the  omission  of  a 
rear  yard  at  the  first  and  second  stories, 
contrary  to  the  requirements  of  the 
building  zone  resolution;  premises  560- 
564  West  174th  street,  Manhattan. 

cal.  no.  480-25-BZ — Application,  May  6,  1925,  under  the 
building  zone  resolution,  of  George  V. 
Martin,  applicant,  on  behalf  of  M.  J. 
Martin  &  Son,  Inc.,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  south  side  of  West  230th 
street,  110.62  feet  east  of  Exterior 
street,  The  Bronx. 

cal.  no.  1437-24-BZ — Application,  December  5,  1924,  under 
the  building  zone  resolution,  of  Charles 
Moscarelli,  owner,  to  permit,  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1265-1271  60th  street,  Brook¬ 
lyn. 

cal.  no.  327-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  Richard 
Shutkind,  architect,  on  behalf  of  Rich¬ 
ard  Schmidt,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  an  extension  to  a  dry  clean¬ 
ing  establishment;  premises  162-166 
Prospect  street,  Long  Island  City, 
Queens. 

cal.  no.  354-25-BZ — Application,  April  1,  1925,  under  the 
building  zone  resolution,  of  A.  M. 
Davis,  applicant  and  attorney  for  Her¬ 
bert  M.  Metzger  and  Amy  M.  Lindau, 
owners,  to  permit  in  a  residence  district 
the  alteration  and  extension  of  an  exist¬ 
ing  dwelling  to  be  used  for  business 
purposes ;  premises  55  East  60th  street, 
Manhattan. 

cal.  no.  376-25-BZ — Application,  April  8,  1925,  under  the 
building  zone  resolution,  of  Charles  H. 
Richter,  architect,  Jane  A.  Moorehead 
and  Helen  G.  Moorehead,  owners,  Elias 
Tanell,  lessee,  to  permit  in  a  residence 
district,  the  erection  and  maintenance 
of  an  extension  to  an  existing  building, 
to  be  used  for  store  purposes ;  premises 
310  Second  avenue,  northeast  corner  of 
East  18th  street,  Manhattan. 

cal.  no.  398-25-BZ — Application,  April  13,  1925,  under  the 
building  zone  resolution,  of  Louis  Allen 
Abramson,  applicant,  on  behalf  of  De 


Kalb  Realty  Corporation,  owner,  to  per¬ 
mit  in  an  unrestricted  district  and  or 
a  portion  of  a  street  between  two  in 
tersecting  streets,  in  which  portior 
there  exists  an  exit  from  or  an  entrance 
to  a  public  school,  the  erection  anc 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles  j 
premises  3655-3663  Third  avenue,  The 
Bronx. 

cal.  no.  1 191-23-BZ — Application,  May  26,  1925,  under  the 
building  zone  resolution,  of  Nathan 
Langer,  architect,  on  behalf  of  Com 
monwealth  Savings  Bank,  owner,  9 
permit  in  a  residence  district  the  omis 
sion  of  a  rear  yard  required  under  tht 
zoning  resolution  (previously  grantee 
by  the  board  as  to  use  district  variaj 
tion — erection  of  a  garage.)  ;  premise  ! 
425-431  West  209th  street,  Manhattan. 

William  E.  Walsh.  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  July  21,  1925,  at  2  p.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeal 
of  a  public  hearing  under  the  provisions  of  the  building  zon 
resolution,  Tuesday  afternoon,  July  21,  1925,  at  2  o’clock 
in  Room  1013,  Municipal  Building,  on  the  following  mat 
ter : 

cal.  no.  379-25-BZ — Application,  April  27,  1925,  under  th 
building  zone  resolution,  of  Waite 
Scheminger,  applicant  and  owner,  t 
permit  in  a  business  district  the  erec 
tion  and  maintenance  of  a  garage  fo 
the  storage  of  more  than  five  (5)  mo 
tor  vehicles  and  also  a  motor  vehicl 
repair  shop ; 'premises  350-354  Broad 
way,  southwest  corner  of  Cary  avenue 
West  New  Brighton,  Staten  Islanc 
Richmond. 

cal.  nc.  335-25-BZ— Application,  March  27,  1925,  under  th 
building  zone  resolution,  of  Alfred  J 
Boulton,  applicant,  on  behalf  of  Th 
Stuyvesant  Real  Estate  Co.,  Inc.,  owner 
to  permit  in  a  business  district  extend' 
ing  from  an  unrestricted  district  th 
erection  and  maintenance  of  a  garag 
for  the  storage  of  more  than  five  (5 
motor  vehicles;  premises  89-99  Granit; 
street,  Brooklyn. 

cal.  no.  338-25-BZ — Application,  March  28,  1925,  under  th 
building  zone  resolution,  of  Euell  l 
Euell,  architects,  on  behalf  of  Bernard 
Affinito,  owner,  to  permit  in  a  busines 
district  the  erection  and  maintenanc 
of  a  garage  for  the  storage  of  mor| 
than  five  (5)  motor  vehicles;  premise! 
1295  Cromwell  avenue,  northwest  cot 
ner  of  West  169th  street,  The  Bronx. 
cal.  no.  1057-24-BZ— Application,  August  20.  1924.  unde 
the  building  zone  resolution,  of  Jame 
J.  Walker,  applicant,  on  behalf  o 
William  A.  Cameron,  owner,  to  perm 
partly  in  a  residence  district  and  parti 
in  a  business  district  the  erection  of 
garage  for  the  storage  of  more  than  fiv 
(5)  motor  vehicles,  and  also  within 
“B”  area  district,  the  omission  of  th 
rear  yard  required  by  the  zone  resc 
lution ;  premises  northwest  corner  182n 
"  street  and  Folin  street,  The  Bronx. 
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L.  no.  458-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Kolle,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  198- 
210  16th  street,  Brooklyn. 

iL.  no.  545-24-BZ — Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  Henry  I. 
Perlin,  applicant,  on  behalf  of  Bertha 
Freitag,  owner,  previously  dismissed  for 
lack  of  prosecution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  ga¬ 
rage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the 
premises ;  premises  380  Etna  street, 
Brooklyn. 

no.  1425-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  for  Mrs.  Theresa 
Browning,  owner,  Charles  Milgrim,  les¬ 
see,  to  permit  in  a  residence  district  the 
maintenance  of  a  factory  use  of  an  ex¬ 
isting  building;  premises  231  West  74th 
street,  Manhattan. 

vl.  no.  289-25-BZ — Application,  March  13,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Max 
Zaubler,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  an  existing 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  553-559 
11th  street,  Brooklyn. 

iL.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valbalia  Corporation,  owner,  ta  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

\l.  no.  291-25-BZ — Application,  March  16,  1925,  under  the 
building  zone  resolution,  of  Hollywood 
Garage  Corp.,  applicant  and  owner,  to 
permit  in  a  business  district  the  altera¬ 
tion  and  enlargement  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  238-244  East  64th 
street  and  1207-1209  Second  avenue, 
Manhattan. 

al.  no.  400-25-BZ — Application,  April  13,  1925,  under  the 
building  zone  resolution,  of  James 
Kearney,  applicant,  on  behalf  of  Barnet 
Simowitch  and  Abe  Frank,  owners,  to 
permit  the  alteration  and  also  the  con¬ 
version  of  occupancy  of  a  building  used 
as  a  storage  warehouse  to  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  247-249  West 
69th  street,  Manhattan. 

al.  no.  1429-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  architect,  on  behalf  of  John 
J.  Daly  and  Max  L.  Fried,  owners,  to 
permit  in  a  business  district  the  main¬ 
tenance  of  a  motor  vehicle  repair  shop ; 
premises  1012-1018  Avenue  St.  John, 
The  Bronx. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  July  28,  1925,  at  2  />.  m. 

Building  Zone  Cases. 

1003-24-BZ. 

APPLICANT — David  Falconer,  owner. 

PREMISES — 185  Jamaica  avenue,  Long  Island  City, 
Queens. 

TO  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

225-25-BZ. 

APPLICANT — Thomas  O’Rourke  Gallagher,  for  Mymaud 
Construction  Co.,  owner. 

PREMISES — Southwest  corner  of  Metropolitan  avenue  and 
125th  street,  Richmond  Hill,  Queens. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

447-25-BZ. 

APPLICANT — Benjamin  Dressier,  Jr.,  for  Incorporated 
Parkway  Builders,  Inc.,  owner. 

PREMISES — 71-85  Caton  place,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  extending  from  an  unrestricted 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles. 

484-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Helen  Pclcyger, 
owner. 

PREMISES— 836-846  Crown  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

\ 

486-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Estate  of  George 
Friedland,  owner. 

PREMISES — 113-117  Chrystie  street,  Manhattan. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 

five  (5)  motor  vehicles. 

• 

577-25-BZ. 

APPLICANT — Bandler,  Haas  &  Collins,  for  212  West 
72nd  St.  Corp.,  owner. 

PREMISES — 212  West  72nd  street,  Manhattan. 

TO  PERMIT  in  a  residence  and  “B”  area  district  extend¬ 
ing  from  a  business  district,  the  alteration  and  ex¬ 
tension  of  a  building'  to  be  used  in  part  for  busi¬ 
ness  purposes,  also  the  omission  of  a  rear  yard  as 
required  by  the  building  zone  resolution. 

737-25-BZ. 

APPLICANT — Frank  S.  Parker,  for  598  Eighth  Avenue 
Corporation,  lessee. 

PREMISES — 594-598  Eighth  avenue  and  270-274  West  39th 
street,  Manhattan. 

TO  PERMIT  in  a  V/i  times  district,  the  erection  and  main¬ 
tenance  of  the  street  walls  to  a  height  exceeding 
the  limit  required  by  the  building  zone  resolution. 

1250-24-BZ. 

APPLICANT — Croker  National  Fire  Prevention  Engineer¬ 
ing  Co.,  for  Anna  M.  Fischetti,  owner. 

PREMISES — 87  Clermont  avenue,  rear,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
garage  for  the  storage  of  five  (5)  pleasure  motor 
vehicles,  four  (4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises. 
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1453-24-BZ. 

APPLICANT— John  J.  Dunnigan,  for  James  Murphy, 
owner. 

PREMISES — 24  Evelyn  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

269-25-BZ. 

APPLICANT — William  A.  Giesen,  for  Agnes  Connolly, 
owner. 

PREMISES— 2805  Pond  place,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  four  (4)  spaces  rented  to 
persons  not  residing  on  the  premises. 

142-25-BZ. 

APPLICANT — Irene  Thatcher,  owner. 

PREMISES— 1720-30  Coney  Island  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 


Tuesday,  July  28,  1925,  at  10  a.  m. 


Appeals  from  Administrative  Orders. 
904-24- A— 235-239  West  23rd  street,  Manhattan. 
578-25-A— 119-125  Seventh  avenue,  Manhattan. 
302-25-A — 207-209  East  49th  street,  Manhattan. 
336-25-A — 46  Old  Broadway,  Manhattan. 


349-25-A— 210  East  63rd  street,  Manhattan. 

213-21-A — 125-137  Navy  street,  236-242  Johnson  street  and 
64-66  Raymond  street,  Brooklyn. 


1177-24- A — 79-89  Seventh  avenue,  Manhattan. 


356-25- A — 628  Lexington  avenue,  Manhattan. 
360-25-A — 695  Atlantic  avenue,  Brooklyn. 
390-25-A— 3064-3088  Atlantic  avenue,  Brooklyn. 
186-25-A — 4409  New  Utrecht  avenue,  Brooklyn. 
372-25-A — 2343  Hughes  avenue,  The  Bronx. 


439-25-A— 552  4th  street,  Brooklyn. 
656-25-A— 1109  45th  street,  Brooklyn. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  budding  zone 
resolution,  Tuesday  morning,  July  28,  1925,  at  10  o  clock, 
in  Room  1013,  Municipal  Building,  on  the  following  maU 


ters : 

CAL. 


CAL. 


CAL. 


NO.  681-25-BZ — Application,  July  1,  1925,  under  the 
building  zone  resolution,  of  James  J. 
Walker,  applicant,  on  behalf  of  Packard 
Motor  Car  Co.  of  New  York,  under 
contract,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  automobile  show,  sales, 
distributing  and  service  station;  prem¬ 
ises  4650-4664  Broadway  and  2-16  Sher¬ 
man  avenue,  Manhattan. 

no.  371-25-BZ — Application,  April  6,  1925,  under  the 
building  zone  resolution,  of  William 
Weintraub,  applicant,  on  behalf  of  R. 
A.  R.  Realty  Corp.,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  building  to  be  used  for 
dry  cleaning ;  premises  428-432  Cherry 
street,  Manhattan. 

NO.  384-25-BZ — Application,  April  8,  1925,  under  the 
building  zone  resolution,  of  Richard  J. 
Cullinan,  applicant,  on  behalf  of  John 
H.  Hayes,  owner,  to  permit  in  a  busi¬ 


ness  district  the  erection  and  mainte 
nance  of  a  garage  for  the  storage  o, 
more  than  five  (5)  motor  vehicles! 
premises  547-551  West  133rd  stree 
Manhattan. 

cal.  no.  1421-24-BZ — Application,  June  9,  1925,  under  th 
building  zone  resolution,  of  John  j 
Dunnigan,  applicant,  on  behalf  of  Elli. 
Place  Holding  Co.,  owner,  to  permit  i 
a  residence  district  extending  from 
business  district  the  erection  and  main 
tenance  of  a  business  building  (previ 
ously  denied  by  the  board)  ;  premise: 
southeast  corner  of  Jerome  avenue  an 
Elliott  place,  The  Bronx. 

cal.  no.  412-25-BZ — Application,  April  16,  1925,  under  th 
building  zone  resolution,  of  William  I 
Doyle,  applicant,  on  behalf  of  Rosi 
Kellner,  owner,  to  permit  in  a  residenc 
district  the  erection  and  maintenance  o 
an  apartment  house,  the  first  story  to  b 
used  for  store  purposes ;  premises  84 
Washington  avenue,  northwest  corne 
of  Lincoln  place,  Brooklyn. 

cal.  no.  419-25-BZ — Application,  April  18,  1925,  under  th 
building  zone  resolution,  of  Williai 
Bone,  applicant,  on  behalf  of  Hyma 
Wynehouse,  owner,  to  permit  in  a  res 
dence  district  the  erection  and  mainte 
nance  of  five  (5)  detached  residenc 
buildings  to  be  used  for  store  purpose 
on  the  first  story;  premises  4110-411 
Ninth  avenue,  Brooklyn. 

cal.  no.  428-25-BZ — Application,  April  21,  1925,  under  th 
building  zone  resolution,  of  Louis  P 
Sheinart,  architect,  on  behalf  of  Jerorr 
Hatch  Realty  Corp.,  owner,  to  perm 
partly  in  a  residence  district  and  par 
ly  in  a  business  district  the  erectiol 
and  maintenance  of  a  garage  for  tl 
storage  of  more  than  five  (5)  motor  v< 
hides;  premises  101-111  Linden  stree 
Brooklyn. 

cal.  no.  482-25-BZ — Application,  May  7,  1925,  under  th 
building  zone  resolution,  of  Merkle 
Elberth,  applicants,  on  behalf  of  Irvin 
Savings  Bank,  owner,  to  permit  in 
“B”  area  district  the  omission  of  a  rec 
yard  required  to  start  at  an  elevatic 
23  ft.  above  curb  level  by  the  buildin 
zone  resolution ;  premises  115  -  11 
Chambers  street,  Manhattan. 

cal.  no.  571-25-BZ — Application,  June  3,  1925,  under  th 
building  zone  resolution,  of  Amin  Met. 
hige,  applicant  and  owner,  to  permit 
a  1)4  times  height  district  the  erectic! 
of  the  street  wall  to  a  height  exceedin 
the  limit  required  by  the  building  zoi 
resolution;  premises  345-351  39th  stree  j 
Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  July  28,  1925,  at  2  p.  in. 

Petition  for  Variation. 

579-25-S — 119-25  Seventh  avenue,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  stree 
Manhattan. 

18-24-S— 14-16  East  38th  street,  Manhattan. 

198-25-S— 566-568  Seventh  avenue,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Mai 
hattan. 
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,25-24-S— 107  East  31st  street,  Manhattan. 
18-18-S — 17-23  East  Broadway,  Manhattan. 
J58-25-S — 138-140  East  25th  street,  Manhattan. 
U8-24-S— 20  East  31st  street,  Manhattan. 
,21-25-S— 232-234  West  37th  street,  Manhattan. 
553-25-S— 208-210  West  27th  street,  Manhattan. 


cat.,  no.  411-25-BZ — Application,  April  10,  1025,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  B.  Mar¬ 
tin,  owner,  to  permit  in  a  residence  dis¬ 
trict  the  maintenance  of  a  dancing  and 
banquet  hall;  premises  1134  Pacific 
street,  Brooklyn. 


BOARD  OF  APPEALS. 

Tuesday,  September  8,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

316-25-A — 106-116  John  street  and  227-237  Plymouth  street, 
Brooklyn. 

446-25-A— 22-34  Bergen  avenue,  Jamaica,  Queens. 

450-25-A — 373  Vernon  avenue,  Long  Island  City,  Queens. 

459-25- A — 646-654  Vernon  avenue,  Long  Island  City, 
Queens. 

463-25-A — 45-47  Crosby  street,  Manhattan. 

‘150-25-A — 15-19  Amsterdam  avenue,  Manhattan. 

303-25-A _ 120-124  West  57th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 

>f  a  public  hearing  under  the  provisions  of  the  budding  zone 

csolution,  Tuesday  morning ,  September  8,  1925,  at  10 

('clock,  in  Room  1013,  Municipal  Budding,  on  the  follow- 

ng  matters : 

\\L.  no.  1502-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  \\  illiam 
F.  Doyle,  applicant,  on  behalf  of  Morris 
Pomerantz,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  New  \ork  avenue, 
185.92  ft.  north  of  South  street,  Jamaica, 
Borough  of  Queens. 

cal.  no.  286-25-BZ— Application,  March  12,  1925,  under  the 
building  zone  resolution,  of  William  b. 
Seaver,  applicant,  on  behalf  of  Ihird 
Avenue  Railway  Company,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  2526-30  Amster¬ 
dam  avenue,  southwest  corner  of  West 
186th  street,  Manhattan. 

cal.  no.  304-25-BZ— Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica  Wa¬ 
ter  Supply  Co.,  applicant  and  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station ;  premises  west  side  of  143rd 
street,  100  ft.  south  of  111th  avenue, 
Jamaica,  Borough  of  Queens. 

cal.  no.  305-25-BZ— Application.  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica 
Water  Supply  Co.,  applicant  and  owner, 
to  permit  in  a  residence  district,  the 
erection  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station;  premises  west  side  of  224th 
street,  250  ft.  north  of  Foch  boulevard 
(Central  avenue),  Jamaica,  Borough  of 
Queens. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Appeal  from  Administrative  Order. 

785-24-A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  7  uesday  afternoon,  September  8,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matter: 

cal.  no.  240-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Harry 
J.  Lippe,  Jr.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  mootr  vehicles; 
premises  1214-1216  Lind  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

Tuesday,  September  15,  1925,  at  10  a.  tn. 

Appeals  from  Administrative  Orders. 

432-25-A — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

452- 25-A — 4009-15  First  avenue,  Brooklyn. 

453- 25-A — 4017-21  First  avenue,  Brooklyn. 

472- 25-A — 1008  Whitlock  avenue,  The  Bronx. 

473- 25- A — 1161  First  avenue,  Manhattan. 

628-25-A — 168-208  Marshall'  street,  Brooklyn. 

417- 25-A — 1188-90  Fulton  street  and  1247-1253  Bedford 

avenue,  Brooklyn. 

501-25-A — 105  Bleecker  street  and  186-188  Greene  street, 
Manhattan. 

331-24-A — 508-534  West  212th  street,  Manhattan. 

69-25-A — 2  West  106th  street  and  451  Central  Park,  West, 
Manhattan. 

190-25-A — 526  Fulton  street,  Brooklyn. 

236-25-A — 1380  Metropolitan  avenue,  East  Williamsburgh, 
Queens. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A — 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

235-25-A — 217-219  West  126th  street,  Manhattan. 
278-25-A — 280  Broadway,  Manhattan. 

381-25-A — 1229-1231  Gerard  avenue,  The  Bronx. 
1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 

294-25-A — 62  Stanhope  street,  Brooklyn. 

369-25-A — 284  Chauncey  street,  Astoria,  Queens. 
404-25-A— 135-147  East  8th  street,  Manhattan. 

418- 25-A — 1681-1685  Broadway,  Manhattan. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  15,  1925,  at  2  p.  in. 

Petitions  for  Variations. 

301-25-S— 207-209  East  49th  street,  Manhattan. 

434-25-S — 186  Grand  street  and  157-161  Mulberry  street, 
Manhattan. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464- 25-S — 45-47  Crosby  street,  Manhattan. 

468- 25-S — 40-42  West  37th  street,  Manhattan. 

355-25-S — 514-516  West  57th  street,  Manhattan. 

374-25-S — 963-965  Kent  avenue,  Brooklyn. 

461-25-S — 251-255  West  39th  street,  Manhattan. 

465- 25-S — 26-34  Sullivan  street  and  47-49  Watts  street, 

Manhattan. 

440-25-S — 352  East  76th  street,  Manhattan. 

444-25-S — 27-35  West  24th  street,  Manhattan. 

448-25-S— 26  West  20th  street,  Manhattan. 

469- 25-S — 692-694  Broadway  and  388  Lafayette  street, 

Manhattan. 

481-25-S — 237-239  Lafayette  street,  Manhattan. 

500-25-S — 873  Sixth  avenue,  Manhattan. 

415-25-S — 338-340  Flushing  avenue,  Brooklyn. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

430-25-S— 365-367  Canal  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

588-25-SA — Ray  Rotary  Fuel  Oil  Pump  Set,  approval  of 


BOARD  OF  APPEALS. 

Tuesday,  September  22,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1485-24-A — Southwest  corner  of  Cypress  avenue  and  Center 
street,  East  Williamsburgh,  Queens. 

159-25-A — East  side  of  Broadway,  from  116th  street  and 
120th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  22,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The  Bronx. 

cal.  no.  314-25-BZ — Application,  March  23,  1925,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  the  Estate 
of  Fredk.  Fischer,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1160-1162  Intervale  avenue, 
The  Bronx. 

CAL.  no.  490-25-BZ — Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Philip  J. 


fiendish,  applicant  and  owner,  to  permit 
in  a  residence  district  the  alteration  of 
an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  342  West  70th  street,  Manhat¬ 
tan. 

cal.  no.  497-25-BZ— Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  John  W. 
Clancy,  applicant,  on  behalf  of  Sally  C. 
Crane,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2180- 
2182  Folin  street.  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  September  25,  1925,  at  2  p.  m. 

Rule. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BOARD  OF  APPEALS. 

Tuesday,  September  29,  1925,  at  10  a.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREB\  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  29,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters: 

CAL.  NO.  85-25-BZ — Application,  January  21,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Mi¬ 
chael  T.  Watts,  lessee,  to  permit  part¬ 
ly  in  a  business  district  and  partly  in 
a  residence  district  the  maintenance  of 
an  open  garage  parking  space  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  332  West  57th  street, 
Manhattan. 

CAL.  NO.  402-25-BZ — .Application,  April  14,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Emma  A. 
Justice,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises 
southeast  corner  of  East  182nd  street 
and  Folin  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  29,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-^25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 740-744  Broadway,  Manhattan. 
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MINUTES 

BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  JULY  14,  1925. 

Present :  Chairman  Walsh,  Messrs.  Kennedy,  Dowd,  Gun- 
iison,  Holland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of  ap- 
>eals,  held  on  Tuesday  morning,  June  16,  1925,  were  ap- 
iroved  as  printed  in  the  Bulletin,  No.  25,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

131-24-A. 

APPELLANT — Board  of  Education,  City  of  New  York, 
owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

’REMISES  AFFECTED— 508-534  West  212th  street,  Man¬ 
hattan. 

APPEARANCES — None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 

at  10  a.  m. 


•)9-25-A. 

tPPELLANT — Croker  National  Fire  Prevention  Engineer¬ 
ing  Co.,  for  Memorial  Hospital,  owner. 
sUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 2  West  106th  street  and  451 
Central  Park  West,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 

at  10  a.  m. 

— 

90-25-A. 

APPELLANT— S.  S.  Kresge  Co.,  lessee. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 526  Fulton  street,  Brooklyn. 
APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 

at  10  a.  m. 


536-25-A 

APPELLANT — Petroleum  Heat  &  Power  Co.,  for  Jacob 
Rubin  &  Sons,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PRE3MISES  AFFECTED — 1380  Metropolitan  avenue,  Bor¬ 
ough  of  Queens. 

!  APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 

at  10  a.  m. 


175-24-A. 

APPELLANT — Wm.  R.  Heins,  for  Republic  Storage  Co., 
Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
'’REMISES  AFFECTED — 628-642  West  45th  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 

at  10  a.  m. 

f  _ 

'69-24-A. 

APPELLANT — Crinnell  Co.,  Inc.,  for  Walter  Shuttleworth, 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
’REMISES  AFFECTED — 126  Franklin  street  and  200-224 
West  Broadwav,  Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 

at  10  a.  m. 


J35-25-A. 

APPELLANT — Driscoll  &  Jean  Roy,  owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
’REMISES  AFFECTED— 217-219  West  126th  street,  Man¬ 
hattan. 


APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 
at  10  a.  m. 


278-25-A. 

APPELLANT — The  Frank  A.  Munsey,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 280  Broadway,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 
at  10  a.  m. 


381-25- A. 

APPELLANT — I.  Margon  &  C.  Glaser,  for  Gerard  Avenue 
Construction  Co.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFE'CTED — 1229-1231  Gerard  avenue,  The 
Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 
at  10  a.  m. 


294-25- A. 

APPELLANT — Dingwell  Bros.,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 62  Stanhope  street,  Brooklyn. 
APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 
at  10  a.  m. 


369-25- A. 

APPELLANT — A.  Ramona  Dean  and  Louise  F.  Dean, 
owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 284  Chauncev  street,  Brooklyn. 
APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 
at  10  a.  m. 


372-25-A. 

APPELLANT — John  De  Hart,  for  Ellanbee  Enterprises, 
Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFI'ECTED — 2343  Hughes  avenue,  The 
Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  July  28,  1925, 
at  10  a.  m. 


404-25-A. 

APPELLANT — J.  W.  Ziegler,  for  A.  T.  Stewart  Realty 
Company, .owner. 

SUBJECT— Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 135-147  East  8th  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 
at  10  a.  m. 


4 18-25- A. 

APPELLANT — Eugene  DeRosa,  for  B.  S.  Moss  Premier 
Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFI'ECTED — 1681-1685  Broadway,  Manhat-' 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 
at  10  a.  m. 


785-24-A. 

APPELLANT — Philip  J.  Sinnott,  for  Harry  Schneider, 
owner. 
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SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 6118  Rockaway  Beach  boule¬ 
vard,  Arverne,  Queens. 

For  Appellant:  Philip  J.  Sinnott. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  September  8,  1925,  at 
2  p.  m.,  on  request  of  appellant. 


213-21-A. 

APPELLANT — Frederick  Loeser  &  Co.,  Inc.,  lessee,  for 
B.  O.  S.  Realty  Co.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 125-137  Navy  street,  236-242 
Johnson  street  and  64-66  Raymond  street,  Brooklyn. 
APPEARANCES— 

For  Appellant :  Edward  P.  Doyle. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  July  28,  1925,  at  10 
a.  m.,  for  further  investigation. 


1177-24- A. 

APPELLANT — Street  &  Smith  Corporation,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 79-89  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Joseph  A.  McNamara. 

ACTION  OF  BOARD — Laid  over  to  July  28,  192.5,  at  10 
a.  m.,  on  request  of  appellant’s  representative. 


1447-24- A. 

APPELLANT— Keiner  Williams  Stamping  Co.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 8746  123rd  street,  Richmond 
Hill,  Queens. 

APPEARANCES— 

For  Appellant:  Frederick  W.  Fullhardt. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 
at  10  a.  m.,  pending  action  of  fire  department. 


1247-24- A. 

APPELLANT — Abel  I.  Smith,  for  George  J.  McFadden, 
Inc.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 202  Flatbush  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Joseph  A.  McNamara. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  withdrawn  on  report  of 
inspector  of  fire  department  that  order  has  been 
rescinded  of  record. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 


Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  o 


373-25-A. 

APPELLANT — James  W.  Byrnes,  for  Wm.  Henne  Co., 
Inc.,  owner. 

SUBJECT — Appeal  from  orders  of  fire  commissioner. 
PREMISES  AFFECTED — 957-971  Kent  avenue,  rear, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  James  W.  Byrnes. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 


ACTION  OF  BOARD — Appeal  granted  in  part  and  in  pat 
denied. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent  . 

THE  RESOLUTION: 

(373-25-A) 

Whereas,  James  W.  Byrnes,  for  William  Henne  Co.,  Im 
owner,  filed,  April  6,  1925,  an  apepal,  with  the  board  c 
appeals,  from  orders  of  the  fire  commissioner,  affectin 
premises  957-971  Kent  avenue  (rear),  Brooklyn;  and 

Whereas,  the  orders  of  the  fire  commissioner,  date 
February  13,  1925,  read : 

"No.  71340-F : 

“1.  Provide  iron  shutters  at  all  openings  in  the  e> 
terior  wall  above  1st  story  which  are  distant  in 
direct  line  less  than  30  ft.  from  any  opening  in  an 
other  building  and  not  in  the  same  plane  with  sai 
openings  and  which  are  not  more  than  50  ft.  above 
neighboring  roof  at  north  side  of  building  No.  1,  an 
the  north  east  and  south  sides  of  building  No.  2  c 
other  approved  protection,  as  per  Sec.  375,  Article  1; 
Chapter  5  of  the  Code  of  Ordinances.” 

“No.  71341-F : 

1.  Provide  an  approved  gas  shut-off  valve,  installer 
arranged  and  equipped  as  provided  for  in  the  Rule 
of  the  Board  of  Standards  and  Appeals,  adopted  Jant 
ary  11th,  1924.  Said  valve  to  be  attached  to  the  ga 
supply  pipes  on  the  inside  of  the  building  at  a  poir 
where  said  pipes  enter  the  building  and  before  the 
reach  the  gas  meters,  which  valve  shall  shut  off  th 
gas  automatically  when  subjected  to  direct  contact  wit 
fire  and  shall  also  be  connected  with  a  conspicuou 
and  conveniently  accessible  control  box  at  a  plac 
on  the  exterior  of  the  building  so  arranged  as  to  allo> 
the  gas  supply  to  be  shut  off  by  the  officers  of  the  Fir 
Department  immediately,  whenever  the  necessity  arise: 
Section  20a,  Chapter  12,  Code  of  Ordinances.”; 

and 

Whereas,  the  premises  consists  of  a  plot  of  ground  upo 
which  are  located  two  non-fireproof  four-story  buildings- f 
No.  1  and  No.  2 — which  constitutes  part  of  the  plant  o 
the  Wm.  Henne  &  Co.  shoe  factory;  building  No.  1  bein 
132  ft.  by  50  ft.  in  area  and  building  No.  2  being  61  f 
by  69  ft.  in  area;  there  being  125  persons  above  the  1: 
story  in  building  No.  1  and  145  persons  above  the  1st  stor 
in  building  No.  2;  and 

Whereas,  there  are  six  openings  on  each  story  abo\ 
the  1st  story  in  the  northerly  wall  of  building  No.  1  an 
also  six  openings  on  each  story  above  the  1st  story  i 
the  northerly  wall  of  buliding  No.  2  within  50  ft.  of  tb 
roof  of  a  one-story  garage  to  the  north;  13  openings  i 
the  easterly  wall  of  building  No.  2,  on  each  story  abo\ 
the  1st  story  within  30  ft.  of  or  within  50  ft.  of  the  roc 
of  a  one-story  building  to  the  east  and  six  openings  i 
the  southerly  wall  of  building  No.  2,  on  each  story  abo\ 
the  1st  story  within  30  ft.  of  or  within  50  ft.  of  the  roc 
of  a  work  shed  to  the  south;  and 

Whereas,  appellant  proposes  to  install  fireproof  wir 
dows  at.  all  openings  in  the  northerly  wall,  second  stor; 
of  buildings*  No.  1  and  No.  2,  and  contends  that  the  r< 
sponsibility  for  installing  the  gas  shut-off  lies  with  tb 
gas  company. 

Resolved,  that  the  order  of  the  fire  commissioner,  N' 
71340,  Item  1,  be  and  it  hereby  is  modified,  and  the  appe; 
be  and  it  hereby  is  granted,  only  so  far  as  it  affects  tb 
windows  in  the  easterly,  westerly  and  southerly  walls;  an 
that  Order  No.  71341,  Item  1,  be  and  it  hereby  is  affirmei i 
and  the  appeal  be  and  it  hereby  is  denied. 
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i-25-A. 

PPELLANT — Crokcr  National  Fire  Prevention  Engineer¬ 
ing  Co.,  for  Brooklyn  Box  &  Lumber  Co.,  Inc., 
lessee. 

UBJECT — Appeal  from  orders  of  fire  commissioner. 
REMISES  AFFECTED — 216-224  Seigel  street,  Brook¬ 
lyn. 

PPEAR ANCES — 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

CTION  OF  BOARD — Appeal  denied. 

HE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Holland 

and  Connell  . .  3 

Negative :  Messrs.  Kennedy,  Dowd,  Gunnison 

and  Fire  Chief  Kenlon  . * .  4 

Absent  .  0 

THE  RESOLUTION : 

(95-25- A) 

Whf.hkas,  Croker  National  Fire  Prevention  Engineering 
ompany,  for  Brooklyn  Box  &  Lumber  Co.,  Inc.,  lessee, 
led,  January  23,  1925,  an  appeal,  with  the  board  of  ap- 
■eals,  from  orders  of  the  fire  commissioner,  affecting  prem¬ 
ies  216-224  Seigel  street,  Brooklyn;  and 
Whereas,  the  orders  of  the  fire  commissioner,  dated  No¬ 
ember  25,  1 924,  read : 

“Order  No.  68139-F. 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof,  with  neces¬ 
sary  check  valves  and  2 inch  regulation  Fire  Depart¬ 
ment  outlets  on  each  story  (including  basements,  cel- 
'  lars  and  roofs)  placed  within  main  stairway  enclosure. 
Each  outlet  to  be  provided  with  sufficient  feet  of  2 
inch  standard  hose  attached  thereto. 

“Such  standpipe  shall  be  kept  constantly  filled  with 
water  by  means  of  an  approved  tank  or  pump  supply 
1  and  be  ready  for  use  at  all  times.  Standpipe  to  be 
connected  with  two-way,  3  inch  Siamese  connection  with 
double  clapper  valves  and  cap  and  signs,  placed  on 
street  front  of  building  at  least  18  inches  and  not 
more  than  two  feet  above  the  sidewalk  in  a  horizontal 
position,  accessible  to  the  Fire  Department.” 

“Order  No.  68140-F: 

“1.  Provide  a  separate  and  distinct  system  of  Auto¬ 
matic  Sprinklers  throughout  building  having  at  least 
•  one  source  of  water  supply,  arranged  and  equipped 
as  provided  in  the  rules  for  fire  extinguishing  appliances 
adopted  by  the  Board  of  Standards  and  Appeals  May 
24,  1917,  as  amended  May  2,  1918,  and  January  21, 
1919,  effective  February  17,  1919.”; 
md 

Whereas,  the  buildings  are  of  frame  construction,  con- 
isting  of  three  attached  buildings  and  lumber  shed  with 
onnecting  doorways ;  two  and  three  stories  in  height,  148 
t.  11  in.  by  100  ft.  irregular,  approximately  11,978  sq. 
t.  first  floor  area.  OCCUPIED :  1st  story,  storage  of 
voolen  rags  and  lumber,  11  persons;  2nd  and  3rd  stories, 
nanufacturing  boxes,  14  persons;  and 

Whereas,  the  appellant  proposes  to  provide  chemical  fire 
i  xtinguishers,  water  casks  and  buckets  sufficient  to  protect 
entire  area,  and  in  view  of  the  small  occupancy  and  the 
Tight  excess  in  area  over  10,000  sq.  ft.,  he  requests  the 
)oard  to  be  relieved  of  the  standpipe  and  sprinkler  orders. 

Resolved,  that  the  orders  of  the  fire  commissioner  be  and 
hey  hereby  are  affirmed,  and  the  appeal  be  and  it  hereby 
s  denied. 


130-25- A. 

APPELLANT — Gulf  Refining  Company,  lessee. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— Southwest  corner  of  Maspcth 
avenue  and  Gardner  avenue,  Brooklyn. 


APPEARANCES— 


For  Appellant:  Daniel  D.  O’Sullivan  and  E.  H. 
Gibson. 

For  Administration:  Inspector  Carroll  of  fire  de^ 
partment. 

ACTION  OF  BOARi3 — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 


Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent  . 

THE  RESOLUTION: 


7 

0 

0 


•  (130-25-A) 

Whereas,  Gulf  Refining  Company,  lessee,  filed,  January 
30,  1925,  an  appeal,  with  the  board  of  appeals,  from  a  de¬ 
cision  of  the  fire  commissioner,  affecting  premises  south 
side  of  Maspeth  avenue,  corner  of  Gardner  avenue,  Brook¬ 
lyn  ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
September  10,  1925,  in  acting  on  Alteration  Application  No. 
1405-23,  reads: 

“6.  Filling  tanks  should  be  buried.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground,  130 
ft.  by  410  ft.  in  area,  on  which  is  located  the  plant  of  the 
Gulf  Refining  Company,  consisting  of  fifteen  (15)  19,500 
gallon  capacity  tanks,  3  filling  tanks,  a  warehouse,  garage, 
stable  and  other  buildings  and  sheds ;  the  storage  tanks 
are  located  in  a  concrete  enclosure,  partially  buried  beneath 
the  ground,  extending  3  ft.  6  in.  above  the  ground,  covered 
over  on  the  top  with  earth;  the  filling  tanks  are  located 
on  a  concrete  platform  9  ft.  above  the  yard  level  and  are 
approximately  4,200  gallons  capacity  each;  and 

Whereas,  appellant  contends  that  the  rules  of  the  board 
of  hazardous  trades  permit  filling  tanks  of  not  more  than 
4,200  gallons  capacity,  that  it  is  proposed  to  use  the  filling 
tanks  to  replace  the  existing  system  of  filling  by  com¬ 
pressed  air  from  underground  storage  tanks,  that  the  filling 
of  drums  by  gravity  is  the  usual  method  and  that  the  haz¬ 
ard  is  decreased  because  there  is  no  possibility  of  excessive 
pressure. 

Resolved,  that  the  decision  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  not  more  than  one  battery  of 
three  (3)  filling  tanks  shall  be  maintained  on  premises,  the 
capacity  of  any  one  tanks  not  to  exceed  4,200  gallons,  sup¬ 
ported  on  a  concrete  superstructure  with  a  reservoir  of  not 
less  than  12-inch  depth  and  a  capacity  of  ll/i  times  the 
capacity  of  any  individual  tank;  and  that  the  plant  through¬ 
out  otherwise  shall  conform  with  the  requirements  in  all 
other  respects. 


385-25-A 

APPELLANT — H.  G.  Vogel  Company,  for  International 
Motor  Company,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — North  side  of  Anable  avenue, 
from  Honeywell  street  to  Moore  street,  L.  I.  City, 
Borough  of  Queens. 

APPEARANCES— 

For  Appellant :  W.  P.  Thomas. 

For  Administration:  Inspector  Carroll  of  fire  de- 
,  partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 


Chief  Kenlon  .  7 

Negative  .  0 

Absent  .  0 
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THE  RESOLUTION: 

(385-25-A) 

Whereas,  H.  G.  Vogel  Company,  for  International  Mo¬ 
tor  Company,  owner,  filed,  April  9,  1925,  an  appeal,  with 
the  board  of  appeals,  from  a  decision  of  the  fire  commis¬ 
sioner,  affecting  premises  north  side  of  Anable  avenue,  from 
Honeywell  street  to  Moore  street,  Long  Island  City,  Borough 
of  Queens ;  and 

Whereas,  tjie  decision  of  the  fire  commissioner,  rendered 
March  24,  1925,  reads : 

“7.  The  total  number  of  sprinkler  heads  requires 
a  greater  supply  than  50,000  gallons  of  water  (grav¬ 
ity  tank)  and  a  larger  size  connection  than  8  in.  to  the 
city  main.  The  amount  of  water  in  gravity  tank  and 
the  size  of  connection  to  the  main  will  have  to  be  de¬ 
termined  by  the  Board  of  Appeals.  Appeal  must  be 
made  to  that  Board.” ; 

and 

Whereas,  the  building  is  fireproof,  three  stories  and 
basement  in  height,  200  ft.  by  425  ft.  in  area ;  the  area 
of  the  basement,  1st  and  2nd  stories  being  subdivided  by 
fireproof  walls  and  fire-resisting  partitions.  OCCUPIED : 
Basement,  stock  and  boiler  room;  1st  story,  forge  shop  for 
auto  parts ;  2nd  story,  auto  body  building ;  3rd  story,  offices ; 
EQUIPPED  with  a  sprinkler  system  having  937  sprinkler 
heads  on  the  basement  story;  963  heads  on  the  1st  story; 
990  heads  on  the  2nd  story  and  244  sprinkler  heads  on  the 
3rd  story,  a  total  of  3,134  sprinkler  heads ;  supplied  by  a 
50,000  gallon  gravity  tank  (located  25  ft.  above  the  roof) 
from  the  12  in.  city  main  through  an  8  in.  connection  and 
also  from  five  3  in.  by  3  in.  by  6  in.  fire  department  con¬ 
nections  ;  and 

Whereas,  appellant  contends  that  the  existing  water  sup¬ 
ply  for  the  sprinkler  system  is  adequate  in  view  of  the 
construction  and  occupancy  of  the  premises. 

Resolved ,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  a  gravity  tank  of  not  less  than 
50,000  gallon  capacity  shall  be  maintained  and  that  the 
sprinkler  installation  shall  comply  with  rules  in  all  other 
respects.  All  necessary  permits  required  by  the  building 
code  to  be  obtained. 


441-25-A. 

APPELLANT— Gertrude  S.  Cook  and  Alice  M.  Millin, 
lessees. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 9502  121st  street,  Richmond 
Hill,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  Alice  M.  Millin  and  Gertrude  S. 

,  Cook. 

ACTION  OF  BOARD — Motion  to  grant  denied.  Re¬ 
considered  and  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Kennedy,  Dowd,  Gunnison 

and  Fire  Chief  Kenlon  .  4 

Negative:  Chairman  Walsh,  Messrs.  Holland 

and  Connell  .  3 

Absent  .  0 

THE  VOTE  TO  RECONSIDER— 

Affirmative :  Messrs.  Kennedy,  Dowd,  Gunnison, 

Holland  and  Fire  Chief  Kenlon .  5 

Negative:  Chairman  Walsh  and  Mr.  Connell  ..  2 

Absent  .  0 

THE  VOTE  TO  GRANT  ON  CONDITION— 

Affirmative :  Messrs.  Kennedy,  Dowd,  Gunnison, 

Holland  and  Fire  Chief  Kenlon .  5 

Negative:  Chairman  Walsh  and  Mr.  Connell  ..  2 

Absent  . .  0 


THE  RESOLUTION: 

(441-25-A) 

Whereas,  Gertrude  S.  Cook  and  Alice  M.  Millin,  lessees 
filed,  April  24,  1925,  an  appeal,  with  the  board  of  appeals, 
from  a  decision  of  the  superintendent  of  buildings,  affecting 
premises  9502  121st  street,  Borough  of  Queens  ;  and 

W hereas,  the  decision  of  the  superintendent  of  buildings 
rendered  April  2,  1925,  reads: 

“Replying  to  your  request  for  a  certificate  of  occupancy 
to  occupy  the  building  located  on  the  southwest  corner 
121st  St.  and  95th  Ave.,  Richmond  Hill,  I  would  say  that 
I  regret  that  I  am  unable  to  issue  this  certificate  for  the 
reason  that  Sec.  72  of  the  Building  Code  of  the  City 
of  New  York  requires  that  a  building  which  is  to  be 
used  as  a  sanitarium  must  be  of  fireproof  construction.” ; 

and 

Whereas,  the  building  is  frame,  two  stories  and  attic  in 
height,  46  ft.  by  26  ft.  in  area.  Proposed  OCCUPANCY: 
Sanitarium,  6  patients  on  the  1st  story  and  8  patients  on  the 
2nd  story ;  and 

Whereas,  appellant  contends  that  the  building  is  amply 
provided  with  exits ;  that  the  house  is  detached  and  the  fire 
hazard  from  surrounding  buildings  thereby  greatly  lessened, 
and  contends  further  that  the  patients  will  be  in  rooms 
located  less  than  20  ft.  above  the  ground. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  the  appeal  be  and  it 
hereby  is  granted  on  condition  that  the  occupancy  ”for  medical 
care  and  treatment  conducted  on  the  premises  shall  be  re¬ 
stricted  to  first  two  stories ;  and  that  the  care  and  treatment 
and  conduct  of  all  surgical  cases  and  patients  on  these  prem¬ 
ises  shall  be  restricted  to  1st  story. 


254-25-A. 

APPELLANT — Varick  Realty  Company,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AbFECTED — 398-408  Washington  street, 
Manhattan. 

APPPIARANCES — 

For  Appellant:  James  M.  Rose. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . . . j .  o 

Negative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  ^ 

Absent  .  o 

THE  RESOLUTION: 

(254-25-A) 

Whereas,  Varick  Realty  Company,  owner,  filed,  March  6, 
1925,  an  appeal,  with  the  .board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  398-408  Wash¬ 
ington  street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Febru¬ 
ary  13,  1925,  reads :  : 

“Order  No.  71570-F: 

“1.  Provide  an  approved  gas  shut-off  valve,  installed, 
arranged  and  equipped  as  provided  for  in  the  Rules  of 
the  Board  of  Standards  and  Appeals,  adopted  January 
11th,  1924.  Said  valve  to  be  attached  to  the  gas  supply 
pipes  on  the  inside  of  the  building  at  a  point  where  said 
pipes  enter  the  building  and  before  they  reach  the  gas 
meters,  which  valve  shall  shut  off  the  gas  automatically 
when  subjected  to  direct  contact  with  fire  and  shall  also 
be  connected  with  a  conspicuous  and  conveniently  acces¬ 
sible  control  box  at  a  place  on  the  exterior  of  the  build¬ 
ing  so  arranged  as  to  allow  the  gas  supply  to  be  shut 
off  by  the  officers  of  the  Fire  Department  immediately, 
whenever  the  necessity  arises.  Section  20a,  chapter  12, 
Code  of  Ordinances.” ; 
and 

Whereas,  the  building  is  fireproof,  eleven  stories  in  height, 
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aving  a  frontage  of  229  ft.  on  Hubert  street,  115  ft.  on  West 
treet  and  115  ft.  on  Washington  street;  OCCUPIED,  tenant 
actory,  500  persons  above  the  1st  story;  and 

Whereas,  appellant  contends  that  the  gas  used  in  the 
lidding  is  for  the  purpose  of  illumination  and  also  for  in- 
lustrial  purposes,  and  contends,  generally,  that  the  fire  com- 
nissioner  has  no  authority  to  make  or  serve  the  order. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and  it 
lereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is  denied. 


6-24-A. 

\PPELLANT — David  M.  Jones,  for  Philip  Wald  and  S. 
Buchman,  owner. 

SUBJECT — Appeal  from ‘order  of  fire  commissioner. 
3REMISES  AFFECTED — 1342  Park  avenue,  Manhattan. 
APPEARANCES— 

For  Appellant:  Stewart  Browne. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  dismissed  for  lack  of  pros¬ 
ecution,  without  prejudice  to  any  steps  applicant  pro¬ 
poses  to  take  for  the  determination  of  the  question 
now  pending  in  the  courts. 

THE  VOTE  TO  DISMISS  FOR  LACK  OF  PROSECU¬ 
TION— 

Affirmative.  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Connell  and  Fire 
Chief  Kenlon  .  7 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION  : ' ' 

(16-24-A) 

Whereas,  David  M.  Jones,  for  Philip  Wald  and  S.  Buch- » 
nan,  owners,  filed,  January  5,  1924,  an  appeal,  with  the  board 
>f  appeals,  from  orders  of  the  fire  commissioner,  affecting 
iremises  1342  Park  avenue.  Borough  of  Manhattan  ;  and 
Whereas,  the  orders  of  the  fire  commissioner,  dated  De- 
ember  17,  1923,  read : 

“No.  52910: 

“1.  Provide  the  following  means  of  preventing  the 

spread  of  fire: 

“Provide  an  approved  automatic  closed  circuit  fire 
alarm  system  with  a  connection  to  Fire  Department 

Headquarters. 

“2.  Provide  a  separate  and  distinct  system  of  Auto¬ 
matic  Sprinklers  in  cellar,  dumbwaiter  shafts  and  all 
stairhalls  having  at  least  one  source  of  water  supply.” 
“No.  52911-F : 

“1.  Provide  fireproof  doors,  windows  and  transoms 
for  all  openings  leading  to  the  stair  enclosure. 

“2.  Provide  fireproof  windows  on  the  course  of  fire 
escape  on  all  stories.” ; 

nd 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
eight,  25  ft.  by  60  ft.  in  area;  OCCUPIED  on  1st  story 
'  s  stores  and  dwellings  above,  40  persons  above  1st  story ; 

nd 

Whereas,  appellant  contends  the  building  is  a  tenement, 
nd,  as  such,  the  fire  commissioner  has  no  jurisdiction  or 
uthority  to  issue  the  orders  regarding  same ;  and 
Whereas,  no  one  appeared  when  this  case  was  called, 
t;  Resolved',  that  the  appeal  be  and  it  hereby  is  dismissed, 
.ithout  prejudice,  for  lack  of  prosecution. 


S8-23-A. 

APPELLANT — Tottenville  Copper  Co.,  Inc.,  owner. 
iUBJECT — Appeal  from  order  of  fire  commissioner. 
’REMISES  AFFECTED — East  side  of  Church  street,  200 
ft.  north  of  Railroad  avenue,  Tottenville,  Richmond. 

\PPEARANCES — 

For  Appellant:  Harry  Grocdell  and  Robert  Werner. 
For  Administration :  Inspector  Maher  of  fire  de- 
V  partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 


CONDI  I  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland  and  Fire  Chief 

Kenlon  .  g 

Negative  .  q 

Absent:  Mr.  Connell  .  j 

THE  RESOLUTION: 

(588-23-A) 

Whereas,  Tottenville  Copper  Co.,  Inc.,  owner,  filed,  May 
14,  1923,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  east  side  of 

Church  street,  200  ft.  north  of  Railroad  avenue,  Totten- 

villc,  Richmond ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
2,  1923,  reads: 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  *  *  *  Section  581,  Ch.  5,  Code  of  Ordi¬ 
nances.”  ; 
and 

Whereas,  the  building  is  fireproof,  one  story  (20  ft.)  in 
height,  125  ft.  by  204  ft.  (25,500  sq.  ft.)  in  area;  OCCU¬ 
PIED  as  manufactijre  and  storage  of  metals,  40  employees; 
and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting,  held  September  18,  1923,  on  condition  that  a  stand¬ 
pipe  system  be  provided  in  accordance  with  the  rules  of  the 
board  of  standards  and  appeals,  connected  with  yard  hydrant 
system,  supplied  from  a  10,000  and  25,000  gallon  tank  with 
a  25,000  gallon  reservoir  for  emergency,  plans  for  proposed 
layout  to  be  submitted  to  the  fire  department ;  and 

Whereas,  appellant  requests  a  modification  of  the  resolu¬ 
tion  to  permit  the  present  3  in.  underground  mains  with 
five  2  in.  standpipes  and  connecting  with  the  6  in.  yard 
main  to  remain ;  the  yard  main  being  connected  with  the 
tanks  and  reservoir,  and  contends  to  change  the  present  3 
in.  underground  main  would  be  very  difficult,  owing  to  the 
underpinning  of  reverbatory  furnaces  which  now  stands  over 
the  pipe  line,  and  states  that  they  have  installed  two  4  in.  fire 
hydrants,  each  with  100  ft.  of  2l/2  in.  hose,  outside  the 
building. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  that  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  present  standpipe  and  yard 
system  as  now  installed  be  maintained ;  that  any  by-pass 
around  the  tank  checks  be  removed ;  and  that  sufficient  hose 
be  provided  at  the  yard  hydrants  to  cover  all  buildings  on 
the  premises. 


BUILDING  ZONE  CASE. 

378-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Hesu  Realty  Co., 
Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1101-1109  Union  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition :  Arthur  G.  Basch 
ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Messrs.  Kennedy,  Dowd,  Gunnison, 


Holland,  Connell  and  Fire  Chief  Kenlon  . .  6 

Negative:  Chairman  Walsh . .  1 

Absent  .  0 

THE  RESOLUTION: 

(378-24-BZ) 


Whereas.  John  J.  Dunnigan,  for  Hesu  Realty  Co.,  Inc., 
owner,  filed,  March  11,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the  crec- 
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tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles;  premises  1101-1109  Union  avenue, 
The  Bronx;  and  - 

Whereas,  a  public  hearing  was  held  on  this  application  by 
the  board  of  appeals,  at  its  regular  meeting,  July  14,  1925', 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  Union  avenue,  East  166th  street 
and  East  167th  street  are  business  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  21,  1924,  in  acting  on  N.  B.  Application 
No.  19-1924,  reads : 

^‘Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  51 
ft.  4  in.  and  a  depth  of  130  ft.  6  in. ;  to  be  occupied,  as  a 
garage  for  the  storage  of  more  than  five  motor  vehicles; 
and 

Whereas,  it  was  contended  by  applicant  that  this  board 
granted  application  for  garage  within  100  ft.  of  location 
of  premises  now  under  appeal,  and  that  while  the  Supreme 
Court  reversed  this  decision,  the  Appellate  Division  of  the 
Supreme  Court,  on  May  15th,  sustained  this  board’s  deci¬ 
sion  ;  and  appellant  further  contended  that  the  premises 
now  under  appeal  is  within  50  ft.  of  a  garage  which  existed 
prior  to  July,  1916,  between  the  same  intersecting  streets, 
and  which  accommodates  more  than  five  (5)  motor  ve¬ 
hicles. 

Resolved,  that  the  board  of  appeals  does  ,  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
shall  be  restricted  to  a  two-story  structure,  above  grade, 
without  cellar,  other  than  the  space  required  for  boiler; 
that  building  shall  be  constructed  fireproof ;  that  a  rear 
yard  shall  be  provided  and  maintained  not  less  than  10  ft. 
deep  for  the  entire  width  of  rear  of  building,  at  the  2nd 
story  floor  level ;  that  the  rear  and  gable  walls  shall  be 
unpierced  throughout  their  entire  height  and  length;  that 
the  skylight  at  2nd  story  level  shall  be  of  metal  construc¬ 


tion,  provided  with  fixed  louvre  ventilators  and  glazed 
with  wire  glass ;  that  any  skylights  installed  in  the  main 
roof  shall  be  glazed  with  plain  glass,  protected  with  wire 
guards  above  and  below;  that  the  start  of  any  runway  in¬ 
stalled  shall  be  set  back  not  less  than  10  ft.  from  street 
wall ;  that  the  front  elevation  shall  be  finished  in  face 
brick  with  architectural  terra  cotta  or  stone  trimmings ; 
and  that  all  permits  necessary  for  the  prosecution  of  the 
work  shall  be  obtained  within  nine  months  and  the  build¬ 
ing  completed  within  eighteen  months  from  the  date  of  this 
action. 


AREAS  FIXED. 

(528-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
Alfred  J.  Boulton,  requesting  the  board  to  fix  the  area  of 
notification  deemed  affected  by  the  erection  and  mainte¬ 
nance  of  a  poultry  slaughter  house ;  premises  north  side 
Bay  37th  street,  285  ft.  north  of  Cropsey  avenue,  Brook¬ 
lyn. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  Bay  37th  street  from  Bath  avenue  to 
Cropsey  avenue;  also  the  property  at  rear  and  for  a 
distance  of  50  ft.  on  either  side  of  the  side  lines  of 
the  premises  in  question. 


(609-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
Felix  A.  Muldoon,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  erection  and  maintenance  of  a  garage;  premises  west 
side  of  River  avenue,  100  ft.  south  of  East  167th  street, 
/The  Bronx. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  River  avenue  from  a  point  100  feet 
north  of  East  167th  street  to  a  point  400  ft.  south  of 
proposed  garage ;  south  side  of  East  167th  street  from 
River  avenue  to  Cromwell  avenue;  also  the  east  side 
of  Cromwell  avenue  from  East  167th  street  to  a  point 
250  ft.  south  of  East  167th  street. 


Adjourned  1.40  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 

18-24-S. 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  JULY  14,  1925. 

Present:  Chairman  Walsh,  Messrs..  Kennedy,  Dowd, 

Gunnison,  Holland,  Connell,  Fire  Chief  Kenlon,  Super¬ 
intendents  Brady,  Reville,  Kleinert  and  Moore. 

The  minutes  of  the  regular  meeting  of  the  Board  of 

Standards  and  Appeals,  held  on  Tuesday  afternoon,  June 

16,  1925,  were  approved  as  printed  in  the  Bulletin,  No. 

25,  Vol.  X. 

PETITIONS  FOR  VARIATIONS. 

1102-24-S. 

PETITIONER— Arthur  Greenbaum,  for  Abram  I.  Kap- 
lan  lessee. 

SUBJECT— Variation  of  labor  law,  as  cited  in  order  of 
fire  commissioner 

PREMISES  AFFECTED— 251  Fifth  avenue  and  1  East 
28th  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  John  F.  Keating. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  laid  over  to  July  28, 
1925,  at  2  p.  m.,  at  request  of  petitioner. 


PETITIONER — Schreiber,  Collins,  Meers  &  Buchter, 
for  Greenwill  Construction  Co.,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  de¬ 
cision  of  superintendent  of  buildings. 

PREMISES  AFFECTED — 14-16  East  38th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  James  F.  Keating. 

ACTION  OF  BOARD — Laid  over  to  July  28,  1925,  at 
2  p.  m.,  at  request  of  petitioner. 


115-25-S. 

PETITIONER— Julius  Eckman,  for  Winco  Realty 
Corp.,  owner. 

SUBJECT — Variation  of  the  labor  law,  as  cited  in  orders 
of  fire  commissioner. 

PREMISES  AFFECTED— 54  West  57th  street  and  59 
West  56th  street,  Manhattan 
APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 
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\CTION  OF  BOARD — Laid  over  to  July  28,  1925,  at 
2  p.  m. 


1525-24-S. 

PETITIONER — F.  P.  Keniston,  for  31st  street  and 
Fourth  Avenue  Corp.,  lessee. 

SUBJECT — Variation  of  the  labor  law,  as  cited  in  de¬ 
cision  of  superintendent  of  buildings. 

PREMISES  AFFECTED— 107  East  31st  street,  Man¬ 
hattan. 

APPEARANCES — None. 

ACTION  OF  BOARD— Laid  over  to  July  28,  1925,  at 
2  p.  m. 


718-18-S. 

PETITIONER— Harold  L.  Young,  for  Lazarus  Levy, 


owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 17-23  East  Broadway,  Man¬ 
hattan. 


APPEARANCES— None. 

ACTION  OF  BOARD— Laid  over  to  July  28,  1925,  at 

2  p.  m. 


198-25-S. 

PETITIONER— Thomas  B.  Leahy,  for  Berley  &  Co. 

SUBJECT — Application  for  reopening — variation  of  labor 
law,  as  cited  in  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED— 566-568  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— , 

For  Petitioner :  Thomas  B.  Leahy. 

ACTION  OF  BOARD— Laid  over  to  July  28,’  1925,  at  2 
p.  m.,  for  further  consideration. 


913-21-S. 

PETITIONER— Daniel  Adelman,  for  29  West  17th  Street 
Corp.,  owner. 

SUBJECT — Application  for  reopening — petition  for  varia¬ 
tion  of  labor  law  as  cited  in  order  of  fire  com¬ 
missioner. 

PREMISES  AFFECTED— 29  West  17th  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner :  Samuel  Adelman. 

ACTION  OF  BOARD— Laid  over  to  July  28,  1925,  at  2 
p.  m.,  special  order  of  business,  on  request  of 
petitioner. 


'  358-25-S. 

PETITIONER— Frederick  J.  Fox,  for  Mable  Loria, 

owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 138-140  East  25th  street,  Man¬ 
hattan. 

APPEARANCES — None. 

ACTION  OF  BOARD— Laid  over  to  July  28,  1925,  at  2 
p.  m.  Not  reached. 


.  PETITIONER— Irving  Finklcstcin,  for  Bcno  Realty  Com¬ 
pany,  owner. 


SUBJECT — Petition  for  variation  of  labor  law  as  cited 
in  decision  of  superintendent  of  buildings. 
PREMISES  AFFECTED — 20  East  31st  street,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  July  28,  1925,  at  2 
p.  m.  Not  reached. 


321-25-S. 

PETITIONER — William  F.  Doyle,  for  Flosan  Holding 
Corp.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 232-234  West  37th  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OP"  BOARD — Laid  over  to  July  28,  1925,  at  2 
p.  m.  Not  reached. 


353-25-S 

PETITIONER — George  &  Edward  Blum,  for  A.  M.  D. 
Realty  Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 208-210  West  27th  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  July  28,  1925,  at  2 
p.  m.  Not  reached. 


415-25-S. 

PETITIONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Company,  for  American  Book  Match  Cor¬ 
poration,  owner. 

SUBJECT — Petition  for.  variation  of  labor  law  as  cited 
in  order  of  fire  commissioner. 

PREMISES  AFFECTED — 338-340  Flushing  avenue, 
Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — -Laid  over  to  September  15,  1925, 
at  2  p.  m.  Not  reached. 


426-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Charles  E.  Wey- 
and  &  Co.,  Inc.,  owner. 

SUBJECT — Petition  for  variation  of  labor  law  as  cited 
in  order  of  fire  commissioner. 

PREMISES  AFFECTED— 22-26  Howard  street  and  5-7 
Crosbv  street.  Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 
at  2  p.  m.  Not  reached. 


430-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Rapid  Delivery 
Express  Co.,  lessee. 

SUBJECT — Petition  for  variation  of  labor  law  as  cited  in 
order  of  fire  commissioner. 

PREMISES  AFFECTED — 365-7  Canal  street,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15,  1925, 
at  2  p.  m.  Not  reached. 


203-25-S. 

PETITIONER — Longman  &  Martinez,  for  W.  Longman, 
Sr.,  and  Elizabeth  M.  Longman,  owners. 
SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED — 28-46  Rocbling  street,  Brooklyn. 
APPEARANCES— 

For  Petitioner :  James  P.  Judge. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 
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ACTION  OF  BOARD — Petition  granted  on  condition  in 
part  and  denied  in  part. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Holland,  Superintendents 


Brady,  Reville,  Kleinert  and  Moore  .  9 

N  egative  .  0 

Absent:  Mr.  Connell,  Fire  Chief  Kenlon,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Super¬ 
intendent  McDermott  .  4 

THE  RESOLUTION. 

203-25-S. 


Whereas,  Longman  &  Martinez,  for  W.  Longman,  Sr., 
and  Elizabeth  H.  Longman,  owners,  filed,  February  19,  1925, 
a  petition,  with  the  board  of  standards  and  appeals,  for 
variation  from  the  requirements  of  the  labor  law,  as  cited 
in  orders  of  the  fire  commissioner,  affecting  premises  28-36- 
38-46  Roebling  street,  220-230  North  10th  street  and  219- 
229  North  9th  street,  Brooklyn ;  and 
Whereas,  the  orders  of  the  fire  commissioner  read: 

“Order  No.  59704-LD  :  affecting  premises  28-36  Roeb¬ 
ling  street,  and  219-229  North  9th  street: 

“Inspection  shows  the  following  to  be  necessary  to 
make  the  above  premises  comply  with  the  requirements 
of  the  labor  law. 

“1.  Extend  the  interior  stairway  at  the  south  side  of 
building  to  the  roof,  as  per  Section  271  of  the  Labor 
Law.” 

“Order  No.  59707-LD  :  affecting  premises  38-46  Roeb¬ 
ling  street  and  220-230  North  10th  street: 

“1.  Extend  the  interior  stairway  at  the  north  side  of 
building  to  the  roof,  as  per  Section  271  of  the  Labor 
Law.” 

“Order  No.  65572-LD  :  affecting  premises  38-46  Roeb¬ 
ling  street  and  220-230  North  10th  street: 

“1.  Remove  the  substandard  fire  escape  on  the  north 
side  of  the  building  or  reconstruct  same  as  per  Section 
274  of  the  Labor  Law  except  that  in  lieu  of  a  counter¬ 
balanced  stairs,  a  drop  ladder  in  guides  from  the  low¬ 
est  balcony  to  the  ground  may  be  provided.” ; 
and 

“Order  No.  65573-LD  :  affecting  premises  28-36  Roeb¬ 
ling  street  and  219-229  North  9th  street: 

“1.  Remove  the  substandard  fire  escape  on  the  south 
side  of  the  building  or  reconstruct  same  as  per  Section 
274  of  the  Labor  Law,  except  that  in  lieu  of  a  counter¬ 
balanced  stairs,  a  drop  ladder  in  guides  from  the 
lowest  balcony  to  the  ground  may  be  provided.” ; 

and 

Whereas,  the  building  is  non-fireproof,  4  stories  and 
basement  in  height,  having  a  frontage  of  54  ft.  6  in.  on 
North  9th  street  and  also  on  North  10th  street,  and  a  front¬ 
age  of  200  ft.  on  Roebling  street,  separated  into  .two  por¬ 
tions  by  a  brick  partition  wall— openings  therein,  on  each 
story,  protected  with  fire  doors  on  each  side  of  opening ; 
OCCUPIED  for  the  manufacture  of  pants,  16  persons 
above  the  1st  story.  EXITS :  Three  interior  unenclosed 
wooden  stairways,  extending  from  the  1st  to  the  top  story, 
with  wood  trap  doors,  held  open  by  fusible  link  at  stair 
hatchway  on  each  story ;  two  substantial  fire  escapes  on 
the  North  9th  street  and  North  10th  street  fronts  of  the 
premises,  each  extending  from  the  top  story  to  the  street; 
roofs  of  adjoining  buildings  are  39  feet  lower;  and 

Whereas,  petitioner  contends  that  fire  drills  are  con¬ 
ducted  during  which  the  employees  are  instructed  to  pass 
through  the  fire  doors  from  one  wing  of  the  building  to 
the  other  wing,  thence  down  the  stairways  to  the  street,  and 
are  not  instructed  to  use  the  fire  escapes,  and  contends 
further  in  view  of  the  light  occupancy  of  the  premises  that 
the  existing  means  of  egress  are  adequate ; 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 


law,  and  the  petition  be  and  it  hereby  is  granted  on  con¬ 
dition  that  fixed  double  rung  iron  ladders  shall  be  provided 
on  the  top  story  from  north  and  south  stairs  to  scuttles 
in  roof;  that  a  goose  neck  ladder  shall  be  provided  from 
each  top  story  balcony  to  the  roof;  all  openings  on  course 
of  fire  escape  to  be  made  fireproof. 


393-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Rexton  Realty 
Co.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES — 127-133  West  17th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de 
partment. 

ACT  ION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 


Dowd,  Gunnison,  Holland,  Superintendents 

Brady,  Reville,  Kleinert  and  Moore .  9 

Negative  . o 

Absent :  Mr.  Connell,  Fire  Chief  Kenlon,  Deputy 
Fire  Commissioner  Hannon  and  Superin¬ 
tendent  McDermott .  4 

THE  RESOLUTION: 

393-25-S. 


Whereas,  Samuel  Rosenblum,  for  Rexton  Realty  Co., 
owner,  filed,  April  11,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  127-33  West  17th  street,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  March 
21,  1925,  reads: 

“Inspection  shows  the  following  to  be  necessary  to 
make  the  above  premises  comply  with  the  requirements 
of  the  Labor  Law. 

“2.  Provide  an  additional  means  of  exit  from  the 
cellar,  said  exit  to  be  located  at  the  front  of  the  build¬ 
ing  in  accordance  with  the  provisions  of  Section  271 
of  the  Labor  Law. 

“3.  Enclose  the  interior  stairway  at  north  side  of 
building,  serving  as  a  required  means  of  exit,  and  the 
landings,  platforms,  and  passageways  connecting  there¬ 
with  on  all  sides  with  partitions  of  fire  resisting  mate¬ 
rial  extending  continuously  from  the  cellar  to  3  feet 
above  the  roof,  constructed  as  per  Section  271  of  the 
Labor  Law. 

“4.  Extend  the  interior  stairway  at  the  north  side  of 
building  to  the  roof,  as  per  Section  271  of  the  Labor 
Law,  said  extension  and  the  landings  and  passageways 
connecting  therewith  to  be  enclosed  on  all  sides  with 
partitions  of  fire  resisting  material  extending  at  least 
3  ft.  above  the  roof,  as  per  Sections  271  and  272  of  the 
Labor  Law  and  Rule  2  of  the  Industrial  Code. 

“5.  Provide  egress  to  the  street  from  the  stairway 
at  the  north  side  of  the  building  by  means  of  a  passage¬ 
way  enclosed  in  fire  resisting  material  as  per  Section 
271  of  the  Labor  Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  6  stories  in  height, 
90  ft.  by  85  ft.  in  area;  subdivided  on  each  story  by  a  fore 
and  aft  partition  wall — constructed  of  wood  lath  and  plaster 
on  the  3rd  story  and  on  the  1st,  2nd,  5th  and  6th  stories  con¬ 
structed  of  plaster  blocks — with  openings  therein  on  each 
story;  OCCUPIED  as  a  tenant  factory  (principally  suit 
and  cloak  manufacturers’),  approximately  270  persons  above 
the  1st  story — the  2nd  story,  east,  being  vacant  at  present  1 
EQUIPPED  with  a  sprinkler  system  and  a  fire  alarm  sig-  [ 
nal  system.  EXITS:  Three  interior  wooden  stairways;  the  ;! 
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: 

isterly  and  westerly  stairs  extending  from  1st  story  to 
ic  roof  and  the  north  stairways  extending  from  the  1st 
i  the  top  story ;  the  east  and  west  stairway  being  enclosed 
i  fire  resisting  partitions  and  the  north  stairway  enclosed 
:  wood  lath  and  plaster  partitions,  with  metal  covered 
x>rs  at  openings  in  the  east  and  west  stairs,  and  also  the 
est  side  of  the  north  stairway,  the  remainder  being  wooden 
jors ;  two  sub-standard  fire  escapes  on  the  rear  of  the 
adding  which  will  be  removed ;  the  northerly  stairway  ter- 
linating  in  the  rear  yard  of  the  premises;  ROOFS  of  ad¬ 
ding  buildings:  to  East — 2  stories  higher;  to  West — same 
eight;  and 

Whereas,  petitioner  proposes  to  provide  kalamein  doors  in 
eu  of  the  wooden  doors  in  the  enclosure  of  the  northerly 
airway;  contends  that  the  cellar  is  used  for  storage  only 
nd  has  no  regular  occupancy  excepting  the  engineer  and 
•quests  the  acceptancy  of  the  existing  meas  of  exit ; 
Resolved,  that  the  board  of  standards  and  appeals  does 
ereby  make  a  variation  from  the  requirements  of  the  labor 
,w,  and  the  petition  be  and  it  hereby  is  granted  as  to  item 
,o.  2,  on  condition  that  an  engineer's  fixed  iron  ladder  shall 
e  provided  to  a  counter  balanced  sidewalk  bulkhead  or 
-ap  door  for  each  section  of  the  cellar;  granted,  as  to  item 
r.'o.  3,  on  condition  that  the  loft  side  of  the  stair  enclosure 
lall  be  covered  with  Yt.  inch  plaster  board  and  metal  and 
11  openings  therein  to  be  equipped  with  self-closing  fireproof 
oors;  granted,  as  to  item  No.  4,  on  condition  that  a  fixed 
ouble  rung  iron  ladder  shall  be  provided  from  stair  halls 
i  the  roof;  granted,* as  to  item  No.  5,  on  condition  that 
le  stairway  shall  be  enclosed  as  specified  for  item  No.  3 
nd  extended  to  the  yard  level,  with  opening  at  yard  level 
ot  less  than  3  ft.  6  in.  by  6  ft.  high,  with  egress  from 
ard  through  adjoining  open  yards  for  not  less  than  150 
t.  to  west;  granted  so  long  as  conditions  as  to  occupancy 
nd  use  remain  unchanged. 


25-25-S. 

’ETITIONER — Samuel  Rosenblum,  for  W.  A.  McLaugh¬ 
lin,  lessee. 

SUBJECT — Petition  for  variation  of  labor  law  as  cited 
in  order  of  fire  commissioner. 

'REMISES  AFFECTED— 304  Fifth  avenue,  Manhattan. 
APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

vCTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

'HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Superintendents 

Brady,  Reville,  Kleinert  and  Moore .  10 

Negative  . 0 

Absent:  Fire  Chief  Kenlon,  Deputy  Fire  Com¬ 
missioner  Hannon  and  Superintendent  Mc¬ 
Dermott  .  3 

THE  RESOLUTION: 

425-25-S. 

Whereas,  Samuel  Rosenblum,  for  W.  A.  McLaughlin, 

>ssee,  filed,  April  20,  1925,  a  petition  with  the  board  of 
landards  and  appeals,  for  variation  from  the  requirements 
f  the  labor  law,  as  cited  in  an  order  of  the  fire  commis- 
ioner,  affecting  premises  304  Fifth  avenue,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  March 
1  1,  1925,  reads : 

“1.  Enclose  the  interior  stairway,  at  the  south  side 
of  the  building  from  the  1st  to  the  4th  story,  with  par¬ 
titions  of  fire  resisting  material,  as  per  Section  2il  of 
the  Labor  Law  and  Rule  1,  board  of  standards  and  ap¬ 
peals,  adopted  July  29th,  1924. 

“2.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  compli¬ 
ance  with  the  provisions  of  Section  273  and  2*4  of  the 


Labor  Law  and  the  rules  of  the  Board  of  Standards  and 
Appeals,  or  carry  out  a  proper  alternative  method  of 
complying  with  the  requirements  of  Section  271  of  the 
Labor  Law. 

“Among  the  defects  noted  are  the  following: 

“No  fireproof  passageway  from  termination  to 
street.” ; 
and 

Whereas,  the  building  is  non-fireproof,  4  stories  in 
height,  20  ft.  by  100  ft.  in  area  on  the  1st  story  and  20  ft. 
by  70  ft.  in  area  above.  OCCUPIED  as  follows:  1st  story, 
store,  11  persons;  2nd  story,  showroom,  7  persons;  3rd 
story,  cutting  departments  and  stock  room,  10  persons ;  4th 
story,  mfg.  of  shirts,  20  persons;  the  entire  building  being 
OCCUPIED  by  one  tenant.  EXITS:  An  interior  wooden 
stairway  extending  from  1st  story  to  top  story  (with  iron 

ladder  to  scuttle  in  roof)  enclosed  in  wood  lath  and  plaster 

partitions  with  wooden  doors  glazed  with  wire  glass  at 
openings;  a  party  wall  fire  escape  (connecting  on  every  floor 
with  premises  No.  306  Fifth  avenue)  on  the  rear  of  the 

building,  extending  from  the  main  roof  to  the  roof  of  the 

1st  story  extension;  the  windows  along  the  course  thereof 
being  fireproof  except  at  the  4th  story ;  and  also  horizontal 
openings,  leading  to  the  building  to  the  north,  on  the  3rd 
and  4th  stories;  openings  protected  by  regulation  fireproof 
doors.  ROOFS  of  adjoining  buildings:  to  North — 2  ft. 
higher  ;  to  South — 8  stories  higher  ;  and 

Whereas,  petitioner  contends  that  a  similar  petition  on 
these  premises  (Cal.  No.  1510-21-S)  was  granted;  since  that 
time  the  occupancy  of  the  3rd  story  was  increased  from  8  to 
10  persons  and  on  the  4th  story  the  occupancy  was  in¬ 
creased  from  16  to  20  persons ;  and  contends  further  that 
since  the  granting  of  said  petition  an  additional  horizontal 
exit  has  been  provided  on  the  4th  story ; 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  the  petition  be  and  it  here  is  granted  on  condition 
that  the  occupancy  shall  be  restricted  to  7  persons  on  the 
2nd  story ;  10  perspns  on  the  3rd  story ;  20  persons  on  the 
4th  story,  and  on  further  condition  that  the  resolution  of 
January,  1924,  shall  be  complied  with  in  all  other  respects 
and  that  horizontal  exits  shall  be  provided  on  the  3rd  and 
4th  stories  connecting  with  premises  to  the  north. 


427-25-S. 

PETITIONER — Samuel  Rosenblum,  for  estate  of  Eliza¬ 
beth  Chesebrough,  owner. 

SUBJECT — Petition  for  variation  of  labor  law  as  cited  in 
order  of  fire  commissioner. 

PREMISES  AFFECTED — 32  Great  Jones  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Superintendents 


Brady,  Reville,  Kleinert  and  Moore .  10 

Negative  .  0 

Absent:  Fire  Chief  Kenlon,  Deputy  Fire  Com¬ 
missioner  Hannon  and  Superintendent  Mc¬ 
Dermott  .  3 

THE  RESOLUTION: 

427-25-S. 


Whereas,  Samuel  Rosenblum,  for  estate  of  Elizabeth 
Chesebrough,  owner,  filed,  April  21,  1925,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  an  order  of  the 
fire  commissioner,  affecting  premises  32  Great  Jones  street, 
Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  March 
31,  1925,  reads: 
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“Order  No.  74869-LD : 

“1.  Provide  safe  and  unobstructed  egress  from  the 
lower  termination  of  the  fire  escape  at  rear  of  building, 
by  constructing  a  fireproof  passageway  with  an  unob¬ 
structed  width  of  at  least  three  feet  throughout,  lead¬ 
ing  to  the  street,  adequately  lighted  at  all  times  during 
working  hours,  or  by  means  of  providing  access  to  an 
open  area  having  communication  with  the  street,  as  per 
Section  273  of  the  Labor  Law.”; 

and 

Whereas,  the  building  is  non-fireproof,  4  stories  in  height, 
22  ft.  by  64  ft.  in  area.  OCCUPIED  as  a  tenant  factory, 
total  occupancy  not  to  exceed  25  persons  above  the  2nd 
story.  EXITS:  An  interior  wooden  stairway  extending 
from  the  1st  story  to  the  roof,  enclosed  in  wood  lath  and 
plaster  partitions  (open  on  the  4th  and  part  of  the  1st 
story)  with  wooden  doors  at  openings ;  a  60  degree  fire 
escape  (with  fireproof  windows  along  the  course  thereof) 
on  the  rear  of  the  building,  extending  from  the  roof  to  1st 
story  balcony  with  connecting  stair  to  yard,  with  egress 
from  the  termination  of  fire  escape  by  means  of  adjoining 
open  yards  of  buildings  No.  34,  No.  36  and  No.  38  Great 
Jones  street,  all  under  the  same  ownership.  ROOFS  of  ad¬ 
joining  buildings:  To  east — same  height  to  west — 1  stories 
higher ;  and 

Whereas,  petitioner  contends  that  egress  from  the  open 
yards  to  the  street  may  be  had  through  doors  leading  to 
basement  of  adjoining  premises; 

Resolved .  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  the  petition  be  and  it  hereby  is  granted,  only  so 
far  as  it  affects  the  egress  from  the  termination  of  the 
fire  escape,  on  condition  that  openings  shall  be  provided  at 
the  yard  level  of  premises  adjoining  to  east,  Nos.  34,  36,  38 
Great  Jones  street,  with  egress  through  yard  doors  to  street. 


1463-24-S. 

PETITIONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Ethel  Shulman,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 8  West  29th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell  and  Superintend¬ 
ents  Brady,  Reville,  Kleinert  and  Moore. ...  9 

Negative  .  0 

Absent:  Mr.  Holland,  Fire  Chief  Kenlon,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Superin¬ 
tendent  McDermott  .  4 

THE  RESOLUTION: 

1463-24-S. 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Ethel  Shulman,  owner,  filed,  December  12,  1924,.  a 
petition,  with  the  board  of  standards  and  appeals,  for  varia¬ 
tion  from  the  requirements  of  the  labor  law,  as  cited  in  an 
order  of  the  fire  commissioner,  affecting  premises  No.  8 
West  29th  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Oc¬ 
tober  23,  1924,  reads: 

“Order  No.  66596-LD :  .  . 

“1.  Arrange  the  fire  escape  on  the  rear  of  buildings 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  compliance 
with  the  provisions  of  Sections  273  and  274  of  the 
Labor  Law  and  the  rules  of  the  Board  of.  Standards 
and  Appeals,  or  carry  out  a  proper  alternative  method 
of  complying  with  the  requirements  of  Section  2/1  of 
the  Labor  Law. 


“NOTE:  Among  the  defects  noted  on  this  fire  escap 
are  the  following :  Windows  on  course  not  fireproo 
nor  self-closing.  No  60  degree  stairs  connecting  bal 
cony.  No  stairway  from  lowest  balcony  to  ground.  N 
safe  passageway  to  street  from  the  termination.  Re 
quires  scraping  and  painting.  No  stairway  from  to 
balcony  to  roof.  Balcony  on  2nd  story  not  enclose! 
with  railing. 

“2.  Enclose  the  interior  stairway  at  west  side  o 
building  serving  as  a  required  means  of  exit,  and  th 
landings,  platforms  and  passageways  connected  there 
with  on  all  sides,  with  partitions  of  fire  resisting  mate 
rial  extending  continuously  from  the  1st  story  to  an 
including  the  underside  of  the  roof  boarding  as  pe 
Section  271  of  the  Labor  Law  and  rules  of  the  Boar 
of  Standards  and  Appeals  amended  July  29,  1924,  o 
carry  out  a  proper  alternative  method  of  complying 
with  Section  271  of  the  Labor  Law.” ; 
and 

Whereas,  the  building  is  non-fireproof,  5  stories  and  cel' 
lar  in  height,  25  ft.  by  92  ft.  3  in.  in  area  at  curb  level,  anj 
83  ft.  3  in.  deep  1st  to  2nd  story;  48  ft.  deep  above.  OC 
CUPIED  as  a  tenant  factory,  principally  furriers,  42  per! 
sons  above  the  ground  floor.  EXITS  :  An  interior  woode  l 
stairway  extending  from  the  1st  story  to  the  4th  story,  er 
closed  in  wood  lath  and  plaster  partitions  with  wooden  door 
at  openings,  iron  ladder  to  roof  scuttle;  a  fire  escape  on  th 
rear  of  the  building  extending  from  the  roof  to  the  Is! 
story,  with  egress  from  the  termination  of  fire  escape  b 
means  of  the  first  story  balcony  extended  to  roof  of  Is 
story  extension  of  property  adjoining  at  west;  roofs  of  ad 
joining  buildings  are  8  ft.  2  in.  higher  at  east  and  2  storie 
higher  at  west;  and 

Whereas,  petitioner  proposes  to  comply  with  Item  1  o, 
the  order  (except  providing  a  passageway  to  the  street)  j 
to  extend  the  fire  escape  down  to  the  ground  and  cut 
doorway  into  the  wall  of  adjoining  extension  at  east  fo! 
use  as  an  exit  from  the  foot  of  fire  escape ;  Re.  to  Item  2  h 
further  proposes  to  cover  the  loft  side  of  stair  enclosur 
with  y2  in.  plaster  boards  and  No.  26  gauge  metal ;  also  t 
provide  fireproof  doors  to  all  openings ;  and 

Whereas,  petitioner  contends  that  the  exits  will  then  b 
adequate  and  requests  favorable  consideration  on  this  peti 
tion ; 

Resolved,  that  the  board  of  standards  and  appeals  doe 
hereby  make  a  variation  from  the  requirements  of  the  labo 
law,  and  the  petition  be  and  it  hereby  is  granted,  as  t 
item  No.  1,  only  so  far  as  it  affects  the  egress  from  th 
termination,  on  condition,  that  open  door  shall  be  provide' 
at  the  yard  level  to  adjoining  premises  to  the  east;  grante 
as  to  item  No.  2,  on  condition,  that  the  loft  side  of  the  stai 
hall  enclosure  shall  be  provided  with  plaster  boardeand  metal 
with  all  openings  therein  equipped  with  self  closing  fireproo 
doors ;  granted  only  so  long  as  conditions  as  to  occupanc 
and  use  remain  unchanged. 


PETITIONER— William  F.  Doyle,  for  W.  &  G.  Holdinj 
Co.,  owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  o 
fire  commissioner. 

PREMISES  AFFECTED— 145-147  West  27th  street,  Man 
hattan. 

APPEARANCES— 

For  Petitioner  :  William  F.  Doyle. 

For  Administration:  Inspector  Maher  of  fire  de 


partment. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 


THE  VOTE—  w  . 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Gunnison,  Connell,  Superintendents 

Brady,  Reville,  Kleinert  and  Moore . 

Negative  . 


l 
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Absent:  Fire  Chief  Kenlon,  Deputy  Fire  Com¬ 
missioner  Hannon  and 

Dermott  . 

HE  RESOLUTION: 

320-25-S. 

Whereas,  William  F.  Doyle,  for  W.  &  G.  Holding  Co., 
»wner,  filed,  March  25,  1925,  a  petition,  with  the  board  of 
tandards  and  appeals,  for  variation  from  the  require- 
nents  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
ommissioner,  affecting  premises  145-7  West  27th  street, 
danhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
darch  5,  1925,  reads: 

“Order  No.  73339-LD : 

“1.  Provide  safe  and  unobstructed  egress  from  the 
lower  termination  of  the  fire  escape  at  rear  of  building 
bv  constructing  a  fireproof  passageway  with  an  unob¬ 
structed  width  of  at  least  3  feet  throughout,  leading 
to  the  street,  adequately  lighted  at  all  times  during 
working  hours,  or  by  means  of  providing  access  to  an 
open  area  having  access  to  the  street,  as  per  Section  273 
of  the  Labor  Law.” ; 
nd 


Whereas,  the  building  is  non-fireproof,  6  stories  in  height, 
11.7  ft.  by  98.9  ft.  in  area.  OCCUPIED  as  a  tenant  fac- 
ory,  manufacturing  clothing  principally,  146  persons  above 
he  1st  story;  equipped  with  a  sprinkler  system  and  a  fire 
ilarm  signal  system.  EXITS  :  An  interior  wooden  stairway 
'xtending  from  the  1st  story  to  the  roof,  enclosed  in  fire 
esisting  partitions  with  kalamein  doors  at  openings ;  a  fire 
•scape  on  the  rear  of  the  building  extending  from  the  main 
-oof  to  roof  of  1st  story  extension,  with  egress  from  the 
ermination  of  fire  escape  by  means  of  an  iron  balcony  ex¬ 
tending  over  the  roof  of  adjoining  1st  story  extension  to  the 


of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis- 
Superintendent  Me-  sioner  and  a  decision  of  the  superintendent  of  buildings,  af- 

.  3  fecting  premises  47-47 y2  Christopher  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
27,  1924,  reads. 

“Order  No.  618G0-LD : 

“1.  Arrange  the  fire  escape  at  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof,  so  that  same  are  in  compliance 
with  the  provisions  of  Sections  273  and  274  of  the  Labor 
Law  and  the  rules  of  the  Board  of  Standards  and  Ap¬ 
peals,  or  carry  out  a  proper  alternative  method  of  com¬ 
plying  with  the  requirements  of  Section  271  of  the  Labor 
Law. 

“NOTE:  Among  the  defects  noted  are  the  following: 
“No  balcony  at  2nd  story  level.  No  stairway  from  2nd 
story  to  ground.  No  fireproof  passageway  from  ter¬ 
mination  to  street.” 

The  decision  of  the  superintendent  of  buildings,  rendered 
February  13,  1925,  reads : 

“Before  a  Certificate  of  Occupancy  can  be  issued  on 
the  above  premises,  it  will  be  necessdry  to  comply  with 
the  following  objections : 

“Area  of  wire  glass  in  doors  to  stair  enclosure  ex¬ 
ceeds  360  square  inches  in  a  single *pane;  no  legal  2nd 
means  of  exit  from  each  floor  to  comply  with  the  Labor 
Law;  door  leading  to  boiler  room  not  self-closing;  cellar 
ceiling  over  boiler  room  not  fire  retarded  and  bulkhead 
over  60  degree  stairs  from  top  story  to  roof  not  fire¬ 
proof.”  ; 


1st  story  extension 


and 

Whereas,  the  building  is  non-fireproof,  four  stories  and 
basement  in  height,  34  ft.  by  93.6  ft.  in  area.  OCCUPIED 

xjl  aumUui.s  _  —  _  ^as  follows:  Basement,  storage,  no  occupancy;  1st  story,  ga- 

roof  of  No.  141  West  27th  street.  f  J  rage  for  electric  autos,  2  persons;  2nd  story,  repair  storage 


ROOFS  of  adjoining  buildings  are  20  ft.  lower  at  west  and 
.  S  ft.  higher  at  east ;  and 

Resolved,  that  the  board  of  standards  and  appeals  does 
lereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  the  petition  be  and  it  here  is  granted  only. so  far  as 
t  affects  egress  from  termination  of  fire  escape,  on  condi¬ 
tion  that  the  existing  conditions  shall  be  accepted  as  now 
:onnected  to  building  to  the  east  and  to  roof  of  extension 
->f  141  West  27th  street,  with  egress  from  roof  of  exten¬ 
don  by  means  of  door  to  public  hallway  of  141  West  27th 
street,  and  thence  direct  to  street. 


547-25-S. 

PETITIONER — William  Higginson,  for  Wendell  &  Evans 
Company,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 47  to  47'/2  Christopher  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Henry  Kold. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition 
and  denied  in  part. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Fire 
Chief  Kenlon,  Superintendents  Reville, 

Kleinert  and  Moore  .  9 

Negative  . .  •  0 

Absent:  Mr.  Dowd,  Deputy  Fire  Commis¬ 
sioner  Hannon,  Superintensents  Brady 

and  McDermott  .  4 

THE  RESOLUTION: 

(347-25-S) 

Whereas,  William  Higginson.  for  Wendell  &  Evans, 
owner,  filed,  March  31,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 


batteries,  2  persons ;  3rd  and  4th  stories,  repairing  and  sort¬ 
ing  linen,  10  persons  on  each  story.  EXITS :  An  interior 
iron  stairway  extending  from  the  1st  story  to  the  top  story, 
enclosed  in  fireproof  partitions,  with  fireproof  (wire  glass 
paneled)  doors  at  openings;  a  fire  escape  on  the  rear  of  the 
building,  extending  from  the  top  story  to  the  roof  of  the 
building  to  the  north;  ROOFS  of  adjoining  buildings,  one 
story  lower ;  and 

Whereas,  petitioner  proposes  to  provide  a  wooden  interior 
stairway  (enclosed  in  fire  retarded  partitions)  connecting  the 
termination  (at  the  3rd  story)  of  the  existing  fire  escape 
with  the  1st  story  of  the  premises;  Egress  from  the  termina¬ 
tion  of  said  proposed  wooden  stairway  through  the  1st  story 
to  the  street;  and  petitioner  requests,  otherwise,  the  accept¬ 
ance  of  the  existing  means  of  egress. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  as  to 
Order  No.  61860,  Item  No.  1  of  the  Fire  Department,  on 
condition  that  an  exterior  stairway  shall  be  provided  on 
the  rear  of  the  building  from  4th  to  3rd  story  to  roof  of 
rear  building  and  connecting  to  fire  retarded  stairs  at  the 
3rd  story  level,  extending  to  the  1st  story;  all  openings 
therein  to  be'  protected  with  self-closing  fireproof  doors, 
and  be  fire-retarded  throughout,  with  open  passage  to  street ; 
granted  only  so  long  as  conditions  as  to  occupancy  and  use 
remain  substantially  unchanged;  granted,  as  to  order  of 
superintendent  of  buildings,  only  so  far  as  it  affects  the  2nd 
means  of  egress;  and  denied  in  all  other  respects. 


387-25-S. 

PETITIONER — Marchand  Bros.  &  Co.,  lessee. 
SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
fire  commissioner. 

PREMISES  AFFECTED— 88  University  place,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  George  R.  Whitehead. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 
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ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 


nedy,  Gunnison,  Connell,  Holland,  Fire 
Chief  Kenlon  and  Superintendents  Brady, 

Reville,  Kleinert  and  Moore .  10 

Negative .  0 

Absent:  Mr.  Dowd,  Deputy  Fire  Commis¬ 
sioner  Hannon  and  Superintendent  Mc¬ 
Dermott  .  3 

THE  RESOLUTION: 


(387-25-S) 

Whereas,  Marchand  Bros.  &  Co.,  lessee,  filed,  April  9, 
1925,  a  petition,  with  the  board  of  standards  and  appeals,  for 
variation  from  the  requirements  of  the  labor  law,  as  cited 
in  a  decision  of  the  fire  commissioner,  affecting  premises  88 
University  place,  Manhattan ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  dated  Jan¬ 
uary  22,  1925,  reads  : 

“This  will  reply  to  your  letter  of  January  19th,  1925, 
in  which  you  request  permission  to  keep  doors  leading 
to  stairs  which  are  arranged  to  be  opened  from  the  floor 
side  only  and  also  to  keep  the  iron  grill  in  front  of  them. 

“Our  records  indicate  that  the  above  premises  is  a 
‘factory’  building  and  there  is  a  ‘factory’  conducted  on 
the  story  which  doors  serve  as  exit. 

“Section  272,  subdivision  3  of  the  Labor  Law  reads 
insofar  as  it  is  applicable  to  the  above  case : 

“No  door  leading  into  or  out  of  any  factory  on  any 
floor  thereof  shall  be  locked,  bolted  or  fastened  during 
working  hours.” 

“The  Fire  Commissioner  is  charged  with  the  enforce¬ 
ment  of  this  section  of  law  but  is  not  empowered  to 
vary  from  or  hold  the  same  in  abeyance  in  any  oar-fa- 
ticular ;  therefore,  we  must  advise  you  that  the  doors  f 
must  be  arranged  so  as  not  to  be  locked,  bolted  or  fas¬ 
tened  during  working  hours.” ; 


and 

Whereas,  the  building  is  fireproof,  11  stories  in  height, 
“L”  shaped  in  area,  having  a  frontage  of  48  ft.  on  East  12th 
street  and  31  ft.  on  University  place;  OCCUPIED  as  a 
tenant  factory,  approximately  200  persons  above  the  1st 
story;  petitioner  occupying  the  11th  story  for  cutting  and 
polishing  diamonds;  EQUIPPED  with  a  sprinkler  system 
and  a  fire  aljrtm  signal  system.  EXITS:  Two  interior  fire¬ 
proof  stairways  extending  from  the  1st  story  to  the  roof, 
enclosed  in  fireproof  partitions,  with  fire  doors  at  openings; 
and  ROOFS  of  adjoining  buildings  are  three  and  four  stories 
lower ;  and 

Whereas,  petitioner  contends  that  a  very  large  and  valu¬ 
able  sotck  of  diamonds  are  kept  on  the  premises  and  that 
the  doors  are  locked  as  a  precaution  against  robbery. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  doors  from  the  public  corridors  shall 
be  unfastened  and  unlocked  from  both  sides  during  working 
hours,  and  the  openings  before  this  board  on  petition  be 
provided  with  panic  bolts  on  the  interior  side;  granted  only 
so  far  as  it  affects  the  occupancy  of  the  11th  story,  while 
maintained  for  the  use  and  occupancy  of  diamond  cutting 
and  polishing. 


1412-23-S 

PETITIONER — Henry  J.  Nurick,  for  Brewster  Publica¬ 
tions,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law,  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 174  Duffield  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Petitioner:  Louis  L.  Klein. 

ACTION  OF  BOARD — Petition  granted  on  condition 

CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell,  Super¬ 
intendents  Brady,  Reville,  Kleinert  and 

Moore  .  <j 

Negative  .  q 

Absent:  Mr.  Dowd,  Fire  Chief  Kenlon,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Su¬ 
perintendent  McDermott  .  4 

THE  RESOLUTION: 

(1412-23-S) 

Whereas,  Henry  J.  Nurick,  for  Brewster  Publications, 
Inc.,  owner,  filed,  December  3,  1923,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the  re¬ 
quirements  of  the  labor  law,  as  cited  in  a  decision  of  the 
superintendent  of  buildings,  affecting  premises  174  Duffield 
street,  Brooklyn ;  and 

W hereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  10,  1923,  in  acting  on  Application  No! 
17816-23,  reads : 

“The  following  objections  have  been  filed  by  the  ex¬ 
aminers  : 

“Labor  Law  in  regard  to  factory  exits.  Section  270. 
Par.  4,  requires  all  stairways  serving  as  required  exits, 
to  lead  directly  to  street,  or  to  a  fireproof  passage  lead¬ 
ing  to  same.”; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  75  ft.  by  35  ft.  in  area;  OCCUPIED  as  a  factory,  1st 
story,  6  persons;  2nd  story,  20  persons;  3rd  story,  25  per¬ 
sons;  the  means  of  egress  consisting  of  an  interior  stairway 
extending  from  the  1st  story  to  the  roof,  enclosed  in  terra 
cotta  partitions  with  fireproof  self-closing  glass  doors  at  the 
openings ;  it  is  proposed  to  connect  the  building,  which  is  at 
the  rear  of  the  lot,  to  a  building  at  the  front  of  the  lot, 
by  means  of  a  non-fireproof  brick  extension  18  ft.  by  24  ft. 
in  area,  and  to  provide  an  outside  iron  stairway  leading 
from  the  roof  to  the  yard,  with  egress  from  the  yard  into 
the  adjoining  yard  to  the  south  and  horizontal  exit  from 
the  factory  to  the  extension ;  and 

Whereas,  this  petition  was  granted  by  the  board  of  stand¬ 
ards  and  appeals  on  February  26,  1924,  on  certain  conditions, 
reopened  April  21,  1925,  and  set  for  a  hearing;  and 

Whereas,  the  building  now  has  a  reduced  occupancy;  1st 
story,  6  persons ;  2nd  story,  10  persons ;  3rd  story,  10  per¬ 
sons  ;  a  horizontal  exit  on  each  story  with  fire  doors  through 
the  new  extension  to  the  front  building  as  a  second  means 
of  exit ;  and 

Whereas,  the  petitioner  has  requested  a  modification  of 
the  original  resolution  to  omit  the  requirement  of  the  60 
degree  fire  escape  on  the  east  side  of  building,  which,  if 
erected,  would  extend  on  premises  of  adjoining  owner,  and 
further  contends  that  the  exits  are  adequate  without  such 
additional  fire  escape. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  the  petition  be  and  it  hereby  is  granted  on  condition 
that  the  occupancy  shall  not  exceed  twenty  (20)  persons 
above  the  1st  story. 


1467-24-S. 

PETITIONER — Anchor  Cap  &  Closure  Corp.,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  fire  commissioner. 

PREMISES  AFFECTED — 22  Queens  street,  Long 
Island  City,  Borough  of  Queens. 
APPEARANCES— 

For  Petitioner:  E.  H.  Rack. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 
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HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Connell,  Superintendents 
Brady,  Reville,  Kleinert  and  Moore....  8 

Negative:  Mr.  Holland  .  1 

Absent:  Mr.  Dowd,  Fire  Chief  Kenlon,  Dep¬ 
uty  Fire  Commissioner  Hannon  and  Su¬ 
perintendent  McDermott  .  4 


THE  RESOLUTION: 

(1467-24-S) 

Whereas,  E.  H.  Rack,  for  Anchor  Cap  &  Closure  Corp., 
vner,  filed,  September  19,  1924,  a  petition,  with  the  board 
‘  standards  and  appeals,  for  variation  from  the  require- 
ents  of  the  labor  law,  as  cited  in  a  decision  of  the  fire 
>mmissioner,  afifecting  premises  22  Queens  street,  L.  I.  C., 
orough  of  Queens;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
ily  23,  1924,  reads: 

“Answering  your  request  of  June  25th,  for  permis¬ 
sion  to  allow  smoking  in  your  cafeteria  at  No.  22  Queens 
Street,  Long  Island  City,  I  beg  to  state  that,  in  accord¬ 
ance  with  the  resolution  adopted  by  the  Board  of  Stand¬ 
ards  aind  Appeals,  smoking  may  be  permitted  under  cer¬ 
tain  classes  of  buildings : 

“A.  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  smoking  tobacco,  when  necessary  for  the  ef¬ 
ficient  conduct  of  the  business,  provided  *  *  *. 

“B.  Factories  devoted  entirely  to  one  of  the  follow¬ 
ing  occupancies:  Blacksmith;  horseshoeing;  boiler  mak¬ 
ing  ;  brick,  terra  cotta  or  artificial  stone  works ;  forge 
shop;  foundries;  iron,  steel,  brass  or  copper  works; 
machine  shop;  smelting;  •stone  or  monumental  works; 
provided  that  in  any  case  said  building  is  not  of  wood 
construction  *  *  *. 

“You  will  note  that  no  provision  has  been  made  in 
the  foregoing  rule  to  allow  smoking  in  building  oc- 
i  cupied  other  than  the  above.  *  * 

nd 

Whereas,  the  building  is  fireproof,  six  stories  in  height, 
59  ft.  by  100  ft.  in  area;  OCCUPIED  as  a  factory;  1st 
tory,  mfg.  rubber,  00  persons;  2nd  story,  storage  and  lunch 
Joom,  10  persons;  3rd  story,  mfg.  caps,  150  persons;  4th 
tory,  electroplating  plating,  20  persons ;  ,>th  story,  machine 
hop,  80  persons;  6th  storv,  offices  and  lithographing,  75  per¬ 
sons  ;  EQUIPPED  with  a  sprinkler  system.  EXITS :  Three 
iterior  fireproof  stairs  extending  from  1st  story  to  roof, 
t  /ay  enclosed  in  fireproof  partitions  with  fireproof  doors  at 
penings ;  there  are  no  buildings  adjoining;  and  .  . 

Whereas,  the  petitioner  claims:  a  competent  person  is  in 
harge  at  all  times  to  enforce  effective  rules  for  smoking 
n  the  premises ;  a  safety  committee  makes  weekly  inspec- 
ions  to  detect  any  fire  hazard;  the  building  is  fireproof; 
and  extinguishers  are  provided  throughout  the  building , 
nder  such  safeguards  he  requests  the  board  to  permit  smok- 
lg  in  the  lunchroom  on  2nd  story  and  main  office,  6th 
tory. 

Resolved,  that  the  board  of  standards  and  appeals  docs 
lereby  make  a  variation  from  the  requirements  of  the  la- 
ior  law,  and  the  petition  be  and  it  hereby  is  granted,  only 
o  far  as  it  affects  the  cafeteria  dining  room  on  the  2nd 
tory,  enclosed  in  fireproof  partitions ;  all  openings  therein 
I  o  be  equipped  with  self-closing  fireproof  doors ;  also  the 
•xecutive  offices  on  the  6th  story  on  the  exterior  ot  the 
luilding,  with  openings  therein  direct  to  the  outer  air. 


19-25-S. 

’ETITIONER — Crokgr  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Geisman,  Musliner  &  Bright- 
man,  Inc.,  lessee. 

•SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
Commissioner. 


PREMISES  AFFECTED — 302-22  Butler  street,  Brooklyn. 
APPEARANCES— 

For  Petitioner :  H.  E.  Horwood. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Holland,  Connell,  Superintendents  Brady, 

Reville,  Kleinert  and  Moore  .  8 

Negative  .  0 

Absent:  Messrs.  Dowd,  Gunnison,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner  Hannon 
and  Superintendent  McDermott  .  5 

THE  RESOLUTION: 

(119-25-S) 

Whereas,  Croker  National  Fire  Prev.  Eng.  Co.,  for  But¬ 
ler  Street  Realty  Corporation,  owner,  filed,  January  27,  1925, 
a  petition,  with  the  board  of  standards  and  appeals,  for  varia¬ 
tion  from  the  requirements  of  the  labor  law,  as  cited  in  an 
order  of  the  fire  commissioner,  affecting  premises  302-22  But¬ 
ler  street,  Borough  of  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  2,  1924,  reads : 

“1.  Enclose  the  interior  stairway  at  northwest  corner 
of  building  serving  as  a  required  means  of  exit,  and  the 
landings,  platforms  and  passageways  connecting  there¬ 
with  on  all  sides  with  partitions  of  fire  resisting  mate¬ 
rial  extending  continuously  from  the  1st  story  to  the 
underside  of  the  roof  beams,  constructed  as  per  Section 
271  of  the  Labor  Law  and  Rule  1  as  amended  Board 
of  Standards  and  Appeals  July  29th,  1924. 

“2.  Arrange  the  fire  escape  on  the  south  side  of  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof  so  that  same  are  in  com¬ 
pliance  with  the  provisions  of  Section  273  and  274  of  the 
Labor  Law  and  the  rules  of  the  Board  of  Standards  and 
Appeals,  or  carry  out  a  proper  alternative  method  of 
complying  with  the  requirements  of  Section  271  of  the 
Labor  Law.  See  NOTE. 

“NOTE: — Among  the  defects  noted  are  the  follow¬ 
ing:  Windows  on  course  not  fireproof  self-closing.  No 
stairway  from  4th  story  balcony  to  roof. 

“3.  Remove  the  substandard  fire  escape  on  the  north 
side  or  reconstruct  same  to  conform  to  Section  274  of 
the  Labor  Law  and  Rule  3  as  amended  by  the  Board 
of  Standards  and  Appeals  amended  May  9th,  1924. 

“NOTE: — Among  the  defects  noted  are  the  follow¬ 
ing:  Windows  on  course  not  fireproof  self-closing.  No 
drop  ladder  in  guides  from  lowest  balcony  to  ground.” ; 
and 

Whereas,  the  building  is  non-fireproof.  four  stories  in 
height,  111  ft.  by  100  ft.  in  area;  OCCUPIED  as  a  factory 
building,  manufacturing  leather  goods,  54  persons  above  the 
1st  story;  EQUIPPED  with  a  fire  alarm  signal  system. 
EXITS  :  Two  interior  wooden  stairways  extending  from  1st 
story  to  top  story;  enclosed  in  wooden  partitions  at  1st  and 
2nd  stories  only  with  wooden  dobrs  at  openings;  a  fire  escape 
on  the  rear  of  the  building  extending  from  top  story  to  yard 
level ;  with  EGRESS  from  the  termination  of  fire  escape 
by  means  of  a  driveway  direct  to  Butler  street ;  a  sub-stand¬ 
ard  fire  escape  on  Butler  street  front ;  there  are  no  buildings 
adjoining;  and 

Whereas,  the  petitioner  proposes  to  bring  the  rear  fire 
escapes,  also  the  front  sub-standard  fire  escapes,  up  to  stand¬ 
ard  ;  he  claims  the  building  will  then  be  provided  with  ade¬ 
quate  means  of  egress,  and  requests  the  board  to  accept  his 
proposal  as  compliance  with  Order  No.  69108-LD. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  -variation  from  the  requirements  of  the  labor 
law,  and  the  petition  be  and  it  hereby  is  granted,  as  to  Item 
No  1  on  condition  that  the  stairs  shall  be  enclosed  on  the 
first  story  with  plaster  board  and  metal,  all  openings  therein 
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to  be  provided  with  self-closing  fireproof  doors;  and  granted 
on  further  condition  that  the  present  fire  escapes  shall  be 
made  standard  in  accordance  with  the  requirements  of  the 
labor  law. 


352-25-S. 

PETITIONER — George  and  Edward  Blum,  for  Sigwin 
Building  Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 191-495  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Charles  Mullin. 

ACTION  OF  BOARD — Petition  granted  on  condition. 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Holland,  Connell,  Superintendents  Brady, 

Reville,  Kleinert  and  Moore  .  8 

Negative  .  0 

Absent :  Messrs.  Dowd,  Gunnison,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner  Hannon 
and  Superintendent  McDermott  .  5 


THE  RESOLUTION: 

(352-25-S) 

Whereas,  George  Blum,  for  Sigwin  Building  Corp., 
owner,  filed,  April  1,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the. labor  law,  as  cited  in  a  decision  of  the  superintendent 
of  buildings,  affecting  premises  491-495  Seventh  avenue, 
Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  19,  1925,  in  acting  on  N.  B.  Application 
102-25,  reads: 

“Area  of  glass  panes  should  not  exceed  720  square 
inches,  Labor  Law,  Section  264-7.”  ; 

and 

Whereas,  the  building  is  fireproof,  24  stories  in  height, 
60  ft.  by  75  ft.  in  area.  OCCUPIED:  1st  story,  stores; 
upper  stories,  show  rooms  and  25  per  cent  manufacturing, 
30  persons  per  story;  EQUIPPED  with  a  sprinkler  system 
and  a  fire  alarm  signal  system.  EXITS :  Two  interior  fire¬ 
proof  stairways  extending  from  1st  story  to  roof;  enclosed 
in  fireproof  partitions  with  fire  doors  at  openings ;  and 

Whereas,  there  are  openings  in  the  front  wall  of  the 
building  on  the  1st,  2nd  and  3rd  stories,  glazed  with  %  in. 
plate  glass ;  the  maximum  area  of  the  glass  on  the  1st  story 
being  9  ft.  6  in.  by  17  ft.  4  in.  and  the  maximum  area  of  the 
glass  on  the  2nd  and  3rd  stories  being  3  ft.  1%  in.  by  6 
ft.  9  in. ;  and 

Whereas,  petitioner  contends  that  to  comply  with  the  la¬ 
bor  law  was  to  the  area  of  the  glass  on  the  1st,  2nd  and  3rd 
stories  would  destroy  the  proposed  use  of  these  stories  and 
also  would  materially  affect  the  architectural  appearance  of 
the  building. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  the  petition  be  and  it  hereby  is  granted,  only  so 
far  as  it  affects  the  windows  on  the  three  (3)  lower  stories 
on  the  street  front,  on  condition  that  openings  shall  be 
equipped  with  polished  plate  glass  not  less  than  54  in.  in 
thickness,  installed  in  approved  metal  frames,  and  that  the 
requirements  of  the  labor  law  shall  be  complied  with  in 
all  other  respects. 


396-25-S. 

PETITIONER — Samuel  Rosenblum,  for  James  F.  Zweig- 
haft,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 152  West  24th  street,  Manhat¬ 
tan. 


APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Holland,  Connell,  Superintendents 


Brady,  Reville,  Kleinert  and  Moore  .  9 

Negative  .  o 

Absent :  Mr.  Dowd,  Fire  Chief .  Kenlon,  Deputy 
Fire  Commissioner  Hannon  and  Superin¬ 
tendent  McDermott  .  4 


THE  RESOLUTION: 

(396-25-S) 

Whereas,  Samuel  Rosenblum,  for  James  F.  Zweighaft, 
owner,  filed,  April  11,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  152  West  24th  street,  Manhattan; 
and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“No.  39689-LC — Provide  an  outside  iron  balcony  fire 
escape  on  the  rear  of  building  with  balconies  4  ft.  wide 
connected  by  stairways  not  less  than  22  in.  wide,  placed 
at  an  incline  of  not  more  than  45  degrees,  extending 
from  the  ground  to  the  highest  story,  constructed  as 
per  section  273  of  the  labor  law  and  the  rules  of  the 
Board  of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  25  ft.  by  94  ft.  9  in.  in  area.  OCCUPIED :  1st  story, 
lumber  dealer,  3  persons;  2nd  story,  front,  vacant  at  present; 
proposed  occupancy,  7  persons ;  rear,  furrier,  7  persons ;  3rd 
story,  front,  furrier,  2  persons;  rear,  embroidery,  20  per¬ 
sons.  EXITS:  An  interior  wooden  stairway  extending  from 
1st  story  to  roof,  enclosed  in  wood  lath  and  plaster  on  the 
1st  and  2nd  stories  and  in  wooden  partitions  on  the  3rd  j 
story  with  wooden  doors  at  the  openings,  a  fire  escape  on 
the  rear  of  the  building  extending  from  the  roof  to  the 
1st  story,  having  a  balcony  connection  on  the  2nd  story  to 
the  balcony  leading  to  the  exterior  stairway  on  the  rear 
of  building  No.  148-150  West  24th  street;  roofs  of  adjoining 
buildings  to  east,  nine  (9)  stories  higher;  to  west,  six  (6) 
feet  higher;  and 

Whereas,  petitioner  proposes  to  fireproof  the  openings 
along  the  course  of  the  fire  escape  excepting  on  the  top 
story ;  contending  there  is  no  safe  egress  from  the  roof 
of  the  building  in  question,  owing  to  the  height  of  the  ad¬ 
joining  buildings. 

Resolved,  that  the  board  of  standards  and  appeals  docs  ! 
hereby  make  a  variation  from  the  requirements  of  the  labor  ! 
law,  and  the  pettiion  be  and  it  hereby  is  granted,  only  so  far 
as  it  affects  egress  from  termination  of  fire  escape  on  rear, 
on  condition  that  the  fire  escape  shall  comply  with  the  labor  j 
law  in  all  other  respects  and  shall  be  connected  to  outside  ! 
iron  stairway  on  adjoining  premises  to  the  east  at  2nd  1 
story. 


401-25-S. 

PETITIONER — Samuel  Rosfenblum,  for  Forsythe  Holding 
Co.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 118  Forsythe  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

AC  TION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 


MINUTES 


* 


IE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Gunnison,  Holland,  Connell,  Superintendents 

Brady,  Reville,  Kleinert  and  Moore  .  9 

Negative  .  0 

Absent:  Mr.  Dowd,  Fire  Chief  Kenlon,  Deputy 
Fire  Commissioner  Hannon  and  Superin¬ 
tendent  McDermott  .  4 

rHE  RESOLUTION: 

(401-25-S) 


Vhereas,  Samuel  Rosenblum,  for  Forsyth  Holding  Co., 
ner,  filed,  April  14,  1925,  a  petition,  with  the  board  of 
ndards  and  appeals,  for  variation  from  the  requirements 
the  labor  law,  as  cited  in  an  order  of  the  fire  commis- 
ner,  affecting  premises  118  Forsyth  street,  Manhattan;  and 
Vhereas,  the  order  of  the  fire  commissioner,  dated  July 
1924,  reads: 

“Order  No.  63029-LD : 

“1.  Provide  safe  and  unobstructed  egress  from  the 
lower  termination  of  fire  escape  at  rear  of  building 
by  constructing  a  fireproof  passageway  with  an  unob¬ 
structed  width  of  at  least  3  ft.  throughout  leading  to 
the  street,  adequately  lighted  at  all  times  during  working 
hours,  or  by  means  of  providing  access  to  an  open  area 
having  connection  with  the  street,  as  per  Section  273  of 
the  Labor  Law.” ; 
d 

Whkrf.as.  the  building  is  non-fireproof,  seven  stories  in 
ight,  25  ft.  10J4  in.  by  94  ft.  in  area;  OCCUPIED  as  a 
lant  factory,  manufacturing  clothing  principally,  82  per¬ 
is  above  the  2nd  story ;  2nd  story  is  used  for  restaurant 
oposed;  Equipped  with  a  fire  alarm  signal  system. 
'CITS:  An  interior  fireproof  stairway  extending  from  en- 
ince  door  to  roof,  enclosed  in  fire  resisting  partitions  with 
eproof  doors  at  openings;  a  fire  escape  on  the  rear  of 


the  building,  extending  from  the  roof  to  yard  level,  with 
egress  from  the  termination  of  fire  escape  by  means  of  a 
gate  in  fence  to  adjoining  yard  at  north  and  also  at  south; 
ROOFS  of  adjoining  buildings  are  two  stories  lower  at 
north  and  six  stories  lower  at  south ;  and 

Whereas,  the  petitioner  claims  that  means  of  egress  to 
the  street  through  adjoining  yards  at  north  and  south  are 
maintained ;  that  such  egress  has  been  previously  accepted 
by  the  fire  department,  and  he  now  requests  the  board  to 
accept  the  present  means  of  egress  as  adequate  without 
change. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  the  petition  be  and  it  hereby  is  granted,  only  so  far 
as  it  affects  the  egress  from  the  termination  of  the  fire 
escape,  on  condition  that  an  open  passageway  shall  be  main¬ 
tained  from  the  yard  to  adjoining  yards,  both  north  and 
south,  with  egress  therefrom  to  adjoining  tenement  house 
direct  to  street,  with  iron  bridge  at  the  1st  story  level  from 
fire  escape  connected  directly  to  yard  of  building  to  north 
with  direct  egress  therefrom  through  hallway  of  adjoining 
tenement  to  street  at  1st  story;  and  on  further  condition 
that  the  occupancy  of  the  building  shall  not  exceed  the  legal 
capacity  of  the  interior  stairway. 


APPLIANCE  SUBMITTED  FOR  APPROVAL. 
1305-24-SA. 

PETITIONER — International  Heating  Company. 
SUBJECT — Approval  of  International  Furnace  Burner. 
APPEARANCES— None. 

ACTION  OF  BOARD — Placed  on  reserve  calendar. 


Adjourned  5.10  p.  m. 

William  J.  O’Gorman,  Secretary. 
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RULES 

COMMUNITY  LAUNDRIES  IN  BUSINESS  DISTRICTS 


mended  Resolution  Adopted  by  the  Board  of  Appeals, 
March  16,  1920,  Under  Cal.  No.  549-17 -BZ. 

Whereas,  the  board  of  appeals,  at  its  regular  meet- 
?,  December  16,  1919,  unanimously  rescinded  an  opinion 
ridentally  expressed  and  incorporated  in  a  resolution 
opted  by  the  board  on  May  28,  1917,  in  acting  on  Cal. 
a.  549-17- BZ.  This  opinion  was  that  a  laundry  is  not  a 
ohibited  use  in  a  business  district  under  the  building  zone 
solution.  The  board  unanimously  rescinded  this  expres- 
'n  of  opinion,  inasmuch  as  a  laundry  is  a  factory  within 
e  meaning  of  the  labor  law  and  juust  be  so  construed 


under  the  building  zone  resolution  in  the  absence  of  any 
definition  therein  to  the  contrary. 

Resolved,  that  this  shall  not  be  construed  to  include 
within  the  prohibited  uses  specified  under  Section  4  of 
the  building  zone  resolution  a  community  or  neighborhood 
laundry  located  in  the  basement  or  ground  floor  of  a 
building  within  a  business  district  and  containing  not  more 
than  eight  (8)  rotary  washing  machines  with  inside  cylin¬ 
ders  not  more  than  30  in.  in  diameter  by  30  in.  in  length 
over  all  nor  more  than  two  20  in.  extractors,  the  20  in. 
measurement  being  the  diameter  of  the  inside  basket,  which 
machines  and  extractors  shall  be  operated  solely  by  elec¬ 
tric  power  and  do  not  require  the  installation  of  steam 
boiler  or  plant. 


NOTICE 


BUILDIN'G  CODE  ON  SALE.  ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
istributing  Division  of  the  City  Record  Office,  125  Worth  Distributing  Division  of  the  City  Record  Office,  125  Worth 
reet.  Price,  $1.25;  by  mail,  $1.35.  street.  Price,  30c;  by  mail,  35c. 


I 


833 


PROGRESS  REPORT 


* 

DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  July  16,  1923  . 
Restored  to  calendar . 

Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification  . 

Requests  to  rescind  . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit  . <... 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans  . 

Administrative  requests  . 

Requests  for  interpretation . 


DISPOSITION  OF  CASES. 

598  Withdrawn  . 

Dismissed  . 

Denied  . . . 

744  Granted  . 

Granted  on  condition  . 

Appliances  approved  . ' . 

49  Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

90  Requests  to  reopen  granted . 

Requests  to  reopen  denied  . 

3  Requests  to  amend  granted . 

Requests  to  amend  denied  . 

28  Requests  for  modification  granted . 

Requests  for  modification  denied  . 

1  Requests  to  rescind  granted  . 

Requests  to  rescind  denied  . 

13  Requests  for  extension  of  time  granted  . 

Requests  for  extension  of  time  denied  . 

13  Requests  for  extension  of  permit  granted . 

Requests  for  extension  of  permit  denied  . 

1  Requests  to  install  granted  . 

Requests  to  install  denied . 

9  Plans  approved  . 

Plans  disapproved  . 

1  Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . . 

1  Interpretations  . 

Requests  withdrawn  or  dismissed . 


Total  .  1551  Total 

Disposed  of  . .  852 


Cases  pending  July  16,  1925  .  699 
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WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  tc 

Name  . 

Street  . 

P.  O . . . 

My  subscription  is  to  begin  with  th^  issue  for  .  1925. 
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DIRECTORY 

BOARD  OF  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 

mes  P.  Holland  John  Dowd 

:nry  L.  Connell  Joseph  B.  Gunnison 

re  Chief  John  Kenlon  J.  Sausfield  Kennedy 

_ 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  to. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar.  . 

.  All  hearings  are  held  in  Room  10 J 3,  Municipal  Building. 

Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

WILLIAM  E.  WALSH,  Chairman. 
mes  P.  Holland  John  Dowd 

:nry  L.  Connell  Joseph  B.  Gunnison 

re  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy 

iomas  J.  Drennan . Fire  Commissioner 

iarles  Brady . Supt.  of  Buildings,  Manhattan 

J.  Reville . Supt.  of  Buildings,  The  Bronx 

Bert  E.  Kleinert . Supt.  of  Buildings,  Brooklyn 

hn  W.  Moore . Supt.  of  Buildings,  Queens 

illiam  J.  McDermott _ Supt.  of  Buildings,  Richmond 

William  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

fice — Municipal  Building,  Rooms  1001  to  1015. 

:lephone — Worth  0184. 

fice  Hours — 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

/  communications  should  be  addressed  to  the  chairman 
of  the  board. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK'S  CALENDAR. 

’Hie  Clerk's  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  July  28,  1925, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  September  8,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 
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CONTENTS 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,.  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
vur  ::  days  from  the  date  of  the  action  of  the  Administrative  Of- 

■  '  —  ficial. 

Any  communication  purporting  to  be  an  appeal,  applica 


AUG 


This  issue  of  the  Bulletin  contains^ Hlft  the  order 
it  n — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  July  21, 
1925. 

Minutes  of  Special  Meeting,  Board  of  Appeals,  July 
21,  1925. 

Correction. 

Reserve  Calendar. 

Progress  Report, 


J'  <2tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
~  by  the  rules  of  this  board. 
t>  '-‘  Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  July  23,  1925. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  July  28,  1925,  at  2  p.  m. 


Cal.  No.  Department.  Premises  Affected. 

765-25-S . B.B.M.  ..561-565  Seventh  ave.,  Man. 

- -  N.  B.  398-1925. 

764-25-A . B.B.M.  ..753-759  Seventh  ave.,  Man. 

-  Viol.  2957-1925. 

763-25-SA . F.D . Piston  Rotating  Post  Pump, 

- -  Type  705.  Appliance. 

762-25- A . F.D . 2201-2219  Grand  st.,  Maspeth, 

- -  Q.  F-74588. 

761-25-S . B.B.M.  ..49-57  West  37th  st.,  Man. 

- -  N.  B.  275-1925. 

760-25-BZ . B.B.M.  ..205-7  East  101st  st.,  Man. 

-  Alt.  1612-1925. 

759-25-A . F.D . 45-49  John  st.,  Man. 

-  F-70610. 

758-25-S . B.B.M.  ..540-552  Eighth  ave.,  Man. 

-  N.  B.  24-1925. 

757-25-S . B.B.M.  ..1385-1391  Broadway,  Man. 

- - -  N.  B.  694-1924. 

756-25-A . F.D . 520-524  West  Broadway,  Man. 

-  *  F-79445. 

755-25-BZ . B.B.B.  ..870-872  Metropolitan  ave., 

- -  Bklyn.  Alt.  1506-1925. 

754-25-BZ . B.B.Q.  ..North  side  Austin  st.  from 

Puritan  ave.  to  Atom  pi.,  For¬ 
est  Hills,  Q. 

- -  N.  B.  11072-11073-11074-1925. 

753-25- A . F.D . 405-409  West  13th  st.,  Man. 

-  F-69489. 

752-25-SA . F.D . Toro  Emergency  Gas  Shut-Off 

-  Valve.  Appliance. 

751-25-BZ . B.B.M.  ..6-16  East  99th  st.,  Man. 

-  N.  B.  423-1925. 

750-25-BZ . B.B.B.  ..229-239  East  29th  st.,  Bklyn. 

- -  N.  B.  11907-1925. 

749-25-S . F.D . 732  Broadway,  Man. 

-  .  L.  D.  76550. 

748-25-S . F.D . 380  South  st.,  Man. 

- -  L.  D.  74507. 

747-25-S . B.B.M.  ..236-238  West  30th  st.,  Man. 

-  >  N.  B.  219-1925. 

746-25-S . B.B.M.  ..242-246  West  30th  st.,  Man. 

- -  N.  B.  63-1925. 

745-25-S . B.B.M.  ..214-226  West  29th  st.,  Man. 

N.  B.  237-1925. 


F.D.  .. 

H.D.  . 

B.B.B. 

B.B.Bx 

B.B.M. 

B.B.Q. 

B.B.R. 

T.H.D. 


CODE. 

. Fire  Department 

. Health  Department 

. .  .Bureau  of  Buildings,  Brooklyn 

. Bureau  of  Buildings,  Bronx 

.Bureau  of  Buildings,  Manhattan 

. Bureau  of  Buildings,  Queens 

.  .Bureau  of  Buildings,  Richmond 
.Tenement  House  Department 


Building  Zone  Cases. 

1003-24-BZ. 

APPLICANT — David  Falconer,  owner. 

PREMISES — 185  Jamaica  avenue,  Long  Island  City 
Queens. 

TO  PERMIT  in  a  business  district  the  alteration  and  ex 
tension  of  a  garage  for  the  storage  of  more  thai 
five  (5)  motor  vehicles. 

225-25-BZ. 

APPLICANT  Thomas  O’Rourke  Gallagher,  for  Mymauc 
Construction  Co.,  owner. 

PREMISES — Southwest  corner  of  Metropolitan  avenue  anc 
125th  street,  Richmond  Hill,  Queens. 

TO  PERMIT  in  a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  that 
five  (5)  motor  vehicles. 

447-25-BZ. 

APPLICANT— Benjamin  Dressier,  Jr.,  for  Incorporatec 
Parkway  Builders,  Inc.,  owner. 

PREMISES — 71-85  Caton  place,  Brooklyn. 

1  O  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  extending  from  an  unrestrictec 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles. 

484-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Helen  Pelcyger 
owner. 

PREMISES — 836-846  Crown  street,  Brooklyn. 

d  O  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than} 
five  (5)  motor  vehicles. 

486-25-BZ. 

APPLICANT— Louis  A.  Sheinart,  for  Estate  of  George 
briedland,  owner. 

PREMISES — 113-117  Chrystie  street,  Manhattan. 

IO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

577-25-RZ. 

APPLICANT— Bandler,  Haas  &  Collins,  for  212  West 
72nd  St.  Corp.,  owner. 

PREMISES— 212  West  72nd  street,  Manhattan. 

TO  PERMIT  in  a  residence  and  “B”  area  district  extend¬ 
ing  from  a  business  district,  the  alteration  and  ex¬ 
tension  of  a  building  to  be  used  in  part  for  busi¬ 
ness  purposes,  also  the  omission  of  a  rear  yard  as 
required  by  the  building  zone  resolution. 

97-25-BZ. 

APPLICANT  Robert  Kaplan,  for  Ros-Sil  Realty  Corpo¬ 
ration,  owner. 

PREMISES— 13  West  36th  street,  Manhattan. 

10  PERMIT  in  a  business  and  “B”  area  district  the  main¬ 
tenance  of  a  rear  yard  less  in  depth  than  that  re¬ 
quired  by  the  building  zone  resolution. 


737-25-BZ. 

APPLICANT  brank  S.  Parker,  for  598  Eighth  Avenue 
Corporation,  lessee. 

PREMISES — 594-598  Eighth  avenue  and  270-274  West  39th 
street,  Manhattan. 

TO  PERMIT  in  a  l]/2  times  district,  the  erection  and  main-  ( 
tenance.  of  the  street  walls  to  a  height  exceeding  [ 
the  limit  required  by  the  building  zone  resolution.  1 
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■50-24-BZ. 

PPLICANT — Croker  National  Fire  Prevention  Engineer¬ 
ing  Co.,  for  Anna  M.  Fischetti,  owner. 

REMISES — 87  Clermont  avenue,  rear,  Brooklyn. 

0  PERMIT  in  a  residence  district  the  maintenance  of  a 
garage  for  the  storage  of  five  (5)  pleasure  motor 
vehicles,  four  (4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises. 

153-24-BZ. 

PPLICANT — John  J.  Dunnigan,  for  James  Murphy, 
owner. 

REMISES — 24  Evelyn  place,  The  Bronx. 

0  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

59-25-BZ. 

PPLICANT — William  A.  Giesen,  for  Agnes  Connolly, 

owner. 

REMISES — 2805  Pond  place,  The  Bronx. 

0  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  five  (5) 

B  pleasure  motor  vehicles,  four  (4)  spaces  rented  to 
persons  not  residing  on  the  premises. 

12-25-BZ. 

PPLICANT — Irene  Thatcher,  owner. 

REMISES — 1720-30  Coney  Island  avenue,  Brooklyn. 

0  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

<  ' 


BOARD  OF  APPEALS. 

Tuesday,  July  28,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

904-24- A — 235-239  West  23rd  street,  Manhattan. 

578-25-A — 119-125  Seventh  avenue,  Manhattan. 

302-25-A — 207-209  East  49th  street,  Manhattan. 

336-25-A — 46  Old  Broadway,  Manhattan. 

349-25-A — 210  East  63rd  street,  Manhattan. 

213-21-A — 125-137  Navy  street,  236-242  Johnson  street  and 
64-66  Raymond  street,  Brooklyn. 

177-24-A — 79-89  Seventh  avenue,  Manhattan. 

356-25- A — 628  Lexington  avenue,  Manhattan. 

360-25-A — 695  Atlantic  avenue,  Brooklyn. 

390-25-A — 3064-3088  Atlantic  avenue,  Brooklyn. 

186-25- A — 4409  New  Utrecht  avenue,  Brooklyn. 

372-25-A — 2343  Hughes  avenue,  The  Bronx. 

439-25-A — 552  4th  street,  Brooklyn. 

656-25- A— 1109  45th  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 

f  a  public  hearing  under  the  provisions  of  the  building  zone 

^solution,  Tuesday  morning,  July  28,  1925,  at  10  o’clock, 

i  Room  1013,  Municipal  Building,  on  the  following  mat- 

:rs : 

al.  no.  371-25-BZ — Application,  April  6,  1925,  under  the 
building  zone  resolution,  of  William 
Weintraub,  applicant,  on  behalf  of  R. 
A.  R.  Realty  Corp.,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  building  to  be  used  for 
dry  cleaning;  premises  428-432  Cherry 
street,  Manhattan. 

AL.  NO.  291-25-BZ— Application,  March  16,  1925,  under  the 
building  zone  resolution,  of  Hollywood 
Garage  Corp.,  applicant  and  owner,  to 


permit  in  a  business  district  the  altera¬ 
tion  and  enlargement  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  238-244  East  64th 
street  and  1207-1209  Second  avenue, 
Manhattan. 

cal.  no.  384-25-BZ — Application,  April  8,  1925,  under  the 
building  zone  resolution,  of  Richard  J. 
Cullinan,  applicant,  on  behalf  of  John 
H.  Hayes,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  547-551  West  133rd  street, 
Manhattan. 

cal.  no.  1421-24-BZ — Application,  June  9,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Elliot 
Place  Holding  Co.,  owner,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  business  building  (previ¬ 
ously  denied  by  the  board)  ;  premises 
southeast  corner  of  Jerome  avenue  and 
Elliott  place,  The  Bronx. 

cal.  no.  412-25-BZ — Application,  April  16,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Rosie 
Kellner,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
an  apartment  house,  the  first  story  to  be 
used  for  store  purposes;  premises  840 
Washington  avenue,  northwest  corner 
of  Lincoln  place,  Brooklyn. 

cal.  no.  419-25-BZ — Application,  April  18,  1925,  under  the 
building  zone  resolution,  od  William 
Bone,  applicant,  on  behalf  of  Hyman 
Wynehouse,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  five  (5)  detached  residence 
buildings  to  be  used  for  store  purposes 
on  the  first  story;  premises  4110-4118 
Ninth  avenue,  Brooklyn. 

cal.  no.  428-25-BZ — Application,  April  21,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Jerome 
Hatch  Realty  Corp.,  owner,  to  permit 
partly  in  a  residence  district  and  part¬ 
ly  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  101-111  Linden  street, 
Brooklyn. 

cal.  no.  1429-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  architect,  on  behalf  of  John 
J.  Daly  and  Max  L.  Fried,  owners,  to 
permit  in  a  business  district  the  main¬ 
tenance  of  a  motor  vehicle  repair  shop ; 
premises  1012-1018  Avenue  St.  John, 
The  Bronx. 

cal.  no.  482-25-BZ — Application,  May  7,  1925,  under  the 
building  zone  resolution,  of  Merkle  & 
Elberth,  applicants,  on  behalf  of  Irving 
Savings  Bank,  owner,  to  permit  in  a 
“B”  area  district  the  omission  of  a  rear 
yard  required  to  start  at  an  elevation 
23  ft.  above  curb  level  by  the  building 
zone  resolution;  premises  115  -  117 
Chambers  street,  Manhattan. 

cal.  no.  571-25-BZ — Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  Amin  Mer- 
liige,  applicant  and  owner,  to  permit  in 
a  1  l/i  times  height  district  the  erection 
of  the  street  wall  to  a  height  exceeding 
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the  limit  required  by  the  building  zone 
resolution;  premises  345-351  39th  street, 
Brooklyn. 

cal.  no.  1057-24-BZ — Application,  August  20,  1924,  under 
the  building  zone  resolution,  of  James 
J.  Walker,  applicant,  on  behalf  of 
William  A.  Cameron,  owner,  to  permit 
partly  in  a  residence  district  and  partly 
in  a  business  district  the  erection  of  a 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  and  also  within  a 
“B”  area  district,  the  omission  of  the 
rear  yard  required  by  the  zone  reso¬ 
lution;  premises  northwest  corner  182nd 
street  and  Folin  street,  The  Bronx. 

cal.  no.  681-25-BZ — Application,  July  1,  1925,  under  the 
building  zone  resolution,  of  James  J. 
Walker,  applicant,  on  behalf  of  Packard 
Motor  Car  Co.  of  New  York,  under 
contract,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  automobile  show,  sales, 
distributing  and  service  station ;  prem¬ 
ises  4650-4664  Broadway  and  2-16  Sher¬ 
man  avenue,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  July  28,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

579-25-S — 119-25  Seventh  avenue,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

1525-24-S — 107  East  31st  street,  Manhattan. 

718-18-S — 17-23  East  Broadway,  Manhattan. 

358-25-S — 138-140  East  25th  street,  Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 

321-25-S — 232-234  West  37th  street,  Manhattan. 

353-25-S — 208-210  West  27th  street,  Manhattan. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

487-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Charles  J.  Ryan, 
owner. 

PREMISES — 1307-1319  65th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

553-25-BZ. 

APPLICANT — South  Ozone  Park  Operating  Co.,  Inc., 
owner. 

PREMISES — Northwest  corner  of  Zuider  avenue  and  Ne¬ 
braska  avenue,  South  Ozone  Park,  Borough  of 
Queens. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  the¬ 
atre  building. 


470-25-BZ. 

APPLICANT — Walter  B.  Wills,  for  Frank  Hartman, 

owner. 


PREMISES — 1219-1223  Putnam  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  mail: 
tenance  of  a  garage  for  the  storage  of  more  thai 
five  (5)  motor  vehicles. 


BOARD  OF  APPEALS. 

Tuesday,  September  8,  1925,  at  10  a.  tn. 
Appeals  from  Administrative  Orders. 

316-25-A — 106-116  John  street  and  227-237  Plymouth  stree 


Brooklyn 

446-25- A — 22-34  Bergen  avenue,  Jamaica,  Queens. 
450-25- A — 373  Vernon  avenue,  Long  Island  City,  Queen 
459-25- A — 646-654  Vernon  avenue,  Long  Island  Cit 
Queens. 

463-25-A — 45-47  Crosby  street,  Manhattan. 

150-25-A — 15-19  Amsterdam  avenue,  Manhattan. 
303-25-A — 120-124  West  57th  street,  Manhattan. 


Under  the  Building  Zone  Resolution. 


NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeal 
of  a  public  hearing  under  the  provisions  of  the  building  zor 
resolution,  Tuesday  morning,  September  8,  1925,  at  1 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow 
ing  matters : 


cal.  no.  1502-24-BZ — Application,  December  22,  1924,  unde 
the  building  zone  resolution,  of  Williat 
F.  Doyle,  applicant,  on  behalf  of  Morn 
Pomerantz,  owner,  to  permit  in  a  busi 
ness  district  extending  from  an  unre 
stricted  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  o 
more  than  five  (5)  motor  vehicles 
premises  east  side  of  New  York  avenm 
185.92  ft.  north  of  South  street,  Jamaica 
Borough  of  Queens. 

cal.  no.  286-25-BZ — Application,  March  12,  1925,  under  th 
building  zone  resolution,  of  William  E 
Seaver,  applicant,  on  behalf  of  Thin 
Avenue  Railway  Company,  owner,  t 
permit  in  a  business  district  the  erec 
tion  and  maintenance  of  a  garage  fo 
the  storage  of  more  than  five  (5)  mo 
tor  vehicles ;  premises  2526-30  Amster 
dam  avenue,  southwest  corner  of  Wes 
186th  street,  Manhattan. 

cal.  no.  289-25-BZ — Application,  March  13,  1925,  unde 
the  building  zone  resolution,  of  Willian 
F.  Doyle,  applicant,  on  behalf  of  Ma- 
Zaubler,  owner,  to  permit  partly  in  ; 
business  district  and  partly  in  a  resi 
dence  district  the  erection  and  main 
tenance  of  an  extension  to  an  existing 
garage  for  the  storage  of  more  than  fivi 
(5)  motor  vehicles;  premises  553-551 
11th  street,  Brooklyn. 

cal.  no.  304-25-BZ — Application,  March  19,  1925,  under  th< 
building  zone  resolution,  of  Jamaica  Wa 
ter  Supply  Co.,  applicant  and  owner,  t< 
permit  in  a  residence  district  the  erec 
tion  and  maintenance  of  a  busines: 
building  to  be  used  as  a  water  pumping 
station ;  premises  west  side  of  143rt 
street,  100  ft.  south  of  111th  avenue 
Jamaica,  Borough  of  Queens. 

cal.  no.  305-25-BZ — Application,  March  19,  1925,  under  th< 
building  zone  resolution,  of  Jamaica 
Water  Supply  Co.,  applicant  and  owner 
to  permit  in  a  residence  district  th< 
erection  and  maintenance  of  a  busines: 
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building  to  be  used  as  a  water  pumping 
station ;  premises  west  side  of  224th 
street,  250  ft.  north  of  Foch  boulevard 
(Central  avenue),  Jamaica,  Borough  of 
Queens. 

no.  4 11-25-BZ— Application,  April  16,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  B.  Mar¬ 
tin,  owner,  to  permit  in  a  residence  dis¬ 
trict  the  maintenance  of  a  dancing  and 
banquet  hall;  premises  1134  Pacific 
street,  Brooklyn. 

no.  33 1-25-BZ— Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  R.  Thomas 
Short,  architect,  on  behalf  of  Michael 
Noonan,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  an  existing  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  187A-201  Garfield 
place,  Brooklyn. 

no.  610-25-BZ— Application,  June  12,  1925,  under  the 
building  zone  resolution,  of  John  E. 
Joyce,  applicant  and  owner,  to  permit 
the  conversion  from  a  residence  to  a 
business  use  (stores)  of  the  first  story 
of  a  building  located  partly  in  a  resi¬ 
dence  and  partly  in  a  business  use  dis¬ 
trict;  premises  201  East  198th  street, 
The  Bronx. 

no.  626-25-BZ — Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 
C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building ;  premises, 
1421-1437  Ocean  avenue  and  1060-1068 
Kenmore  place,  Brooklyn. 

no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Appeal  from  Administrative  Order. 

785-24-A — 6118  Rockaway  Beach  boulevard,  Arveme, 
Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
>f  a  public  hearing  under  the  provisions  of  the  building  zone 
esolution,  Tuesday  afternoon,  September  8,  1925,  at  2 
•’clock,  in  Room  1013,  Municipal  Building,  on  the  follow- 
ng  matters : 

al.  no.  240-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Harry 
J.  Lippe,  Jr.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  mootr  vehicles; 
premises  1214-1216  Lind  avenue,  The 
Bronx. 


cal.  no.  327-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  Richard 
Shutkind,  architect,  on  behalf  of  Rich¬ 
ard  Schmidt,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  an  extension  to  a  dry  clean¬ 
ing  establishment;  premises  162-166 
Prospect  street,  Long  Island  City, 
Queens. 

cal.  no.  458-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Kolle,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  s’torage  of  more  than 
five  (5)  motor  vehicles;  premises  193- 
210  16th  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


432-25 

452- 25- 

453- 25 

472- 25 

473- 25- 
628-25- 

417- 25 

501-25- 

331-24- 

69-25 

190-25 

236-25 

1175-24 

969-24 

235-25 

278-25 

381-25 

1447-24 

294-25 

369-25 

404-25 

418- 25 


BOARD  OF  APPEALS. 

Tuesday,  September  15,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

A — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

A — 4009-15  First  avenue,  Brooklyn. 

A — 4017-21  First  avenue,  Brooklyn. 

A — 1008  Whitlock  avenue,  The  Bronx. 

A — 1161  First  avenue,  Manhattan. 

A — 168-208  Marshall  street,  Brooklyn. 

A — 1188-90  Fulton  street  and  1247-1253  Bedford 
avenue,  Brooklyn. 

A — 105  Bleecker  street  and  186-188  Greene  street, 
Manhattan. 

A — 508-534  West  212th  street,  Manhattan. 

•A — 2  West  106th  street  and  451  Central  Park,  West, 
Manhattan. 

-A — 526  Fulton  street,  Brooklyn. 

-A— 1380  Metropolitan  avenue,  East  Williamsburgh, 
Queens. 

-A — 628-642  West  45th  street,  Manhattan. 

-A — ’126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

-A — 217-219  West  126th  street,  Manhattan. 

-A — 280  Broadway,  Manhattan. 

-A — 1229-1231  Gerard  avenue,  The  Bronx. 

A — 8746  123rd  street,  Richmond  Hill,  Queens. 
A— 62  Stanhope  street,  Brooklyn. 

A — 284  Chauncey  street,  Astoria,  Queens. 

A — 135-147  East  8th  street,  Manhattan. 

A — 1681-1685  Broadway,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

301-25-S — 207-209  East  49th  street,  Manhattan. 

434-25-S — 186  Grand  street  and  157-161  Mulberry  street, 
Manhattan. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464-25-S — 45-47  Crosby  street,  Manhattan. 

468-25-S — 40-42  West  37th  street,  Manhattan. 

355-25-S— 514-516  West  57th  street,  Manhattan. 

374-25-S — 963-965  Kent  avenue,  Brooklyn. 

461-25-S— 251-255  West  39th  street,  Manhattan. 
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465-25-S — 26-34  Sullivan  street  and  47-49  Watts  street, 
Manhattan. 

440-25-S — 352  East  76th  street,  Manhattan. 

444-25-S — 27-35  West  24th  street,  Manhattan. 

448-25-S — 26  West  20th  street,  Manhattan. 

469-25-S — 692-694  Broadway  and  388  Lafayette  street, 
Manhattan. 

481-25-S — 237-239  Lafayette  street,  Manhattan. 

500-25-S — 873  Sixth  avenue,  Manhattan. 

415-25-S — 338-340  Flushing  avenue,  Brooklyn. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

430-25-S— 365-367  Canal  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

588-25-SA — Ray  Rotary  Fuel  Oil  Pump  Set,  approval  of 


BOARD  OF  APPEALS. 

Tuesday,  September  22,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1485-24-A — Southwest  corner  of  Cypress  avenue  and  Center 
street,  East  Williamsburgh,  Queens. 

159-25-A — East  side  of  Broadway,  from  116th  street  and 
120th  street,  Manhattan. 

378-25-A — West  side  of  Van  Alst  avenue,  115  ft.  south  of 
South  Jane  street,  Long  Island  City,  Bor¬ 
ough  of  Queens. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  22,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters :  _ 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The  Bronx. 
cal.  no.  1455-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  Edlar  Realty 
Corp.,  owner,  A.  Troskowsky,  sub-les¬ 
see,  to  permit  in  a  business  district  the 
maintenance  of  a  motor  vehicle  repair 
shop;  premises  34  Tieman  place,  Man¬ 
hattan. 

cal.  no.  262-25-BZ — Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Max  N. 
Newman,  applicant,  on  behalf  of  Irene 
Thatcher,  owner,  to  permit  in  an  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte- 
nace  of  a  building  to  be  used  for  store 
purposes;  premises  1406-1414  Elm  ave¬ 
nue,  Brooklyn. 

cal.  no.  270-25-BZ — Application,  Alarch  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Schi- 
nasi  Commercial  Corp.,  to  permit  in  a 
business  district  and  within  200  ft.  of 
a  hospital  the  use  and  occupancy  of  an 


existing  building  as  a  garage  for  th/ 
storage  of  more  than  five  (5)  moto: 
vehicles ;  premises  32-36  West  lOOtL 
street,  Manhattan. 

cal.  no.  359-25-BZ — Application,  April  2,  1925,  under  tht 
building  zone  resolution,  of  William  H 
Kehoe,  applicant,  on  behalf  of  Horlicl 
Realty  Corp.,  owner,  to  permit  in  ; 
business  district  the  erection  of  a  ga 
rage  for  the  storage  of  more  than  fivt 
(5)  motor  vehicles;  premises  1026-104: 
Liberty  avenue,  southwest  corner  o 
Crescent  street,  Brooklyn. 

cal.  no.  363-25-BZ — Application,  April  3,  1925,  under  tht 
building  zone  resolution,  of  Alfred  J 
Boulton,  applicant,  on  behalf  of  Ros; 
Morizio,  owner,  to  permit  in  a  resident 
district  the  erection  and  maintenanct 
of  a  building  to  be  used  as  a  poultry 
slaughter  house;  premises  east  side  o1 
Private  Right  of  Way,  226  ft.  nortl 
of  84th  street,  Brooklyn. 

cal.  no.  389-25-BZ — Application,  April  11,  1925,  under  tht 
building  zone  resolution,  of  William  F 
Doyle,  applicant,  on  behalf  of  Patrick 
Tague,  owner,  to  permit  partly  in  i 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  ol 
more  than  five  (5)  motor  vehicles: 
premises  136-140  Hall  street,  Brooklyn 

cal.  no.  405-25-BZ — Application,  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  tc 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  tc 
be  used  for  theatre  and  store  purposes;! 
premises  187-8-9  Prospect  Park  West  i 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  455-25-BZ — Application,  April  29,  1925,  under  the  j 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Gould! 
Mersereau  Company,  owner,  to  permit) 
in  a  business  district  the  erection  of  a| 
building  and  the  use  of  more  than  25 
per  cent  of  its  total  floor  space  for  fac¬ 
tory  purposes;  premises  east  side  of! 
Nott  avenue,  90  ft.  east  of  Van  Alst ; 
avenue,  Long  Island  City,  Borough  of  j 
Queens. 

cal.  no.  474-25-BZ — Application,  June  3,  1925,  under  thej 
building  zone  resolution,  of  John  De  j 
Hart,  applicant,  Mary  A.  Dalton,  owner,  i 
Gussie  Realty  Co.,  Inc.,  lessee,  to  per-j 
mit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo-j 
tor  vehicles;  premises  1145-1149  Ogden  J 
avenue,  The  Bronx. 

cal.  no.  314-25-BZ — Application,  March  23,  1925,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  the  Estate 
of  Fredk.  Fischer,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles;) 
premises  1160-1162  Intervale  avenue, 
The  Bronx. 

cal.  no.  490-25-BZ — Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Philip  J. 
Bendish,  applicant  and  owner,  to  permit 


840 


CALENDAR 


..  NO. 


in  a  residence  district  the  alteration  of 
an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  342  West  70th  street,  Manhat¬ 
tan. 

497-25-BZ — Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  John  W. 
Clancy,  applicant,  on  behalf  of  Sally  C. 
Crane,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2180- 
2182  Folin  street,  The  Bronx. 

William  E.  Walsh Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  September  25,  1925,  at  2  p.  m. 

Rule. 

f7-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BOARD  OF  APPEALS. 

Tuesday,  September  29,  1925,  at  10  a.  in. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
a  public  hearing  under  the  provisions  of  the  building  zone 
solution,  Tuesday  morning,  September  29,  1925,  at  10 
■.lock,  in  Room  1013,  Municipal  Building,  on  the  follow- 
5  matters : 

l.  no.  85-25-BZ — Application,  January  21,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Mi¬ 
chael  T.  Watts,  lessee,  to  permit  part¬ 
ly  in  a  business  district  and  partly  in 
a  residence  district  the  maintenance  of 
an  open  garage  parking  space  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  332  West  57th  street, 
Manhattan. 

L.  no.  298-25-BZ — Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

x.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

\L.  no.  402-25-BZ — Application,  April  14,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Emma  A. 
Justice,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises 
southeast  corner  of  East  182nd  street 
and  Folin  street,  The  Bronx. 


cal.  no.  429-25-BZ — Application,  April  21,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Gardstein,  architect,  on  behalf  of  Isa¬ 
belle  Weber,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  residence  building  to  be  used 
for  store  purposes  on  the  first  story ; 
premises  2374-2376  60th  street,  Brook¬ 
lyn. 

cal.  no.  551-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  H. 
Eccles,  architect,  on  behalf  of  Henry 
Hellenek,  owner,  to  permit  in  a  busi¬ 
ness  district  and  also  within  200  ft.  of 
a  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
south  side  of  Patterson  avenue,  50  ft. 
west  of  Ely  avenue,  Astoria,  Borough 
of  Queens. 

cal.  no.  1534-24-BZ — Application,  December  30,  1924,  under 
the  building  zone  resolution,  of  William 
J.  Conway,  architect,  on  behalf  of  John 
Mjuldoon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  64-68  West  9th  street,  Brook¬ 
lyn. 

cal.  no.  87-25-BZ — Application,  January  21,  1925,  under  the 
building  zone  resolution,  of  David  L. 
Malbin,  applicant,  on  behalf  of  Pasquale 
Sabbarese,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  617-633  Brooklyn  avenue, 
Brooklyn. 

cal.  no.  306-25-BZ — Application,  March  19,  1925,  under 
the  building  zone  resolution,  of  William 
Farrell,  architect,  Emil  E.  Gabler, 
owner,  Casanova  Nash  Sales  Corp.,  les¬ 
see,  to  permit  in  a  business  district  the 
use  and  occupancy  of  a  new  building 
as  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
700  Southern  boulevard,  northeast  cor¬ 
ner  of  Leggett  avenue,  The  Bronx. 

cal.  no.  343-25-BZ — Application,  March  30,  1925,  under  the 
building  zone  resolution,  of  Benjamin 
Bag,  applicant,  on  behalf  of  Bay  Ridge 
Building  Materials  Corporation,  owner, 
to  permit  in  a  residence  district  the 
maintenance  of  a  building  material  stor¬ 
age  yard;  premises  244  69th  street, 
Brooklyn. 


William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  29,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 740-744  Broadway,  Manhattan. 

433-25-S — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 
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512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  October  6,  1925,  at  10  a.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  October  6,  1925,  at  10  o'clock, 


in  Room  1013,  Municipal  Building,  on  the  following  mat 
ter : 

cal.  no.  423-25-BZ— Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samue 
Schlau,  applicant,  on  behalf  of  Isabe 
Burger,  owner,  to  permit  in  an  “F’ 
area  district  the  erection  of  a  build 
ing,  the  area  of  which  is  in  exces. 
of  that  permitted  in  such  district;  prem 
ises  123-02  and  123-08  Rockaway  Bead 
boulevard,  Rockaway  Park,  Borough  ol 
Queens. 

Wilijam  E.  Walsh,  Chairman. 


MINUTES 


BOARD  OF 

REGULAR  MEETING. 

TUESDAY  MORNING,  JULY  21,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Connell,  Holland  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  July  14,  1925,  were 
approved  as  printed  in  the  Bulletin,  No.  27,  Vol.  X. 


APPEAL  FROAI  ADMINISTRATIVE  ORDER. 

451-25-A. 

APPELLANT — Chas.  H.  Green,  for  Merchants  &  Mfrs. 
Exchange  of  Architectural  &  Allied  Arts  Ex¬ 
position,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— West  side  of  Lexington 
avenue,  46th  to  47th  street  (Grand  Central  Pal¬ 
ace),  Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to 
withdraw;  appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell  and 


Holland  .  6 

Negative  .  o 

Absent:  Fire  Chief  Kenlon .  i 


BUILDING  ZONE  CASES. 

298-25-BZ. 

APPLICANT  William  F.  Doyle,  for  Wm.  Drosihn, 
Jr.,  owner. 

SUBJEC1 — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 234-238  East  85th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  J.  Dunningham,  E.  Byk,  An¬ 
drew  Ewald  and  Martin  Greenfield. 

AC1ION  OF  BOARD — Laid  over  to  September  29, 
1925,  at  10  a.  m.,  on  request  of  objectors. 

327-25-BZ. 

APPLICANT — Richard  Shutkind,  for  Richard  Schmidt, 
owner. 

SUBJECT— Application  (re:  decision  ol  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  an  extension  to  a 
dry  cleaning  establishment. 

PREMISES  AFFECTED— 162-166  Prospect  street, 
Tong  Island  City,  Borough  of  Queens. 


APPEALS 


appearances— 

For  Applicant:  Richar'd  Shutkind. 

For  Opposition:  None. 

ACIION  Ob  BOARD— Laid  over  to  September  8 
iJ2o,  at  2  p.  m.,  on  request  of  applicant’s  ren 
resentative.  v 


407-25-BZ. 

APPLICANT— C.  A.  Sandblom,  for  John  J.  Holfelder 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
ot  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 

P R E M f S  FS nAaKKPrTc a  theatre  and  store  building 
PREMISES  AFFECTED— 1448-1458  Fla-tbush  avenue, 
Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request 
T^iw?raw’  aPPbcation  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  . 

Negative 


to 


Absent:  Fire  Chief  Kenlon  .  i 


Ecke,  for  Edward  A 


530-25-BZ. 

APPLICANT — Albert  D. 

Wooley,  owner. 

SUBJEC I— Application  (re:  decision  of  superintendent 
ot  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 

pp  r? tv/t j ci7c^^r'r^r'/-0re  than  five  (5)  motor  vehicles.1 

REMISES  Abb  EC  I  ED — West  side  of  Puntine  street; 

•APPEARANCEsTNoFnt°n  Street’  Jamaica’  Queens- 

ACIION  OF  BOARD— Chairman  read  request  to 
withdraw;  application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  .  g 

Negative  . ....!!!  0 

Absent:  Fire  Chief  Kenlon . .  1 


325-25-BZ. 

APPLICAN I  d  homas  W.  Golding,  for  Sammis  & 
Clark,  Inc.,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent; 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
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REMISES  AFFECTED — 80-92  Kingsland  avenue, 
Brooklyn. 

PPEARANCES — None. 

CTION  OF  BOARD — Chairman  read  request  to 
withdraw;  application  withdrawn. 

HE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 


:t60-24-BZ. 


.PPLICANT — Abraham  G.  Cohen,  for  Liberty  Prop¬ 
erty  Corp.,  owner. 

1  UBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  altera¬ 
tion  and  extension  of  an  existing  building  used 
for  business  purposes. 

’REMISES  AFFECTED — 11601  Liberty  avenue, 
Richmond  Hill,  Queens. 

vPPEARANCES — None. 

vCTION  OF  BOARD — Application  dismissed,  for  lack 
of  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 


Connell  .  6 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(1360-24-BZ) 


Whereas,  Abraham  G.  Cohen,  vice-president,  Liberty 
’ropertv  Corp.,  owner,  filed,  November  18,  1924,  an  appli- 
ation,  under  the  building  zone  resolution,  to  permit  in  a 
csidence  district  extending  from  a  business  district  the 
Iteration  and  extension  of  an  existing  building  occupied 
or  business  purposes;  premises  11601  Liberty  avenue,  Rich- 
nond  Hill,  Queens ;  and 

Whereas,  applicant  has  failed  to  complete  his  papers,  al- 
hough  duly  notified  so  to  do. 

Resolved,  that  this  application  be  and  it  hereby  is  dis- 
t  mssed  for  lack  of  prosecution. 


449-24-BZ. 

APPLICANT — Benjamin  Ascher,  for  Johanna  Gunther, 
owner. 

SUBJECT — Application  (re:  order  of  fire  commissioner) 
to  permit  in  a  residence  district  the  mainte¬ 
nance  of  a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles,  three  (3)  spaces  rented 
to  persons  not  residing  on  the  premises. 
’REMISES  AFFECTED— 1962  Anthony  avenue,  The 
Bronx. 

i  APPEARANCES— 

For  Applicant:  Benjamin  Ascher. 

For  Opposition:  William  T.  Matthies. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh.  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(1449-24-BZ) 

Whereas,  Benjamin  Ascher,  for  Johanna  Gunther,  owner, 
iled,  December  9,  1924,  an  application,  under  the  building 
'one  resolution,  to  permit  in  a  residence  district  the  main- 
enance  of  a  garage  for  the  storage  of  five  pleasure  motor 
'vehicles;  three  spaces  rented  to  persons  not  residing  on  the 
•remises;  premises  1962  Anthony  avenue,  I  he  Bronx;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting  July  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  Anthony  avenue  and  East  178th 
street  are  residence  districts  and  Burnside  avenue  is  a  busi¬ 
ness  district;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
14,  1923,  in  acting  on  Order  No.  18555-C,  reads: 

“1 — Discontinue  the  maintenance  of  a  garage  which  is 
not  maintained  as  an  accessory  use  on  these  premises.” ; 
and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  34  ft.  4  in. 
and  a  depth  of  36  ft. ;  located  on  the  rear  of  the  lot,  with 
a  driveway  leading  to  the  street,  and  occupied  as  a  garage 
for  five  automobiles,  three  spaces  rented  to  persons  not  re¬ 
siding  on  premises ;  and 

Whereas,  consents  of  the  owners  of  34  parcels  of  affected 
property  were  filed  by  the  applicant. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  capacity  of  the 
garage  be  limited  to  four  automobiles  of  the  pleasure  car 
type,  space  for  three  of  which  may  be  rented  to  persons 
not  residing  on  the  premises ;  that  there  shall  be  no  gaso¬ 
line  storage  equipment  installed ;  that  there  shall  be  no  signs 
of  any  nature  or  description  displayed  on  the  premises ;  and 
that  this  permission  is  granted  for  a  temporary  period  of  two 
years  from  date  of  this  action  by  the  board. 


266-25-BZ. 

APPLICANT— Corner,  Bell,  Russell  &  McNulty,  for 
Midwood  Trust  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  an  extension  to  a  bank- 
building. 

PREMISES  AFFECTED— 1144  Flatbush  avenue, 

Brooklyn. 

APPEARANCES— 

For  Applicant:  Gardiner  Conroy. 

For  Opposition:  Max  B.  Lesse. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh.  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 
nell  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(266-25-BZ) 

Whereas.  Corner,  Bell,  Russell  &  McNulty,  for  Mid¬ 
wood  Trust  Co.,  owner,  filed.  March  9,  1925,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  residence 
district  extending  from  a  business  district  the  erection  and 
maintenance  of  an  extension  to  a  bank  building;  premises 
1144  Flatbush  avenue.  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting  July  21, 
1925,  after  due  notice  by  publication  in  the  Rulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  Flatbush  avenue  is  a  business 
district,  Dorchester  road  and  East  21st  street  are  residence 
districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  18,  1925,  in  acting  on  N.  B.  App.  No. 
2077-25,  reads: 
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“Proposition  contrary  to  the  Zone  Resolution,  Art.  II, 
Sec.  3. 

“The  erection  of  an  extension  to  a  bank  extending 
into  a  residence  district.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  and  three  stories  in  height,  with  a  frontage 
of  57  ft.  6  in.  and  a  depth  of  64  ft.  average ;  the  proposed 
extension  is  to  be  of  same  height,  50  ft.  3  in.  by  80  ft.  in 
area,  projecting  an  average  depth  of  approximately  15  ft. 
into  the  residence  district ;  to  be  occupied  for  banking  pur¬ 
poses  ;  and 

Whereas,  the  existing  structure  has  been  devoted  to  use 
as  a  banking  institution  for  upwards  of  five  years,  and  the 
board  deemed  that  applicant  has  substantiated  his  basis  of  ap¬ 
peal  under  section  7-c  and  that  the  requested  extension 
would  be  a  reasonable  variation,  and  cannot  adversely  affect 
adjoining  properties. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations  of 
the  building  zone  resolution,  and  that  the  application  be  and 
it  hereby  is  granted  on  condition  that  the  proposed  exten¬ 
sion  shall  be  limited  to  the  same  height  as  the  existing  bank 
building ;  that  the  use  and  occupancy  shall  be  restricted  to 
the  conduct  and  operation  of  a  banking  business  authorized 
under  the  State  or  Federal  Banking  Laws ;  that  the  facade 
shall  be  finished  with  the  same  material,  of  the  same  color, 
texture  and  design  as  the  existing  building;  that  all  permits 
necessary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  building  completed  within  eigh¬ 
teen  months  from  the  date  of  this  action. 


732-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Abgo  Construc¬ 
tion  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 162-172  McDougall  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Thomas  L.  Greene,  John 
Wirth  and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Connell 

and  Fire  Chief  Kenlon . (  7 

'Absent  .  0 

THE  RESOLUTION: 

(732-24-BZ) 

Whereas,  William  F.  Doyle,  for  Abgo  Construction 
Corp.,  owner,  filed,  May  27,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles ;  premises  162-172  McDougall 
street,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting  July  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  building 
z?ne.  res°lution  show  that  Hopkinson  avenue  is  a  business 
district  and  McDougall  street  is  a  residence  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  23,  1924,  in  acting  on  N.  B.  App.  No.  10990- 
24,  reads : 

“Denied.  Proposition  contrary  to  the  Zone  Resolution, 
Art.  II,  Sec.  4.  A  public  garage  for  more  than  five 
motor  vehicles,  in  a  business  district.” ; 

and 


Whereas,  the  proposed  building  is  to  be  of  non-fireproo 
construction,  one  story  in  height,  with  a  frontage  of  100  f  j 
and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for  th 
storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  applicant  made  his  application  under  sectio 
7-g.of  the  zoning  resolution  and  he  failed  to  substantiate  hi 
basis  of  appeal  by  filing  the  required  80  per  cent  of  con 
sents,  and  there  was  vigorous  opposition  on  the  part  of  af 
fected  property  owners  to  the  granting  of  this  applicatior 
Resolved,  that  the  decision  of  the  superintendent  of  build 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  am 
it  hereby  is  denied. 


399-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Jonas  A.  Hager 
meyer,  owner. 

SLTBJECT — Application  (  re:  decision  of  superintenden 
of  buildings)  to  permit  in  a  residence  and  “B’ 
area  district  the  erection  and  maintenance  o 
a  garage  for  the  storage  of  more  than  five  (5 
motor  vehicles,  also  the  omission  of  a  rear  yarn 
at  the  first  and  second  stories,  contrary  tc 
the  requirements  of  the  building  zone  resolu 
tion. 

PREMISES  AFFECTED — 560-564  West  174th  street 
Manhattan. 

APPEARANCES— 

For  Applicant:  Louis  A.  Sheinart. 

For  Opposition:  Henry  Lichtig,  Edward  Ash 
Louis  J.  Katz,  William  Cannon,  Fred  Neh- 
ring  and  L.  S.  Everson. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Kennedy,  Gunnison 


and  Holland  .  3 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 

Connell  and  Fire  Chief  Kenlon .  4 

Absent  . ' .  0 


THE  RESOLUTION: 

(399-25-BZ) 

Whereas,  Louis  A.  Sheinart,  for  Jonas  A.  Hagermeyer, 
owner,  filed,  April  13,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  and  “B”  area 
district  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles,  also  the  omis¬ 
sion  of  a  rear  yard  at  the  1st  and  2nd  stories  as  required 
by  the  zone  resolution ;  premises  560-564  West  174th  street, 
Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application  | 
by  the  board  of  appeals,  at  its  regular  meeting  July  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  West  174th  street  and  Audubon 
avenue  are  residence  districts  and  St.  Nicholas  avenue  is  a 
business  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  2,  1925,  in  acting  on  N.  B.  App.  No.  201-25, 
reads : 

“1.  Proposed  occupancy  is  contrary  to  the  provisions  | 
of  Section  3  of  the  Building  Zone  Resolution. 

“2.  Rear  yard  should  be  provided  as  per  Sections  12 
and  16  of  Building  Zone  Resolution.”; 
and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  four  stories  in  height,  with  a  frontage  of  75  ft. 
and  a  depth  of  100  ft.  in  the  1st  and  2nd  story  and  a  depth  j 
of  90  ft.  above ;  to  be  occupied  as  a  garage  for  the  storage  | 
of  more  than  five  motor  vehicles ;  and 
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Whereas,  there  were  no  facts  adduced  to  establish  his 

(basis  of  appeal  on  the  ground  of  hardship,  and  there  was 
vigorous  opposition  to  the  granting  of  this  application  on 
the  part  of  affected  property  owners. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application  be 
and  it  hereby  is  denied. 


480-25-BZ. 

APPLICANT — George  V.  Martin,  for  M.  J.  Martin  & 
Son,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  ex¬ 
tending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — South  side  of  West  230th 
street,  110.62  feet  east  of  Exterior  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant :  Thomas  J.  Sheridan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh.  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 


nell  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 

I  THE  RESOLUTION: 

(480-25-BZ) 


Whereas,  George  V.  Martin,  for  M.  J.  Martin  &  Son, 
Inc.,  owner,  filed,  May  6,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district  ex¬ 
tending  from  an  unrestricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  south  side  of  West  230th  street, 
110.62  ft.  east  of  Exterior  street,  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting  July  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  West  230th  street  is  a  business 
district,  Exterior  street  is  an  unrestricted  district  and  Broad¬ 
way  is  a  business  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  5,  1925,  in  acting  on  N.  B.  App.  No.  944- 
25,  reads : 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.” ;’ 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con- 
|  struction,  two  stories  in  height,  with  a  frontage  of  101  ft.  4  Y\ 
in.  and  a  depth  of  138  ft.  6^  in.  and  153  ft.  6  in.,  irregular; 
to  be  occupied  as  a  garage  for  the  storage  of  more  than  five 
motor  vehicles ;  and 

Whereas,  the  applicant  justified  his  basis  of  appeal  under 
section  7-c  of  the  zoning  resolution,  and  the  surrounding 
properties  other  than  those  plots  in  the  unrestricted  area  will 
not  be  adversely  affected,  and  the  board  deemed  that  the 
application  also  comes  within  the  purview  of  section  21, 
hardship,  in  view  of  the  surrounding  uses  and  conditions. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  apolication 
be  and  it  hereby  is  granted  on  condition  that  the  building 
be  restricted  to  two  stories  above  grade  and  shall  be  erected 
fireproof:  that  the  rear  wall  shall  be  unpierced  unless  open¬ 
ing  on  property  within  the  same  ownership ;  that  the  front 
elevation  shall  be  finished  in  face  brick,  with  architectural 


terra  cqtta  or  stone  trimmings ;  that  all  permits  necessary 
for  the  prosecution  of  the  work  shall  be  obtained  within 
nine  months  and  the  building  completed  within  eighteen 
months  from  the  date  of  this  action. 


1437-24-BZ. 

APPLICANT — Charles  Moscarelli,  owner. 

SLTBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 1265-1269  60th  street, 

Brooklyn. 

APPEARANCES— 

For  Applicant:  G.  R.  Foglia. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd.  Gunnison,  Holland  and 


Fire  Chief  Kenlon  .  6 

Negative:  Mr.  Connell  .  1 

Absent  .  0 

THE  RESOLUTION: 


(1437-24-BZ) 

Whereas,  Charles  Moscarelli,  owner,  filed,  December  5, 

1924,  an  application,  under  the  building  zone  resolution,  to 
permit  in  a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles ;  premises  1265-67-69  60th  street,  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting  July  21, 

1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  60th  street  and  Thirteenth  avenue 
are  business  districts  and  59th  street  is  a  residence  district ; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  12,  1924,  in  acting  on  App.  No.  22506- 
24,  reads : 

“Proposition  contrary  to  the  Zone  Resolution,  Art.  II, 
Sec.  4.  A  public  garage  for  more  than  five  motor  ve¬ 
hicles  in  a  business  district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  60  ft.  and 
a  depth  of  100  ft.;  to  be  occupied  as  a  garage  for  the  stor¬ 
age  of  more  than  five  motor  vehicles ;  and 

Whereas,  applicant  substantiated  his  basis  of  appeal  under 
section  7-g  by  filing  84.4  per  cent  of  consents  by  affected 
property  owners,  and  there  was  no  objection  by  any  prop¬ 
erty  owners  to  the  granting  of  the  application,  and  the  board 
deemed  the  requested  variation  a  reasonable  one  under  the 
existing  conditions. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
shall  be  limited  to  a  one-story  structure  above  grade,  and 
that  there  shall  be  no  cellar  construction  other  than  only 
sufficient  accommodation  for  a  boiler  room  requirement ;  that 
the  rear  and  gable  walls  shall  be  unpierced  throughout  their 
entire  height  and  length ;  that  the  front  elevation  shall  be 
finished  in  face  brick,  with  architectural  terra  cotta  or  stone 
trimmings ;  that  there  shall  be  no  advertising  signs  exposed 
or  displayed  on  the  premises,  other  than  one  projecting  elec¬ 
tric  sign ;  that  the  roof  shall  be  of  flat  design  and  construc¬ 
tion  :  and  the  ventilation  be  provided  with  not  less  than 
20  per  cent  of  the  roof  area  equipped  with  skylights,  glazed 
with  plain  glass  and  protected  with  wire  guards  above  and 
below ;  that  any  gasoline  storage  equipment  installed  shall 
be  located  at  the  extreme  easterly  end  of  the  structure  at 


) 
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the  street  front;  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from  the 
date  of  this  action. 


354-25-BZ. 

APPLICANT — A.  M.  Davis,  for  Herbert  M.  Metzger 
and  Mrs.  Amy  M.  Lindau,  owners. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration  and  extension  of  an  existing 
dwelling  to  be  used  for  business  purposes. 
PREMISES  AFFECTED — -55  East  60th  Street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle,  Alice  Jones, 
Meyer  Davis  and  A.  M.  Davis. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 


dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Holland  and  Connell .  5 

Negative:  Mr.  Gunnison  and  Fire  Chief 

Kenlon  .  2 

Absent  .  0 

THE  RESOLUTION: 

(354-25-BZ) 


Whereas,  A.  M.  Davis,  for  Herbert  M.  Metzger,  et  al., 
owners,  filed,  April  1,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  the  altera¬ 
tion  of  an  existing  dwelling  to  be  used  in  part  for  business 
purposes*;  premises  55  East  60th  street,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting  July  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  East  60th  street  is  a  business  dis¬ 
trict,  Park  avenue  and  East  61st  street  are  residence  dis¬ 
tricts  ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  12,  1925,  in  acting  on  Alt.  App.  No.  423-25, 
reads : 

“1.  In  a  residence  district  the  alteration  and  use  of  a 
residence  building  for  business  is  unlawful.  Building 
Zone  Resolution,  Section  6-2.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  four  stories  and  basement  in  height,  with  a  front¬ 
age  of  20  ft.  and  a  depth  of  69  ft.  1  in. ;  it  is  proposed 
to  remove  brick  piers  dividing  windows  and  construct  large 
show  windows  at  basement  and  1st  story  front,  also  to 
change  the  occupancy  from  a  one-family  dwelling  to  stores 
in  basement  and  1st  story  and  two  families  on  each  of  the 
2nd,  3rd  and  4th  stories ;  and 

Whereas,  an  11-story  apartment  house  immediately  ad¬ 
joining  extends  beyond  the  premises  under  appeal  and  is 
built  out  to  the  building  line,  and  the  owner  immediately 
adjoining  to  the  west,  the  only  remaining  building  interven¬ 
ing  between  the  residence  use  influence  of  Park  avenue  and 
business  use  of  60th  street,  favored  the  granting  of  this  ap¬ 
peal,  and  the  board  deemed,  in  view  of  all  the  circumstances, 
that  denial  of  the  application  would  be  a  hardship. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  front  ele¬ 
vation  of  the  existing  street  wall  shall  remain  unchanged ; 
that  it  shall  not  be  extended  forward  to  the  lot  line ;  that 
the  business  use  shall  be  restricted  to  the  first  two  stories, 


and  shall  be  limited  to  the  conduct  and  operation  of  retail 
mercantile  stores  or  shops,  such  as  book  store,  millinery  or 
other  light  industry  of  inoffensive  and  inconspicuous  char-  j 
acter,  and  the  remainder  of  the  building  restricted  to  dwell¬ 
ing  use  and  occupancy ;  that  there  shall  be  no  advertising  I 
signs  displayed  on  the  front  of  the  building,  other  than  flat 
metal  wall  signs ;  and  that  there  shall  be  no  manufacturing 
use  conducted  on  the  premises;  that  all  permits  necessary 
for  the  prosecution  of  the  work  shall  be  obtained  within 
nine  months  and  the  work  of  alteration  completed  within 
one  year  from  the  date  of  this  action. 


376-25-BZ. 

APPLICANT — Charles  H.  Richter,  for  Jane  A.  Moor¬ 
head  and  Helen  G.  Moorhead,  owners. 
SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  an  extension, 
to  be  used  for  store  purposes,  of  an  existing 
building. 

PREMISES  AFFECTED — 310  Second  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Chas.  H.  Richter  and  E.  Tan- 
nell. 

For  Opposition:  Thomas  J.  Sheridan  and  Julius 


R.  Oltarsh. 

AC  FION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  o 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Absent:  Mr.  Dowd  .  t 

THE  RESOLUTION: 

(376-25-BZ) 


Whereas,  Charles  Richter,  for  Jane  Moorehead,  Helen 
Moorehead  and  E.  Tanell,  owners,  filed,  April  8,  1925,  an 
application,  under  the  building  zone  resolution,  to  permit  in  a  i 
residence  district  the  erection  of  an  extension  to  an  existing 
building  and  the  use  of  this  extension  for  business  purposes ; 
premises  310  Second  avenue,  northeast  corner  of  East  18th 
street,  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application  j 
by  the  board  of  appeals,  gt  its  regular  meeting  July  21,  I 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the  j 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  Second  avenue  and  East  18th 
street  are  residence  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  31,  1925,  in  acting  on  Alt.  App.  No.  491-25,  j 
reads : 

“1.  Proposed  extension  unlawful.  Art.  II,  Building 
Zone  Resolution.”  ; 

and 

Whereas,  the  proposed  extension  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  9  ft.  8 
in.  and  a  depth  of  20  ft.;  to  be  occupied  as  a  store;  and 
Whereas,  there  was  vigorous  objection  to  the  granting  j 
of  this  application  on  the  part  of  affected  property  owners, 
and  the  both  street  fronts  were  otherwise  as  yet  uninvaded, 
and  the  board  deemed  that  the  applicant  was  not  entitled  to 
the  requested  extension  on  any  ground  of  hardship. 

.  Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application  be 
and  it  hereby  is  denied. 


398-25-BZ. 

APPLICANT — Louis  Allen  Abramson,  for  DeKalb 
Realty  Corporation,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  an  unrestricted  dis¬ 
trict  and  on  a  portion  of  a  street  between  two 
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intersecting  streets,  in  which  portion  there  exists 
an  exit  from  or  an  entrance  to  a  public  school, 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 
'REMISES  AFFECTED— 3655-3663  Third  avenue, 
The  Bronx. 

APPEARANCES — 

For  Applicant:  Louis  Allen  Abramson  and 
Milton  Mayer. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

1'HE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland,  Con¬ 


nell  and  Fire  Chief  Kenlon  .  7 

Absent  .  0 

THE  RESOLUTION: 

(398-25-BZ) 


Whereas,  Louis  Allen  Abramson,  for  DeKalb  Realty 
Torporation,  owner,  filed,  April  13,  1925,  an  application, 
inder  the  building  zone  resolution,  to  permit  in  an  unre- 
.tricted  district,  on  a  portion  of  a  street  between  two  in- 
ersecting  streets,  in  which  portion  there  exists  an  exit  and 
‘ntrance  to  a  public  school,  the  erection  and  maintenance 
)f  a  garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
3y  the  board  of  appeals,  at  its  regular  meeting  July  21, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Third  avenue,  169th  street  and 
170th  street  are  unrestricted  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  19,  1925,  in  acting  on  N.  B.  App.  No.  1856- 
24,  reads : 

“1.  Garage  for  more  than  five  motor  vehicles  in  un¬ 
restricted  district  on  an  avenue  between  two  intersecting 
streets  in  which  exists  an  entrance  or  exit  from  a  public 
school  is  contrary  to  the  provisions  of  the  Building  Zone 
Resolution.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  115.7 
ft.  and  a  depth  of  124.01  ft.  and  131.08  ft.  (irregular)  ;  to 
be  occupied  as  a  garage  for  the  storage  of  more  than  five 
motor  vehicles ;  and 

Whereas,  the  board  deemed  that  applicant  did  not  sub¬ 
stantiate  his  basis  of  appeal  under  hardship,  and  the  pro¬ 
posed  garage  site  is  on  the  same  street  between  two  inter¬ 
secting  streets,  on  which  there  exists  a  public  school. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


1191-23-BZ. 

APPLICANT — Nathan  Langer,  for  Commonwealth 
Savings  Bank,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
omission  of  a  rear  yard  required  under  the  zon¬ 
ing  resolution.  (Previously  granted  as  to  use 
district  variation — erection  of  a  garage.) 

PREMISES  AFFECTED— 425-431  West  209th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Nathan  Langer. 

For  Opposition:  None. 


ACTION  OF  BOARD — Application  for  modification 
granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  MODIFY  RESOLUTION— 


Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Holland  and 

Connell  . 

Negative  . 

Absent:  Fire  Chief  Kenlon . 


6 

0 
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THE  RESOLUTION: 


(1191-23-BZ) 

Whereas,  Nathan  Langer,  for  Commonwealth  Savings 
Bank,  owner,  filed,  October  21,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles;  premises  425-431 
West  209th  street,  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting  February  3, 
1925,  and  regular  meeting  July  21,  1925,  after  due  notice 
by  publication  in  the  Bulletin  of  the  Board  of  Standards  and 
Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  West  209th  street  is  a  residence 
district,  Amsterdam  avenue  is  a  business  district  and  Colum¬ 
bus  avenue  is  an  unrestricted  district ;  and  the  area  district 
maps  show  the  premises  to  be  located  in  a  B  area  district ; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  24,  1923,  in  acting  on  N.  B.  App.  No. 
474-23,  reads : 

“1.  Garages  not  permitted  in  a  residence  district. 

“5.  Provide  rear  yard  in  accordance  with  Art.  4, 
Building  Zone  Res.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  100 
ft.  and  a  depth  of  99  ft.  11  in.;  to  be  occupied  as  a  garage 
for  more  than  five  motor  vehicles ;  and 

Whereas,  variations  of  the  building  zone  resolution  were 
granted  by  the  board  for  two  similar  uses  under  the  same 
stated  facts  on  this  street  and  the  board  deemed  there  would 
be  hardship  in  preventing  applicant  from  recovering  his 
property,  which  is  now  in  escrow ;  and  the  requested  modi¬ 
fication  as  to  area  district  requirements  (rear  yard)  was 
originally  presented,  and  the  applicant  through  inadvertence 
neglected  to  include  it  in  the  variation  of  the  zoning  law 
originally  sought  on  this  premises  and  would  suffer  a  hard¬ 
ship  if  it  were  denied ;  and 

Whereas,  this  application  was  granted  February  3,  1925, 
for  a  variation  of  the  use  district  requirements,  and  appli¬ 
cant  requested  the  incorporation  into  the  case  of  the  deci¬ 
sion  of  the  superintendent  of  buildings  as  to  rear  yards. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  and  area  district  regu¬ 
lations  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  the  build¬ 
ing  shall  be  restricted  to  a  one-story  structure  in  height ; 
that  the  rear  and  gable  walls  shall  be  unpierced  throughout 
their  entire  height  and  length ;  that  the  front  elevation  shall 
be  finished  in  face  brick  or  architectural  terra  cotta  or  ce¬ 
ment  stucco;  that  there  shall  be  no  roof  signs  erected  or 
maintained  and  no  advertising  other  than  one  projecting 
electric  sign  on  front  of  building;  any  gasoline  storage 
equipment  installed  shall  be  located  at  the  extreme  westerly 
end  of  the  structure  at  the  street  front ; 

Resolved,  further,  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months  from 
the  date  of  this  action. 


Adjourned  1  p.  m. 

William  J.  O’Gorman,  Secretary. 
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BOARD 

SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  JULY  21,  1925. 
Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief  Kenlon. 


BUILDING  ZONE  CASES. 

1057-24-BZ. 

APPLICANT — James  J.  Walker,  for  William  A.  Cor¬ 
coran,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence  dis¬ 
trict  and  partly  in  a  business  district  and  also 
within  “B"  area  district,  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles  and  also  the  omis¬ 
sion  of  rear  yard  required  by  zone  resolution. 

PR9MISES  AFFECTED — Northwest  corner  of  182nd 
street  and  Folin  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  James  J.  Walker. 

For  Opposition:  Mrs.  Kopp,  Mrs.  George  and 
Mrs.  C.  Dvork. 

ACTION  OF  BOARD — Laid  over  to  July  28,  1925,  at 
10  a.  m.,  for  inspection  by  a  committee  of  the 
board. 


458-25-BZ. 

APPLICANT — William  F.  Doyle,  for  William  Kolle, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 198-210  Sixteenth  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Mrs.  Ulscht  and  others. 

ACTION  OF  BOARD — Laid  over  to  September  8, 
1925,  at  2  p.  m.,  on  request  of  objectors. 


289-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Max  Zaubler, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  an  extension  to  an  ex¬ 
isting  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 553-559  11th  street,  Brook¬ 
lyn. 

appearances— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  H.  M.  Moorehead. 

ACTION  OF  BOARD — Laid  over  to  September  8, 
1925,  at  10  a.  m.,  on  request  of  objectors. 


1091-24-BZ. 

APPLICANT — John  W.  Clancy,  for  Valbalia  Corpora¬ 
tion,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 341  East  184th  street, 
northwest  corner  of  Marion  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  W.  Clancy. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  September  29, 
1925,  at  10  a.  m.,  on  request  of  applicant. 


291-25-BZ. 

APPLICANT — Hollywood  Garage  Corp.,  owner. 


OF  APPEALS. 

SLTBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
alteration  and  enlargement  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 238-244  East  64th  street 
and  1207-1209  Second  avenue,  Manhattan. 
APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  William  M.  Smith,  R.  E.  Bur¬ 
dick  and  Mr.  Leigh. 

ACTION  OF  BOARD — Laid  over  to  July  28,  192 57 
at  10  a.  m.,  on  request  of  objectors. 


1429-24-BZ. 

APPLICANT — John  DeHart,  for  John  J.  Daly  and 
Max  L.  Fried,  owners. 

SLTBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  maintenance  of  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED — 1012-1018  Avenue  St.  John, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Samuel  Sculnick. 

ACTION  OF  BOARD — Laid  over  to  July  28,  1925,  at 
10  a.  m.,  on  request  of  objector. 


379-25-BZ. 

APPLICANT — Walter  Scheminger,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles,  and 
also  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED  —  350-352-354  Broadway, 
West  New  Brighton,  Richmond. 
APPEARANCES— 

For  Applicant:  John  J.  O’Connor  and  Walter 
Scheminger. 

For  Opposition:  Oscar  Borth,  Mrs.  Colgan  and 
others. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Gunnison,  Connell,  Hol¬ 


land  and  Fire  Chief  Kenlon .  7 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(379-25-BZ) 


Whereas,  Walter  Scheminger,  owner,  filed,  April  8,  1925, 
an  application,  under  the  building  zone  resolution,  to  permit 
in  a  business  district  the  erection  and  maintenance  of  a  build¬ 
ing  to  be  used  as  a  garage  for  the  storage  of  more  than 
five  motor  vehicles  and  also  as  a  motor  vehicle  repair  shop; 
premises  350-352  Broadway,  West  New  Brighton,  Rich¬ 
mond  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting  July  21,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  Broadway  and  Carey  avenue  are 
business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  25,  1925,  in  acting  on  N.  B.  App.  No.  351- 
25,  reads : 

“Contrary  to  Zoning  Law  to  erect  a  garage  and  repair 
shop  for  more  than  5  automobiles  in  a  business  use  dis¬ 
trict.”  ; 

and  j 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  40  ft. 


MINUTES 


■id  a  depth  of  120  ft. ;  to  be  occupied  as  a  show  room,  mo- 
ir  vehicle  repair  shop  and  garage  for  the  storage  of  more 
iian  five  motor  vehicles;  and 
Whereas,  under  the  provision  of  five  car  garage  use  on 
lot  in  a  business  district,  ten  (10)  cars  could  be  main¬ 
lined,  and  the  board  deemed  in  view  of  the  large  percentage 
f  consents  of  adjoining  property  owners,  that  two  addi- 
ional  cars  would  not  adversely  affect  the  district. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
ariation  in  the  application  of  the  use  district  regulations 
f  the  building  zone  resolution,  and  that  the  application 
•e  and  it  hereby  is  granted  on  condition  that  the  building 
hall  be  limited  in  height  to  a  one-story  structure,  to  be  of 
!at  roof  design  and  construction,  and  that  the  Broadway 
ront  of  the  building  for  a  depth  of  52  ft.  shall  be  restricted 
o  the  use  and  occupancy  of  stores  or  public  show  room, 
eparated  from  the  garage  area,  which  shall  not  exceed 
■8  ft.  in  depth,  by  a  partition  or  wall  of  approved  fire  re- 
isting  masonry,  with  one  opening  therein  not  to  exceed  3 
t.  8  in.,  equipped  with  a  self-closing  fireproof  door;  that 
he  southerly  gable  wall  shall  be  unpierced  throughout  its 
ntire  height  and  length;  that  a  rear  yard  of  5  ft.  shall  be 
naintained  for  the  full  width  of  the  structure ;  that  open- 
ngs  on  the  northerly  gable  wall  shall  be  permitted  only  on 
ondition  and  only  so  long  as  both  properties  remain  in  sin¬ 
gle  ownership ;  that  there  shall  be  no  gasoline  storage  equip- 
nent  permitted  or  maintained  on  the  premises ;  and  only  such 
ninor  repairs  shall  be  permitted  that  are  incidental  to  the 
onduct  of  an  automobile  show  room  and  sales  room;  and 
hat  no  motor-driven  machinery,  other  than  a  portable 
>2  H.  P.  drill,  shall  be  permitted,  and  that  the  vehicular  ca¬ 
pacity  of  the  garage  area  shall  be  limited  to  twelve  (12)  au- 
omobiles  of  the  pleasure  car  type;  that  the  front  elevation, 
jther  than  the  plate  glass  show  window,  shall  be  finished  with 
lace  brick,  architectural  terra  cotta  or  stone  trimmings ; 
:he  proposed  structure  to  be  limited  in  dimension  to  40  ft. 
frontage,  and  a  depth  not  exceeding  120  ft.,  with  T  ft.  exten¬ 
sion  on  the  front,  located  23  ft.  from  the  corner  formed  by 
intersection  of  Cary  avenue  and  Broadway ; 

Resolved,  further,  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 


335-25-BZ. 

APPLICANT — Alfred  J.  Boulton,  for  the  Stuyvesant 
Real  Estate  Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
extending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 89-99  Granite  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  J.  Boulton. 

For  Opposition:  Jacob  Bausch,  Mrs.  Culver, 
J.  Daniels,  H.  Klinenhopper,  S.  A.  Frank, 
J.  J.  Ackerman,  H.  Hinck,  C.  Grupen  and 
A.  Grupen. 

ACTION  OF  BOARD — Report  of  committee  adopted; 
application  denied. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 
TEE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Dowd,  Connell,  Holland  and  Fire 

Chief  Kenlon  . 

Negative  . . . 

Absent:  Mr.  Gunnison  . 

THE  VOTE  TO  GRANT— 

Affirmative:  Mr.  Dowd  . 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon . 

Absent  . 


THE  RESOLUTION: 

(335-25-BZ) 

Whereas,  Alfred  J.  Boulton,  for  Stuyvesant  Real  Estate 
Co.,  Inc.,  owner,  filed,  March  27,  1925,  an  application,  under 
the  budding  zone  resolution,  to  permit  the  extension,  from 
an  unrestricted  district  into  a  business  district,  of  a  pro¬ 
posed  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles;  premises  89-99  Granite  street,  Brooklyn;  and 

W  hereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting  July  21,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  Granite  street  is  a  business  dis¬ 
trict,  Evergreen  avenue  is  an  unrestricted  district  and  Pill¬ 
ing  street  is  a  residence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  17,  1925,  in  acting  on  App.  No.  3383-25, 
reads : 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
II,  Sec.  4a  15.  The  erection  of  a  public  garage  for 
more  than  five  motor  vehicles  in  a  business  district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  131  ft. 
9J4  in-  and  a  depth  of  100  ft.  (irregular)  ;  to  be  occupied 
as  a  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles  ;  and 

W'hereas,  the  board  deemed  that  the  applicant  did  not 
establish  his  basis  of  appeal  under  section  21,  namely,  hard¬ 
ship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application  be 
and  it  hereby  is  denied. 


338-25-BZ. 

APPLICANT — Euell  &  Euell,  for  Bernardo  Affinito, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 1295  Cromwell  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  George  R.  Euell. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Kennedy,  Dowd,  Gun¬ 
nison  and  Holland  .  4 

Negative:  Chairman  Walsh,  Mr.  Connell 

and  Fire  Chief  Kenlon .  3 

Absent  .  0 

THE  RESOLUTION: 

(338-25-BZ) 

W'hereas,  Euell’  &  Euell,  for  Bernardo  Affinito,  owner, 
filed,  March  28,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than  five 
motor  vehicles;  premises  1295  Cromwell  avenue,  The  Bronx; 

and  .  . 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting  July  21,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  Cromwell  avenue,  Wrest  169th 
street  and  Boscobel  avenue  are  business  districts;  and 
W hereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  16,  1925,  in  acting  on  N.  B.  App.  No.  450- 
25,  reads : 

1.  Erection  of  proposed  garage  for  storage  of  more 


0 
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than  five  motor  vehicles  in  business  district  is  contrary  to 
provisions  of  Building  Zone  Resolution.”; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  60.61 
ft.  on  Cromwell  avenue  and  68.37  ft.  on  West  169th  street; 
to  be  occupied  as  a  garage  for  more  than  five  motor  vehicles  ; 
and 

Whereas,  the  board  deemed  that  the  applicant  did  not 
establish  his  basis  of  appeal  under  section  21,  namely,  hard¬ 
ship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application  be 
and  it  hereby  is  denied. 


545-24-BZ. 

APPLICANT — Henry  I.  Perlin,  applicant  on  behalf  of 
Bertha  Freitag,  owner. 

SUBJECT — -Application  (re:  order  of  fire  commis¬ 
sioner)  to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four  (4) 
spaces  rented  to  persons  not  residing  on  the 
premises. 

PREMISES  AFFECTED — 380  Etna  Street,  Brooklyn. 
APPEARANCES— 

For  Applicant:  Henry  I.  Perlin. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell  ...  5 

Negative  .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon..  2 

THE  RESOLUTION: 

(545-24-BZ) 

W'hereas,  Henry  J.  Perlin,  for  Bertha  Freitag,  owner, 
filed,  April  16,  1924,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  five  (5)  pleasure  motor  ve¬ 
hicles;  four  (4)  spaces  rented  to  persons  not  residing  on 
the  premises;  premises  380  Etna  street,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting  July  21,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  Etna  street  and  Lincoln  avenue  are 
residence  districts ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  March 
10,  1924,  in  acting  on  Order  No.  86956-LC,  reads: 

“1.  Discontinue  the  maintenance  of  a  garage  in  which 
are  kept  motor  vehicles  that  are  subject  to  charges  for 
storage. 

“2.  Discontinue  the  maintenance  of  a  garage  in  which 
are  kept  motor  vehicles  that  are  not  the  property  of  per¬ 
sons  residing  in  a  dwelling  on  the  same  lot.’”; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  57  ft.  6 
in.  on  Etna  street  and  of  13  ft.  7J4  in.  on  Lincoln  avenue; 
and 

Whereas,  applicant  has  filed  80  per  cent  of  consents  of 
affected  property  owners  in  support  of  his  application  under 
section  7-g,  and  the  board  deemed  the  granting  of  a  tem¬ 
porary  permit  justifiable  under  all  the  circumstances. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the-  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 


be  and  it  hereby  is  granted  on  condition  that  the  structure 
be  limited  in  capacity  to  five  automobiles  of  the  pleasure 
car  type,  space  for  four  of  which  may  be  rented  to  persons  ; 
not  residing  on  the  premises;  that  the  structure  shall  not 
exceed  one  story  in  height,  limited  in  area  to  13  ft.  on 
Lincoln  avenue  and  57  ft.  6  in.  on  Etna  street ;  that  there 
shall  be  no  signs  or  advertisements  of  any  nature  or  de¬ 
scription  displayed  on  the  premises ;  that  there  shall  be  no 
gasoline  storage  equipment  installed  on  the  premises;  and 
that  a  temporary  use  as  garage  be  permitted  for  a  period  of 
two  years  from  the  date  of  this  action. 


1425-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Charles  Milgrim, 
lessee. 

SUBJECT— Application  (re:  order  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  j 
maintenance  of  a  factory  use  of  an  existing  i 
building. 

PPREMISES  AFFECTED— 231  West  74th  street,  j 
Manhattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Harry  Goodstein,  Arthur  R. 


Walsh  and  F.  J.  Whiton. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Mr.  Holland  .  1 

Negative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  ^  Dowd,  Gunnison,  Connell  and 

Fire  Chief  Kenlon  .  6 

Absent  .  0 

THE  RESOLUTION: 


(1425-24-BZ) 

Whereas,  William  F.  Doyle,  for  Theresa  Browning, 
owner,  filed,  December  3,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  residence  district  the 
maintenance  of  a  factory  use  of  an  existing  building;  prem¬ 
ises  231  West  74th  street,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting  July  21,  1925, 
after  due  notice  by  publication  in  the  Bulletin  of  the  Board 
of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  West  74th  street  and  West  75th 
street  are  residence  districts  and  Broadway  is  a  business  dis¬ 
trict;  and 

Whereas,  the  order  of  the  superintendent  of  buildings, 
dated  July  18,  1924,  Violation  Order  No.  3296-24,  reads: 
“*****  in  that  of  conducting  a  business  (factory) 
in  a  residence  district,  contrary  to  the  provisions  of  the 
§uilding  Zone  Resolution  adopted  by  the  Board  of  Esti¬ 
mate  and  Apportionment  July  25th,  1916. 

“You  are  hereby  directed  to  discontinue  the  occupancy 
of  the  above  building  as  a  business  (factory)  in  a  resi¬ 
dence  district,  to  comply  with  the  Building  Zone  Reso¬ 
lution.”  ; 
and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  three  stories  and  basement  in  height,  with  a  front¬ 
age  of  20  ft.  and  a  depth  of  53  ft.  Occupied :  Basement  and 
1st  story,  manufacturing  embroidery;  2nd  story,  millinery; 
3rd  story,  tailoring;  and 

Whereas,  the  board  deemed,  in  view  of  the  existing  and 
surrounding  development,  a  further  invasion  of  the  street 
would  be  a  hardship  and  detriment  to  residence  owners. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


400-25-BZ. 

APPLICANT — James  Kearney,  for  Barnet  Simowitch 
and  Abe  Frank,  owners. 
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UBJECT — Application  (re:  decision  of  superintendent 
Of  buildings)  to  permit  the  alteration  and  also 
the  conversion  of  occupancy  of  a  building  used 
as  a  storage  warehouse  to  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 
'REMISES  AFFECTED— 247-249  West  69th  street, 
Manhattan. 

XPFEARANCES— 

For  Applicant:  James  Kearney. 

For  Opposition:  Joseph  Jospe  and  Mr.  Mc- 
Enerney. 

\CTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

’ONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Ken¬ 
nedy,  Gunnison,  Holland  and  Connell...  5 

Negative  . . . .  0 

Absent:  Mr.  Dowd  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(400-25-BZ) 

Whereas,  James  Kearney,  for  Barnet  ‘Simowitch,  owner, 
iled,  April  13,  1925,  an  application,  under  the  building  zone 
esolution,  to  permit  in  a  business  district  the  alteration  and 
ilso  the  conversion  of  occupancy  of  a  building  used  as  a 
storage  warehouse,  to  a  garage  for  the  storage  of  more 
ban  five  (5)  motor  vehicles;  premises  247-249  West  69th 
;treet,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
iy  the  board  of  appeals,  at  its  special  meeting  July  21,  1925, 
if  ter  due  notice  by  publication  in  the  Bulletin  of  the  Board 
if  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  building 
’one  resolution  show  that  West  69th  street  and  Amsterdam 
ivenue  are  business  districts  and  West  70th  street  is  a  resi¬ 
lence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
-endered  April  7,  1925,  in  acting  on  Alt.  App.  No.  633-25, 

-eads : 

“1.  A  garage  for  more  than  five  cars  is  unlawful  in 
a  business  district.  Building  Zone  Resolution,  Art.  II. 


“2.  A  garage  for  more  than  five  cars  is  unlawful 
within  200  feet  from  the  nearest  exit  or  entrance  of  a 
school,  or  on  the  same  block.  Building  Zone  Resolution, 
Art.  V,  Section  21.”; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  five  stories  in  height,  with  a  frontage  of  40  ft.  and 
a  depth  of  100  ft. ;  it  is  proposed  to  alter  building  now  oc¬ 
cupied  as  a  storage  warehouse  and  occupy  premises  as  a 
garage  for  the  storage  of  more  than  five  motor  vehicles ; 
and 

Whereas,  applicant  substantiated  with  documentary  proof 
and  evidence  his  basis  of  appeal  under  section  7-e  of  the 
building  zone  resolution,  and  the  board  deemed  the  granting 
of  this  application  a  reasonable  variation  and  adjustment 
under  the  circumstances. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
r, variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  existing 
building  shall  not  be  increased  in  area,  height  or  dimensions, 
but  that  it  shall  be  converted  to  a  fireproof  structure;  that 
a  rear  yard  shall  be  provided  at  the  2nd  story  floor  level ; 
that  any  skylight  installed  at  the  roof  level  of  the  exten¬ 
sion  shall  be  constructed  of  metal  frame  with  wire  glass 
and  fixed  louvre  ventilator  against  upper  rear  wallfii  that  the 
openings  in  the  existing  rear  wall  shall  not  be  increased  in 
number  and  shall  be  equipped  with  fixed  steel  sash  and  trans¬ 
lucent  wire  glass,  with  not  more  than  one  ventilator  to  each 
of  said  existing  openings;  that  the  exterior  of  the  rear  wall 
shall  be  finished  with  three  coats  of  light-colored  paint,  lin¬ 
seed  oil  and  white  lead;  that  the  gable  walls  shall  be  un¬ 
pierced  throughout  their  entire  height  and  length ;  that  there 
shall  be  no  signs  on  the  front  of  the  building,  other  than 
one  projecting  electric  sign,  indicating  the  title  of  the  ga¬ 
rage;  that  all  permits  necessary  for  the  prosecution  of  the 
work  shall  be  obtained  within  nine  months  and  the  building 
completed  within  eighteen  months  from  the  date  of  this 
action. 


Adjourned  5.30  p.  m. 

William  J.  O’Gorman,  Secretary. 
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BOARD  OF  STANDARDS 

♦CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  standards 
and  appeals,  held  Tuesday  afternoon,  June  24,  1924,  as  they 
appeared  in  Bulletin  No.  27,  Vol.  IX,  are  hereby  corrected 

to  read  as  follows : 

THE  RESOLUTION: 

(465-24-S) 

Whereas,  Luke  Flanagan,  for  Peter  Tessler,  lessee,  filed, 
April  1,  1924,  a  petition,  with  the  board  of  standards  and 
appeals,  for  a  variation  from  the  requirements  of  the  labor 
law  as  cited  in  a  decision  of  the  superintendent  of  build¬ 
ings,  affecting  premises  107  West  48th  street,  Borough  of 
Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
dated  March  3,  1924,  reads : 

“2.  No.  3  ft.  0  in.  fireproof  passageway  provided 
from  termination  of  fire  escape.”; 

and 

Whereas,  the  building  is  non-fireproof,  5  stories  in  height, 
20  ft.  by  72  ft.  in  area  on  1st  and  2nd  stories  and  20  ft.  by 
52  ft.  in  area  above.  OCCUPIED  as  follows:  1st  fl.,  millin- 


*Correction — “East”  changed  to  “west”  in  line  38  and 
“from”  changed  to  “through”  in  line  37. 
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cry  store,  3  persons ;  2nd  fl.,  showroom  and  office,  2  persons ; 
3rd  fl.,  dressmaking,  10  persons;  4th  fl.,  dressmaking,  10 
persons;  5th  fl.,  embroidery,  10  persons.  EQUIPPED  with 
a  fire  alarm  signal  system.  EXITS :  An  interior  w;ooden 
stairway  extending  from  1st  story  to  roof,  enclosed  in  fire 
resisting  partitions  with  fire  doors  at  openings ;  a  45-de¬ 
gree  fire  escape  on  the  rear  of  the  building  extending  from 
roof  to  yard,  with  fireproof  windows  along  the  course  there¬ 
of  ;  with  EGRESS  from  the  termination  of  fire  escape  by 
means  of  doors  in  fence  to  adjacent  yards  and  also  through 
adjoining  building  to  street.  ROOFS'  of  adjoining  buildings 
are  at  same  level ;  and 

Whereas,  petitioner  contends  that  consent  has  been  filed 
with  the  bureau  of  buildings  for  using  the  adjoining  build¬ 
ing,  No.  109  West  48th  street,  as  egress  to  street,  and  fur¬ 
ther,  that  the  existing  means  of  egress  are  adequate. 

Resolved,  that  the  board  ot  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  egress  from  termination  of  fire- 
escape,  on  condition  that  this  and  adjoining  yard  shall  be 
maintained  free  and  unobstructed  as  a  single  open  space; 
with  egress  therefrom  through  next  two  adjoining  buildings 
to  the  west;  and  that  petitioner  shall  obtain  the  required 
certificate  of  occupancy. 


I 
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RESERVE  CALENDAR 


BOARD  OF  APPEALS. 


Appeals  from  Administrative  Orders. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19-A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19- A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19- A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 
981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — (Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — (Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20- A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20- A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20- A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A — Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20-A — Pier  20,  East  River  Manhattan. 

420- 20-A — Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue.  Brooklyn. 

422- 20-A — Pier  29,  foot  of  Harrison  street,  Brooklyn. 


423-20-A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20- A — Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 

907-21-A — East  side  South  street,  foot  of  Dover  street, 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 
1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A — Pier  3,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1542- 21-A — Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1544- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1545- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S  Ford  Fire  Line  Reducing  Valve,  approval  of. 
337-22-S  Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

887-22-S — Quinn  Acme  Crude  Oil  Burner,  approval,  of. 
392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22- S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

123- 23-SA — Todd  Steam  Atomizing  Fuel  Oil  Burner,  ap¬ 

proval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA— Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-SA — Hesl  Standard  200  Gal.  Truck  Tank. 
297-23-SA — '“Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 
392-23-SA — “Billow”  Class  G.  R.  Oil  Burner,  aoproval  of. 
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193-23-SA — "Billow”  Class  C.  R.  F.  Oil  Burner,  approval 
of. 

197-23-SA — Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

143-23-SA — Automatic  Gas  Shut-Off,  approval  of. 

525-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA— Domestic  Fuel  Oil  Burner,  approval  of. 

888-23-SA — Lewis  Oil  Burner,  approval  of. 

J98-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

J52-23-SA— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

J80-23-S A — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

)46-23-SA— Frankfort  Type  “P”  Low  Pressure  Oil  Burner, 
approval  of. 

)50-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

148-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 

I89-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

I76-23-SA— Ziegler  Oil  Burner,  approval  of. 

180-23-SA— Viking  Pump,  approval  of. 

’46-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 

339-23-S A — National  Light  Service  Oil  Pump,  approval  of. 

348-23-SA— Heatiator  Oil  Burner,  approval  of. 

358-23-SA— Worthington  Oil  Burner,  approval  of. 

301-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 

304-23-S A— Staples  &  Pfeiffer  Oil  Burner,  appeal  of. 

415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

429-23-SA — Kerrihard  Oil  Burner,  approval  of. 

444-23-SA— Tate-Jones  No.  6  Oil  Burner,  approval  of. 

484-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 

493-23-SA— Newport  Rotary  Oil  Burner,  approval  of. 

538-23-SA — Lillibridge  Oil  Vapor  Burner,  approval  of. 

550-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 

254-24-SA— Sherman  Oil  Burner,  approval  of. 

269-24-SA— Universe  Oil  Burner,  approval  of. 

365-24- S A — Koaless  Oil  Burner,  approval  of. 

379-24-SA— Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA— Faultless  Oil  Burner,  approval  of. 

501-24-SA— Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA— Kinney  Rotating  Plunger  Pump,  approval  of. 

536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA— Marvel  Oil  Burner,  approval  of. 

702-24- S A — Simplex  Mechanical  Oil  Burner,  approval  of. 

735-24-SA — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 


755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1 108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 

1 134-24-S A — Peerless  Automatic  Oil  Burner,  approval  of 

1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 

1146-24-S A — Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1 191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1 197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1305-24-SA — International  Furnace  Burner,  approval  of. 

1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24JSA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

1500-24-SA — Smolensky  Check  Valve,  approval  of. 

1509-24-SA — USEM  Closed  Circuit  Standpipe  Tank  and 
Sprinkler  Supervision  System,  approval  of. 

19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-S A — Keenan  Brilliant  Burner,  approval  of. 

154-25-SA — Edwards  Solenoid  Type  Bell,  approval  of. 

228-25-S A — Silent  Glow  Oil  Burner,  approval  of. 

242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

259-25-SA — Electrol  Automatic  Oil  Burner. 

340-25-SA — McCann-Harrison  Low  Pressure  Oil 

Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
opies  of  Form  13A,  for  notices  to  property  owners,  such 
orms  are  not  to  he  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  form 
3A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 
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DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  July  23,  1925 .  765 

Restored  to  calendar .  49 

Miscellaneous  Applications. 

Requests  to  reopen  .  90 

Requests  to  amend  .  3 

Requests  for  modification  .  28 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  13 

Requests  for  extension  of  permit  .  13 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans  .  9 

Administrative  requests  .  1 

Requests  for  interpretation  . . .  1 

Total  .  1572 

Disposed  of  .  373 

Cases  pending  July  23,  1925 .  699 


DISPOSITION  OF  CASES. 

Withdrawn  .  go 

Dismissed  .  49 

Denied  .  ng 

Granted  . .  5 

Granted  on  condition  .  454 

Appliances  approved  .  n 

Appliances  dismissed,  disapproved  or  withdrawn .  5 

Rules  approved  .  0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted .  gg 

Requests  to  reopen  denied  .  3 

Requests  to  amend  granted  .  3 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  27 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  13  ' 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted  .  13 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  1 

Requests  to  install  denied .  0 

Plans  approved  .  9 

Plans  disapproved  .  0 

Administrative  requests  granted  .  0 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  1 

Requests  withdrawn  or  dismissed .  2 

Total  .  873  | 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building-, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . 

P.  O . 

My  subscription  is  to  begin  with  th**  issue  for  .  1925. 
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CONTENTS 

= 


his  issue  of  the  Bulletin  contains,  in  the  order 

n — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  July  28, 

1925. 

Minutes  of  Meeting,  Board  of  Standards  and  Ap¬ 
peals,  July  28,  1925. 

Corrections. 

Rules. 

Reserve  Calendar. 

Progress  Report. 


DATES  AND  HOURS  OF  MEETINQ 
Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  rn. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 


All  hearings  are  held  in  Room  I0J3,  Municipal  Building, 

Manhattan.  ^ 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M.  \  \ 

Any  person  desiring  to  consult  the  chaftUan  or  the  e 
gineers,  pertaining  to  the  work  of  either  board,  wj'UC 
seen  only  between  the  hours  of  ten  in  the  mormng  jmd  one 
in  the  afternoon^Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

Tl*:  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and_  will  be  called  in  Room  1013,  Tuesday,  September  8, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  September  15,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

_  Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 


. 
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New 
Cal.  No. 
785-25-BZ. 

784-25-S . .  . 

783-25-A . . . 

782-25-BZ. . 

781-25-A . . 

780-25-A .  . 

779-25-S .  .  . 

778-25-A... 

777-25-S. . . 

776-25-BZ. . 

775-25-S. . . 

774-25-S . .  . 

773-25-A . . 

772-25-BZ. . 

771-25-BZ. . 

770-25-A.  . 


769-25-A . F.D 


768-25-A . 


767-25-S . 


766-25-A .  . 


182-23-BZ. 


1636-21-SA. 


DOCKET. 

Cases  Filed  Week  Ending  July  30,  1923. 
Department.  Premises  Affected. 

. B.B.Bx.  .1893  Clinton  ave.,  Bx. 

N.  B.  1450-1925. 

. B.B.M.  .462-468  Seventh  ave.,  Man. 

N.  B.  644-1924. 

. F.D . 654  Broadway,  Man. 

F-81195. 

. B.B.M.  .487-493  Utica  ave.,  Bklyn. 

N.  B.  9433-1925. 

. F.D.  ...187  Lafayette  st.,  Man. 

L.  C.  19597-C-30247. 

. F.D.  ...148-172  West  12th  st.,  Man. 

.  N.  B.  1005-1925. 

. F.D.  ...164  East  86th  st.,  Man. 

L.  D.  81863. 

. F.D.  ...119  West  48th  st.,  Man. 

C-30059. 

. B.B.M.  .248-252  West  35th  st.,  Man. 

N.  B.  681-1924. 

. B.B.B.  ..401  Schenectady  ave.,  Bklyn. 

Applic.  10658-1925. 

. F.D.  ...501  Seventh  ave.,  Man. 

L.  D.  81994. 

. F.D.  ...501  Seventh  ave.,  Man. 

L.  D.  82007. 

. F.D.  ...62  Grand  st.,  Man. 

F-80158. 

. H.D.  ...99  East  111th  st.,  Man. 

Decision. 

.325  East  152nd  st„  Bx. 

Decision. 

....F.D.  ...148  East  57th  st.,  Man. 

L.  D.  75781. 

.239  Alabama  ave.,  Bklyn. 

F-81338. 

. B.B.B.  ..1628-1648  East  9th  st.,  Bklyn. 

Viol.  4314-1925. 

. F.D.  ...114-116  East  13th  st.,  Man. 

L.  D.  79414. 

. F.D.  ...721-725  Lenox  ave.,  Man. 

395-1925. 

Restored  to  Calendar. 

. B.B.R.  .1240  Castleton  ave.,  Rich. 

N.  B.  2808-1922. 

. F.D.  ...Gilbert  &  Barker  Oil  Burner. 

Appliance. 


..H.D. 

« 


F.D.  .. 

H.D.  . 

B.B.B. 

B.B.Bx 

B.B.M. 

B.B.Q. 

B.B.R. 

T.H.D. 


CODE. 

. Fire  Department 

. Health  Department 

. .  .Bureau  of  Buildings,  Brooklyn 

. Bureau  of  Buildings,  Bronx 

.Bureau  of  Buildings,  Manhattan 

. Bureau  of  Buildings,  Queens 

..Bureau  of  Buildings,  Richmond 
.  Tenement  House  Department 


NOTICE. 

Notice  is  hereby  given  that  the  board  of  appeals  and  th- 
board  of  standards  and  appeals  will  hold  no  hearings  during 
the  month  of  August.  The  next  regular  meeting  of  th» 
board  of  appeals  will  be  held  on  September  8,  1925,  anc 
that  the  next  Clerk’s  Calendar  Call  will  be  held  on  the  sam< 
date  at  2  p.  m.  The  next  meeting  of  the  board  of  standard 
and  appeals  will  be  held  on  September  15,  1925. 

The  office  will  be  open  as  usual  for  the  filing  of  appeals 
applications  and  petitions,  also  for  consultations  and  othei 
business. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

487-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Charles  J.  Ryan 
owner. 

PREMISES— 1307-1319  65th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  c 
residence  district  the  erection  and  maintenance  of  s 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

553-25-BZ. 

APPLICANT — South  Ozone  Park  Operating  Co.,  Inc. 
owner. 

PREMISES — Northwest  corner  of  Zuider  avenue  and  Ne  I 
braska  avenue,  South  Ozone  Park,  Borough  oil 
Queens. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi 
ness  district  the  erection  and  maintenance  of  a  the 
atre  building. 

470-25-BZ. 

APPLICANT — Walter  B.  Wills,  for  Frank  Hartman 
owner. 

PREMISES — 1219-1223  Putnam  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  thar 
five  (5)  motor  vehicles. 

575-25-BZ. 

APPLICANT — Gardiner  Conroy,  for  O’Hara  Realty! 
Co.,  owner. 

PREMISES — 507-511  Flatbush  avenue  and  1118-1122  j 
Washington  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  andi 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

586-25-BZ. 

APPLICANI-Harrison  G.  Wiseman  and  Magnuson 
&  Kleinert,  for  Louis  N.  Jaffe,  owner. 

PREMISES — 181-189  Second  avenue  and  240-242  East! 
12th  Street,  Manhattan. 

TO  PERMIT  in  a  residence  district  extending  from  a 
■  business  district  the  erection  and  maintenance! 
of  a  building  for  store  and  theatre  purposes. 

1003-24-BZ. 

APPLICANT — David  Falconer,  owner. 

PREMISES — 185  Jamaica  avenue,  Long  Island  City,! 
Queens. 

TO  PERMI  T  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

495-25-BZ. 

APPLICANT — Henry  Nordheim,  for  Katie  Staudermann, 
owner. 

PREMISES— 722  East  175th  street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part  from  a  resi¬ 
dence  use  to  a  business  use. 

505-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Walton  Whyte 
Realty  Corp.,  owner. 

PREMISES — East  side  of  Jerome  avenue,  350  feet  south 
of  East  181st  street,  The  Bronx. 
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PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

25-BZ. 

’LICANT — William  F.  Doyle,  for  Luke  Kilgallon, 
owner. 

iMISES — East  side  of  James  street,  136  feet  north  of 
Cornaga  avenue,  Far  Rockaway,  Queens. 

PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

23-BZ. 

3LICANT — George  A.  McWilliams,  owner. 

2MISES — 1240  Castleton  avenue,  Staten  Island,  Rich¬ 
mond. 

PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles.  (Previously  dismissed  for  lack  of 
prosecution.) 

_ 


BOARD  OF  APPEALS. 

Tuesday,  September  8,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

i-25-A — 106-116  John  street  and  227-237  Plymouth  street, 
Brooklyn. 

>-25-A — 22-34  Bergen  avenue,  Jamaica,  Queens. 

J-25-A — 373  Vernon  avenue,  Long  Island  City,  Queens. 
i-25-A — 646-654  Vernon  avenue,  Long  Island  City, 
Queens. 

i-25-A — 45-47  Crosby  street,  Manhattan. 

1-25-A — 15-19  Amsterdam  avenue,  Manhattan. 

1-25-A — 120-124  West  57th  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

OTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
.  public  hearing  under  the  provisions  of  the  building  zone 
'lution,  Tuesday  morning,  September  8,  1925,  at  10 
>ck,  in  Room  1013,  Municipal  Building,  on  the  follow- 

matters  : 

no.  1502-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Morris 
Pomerantz,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  New  York  avenue, 
185.92  ft.  north  of  South  street,  Jamaica, 
Borough  of  Queens. 

no.  286-25-BZ — Application,  March  12,  1925,  under  the 
building  zone  resolution,  of  William  B. 
Seaver,  applicant,  on  behalf  of  Third 
Avenue  Railway  Company,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  2526-30  Amster¬ 
dam  avenue,  southwest  corner  of  West 
186th  street,  Manhattan. 

no.  289-25-BZ — Application,  March  13,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Max 


Zaubler,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  an  existing 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  553-559 
11th  street,  Brooklyn. 

cal.  no.  304-25-BZ — Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica  Wa¬ 
ter  Supply  Co.,  applicant  and  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station ;  premises  west  side  of  143rd 
street,  100  ft.  south  of  111th  avenue, 
Jamaica,  Borough  of  Queens. 

cal.  no.  305-25-BZ — Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica 
Water  Supply  Co.,  applicant  and  owner, 
to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station;  premises  west  side  of  224th 
street,  250  ft.  north  of  Foch  boulevard 
(Central  avenue),  Jamaica,  Borough  of 
Queens. 

cal.  no.  411-25-BZ — Application,  April  16,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  B.  Mar¬ 
tin,  owner,  to  permit  in  a  residence  dis¬ 
trict  the  maintenance  of  a  dancing  and 
banquet  hall ;  premises  1134  Pacific 
street,  Brooklyn. 

cal.  no.  577-25-BZ — Application,  June  4,  1925,  under  the 
building  zone  resolution,  of  Bandler, 
Haas  and  Collins,  applicants,  on  behalf 
of  212  West  72nd  Street  Corp.,  owner, 
to  permit  in  a  residence  and  “B”  area 
district  extending  from  a  business  dis¬ 
trict,  the  alteration  and  extension  of  a 
building  to  be  used  in  part  for  business 
purposes,  also  the  omission  of  a  rear 
yard  as  required  by  the  building  zone 
resolution ;  premises  212  West  72nd 
street,  Manhattan. 

cal.  no.  737-25-BZ — Application,  July  14,  1925,  under  the 
building  zone  resolution,  of  Frank  S. 
Parker,  engineer,  on  behalf  of  598 
Eighth  Avenue  Corporation,  lessee, 
Shapp  Realty  Co.,  owner,  to  permit  in 
a  lx/2  times  district  the  erection  and 
maintenance  of  the  street  walls  to  a 
height  exceeding  the  limit  required  by 
the  building  zone  resolution;  premises 
594-598  Eighth  avenue  and  270-274 
West  39th  street,  Manhattan. 

cal.  no.  331-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  R.  Thomas 
Short,  architect,  on  behalf  of  Michael 
Noonan,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  an  existing  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  187A-201  Garfield 
place,  Brooklyn. 

cal.  no.  610-25-BZ — Application,  June  12,  1925,  under  the 
building  zone  resolution,  of  John  E. 
Joyce,  applicant  and  owner,  to  permit 
the  conversion  from  a  residence  to  a 
business  use  (stores)  of  the  first  story 
of  a  building  located  partly  in  a  resi- 
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dence  and  partly  in  a  business  use  dis¬ 
trict;  premises  201  East  198th  street, 
The  Bronx. 

cal.  no.  626-25-BZ — Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 
C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building ;  premises, 
1421-1437  Ocean  avenue  and  1060-1068" 
Kenmore  place,  Brooklyn. 

cal.  no.  241-25-BZ— Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

904-24- A — 235-239  West  23rd  street,  Manhattan. 

336-25-A — 46  Old  Broadway,  Manhattan. 

11 77-24- A — 79-89  Seventh  avenue,  Manhattan. 

186-25-A — 4409  New  Utrecht  avenue,  Brooklyn. 

656-25-A — 1109  45th  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  afternoon,  September  8,  1925,  at  2 
o’clock,  -  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  240-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Harry 
J.  Lippe,  Jr.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  mootr  vehicles; 
premises  1214-1216  Lind  avenue,  The 
Bronx. 

cal.  no.  327-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  Richard 
Shutkind,  architect,  on  behalf  of  Rich¬ 
ard  Schmidt,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  an  extension  to  a  dry  clean¬ 
ing  establishment;  premises  162-166 
Prospect  street,  Long  Island  City. 
Queens. 

cal.  no.  458-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Kolle,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  198- 
210  16th  street,  Brooklyn. 

cal.  no.  1429-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  architect,  on  behalf  of  John 
J.  Daly  and  Max  L.  Fried,  owners,  to 


permit  in  a  business  district  the  mai, 
tenance  of  a  motor  vehicle  repair  she 
premises  1012-1018  Avenue  St.  Joh 
The  Bronx. 

Wiliiam  E.  Wahsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

491-25-BZ. 

APPLICANT — Edwin  W.  Crumley,  for  Carlo  De  Luc 
owner. 

PREMISES — 1413  Needham  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  alteration  at 
change  of  occupancy  in  part  from  a  residem 
use  to  a  business  use. 

569-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  John  V.  She 
idan  and  Georgie  McDonald  Reed,  owners. 

PREMISES — 411  East  203rd  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  ai 
maintenance  of  a  building  for  the  use  of  a 
stone  works. 

593- 25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Menlo  Buildin 
Company,  owner. 

PREMISES — Southwest  corner  of  White  Plains  aveni 
and  East  224th  street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from 
business  district  the  erection  and  maintenanc 
of  a  building  for  the  use  of  store  and  theati 
purposes. 

594- 25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Region  Constrmi 
tion  Company,  owner. 

PREMISES — West  side  of  Third  avenue,  270  feet  sout 
of  East  183rd  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  extending  from  a 
unrestricted  district  the  erection  and  maintc 
nance  of  a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles. 

595- 25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Marie  Carbern 
owner. 

PREMISES — West  side  of  Third  avenue,  80.74  fee 
south  of  East  182nd  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  extending  from  a 
unrestricted  district  the  erection  and  mainte 
nance  of  a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles. 

419-25-BZ. 

APPLICANT— William  Bone,  for  Hyman  Wynehouse 
owner. 

FREMISES — 4110-4118  Ninth  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  ant 
maintenance  of  five  (5)  detached  residenc 
buildings  to  be  used  for  store  purposes  on  th 
first  story. 


BOARD  OF  APPEALS. 

Tuesday,  September  15,  1925,  at  10  a.  m. 
Appeals  from  Administrative  Orders. 

432-25-A— 83-101  North  3rd  street  and  209-219  Wythe  ave! 
nue,  Brooklyn. 

452- 25-A — 4009-15  First  avenue,  Brooklyn. 

453- 25-A — 4017-21  First  avenue,  Brooklyn. 
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BOARD  OF  APPEALS. 


2- 25-A — 1008  Whitlock  avenue,  The  Bronx. 

3- 25- A — 1161  First  avenue,  Manhattan. 

8-25- A — 168-208  Marshall  street,  Brooklyn. 

7- 25-A — 1188-90  Fulton  street  and  1247-1253  Bedford 

avenue,  Brooklyn. 

il-25-A— 105  Bleecker  street  and  186-188  Greene  street, 
Manhattan. 

1-24-A — 508-534  West  212th  street,  Manhattan. 

.9-25-A — 2  West  106th  street  and  451  Central  Park,  West, 
Manhattan. 

iO-25-A — 526  Fulton  street,  Brooklyn. 

;6.23-A— 1380  Metropolitan  avenue,  East  Williamsburgh. 
Queens. 

■5.24_A— 628-642  West  45th  street,  Manhattan. 

19.24-A— 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

1  {5-25-A— 217-219  West  126th  street,  Manhattan. 

'8-25-A — 280  Broadway,  Manhattan. 

51-25-A — 1229-1231  Gerard  avenue,  The  Bronx. 

17-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 
U-25-A — 62  Stanhope  street,  Brooklyn. 

J9-25-A — 284  Chauncey  street,  Astoria,  Queens. 

J4-25-A — 135-147  East  8th  street,  Manhattan. 

8- 25-A — 1681-1685  Broadway,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

i  31-25-S — 207-209  East  49th  street,  Manhattan. 

>  34-25-S — 186  Grand  street  and  157-161  Mulberry  street, 
Manhattan. 

12-25-S — 10  Ormond  place,  Brooklyn. 

34- 25-S — 45-47  Crosby  street,  Manhattan. 

,  38-25-S — 40-42  West  37th  street,  Manhattan. 

35- 25-S — 514-516  West  57th  street,  Manhattan. 

<"4-25-S — 963-965  Kent  avenue,  Brooklyn. 

31-25-S — 251-255  West  39th  street,  Manhattan. 

35-25-S — 26-34  Sullivan  street  and  47-49  Watts  street, 

Manhattan. 

10-25-S — 352  East  76th  street,  Manhattan. 

44-25-S — 27-35  West  24th  street,  Manhattan. 

18-25-S — 26  West  20th  street,  Manhattan. 

*  39-25-S — 692-694  Broadway  and  388  Lafayette  street, 
Manhattan. 

31-25-S — 237-239  Lafayette  street,  Manhattan. 

1 90-25-S — 873  Sixth  avenue,  Manhattan. 

15-25-S — 338-340  Flushing  avenue,  Brooklyn. 

26-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

30-25-S — 365-367  Canal  street,  Manhattan. 

15-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

98-25-S — 566-568  Seventh  avenue,  Manhattan. 

02-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

25-24-S — 107  East  31st  street,  Manhattan. 

18-18-S — 17-23  East  Broadway,  Manhattan. 

18-24-S — 20  East  31st  street,  Manhattan. 

21-25-S — 232-234  West  37th  street,  Manhattan. 


Tuesday,  September  22,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1485-24- A — Southwest  corner  of  Cypress  avenue  and  Center 
street,  East  Williamsburgh,  Queens. 
159-25-A — East  side  of  Broadway,  from  116th  street  and 
120th  street,  Manhattan. 

378-25-A — West  side  of  Van  Alst  avenue,  115  ft.  south  of 
South  Jane  street,  Long  Island  City,  Bor¬ 
ough  of  Queens. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  22,  1925,  at  10 
o'clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The  Bronx. 
cal.  no.  1455-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  Edlar  Realty 
Corp.,  owner,  A.  Troskowsky,  sub-les¬ 
see,  to  permit  in  a  business  district  the 
maintenance  of  a  motor  vehicle  repair 
shop;  premises  34  Tieman  place,  Man¬ 
hattan. 

cal.  no.  262-25-BZ — Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Max  N. 
Newman,  applicant,  on  behalf  of  Irene 
'  Thatcher,  owner,  to  permit  in  an  resi¬ 

dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte- 
nace  of  a  building  to  be  used  for  store 
purposes;  premises  1406-1414  Elm  ave¬ 
nue,  Brooklyn. 

cal.  no.  270-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Schi- 
nasi  Commercial  Corp.,  to  permit  in  a 
business  district  and  within  200  ft.  of 
a  hospital  the  use  and  occupancy  of  an 
existing  building  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  32-36  West  100th 
street,  Manhattan. 

cal.  no.  359-25-BZ — Application,  April  2,  1925,  under  the 
building  zone  resolution,  of  William  H. 
Kehoe,  applicant,  on  behalf  of  Horlick 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  1026-1042 
Liberty  avenue,  southwest  corner  of 
Crescent  street,  Brooklyn. 

CAL.  NO.  363-25-BZ— Application,  April  3,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  Rosa 
Morizio,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  building  to  be  used  as  a  poultry 
slaughter  house;  premises  east  side  of 
Private  Right  of  Way,  226  ft.  north 
of  84th  street,  Brooklyn. 


859 


CALENDAR 


cal.  no.  389-25-BZ — Application,  April  11,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Patrick 
Tague,  owner,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
•  more  than  five  (5)  motor  vehicles; 

premises  136-140  Hall  street,  Brooklyn. 

cal.  no.  405-25-BZ — Application,  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  455-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Gould 
Mersereau  Company,  owner,  to  permit 
in  a  business  district  the  erection  of  a 
building  and  the  use  of  more  than  25 
per  cent  of  its  total  floor  space  for  fac¬ 
tory  purposes ;  premises  east  side  of 
Nott  avenue,  90  ft.  east  of  Van  Alst 
avenue,  Long  Island  City,  Borough  of 
Queens.  ' 

cal.  no.  474-25-BZ — Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  Mary  A.  Dalton,  owner, 
Gussie  Realty  Co.,  Inc.,  lessee,  to  per¬ 
mit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  1145-1149  Ogden 
avenue,  The  Bronx. 

cal.  no.  314-25-BZ — Application,  March  23,  1925,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  the  Estate 
of  Fredk.  Fischer,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1160-1162  Intervale  avenue, 
The  Bronx. 

cal.  no.  490-25-BZ — Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Philip  J. 
Bendish,  applicant  and  owner,  to  permit 
in  a  residence  district  the  alteration  of 
an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  342  West  70th  street,  Manhat¬ 
tan. 

cal.  no.  497-25-BZ— Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  John  W. 
Clancy,  applicant,  on  behalf  of  Sally  C. 
Crane,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2180- 
2182  Folin  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS 

SPECIAL  MEETING. 
Tuesday,  September  22,  1925,  at  2  p.  m. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appea 
of  a  public  hearing  under  the  provisions  of  the  buildii 
zone  resolution,  Tuesday  afternoon,  September  22,  1925,  j! 
2  o’clock,  in  Room  1013,  Municipal  Building,  on  the  fc 
lowing  matter: 

cal.  no.  486-25-BZ. — Application,  May  8,  1925,  under  til 
building  zone  resolution,  of  Louis  i 
Sheinart,  architect,  on  behalf  of  Esta 
of  George  Friedland,  owner,  to  perm 
in  a  business  district  the  erection  ai 
maintenance  of  a  garage  for  the  stora? 
of  more  than  five  (5)  motor  vehicle 
premises  113-117  Chrystie  street,  Mai 
hattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  September  25,  1925,  at  2  p.  m. 

Ride. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rule 
adoption  of. 


BOARD  OF  APPEALS. 

Tuesday,  September  29,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

318-25- A — East  side  of  Newtown  Creek,  586.63  feet  nort 
of  Grand  street,  Maspeth,  Queens. 

445-25-A — 104-106  West  49th  street,  Manhattan. 

483-25-A — Southwest  corner  of  University  avenue  and  Wes 
181st  street,  The  Bronx. 

517-25-A — 286-304  Furman  street,  Brooklyn. 

554-25-A — 83-101  North  Third  street  and  209-219  Wytb 
avenue,  Brooklyn. 

556-25-A — 51  Henry  street,  Winfield,  L.  I.,  Queens. 

564-25-A — 106-110  Seventh  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeal: 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  29,  1925,  at  1C 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow 
ing  matters : 

cal.  no.  85-25-BZ — Application,  January  21,  1925,  undei 
the  building  zone  resolution,  of  Willian 
F.  Doyle,  applicant,  on  behalf  of  Mi¬ 
chael  T.  Watts,  lessee,  to  permit  part¬ 
ly  in  a  business  district  and  partly  in 
a  residence  district  the  maintenance  of; 
an  open  garage  parking  space  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  332  West  57th  street, 
Manhattan. 

cal.  no.  298-25-BZ — Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
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Valballa  Corporation,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

no.  402-25-BZ— Application,  April  14,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Emma  A. 
Justice,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles ;  premises 
southeast  corner  of  East  182nd  street 
and  Folin  street,  The  Bronx. 

^  no.  429-25-BZ— Application,  April  21,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Gardstein,  architect,  on  behalf  of  Isa¬ 
belle  Weber,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  residence  building  to  be  used 
for  store  purposes  on  the  first  story ; 
premises  2374-237G  60th  street,  Brook¬ 
lyn. 

l.  no.  551-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  H. 
Eccles,  architect,  on  behalf  of  Henry 
Hellenek,  owner,  to  permit  in  a  busi¬ 
ness  district  and  also  within  200  ft.  of 
a  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
south  side  of  Patterson  avenue,  50  ft. 
west  of  Ely  avenue,  Astoria,  Borough 
of  Queens. 

l.  no.  1534-24-BZ — Application,  December  30,  1924,  under 
the  building  zone  resolution,  of  William 
J.  Conway,  architect,  on  behalf  of  John 
Muldoon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  64-68  West  9th  street,  Brook¬ 
lyn. 

,L.  no.  87-25-BZ— Application,  January  21,  1925,  under  the 
building  zone  resolution,  of  David  L. 
Malbin,  applicant,  on  behalf  of  Pasquale 
Sabbarese,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  617-633  Brooklyn  avenue, 
Brooklyn. 

vl.  no.  306-25-BZ— Application,  March  19,  1925,  under 
the  building  zone  resolution,  of  William 
Farrell,  architect,  Emil  E.  Gabler, 
owner,  Casanova  Nash  Sales  Corp.,  les¬ 
see,  to  permit  in  a  business  district  the 
use  and  occupancy  of  a  new  building 
as  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
700  Southern  boulevard,  northeast  cor¬ 
ner  of  Leggett  avenue,  The  Bronx. 

\l.  no.  343-25-BZ — Application,  March  30,  1925,  under  the 
building  zone  resolution,  of  Benjamin 
Bag,  applicant,  on  behalf  of  Bay  Ridge 
Building  Materials  Corporation,  owner, 
to  permit  in  a  residence  district  the 
’  maintenance  of  a  building  material  stor¬ 
age  yard ;  premises  244  69th  street, 
Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  29,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 740-744  Broadway,  Manhattan. 

433-25-S— 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S — 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 


BOARD  OF  APPEALS. 

Tuesday,  October  6,  1925,  at  10  a.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  October  6,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 

cal.  no.  1250-24-BZ — Application,  October  21,  1924,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  for  Anna  M.  Fischetti,  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises ;  premises  87 
Clermont  avenue,  rear,  Brooklyn. 

cal.  no.  1453-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  James 
Murphy,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  24 
Evelyn  place,  southeast  corner  of  Da¬ 
vidson  avenue,  The  Bronx. 

cal.  no.  97-25-BZ. — Application,  January  23,  1925,  under  the 
building  zone  resolution,  of  Robert 
Kaplan,  architect  and  engineer,  on  be¬ 
half  of  Ros-Sil  Realty  Corporation, 
owner,  to  permit  in  a  business  and  “B” 
area  district  the  maintenance  of  a  rear 
yard  less  in  depth  than  that  required 
by  the  building  zone  resolution;  prem¬ 
ises  13  West  46th  street,  Manhattan. 

cal.  no.  484-25-BZ — Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Helen 
Pelcyger,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  836-846  Crown  street,  south¬ 
west  corner  of  Ford  street,  Brooklyn. 

cal.  no.  142-25-BZ. — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 
Thatcher,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
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and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  northwest  corner  of 
Coney  Island  avenue  and  Avenue  N, 
Brooklyn. 

CAL.  no.  225-25-BZ — Application,  February  25,  1925,  under 
the  building  zone  resolution,  of  Thomas 
O’Rourke  Gallagher,  applicant,  on  be¬ 
half  of  Mymaud  Construction  Co., 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  southwest 
corner  of  Metropolitan  avenue  and 
125th  street,  Richmond  Hill,  Borough 
of  Queens. 

cal.  no.  269-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  William 
A.  Giesen,  architect,  on  behalf  of  Agnes 
Connolly,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 


siding  on  the  premises ;  premises  280, 
Pond  place,  The  Bronx. 

cal.  no.  447-25-BZ— Application,  April  27,  1925,  under  th 
building  zone  resolution,  of  Benj.  Dries 
ler,  Jr.,  architect,  on  behalf  of  Incor 
porated  Parkway  Builders,  Inc.,  owner 
to  permit  partly  in  a  business  distric 
and  partly  in  a  residence  district  ex 
tending  from  an  unrestricted  district  tlr 
erection  and  maintenance  of  a  garag> 
for  the  storage  of  more  than  five  (5 
motor  vehicles;  premises  71-85  Catoi 
place.  Brooklyn. 

cal.  no.  423-25-BZ— -Application,  April  20,  1925,  under  thi 
building  zone  resolution,  of  Samue 
Schlau,  applicant,  on  behalf  of  Isabe 
Burger,  owner,  to  permit  in  an  "F: 
area  district  the  erection  of  a  build ' 
ing,  the  area  of  which  is  in  exces; 
of  that  permitted  in  such  district ;  prem 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 


MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  JULY  28,  1925. 

Present:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Gunnison,  Connell,  Holland  and  Fire  Chief  Kenloji. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  July  21,  1925,  and 
of  the  special  meeting  of  the  board  of  appeals,  held 
on  Tuesday  afternoon,  July  21,  1925,  were  approved 
as  printed  in  the  Bulletin  No.  28,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
904-24-A. 

APPELLANT — Eastman  Kodak  Company,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 235-239  West  23rd  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Joseph  A.  McNamara. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  September  8, 
1925,  at  2  p.  m.,  on  request  of  appellant’s  rep¬ 
resentative. 


336-25-A. 

APPELLANT — Augustus  Schulz,  for  George  J. 
Schwartz,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 46  Old  Broadway,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

AC1  ION  OF  BOARD — Laid  over  to  September  8 
1925,  at  2  p.  m. 


APPEARANCES— 

Tor  Appellant:  Jos.  A.  McNamara. 

For  Administration:  Inspector  Maher  of  fire 
department.  , 

ACTION  OF  BOARD — Laid  over  to  September  8, 
1925,  at  2  p.  m.,  on  request  of  appellant’s  repre¬ 
sentative. 


18G-25-A. 

AT  I ELLANT  Albert  E.  Kleinert,  Superintendent  of 
Buildings,  Borough  of  Brooklyn. 

SUBJECT  Revocation  of  certificate  of  occupancy  No. 
4188-23. 

PREMISES  AFFECTED — 4409  New  Utrecht  avenue, 
Brooklyn. 

APPEARANCES— 

For  Opposition;  Charles  D.  Cardes. 

Tor  Administration:  Assistant  Engineer  J.  Gov¬ 
ern  of  bureau  of  buildings. 

ACTION  OF  BOARD — Laid  over  to  September  8, 
1925,  at  2  p.  m.,  on  request  of  owner’s  repre¬ 
sentative. 


656-25-A. 

APPELLANT  Albert  E.  Kleinert,  Superintendent  of 
Buildings,  Borough  of  Brooklyn. 

SUBJECT  Revocation  of  Certificate  of  Occupancy  No. 
24654-24. 

AFFECT  ED — 1109  45th  street,  Brooklyn. 
APPEARANCES— 

For  Opposition:  Charles  D.  Cardes. 

Tor  Administration:  Assistant  Engineer  J.  Gov¬ 
ern  of  bureau  of  buildings. 

ACTION  OF  BOARD — Laid  over  to  September  8, 
1925,  at  2  p.  m.,  on  request  of  owner’s  represen¬ 
tative. 


1177-24-A. 

APPELLANT — Street  &  Smith  Corporation,  owner. 
SUBJECI  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 79-89  Seventh  avenue,  Man¬ 
hattan. 


302-25-A. 

APPELLANT — Anita  H.  H.  Morrell,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AT  FECTED — 207-209  East  49th  street 
Manhattan. 
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vPPEARANCES — 

For  Appellant:  Anita  H.  H.  Morrell  and  George 
Keister. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  withdrawn. 

:he  vote  to  withdraw— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


>39-25- A. 

\PPELLANT — Joseph  L.  Burke,  for  Atlantic  Gulf  & 
Pacific  Company,  owner. 

SUBJECT — Application  for  approval  of  plans — appeal 
from  decision  of  fire  commissioner. 

PREMISES  AFFECTED — West  side  of  Kemble  ave¬ 
nue,  1352  ft.  3 Yz  in.  south  of  Mill  Basin,  Brook¬ 
lyn. 

VPPEARANCES— 

For  Appellant:  Benjamin  Ascher. 

ACTION  OF  BOARD — Plans  approved  as  in  substan¬ 
tial  accordance  with  resolution  adopted. 

THE  VOTE  TO  APPROVE  RETURN  DRAW¬ 
INGS— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


131-25-A 

■VPPELLANT — O’Connor  &  Bain,  for  Lotos  Oil  &  Dis¬ 
tributing  Corp.,  owner. 

SUBJECT — Application  for  approval  of  plans — appeal 
from  order  of  fire  commissioner. 

PREMISES  AFFECTED— From  218th  to  220th  streets 
and  the  Harlem  River,  Manhattan. 
APPEARANCES— 

For  Appellant:  Wm.  Shells,  Jr. 

ACTION  OF  BOARD— Plans  approved  as  in  substan¬ 
tial  accordance  with  resolution  adopted, 
j  THE  VOTE— 

Affirmative:  Chairman  Walsh,  ^  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  . . . . .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


1370-24- A. 

APPELLANT— U.  S.  E.  Corporation,  lessee, 
j  SUBJECT — Application  for  reopening — appeal  from  de¬ 
cision  of  fire  commissioner. 

PREMISES  AFFECTED— 296-322  Vernon  avenue, 
Long  Island  City,  Queens. 

APPEARANCES— None. 

ACTION  OF  BOARD — Granted  extension  of  permit 
for  90  days  from  date  of  this  action. 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 


Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

( 1370-24-A) 

Whereas,  U.  S.  E.  Corporation,  lessee,  filed,  November 
19  1924,  an  appeal,  with  the  board  of  appeals,  from  a  de¬ 
cision  of  the  fire  commissioner,  affecting  premises  296-322 
Vernon  avenue,  Borough  of  Queens;  and 
!  Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
•  No.  2421-24,  dated  November  12,  1924,  reads: 

“1.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 
and 


Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  162  ft.  by  200  ft.,  irregular  in  area;  OCCUPIED 
for  the  manufacture  of  auto  bumpers ;  and 
Whereas,  it  is  proposed  to  install  a  fuel  oil  burning  sys¬ 
tem,  consisting  of  a  1, 500-gallon  fuel  oil  tank,  a  Viking 
pump,  Tate-Jones  burners  and  the  necessary  valves  and  pip¬ 
ing;  to  be  used  for  the  heat  treatment  of  metal;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  April  14,  1925,  for  a  temporary  period,  and  appel¬ 
lant  requested  an  extension  of  the  time  limit  set. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  restricting  the  use  and  operation  of  the  burner 
to  industrial  operation  of  annealing  and  metal  treating  fur¬ 
naces,  including  the  use  of  the  Viking  pump,  on  condition 
that  all  moving  parts  of  the  pump  in  contact  with  the  oil 
shall  be  of  bronze  or  brass;  that  the  fuel  oil  installation 
otherwise  throughout  shall  comply  with  the  fuel  oil  rules  of 
the  board  of  standards  and  appeals;  and  that  all  necessary 
permits  shall  be  obtained  within  ninety  (90)  days  from  date 
of  this  action. 


1 82-25- A 

APPELLANT — The  Surface  Combustion  Co.,  for  Fidel¬ 
ity  Metal  Co.,  owner. 

SUBJECT — Application  for  extension  of  permit — re  ap¬ 
peal  from  decision  of  fire  commissioner. 
PREA1ISES  AFFECTED — East  side  of  Ranton  street, 
corner  Newtown  Creek,  Brooklyn. 
APPEARANCES— None. 

ACTION  OF  BOARD — 90-day  extension  of  permit 
granted,  at  owner’s  risk. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  . . . . .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(182-25-A) 

Whereas,  the  Surface  Combustion  Company,  for  Fidelity 
Metal  Company,  owner,  filed,  February  13,  1925,  an  appeal, 
with  the  board  of  appeals,  from  a  decision  of  the  fire  com¬ 
missioner,  affecting  premises  east  side  of  Ranton  street,  cor¬ 
ner  Newtown  Creek,  Brooklyn;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
March  3,  1925,  in  acting  on  Alteration  Application  No.  2782- 
24,  reads : 

“1.  Burners  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.”; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  upon 
which  is  located  the  {flant  of  the  Fidelity  Metal  Company, 
consisting  of  a  one-story  fireproof  building,  97  ft.  by  288 
ft.  in  area;  OCCUPIED  for  smelting  metal;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  two  10,000-gallon  fuel  oil  storage  tanks,  located 
on  concrete  piers  at  a  distance  of  50  ft.  from  the  nearest 
building,  surface  combustion  burners  and  the  necessary 
valves,  pumps  and  piping  to  make  a  complete  installation ; 
and 

Whereas,  appellant  requests  a  temporary  permit  pending 
an  inspection  of  the  burner ;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  April  21,  1925,  for  a  temporary  period,  and  appel¬ 
lant  .requested  an  extension  of  the  time  limit  set. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  for  a  period  of  90  days,  at  owner’s  risk,  pending 
determination  by  the  board  of  standards  and  appeals  on  peti¬ 
tion  now  before  it. 


578-25-A 

APPELLANT — Samuel  Ros^nblum,  for  Kny  Scheerer 
Corp.  of  America,  owner. 

SUB1ECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 119-125  Seventh  avenue, 
Manhattan. 
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APPEARANCES— 

For  Appellant:  L.  B.  Angelo. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(578-25-A) 

Whereas,  Samuel  Rosenblum,  for  Kny  Scheerer  Corp. 
of  America,  owner,  filed,  June  4,  1925,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  119-25  Seventh  avenue,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Au¬ 
gust  14,  1924,  reads : 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter,  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof,  with  nec¬ 
essary  check  valves  and  2 J4  in.  regulation  fire  depart¬ 
ment  outlets  on  each  story  (including  basements,  cellars 
and  roofs),  placed  within  main  stairway  enclosure.  Each 
outlet  to  be  provided  with  75  ft.  of  2l/2  in.  standard  hose 
attached  thereto.” ;  ; 
and 

Whereas,  the  building  is  non-fireproof,  five  (section  “C” 
being  six)  stories  in  height;  irregular  in  area;  having  a 
frontage  of  103  ft.  on  Seventh  avenue  and  a  frontage  of 
257  ft.  6  in.  on  West  17th  street,  subdivided  into  five  sec¬ 
tions — A,  B,  C,  D  and  E  (there  being  also  two  one-story 
extensions) — by  brick  walls,  with  openings  therein  on  each 
story ;  openings  protected  by  sub-standard  fire  doors,  except¬ 
ing  at  the  opening  between  sections  C  and  D,  where  the 
opening  is  protected  by  regulation  automatic  fire  doors ;  the 
approximate  areas  of  the  individual  sections  being:  A,  2,000 
sq.  ft.;  B,  3,700  sq.  ft.;  C,  1,900  sq.  ft.;  D,  3,700  sq.  ft.; 
E,  1,700  sq.  ft.,  and  the  total  area  of  the  one-story  exten¬ 
sions  being  2,200  sq.  ft.,  the  total  area  of  the  entire  prem¬ 
ises  being  15,200  sq.  ft. ;  OCCUPIED  for  the  manufacture 
of  metal  surgical  instruments,  104  persons  above  the  1st 
story,  the  6th  story  being  used  for  storage  purposes,  no 
occupancy;  EQUIPPED  with  a  sprinkler  system;  and 

Whereas,  appellant  contends  that  the  premises  is  divided 
into  two  sections  by  the  standard  fire  doors  at  the  open¬ 
ings  in  the  division  wall  between  sections  D  and  C ;  that  the 
excess  area  (lying  to  the  west  of  section  D)  is  only  200 
sq.  ft.  in  excess  of  10,000  sq.  ft.  and  that  the  section  of 
the  premises  lying  to  the  west  of  section  D  is  further  sub¬ 
divided  by  brick  walls  with  sub-standard  fire  doors  at  the 
openings  therein. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  existing  sprinkler  system  shall 
be  maintained,  with  central  office  connection;  that  the  floor 
areas  as  now  subdivided  shall  not  be  increased  or  altered; 
that  the  openings  in  dividing  partition  walls  shall  be  pro¬ 
tected  on  both  sides  with  either  automatic  fire  doors  or  self- 
closing  fireproof  doors ;  and  granted  only  so  long  as  condi¬ 
tions  as  to  use,  occupancy  and  operation  shall  remain  un¬ 
changed. 


349-25-A. 

APPELLANT — Edward  P.  Doyle,  for  Estate  of  J. 
Amory  Haskell,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 210  East  63rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Edward  P.  Doyle. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

AC  1  ION  OF  BOARD — Appeal  granted  on  condition. 


CONDI  I  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  .  q 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 

THE  RESOLUTION: 

(349-25-A) 

Whereas,  Edward  P.  Doyle,  for  Estate  of  J.  Amory  Has¬ 
kell,  owner,  filed,  April  1,  1925,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  210  East  63rd  street,  Manhnattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Febru¬ 
ary  25,  1925,  reads : 

“You  are  hereby  notified  that  an  inspection  of  prem¬ 
ises  210  East  63rd  Street,  Borough  of  Mannhattan,  used 
as  a  non-storage  garage,  shows  that  the  following  must 
be  done  before  permit  requested  by  you  can  be  issued: 

T.  Discontinue  the  use  of  living  apartments  on  4th 
story  as  dwelling  purposes.  Section  154,  Chapter  10, 
Code  of  Ordinances.”; 
and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  25  ft.  by  60  ft.  in  area.  OCCUPIED :  Cellar,  boiler 
room ;  1st  story,  private  garage  for  4  cars ;  2nd  story,  house¬ 
hold  storage ;  3rd  ^nd  4th  stories,  dwelling ;  and 

Whereas,  appellant  contends  that  the  garage  floor  is  sep¬ 
arated  from  the  remainder  of  the  building  by  fireproof  walls 
and  ceiling;  that  the  means  of  egress  for  the  occupants 
of  the  upper  stories  are  adequate;  that  said  occupants  are 
employees  of  the  Owner  of  the  premises,  and  the  condi¬ 
tions  as  to  occupancy  and  use  have  been  the  same  for  the 
past  twelve  years. 

Resolved ,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  long  as  the  use  and  occupancy  of  garage 
shall  remain  in  private  ownership  and  operation,  on  condition 
that  a  fire  escape  shall  be  maintained  on  rear  of  building, 
with  a  drop  ladder  to  the  yard  from  lowest  balcony,  egress 
from  this  yard  to  yard  of  adjoining  premises  at  the  west; 
and  that  there  shall  be  no  gasoline  storage  equipment  main¬ 
tained  on  premises. 


213-21-A. 

APPELLANT — Frederick  Loeser  &  Co.,  Inc.,  lessee, 
for  B.  O.  S.  Realty  Co.,  owner. 

SUB  J  EC  I — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 125-137  Navy  street,  236- 
242  Johnson  street  and  64-66  Raymond  street, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Edward  P.  Doyle. 

For  Administration :  Inspector  Maher  of  fire 
department. 

ACTION  Oh  BOARD — Appeal  granted  on  condition. 
CONDI  TIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  ‘6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


(213-21-A) 

Whereas,  Frederick  Loeser  &  Co.,  Iuc.,  lessee,  for  B. 
0;  S.  Realty  Co.,  owner,  filed,  March  14,  1921,  an  appeal, 
with  the  board  of  appeals,  from  orders  of  the  fire  commis¬ 
sioner,  affecting  premises  125-137  Navy  street,  236-242 
Johnson  street  and  64-66  Raymond  street,  Brooklyn;  and 
Whereas^  the  orders  of  the  fire  commissioner  read: 

“Order  No.  18038-F :  Provide  iron  or  kalameined 
shutters  at  all  openings  in  the  exterior  wall  above  first 
story  which  are  distant  in  a  direct  line  less  than  30  ft. 
from  any  opening  in  any  other  building  and  not  in  the 
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same  plane  with  said  openings  and  which  are  not  more 
than  50  ft.  above  a  neighboring  roof  at  east  side  of 
building,  or  other  approved  protection,  as  per  Sec.  375, 
article  18,  chapter  5  of  the  Code  of  Ordinances.” 

“Order  No.  18040-F :  Provide  a  separate  and  distinct 
system  of  automatic  sprinklers  throughout  building  hav¬ 
ing  at  least  one  source  of  water  supply  arranged  and 
equipped  as  provided  in  the  rules  for  fire  extinguish- 

Jing  appliances  adopted  by  the  Board  of  Standards  and 
Appeals  May  24,  1917,  as  amended  May  2,  1918,  and 
January  21,  1919,  effective  February  17,  1919.” 

“Order  No.  18041-F:  Install  a  standpipe  system  with 
risers  4  inches  in  diameter,  tested  to  withstand  a  pressure 
of  300  lbs.  per  square  inch,  extending  from  cellar  to  roof, 
with  necessary  check  valves  and  2  (4 -inch  regulation 
Fire  Department  outlets  on  each  story,  including  base¬ 
ments.  cellars  and  roofs,  placed  within  main  stairway 
enclosure.  Each  outlet  to  be  provided  with  sufficient 
feet  of  2^-inch  standard  hose  attached  thereto.”; 
ind 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
reight,  divided  into  three  sections  by  brick  partition  walls ; 
DCCUPIED  in  the  1st  story,  storage,  receiving  and  ship- 
aing,  10  persons;  2nd  story  and  3rd  story,  storage  of  fur- 
liture,  1  person;  4th  story,  repairing  and  refinishing  furni¬ 
ture,  24  persons;  the  means  of  egress  consisting  of  an  in¬ 
terior  stairway  in  the  southwesterly  section,  extending  from 
the  1st  story  to  the  4th  story,  with  scuttle  and  ladder  to 
roof,  enclosed  in  wood  partitions  covered  on  loft  side  with 
metal,  with  metal  covered  doors  at  openings,  a  similar  stair¬ 
way  in  the  southeast  section;  a  fire  escape  on  the  Johnson 
street  front  of  the  building  and  a  fire  escape  on  the  Navy 
street  front  of  the  southerly  section ;  there  are  windows  in 
the  easterly  wall  which  are  within  50  ft.  of  the  roof  of  ad¬ 
joining  building  on  Johnson  street;  and 
Whereas,  appellant  contends  that  the  adjoining  buildings 
:  constituting  exposure  are  three-story  brick  tenements,  the 
roofs  of  which  are  covered  with  metal,  and  that  the  fire 
(risk  is  small,  and  that  the  floor  area  of  any  section  of  the 
’building  does  not  exceed  10,000  sq.  ft.,  and  proposes  to  in¬ 
stall  automatic  fire  doors  at  both  sides  of  all  openings  in 
the  division  walls ;  in  regard  to  the  sprinkler  system  and 
standpipes,  appellant  contends  that  only  a  limited  stock  of 
material  is  kept  on  hand,  that  the  housekeeping  conditions 
are  exceptionally  good  and  that  the  proposed  complete  sep¬ 
arating  of  the  building  into  sections  ought  to  eliminate  this 
order;  and 

Whereas,  this  appeal  was  granted  by  the  board  April  5, 
1921,  in  so  far  as  it  applies  to  Order  No.  18041-F,  relative 
'  to  standpipe  requirements,  on  condition  that  automatic  fire¬ 
proof  doors  be  installed  on  both  sides  of  all  openings  in 
the  division  walls;  denied  as  to  Orders  Nos.  18038-F  and 
18040-F  relative  to  fire  shutters  and  sprinklers;  and 
Whereas,  the  owner  through  his  representative,  Mr.  Ed¬ 
ward  P.  Doyle,  requests  a  modification  of  the  resolution  so 
as  to  be  relieved  of  installing  fireproof  doors,  also  of  com¬ 
plying  with  Order  No.  18041-F,  on  the  ground  that  all  other 
fire  department  orders  have  been  complied  with;  he  contends 
that  the  installation  of  a  sprinkler  system  and  the  com¬ 
pliance  with  all  other  fire  department  orders  renders  the 
standpipe  requirement  unnecessary ;  and  further  contends  the 
fire  protection  is  now  adequate.  . 

Resolved,  that  the  resolution  of  April  5,  .1921,  be  and  it 
hereby  is  modified,  and  the  appeal  for  modification  as  to 
openings  be  and  it  hereby  is  granted  on  condition  that  hori¬ 
zontal  openings  above  1st  story  between  sections  A  and  C 
shall  not  exceed  a  width  of  5  ft.  6  in.  or  a  height  of  6  ft. 
and  shall  be  equipped  with  a  pair  of  self-closing  tin-clad 
Underwriters’  doors. 


I  356-25-A. 

APPELLANT— Edward  P.  Doyle,  for  Annie  L.  Horn, 

owner. 

■  SUBJECT — Appeal  from  order  of  superintendent  of 
buildings. 


PREMISES  AFFECTED — 628  Lexington  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Edward  P.  Doyle. 

For  Administration:  Engineer  Inspector  Mc- 
Phee  of  bureau  of  buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(356-25-A) 

Whereas,  Edward  P.  Doyle,  for  Annie  L.  Horn,  owner, 
filed,  April  1,  1925,  an  appeal,  with  the  board  of  appeals, 
from  a  decision  of  the  superintendent  of  buildings,  affect¬ 
ing  premises  628  Lexington  avenue,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  8,  1924,  reads : 

“Exit  Order  No.  257-24: 

“You  are  hereby  notified  that  the  building  situate  on 
the  front  of  the  lot  on  the  west  side  of  Lexington  Ave¬ 
nue  commencing  about  57.5  feet  from  the  southwest  cor¬ 
ner  of  54th  street  and  Lexington  avenue,  being  a  base¬ 
ment  3  story  non-fireproof  building  about  20  feet  front, 
20  feet  rear,  60  feet  deep  and  40  feet  in  height,  and 
occupied  as  a  mixed  occupancy  and  known  as  number 
628  Lexington  avenue  in  the  Borough  of  Manhattan,  in 
the  city  of  New  York  and  does  not  conform  to  section 
161  of  the  Building  Code,  in  the  respects  noted  below: 

“You  are  hereby  directed  to  enclose  the  interior  stair¬ 
way  on  south  side  of  building  in  partitions  of  fire  re¬ 
sisting  material,  partitions  to  be  fire  stopped  between 
floor  beams,  also  provide  self-closing  fireproof  doors  on 
all  openings  on  stair  enclosure  with  kalamein  trim,  also 
make  all  fixed  sash  in  stair  enclosure  metal  or  kala- 
meined  frames  and  wire  glass.” ;’ 

and 

Whereas,  the  building  is  non-fireproof,  three  stones  and 
basement  (40  ft.)  in  height,  20  ft.  by  60  ft.  in  area.  OC¬ 
CUPIED:  Basement,  store,  1  person;  1st  story,  fitting 
(clothing),  room  and  also  furnished  room,  2  persons;  2nd 
story,  workroom,  2  persons,  and  also  furnished  room ,  3rd 
story,  4  furnished  rooms.  EXITS:  One  wooden  stairway, 
enclosed  in  wood  stud,  lath  and  plaster  partitions,  extending 
from  1st  to  top  story;  and 

Whereas,  appellant  contends  that  the  maximum  occu¬ 
pancy  of  the  premises  is  ten  persons  (three  being  engaged 
in  factory  work),  and  that  the  existing  means  of  exit  are 

adequate.  . 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  the  appeal  be  and  it 
it  hereby  is  granted  on  condition  that  a  fire  escape  shall  be 
provided  on  the  rear  of  building,  with  connecting  stairs  of 
not  less  than  60  degrees;  and  granted  so  long  as  present 
occupancy  and  use  remain  substantially  unchanged. 


360-25-A. 

APPELLANT— Samuel  Rosenblum,  for  Max  Biegel- 
man,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 695  Atlantic  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  L.  B.  Angelo. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


865 


MINUTES 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  5 

Negative  .  0 


Absent:  Messrs.  Kennedy  and  Gunnison...  2 
THE  RESOLUTION: 

(360-25-A) 

Whereas,  Samuel  Rosenblum,  for  Max  Biegelman,  owner, 
filed,  April  2,  1925,  an  appeal,  with  the  board  of  appeals, 
from  an  order  of  the  fire  commissioner,  affecting  premises 
No.  695  Atlantic  avenue,  Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
10,  1924,  reads: 

“4.  Separate  boiler  from  remainder  of  building  by 
unpierced  wall  of  solid  masonry  at  least  8  inches  in 
thickness.  Entrance  to  boiler  room  to  be  from  exterior 
of  building  only.  Sec.  159-1,  Ch.  10,  Code  of  Ordi¬ 
nances.”  ; 
and 

Whereas,  the  building;  is  non-fireproof,  three  stories  in 
height,  20  ft.  by  74  ft.  in  area  at  1st  story  and  20  ft.  by 
45  ft.  in  area  above.  OCCUPIED :  1st  story,  auto  repair 
shop  and  gasoline  selling  station  and  boiler  room;  2nd  and 
3rd  stories,  dwellings ;  and 

Whereas,  appellant  contends  that  the  gasoline  station  is 
completely  separated  from  the  rest  of  the  building  and  the 
only  entrance  therein  leads  directly  from  the  street,  and 
that  the  boiler  room  (containing  a  small  hot  water  boiler) 
is  separated  from  the  remainder  of  the  building  by  a  brick 
wall  with  a  metal  covered  sliding  door  in  an  opening  therein ; 
and  contends  further  that,  inasmuch  as  the  owner  has  had 
previous  permits  from  the  fire  department,  and  a  certificate 
of  occupancy  from  the  building  department,  that  the  ex¬ 
isting  conditions  be  accepted. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  one-story  extension  shall  be 
separated  from  main  building  by  a  brick  wall  of  approved 
masonry  with  not  more  than  one  opening  3  ft.  by  6  ft.  6  in. 
therein,  equipped  with  self-closing,  fireproof  door;  that  the 
gasoline  storage  equipment  maintained  on  premises  shall  be 
enclosed  with  walls  of  approved  masonry,  located  at  front 
of  building  opening  directly  to  street,  with  no  opening  there¬ 
to  on  interior  of  premises;  and  that  the  ceiling  of  1st  floor 
throughout  shall  be  fire-retarded  with  plaster  board  and 
metal. 


390-25-A. 

APPELLANT — Superb  Bronze  &  Iron  Co.,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 3064-3088  Atlantic  avenue, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Irving  Zolotorofe. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  5 

Negative  .  0 


Absent:  Messrs.  Kennedy  and  Gunnison....  2 
THE  RESOLUTION: 

(390-25-A) 

Whereas,  Superb  Bronze  &  Iron  Company,  lessee,  filed, 
April  11,  1925,  an  appeal,  with  the  board  of  appeals,  from 
an  order  of  the  fire  commissioner,  affecting  premises  3064- 
3088  Atlantic  avenue,  Brooklyn ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  March 
21,  1925,  reads : 

“You  are  hereby  notified  that  an  inspection  of  the 
above  premises,  used  for  the  storage  of  fuel  oil,  shows 


that  the  following  must  be  done  before  permit  requested 
by  you  can  be  issued : 

“1.  Install  a  4  in.  standpipe  system  in  accordance  with 
the  requirements  of  Section  581,  Ch.  5,  Code  of  Ord.”; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  having  a  frontage  of  202  ft.  on  Atlantic  avenue,  80 
ft.  on  Berriman  street  and  80  ft.  on  Shepherd  avenue;  a  total 
area  of  approximately  15,500  sq.  ft. ;  OCCUPIED  for  the 
manuracture  of  ornamental  bronze  work,  50  persons ;  and 

Whereas,  appellant  contends  that  the  building  'is  low  in 
height,  faces  on  three  streets  and  that  large  windows  on 
all  sides  make  the  premises  accessible  from  the  street;  that 
there  are  fire  hydrants  in  the  immediate  vicinity. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  so  long  as  present  conditions  as  to  use,  occupancy 
and  operation  shall  remain  unchanged. 


372-25-A. 

APPELLANT — John  DeHart,  for  Ellanbee  Enterprises, 
Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 2343  Hughes  avenue,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  John  De  Hart. 

For  Administration:  Inspector  Carroll  of  fire 


department. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(372-25-A) 


Whereas,  John  De  Hart,  for  Ellanbee  Enterprises,  Inc., 
owner,  filed,  April  6,  1925,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  2343  Hughes  avenue,  Borough  of  Bronx;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
2,  1925,  reads : 

“Order  No.  65-A : 

“1.  Install  standpipe  system  in  accordance  with  the 
requirements  of  Article  25,  Chapter  5,  Code  of  Ordi¬ 
nances,  and  the  regulations  of  the  Board  of  Standards 
and  Appeals.” ; 

and 

Whereas,  the  building  is  fireproof,  one  story  in  height, 
having  a  frontage  of  87  ft.  6  in.  on  East  186th  street  and 
a  frontage  of  100  ft.  on  Hughes  avenue;  OCCUPIED  as 
a  motion  picture  theatre,  having  a  seating  capacity  of  1,141 ; 
and 

Whereas,  appellant  contends  that  the  premises  is  pro¬ 
vided  with  thirteen  5-foot  exits;  that  there  is  no  stage  or 
dressing  room,  and  contends  further  that  there  is  a  city  fire 
plug  on  the  Hughes  avenue  front  within  25  ft.  of  the  rear 
exit  and  another  city  fire  plug  directly  across  the  street  from  | 
the  premises  on  East  186th  street,  said  plug  being  40  ft. 
from  the  main  entrance  of  the  theatre. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and  ! 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


439-25-A. 

APPELLANT — Socony  Burner  Corporation,  for  Har¬ 
riet  B.  Folger,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 552  Fourth  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Percey  J.  King  and  John  J.  Cos¬ 
grove. 

For  Administration:  Inspector  Carroll  of  fire 
dpnartment. 


866 


MINUTES 


! 


CTION  OF  BOARD — Appeal  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Aflfirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Fire  Chief 


Kenlon  .  6 

Negative  . 0 

Absent:  Mr.  Kennedy  .  1 


THE  RESOLUTION: 

(439-25-A) 

Whereas,  Soconv  Burner  Corporation,  for  Harriet  B. 
•'olger,  owner,  filed,  April  23,  1925,  an  appeal,  with  the 
ioard  of  appeals,  from  a  decision  of  the  fire  commissioner, 
fleeting  premises  552  4th  street,  Brooklyn ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
vfarch  14,  1925,  reads : 

“26.  Burners  must  he  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 

md 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
casement  in  height,  40  ft.  by  100  ft.  in  area;  OCCUPIED 
is  a  one-family  residence ;  and 

Whereas,  application  has  been  submitted  to  the  fire  com- 
nissioner  for  approval  to  install  a  fuel  oil  burning  system 
or  heating  purposes,  in  which  it  is  proposed  to  use  the 
Soconv  Arrow  Burner ;  and 

Whereas,  the  appellant  contends  the  installation  conforms 
o  law  in  all  respects  except  as  to  burner ;  that  the  burner 
proposed  to  be  used  is  now  before  the  board  for  approval ; 
ie  requests  the  board  to  grant  a  90-day  permit  to  use  the 
^ocony  Arrow  Burner,  pending  the  action  of  the  board. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  g ranted,  for  a  temporary  period  of  ninety  (90)  days, 
pending  the  determination  of  the  board  of  standards  and 
ippeals  on  petition  for  approval  of  the  Socony  Arrow 
Burner,  on  conditioti  that  the  fuel  oil  burning  equipment  and 
installation  otherwise  shall  comply  with  the  fuel  oil  rules 
in  all  respects. 


For  Opposition:  E.  L.  Fisher. 

ACTION  OF  BOARD— Laid  over  to  September  8, 
1925,  at  2  p.  m.,  on  request  of  opposition. 


1046-24-BZ. 

APPLICANT — Thomas  F.  Martin,  for  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — North  side  of  Second  street, 
170  feet  9  inches  east  of  Fourth  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  David  J.  Stewart. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  for  reopening  laid 
over  to  September  15,  1925,  at  10  a.  m.,  on  request 
of  applicant’s’  representative. 


414-20-BZ. 

APPLICANT — William  F.  Doyle,  for  J.  S.  Ashley  of 
Ashley  &  Booth  and  Mark  Ash,  owner. 

SUBJECT — Application  for  extension  of  permit  (re:  deci¬ 
sion  of  superintendent  of  buildings)  to  permit  on  a 
plot  of  ground  in  a  residence  district  the  erection 
and  maintenance,  for  a  temporary  period  of  two 
years,  of  eighty  individual  garages,  to  be  rented 
to  persons  not  residing  on  the  premises. 

PREMISES  AFFECTED— Southwest  corner  of  186th 
street  and  Laurel  Hill  terrace,  block  2149,  lots 
84,  86  and  87,  Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Application  laid  over  to  Sep¬ 
tember  8,  1925,  at  10  a.  m. 


BUILDING  ZONE  CASES. 

419-25-BZ. 

APPLICANT— William  Bone,  for  Hyman  Wynehouse, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  five  (5)  de¬ 
tached  residence  buildings  to  be  used  for  store 
purposes  on  the  first  story. 

PREMISES  AFFECTED— 4110-4118  Ninth  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Walter  K.  Kuhn. 

For  Opposition:  Frank  S.  Johnson. 

ACTION  OF  BOARD— Replaced  on  calendar  call  for  Sep¬ 
tember  15,  1925,  2  p.  m.,  on  account  of  insuf¬ 
ficient  notice. 


1429-24-BZ. 

APPLICANT— John  De  Hart,  for  John  J.  Daly  and 
Max  L.  Fried,  owners. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
maintenance  of  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 1012-1018  Avenue  St.  John, 
The  Bronx. 

’  APPEARANCES— 

For  Applicant:  John  De  Ilart. 


1 382-24-BZ. 

APPLICANT — William  Richter,  for  Simon  Glickman, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  and  “E” 
area  district  a  variation  of  the  requirement  of 
the  zone  resolution. 

PREMISES  AFFECTED  — 2319-2323  Avenue  L, 
Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  written  request 
to  withhold  action  on  dismissal.  Applicant  to  sub¬ 
mit  necessary  information;  laid  over  to  September 
8,  1925,  10  a.  m. 


1 82-23-BZ 

APPLICANT — George  A.  McWilliams,  for  Frank  Mc¬ 
Williams,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  au¬ 
tomobiles. 

PREMISES  AFFECTED — 1240  Castleton  avenue, 
Richmond. 

APPEARANCES— None. 

ACTION  OF  BOARD — Application  restored  to  calen¬ 
dar  on  recommendation  of  board  of  estimate 
and  set  for  calendar  call  September  8,  1925,  at 
2  p.  m. 


i 

I 


MINUTES 


THE  VOTE  TO  RESTORE  TO  CALENDAR— 
Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


416-25-BZ. 

APPLICANT — James  W.  Byrnes,  for  John  Delea, 
owners 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  of  a  gasoline  service  station. 

PREMISES  AFFECTED — 314-316  East  38th  street, 
Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD— Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs. 


Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


371-25-BZ. 

APPLICANT — William  Weintraub,  for  R  A  R  Realty 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  building  to  be 
used  for  dry  cleaning. 

PREMISES  AFFECTED— 428-432  Cherry  st.,  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant:  L.  B.  Angelo. 

For  Opposition:  Theodore  Geier. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Gunnison,  Holland,  Connell  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

-Absent:  Messrs.  Kennedy  and  Dowd .  2 

THE  RESOLUTION: 

(371-25-BZ) 


Whereas,  William  Weintraub,  for  R  A  R  Realty  Corp., 
owner,  filed,  April  6,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erection 
and  maintenance  of  a  building  to  be  used  for  dry  cleaning ; 
premises  428-432  Cherry  street,  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  July  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Cherry  street  is  an  unrestricted 
district  and  Monroe  street  is  a  business  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  16,  1925,  in  acting  on  N.  B.  App.  No.  150- 
25,  reads : 

“1.  Use  of  building  for  dyeing  or  dry  cleaning  is 
unlawful  in  a  business  district.  Zoning  Resolution — II.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction,  one  story  in  height,  with  a  frontage  of  25  ft. 
and  a  depth  of  14  ft. ;  to  be  occupied  as  a  tumbler  house 
in  a  dry  cleaning  establishment,  a  portion  of  the  structure, 
approximately  10  ft.  in  depth,  extending  into  the  business 
district  of  Monroe  street;  and 
Whereas,  the  board  deems  the  provisions  of  use  district 
exceptions  under  section  7a,  7b  and  7c  fully  covers  this 
appeal  and  supports  a  reasonable  adjustment  to  permit  the 
10-foot  extension  requested  from  an  unrestricted  district  into 
a  business  district. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
"variation  in  the  application  of  the  use  district  regulations 


of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  proposed  ex 
tension  shall  be  restricted  to  a  one-story  structure,  without 
cellar;  that  the  rear  and  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length ;  that  the  use  of 
the  structure  shall  be  limited  to  the  operation  of  two  metal 
tumblers  used  in  the  conduct  of  the  business,  and  that  there 
shall  be  no  benzine,  naphtha  or  other  inflammable  fluid  stored 
or  used  in  this  portion  of  plant. 


APPLICANT — Hollywood  Garage  Corp.,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
alteration  and  enlargement  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles 

PREMISES  AFFECTED— 238-244  East  64th  street  and 
1207-1209  Second  avenue,  Manhattan. 
APPEARANCES— 

For  Applicant:  John  A.  Mullin. 

For  Opposition:  Harry  A.  Leigh,  Raymond 
Burdick  and  R.  O’Brien. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell  5 

Negative:  Fire  Chief  Kenlon .  i 

Absent:  Mr.  Kennedy  . 

THE  RESOLUTION:  / 

(291-25-BZ) 

Whereas,  Hollywood  Garage  Corp.,  Ewen  Duff,  presi¬ 
dent,  owner,  filed,  March  16,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district  the 
alteration  and  enlargement  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles ;  premises  238-244  East 
64th  street  and  1207-9  Second  avenue,  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  July  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  64th  street,  Second  ave¬ 
nue  and  East  63rd  street  are  business  districts;  and 
W'hereas,  the  decision  of  the  superintendent  of  buildings,  i 
rendered  February  24,  1925,  in  acting  on  Alt.  App.  No.  278-  I 
25,  reads : 

1.  Proposed  enlargement  of  building  is  unlawful —  ! 

Sections  6a  and  21  of  Building  Zone  Resolution.”; 
and 

W  hereas,  the  existing  building  is  of  non-fireproof  con-  | 
struction,  one  story  in  height,  with  a  frontage  of  105  ft.  ; 
and  a  depth  of  125  ft.  5  in. ;  occupied  as  a  garage  for  more  : 
than  five  motor  vehicles ;  it  is  proposed  to  increase  the 
height  of  the  structure  to  two  stories,  the  proposed  2nd 
story  ro  have  a  depth  of  100  ft.;  and 

W  hereas,  the  board  deemed  the  appeal  under  hardship 
justifies  a  limited  alteration  and  enlargement  of  the  existing 
public  garage,  together  with  the  non-conforming  uses  already  i 
in  existence  on  this  street  front. 

Resolved ,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  building  shall 
be  restricted  to  a  two-story  structure;  that  an  additional 
exit,  approximately  in  the  center  of  the  building,  be  pro¬ 
vided  for  the  1st  story  on  the  Second  avenue  front ;  that 
the  vehicular  entrance  for  the  proposed  additional  story  shall 
be  located  at  the  extreme  southerly  end  of  the  building  at 
the  Second  avenue  front;  that  the  rear  and  gable  walls  of 
the  proposed  additional  story  shall  be  unpierced  throughout 
their  entire  height  and  length  ;  that  the  ceiling  shall  be  fire- 
retarded  in  accordance  with  the  rules  of  the  board  of  stand¬ 
ards  and  appeals;  that  the  entire  Second  avenue  front  other¬ 
wise  shall  be  restricted  and  conducted  for  a  depth  of  not 
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:ss  than  20  ft.  for  retail  stores ;  and  that  all  permits  nec- 
ssary  for  the  prosecution  of  the  work  shall  be  obtained 
rithin  nine  months  and  the  work  completed  within  one  year 
rom  the  date  of  this  action. 

84-25-BZ. 

APPLICANT — Richard  J.  Cullinan,  for  John  H.  Hayes, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
’REMISES  AFFECTED — 547-551  West  133rd  street, 
Manhattan. 

\PPEARANCES — 

For  Applicant:  Richard  J.  Cullinan. 

For  Opposition:  Mrs.  Fischer,  Dora  Meyer  and 
David  Jones. 

\CTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

STHE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(384-25-BZ) 

Whereas,  Richard  Cullinan;  for  John  Hayes,  owner,  filed, 
April  8,  1925,  an  application,  under  the  building  zone  reso- 
ution,  to  permit  in  a  business  district  the  erection  and  main- 
enance  of  a  garage  for  the  storage  of  more  than  five 
notor  vehicles,  and  also  the  omission  of  a  rear  yard  as 
provided  by  the  zone  resolution;  premises  547-551  West 

133rd  street,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  July  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  is  an  unrestricted 
listrict,  West  133rd  street  is  a  business  district  and  West 
134th  street  is  a  residence  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  27,  1925,  in  acting  on  N.  R.  App.  No.  139- 
15,  reads : 

“1.  Garage  for  more  than  five  cars  not  permitted 
in  a  business  district,  Art.  2,  Building  Zone  Res. 

“2.  Provide  rear  yard  in  accordance  with  Art.  4, 
Bldg.  Zone  Res.”; 

md 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  75 
ft.  and  a  depth  of  99  ft.  11  in.;  to  be  occupied  as  a  garage 
for  more  than  five  motor  vehicles ;  and 
Whereas,  the  board  deemed  it  would  be  a  hardship  to 
leny  this  application,  in  view  of  the  fact  that  a  similar 
ipplication  for  this  site  was  granted  by  this  board  in  1917 
!  ind  lapsed  only  through  failure  to  construct  and  expira¬ 
tion  of  permit  limitation ;  also,  because  similar  non -con - 
i  forming  uses  abut  the  property  in  question. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
1  of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  q ranted  on  condition  that  the  structure  be 
limited  to  a  two-story  building  above  grade;  that  a  rear 
yard  be  maintained  at  the  grade  of  the  2nd  story  floor 
level  of  not  less  than  10  ft.  in  least  dimension  for  entire 
width  of  floor ;  that  the  roof  of  said  extension  be  equipped 
with  steel  frame  and  wire  glass  skylight,  ventilated  with 
fixed  louvre  against  the  rear  wall ;  that  the  rear  and  gable 
walls  of  the  1st  story,  and  the  gable  walls  of  the  2nd  story 
extension  shall  be  unpierced  throughout  their  entire  height 
'and  length ;  that  any  openings  in  the  2nd  story  rear  wall 
shall  be  equipped  with  fixed  steel  sash  and  wire  glass  and 


shall  have  not  more  than  one  ventilator  to  each  sash  ;  that 
there  shall  be  not  more  than  one  vehicular  entrance  located 
at  the  extreme  westerly  end  of  the  street  front;  that  any 
gasoline  storage  equipment  installed  shall  be  located  at  the 
street  wall  at  the  westerly  end  of  the  structure;  that  the 
front  elevation  shall  be  finished  in  face  brick  with  archi¬ 
tectural  terra  cotta  or  stone  trimmings;  that  there  shall  be 
no  advertising  signs  erected  or  displayed  other  than  one 
projecting  electric  sign  at  the  westerly  end  of  the  structure 
at  the  street  front,  limited  to  title  oL garage;  that  all  per¬ 
mits  necessary  for  the  prosecution  of  the  work  shall  be 
obtained  within  nine  months  and  the  building  completed 
within  eighteen  months  from  the  date  of  this  action. 


1421-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Elliott  Place 
Holding  Co.,  owner. 

SLTBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  business  building.  (Pre¬ 
viously  denied  by  the  board.) 

PREMISES  AFFECTED — Southeast  corner  of  Jerome 
avenue  and  Elliott  place,  The  Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Louis  Fein. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 


tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd.  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .1 .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(1421-24-BZ) 


Whereas.  John  J.  Dunnigan,  for  Elliott  Place  Holding 
Co.,  owner,  filed,  December  2,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  the  extension,  from 
a  business  district  into  a  residence  district,  of  a  proposed 
building  to  be  used  for  business  purposes;  premises  south¬ 
east  corner  of  Jerome  avenue  and  Elliott  place,  The  Bronx; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  July  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  a  business 
district  and  Elliott  place  is  a  residence  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  18,  1924,  in  acting  on  N.  B.  Application 
No.  2853-24,  reads : 

“Erection  of  proposed  building  for  business  uses  in 
business  district  extending  into  residence  district  is  con¬ 
trary  to  provisions  of  Building  Zone  Resolution.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  106  ft. 
9  in.  on  Jerome  avenue  and  112  ft.  7  in.  on  Elliott  place; 
to  be  occupied  as  stores ;  and 

Whereas,  applicant  stated  that  no  part  of  the  premises 
would  be  used  for  garage  purposes  and  offered  to  eliminate 
the  driveway,  the  board  deemed  the  granting  of  this  appli¬ 
cation  a  reasonable  adjustment  under  the  provisions  of  the 
building  zone  resolution  use  district  exception. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  (/ranted  on  condition  that  the  proposed 
structure  shall  be  confined  to  the  dimensions  indicated  on 
the  plans  filed  in  this  case;  that  there  shall  be  no  garage 
use  or  occupancy  maintained  on  the  premises ;  that  there 
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shall  be  no  advertising  signs  erected  or  maintained  within 
the  residence  area  of  the  plot ;  and  that  all  permits  necessary 
for  the  prosecution  of  the  work  shall  be  obtained  within  six 
months  and  the  work  completed  within  nine  months  from 
the  date  of  this  action. 


412-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Rosie  Kellner, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  an  apartment 
house,  the  first  story  to  be  used  for  store  pur¬ 
poses. 

PREMISES  AFFECTED — 840  Washington  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(412-25-BZ) 


Whereas,  William  F.  Doyle,  for  Rosie  Kellner,  owner, 
filed,  April  16,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  erection  and 
maintenance  of  an  apartment  house,  the  Jst  story  to  be  used 
for  store  purposes;  premises  840  Washington  avenue,  Brook¬ 
lyn  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  July  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Lincoln  place  and  St.  Johns 
place  are  residence  districts  and  Washington  avenue  is  a  resi¬ 
dence  and  business  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  13,  1925,  in  acting  on  Alt.  App.  No.  4644-24, 
reads : 

“Stores  in  residential  district  contrary  to  Art.  2,  Sec¬ 
tion  3  of  the  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  four  stories  in  height,  with  a  frontage  of  52 
ft.  3  in.  and  a  depth  of  98  ft.  5  in.  (irregular)  ;  to  be  oc¬ 
cupied  as  stores  and  tenement;  and 
Whereas,  the  board  deemed  that  further  invasion  of 
Washington  avenue  at  this  point  was  unwarranted  on  the 
ground  of  hardship  under  section  21  of  the  building  zone 
resolution. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


428-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Jerome  Hatch 
Realty  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES'  AFFECTED— 101-111  Linden  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Louis  A.  Sheinart. 

For  Opposition:  Philip  Scharf,  Wm.  Jacob  and 
Chas.  Tilgner. 

ACTION  OF  BOARD — Application  denied. 


THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland^  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Kennedy  .  l 

THE  RESOLUTION: 

(428-25-BZ) 

Whereas,  Louis  A.  Sheinart,  for  Jerome  Hatch  Realty 
Corp.,  owner,  filed,  April  21,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  partly  in  a  residence  j 
district  and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than  five 
motor  vehicles ;  premises  401-111  Linden  street,  wrest  side, 
87  ft.  5  in.  west  of  Evergreen  avenue,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  July  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Linden  and  Grove  streets  are 
residence  districts  and  Evergreen  avenue  is  a  business  dis¬ 
trict;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  8,  1925,  in  acting  on  N.  B.  App.  No.  5562- 
25,  reads : 

“Proposed  one  story  public  garage  for  more  than  five 
motor  vehicles  to  be  located  partly  in  a  residence  dis¬ 
trict  and  partly  in  a  business  district  is  contrary  to 
Art.  II,  Sec.  3  and  4  of  the  Zone  Resolution.” ; 
and 

W hereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  150  ft. 
and  a  depth  of  200  ft. ;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  and 
Whereas,  the  board  deemed  that  applicant  failed  to  sup¬ 
port  his  basis  of  appeal  on  the  ground  of  hardship  and  in 
direct  conflict  with  section  21  as  to  location  with  relation  to 
existing  public  school,  and  there  was  vigorous  opposition  I 
on  the  part  of  affected  property  owners  and  the  board  of 
education  to  the  granting  of  this  application. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application  be  | 
and  it  hereby  is  denied. 


482-25-BZ. 

APPLICANT — William  J.  Elberth,  for  Irving  Savings 
Bank,  owner. 

SLTBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  “B”  area  district 
the  omission  of  a  rear  yard  required  to  start  at 
an  elevation  23  feet  above  curb  level  by  the 
building  zone  resolution. 

PREMISES  AFFECTED — 115-117  Chambers  Street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  William  J.  Elberth. 

For  Opposition:  Meyer  Levy. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  . .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(482-25-BZ) 

Whereas,  Merkle  &  Elberth,  for  Irving  Savings  Bank, 
owner,  filed,  May  7,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  “B”  area  district,  the 
omission  of  a  rear  yard  above  elevations  more  than  23  ft. 
above  curb  level,  as  required  by  the  building  zone  resolution ; 
premises  115-117  Chambers  street,  Manhattan;  and 
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Whereas,  a  public  hearing  was  held  on  this  application 
the  board  of  appeals,  at  its  regular  meeting,  July  28, 
25,  after  due  notice  by  publication  in  the  Bulletin  of  the 
iard  of  Standards  and  Appeals ;  and 
Whereas,  the  district  maps  accompanying  the  building 
tie  resolution  show  that  this  is  an  unrestricted  use  and  “B” 
ea  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
ude red  May  1,  1923,  in  acting  on  N.  B.  App.  No.  262-25, 

ids : 

“1.  A  lawful  rear  yard  should  be  provided  above  ele¬ 
vations  more  than  23  feet  from  curb  level.  Building 
Zone  Resolution,  Section  17b,  Section  12.”; 

d 

Whereas,  the  proposed  building  is  of  fireproof  construc- 
>n,  one  story  and  pent  house  in  height  (47  ft.  high  at  front 
id  34  ft.  at  rear),  with  a  frontage  of  50  ft.  and  a  depth 
75  ft.  10  in. ;  to  be  occupied  as  a  bank ;  it  is,  proposed 
omit  the  required  rear  yard ;  and 

Whereas,  the  board  deemed,  in  view  of  the  limited  in- 
eased  height  of  the  proposed  structure  and  the  use  and 
nduct  of  public  bank,  that  the  granting  of  this  application 
r  the  omission  of  a  rear  yard  would  be  a  reasonable  ad- 
;stment  under  the  building  zone  resolution. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
■nation  in  the  application  of  the  use  district  regulations  of 
e  building  zone  resolution,  and  that  the  application  be  and 
hereby  is  grouted  on  condition  that  the  use  of  the  pro¬ 
ved  structure  shall  be  restricted  to  the  conduct  and  oc- 
lpancy  of  a  banking  business  authorized  under  the  fed- 
al  or  state  banking  laws,  limited  in  height  to  one  story, 
ith  such  interior  subdivision  as  is  incidental  to  the  require- 
ents  of  a  banking  institution;  that  the  total  height  at  the 
■ar  wall  shall  not  exceed  34  ft.  above  curb;  that  all  per- 
its  necessary  for  the  prosecution  of  the  work  shall  be 
itained  within  six  months  and  the  building  completed  with- 
eighteen  months  from  the  date  of  this  action ;  and  that 
lie  front  elevation  shall  be  constructed  substantially  in  ac- 
i  trdance  with  design  of  facade  filed  in  this  appeal. 


T1-25-BZ. 

PPLICANT — Amin  Merhige,  owner. 

:  UBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  \l/2  times  height 
district  the  erection  of  the  street  wall  to  a 
height  exceeding  the  limit  required  by  the  build¬ 
ing  zone  resolution. 

REMISES  AFFECTED— 345-351  39th  street,  Brook¬ 
lyn. 

.PPEARANCES — 

For  Applicant:  Amin  Merhige,  Jr.,  and  Amin 
Merhige. 

For  Opposition:  Jane  Donnan. 

UCTION  OF  BOARD — Application  denied. 

'HE  VOTE  TO  GRANT— 

Affirmative:  Messrs.  Gunnison  and  Holland  2 
Negative:  Chairman  Walsh,  Messrs.  Dowd, 

Connell  and  Fire  Chief  Kenlon .  4 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(571-25-BZ) 

Whereas,  Amin  Merhige,  owner,  filed,  June  3,  1925,  an 
pplication,  under  the  building  zone  resolution,  to  permit  in 
V/2  times  height  district  the  erection  of  the  street  wall 
o  a  height  exceeding  ffie  limit  set  by  the  zone  resolution ; 
•remises  345-351  39th  street,  north  side,  240  ft.  west  of 
I  'ourth  avenue,  Brooklyn;  and  ... 

Whereas,  a  public  hearing  was  held  on  this  application 
.  >y  the  board  of  appeals,  at  its  regular  meeting,  July  28, 
925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
3oard  of  Standards  and  Appeals;  and 

I  Whereas,  the  district  maps  accompanying  the  building 
:one  resolution  show  that  39th  street,  Fourth  avenue  and 
>l8th  street  are  in  a  1J4  times  height  district  and  an  unre- 

itricted  use;  and  #  • 

Whereas,  the  decision  of  the  superintendent  of  buildings, 


rendered  May  23,  1925,  in  acting  on  App.  No.  9053-25, 
reads: 

“Proposition  contrary  to  Art.  Ill,  par.  8-d  of  Zone 
Resolution.  (Building  exceeds  90  ft.  in  height,  width 
of  street  60  ft.)”; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  ten  stories  in  height,  with  a  frontage  of  120  ft. 
and  a  depth  of  100  ft. ;  to  be  occupied  as  a  factory ;  and 
Whereas,  there  were  no  facts  submitted  to  substantiate 
the  appeal  on  the  ground  of  hardship  or  practical  difficulty 
under  section  21  for  a  proposed  building  of  reinforced  con¬ 
crete  construction,  and  there  was  vigorous  opposition  on  the 
part  of  affected  property  owners  of  dwelling  occupancy. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 

« 

1057-24-BZ. 

APPLICANT— James  J.  Walker,  for  William  A.  Cameron, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district  and 
also  within  “B”  area  district,  the  erection  and 
maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles  and  also  the 
omission  of  rear  yard  required  by  zone  resolu¬ 
tion. 

PREMISES  AFFECTED— Northwest  corner  of  182nd 
street  and  Folin  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  James  J.  Walker. 

For  Opposition:  Mrs.  George,  Caroline  de  Vord 
and  Clara  Kopf. 

ACTION  OF  BOARD — Report  of  committee  adopted; 

application  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 
TEE  AND  TO  GRANT  ON  CONDITION— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell.. 

Negative  . . . 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon 

THE  RESOLUTION: 

(1057-24-BZ) 

Whereas,  James  J.  Walker,  for  William  A.  Cameron, 
owner,  filed,  August  20,  f924,  an  application,  under  the 
building  zone  resolution,  to  permit  partly  in  a  residence  use 
district  and  partly  in  a  business  use  district,  and  also  with¬ 
in  a  “B”  area  district,  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  motor  vehicles 
and  also  the  omission  of  the  rear  yard  required  by  the  zone 
resolution;  premises  northwest  corner  of  East  182nd  street 
and  Folin  street,  The  Bronx;  and  . 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  July  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanving  the  build¬ 
ing  zone  resolution  show  that  holm  and  East  182nd  streets 
are  business  districts  and  Tiebout  avenue  is  a  residence  dis¬ 
trict ;  and  the  area  district  maps  show  that  the  premises 
are  located  in  a  B  area  district ;  and  .  . 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  31,  1924,  in  acting  on  N.  B.  App.  No.  1573- 
94  reads  * 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  and  residence  dis¬ 
trict  is  contrary  to  provisions  of  Building  Zone  Resolu¬ 
tion.  . 

“2.  Rear  yard  must  be  provided  to  comply  with  re¬ 
quirements  of  Building  Zone  Resolution  in  business  and 
residence  district.” ; 

and  .  . 

Whereas,  the  proposed  building  is  to  be  of  hreproot  con¬ 
struction,  two  stories  in  height  on  East  182nd  street  and  five 
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stories  on  Folia  street,  with  a  frontage  of  125.55  ft.  on  East 
182nd  street  and  100.88  ft.  on  Folin  street  and  a  depth  of  200 
ft.;  to  be  occupied  as  a  garage  for  the  storage  of  more  than 
five  motor  vehicles ;  and 

Whereas,  the  board  deemed  the  granting  of  this  applica¬ 
tion  for  a  portion  of  the  premises  under  appeal,  under  such 
restrictions  as  would  afford  protection  to  adjoining  affected 
property  owners,  would  be  a  reasonable  adjustment  under 
section  21  of  the  building  zone  resolution. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  structure 
shall  not  exceed  in  height  one  story  above  mean  curb  level 
formed  by  the  intersection  of  the  upper  level  of  182nd  street 
and  Tiebout  avenue;  that  a  yard  of  not  less  than  10  ft.  in 
depth  shall  be  provided  above  the  2nd  story  along  the 
nor  therly  gable  wall  to  the  rear  of  the  existing  dwellings 
on  hord  street;  that  the  structure  shall  not  exceed  a  depth 
of  80.55  ft.  along  the  line  of  182nd  street  westerly  from 
Folin  street ;  that  the  westerly  gable  wall  shall  be  unpierced 
throughout  its  entire  height  and  length ;  that  the  street  fronts 
of  the  structure  shall  be  finished  in  face  brick  with  archi¬ 
tectural  terra  cotta  or  stone  trimmings;  that  there  shall  be 
no  signs  erected  or  maintained  on  the  upper  level  within 
the  residence  use  area  of  this  plot;  and  that  all  permits 
necessary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  building  completed  within  eigh¬ 
teen  months  from  the  date  of  this  action. 


681-25-BZ. 

APPLICANT— James  J.  Walker,  for  Elizabeth  Schin¬ 
dler,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  district  the 
erection  and  maintenance  of  an  automobile  show 
room,  sales,  distributing  and  service  station. 
PREMISES  AFFECTED— 4650-4664  Broadwav,  2-16 
Sherman  avenue,  Manhattan. 

APPEARANCES— 

For  Applicant:  Janies  J.  Walker. 

For  Opposition:  Edward  Weinfeld,  Samuel  H. 

Reich>  J-  J-  Storm,  Jr.,  and  Joseph  Kahn. 
ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDI1IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Wais<n,  Messrs. 

Dowd,  Gunnison,  Holland  and  Connell..  5 

Negative  .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(681-25-BZ) 

V  hereas,  James  J.  Walker,  for  Elizabeth  Schindler, 
owner,  filed,  July  1,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erection  and  maintenance 
of  an  automobile  show  room,  sales  room,  distributing  and 
service  station;  premises  4650-4664  Broadway  and  2-16  Sher¬ 
man  avenue,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  July  28, 
1925,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

V  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Sherman  avenue  and  Broad¬ 
way  are  business  districts;  and 

W hereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  21,  1925,  in  acting  on  N.  B.  App.  No.  347- 
25,  reads : 

1.  Garages  for  more  than  five  cars  or  automobile 
repair  shops  are  not  permitted  in  a  business  or  residence 
district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con- 


stiuction,  two  stories  in  height,  with  a  frontage  of  180  ft 
and  a  depth  of  202  ft.;  to  be  occupied  as  an  automobile 
sales  room,  show  room  and  distributing  and  service  station 
no  gasoline  storage  on  premises  other  than  that  in  tanks  of 
cars  and  in  a  50-gallon  portable  tank  necessary  for  recein* 
and  discharge  xif  cars  on  premises  incidental  to  the  opera- 
Hon  and  conduct  of  the  automobile  business  conducted;  and 
"  hi-.reas,  the  board  deemed  that  applicant  substantiated 
his  basis  of  appeal,  and  that  it  would  be  a  hardship  to  deny 
the  adjustment  requested,  and  the  use  for  public  garage  cur- 
poses  is  neither  requested  nor  invoked. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
vernation  in  the  application  of  the  use  district  regulations  of 
the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  structure 
be  limited  to  two  stories  in  height  above  grade;  that  no 
gasoline  equipment  shall  be  maintained  or  installed  on  the 
premises,  other  than  portable  tank  of  not  exceeding  50  gal- 
Ions  capacity  ;  that  the  use,  conduct  and  operation  of  the 
structure  shall  be  restricted  to  automobile  manufacturer’s 
saks  and  distributing  agency;  that  no  part  of  the  structure 
shall  be  rented,  leased  or  hired  for  live  garage  storage  use’ 
that  there  shall  be  no  advertising  signs  or  display  exposed  on 
the  front  oi  the  building,  other  than  the  name  and  title 
of  the  business ;  that  no  portion  of  the  roof  within  the  resi¬ 
dence  use  area  shall  be  rented,  leased  or  hired  for  advertis- 
mg  signs  °r  display;  any  roof  advertising  to  be  limited  to 
f  n  e  ^cupants  or  lessees  of  the  premises;  authorized 
?e/0dK  f°f  orf!inances ;  that  the  front  elevation  shall 
be  finished  substantially  in  accordance  with  the  photographic 
reproduction  filed  ,n  this  case;  as  to  design  and  mateHal 
shall  Permits  necessary  for  the  prosecution  of  the  work 
}a'be  o^amed,  wlthin  nine  months  and  the  building  com¬ 
pleted  within  eighteen  months  from  the  date  of  this  action. 

AREAS  FIXED 
.  (502-25-BZ) 

from  Fm/Tr  ^  presented  and  read  a  communication 
irom  Emil  Gutterman,  requesting  the  board  to  fix  the 

area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage- 
Queens S  145-1 47  Astoria  avenue,  Flushing,  Boroughof 

1  he  following  area  was  approved  by  the  board: 

Both  sides  of  Astoria  avenue  from  Second  avenue 
to  Goodrich  street;  both  sides  of  Isabella  place  from 
Astoria  avenue  to  a  point  200  feet  southerly  there- 
irom;  both  sides  of  Hoyt  avenue  from  Second  ave¬ 
nue  to  a  point  100  feet  west  of  Goodrich  street  and 
the  westerly  side  of  Singer  street  from  Astoria 
street  to  Hoyt  avenue. 


(503-25-BZ) 

frn’ieurnairmai?  Presfnted  and  read  a  communication 
from  William  F  Doyle,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  tor  the  erection  and  maintenance  of  a  garage; 
premises  northeast  corner  179th  street  and  Cedar  ave¬ 
nue,  lhe  Bronx. 

1  he  following  area  was  approved  by  the  board: 

Both  sides  of  West  179th  street  from  Sedgwick 
avenue  to  the  railroad  right  of  way;  both  sides  of 
L5dar  avenue  from  a  point  200  feet  south  of  West 
<Jti  street  to  a  point  400  feet  north  of  proposed 
garage  and  also  the  easterly  side  of  Sedgwick  ave¬ 
nue  from  a  point  formed  by  the  intersection  of  a 
continuation  of  the  northerly  line  of  west  179th 
street  therewith,  to  a  point  110  feet  southerly  there¬ 
from,  and  also  the  property  to  the  rear  for  a  dis¬ 
tance  of  50  feet  on  either  side  of  the  side  lot  lines 
ot  the  premises  in  question. 


.  (505-25-BZ) 

(  1  heiuC7r‘rma^  presented  and  read  a  communication 
from  U  ilham  F.  Doyle,  requesting  the  board  to  fix  the 
area  deemed  aftected  and  within  which  to  obtain  con- 
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S  for  the  erection  and  maintenance  of  a  garage; 
lises  east  side  Jerome  avenue,  350  feet  south  of 
:  181st  street,  The  Bronx. 

he  following  area  was  approved  by  the  board: 

Both  sides  of  Jerome  avenue  from  East  Burnside 
avenue  to  a  point  100  feet  north  of  East  181st  street 
and  also  the  property  at  rear  and  for  a  distance  of 
50  feet  on  each  side  of  the  side  lot  lines  of  the 
premises  in  question. 


(506-25-BZ) 

he  chairman  presented  and  read  a  communication 
l  William  F.  Doyle,  requesting  the  board  to  fix  the 


area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage; 
premises  229-233  Marion  street,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Marion  street  from  Ralph  avenue 
to  a  point  100  feet  east  of  Howard  avenue  and  also 
the  properties  at  rear  and  for  a  distance  of  50  feet 
on  either  side  of  the  side  lot  lines  of  the  premises 
in  question. 


Adjourned  3:15  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

(  TUESDAY  AFTERNOON,  July  28,  1925. 
resent:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
inison,  Holland,  Connell,  Superintendents  Kleinert, 
are,  McDermott  and  Chief  Inspector  Bastress.  The 
utes  of  the  regular  meeting  of  the  Board  of  Standards 
Appeals,  held  on  Tuesday  afternoon,  July  14,  1925, 
e  approved  as  printed  in  the  Bulletin,  No.  27,  Vol.  X. 


PETITIONS  FOR  VARIATIONS. 

-25-S. 

TITIONER — Julius  Eckman,  for  Winco  Realty 
Corp.,  owner. 

3JECT — Variation  of  the  labor  law,  as  cited  in  orders 
of  fire  commissioner. 

EMISES  AFFECTED — 54  West  57th  street  and  59 
West  56th  street,  Manhattan, 
i  PEARANCES— 

For  Petitioner:  Julius  Eckman. 

For  Administration.  Inspector  Maher  of  fire 
department. 

TION  OF  BOARD — Laid  over  to  September  15, 
1925,  at  2  p.m.,  to  amend  application. 
t  - 

14-S. 

TITIONER — Emery  Roth,  for  Greenwill  Construc¬ 
tion  Co.,  owner. 

BJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

EMISES  AFFECTED — 14-16  East  38th  street,  Man¬ 
hattan. 

PEARANCES— 

For  Petitioner:  James  F.  Keating. 

TION  OP'  BOARD — Laid  over  to  September  15, 
1925,  at  2  p.  m.,  on  request  of  petitioner. 


25-S. 

TITIONER — Thomas  B.  Leahy,  for  566-568  Seventh 
Avenue,  Inc.,  owner. 

BJECT — Variation  of  labor  law  as  cited  in  letter  of 
superintendent  of  buildings. 

EMISES  AFF'ECTP'D — 566-568  Seventh  avenue, 

Manhattan. 

PEARANCES— None. 

TION  OF  BOARD — Laid  over  to  September  15, 
1925,  at  2  p.  m.,  on  written  request  of  petitioner. 


1-24 -S. 

TITTONER — Arthur  Greenbaum,  for  Abram  I. 
;  Kaplan,  lessee. 

j  BJECT — Variation  of  labor  law.  as  cited  in  order 
|/  of  fire  commissioner. 

1  EM ISF.S  AFFECTED — 251  Fifth  avenue  and  1  East 
28th  street,  Manhattan. 


APPEARANCES— 

For  Petitioner:  John  F.  Keating. 

P'or  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  September  15, 
1925,  at  2  p.  m.,  on  request  of  petitioner. 


1525-24-S. 

PETITIONER — F.  P.  Keniston,  for  31st  St.  and  4th 
Ave.  Corp.,  lessee. 

SUBJECT — Variation  of  labor  law,  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 107  East  31st  street.  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  September  15, 
1925,  at  2  p.  m. 


718-18-S. 

PETITIONER — Harold  L.  Young,  for  Lazarus  Levy, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 17-23  East  Broadway,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  William  C.  Summerfeld. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  September  15, 
1925,  at  2  p.  m.,  on  request  of  petitioner. 


1 4 1 8-24-S. 

PETITIONER — Irving  Finklestein,  for  Beno  Realty 
Company,  owner. 

SLTBJECT — Petition  for  variation  of  labor  law  as  cited 
in  decision  of  superintendent  of  buildings. 
PREMISES  AFFECTED — 20  East  31st  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  ROARD — Laid  over  to  September  15. 

1925,  at  2  p.  m.,  on  condition  that  there  shall  be 
no  change  in  the  occupancy  and  use,  pending 
determination  by  the  board. 


321 -25-S. 

PT'TITIONFR — -William  F.  Doyle,  for  Flosan  Hilding 
Corp.,  lessee. 

SURJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 
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PREMISES  AFFECTED— 232-234  West  37th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  William  F.  Doyle. 

ACTION  OF  BOARD — Laid  over  to  September  15, 
1925,  at  2  p.  m.,  for  report  from  Inspector  Maher 
as  to  egress  from  adjoining  fire  escape. 


579-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Kny  Scheerer 
Corp.  of  America,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner.. 

PREMISES  AFFECTED — 119-25  Seventh  avenue, 

Manhattan. 

APPEARANCES— 

For  Petitioner:  L.  B.  Angelo. 

For  Administration.  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  _ 

Affirmative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland,  Connell,  Chief  Inspector 
Bastress,  Superintendents  Kleiinert, 

Moore  and  McDermott  .  8 

N  egative  . -. .  0 

Absent:  Messrs.  Kennedy,  Dowd,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner 
Hannon  and  Superintendent  Reville  . .  5 

/THE  RESOLUTION: 

(579-25-S) 

Whereas,  Samuel  Rosenblum,  for  Kny  Scheerer  Corp.  of 
America,  owner,  filed,  June  4,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  119-25  Seventh  avenue, 
Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Au¬ 
gust  7,  1924,  reads : 

“1.  Enclose  the  interior  stairway  in  Building  “B” 
serving  as  a  required  means  of  exit  and  the  landings, 
platforms,  and  passageways  connecting  therewith  on  all 
sides,  with  partitions  of  fire  resisting  material,  extend¬ 
ing  continuously  from  the  cellar  to  3  ft.  above  the 
roof,  *  *  *. 

“2.  Extend  the  interior  stairway  in  Building  “B”  to 
the  roof  as  per  Section  271  of  the  Labor  Law,  said  ex¬ 
tension  and  the  landings  and  passageways  connecting 
therewith  to  be  enclosed  on  all  sides  with  partitions  of 
fire  resisting  material  extending  at  least  3  ft.  above  the 
roof,  as  per  Sections  271  and  272  of  the  Labor  Law  and 
Rule  2  of  the  Industrial  Code. 

“3.  Arrange  the  fire  escape  on  the  south  side  of  build¬ 
ing  “C,”  and  the  openings  leading  thereto  and  the  win¬ 
dows  opening  on  the  course  thereof  so  that  same  are 
in  compliance  with  the  provisions  of  Section  273  and 
274  of  the  Labor  Law,  *  *  *. 

“Note:  Among  the  defects  noted  are  the  following: 
Windows  on  course  not  fireproof,  self-closing.  Connect¬ 
ing  stairs  placed  at  angle  exceeding  60  degrees.  Not 
screened  to  a  height  of  4  ft.  6  in.  No  counterbalanced 
stairway  from  lowest  balcony  to  ground.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  (section  C 
being  six)  stories  in  height,  irregular  in  area ;  having  a 


frontage  of  103  ft.  on  Seventh  avenue  and  a  frontage  oi 
257  ft.  6  in.  on  West  17th  street,  subdivided  into  five  sec 
tions — A,  B,  C,  D,  E  (there  being  also  two  one-story  ex¬ 
tensions) — by  brick  walls  with  openings  therein  on  eacf 
story;  opening  protected  by  sub-standard  fire  doors,  except 
ing  at  the  opening  between  sections  C  and  D,  where  thc| 
opening  is  protected  by  regulation  automatic  fire  doors ;  the 
total  area  of  the  building,  including  the  two  one-story  ex 
tensions,  being  approximately  15,000  sq.  ft. ;  OCCUPIEL 
for  the  manufacture  of  metal  surgical  instruments,  104  per¬ 
sons  above  the  1st  story;  the  6th  story  being  used  for  stor 
age  purposes,  no  occupancy;  EQUIPPED  with  a  sprinkle: 
system  and  a  fire  alarm  signal  system.  EXITS:  Two  in 
terior  wooden  partitions  from  soffit  to  ceiling  with  wooder 
doors  at  openings;  three  sub-standard  and  one  standard  fir 
escapes;  and  a  fireproof  bridge  on  each  story  connecting 
buildings  E  and  B;  ROOFS  of  adjoining  buildings,  to  north 
one  story  lower;  to  east,  one  story  higher;  and 

Whereas,  petitioner  contends  that  a  certificate  of  occu¬ 
pancy  was  issued  in  1921 — at  that  time  the  bureau  of  build 
ings  rated  the  premises  as  a  five-story  building — and  con¬ 
tends  that  the  use  and  materials  used  (metal)  are  non- 
hazardous,  the  occupancy  is  small,  and  that  the  existing 
means  of  exit  are  adequate. 

Resolved ,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
as  to  Item  No.  2,  on  condition  that  a  fixed  double  rung 
iron  ladder  shall  be  provided  to  scuttle  in  roof  at  the  head 
of  top  story  stairs ;  granted,  as  to  Item  No.  3,  so  far  as  it  af¬ 
fects  the  screening  on  the  existing  fire  escape,  on  condition 
that  connecting  stairs  of  not  less  than  60  degrees  shall  be 
provided  between  balconies  with  openings  along  course  of 
fire  escape,  made  fireproof,  self  closing,  with  counterbal¬ 
anced  drop  ladder  in  guides  from  the  lowest  balcony,  on 
condition  that  the  6th  story  shall  be  restricted  to  storage 
use  only;  denied,  as  to  Item  No.  1. 


358-25-S 

PETITIONER — Frederick  J.  Fox,  for  Mable  Loria, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner.' 

PREMISES  AFFECTED — 138-140  East  25th  street. 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Morris  W'hinston. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell,  Chief  In¬ 
spector  Bastress.  Superintendents  Klem- 

ert,  Moore  and  McDermott  .  9 

Negative  .  0 

Absent:  Messrs.  Kennedy,  Fire  Chief  Ken¬ 
lon,  Deputy  Fire  Commissioner  Han¬ 
non  and  Superintendent  Reville .  4 

THE  RESOLUTION. 

(358-25-S) 

Whereas,  Frederick  J.  Fox,  for  Mable  Loria,  owner, 
filed,  April  2,  1925,  a  petition,  with  the  board  of  standards] 
and  appeals,  for  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  an  order  of  the  fire  commissioner, 
affecting  premises  138-140  East  25th  street,  Manhattan;  and] 
Whereas,  the  order  of  the  fire  commissioner,  dated  March 
24,  1925,  reads: 
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“Order  No.  74395-LD : 

“1.  Extend  the  interior  stairway  at  the  west  side  of 
building  to  the  roof,  as  per  Section  271  of  the  Labor 

Law. 

“2.  Provide  an  outside  iron  balcony  fire  escape  on 
the  rear  of  building  with  balconies  4  ft.  in  width  con¬ 
nected  by  stairways  not  less  than  22  in.  wide,  placed  at 
an  incline  of  not  more  than  45  degrees,  extending  from 
ground  to  roof,  constructed  as  per  Section  273  of  the 
Labor  Law  and  the  rules  of  the  Board  of  Standards 
and  Appeals,  or  carry  out  a  proper  alternative  method 
of  complying  with  Section  271  of  the  Labor  Law.”; 

>d 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
liar  in  height,  44  ft.  by  92  ft.  in  area  at  the  1st  story 
id  44  ft.  by  80  ft.  in  area  above.  OCCUPIED:  Cellar, 
jiler  room;  1st  story,  trucking  office,  4  persons;  2nd  story, 
inufacture  of  cooking  utensils,  6  persons;  3rd  story,  lacquer 
orking,  (5  persons.  EXITS  :  An  interior  wooden  stairway, 

•  ctending  from  the  1st  story  to  the  top  story,  enclosed  in 
I  ooden  partitions  with  metal  covered  doors  at  openings ; 
OOF  of  adjoining  building  to  east  is  at  same  level ;  and 
Whereas,  petitioner  proposes  to  erect  party  wall  fire 

icape  balconies  on  the  2nd  and  3rd  stories,  leading  to  the 
hiding  to  the  east  (No.  142  East  25th  street),  said  build- 
g  being  under  same  ownership. 

Resolved,  that  the  board  of  standards  and  appeals  does 
sreby  make  a  variation  from  the  requirements  of  the  labor 
iw,  and  that  the  petition  be  and  it  hereby  is  granted,  as  to 
iem  No.  1,  on  condition  that  a  fixed  double  rung  iron  lad- 
;r  shall  be  provided  at  the  head  of  stairs,  top  story  to 
■uttle  in  roof ;  granted,  as  to  Item  No.  2,  on  condition 
lat  a  party  wall  fire  escape  with  balconies  shall  be  pro- 
ided  at  the  2nd  and  3rd  stories,  with  egress  from  lower 
rmination  through  plain  glass  openings  on  premises  to 
ist,  with  a  45  degree  stairway  between  balconies  and  a 
ooseneck  ladder  from  top  story  balcony  to  roof ;  openings 
)  balconies  from  building  in  question  to  be  fireproof  self 
i  losing ;  granted  only  so  long  as  both  properties  remain  in 
ingle  ownership  and  so  long  as  conditions  as  to  occupancy 
nd  use  remain  unchanged. 


53-25-S. 

PETITIONER — George  and  Edward  Blum,  for  A.  M. 
D.  Realty  Corp.,  owner. 

!  UBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

’REMISES  AFFECTED— 208-210  West  27th  street, 
Manhattan. 

■  PPEARANCES — 

For  Petitioner:  Charles  Muller. 

.CTION  OF  BOARD — Petition  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland,  Connell,  Chief  Inspec¬ 
tor  Bastress,  Superintendents  Kleinert, 


Moore  and  McDermott .  8 

Negative  .  0 


Absent:  Messrs.  Kennedy,  Dowd,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner  Han¬ 
non  and  Superintendent  Reville .  5 

THE  RESOLUTION. 

(353-25-S) 

W’hf.reas,  Messrs.  George  and  Edward  Blum,  for  A.  M. 
X  Realty  Corp.,  owner,  filed,  April  1,  1925,  a  petition,  with 
he  board  of  standards  and  appeals,  for  variation  from  the 
equirements  of  the  labor  law,  as  cited  in  a  decision  of  the 
uperintendent  of  buildings,  affecting  premises  208-10  West 
7th  street,  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
endered  March  23,  1925,  reads: 

“16.  Windows  with  large  panes  of  glass,  exceeding 
720  square  inches  each,  are  unlawful.  Section  264  of 

r  Labor  Law.” ; 

ind 


Whereas,  the  building  is  fireproof,  nine  stories  in  height, 
50  ft.  by  99  ft.  in  area.  OCCUPIED:  1st  story,  store; 
upper  stories,  offices,  showrooms  and  25  per  cent  manufac¬ 
turing,  70  persons  per  story;  EQUIPPED  with  a  sprinkler 
system  and  a  fire  alarm  signal  system.  EXITS:  Two  in¬ 
terior  fireproof  stairways  extending  from  1st  story  to  roof; 
enclosed  in  fireproof  partitions  with  fireproof  doors  at  open¬ 
ings  ;  and 

Whereas,  there  are  openings  in  the  front  wall  of  the 
building  on  the  1st  and  2nd  stories  glazed  with  in.  plate 
glass;  the  maximum  area  of  the  glass  on  the  1st  story  be¬ 
ing  5  ft.  by  9  ft.  4  in.  and  the  maximum  area  of  the  glass 
on  the  2nd  story  being  4  ft.  by  6  ft.  10  in.;  and 

Whereas,  petitioner  contends  that  to  comply  with  the  la¬ 
bor  law  as  to  the  area  of  the  glass  on  the  1st  and  2nd 
stories  would  destroy  the  proposed  use  of  these  stories 
and  also  would  materially  affect  the  architectural  treatment 
of  the  building. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  windows  on  the  street  front  of  the 
two  (2)  lower  stories,  on  condition  that  these  openings  shall 
be  equipped  with  approved  metal  frames,  glazed  with  pol¬ 
ished  plate  glass  not  less  than  l/A  in.  in  thickness,  and  that 
the  labor  law  requirements  shall  be  complied  with  in  all 
other  respects. 


1343-17-S. 

PE  I  1  TIONER — Pendleton  &  Pendleton,  for  John  Cra¬ 
mer  Sons,  owner. 

SUBJECT — Application  for  reopening — variation  of  la¬ 
bor  law  as  cited  in  order  of  department  of  labor. 

PREMISES  AFFECTED— 199-209  Steuben  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Petitioner:  F.  W.  Mayes. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Resolution  modified. 

THE  VOTE  TO  MODIFY  RESOLUTION— 

Affirmative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland,  Connell,  Chief  Inspector 


Bastress,  Superintendents  Kleinert, 

Moore  and  McDermott  .  8 

Negative  .  o 


Absent:  Messrs.  Kennedy,  Dowd,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner  Han¬ 
non  and  Superintendent  Reville .  5 

THE  RESOLUTION: 

(1343-17-S) 

Whereas,  John  Cramer  Sons,  owners,  filed,  September 
12,  1917,  with  the  board  of  standards  and  appeals,  a  peti¬ 
tion  for  variation  of  the  requirements  of  section  79-C-2,  la¬ 
bor  law,  to  be  relieved  of  arranging  iron  bars  on  basement 
windows  so  as  to  be  readily  movable  or  removable,  at  prem¬ 
ises  199-209  Steuben  street,  Brooklyn;  and 

Whereas,  it  appears  that  the  building  is  three  stories  and 
basement  in  height,  of  non-fireproof  mill  construction,  ap¬ 
proximately  54  ft.  by  109  ft.,  irregular  in  area,  having  the 
basement  level  approximately  4  ft.  6  in.  below  the  curb, 
having  9  windows  on  the  west  side,  6  windows  on  the 
north  side  and  6  windows  on  the  east  side,  protected  by 
permanent  iron  bars,  having  two  3-ft.  window  exits  leading 
into  the  open  area  way  on  the  Steuben  street  or  westerly 
front  and  one  3-ft.  windnow  exit  to  the  open  yard  area 
at  the  rear  east  side,  and  two  3-ft.  exits  leading  into  the 
stairway  enclosure  at  the  rear  west  side,  having  the  areas 
6  ft.  in  width,  but  not  provided  with  steps  to  the  sidewalk 
level,  having  an  automatic  sprinkler  system;  occupied  as  a 
shoe  factory  with  not  more  than  twelve  male  employees 
in  the  basement  at  any  one  time,  engaged  in  cutting  leather ; 
and 
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Whereas,  the  order  of  the  department  of  labor,  as  re¬ 
issued  by  the  fire  department  June  29,  1917,  reads: 

“Item  No.  1.  Arrange  bars  on  windows  in  basement 
so  as  to  be  readily  movable  or  removable  from  both 
sides  in  such  a  manner  as  to  afford  the  free  and  un¬ 
obstructed  use  of  such  windows  for  purposes  of  egress, 
as  per  Section  79C-2  of  the  Labor  Law.” ; 
and 

Whereas,  this  petition  was  granted  by  the  board  at  its 
meeting  October  11,  1917,  on  certain  conditions,  and  peti¬ 
tioner  requested  a  modification  of  these  conditions. 

Resolved,  that  the  order  of  the  department  of  labor  be 
and  it  hereby  is  modified,  and  the  petition,  only  so  far  as  it 
affects  the  openings  in  the  north  and  east  wall,  be  granted, 
on  condition  that  the  occupancy  of  the  basement  shall  not 
exceed  the  allowable  capacity  of  the  legal  required  exits,  and 
in  no  instance  more  than  36  male  employees. 


Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  petition  be  and  it  hereby  is 
granted  on  condition  that  a  fixed  double  rung  iron  ladder 
shall  be  provided  within  the  stair  hall  enclosure  from  the 
top  story  to  scuttle  in  roof,  and  granted  only  so  long  as 
conditions  as  to  occupancy  and  use  remain  unchanged. 


322-25-S 

PETITIONER — Elias  B.  Desatnek,  owner. 

SUBJECT — Application  for  reopening — variation  of  la¬ 
bor  law  as  cited  in  order  of  fire  commissioner. 
PREMISES  AFFECTED — 4-6  Varet  street,  Brooklyn. 
APPEARANCES— 

For  Petitioner:  Elias  B.  Desatnek. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  reopened  and  granted 
on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland,  Connell,  Chief  Inspector 
Bastress,  Superintendents  Kleinert, 

Moore  and  McDermott  .  8 

N  egative  .  0 

Absent:  Messrs.  Kennedy,  Dowd,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner  Han¬ 
non  and  Superintendent  Reville .  5 

THE  RESOLUTION: 

(322-25-S) 

Whereas,  Elias  B.  Desatnek,  owner,  filed,  March  25, 
1925,  a  petition,  with  the  board  of  standards  and  appeals, 
for  variation  from  the  requirements  of  the  labor  law,  as 
cited  in  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  4-6  Varet  street  and  649-653  Broadway,  Brooklyn;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated 
March  15,  1925,  reads : 

“1.  Extend  the  interior  stairway  at  the  east  side 
of  building  to  the  roof,  as  per  Section  271  of  the  La¬ 
bor  Law.” ; 
and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  48  ft.  5)4  in.  by  43  ft.  3  in.  average  depth,  ap¬ 
proximately  2,100  sq.  ft.  in  area;  OCCUPIED  as  a  tenant 
factory;  1st  story,  stores;  2nd  story,  6  persons;  3rd  story, 

5  persons;  4th  story,  8  persons;  equipped  with  a  fire  alarm 
system.  EXITS :  An  interior  wooden  stairway  extending 
from  the  1st  story  to  the  top  story,  enclosed  in  wood  par¬ 
titions,  metal  covered  on  both  sides,  leading  directly  to  Varet 
street  entrance,  with  fire  doors  at  openings ;  stationary  iron 
ladder  to  roof  scuttle;  a  standard  fire  escape  on  the  front 
of  the  building;  ROOFS  of  adjoining  buildings  are  at  same 
level  at  east  and  20  ft.  lower  at  west ;  and 

Whereas,  relief  of  the  same  order  under  Cal.  No.  47- 
18-S  was  granted  by  the  board  October  24,  1918,  on  the 
claim  of  a  fire-resisting  stair  enclosure,  whereas  enclosure 
is  of  wood,  metal  covered;  and 
Whereas,  petitioner  has  reduced  the  occupancy  to  19  per¬ 
sons  above  the  1st  story,  and  requests  this  petition  be 
granted ;  and 

Whereas,  this  petition  was  denied  by  the  board  at  its 
meeting  June  16,  1925,  and  reopened  by  vote  of  the  board. 
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APPLIANCES  SUBMITTED  FOR  APPPROVAL 

1636-21-S. 

PETITIONER — Gilbert  &  Parker  Manufacturing  Co. 

SUBJECT — Approval  of  Gilbert  &  Parker  Fuel  Oil 
Pump  and  Burner. 

APPEARANCES— 

For  Petitioner:  M.  K.  Epstein. 

ACTION  OF  BOARD — Petition  restored  and  placed  on 
reserve  calendar,  pending  report  of  committee 
of  inspection. 

THE  VOTE  TO  RESTORE  TO  CALENDAR— 

Affirmative.  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland  Connell,  Chief  Inspector 
Bastress,  Superintendents  Kleinert, 

Moore  and  McDerrnott  .  8 

Negative  .  u 

Absent:  Messrs.  Kennedy,  Dowd,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner  Han¬ 
non  and  Superintendent  Reville .  5 


588-25-SA. 

PETITIONER — Preferred  Utilities  Company. 
SUBJECT — Approval  of  Ray  Rotary  Fuel  Oil  Pump 
Set. 

APPEARANCES— 

For  Petitioner:  J.  S.  Kaplan. 

ACTION  OF  BOARD — Petition  approved. 

THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland,  Connell,  Chief  Inspector 
Bastress,  Superintendents  Kleinert, 

Moore  and  McDermott  .  8 

Negative  . 0 

Absent:  Messrs.  Kennedy,  Dowd,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner  Han¬ 
non  and  Superintendent  Reville  .  5 

THE  RESOLUTION: 

(588-25-SA) 

Whereas,  the  Preferred  Utilities  filed,  June  6,  1925,  a 
petition  for  the  approval  of  their  device  known  as  the  Ray  ! 
Rotary  Fuel  Oil  Pump  Set;  and 
Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  when  examining  the  Ray  Rotary  Fuel  Oil 
Burner,  under  Cal.  No.  504-23-SA,  and  recommended  the 
approval  of  this  device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  Ray  Rotary  Fuel  Oil  Pump  Set,  when 
installed  in  accordance  with  the  rules  of  the  board  of  stand¬ 
ards  and  appeals. 


454-25-SA. 

PETITIONER — Todd  Oil  Burner  and  Engineering 
Corp. 

SUBJECT — Approval  of  Todd  Rotary  Fuel  Oil  Burner. 
APPEARANCES— None. 

ACTION  OF  BOARD — -Petition  approved,  in  accord¬ 
ance  with  report  of  committee  of  inspection. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 
TEE  AND  APPROVE  DEVICE— 

Affirmative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland  Connell,  Chief  Inspector 
Bastress,  Superintendents  Kleinert, 

Moore  and  McDermott  .  8 

Negative  .  0 

Absent:  Messrs.  Kennedy,  Dowd,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner 
Hannon  and  Superintendent  Reville....  5  j 


MINUTES 


THE  RESOLUTION: 

(454-25-S  A) 

Whereas,  the  Todd  Oil  Burner  and  Engineering  Corpo- 
ation  filed,  April  27,  1925,  a  petition,  with  the  board  of 
fandards  and  appeals,  for  the  approval  of  their  device 
nown  as  the  Todd  Rotary  Fuel  Oil  Burner;  and 
Whereas,  a  committee  of  the  board  inspected  this  device 
l  operation  at  742  East  1 2th  street,  Manhattan,  and  rec- 
mmended  the  approval  of  the  device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
ereby  approve  the  device  known  as  the  Todd  Rotary  Fuel 
)il  Burner  for  industrial  and  commercial  installation,  on 
ondition  that  the  fuel  oil  burning  equipment  used  in  con- 
unction  with  the  installation,  operation  and  maintenance  of 
le  burner  equipment  shall  be  in  accordance  with  the  fuel 
il  rules  of  the  board  of  standards  and  appeals. 

L  - 

23-23-SA 

’ETITIONER — White  Fuel  Oil  Engineering  Corp. 
tUBJECT — Approval  of  Todd  Steam  Atomizing  Fuel 
Oil  Burner. 

APPEARANCES— None. 

aCTION  OF  BOARD — Petition  approved  in  accord¬ 
ance  with  report  of  committee  of  inspection. 

'HE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 
TEE  AND  APPROVE  DEVICE— 

Affirmative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland,  Connell,  Chief  Inspector 


Bastress,  Superintendents  Kleinert, 

Moore  and  McDermott  .  8 

Negative  .  0 


Absent:  Messrs.  Kennedy,  Dowd,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner 
Hannon  and  Superintendent  Reville....  5 
THE  RESOLUTION: 

(123-23-SA) 

Whereas,  the  White  Fuel  Oil  Engineering  Corporation 
iled,  July  20,  1923,  a  petition,  with  the  board  of  standards 
ind  appeals,  for  approval  of  their  device  known  as  the 
I'odd  Steam  Atomizing  Fuel  Oil  Burner;  and 
Whereas,  a  committee  of  the  board  inspected  this  device 
n  operation  at  742  East  12th  street,  Manhattan,  and  rec- 
>mmended  the  approval  of  the  device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
lereby  approve  the  device  known  as  the  Todd  Steam  Atomiz- 
ng  Fuel  Oil  Burner  for  commercial  and  industrial  installa- 
ion,  on  condition  that  the  burner  be  set  at  a  sufficient  depth 
n  the  fire  box  so  as  not  to  impinge  directly  on  the  boiler 
ubes,  and  that  the  fuel  oil  burning  equipment  used  in  con- 
unction  with  the  installation,  maintenance  and  operation  of 
he  burner  shall  be  in  accordance  with  the  fuel  oil  rules 
if  the  board  of  standards  and  appeals. 


509-24-SA. 

PETITIONER— U.  S.  E.  M.  Company. 

SUBJECT — Approval  of  Usem  Closed  Circuit  A.C.  and 
D.C.  110-220  Volt  Standpipe  and  Sprinkler  Alarm 
Systems. 

APPEARANCES— 

For  Petitioner :  R.  C.  Coffin. 

For  Administration:  Inspector  Mulligan  of  fire 
department. 

ACTION  OF  BOARD — Petition  approved  in  accord¬ 
ance  with  test  and  report  of  fire  department. 


THE  VOTE  TO  APPROVE  DEVICE— 

Affirmative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland,  Connell,  Chief  Inspector 


Bastress,  Superintendents  Kleinert, 

Moore  and  McDermott  .  8 

Negative  .  0 


Absent:  Messrs.  Kennedy,  Dowd,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner 
Hannon  and  Superintendent  Reville....  5 
THE  RESOLUTION: 

(1509-24-SA) 

Whereas,  the  Usem  Co.  filed,  December  22,  1924,  a  peti¬ 
tion  with  the  board  of  standards  and  appeals,  for  approval 
of  their  device  known  as  the  Usem  Closed  Circuit  A.C. 
and  D.C.  110-220  Volt  Standpipe  and  Sprinkler  Alarm  Sys¬ 
tem;  and 

Whereas,  the  device  was  referred  to  the  fire  commis¬ 
sioner  for  test  and  report,  and  a  report  of  the  chief  of  the 
fire  prevention  bureau,  under  date  of  June  18,  1925,  rec¬ 
ommends  the  approval  of  the  device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  Usem  Closed  Cir¬ 
cuit  A.C.  and  D.C.  110-220  Volt  Standpipe  and  Sprinkler 
Alarm  System,  when  installed  in  accordance  with  the  report 
of  the  chief  of  the  bureau  of  fire  prevention. 


154-25-SA. 

PETITIONER — Edwards  &  Company,  Inc. 

SUBJECT — Approval  of  Edwards  Solenoid  Type  Bell. 

APPEARANCES— 

For  Petitioner:  Thomas  S.  Nolan. 

For  Administration:  Inspector  Mulligan  of  fire 
department. 

ACTION  OF  BOARD — Petition  approved  in  accord¬ 
ance  with  test  and  report  of  fire  depart¬ 
ment 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland,  Connell,  Chief  Inspector 


Bastress,  Superintendents  Kleinert, 

Moore  and  McDermott  .  8 

Negative  .  0 


Absent:  Messrs.  Kennedy,  Dowd,  Fire  Chief 
Kenlon,  Deputy  Fire  Commissioner 
Hannon  and  Superintendent  Revills....  5 
THE  RESOLUTION: 


(154-25-SA) 

Whereas,  Edwards  &  Co.,  Inc.,  filed,  February  15,  1925, 
a  petition,  with  the  board  of  standards  and  appeals,  for  ap¬ 
proval  of  their  device  known  as  the  Edwards  Solenoid  Type 
Interior  Fire  Alarm  Gong ;  and 

Whereas,  this  device  was  referred  to  the  fire  commis¬ 
sioner  for  test  and  report,  and  on  report  of  the  chief  of 
the  fire  prevention  bureau,  under  date  of  June  18,  1925, 
recommends  the  approval  of  the  device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  Edwards  Solenoid 
Type  Interior  Fire  Alarm  Gong,  when  installed  in  accord¬ 
ance  with  the  report  of  the  chief  of  the  bureau  of  fire 
prevention. 


Adjourned  5.10  p.  m. 

William  J.  O’Gorman,  Secretary. 


NOTICE 


BUILDING  CODE  ON  SALE.  ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth  Distributing  Division  of  the  City  Record  Office,  125  Worth 
itreet.  Price,  $1.25;  by  mail,  $1.35.  street.  Price.  30c;  by  mail,  35c. 
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MINUTES 

BOARD  OF  APPEALS 


^CORRECTION. 

The  minutes  of  the  'meeting  of  the  board  of  appeals, 
held  Tuesday  afternoon,  July  8,  1924,  as  they  appeared 
in  Bulletin  No.  29,  Vol.  IX,  are  hereby  corrected  to  read 
as  follows: 

THE  RESOLUTION: 

(526-24-A) 

Whereas,  Haynes  Automobile  Co.,  lessee,  filed,  April  11, 
1924,  an  appeal,  with  the  board  of  appeals,  from  an  order  of 
the  fire  commissioner,  affecting  premises  615-621  West  56th 
street  and  614-620  West  57th  street,  Borough  of  Manhat¬ 
tan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  17,  1923,  reads: 

2.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof  *  *  *. 

3.  Install  an  approved  oil  separator,  trap  or  other 
similar  apparatus.” ; 

and 


Correction— Line  25,  “HOLM AN— Thursday  Night,  My 
10 — ”,  omitted. 


Whereas,  the  building  is  fireproof,  two  stories  in  height 
with  a  frontage  of  100  ft.  on  West  56th  street  and  a  front¬ 
age  of  100  ft.  on  West  57th  street,  and  a  depth  of  200  ft 
(20,000  sq.  ft.  in  area)..  OCCUPIED  on  the  first  story  of 
the  56th  street  front  as  a  public  garage  and  the  remainder 
of  the  building  as  a  service  station  for  Haynes  automo¬ 
biles  ;  and 

Whereas,  appellant  contends  the  physical  location  of  the 
premises — low  height  and  facing  on  two  streets — is  such 
that  a  standpipe  would  afford  no  material  assistance  in  the 
extinguishment  of  fire  and  that  owing  to  the  proximity  of 
the  sewer  outlet  to  the  premises  the  oil  separator  is  unnec¬ 
essary. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  2,  on  condition  that  a  portable  fomite 
extinguisher  on  wheels  shall  be  provided  on  2nd  story  and 
t  lat  the  1st  story  shall  be  sub-divided  approximately  in 
halt  by  a  fireproof  partition;  and  granted,  as  to  Item  3 
on  condition  that  the  drainage  system  of  building  shall  be 
equipped  with  oil  separator ;  and  granted  so  long  as  the  op¬ 
eration,  use  and  occupancy  of  building  are  maintained  by 

the  present  lessee  for  the  repair  and  alteration  on  their  own 
property. 


MINUTES 


BOARD  OF  APPEALS 

^CORRECTION.  THE  RFSOT  rmn\T 

The  minutes  of  the  meeting  of  the  board  of  appeals,  “  U11UN. 

held  Wednesday  morning,  November  5,  1924,  as  they  ap-  „  (569-23-BZ) 

peared  in  Bulletin  No.  46,  Vol.  IX,  are  hereby  corrected  hereas,  Louis  A.  Sheinart,  for  Dorothy  Bass  owm 

f0ll°WS:  j0’  1923 1-  an  application,  under  the  building  zo: 

569  23-BZ.  resolution,  to  permit  partly  in  a  business  district  and  part 

APPLICANT  Louis  Sheinart,  for  Dorothy  Bass,  111  a  residence  district  the  erection  and  maintenance  of 
owner.  '  garage  for  the  storage  of  more  than  five  motor  vehicle 

SLBJECf — Application  of  Louis  A.  Sheinart  (re.  de-  Premises  808-816  Coney  Island  avenue,  Brooklyn  -  and 

cision  of  superintendent  of  buildings)  to  permit  V\  hereas,  a  public  hearing  was  held  on  this  applicatii 

partly  in  a  business  district  and  partly  in  a  resi-  *  )e  board  of  appeals,  at  its  regular  meeting,  Novemb 
dence  district  the  erection  and  maintenance  of  a  1924>  after  due  notice  by  publication  in  the  Bulletin  of  tl 
garage  for  the  storage  of  more  than  five  (5)  Board  of  Standards  and  Appeals;  and 

PREMISES0  AFFECTED-SOS-Sie  Coney  Island  ave-  jngWfo^ 

APPEARANCES- "•  arf ShetDltnct  “iT  """  “4  Cortd>™«  ™ 

Fo'r  Oppoptloi  J  John  JjXeary”  James  A.  Kee-  f? 

fan,  Sadie  Cohen,  Morris  S.  King,  Mary  No.  2828-23,  reads:  ’  N-  B'  Appl,catu 

Smith,  Charles  Goetz,  Frank  Campanale,  (<T 

Frances  A.  Maher  and  others.  .  denied— Proposition  contrary  to  the  Zone  Resoli 

ACTION  OF  BOARD — Application  denied.  bon  H,  Sec.  4.  A  public  garage  for  more  the 

THE  VOTE  TO  GRANT—  5  motor  vehicles  in  a  business  district.”; 

Affirmative:  Chairman  Walsh,  Messrs.  Ken-  and 

Negative  •  'Sr  ^tln  '  Mr'  "r . '  * '  U  3  WtHER^s'  the  proposed  building  is  to  be  of  non-fireproc 

Fire  Chief  Ken  on  ^  St°ry  in  hei^ht-  with  a  frontage  of  L 

Absent  M.  Dowd  .  ?  ^  i  mches  and  f  depth  of  145  feet  10  inches;  to  be  occi 

_  •  '  .  1  pi<:d  as  a  ffarage  for  more  than  5  motor  vehicles ;  and 

'Correction-Worts  " William  F.  Doyle,  for  Akiba  Mor-  and  daJied'bJ  the'joaJd  ^ 

golin^  omitted  and  words  Louis  Sheinart,  for  Dorothy  opposition  to  the  granting  of  "the  application  on  the  oai 
f asJ  f,U^S)tVut»U11  "ie  °,ne  mmutes  and  “29”  changed  of  neighboring  property  owners  P 

1  mwf  h  "(U'" &  W-ot  the  superintendent  c 

lution  changed  to  8oM2 -BZ  in  line  27  of  reso-  buildings  be  and  it  hereby  is  affirmed,  and  the  application  I 

and  it  hereby  is  denied. 
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FIRE  RETARDING  RULES 


dopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
ehicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga¬ 
uges,  motor  vehicle  repair  shops  and  oil  selling  stations 
iy  material  or  form  of  construction  shall  be  deemed 
re-retarding  within  the  meaning  of  §73,  subdivision  3, 
the  building  code,  that  resists  the  action  of  flame 
id  heat  when  subjected  to  a  continuous  fire  for  one 
our  at  an  average  temperature  of  seventeen  hundred 
1700)  degrees  Fahrenheit  without  the  passage  of  flame, 
id  with  a  maximum  temperature  rise  to  four  hundred 
(00)  degrees  Fahrenheit  on  the  side  away  from  the 
re.  The  point  at  which  the  temperature  of  transmitted 
j  eat  is  measured  shall  be  protected  from  external  air 
,  id  weather  conditions.  ' 

i  When  the  test  specimen  is  in  the  form  of  partition 
•  instruction,  the  area  under  test  shall  he  not  less  than 
ne  hundred  (100)  square  feet  and  least  dimension 
i  iall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
f  floor  construction,  the  area  under  test  shall  be  not 

Sss  than  two  hundred  (200)  square  feet  and  the  least 
tnension  shall  be  not  less  than  fourteen  (14)  feet. 
During  the  fire,  the  floor  construction  shall  support 
le  live  load  for  which  it  is  designed,  and  after  the  fire 
iall  safely  sustain  twice  the  designed  live  load  with  a 
laximum  deflection  of  not  more  than  one  two-hun- 
redth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
listed  floor  construction  shall*  bcxaccepted  as  fire-re- 
irding  construction  in  non-fireproof  buildings  used  as 
l  arages,  motor  vehicle  repair  shops  or  oil  selling  sta- 
■  ons  when  the  beams  are  protected  on  the  upper  and 
nder  sides  with  the  fire-retarding  materials  specified 
1 1  rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
j  aims  of  construction  shall  he  accepted  as  fire-retarding 
|  ir  the  covering  of  the  upper  sides  of  wood  floor  beams 
[  i  joisted  floor  construction  in  non-fireproof  buildings 
sed  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
j  lg  stations: 

(a)  Seven-eighths  (^)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not:  less  than  two  and  one-half 
(2!/$)  inches  of  1:2^  2>  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  (J4)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  (2J4  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

i  Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
iorms  of  construction  shall  be  accepted  as  fire-retarding 
or  the  covering  of  the  undersides  of  wood  floor  beams 
l  joisted  floor  construction  in  non-fireproof  buildings 
i'sed  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
ng  stations: 

(a)  One-half  (^)  inch  plaster  boards  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (l)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers: 

(b)  Two  thicknesses  of  one-quarter  (*4)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
W  sixteen  (16)  inches  on  centers,  or  nailed  to  furring 
strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 


(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  ()4)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-rejarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in,  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  ()4)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (7/%)  inch  wood  sheathing, 
one-half  (V2)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (7/%)  inch  wood  sheathing, 
two  thicknesses  of  one-quarter  (J4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  tvith  No.  26  U.  S.  gauge 
sheet  metal  with  one-inch  lapped  seams. 
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BOARD  OF  APPEALS. 

Appeals  from  Administrative  Orders. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19- A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19- A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 
981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28.  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20- A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20- A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20-A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A — 'Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20-A — Pier  20,  East  River  Manhattan. 

420- 20-A — Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn.  , 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue,  Brooklyn. 

422- 20- A— Pier  29,  footAff  Harrison  street,  Brooklyn. 


423-20- A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20- A — Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 

907-21-A — East  side  South  street,  foot  of  Dover  street, 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A— Pier  3,  between  Main  and  Dock  streets.  Brook¬ 

lyn. 

1542- 21-A — Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1544- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1545- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S— Ford  Fire  Line  Reducing  Valve,  approval  of. 
1636-21-SA — Gilbert  &  Barker  Oil  Burner. 

337-22-S  Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S  Quinn  Acme  Crude  Oil  Burner,  approval  of, 
392-22-S— The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S— Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S  Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S  Burn  well  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S  Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S— Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1 395-22- S — Ca  lor  oil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA— Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-S A — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA — Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 
392-23-SA  Billow’  Class  G.  R.  Oil  Burner,  anproval  of. 
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,93-23-SA— “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

197- 23-SA— Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 

proval  of. 

143-23-SA— Automatic  Gas  Shut-Off,  approval  of. 

>25-23- S A — Tilman- White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA— Domestic  Fuel  Oil  Burner,  approval  of. 
388-23-SA— Lewis  Oil  Burner,  approval  of. 

198- 23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 

proval  of. 

352-23-SA— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

160-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

146-23-SA— Frankfort  Type  “P”  Low  Pressure  Oil  Burner, 
approval  of. 

150-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
0f 

146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 
169-23-SA— Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

176-23-SA— Ziegler  Oil  Burner,  approval  of. 

180-23-SA— Viking  Pump,  approval  of. 

246-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 
339-23-SA— National  Light  Service  Oil  Pump,  approval  of. 
346-23- S A — Heatiator  Oil  Burner,  approval  of. 

358-23-SA — Worthington  Oil  Burner,  approval  of. 
361-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 

364- 23-SA— Staples  &  Pfeiffer  Oil  Burner,  apr-'wal  of. 
415-23-SA— Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 

approval  of. 

429-23-SA — Kerrihard  Oil  Burner,  approval  of. 
444-23-SA— Tate-Jones  No.  6  Oil  Burner,  approval  of. 
484-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 
493-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
538-23-SA— Lillibridge  Oil  Vapor  Burner,  approval  of. 
550-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 
254-24-S A— Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365- 24-S A — Koaless  Oil  Burner,  approval  of. 

379-24-SA-— Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA— Faultless  Oil  Burner,  approval  of. 
501-24-SA— Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA— Kinney  Rotating  Plunger  Pump,  approval  of. 
536-24-SA— Climax  Oil  Burner,  approval  of. 

654-24-SA— Marvel  Oil  Burner,  approval  of. 

702-24-SA— Simplex  Mechanical  Oil  Burner,  approval  of. 
735-24-S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 


755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24- SA—Milnes  Oil  Burner,  approval  of. 

1108-24-SA— Simplicity  Fuel  Oil  Burner,  approval  of. 

1134-24-SA — Peerless  Automatic  Oil  Burner,  approval  of 

1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of 

1146-24-SA— Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA— Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA— Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA— Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA-A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA— Chalmers  Oil  Burner,  approval  of. 

1305-24-SA — International  Furnace  Burner,  approval  of. 

1337-24-SA— Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

1500-24-SA—  Smolensky  Check  Valve,  approval  of. 

19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA— Keenan  Brilliant  Burner,  approval  of. 

228-25-SA— Silent  Glow  Oil  Burner,  approval  of. 

242-25- SA— Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

259-25-S A — Electrol  Automatic  Oil  Burner. 

340-25-SA— McCann-Harrison  Low  Pressure  Oil 

Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  IVhereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


FORMS  FOR  NOTICESTO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13 A,  for  notices  to  property  owners,  such 
■  forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  frorm 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
thiee  cents  each,  postage  to  be  added  if  the  forms  are  to 

be  supplied  by  mail. 
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DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  July  30,  1925......  785 

Restored  to  calendar  . . 51 

*  .  '•,»>*.  Pv 

s-* 

Miscellaneous  Applications. 

**  .  Y*  N 

Requests  to  reopen  . . . .  . .. .  ,y.  .\  93 

'T  * 

Requests  to  amend  . '3 

Requests  for  modification  . ............  ,.x  . .  30 

Requests  to  rescind  . . . . .  1 

■  ■*  : 

Requests  for  extension  of  time . .  14 

r  .  ■  '  >■ 
Requests  for  extension  of  permit . 14 

1  '  "  V..*'1  * 

Requests  for  mechanical  installations . . 1 

Requests  for  approval  of  plans.. . 11 

Administrative  requests  . 1 

Requests  for  interpretation . . . . . . ....  1 

V?*  i  -  ■  > 

4'*.1  . 

*■  ...»  5  *  -t 

Total  . . * .  1603 

Disposed  of  . 910 

Cases  pending  July  30,  1925 .  693 


DISPOSITION  OF  CASES. 

Withdrawn  . 

Dismissed  . 

Denied  . . . 

Granted  . . : . . 

Granted  on  condition  . . . 

Appliances  approved  . 

Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . . . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  teopen  .granted  . 

Requests  to  reopen  denied  . 

Requests  to  amend  granted  . . 

Requests  to  amend  denied  . 

Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

Requests  to  rescind  granted  . 

Requests  to  rescind  denied  . 

Requests  for  extension  of  time  granted.... 

Requests  for  extension  of  time  denied  . 

Requests  for  extension  of  permit  granted.... 

Requests  for  extension  of  permit  denied  . 

Requests  to  install  granted . . 

Requests  to  install  denied  . 

Plans  approved  . . . 

Plans  disapproved  . 

Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . . 

Interpretations  . 

Requests  withdrawn  or  dismissed . 
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WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
nearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


HOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . . 

*  P.  O . 


My  subscription  is  to  begin  with  th**  issue  for 
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This  issue  of  the  Bulletin  contains,  in  the  order 
ven — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Rules. 

Reserve  Calendar. 

Progress  Report. 


DATES  AND  HOURS  OF  MEETINQ. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  ra. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


•  Hf  LIRRAtfy 


l  -  * 


HOUR&  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

persSrf  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
nly  between  the  hours  of  ten  in  the  morning  and  one 
riWottH-Sfaturdays  excepted. 


. 

in 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday.,  September  8, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  September  15,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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DOCKET. 

New  Cases  Filed  Week  Ending  August  6,  1925. 


NOTICE. 


.ENDAR 


Cal.  No.  Department  Premises  Affected 

805-25-BZ . B.B.Q.  ..Depot  rd.  &  28th  st.,  Flushing, 

- -  Q.  N.  B.  901-1925. 

804-25-A . F.D . 149  Spring  st.,  Man. 

“ -  F-80163. 

803-25-A . F.D . 514-516  Broadway,  Man. 

-  F-81937. 

802-25-BZ . B.B.B.  ...823  Bedford  ave.,  Bklyn. 

-  Applic.  13165-1925. 

801-25-A . F.D . 49-61  Clymer  st.,  Bklyn. 

-  L.  F.  74596. 

800-25-S . F.D . 15-19  West  39th  st.,  Man. 

■ -  N.  B.  47-1925. 

799-25- A . F.D . S.  W.  cor.  Ely  ave.  &  13th  st., 

- -  L.  I.  City,  Q.  F-74858. 

798-25-A . F.D . 241-255  Haven  ave.,  Man. 

-  F-82189. 

797-25-S . F.D . 476-478  Br®ome  st.,  Man. 

• -  L.  D.  81516. 

796-25-BZ . B.B.B.  ...7114-7124  Bay  pkwy.,  Bklyn. 

-  Applic.  3408-1925. 

795-25-BZ . B.B.B.  ...1952  Eastern  pkwy.,  Bklyn. 

-  Applic.  3408-1925. 

794-25-S . F.D . 79-87  Madison  ave.,  Man. 

-  N.  B.  271-1925. 

793-25-A . F.D . 138-140  Greene  st.,  Man. 

- *  F-79442. 

792-25- A . F.D . S.  W.  cor.  Ave.  U  &  E.  56th  st., 

- -  Bklyn.  N.  B.  1667-1925/ 

791-25-BZ . .  .B.B.M.  ...619-625  Hancock  st.,  Bklyn. 

-  Applic.  10781. 

790-25- A . B.B.Q.  ..768  Crescent  st.,  Astoria,  Q. 

-  Decision  of  supt.  of  bldgs. 

789-25-A . F.D . 29-45  Rodney  st.,  Bklyn. 

-  L.  C.  97220. 

788-25-A . B.B.B.  ...28  Buckingham  rd.,  Bklyn. 

-  Applic.  11641-1925. 

787-25-S . F.D . 6-8  East  46th  st.,  Man. 

-  L.  D.  82224. 

786-25-S . F.D . 247-255  West  38th  st.,  Man. 

L.  D.  82188. 


F.D.  . 

H.D.  . 

B.B.B. 

B.B.M. 

B.B.Q. 

B.B.R. 

B.B.Bx. 

T.H.D. 


CODE. 

. Fire  Department 

. Health  Department 

.  •  Bureau  of  Buildings,  Brooklyn 

•  Bureau  of  Buildings,  Manhattan 
....Bureau  of  Buildings,  Queens 

•  Bureau  of  Buildings,  Richmond 
. Bureau  of  Buildings,  Bronx 

•  • .  -  Tenement  House  Department 


Notice  is  hereby  given  that  the  board  of  appeals  and  t 
board  of  standards  and  appeals  will  hold  no  hearings  durii 
the  month  of  August.  The  next  regular  meeting  of  tl 
board  of  appeals  will  be  held  on  September  8,  1925  ar 
that  the  next  Clerk’s  Calendar  Call  will  be  held  on  the’san 
date  at  2  p.  m.  The  next  meeting  of  the  board  of  standarc 
and  appeals  will  be  held  on  September  15,  1925. 

The  office  will  be  open  as  usual  for  the  filing  of  appeal 
applications  and  petitions,  also  for  consultations  and  othi 
business. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

487-25-BZ. 

APPLICANT— Louis  A.  Sheinart,  for  Charles  J.  RyaJ 
owner. 

PREMISES— 1307-1319  65th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in 
residence  district  the  erection  and  maintenance  of 
garage  for  the  storage  of  more  than  five  (5)  moto 
vehicles. 

553-25-BZ. 

APPLICANT — South  Ozone  Park  Operating  Co.,  Inc! 
owner. 

PREMISES  Northwest  corner  of  Zuider  avenue  and  Ne 
braska  avenue,  South  Ozone  Park,  Borough  o 
Queens. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi 
ness  district  the  erection  and  maintenance  of  a  the 
atre  building. 

470-25-BZ. 

APPLICANT— Walter  B.  Wills,  for  Frank  Hartman 
owner. 

PREMISES — 1219-1223  Putnam  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

575-25-BZ. 

APPLICANT— Gardiner  Conroy,  for  O’Hara  Realty 
Co.,  owner. 

PREMISES — 507-511  Flatbush  avenue  and  1118-1122 
Washington  avenue,  Brooklyn. 

”1 0  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

586-25-BZ. 

^P-^LICAN  I— Harrison  G.  Wiseman  ,  and  Magnuson 
&  Kleinert,  for  Louis  N.  Jaffe,  owner. 

PREMISES — 181-189  Second  avenue  and  240-242  East  ; 
12th  Street,  Manhattan. 

1  O  PERMIl  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance 
of  a  building  for  store  and  theatre  purposes. 

1003-24-BZ. 

APPLICANT — David  Falconer,  owner. 

PREMISES  185  Jamaica  avenue,  Long  Island  City, 
Queens. 

TO  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 
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>-25-BZ. 

’PLI  CANT— Henry  Nordheim,  for  Katie  Staudermann, 
owner. 

DEMISES— 722  East  175th  street,  The  Bronx. 

)  PERMIT  in  a  residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part  from  a  resi¬ 
dence  use  to  a  business  use. 

j-25-BZ. 

>PLICANT— William  F.  Doyle,  for  Walton  Whyte 
Realty  Corp.,  owner. 

DEMISES — East  side  of  Jerome  avenue,  350  feet  south 
of  East  181st  street,  The  Bronx. 

_)  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1- 25-BZ. 

PPLICANT— William  F.  Doyle,  for  Luke  Kilgallon, 

owner.  f 

REMISES — East  side  of  James  street,  136  feet  north  of 
Cornaga  avenue,  Far  Rockaway,  Queens. 

3  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

2- 23-BZ. 

PPLICANT— George  A.  McWilliams,  owner. 

REMISES— 1240  Castleton  avenue,  Staten  Island,  Rich¬ 
mond.  .  .  . 

0  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles.  (Previously  dismissed  for  lack  of 
prosecution.) 


BOARD  OF  APPEALS. 

Tuesday,  September  8,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

116-25-A — 106-116  John  street  and  227-237  Plymouth  street, 
Brooklyn. 

146-25-A — 22-34  Bergen  avenue,  Jamaica,  Queens. 

150-25-A — 373  Vernon  avenue,  Long  Island  City,  Queens. 
159-25-A — 646-654  Vernon  avenue,  Long  Island  City, 
Queens. 

463-25-A — 45-47  Crosby  street,  Manhattan. 

150-25-A — 15-19  Amsterdam  avenue,  Manhattan. 

303-25-A— 120-124  West  57th  street,  Manhattan. 

T64-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
f  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  8,  1925,  at  10 
’clock,  in  Room  1013,  Municipal  Building,  on  the  follow- 
ng  matters : 

AL.  NO.  1502-24-BZ — Application,  December  22,  1924  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Morris 
Pomerantz,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  New  York  avenue, 
185.92  ft.  north  of  South  street,  Jamaica, 
i  •  Borough  of  Queens. 


cal.  no.  286-25-BZ — Application,  March  12,  1925,  under  the 
building  zone  resolution,  of  William  B. 
Seaver,  applicant,  on  behalf  of  Third 
Avenue  Railway  Company,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  2526-30  Amster¬ 
dam  avenue,  southwest  corner  of  West 
186th  street,  Manhattan. 

cal.  no.  289-25-BZ — Application,  March  13,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Max 
Zaubler,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  an  existing 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  553-559 
11th  street,  Brooklyn. 

cal.  no.  304-25-BZ — Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica  Wa¬ 
ter  Supply  Co.,  applicant  and  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station ;  premises  west  side  of  143rd 
street,  100  ft.  south  of  111th  avenue, 
Jamaica,  Borough  of  Queens. 

cal.  no.  305-25-BZ — Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica 
Water  Supply  Co.,  applicant  and  owner, 
to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station ;  premises  west  side  of  224th 
street,  250  ft.  north  of  Foch  boulevard 
(Central  avenue),  Jamaica,  Borough  of 
Queens. 

cal.  no.  411-25-BZ — Application,  April  16,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  B.  Mar¬ 
tin,  owner,  to  permit  in  a  residence  dis¬ 
trict  the  maintenance  of  a  dancing  and 
banquet  hall;  premises  1134  Pacific 
street,  Brooklyn. 

CAL.  no.  577-25-BZ— Application,  June  4,  1925,  under  the 
building  zone  resolution,  of  Bandler, 
Haas  and  Collins,  applicants,  on  behalf 
of  212  West  72nd  Street  Corp.,  owner, 
to  permit  in  a  residence  and  “B”  area 
district  extending  from  a  business  dis¬ 
trict,  the  alteration  and  extension  of  a 
building  to  be  used  in  part  for  business 
purposes,  also  the  omission  of  a  rear 
yard  as  required  by  the  building  zone 
resolution;  premises  212  West  72nd 
street,  Manhattan. 

cal.  no.  737-25-BZ — Application,  July  14,  1925,  under  the 
building  zone  resolution,  of  Frank  S. 
Parker,  engineer,  on  behalf  of  598 
Eighth  Avenue  Corporation,  lessee, 
Shapp  Realty  Co.,  owner,  to  permit  in 
a  1  y2  times  district  the  erection  and 
maintenance  of  the  street  walls  to  a 
height  exceeding  the  limit  required  by 
the  building  zone  resolution;  premises 
594-598  Eighth  avenue  and  270-274 
West  39th  street,  Manhattan. 

cal.  NO.  331-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  R.  Thomas 
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Short,  architect,  on  behalf  of  Michael 
Noonan,  owner, to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  an  existing  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  187A-201  Garfield 
place,  Brooklyn. 

CAL.  NO.  610-25-BZ — Application,  June  12,  1925,  under  the 
building  zone  resolution,  of  John  E. 
Joyce,  applicant  and  owner,  to  permit 
the  conversion  from  a  residence  to  a 
business  use  (stores)  of  the  first  story 
of  a  building  located  partly  in  a  resi¬ 
dence  and  partly  in  a  business  use  dis¬ 
trict;  premises  201  East  198th  street, 
The  Bronx. 

cal.  no.  626-25-BZ— Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 
C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building ;  premises 
1421-1437  Ocean  avenue  and  1060-1068" 
Kenmore  place,  Brooklyn. 

cal.  no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


business  district  the  erection  and  mail 
tenance  of  an  extension  to  a  dry  cleari 
ing  establishment;  premises  162-lc! 
Prospect  street,  Long  Island  Cib 
Queens. 

cal.  no.  458-25-BZ — Application,  April  29,  1925,  under  th 
building  zone  resolution,  of  William  I 
Doyle,  applicant,  on  behalf  of  Williar 
Kolle,  owner,  to  permit  in  a  busines 
district  the  erection  and  maintenance  o 
a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles;  premises  199; 
210  16th  street,  Brooklyn. 

cal.  no.  1429-24-BZ — Application,  December  3,  1924,  unde 
the  building  zone  resolution,  of  Johi 
De  Hart,  architect,  on  behalf  of  Johi 
J.  Daly  and  Max  L.  Fried,  owners,  t 
permit  in  a  business  district  the  main 
tenance  of  a  motor  vehicle  repair  shop 
premises  1012-1018  Avenue  St.  John 
The  Bronx. 

William  E.  Walsh,  Chairman.  J 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

491-25-BZ. 

APPLICANT— Edwin  W.  Crumley,  for  Carlo  De  Luca  I 
owner. 

PREMISES — 1413  Needham  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  alteration  and 
change  of  occupancy  in  part  from  a  residence 
use  to  a  business  use. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

904-24-A— 235-239  West  23rd  street,  Manhattan. 

336-25-A — 46  Old  Broadway,  Manhattan. 

1177-24- A — 79-89  Seventh  avenue,  Manhattan. 

186-25-A — 4409  New  Utrecht  avenue,  Brooklyn. 

656-25-A — 1109  45th  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  afternoon,  September  8,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  240-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Harry 
J.  Lippe,  Jr.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  rnootr  vehicles; 
premises  1214-1216  Lind  avenue,  The 
Bronx. 

cal.  no.  327-25-BZ— Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  Richard 
Shutkind,  architect,  on  behalf  of  Rich¬ 
ard  Schmidt,  owner,  to  permit  in  a 


569-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  John  V.  Sher 
and  GeorSie  McDonald  Reed,  owners. 
PREMISES— 411  East  203rd  street,  The  Bronx. 

IO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  building  for  the  use  of  cut 
stone  works. 


593-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Menlo  Building 
Company,  owner. 

PREMISES  Southwest  corner  of  White  Plains  avenue; 
and  East  224th  street,  The  Bronx. 

IO  PERMIT,  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance* 
of  a  building  for  the  use  of  store  and  theatre! 
purposes. 


594- 25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Region  Construe-! 
tion  Company,  owner. 

PREMISES — West  side  of  Third  avenue,  270  feet  south; 
of  East  183rd  street,  The  Bronx. 

IO  1  ERMI 1  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

595- 25-BZ. 

John  J.  Dunnigan,  for  Marie  Carberry, : 

owner. 

PREMISES  West  side  of  Third  avenue,  80.74  feet 
south  of  East  182nd  street,  The  Bronx. 

J  O  PERMIT  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 
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19-25-BZ. 

APPLICANT — William  Bone,  for  Hyman  Wynehouse, 

owner. 

REMISES — 4110-4118  Ninth  avenue,  Brooklyn. 

O  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  five  (5)  detached  residence 
buildings  to  be  used  for  store  purposes  on  the 
first  story. 

06-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Ferdinand  Curth, 
owner. 

’REMISES — 229-233  Marion  street,  Brooklyn. 

O  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

70-25-BZ. 

APPLICANT — Michael  Pellegrino,  owner. 

’REMISES — Northwest  corner  of  Ocean  avenue  and  Ave¬ 
nue  U,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
five  (5)  buildings,  to  be  used  for  stores  on  the  first 
story  and  dwellings  above. 

•55-25-BZ. 

APPLICANT— William  A.  Lacerenza,  for  Samuel  Klein, 
owner. 

PREMISES — 1062  St.  Johns  place,  Brooklyn. 

TO  PERMIT  the  extension  from  a  business  district  into  a 
residence  district  of  a  proposed  building  to  be  used 
for  business  purposes  (dance  hall). 


BOARD  OF  APPEALS. 

I* 

Tuesday,  September  15,  1925,  at  10  a.  nt. 

Appeals  front  Administrative  Orders. 

432-25-A — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

452- 25-A — 4009-15  First  avenue,  Brooklyn. 

453- 25-A — 4017-21  First  avenue,  Brooklyn. 

472- 25-A — 1008  Whitlock  avenue,  The  Bronx. 

473- 25-A — 1161  First  avenue,  Manhattan. 

628-25-A — 168-208  Marshall  street,  Brooklyn. 

417- 25-A — 1188-90  Fulton  street  and  1247-1253  Bedford 

avenue,  Brooklyn. 

501-25-A — 105  Bleecker  street  and  186-188  Greene  street, 
Manhattan. 

331-24-A— 508-534  West  212th  street,  Manhattan. 

69-25- A — 2  West  106th  street  and  451  Central  Park,  West, 
Manhattan. 

190-25-A— 526  Fulton  street,  Brooklyn. 

236-25-A — 1380  Metropolitan  avenue,  East  Williamsburgh, 
Queens. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 
969-24-A— 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

235-25-A— 217-219  West  126th  street,  Manhattan. 

278-25-A — 280  Broadway,  Manhattan. 

381-25-A — 1229-1231  Gerard  avenue,  The  Bronx. 
1447-24-A— 8746  123rd  street,  Richmond  Hill,  Queens. 

294-25-A — 62  Stanhope  street,  Brooklyn. 

369-25-A— 284  Chauncey  street,  Astoria,  Queens. 
404-25-A— 135-147  East  8th  street,  Manhattan. 

418- 25-A— 1681-1685  Broadway,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

301-25-S — 207-209  East  49th  street,  Manhattan. 

434-25-S — 186  Grand  street  and  157-161  Mulberry  street, 
Manhattan. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464- 25-S — 45-47  Crosby  street,  Manhattan. 

468- 25-S — 40-42  West  37th  street,  Manhattan. 

355-25-S — 514-516  West  57th  street,  Manhattan. 

374-25-S — 963-965  Kent  avenue,  Brooklyn. 

461-25-S — 251-255  West  39th  street,  Manhattan. 

465- 25-S — 26-34  Sullivan  street  and  47-49  Watts  street, 

Manhattan. 

440-25-S— 352  East  76th  street,  Manhattan. 

444-25-S — 27-35  West  24th  street,  Manhattan. 

448-25-S — 26  West  20th  street,  Manhattan. 

469- 25-S — 692-694  Broadway  and  388  Lafayette  street, 

Manhattan. 

481-25-S — 237-239  Lafayette  street,  Manhattan. 

500-25-S — 873  Sixth  avenue,  Manhattan. 

415-25-S — 338-340  Flushing  avenue,  Brooklyn. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

430-25-S — 365-367  Canal  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

1525-24-S — 107  East  31st  street,  Manhattan. 

718-18-S — 17-23  East  Broadway,  Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 

321-25-S— 232-234  West  37th  street,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  September  22,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1486-24- A — Southwest  corner  of  Cypress  avenue  and  Center 
street,  East  Williamsburgh,  Queens. 

159-25- A — East  side  of  Broadway,  from  116th  street  and 
120th  street,  Manhattan. 

378-25-A — West  side  of  Van  Alst  avenue,  115  ft.  south  of 
South  Jane  street,  Long  Island  City,  Bor¬ 
ough  of  Queens. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  22,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cal.  NO.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main- 
*  tenance  of  a  garage  for  the  storage  of 

more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The  Bronx, 
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cal.  no.  1455-24-BZ — -Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  Edlar  Realty 
Corp.,  owner,  A.  Troskowsky,  sub-les¬ 
see,  to  permit  in  a  business  district  the 
maintenance  of  a  motor  vehicle  repair 
shop;  premises  34  Tieman  place,  Man¬ 
hattan. 

cal.  no.  262-25-BZ — Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Max  N. 
Newman,  applicant,  on  behalf  of  Irene 
Thatcher,  owner,  to  permit  in  an  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte- 
nace  of  a  building  to  be  used  for  store 
purposes;  premises  1406-1414  Elm  ave¬ 
nue,  Brooklyn. 

cal.  no.  270-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Schi- 
nasi  Commercial  Corp.,  to  permit  in  a 
business  district  and  within  200  ft.  of 
a  hospital  the  use  and  occupancy  of  an 
existing  building  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  32-36  West  100th 
street,  Manhattan. 

cal.  no.  359-25-BZ — Application,  April  2,  1925,  under  the 
building  zone  resolution,  of  William  H. 
Kehoe,  applicant,  on  behalf  of  Horlick 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  1026-1042 
Liberty  avenue,  southwest  corner  of 
Crescent  street,  Brooklyn. 

cal.  no.  363-25-BZ— Application,  April  3,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  Rosa 
Morizio,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  building  to  be  used  as  a  poultry 
slaughter  house;  premises  east  side  of 
Private  Right  of  Way,  226  ft.  north 
of  84th  street,  Brooklyn. 

cal.  no.  389-25-BZ — Application,  April  11,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Patrick 
Tague,  owner,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  136-140  Hall  street,  Brooklyn. 

cal.  no.  405-25-BZ— Application,  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 


Nott  avenue,  90  ft.  east  of  Van  Alst 
avenue,  Long  Island  City,  Borough  of 
Queens. 

CAL.  NO.  474-25-BZ— Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  Mary  A.  Dalton,  owner, 
Gussie  Realty  Co.,  Inc.,  lessee,  to  per¬ 
mit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  1145-1149  Ogden 
avenue,  The  Bronx. 

cal.  no.  314-25-BZ— Application,  March  23,  1925,  under 
Je  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  the  Estate 
of  Fredk.  Fischer,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles' 
premises  1160-1162  Intervale  avenue’ 
The  Bronx. 

cal.  no.  490-25-BZ— -Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Philip  J. 
Bendish,  applicant  and  owner,  to  permit 
in  a  residence  district  the  alteration  of 
an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles- 
premises  342  West  70th  street,  Manhat¬ 
tan. 

cal.  no.  497-25-BZ— Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  John  W 
Clancy,  applicant,  on  behalf  of  Sally  C 
Crane,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2180-  : 
2182  Folin  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS 

SPECIAL  MEETING. 

Tuesday,  September  22,  1925,  at  2  p.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
ot  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  September  22,  1925,  at 
f  o  clock,  in  Room  1013,  Municipal  Building,  on  the  fol¬ 
lowing  matter: 

cal.  no.  486-25-BZ.— Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Estate 
of  George  Friedland,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  113-117  Chrystie  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 


cal.  no.  455-25-BZ— Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  Edward  P.« 
Doyle,  applicant,  on  behalf  of  Gould 
Mersereau  Company,  owner,  to  permit 
in  a  business  district  the  erection  of  a 
building  and  the  use  of  more  than  25 
•  Per  cent  of  its  total  floor  space  for  fac¬ 

tory  purposes;  premises  east  side  of 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING, 

Friday,  September  25,  1925,  at  2  p.  m. 

\ 

77-25-SR— Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 
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BOARD  OF  APPEALS. 

Tuesday,  September  29,  1925,  at  10  a.  m. 


Appeals  from  Administrative  Orders. 

18-25-A — East  side  of  Newtown  Creek,  586.63  feet  north 
of  Grand  street,  Maspeth,  Queens. 

45-25-A — 104-106  West  49th  street,  Manhattan. 

3-25-A — Southwest  corner  of  University  avenue  and  West 
181st  street,  The  Bronx. 

17-25-A — 286-304  Furman  street,  Brooklyn. 

54-25-A — 83-101  North  Third  street  and  209-219  Wythe 
avenue,  Brooklyn. 

56-25-A — 51  Henry  street,  Winfield,  L.  I.,  Queens. 

64-25-A — 106-110  Seventh  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
a  public  hearing  under  the  provisions  of  the  building  zone 

solution,  Tuesday  morning,  September  29,  1925,  at  10 

clock,  in  Room  1013,  Municipal  Building,  on  the  follow- 

g  matters : 

vl.  no.  85-25-BZ — Application,  January  21,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  eff  Mi¬ 
chael  T.  Watts,  lessee,  to  permit  part¬ 
ly  in  a  business  district  and  partly  in 
a  residence  district  the  maintenance  of 
an  open  garage  parking  space  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  332  West  57th  street, 
Manhattan. 

L.  no.  298-25-BZ— Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

lL.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valbalia  Corporation,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

\l.  no.  402-25-BZ — Application,  April  14,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Emma  A. 
Justice,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises 
southeast  corner  of  East  182nd  street 
and  Folin  street,  The  Bronx. 

al.  no.  429-25-BZ — Application,  April  21,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Gardstein,  architect,  on  behalf  of  Isa¬ 
belle  Weber,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  residence  building  to  be  used 
for  store  purposes  on  the  first  story ; 
premises  2374-2376  60th  street,  Brook¬ 
lyn. 

al.  no.  551-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  H. 
Eccles,  architect,  on  behalf  of  Henry 


Hellenek,  owner,  to  permit  in  a  busi¬ 
ness  district  and  also  within  200  ft.  of 
a  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more' 
than  five  (5)  motor  vehicles;  premises 
south  side  of  Patterson  avenue,  50  ft. 
west  of  Ely  avenue,  Astoria,  Borough 
of  Queens. 

cal.  no.  1534-24-BZ — Application,  December  30,  1924,  under 
the  building  zone  resolution,  of  William 
J.  Conway,  architect,  on  behalf  of  John 
Muldoon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  64-68  West  9th  street,  Brook¬ 
lyn. 

cal.  no.  87-25-BZ — Application,  January  21,  1925,  under  the 
building  zone  resolution,  of  David  L. 
Malbin,  applicant,  on  behalf  of  Pasquale 
Sabbarese,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  617-633  Brooklyn  avenue, 
Brooklyn. 

cal.  no.  306-25-BZ — Application,  March  19,  1925,  under 
the  building  zone  resolution,  of  William 
Farrell,  architect,  Emil  E.  Gabler, 
owner,  Casanova  Nash  Sales  Corp.,  les¬ 
see,  to  permit  in  a  business  district  the 
use  and  occupancy  of  a  new  building 
as  a  garage  for  the  storage  of  more 
.  than  five  (5)  motor  vehicles;  premises 

700  Southern  boulevard,  northeast  cor¬ 
ner  of  Leggett  avenue,  The  Bronx. 

CAL.  no.  343-25-BZ — Application,  March  30,  1925,  under  the 
building  zone  resolution,  of  Benjamin 
Bag,  applicant,  on  behalf  of  Bay  Ridge 
Building  Materials  Corporation,  owner, 
to  permit  in  a  residence  district  the 
maintenance  of  a  building  material  stor¬ 
age  yard;  premises  244  69th  street, 
Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  29,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S— 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 7-10-744  Broadway,  Manhattan. 

433-25-S — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S— 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

274-25-S — 36  West  36th  street,  Manhattan. 

533-25-S — 269-71  State  street,  Brooklyn. 

561-25-S — 6  West  29th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

535-25-SA — Universe  Automatic  Oil  Burner,  approval  of. 


8S9 


CALENDAR 


BOARD  OF  APPEALS. 

Tuesday,  October  6,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

510-25-A — 102  71st  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  October  6,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 

cal.  no.  1250-24-BZ — Application,  October  21,  1924,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  for  Anna  M.  Fischetti,  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor,  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises ;  premises  87 
Clermont  avenue,  rear,  Brooklyn. 

cal.  no.  1453-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  James 
Murphy,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  24 
Evelyn  place,  southeast  corner  of  Da¬ 
vidson  avenue,  The  Bronx. 

cal.  no.  97-25-BZ. — Application,  January  23,  1925,  under  the 
building  zone  resolution,  of  Robert 
Kaplan,  architect  and  engineer,  on  be¬ 
half  of  Ros-Sil  Realty  Corporation, 
owner,  to  permit  in  a  business  and  “B” 
area  district  the  maintenance  of  a  rear 
yard  less  in  depth  than  that  required 
by  the  building  zone  resolution ;  _prem- 
ises  13  West  36th  street,  Manhattan. 

cal.  no.  484-25-BZ — Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Helen 
Pelcyger,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  836-846  Crown  street,  south¬ 
west  corner  of  Ford  street,  Brooklyn. 

cal.  no.  142-25-BZ. — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 


Thatcher,  applicant  and  owner,  to  per 
mit  in  a  business  district  the  erectior 
and  maintenance  of  a  garage  for  th; 
storage  of  more  than  five  (5)  motoj 
vehicles ;  premises  northwest  corner  o 
Coney  Island  avenue  and  Avenue  p| 
Brooklyn. 


cal.  no.  225-25-BZ — Application,  February  25,  1925,  unde 
the  building  zone  resolution,  of  Thoma 
O’Rourke  Gallagher,  applicant,  on  be 
half  of  Mymaud  Construction  Co 
owner,  to  permit  in  a  business  distric 
the  erection  and  maintenance  of  a  ga. 
rage  for  the  storage  of  more  than  fivi 
(5)  motor  vehicles;  premises  southwes 
corner  of  Metropolitan  avenue  ant 
125th  street,  Richmond  Hill,  Borougli 
of  Queens. 


cal.  no.  269-25-BZ — Application,  March  10,  1925,  under  th< 
building  zone  resolution,  of  Willian 
A.  Giesen,  architect,  on  behalf  of  Agne 
Connolly,  owner,  to  permit  in  a  resi 
dence  district  the  erection  and  mainte 
*  nance  of  a  garage  for  the  storage  c; 

five  (5)  pleasure  motor  vehicles,  foui! 
(4)  spaces  rented  to  persons  not  re 
siding  on  the  premises;  premises  280 
Pond  place,  The  Bronx. 


« 

cal.  no.  447-25-BZ — Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Benj.  Dries 
ler,  Jr.,  architect,  on  behalf  of  Incor  j 
porated  Parkway  Builders,  Inc.,  owner 
to  permit  partly  in  a  business  district ! 
and  partly  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district  the  I 
erection  and  maintenance  of  a  garage  I 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  71-85  Caton; 
place.  Brooklyn. 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 


CONCRETE  RULES 

USE  OF  HYDRATED  LIME  IN  CONCRETE 


Adopted  by  the  Bond  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  c  ii  lime  which  may  be  incorporated 


for  each  ninety-five  pound  bag  of  Portland  cement. 

1-1/4 -3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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RULES 


FIRE  RETARDING  RULES 

dopted  by  the  Board  of  Standards  and  Appeals  August  (c)  Metal  lath  weighing  not  less  than  three 

30,  1917;  Amended  November  1,  1917.  pounds  per  square  yard,  attached  to  furring  strips 


Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
ehicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga- 
iges,  motor  vehicle  repair  'shops  and  oil  selling  stations 
ny  material  or  form  of  construction  shall  be  deemed 
re-retarding  within  the  meaning  of  §73,  subdivision  3, 
f  the  building  code,  that  resists  the  action  of  flame 
nd  heat  when  subjected  to  a  continuous  fire  for  one 
;  our  at  an  average  temperature  of  seventeen  hundred 
1700)  degrees  Fahrenheit  without  the  passage  of  flame, 
ud  with  a  maximum  temperature  rise  to  four  hundred 
400)  degrees  Fahrenheit  on  the  side  away  from  the 
re.  The  point  at  which  the  temperature  of  transmitted 
eat  is  measured  shall  be  protected  from  external  air 
nd  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition 
'  .instruction,  the  area  under  test  shall  be  not  less  than 
|ne  hundred  (100)  square  feet  and  least  dimension 
hall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
f  floor  construction,  the  area  under  test  shall  be  not 
iss  than  two  hundred  (200)  square  feet  and  the  least 
dimension  shall  be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support 
he  live  load  for  which  it  is  designed,  and  after  the  fire 
i  hall  safely  sustain  twice  the  designed  live  load  with  a 
laximum  deflection  of  not  more  than  one  two-hun- 
redth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
oisted  floor  construction  shall  be  accepted  as  fire-re- 
arding  construction  in  non-fireproof  buildings  used  as 
arages,  motor  vehicle  repair  shops  or  oil  selling  sta- 
ions  when  the  beams  are  protected  on  the  upper  and 
inder  sides  with  the  fire-retarding  materials  specified 
In  rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
orms  of  construction  shall  be  accepted  as  fire-retarding 
or  the  covering  of  the  upper  sides  of  wood  floor  beams 
In  joisted  floor  construction  in  non-fireproof  buildings 
ised  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
ng  stations: 

(a)  Seven-eighths  (%)  inch  wood  underfloormg 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not  less  than  two  and  one-half 
(2)4)  inches  of  1:2)4 :5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  ()4)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  (2)4  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
I  orms  of  construction  shall  be  accepted  as  fire-retarding 
or  the  covering  of  the  undersides  of  wood  floor  beams 
n  joisted  floor  construction  in  non-fireproof  buildings 
i  ised  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 

ng  stations:  ,  .  , 

(a)  One-half  ()4)  inch  plaster  boards  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 

inches  on  centers;  .  ..  . 

(b)  Two  thicknesses  of  one-quarter  ()4)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  furring 
strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 


and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  (J4)  inch  thick. 

Rule  5.  “Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  *  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  ()4)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (^)  inch  wood  sheathing, 
one-half  ()4)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (^)  inch  wood  sheathing, 
two  thicknesses  of  one-quarter  (%)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one-inch  lapped  seams. 
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RESERVE  CALENDAR 


BOARD  OF  APPEALS. 

Appeals  from  Administrative  Orders. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19- A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East. River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19-A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19- A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19- A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 
981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20- A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20- A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A— Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20-A  Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A— Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A  Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A  Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20- A — Pier  20,  East  River  Manhattan. 

420- 20-A  Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue.  Brooklyn. 

422- 20-A — Pier  29,  foot  of  Harrison  street,  Brooklyn. 


423-20-A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A— Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn.  ^ 

907-21-A  East  side  South  street,  foot  of  Dover  street, 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A— Pier  3,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1542- 21-A— Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1544- 21- A  pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1545- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S— Ford  Fire  Line  Reducing  Valve,  approval  of. 
1636-21-SA — Gilbert  &  Barker  Oil  Burner. 

337-22-S  Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S  Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S  The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S— Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S  Ivennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S  Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S— Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S  Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S  Anti-Syphon  Valve,  approval  of. 

1230-22-S— Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S— Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1 395-22- S — Caloroil  Burner,  approval  of. 

1526-22-S  Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA— Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-S A — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

124- 23-SA  Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-S A  f  ackless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA  S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA— Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA  Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
29i-23-SA  •  Automatic’  Deluge  Valve,  approval  of. 
345-23-S A — Cornell  Falat  Oil  Burner,  approval  of. 
392-23-SA  Billow’  Class  G.  R.  Oil  Burner,  aoproval  of. 
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193-23-SA — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

197-23-S A — Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

43-23-S A — Automatic  Gas  Shut-Off,  approval  of. 
25-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 
of. 


755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-S A — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 


44-23-SA — Domestic  Fuel  Oil  Burner,  approval  of. 
I88-23-SA — Lewis  Oil  Burner,  approval  of. 

;98-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

•52-23-S  A — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

•60-23-S A — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

46-23-SA — Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

i50-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 

of. 

46-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 
69-23-S A — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

76-23-SA — Ziegler  Oil  Burner,  approval  of. 

80-23-SA — Viking  Pump,  approval  of. 

46-23-SA — Ludlow  Gas  Cut-Off  Valve,  approval  of. 
39-23-SA— National  Light  Service  Oil  Pump,  approval  of. 
46-23-SA — Heatiator  Oil  Burner,  approval  of. 

58-23-SA — Worthington  Oil  Burner,  approval  of. 
61-23-SA — Todd  Residence  Fuel  Oil  Burner,  approval  of. 

64- 23-S A — Staples  &  Pfeiffer  Oil  Burner,  apr*"wal  of. 
15-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 

approval  of. 

29-23-SA — Kerrihard  Oil  Burner,  approval  of. 
44-23-SA — Tate-Jones  No.  6  Oil  Burner,  approval  of. 
84-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 
93-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
38-23-SA— Lillibridge  Oil  Vapor  Burner,  approval  of. 
50-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 
54-24-S A — Sherman  Oil  Burner,  approval  of. 

69-24-SA — Universe  Oil  Burner,  approval  of. 

65- 24-SA — Koaless  Oil  Burner,  approval  of. 

79-24-SA — Sure  Heat  Automatic  Oil  Burner,  approval  of. 

92- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

93- 24-SA — Faultless  Oil  Burner,  approval  of. 
01-24-SA— Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

03-24-SA— Kinney  Rotating  Plunger  Pump,  approval  of. 
36-24-SA— Climax  Oil  Burner,  approval  of. 

54-24-SA— Marvel  Oil  Burner,  approval  of. 

02-24-SA—  Simplex  Mechanical  Oil  Burner,  approval  of. 
35-24- S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 


907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24- S A — Milnes  Oil  Burner,  approval  of. 

1108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 

1134-24-SA — Peerless  Automatic  Oil  Burner,  approval  of 

7142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 

1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1305-24-SA — International  Furnace  Burner,  approval  of. 

1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24-jSA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

1500-24-SA — Smolensky  Check  Valve,  approval  of. 

19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan  Brilliant  Burner,  approval  of. 

228-25-SA — Silent  Glow  Oil  Burner,  approval  of. 

242-25-SA — .Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

259-25-SA — Electrol  Automatic  Oil  Burner. 

340-25-SA — McCann-Harrison  Low  Pressure  Oil 

Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  trill  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  spplicants,  under  the  building  zone  resolution,  desire 
•pies  of  Form  13A,  for  notices  to  property  owners,  such 
^irms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
■A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row.  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 

be  supplied  by  road. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  August  7,  1925 
Restored  to  calendar  . 

Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification  . 

Requests  to  rescind  . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans . 

Administrative  requests  . 

Requests  for  interpretation . 


598 

805 

51 


93 

3 

30 

1 

14 

14 

1 

11 

1 

1 


DISPOSITION  OF  CASES. 

Withdrawn  . 

Dismissed  . . 

Denied  . 

Granted  . 

Granted  on  condition  . 

Appliances  approved  . 

Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  reopen  granted  . 

Requests  to  reopen  denied  . 

Requests  to  amend  granted  . 

Requests  to  amend  denied  . 

Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

Requests  to  rescind  granted  . 

Requests  to  rescind' denied  . 

Requests  for  extension  of  time  granted.... 

Requests  for  extension  of  time  denied  . 

Requests  for  extension  of  permit  granted _ 

Requests  for  extension  of  permit  denied . 

Requests  to  install  granted  . 

Requests  to  install  denied  . 

Plans  approved  . 

Plans  disapproved  . 

Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . . 

Interpretations  . 

Requests  withdrawn  or  dismissed . 


82» 

40 

122 

5 

471 1 
16  [ 


5 


0 


89 

3 

3 

0 

29 


0 

1  j 

0  1 
14 

0 

14 ! 
0  ! 

1  I 

if  I 


0 

0 


Total  . 

Disposed  of  . 

Cases  pending  August  7,  1925 


1623 

910 


713 


Total 


910 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
nearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


HOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . . 

Street  . 

P.  0 . 1 

My  subscription  is  to  begin  with  th**  issue  for  . . .  1925. 

36-2000-25-O’C 
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sued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  Chap.  503,  Laws  of  1916 

blished  weekly  by  the  Board  of  Standards  and  Appeals  at  its  office.  Rooms  1001  to  1015,  Municipal  Building 
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BOARD  OF  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 

es  P.  Holland  John  Dowd 

I.RY  L.  Connell  Joseph  B.  Gunnison 

c  Chief  John  Kenlon  J.  Sarsfield  Kennedy 
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!  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy 
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>rles  Brady . Supt.  of  Buildings,  Manhattan 

.  Reville . Supt.  of  Buildings,  The  Bronx 
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I  # 

communications  should  be  addressed  to  the  chairman 

of  the  board. 


CONTENTS 


his  issue  of  the  Bulletin  contains,  in  the  order 

n- 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Rules. 

Reserve  Calendar. 

Progress  Report 


Board  of  Appeals,  ^uffcMQtft  10  a.  m. 

Specif as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  ra. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon— Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday ,  Sc ptewbcr  8, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  September  15,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

>  Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 


NOTICE. 


CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  August  13,  1925. 

Cal.  No.  Department.  '  Premises  Affected. 

825-25-A . F.D . 175-185  Marcy  ave.,  Bklyn. 

-  F-70564. 

824-25-BZ . B.B.B.  ...25-41  Jamaica  ave.,  Bklyn. 

-  Applic.  13270-1925. 

823-25-A . F.D .  1979-1981  Metropolitan  ave., 

-  Ridgewood,  Q.  F-82832. 

822-25-A . F.D . 195  Washington  st.,  Man. 

-  F-82929. 

821-25-S . F.D . 247-255  W.  38th  st.,  Man. 

-  L.  D.  82171. 

820-25-BZ . B.B.B.  ...1714-1726  King’s  highway, 

-  Bklyn.  N.  B.  14071-1925. 


819-25-S . 

...F.D.  ... 

.1104-1106  Fulton  st.,  Bklyn. 

1 

818-25-BZ. . . . 

...B.B.Bx. 

L.  D.  75002. 
.E.  S.  Prospect  ave.,  77.79  ft. 

817-25-BZ. .  . . 

...B.B.B.  . 

S.  of  E.  182nd  st.,  Bx. 

N.  B.  1726-1925. 
..6002  22nd  ave.,  Bklyn. 

816-25-BZ. . . . 

...B.B.B.  . 

Applic.  12894-1925. 
..1551-1555  Coney  Island  ave., 

815-25-SA. . . . 

...F.D.  ... 

Bklyn.  Applic.  10695-1925. 

.New  Way  Gas  Generator 

814-25-SA. . . . 

...F.D.  ... 

Burner.  Appliance. 

.  Aetna  Automatic  Syphon 

813-25-SA. . . . 

...F.D.  ... 

Breaker.  Appliance. 

.  Hardinge  Oil  Burner. 

812-25- A . 

...F.D.  ... 

Appliance. 

.  S.  E.  cor.  Hobson  ave.  at  L.  I. 

811-25- A . 

...F.D.  ... 

R.  R.,  Laurel  Hill,  Q. 

L.  C.  97030. 

.  36-48  Flatbush  ave.  ext.,  Bklyn. 

810-25-A . 

...F.D.  ... 

L.  F.  74583-F.  74584. 
.Ft.  of  Greenpoint  ave.  &  New- 

809-25-S . 

...F.D.  ... 

town  Creek,  Bklyn. 

Alt.  1253-1925. 

.  29  W.  50th  st.,  Man. 

808-25-BZ. .  . . 

...B.B.Q.  ., 

Alt.  1725-1925. 
..12-24  E.  Roosevelt  ave.,  Corona, 

807-25-S . 

...F.D.  ... 

Q.  N.  B.  9000-1925. 

.Washington  st.,  Carlisle  &  West 

806-25-A . 

...F.D.  ... 

st.,  Man. 

Decision  of  bureau  of  bldgs. 
.133-135  Greene  st.,  Man. 

F-75514. 


CODE. 


F.D . 

B.B.B . 

B.B.M . 

B.B.Q . 

B.B.R . 

B.B.Bx . 

yn.D . 

Notice  is  hereby  given  that  the  board  of  appeals  and  the  ; 
board  of  standards  and  appeals  will  hold  no  hearings  during 
the  month  of  August.  The  next  regular  meeting  of  the 
board  of  appeals  will  be  held  on  September  8,  1925,  and 
that  the  next  Clerk’s  Calendar  Call  will  be  held  on  the  same 
date  at  2  p.  m.  The  next  meeting  of  the  board  of  standards 
and  appeals  will  be  held  on  September  15,  1925. 

The  office  will  be  open  as  usual  for  the  filing  of  appeals, 
applications  and  petitions,  also  for  consultations  and  other 
business. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

487-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Charles  J.  Ryan, 
owner. 

PREMISES — 1307-1319  65th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

553-25-BZ. 

APPLICANT — South  Ozone  Park  Operating  Co.,  Inc., 
owner. 

PREMISES — Northwest  corner  of  Zuider  avenue  and  Ne¬ 
braska  avenue,  South  Ozone  Park,  Borough  of 
Queens. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  the¬ 
atre  building. 

470-25-BZ. 

APPLICANT — Walter  B.  Wills,  for  Frank  Hartman, 
owner. 

PREMISES — 1219-1223  Putnam  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

575-25-BZ. 

APPLICANT — Gardiner  Conroy,  for  O’Hara  Realty 
Co.,  owner. 

PREMISES — 507-511  Flatbush  avenue  and  1118-1122 
Washington  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

586-25-BZ. 

APPLICANT — Harrison  G.  Wiseman  and  Magnuson  j 
&  Kleinert,  for  Louis  N.  Jaffe,  owner. 

PREMISES — 181-189  Second  avenue  and  240-242  East 
12th  Street,  Manhattan. 

1  O  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance 
of  a  building  for  store  and  theatre  purposes. 

1003-24-BZ. 

APPLICANT — David  Falconer,  owner. 

PREMISES — 185  Jamaica  avenue,  Long  Island  City, 
Queens. 

IQ  PERMI  I  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 
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CALENDAR 


•95-25-BZ. 

APPLICANT— Henry  Nordheim,  for  Katie  Staudermann, 
owner. 

PREMISES — 722  East  175th  street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part  from  a  resi¬ 
dence  use  to  a  business  use. 

105-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Walton  Whyte. 
Realty  Corp.,  owner. 

PREMISES — East  side  of  Jerome  avenue,  350  feet  south 
of  East  181st  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

131-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Luke  Kilgallon, 

owner. 

PREMISES— East  side  of  James  street,  136  feet  north  of 
Cornaga  avenue,  Far  Rockaway,  Queens. 

TO  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1S2-23-BZ. 

APPLICANT— George  A.  McWilliams,  owner. 

PREMISES— 1240  Castleton  avenue,  Staten  Island,  Rich¬ 
mond. 

0  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles.  (Previously  dismissed  for  lack  of 
prosecution.) 

j  _ 


BOARD  OF  APPEALS. 

Tuesday,  September  8,  1925,  at  10  a.  vi. 

Appeals  from  Administrative  Orders. 

!  316-25-A — 106-116  John  street  and  227-237  Plymouth  street, 
Brooklyn. 

446-25-A— 22-34  Bergen  avenue,  Jamaica,  Queens. 
450-25-A — 373  Vernon  avenue,  Long  Island  City,  Queens. 

>  459-25-A — 646-654  Vernon  avenue,  Long  Island  City, 
Queens. 

463-25-A — 45-47  Crosby  street,  Manhattan. 

;  150-25-A — 15-19  Amsterdam  avenue,  Manhattan. 

1  303-25- A— 120-124  West  57th  street,  Manhattan. 

1  764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 

1  resolution,  Tuesday  morning,  September  8,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

1  cal.  no.  1502-24-BZ — Application,  December  22,  1924,  under 

the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Morris 
Pomerantz,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  New  York  avenue, 

6  185.92  ft.  north  of  South  street,  Jamaica, 

Borough  of  Queens. 


cal.  no.  286-25-BZ — Application,  March  12,  1925,  under  the 
building  zone  resolution,  of  William  B. 
Seaver,  applicant,  on  behalf  of  Third 
Avenue  Railway  Company,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  2526-30  Amster¬ 
dam  avenue,  southwest  corner  of  West 
186th  street,  Manhattan. 

cal.  no.  289-25-BZ — Application,  March  13,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Max 
Zaubler,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  an  existing 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  553-559 

,  11th  street,  Brooklyn. 

« 

cal.  no.  304-25-BZ — Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica  Wa¬ 
ter  Supply  Co.,  applicant  and  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station ;  premises  west  side  of  143rd 
street,  100  ft.  south  of  111th  avenue, 
Jamaica,  Borough  of  Queens. 

cal.  no.  305-25-BZ — Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica 
Water  Supply  Co.,  applicant  and  owner, 
to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station ;  premises  west  side  of  224th 
street,  250  ft.  north  of  Foch  boulevard 
(Central  avenue),  Jamaica,  Borough  of 
Queens. 

cal.  no.  411-25-BZ — Application,  April  16,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  B.  Mar¬ 
tin,  owner,  to  permit  in  a  residence  dis¬ 
trict  the  maintenance  of  a  dancing  and 
banquet  hall;  premises  1134  Pacific 
street,  Brooklyn. 

CAL.  NO.  577-25-BZ— Application,  June  4,  1925,  under  the 
building  zone  resolution,  of  Bandler, 
Haas  and  Collins,  applicants,  on  behalf 
of  212  West  72nd  Street  Corp.,  owner, 
to  permit  in  a  residence  and  “B”  area 
district  extending  from  a  business  dis¬ 
trict,  the  alteration  and  extension  of  a 
building  to  be  used  in  part  for  business 
purposes,  also  the  omission  of  a  rear 
yard  as  required  by  the  building  zone 
resolution ;  premises  212  West  72nd 
street,.  Manhattail. 

cal.  no.  737-25-BZ — Application,  July  14,  1925,  under  the 
building  zone  resolution,  of  Frank  S. 
Parker,  engineer,  on  behalf  of  598 
Eighth  Avenue  Corporation,  lessee, 
Shapp  Realty  Co.,  owner,  to  permit  in 
a  1J4  times  district  the  erection  and 
maintenance  of  the  street  walls  to  a 
height  exceeding  the  limit  required  by 
the  building  zone  resolution ;  premises 
594-598  Eighth  avenue  and  270-274 
West  39th  street,  Manhattan. 

cal.  no.  331-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  R.  Thomas 
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Short,  architect,  on  behalf  of  Michael 
Noonan,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  an  existing  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  187A-201  Garfield 
place,  Brooklyn. 

CAL.  NO.  610-25-BZ — Application,  June  12,  1925,  under  the 
building  zone  resolution,  of  John  E.- 
Joyce,  applicant  and  owner,  to  permit 
the  conversion  from  a  residence  to  a 
business  use  (stores)  of  the  first  story 
of  a  building  located  partly  in  a  resi¬ 
dence  and  partly  in  a  business  use  dis¬ 
trict;  premises  201  East  198th  street, 
The  Bronx. 

cal.  no.  626-25-BZ — Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
1  elephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 
C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building ;  premises 
1421-1437  Ocean  avenue  and  1060-1068" 
Kenmore  place,  Brooklyn. 

cal.  no.  241-25-BZ— Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens.  ’ 

904-24-A — 235-239  West  23rd  street,  Manhattan. 

336-25- A — 46  Old  Broadway,  Manhattan. 

11 77-24- A — 79-89  Seventh  avenue,  Manhattan. 

186-25-A — 4409  New  Utrecht  avenue,  Brooklyn. 

656-25-A — 1109.45th  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  afternoon,  September  8,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters  : 

cal.  no.  240-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of’  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Harry 
J.  Lippe,  Jr.,  owner,  to  permitJn  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five^  (5)  mootr  vehicles; 
premises  1214-1216  Lind  avenue,  The 
Bronx. 

cal.  no.  327-25-BZ— Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  Richard 
Shutkind,  architect,  on  behalf  of  Rich¬ 
ard  Schmidt,  owner,  to  permit  in  a 


business  district  the  erection  and  main 
tenance  of  an  extension  to  a  dry  clean 
ing  establishment;  premises  162-16( 
Prospect  street,  Long  Island  City 
Queens. 

cal.  no.  458-25-BZ— Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  William  F 
Doyle,  applicant,  on  behalf  of  William 
Ivolle,  owner,  to  permit  in  a  busines; 
district  the  erection  and  maintenance  oi 
a  garage  for  the  storage  of  more  thar 
five  (5)  motor  vehicles;  premises  198- 
210  16th  street,  Brooklyn. 

cal.  no.  1429-24-BZ — Application,  December  3,  1924,  undet 
the  building  zone  resolution,  of  John 
De  Hart,  architect,  on  behalf  of  Johr 
J.  Daly  and  Max  L.  Fried,  owners,  tc 
permit  in  a  business  district  the  main¬ 
tenance  of  a  motor  vehicle  repair  shop 
premises  1012-1018  Avenue  St.  John 
The  Bronx. 

Wiliiam  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Building  Zone  Cases.  . 

491-25-BZ. 

APPLICANT— Edwin  W.  Crumley,  for  Carlo  De  Luca 
owner. 

PREMISES — 1413  Needham  avenue,  The  Bronx. 

1  O  PERMIT  in  a  residence  district  the  alteration  and 
change  of  occupancy  in  part  from  a  residence 
use  to  a  business  use. 

569-25-BZ. 

APPLICAN  T — John  J.  Dunnigan,  for  John  V.  Sher- 
idan  and  Georgie  McDonald  Reed,  owners. 

PREMISES— 411  East  203rd  street,  The  Bronx. 

lO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  building  for  the  use  of  cut 
stone  works. 

593- 25-BZ. 

APPLICANT  John  J.  Dunnigan,  for  Menlo  Building 
Company,  owner. 

PREMISES — Southwest  corner  of  White  Plains  avenue 
and  East  224th  street,  The  Bronx. 

1  O  PERMI I  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance 
of  a  building  for  the  use  of  store  and  theatre 
purposes. 

* 

594- 25-BZ. 

APPLICAN  I  John  J.  Dunnigan,  for  Region  Construc¬ 
tion  Company,  owner. 

PREMISES — West  side  of  Third  avenue,  270  feet  south 
of  East  183rd  street,  The  Bronx. 

I  O  I  ERMI 1  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

595- 25-BZ. 

APPLICAN  I  John  J.  Dunnigan,  for  Marie  Carberry, 
owner. 

I  REMISES — West  side  of  Third  avenue,  80.74  feet 
south  of  East  182nd  street,  The  Bronx. 

I  O  I  ERMI  1  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
(5)  motor  vehicles. 
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9-25-BZ. 

owner. 

REMISES— 4110-4118  Ninth  avenue,  Brooklyn. 

O  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  five  (5)  detached  residence 
buildings  to  be  used  for  store  purposes  on  the 
first  story. 


•6-25-BZ.  _  , 

PPLICANT— William  F.  Doyle,  for  Ferdinand  Curth, 


owner. 

REMISES— 229-233  Marion  street,  Brooklyn. 

O  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


Lr0-25-BZ. 

PPLICANT— Michael  Pellegrino,  owner. 

REMISES— Northwest  corner  of  Ocean  avenue  and  Ave¬ 
nue  U,  Brooklyn. 

0  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
five  (5)  buildings,  to  be  used  for  stores  on  the  first 
story  and  dwellings  above. 


55-25-BZ.  .  . 

APPLICANT— William  A.  Lacerenza,  for  Samuel  Klein, 


owner. 

’REMISES— 1002  St.  Johns  place,  Brooklyn.  _ 
jJ'O  PERMIT  the  extension  from  a  business  district  into  a 
residence  district  of  a  proposed  building  to  be  used 
for  business  purposes  (dance  hall). 


BOARD  OF  APPEALS. 

Tuesday,  September  15,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

I  432-25-A— 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

i  452-25-A — 4009-15  First  avenue,  Brooklyn, 
i  453-25- A — 4017-21  First  avenue,  Brooklyn. 

1  472-25-A — 1008  Whitlock  avenue,  i  he  Bronx. 

473-25- A — 1161  First  avenue,  Manhattan. 

,  628-25-A — 168-208  Marshall  street,  Brooklyn. 

$17-25- A — 1188-90  Fulton  street  and  1247-1253  Bedford 
avenue,  Brooklyn. 

I  501-25-A — 105  Bleecker  street  and  186-188  Greene  stieet, 
Manhattan. 

331-24-A — 508-534  West  212th  street,  Manhattan. 

69-25-A — 2  West  106th  street  and  451  Central  Park,  West, 
Manhattan. 

1  190-25-A — 526  Fulton  street,  Brooklyn. 

236-25-A — 1380  Metropolitan  avenue,  East  Williamsburgh, 
Queens. 

1175-24-A— 628-642  West  45th  street,  Manhattan. 

969-24- A _ 126  Franklin  street  and  220-224  West  Broadway, 

Manhattan. 

235-25-A— 217-219  West  126th  street,  Manhattan. 

278-25-A — 280  Broadway,  Manhattan. 

381-°5-A — 1229-1231  Gerard  avenue,  The  Bronx. 
1447-24-A— 8746  123rd  street,  Richmond  Hill,  Queens. 

291-25- A — 62  Stanhope  street,  Brooklyn. 

369 -25 -A — 284  Chauncey  street,  Astoria,  Queens. 

'  404-25-A— 135-147  East  8th  street,  Manhattan. 

418-25-A — 1681-1685  Broadway,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

301-25-S — 207-209  East  49th  street,  Manhattan. 

434-25-S — 186  Grand  street  and  157-161  Mulberry  street, 
Manhattan. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464- 25- S — 45-47  Crosby  street,  Manhattan. 

468- 25-S — 10-42  West  37th  street,  Manhattan. 

355-25-S — 514-516  West  57th  street,  Manhattan. 

374-25-S — 963-965  Kent  avenue,  Brooklyn. 

461-25-S — 251-255  West  39th  street,  Manhattan. 

465- 25-S — 26-34  Sullivan  street  and  47-49  Watts  street, 

Manhattan. 

440-25-S — 352  East  76th  street,  Manhattan. 

444-25-S — 27-35  West  24th  street,  Manhattan. 

448-25-S— 26  West  20th  street,  Manhattan. 

469- 25- S — 692-694  Broadway  and  388  Lafayette  street, 

Manhattan. 

481-25-S — 237-239  Lafayette  street,  Manhattan. 

500-25-S — 873  Sixth  avenue,  Manhattan. 

415-25-S — 338-340  Flushing  avenue,  Brooklyn. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

430-25-S — 365-367  Canal  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

1525-24-S — 107  East  31st  street,  Manhattan. 

718-18-S — 17-23  East  Broadway,  Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 

321-25-S — 232-234  West  37th  street,  Manhattan. 


BOARD  OF  APPEALS. 

4 

Tuesday,  September  22,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1486-24-A — Southwest  confer  of  Cypress  avenue  and  Center 
street,  East  Williamsburgh,  Queens. 

159-25-A — East  side  of  Broadway,  from  116th  street  and 
120th  street,  Manhattan. 

378-25- A — West  side  of  Van  Alst  avenue,  115  ft.  south  of 
South  Jane  street,  Long  Island  City,  Bor¬ 
ough  of  Queens. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  22.  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

CAI..  no.  136-24-BZ — Application,  January  29,  1924,  under 
.  the  building  zone  resolution,  of  John 

J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The  Bronx. 
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cal.  no.  1455-24-BZ— Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  Edlar  Realty 
Corp.,  owner,  A.  Troskowsky,  sub-les¬ 
see,  to  perfhit  in  a  business  district  the 
maintenance  of  a  motor  vehicle  repair 
shop;  premises  34  Tieman  place,  Man¬ 
hattan.  : 

cal.  no.  2G2-25-BZ — Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Max  N. 
Newman,  applicant,  on  behalf  of  Irene 
Thatcher,  owner,  to  permit  in  an  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte- 
nace  of  a  building  to  be  used  for  store 
purposes;  premises  1406-1414  Elm  ave¬ 
nue,  Brooklyn. 

cal.  no.  270-25-BZ— Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Schi- 
nasi  Commercial  Corp.,  to  permit  in  a 
business  district  and  within  200  ft.  of 
a  hospital  the  use  and  occupancy  of  an 
existing  building  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  32-36  West  100th 
street,  Manhattan. 

cal.  no.  359-25-BZ — Application,  April  2,  1925,  under  the 
building  zone  resolution,  of  William  H, 
Kehoe,  applicant,  on  behalf  of  Horlick 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  1026-1042 
Liberty  avenue,  southwest  corner  of 
Crescent  street,  Brooklyn. 

cal.  no.  363-25-BZ— Application,  April  3,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  Rosa 
Morizio,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  building  to  be  used  as  a  poultry 
slaughter  house;  premises  east  side  of 
Private  Right  of  Way,  226  ft.  north 
of  84th  street,  Brooklyn. 

cal.  no.  389-25-BZ — Application,  April  11,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Patrick 
Tague,  owner,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  136-140  Hall  street,  Brooklyn. 

cal.  no.  405-25-BZ — Application,  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes  ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  455-25-BZ— Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Gould 
Mersereau  Company,  owner,  to  permit  . 
in  a  business  district  the  erection  of  a 
building  and  the  use  of  more  than  25 
per  cent  of  its  total  floor  space  for  fac¬ 
tory  purposes;  premises  east  side  of 
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Nott  avenue,  90  ft.  east  of  Van  Alst 
avenue,  Long  Island  City,  Borough  of 
Queens. 

CAL.  NO.  474-25-BZ— Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  Mary  A.  Dalton,  owner, 
Gussie  Realty  Co.,  Inc.,  lessee,  to  per¬ 
mit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  1145-1149  Ogden 
avenue,  The  Bronx. 

cal.  no.  314-25-BZ— Application,  March  23,  1925,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  the  Estate 
of  Fredk.  Fischer,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles - 
premises  1160-1162  Intervale  avenue’, 
The  Bronx. 

cal.  no.  490-25-BZ— Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Philip  J. 
Bendish,  applicant  and  owner,  to  permit 
in  a  residence  district  the  alteration  of 
an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles- 
premises  342  West  70th  street,  Manhat¬ 
tan. 

cal.  no.  497-25-BZ— Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  John  W. 
Clancy,  applicant,  on  behalf  of  Sally  C. 
Crane,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2180- 
2182  Folin  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS 

SPECIAL  MEETING. 

Tuesday,  September  22,  1925,  at  2  p.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  September  22,  1925,  at 
2  o  dock,  in  Room  1013,  Municipal  Building,  on  the  fol¬ 
lowing  matter: 

CAL.  NO.  486-25-BZ.— Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Estate 
of  George  Friedland,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  113-117  Chrystie  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  September  25,  1925,  at  2  p.  m. 

77-25-SR— Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


CALENDAR 


BOARD  OF  APPEALS. 

Tuesday,  September  29,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

18-25-A — East  side  of  Newtown  Creek,  586.63  feet  north 
of  Grand  street,  Maspeth,  Queens. 

45-25-A — 104-106  West  49th  street,  Manhattan. 

3-25- A — Southwest  corner  of  University  avenue  and  West 
181st  street,  The  Bronx. 

17-25-A — 286-304  Furman  street,  Brooklyn. 

54-25-A — 83-101  North  Third  street  and  209-219  Wythe 
avenue,  Brooklyn. 

56-25-A — 51  Henry  street,  Winfield,  L.  I.,  Queens. 
64-25-A — 106-110  Seventh  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
a  public  hearing  under  the  provisions  of  the  building  zone 
solution,  Tuesday  morning,  September  29,  1925,  at  10 
clock,  in  Room  1013*  Municipal  Building,  on  the  follow- 
g  matters : 

iL.  no.  85-25-BZ — Application,  January  21,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Mi¬ 
chael  T.  Watts,  lessee,  to  permit  part¬ 
ly  in  a  business  district  and  partly  in 
a  residence  district  the  maintenance  of 
an  open  garage  parking  space  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  332  West  57th  street, 
Manhattan. 

a.,  no.  298-25-BZ — Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

L.  no.  1091  -24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  ti  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue. 
The  Bronx. 

iL.  no.  402-25-BZ — Application,  April  14,  1925,  under  the 
building  zone  resolution,  of  William  F. 
.  Doyle,  applicant,  on  behalf  of  Emma  A. 
Justice,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises 
southeast  corner  of  East  182nd  street 
and  Folin  street,  The  Bronx. 

\L.  no.  429-25-BZ — Application,  April  21,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Gardstein,  architect,  on  behalf  of  Isa¬ 
belle  Weber,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  residence  building  to  be  used 
for  storq,  purposes  on  the  first  story ; 
premises  2374-2376  60th  street,  Brook¬ 
lyn. 

no.  551-25-BZ— Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  H. 
Eccles,  architect,  on  behalf  of  Henry 


Hellenek,  owner,  to  permit  in  a  busi¬ 
ness  district  and  also  within  200  ft.  of 
a  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
south  side  of  Patterson  avenue,  50  ft. 
west  of  Ely  avenue,  Astoria,  Borough 
of  Queens. 

cal.  no.  1534-24-BZ — Application,  December  30,  1924,  under 
the  building  zone  resolution,  of  William 
J.  Conway,  architect,  on  behalf  of  John 
Muldoon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  64-68  West  9th  street,  Brook¬ 
lyn. 

cal.  no.  87-25-BZ — Application,  January  21,  1925,  under  the 
building  zone  resolution,  of  David  L. 
Malbin,  applicant,  on  behalf  of  Pasquale 
Sabbarese,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  617-633  Brooklyn  avenue, 
Brooklyn. 

cal.  no.  306-25-BZ — Application,  March  19,  1925,  under 
the  building  zone  resolution,  of  William 
Farrell,  architect,  Emil  E.  Gabler, 
owner,  Casanova  Nash  Sales  Corp.,  les¬ 
see,  to  permit  in  a  business  district  the 
use  and  occupancy  of  a  new  building 
as  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
700  Southern  boulevard,  northeast  cor¬ 
ner  of  Leggett  avenue,  The  Bronx. 

cal.  no.  343-25-BZ — Application,  March  30,  1925,  under  the 
building  zone  resolution,  of  Benjamin 
Bag,  applicant,  on  behalf  of  Bay  Ridge 
Building  Materials  Corporation,"  owner, 
to  permit  in  a  residence  district  the 
maintenance  of  a  building  material  stor¬ 
age  yard;  premises  244  69th  street, 
Brooklyn. 

William  E.  Walsh,  Chairman. 


■  KL 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  29,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 7-m-744  Broadway,  Manhattan. 

433-25-S- — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S— -134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

27 4-25- S — 36  West  36th  street,  Manhattan. 

533- 25 -S — 269-71  State  street,  Brooklyn. 

501-25-S — 6  West  29th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

535-25-SA — Universe  Automatic  Oil  Burner,  approval  of. 
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CALENDAR 


BOARD  OF  APPEALS. 

Tuesday,  October  6,  1925,  at  10  a,  in. 

Appeal  from  Administrative  Order. 

510-25- A — 102  71st  street,  Brooklyn. 

Under  the  Building  Zone  Resolution, 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  October  6,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 

cal.  no.  1250-24-BZ — Application,  October  21,  1924,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  for  Anna  M.  Fischetti,  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises ;  premises  87 
Clermont  avenue,  rear,  Brooklyn. 

CAL.  NO.  1453-24-BZ— Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  James 
Murphy,  owner,  to  permit  in  a  residence 
i  district  the  erection  and  maintenance  of 

a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  24 
Evelyn  place,  southeast  corner  of  Da¬ 
vidson  avenue,  The  Bronx. 

cal.  no.  97-25-BZ.— Application,  January  23,  1925,  under  the 
building  zone  resolution,  of  Robert 
Kaplan,  architect  and  engineer,  on  be¬ 
half  of  Ros-Sil  Realty  Corporation, 
owner,  to  permit  in  a  business  and  “B” 
area  district  the  maintenance  of  a  rear 
yard  less  in  depth  than  that  required 
by  the  building  zone  resolution ;  prem¬ 
ises  13  West  36th  street,  Manhattan. 

CAL.  NO.  484-25-BZ— Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Helen 
Pelcyger,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  836-846  Crown  street,  south¬ 
west  Corner  of  Ford  street,  Brooklyn. 

CAL.  NO.  143-25-BZ.— Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 


Thatcher,  applicant  and  owner,  to  pe 
mit  in  a  business  district  the  erectic 
and  maintenance  of  a  garage  for  tl 
storage  -of  more  than  five  (5)  mote 
vehicles ;  premises  northwest  corner  < 
Coney  Island  avenue  and  Avenue  : 
Brooklyn. 

cal.  no.  225-25-BZ — Application,  February  25,  1925,  und* 
the  building  zone  resolution,  of  Thom. 
O’Rourke  Gallagher,  applicant,  on  b 
half  of  Mymaud  Construction  G 
owner,  to  permit  in  a  business  distri 
the  erection  and  maintenance  of  a  g 
rage  for  the  storage  of  more  than  fr 
(5)  motor  vehicles;  premises  southwe 
corner  of  Metropolitan  avenue  ai 
125th  street,  Richmond  Hill,  Borous 
of  Queens. 

cal.  no.  269-25-BZ— Application,  March  10,  1925,  under  t 
building  zone  resolution,  of  Willia 
A.  Giesen,  architect,  on  behalf  of  Agn 
Connolly,  owner,  to  permit  in  a  re 
dence  district  the  erection  and  mainl 
nance  of  a  garage  for  Jthe  storage 
five  (5)  pleasure  motor  vehicles,  fo 
(4)  spaces  rented  to  persons  not  i 
'  siding  on  the  premises;  premises  28 
Pond  place,  The  Bronx. 

cal.  no.  447-25-BZ — Application,  April  27,  1925,  under  t 
building  zone  resolution,  of  Benj.  Drit 
ler,  Jr.,  architect,  on  behalf  of  Incc 
porated  Parkway  Builders,  Inc.,  own 
to  permit  partly  in  a  business  distr 
and  partly  in  a  residence  district  e 
tending  from  an  unrestricted  district  t 
erection  and  maintenance  of  a  gara 
for  the  storage  of  more  than  five  ( 
motor  vehicles;  premises  71-85  Cat 
place.  Brooklyn. 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  t 
building  zone  resolution,  of  Sam 
Schlau,  applicant,  on  behalf  of  Isa 
Burger,  owner,-  to  permit  in  an 
area  district  the  erection  of  a  bui 
ing,  the  area  of  which  is  in  exc< 
of  that  permitted  in  such  district;  pre 
ises  123-02  and  123-08  Rockaway  Bea 
boulevard,  Rocka-way  Park,  Borough 
Queens. 

William  E.  Walsh,  Chairman 


CONCRETE  RULES 

USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  hme  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  cii  lime  which  may  be  incorporated 


for  each  ninety-five  pound  bag  of  Portland  cement. 

1-1 J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag 
cement. 

1-2 p2- 5  Mix,  6  pounds  of  hydrated  lime  per  bag 
cement.  . 

For  hand  mixed  concrete,  the  hydrated  lime  and  T  ( 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which 
to  be  deposited  under,  water. 
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RULES 


FIRE  RETARDING  RULES 


adopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
'ehicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga- 
ages,  motor  vehicle  repair  shops  and  oil  selling  stations 
ny  material  or  form  of  construction  shall  be  deemed 
re-retarding  within  the  meaning  of  §73,  subdivision  3, 
i  the  building  code,  that  resists  the  action  of  flame 
nd  heat  when  subjected  to  a  continuous  fire  for  one 
our  at  an  average  temperature  of  seventeen  hundred 
1700)  degrees  Fahrenheit  without  the  passage  of  flame, 
nd  with  a  maximum  temperature  rise  to  four  hundred 
400)  degrees  Fahrenheit  on  the  side  away  from  the 
ire.  The  point  at  which  the  temperature  of  transmitted 
ieat  is  measured  shall  be  protected  from  external  air 
nd  weather  conditions.  * 

When  the  test  specimen  is  in  the  form  ot  partition 
onstruction,  the  area  under  test  shall  be  not  less  than 
,ne  hundred  (100)  square  feet  and  least  dimension 
hall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
,f  floor  construction,  the  area  under  test  shall  be  not 
ess  than  two  hundred  (200)  square  feet  and  the  least 
iitnension  shall  be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support 
he  live  load 'for  which  it  is  designed,  and  after  the  fire 
■hall  safely  sustain  twice  the  designed  live  load  with  a 
maximum  deflection  of  not  more  than  one  two-hun- 
lredth  (1/200)  part  of  the  span.  . 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
joisted  floor  construction  shall  be  accepted  as  fire-re¬ 
tarding  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  sta¬ 
tions  when  the  beams  are  protected  on  the  upper  and 
under  sides  with  the  fire-retarding  materials  specified 
in  rules  for  floor  and  ceiling  coverings.  . 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  upper  sides  of  wood  flodr  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations:  ,  ,  ,  a 

(a)  Seven-eighths  (%)  inch  wood  underflooring 

protected  with  a  membrane  of  two-ply  waterproof¬ 
in'0'  covered  with  not  less  than  two  and  one-half 
(2 °/2)  inches  of  1:2)4  :5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  (J4)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  ( 2l/2  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 

1917.)  ,  ,  ...  . 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  undersides  of  wood  floor  !:.anls 
in  joisted  floor  construction  in  non-fireproof  buddings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations:  .  ,  .  .,  .  .  , 

(a)  One-half  04)  inch  plaster  boards  with  pointed 

joints  covered  with  No.  26  U.  S.  gauge  sheet  meta 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 

inches  on  centers;  .  , 

(b)  Two  thicknesses  of  one-quarter  (%)  inct] 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  turring 
strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 


(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  (^4)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  (-)4)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (%)  inch  wood  sheathing, 
one-half  (J4)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (£6)  inch  wood  sheathing, 
two  thicknesses  of  one-quarter  (]4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S-  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  ~>etal  with  one-inch  lapped  seams. 
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BOARD  OF  APPEALS. 

Appeals  from  Administrative  Orders. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A— Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19- A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19-A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19- A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 
981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — iPier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20- A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20-A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A — Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20-A — Pier  20,  East  River  Manhattan. 

420- 20-A — Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue,  Brooklyn. 

422- 20  A — Pier  29,  foot  of  Harrison  street,  Brooklyn. 


423-20-A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20- A — Pier  between  North  4th  and  5th  streets,  Broc 
lyn. 

907-21-A — East  side  South  street,  foot  of  Dover  stre 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  stre 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A — Pier  3,  between  Main  and  Dock  streets,  Broc 

lyn. 

1542- 21-A — Pier  3,  between  Main  and  Dock  Streets,  Broc 

lyn. 

1543- 21-A — Pier  2,  between  Main  and  Dock  streets,  Broc 

lyn. 

1544- 21-A — Pier  2,  between  Main  and  Dock  streets,  Broc 

lyn. 

1545- 21-A— Pier  2,  between  Main  and  Dock  streets,  Broc 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval 
1636-21-SA — Gilbert  &  Barker  Oil  Burner. 

337-22-S — Elkbard  Brass  Company,  Siamese  Connects 
approval  of. 

357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval 
392-22-S — The  Surface-Combustion  Company  Low  Pr 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S— Howard  Water  Pressure  Reducing  Devices,  i 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S— Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S— Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of 
1173-22-S— Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systei 

approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burn 
approval  of. 

1395-22-S— Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Val 
approval  of. 

92-23-SA — Surface  Combustion  Low  Pressure  Fuel  1 
Burner,  approval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  0 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA — '“Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 
392-23-SA — “Billow”  Class  G.  R.  Oil  Burner,  approval 
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J-23-SA— "Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

<_23-SA— Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

i-23-SA— Automatic  Gas  Shut-Off,  approval  of. 
i-23-SA — Tilman- White  Gas  Cut-Off  Valve,  approval 
of. 

1- 23-SA— Domestic  Fuel  Oil  Burner,  approval  of. 
3-23-SA— -Lewis  Oil  Burner,  approval  of. 

3-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

2- 23-SA— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 

lyn  Co.)_ 

9-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

3- 23-SA— Frankfort  Type  “P”  Low  Pressure  Oil  Burner. 

approval  of. 

0-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
0f- 

6-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 
9-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

6-23-SA— Ziegler  Oil  Burner,  approval  of. 

0-23-SA— Viking  Pump,  approval  of. 

6-23-SA— Cudlow  Gas  Cut-Off  Valve,  approval  of. 

9- 23-SA— National  Light  Service  Oil  Pump,  approval  of. 
6-23-SA— Heatiator  Oil  Burner,  approval  of. 

8-23-SA— Worthington  Oil  Burner,  approval  of. 
1-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 

4- 23-SA— Staples  &  Pfeiffer  Oil  Burner,  apr-mral  of. 
5.23-SA— Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 

approval  of. 

I9-23-SA— Kerrihard  Oil  Burner,  approval  of. 

■4-23-SA — Tate- Jones  No.  6  Oil  Burner,  approval  of. 
14-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 
)3-23-SA— Newport  Rotary  Oil  Burner,  approval  of. 
;8-23-S A — Lillibridge  Oil  Vapor  Burner,  approval  of. 

10- 23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 
)4-24-SA — Sherman  Oil  Burner,  approval  of. 

)9-24-SA— Universe  Oil  Burner,  approval  of. 

:  55-24-SA— Koaless  Oil  Burner,  approval  of. 

:9-24-SA— Sure  Heat  Automatic  Oil  Burner,  approval  of. 
92-24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 
approval  of. 

1 D3-24-SA — Faultless  Oil  Burner,  approval  of. 

;  H-24-SA— Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

33-24- S A — Kinney  Rotating  Plunger  Pump,  approval  of. 
36-24- SA^ — Climax  Oil  Burner,  approval  of. 
i  54-24-SA — Marvel  Oil  Burner,  approval  of. 

02-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 
35-24-S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 


755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

10 1 6-24- S A — Milnes  Oil  Burner,  approval  of. 

1108-24-S  A— Simplicity  Fuel  Oil  Burner,  approval  of. 

1134-24-S A— Peerless  Automatic  Oil  Burner,  approval  of 

:i42-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 

1146-24-SA— Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA— Hart  Automatic  Fuel  Oil  Burner,  approval 
of.  . 

1 191- 24-S A — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA— Kemp  Oil  Burner,  approval  of. 

1 197-24-S A — Yankee  Oil  Burner,  approval  of. 

1 254 -24- S A — Tate- Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295-24-SA-A.-B.-C.  Oil  Burner,  approval  of. 

1290-24-SA— Chalmers  Oil  Burner,  approval  of. 

1305-24-S A — International  Furnace  Burner,  approval  of. 

1337-24-SA— Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24-SA— Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1 372-24 -S A — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 
of. 

1 500-24-S A — Smolensky  Check  Valve,  approval  of. 

19-25-SA— Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA— Keenan  Brilliant  Burner,  approval  of. 

228-25-SA— Silent  Glow  Oil  Burner,  approval  of. 

242-25- SA— Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

259-25- S A — Electrol  Automatic  Oil  Burner. 

340-25-SA — McCann-Harrison  Low  Pressure  Oil 

Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,'  of  this  board,  court  or  department  actions , 
and  will  remain  thereon  until  the  aforesaid  reports,  couit 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


FORMS  FOR  N  OTI CES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
"pies  of  Form  13A,  for  notices  to  property  owners,  such 
arms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  rorm 

i A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  ovvn  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 


905 


PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  August  13,  1925  .  .  825 

Restored  to  calendar  .  51 

Miscellaneous  Applications. 

Requests  to  reopen  .  93 

Requests  to  amend  . ' .  3 

Requests  for  modification  .  30 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  14 

Requests  for  extension  of  permit . .* .  14 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans . .  11 


Administrative  requests  .  1 

Requests  for  interpretation .  1 

Total  .  1643 

Disposed  of  .  91-0 


Cases  pending  August  13,  1925 


DISPOSITION  OF  CASES. 


Withdrawn  .  i; 

Dismissed  . 

Denied  .  12 

Granted  . 

Granted  on  condition  .  47 

Appliances  approved  .  1 


Appliances  dismissed,  disapproved  or  withdrawn 


Rules  approved  . . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  8 

Requests  to  reopen  denied  . 

Requests  to  amend  granted  . 

Requests  to  amend  denied  .  i 

Requests  for  modification  granted  .  2! 

Requests  for  modification  denied  .  < 

Requests  to  rescind  granted  . 

Requests  to  rescind  denied  .  i 

Requests  for  extension  of  time  granted .  1> 

Requests  for  extension  of  time  denied  .  < 

Requests  for  extension  of  permit  granted .  1 

Requests  for  extension  of  permit  denied .  ( 

Requests  to  install  granted  . 

Requests  to  install  denied  . 

Plans  approved  .  1 

Plans  disapproved  .  | 

Administrative  requests  granted  .  t 

Administrative  requests  denied  or  withdrawn  . 

Interpretations  . 

Requests  withdrawn  or  dismissed .  t 

Total  . 91( 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
bearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third ,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


HOARD  OF  STANDARDS  AND  APPEALS, 
Room  1001,  Municipal  Building, 

New  York  City. 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth ,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  -receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  tc 

Name  . 

Street  . 

P.  O . 


My  subscription  is  to  begin  with  th**  issue  for 


1925. 

36-2000-25-O’C 
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A*Y  Of  rNr 

DATES  AND  HOURS  OF  MEETINQ. 
Board  of  Appeals,  Tuesdayf^^fc,- la  a.  m. 

Special  meetings  as  listed  in  this  Xaletrifer. 


Call  of  Clerk’s  Calendy^.  Juesdays,  a*  2  p.  nj. 

Board  of  Standards  and  A$tesftsy&9LJi?^;4n  the  Caf- 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  September  8, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  September  15,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


'ffice — Municipal  Building,  Rooms  1001  to  1015. 
elephone — Worth  0184. 

•  ffice  Hours — 9  a.  m.  to  4  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

Ill  communications  should  be  addressed  to  the  chairman 

of  the  board. 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
iven — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Rules. 

Reserve  Calendar. 

Progress  Report. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal, .  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

.  Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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DOCKET. 

Netv  Cases  Filed  Week  Ending  August  20,  1925. 

Cal.  No.  Department.  Premises  Affected. 

845-25-BZ . B.B.Bx.  .Inwood  avenue,  N.  E.  cor. 

Macombs  rd.,  Bx. 

“  N.  B.  1005-1925. 

844-25-BZ . B.B.Bx.  .967  Aldus  st.,  Bx. 


Alt.  582-1924. 

843-25-A . F.D . 4572  White  Plains  rd.,  Bx. 

L.  C.  30620. 

842-25-BZ . B.B.B.  ..22-36  Caton  pi.,  Bklyn. 

Applic.  4273-1925. 

•F.D . 449-4,jy  7th  ave.,  Man. 

N.  B.  1589-1924. 
•F-D .  1239  Broadway.  Man. 

’  L.  D.  82031. 

839-25-BZ . B.B.B.  ..1751-65  67th  st.,  Bklyn. 

Applic.  14029-1925. 


NOTICE. 

Notice  is  hereby  given  that  the  board  of  appeals  and  t 
board  of  standards  and  appeals  will  hold  no  hearings  durir 
the  month  of  August.  The  next  regular  meeting  of  tl 
board  of  appeals  will  be  held  on  September  8,  1925,  at 
that  the  next  Clerk’s  Calendar  Call  will  be  held  on  the  san 
date  at  2  p.  m.  The  next  meeting  of  the  board  of  standan 
and  appeals  will  be  held  on  September  15,  1925. 

The  office  will  be  open  as  usual  for  the  filing  of  appeal 
applications  and  petitions,  also  for  consultations  and  oth< 
business. 


841-25-A , 


840-25-S . .  . 


J.  Ryai 


838  2t>-BZ . B.B.B.  ..1901-11  Cropsey  ave.,  Bklyn. 

~  *  Applic.  13660-1925. 

831- 25-S . F.D . 184  Boerum  st.,  Bklyn. 

L.  D.  48777. 

•F.D . National  Rotary  Oil  Burner. 

Appliance. 

835-25‘A . F.D . 203-5  W.  40th  st.,  Man. 

'  "  L.  C.  29489. 

834'25-S . F.D . 390-396  Berry  st.,  Bklyn. 

.  ~~  F.  70851. 

833-25-S . F.D . 226  E.  144th  st.,  Bx. 

~  ~  L-  72411. 

832- 25-A . F.D . 226  E.  144th  st.,  Bx. 


836-25-SA. . 


E.  72413. 

831-2.J-A . F.D . 3140  Kingsbridge  ter.,  Bx. 

~~  L.  C.  30508. 

830-25-BZ . B.B.Bx.  .3455-57  Bailey  ave.,  Bx. 

N.  B.  1313-1925 

829-25-BZ . -.345-355  Classon  ave.,  Bklyn. 

SOQ  or  r>7  „  Applic.  9918-1925. 

°  . B-Q.  --S.  E.  cor.  2nd  &  Newtown  aves., 

Long  Island  City,  Q. 

~  0-  ,  N.  B.  8889-1925. 

. B.B.M.  ..322-34  3rd  ave.,  Man, 

55or  or  r> v  ^  VioL  2767-1925. 

26-„o-BZ . B.B.B.  ..3002-12  Ave.  N,  Bklyn. 

Applic.  11227-1925. 


CODE. 

F.D . 

j-)  . hire  Department 

ggg  . Health  Department 

R*R*\f  . -Bureau  of  Buildings,  Brooklyn 

bb'q . Bureau  of  Buildings,  Manhattan 

r'r'p . -^..Bureau  of  Buildings,  Queens 

B  BBx . Bureau  of  Buildings,  Richmond 

<p  Rf  j-, . Bureau  of  Buildings,  Bronx 

. ^  enement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

4  87-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Charles 
owner. 

PREMISES— 1307-1319  65th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in 
residence  district  the  erection  and  maintenance  of 
garage  for  the  storage  of  more  than  five  (5)  mote 
vehicles. 

553-25-BZ. 

APPLICANT — South  Ozone  Park  Operating  Co.,  Inc 
owner. 

T  REMISES  Northwest  corner  of  Zuider  avenue  and  Ne 
braska  avenue,  South  Ozone  Park,  Borough  o 
Queens. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi 
ness  district  the  erection  and  maintenance  of  a  the 
atre  building. 

470-25-BZ. 

APPLICANT  Walter  B.  Wills,  for  Frank  Hartman 
owner. 

PREMISES — 1219-1223  Putnam  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  thai 
five  (5)  motor  vehicles. 

575-25-BZ. 

APPLICANT— Gardiner  Conroy,  for  O’Hara  Realtj 
Co.,  owner. 

PREMISES  507-511  Flatbush  avenue  and  1118-112$ 
Washington  avenue,  Brooklyn. 

lO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

586-25-BZ. 

APPLICANT— Harrison  G.  Wiseman  and  Magnuson 

•  &  Kleinert,  for  Louis  N.  Jaffe,  owner. 

PREMISES — 181-189  Second  avenue  and  240-242  East 
12th  Street,  Manhattan. 

TO  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance 
of  a  building  for  store  and  theatre  purposes. 

1003-24-BZ. 

APPLICANT — David  Falconer,  owner. 

PREMISES— 185  Jamaica  avenue,  Long  Island  City, 
Queens. 

TO  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 
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05-25 -BZ. 

VPPLICANT — Henry  Nordheim,  for  Katie  Staudermann, 
owner. 

’REMISES — 722  East  175th  street,  The  Bronx. 

0  PERMIT  in  a  residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part  from  a  resi¬ 
dence  use  to  a  business  use. 

05-25-BZ. 

vPPLICANT — William  F.  Doyle,  for  Walton  Whyte 
Realty  Corp.,  owner. 

’REMISES — East  side  of  Jerome  avenue,  350  feet  south 
of  East  181st  street,  The  Bronx. 

.0  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

31-25-BZ. 

VPPLICANT — William  F.  Doyle,  for  Luke  Kilgallon, 
j.  owner. 

’REMISES — East  side  of  James  street,  136  feet  north  of 
Cornaga  avenue,  Far  Rockaway,  Queens. 

0  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

82-23-BZ. 

vPPLfCANT — George  A.  McWilliams,  owner. 

’REMISES — 1240  Castleton  avenue,  Staten  Island,  Rich¬ 
mond. 

0  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles.  (Previously  dismissed  for  lack  of 
prosecution.) 


BOARD  OF  APPEALS. 

Tuesday,  September  8,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

316-25-A — 106-116  John  street  and  227-237  Plymouth  street, 
Brooklyn. 

446-25-A — 22-34  Bergen  avenue,  Jamaica,  Queens. 
450-25-A — 373  Vernon  avenue,  Long  Island  City,  Queens. 
459-25-A — 646-654  Vernon  avenue,  Long  Island  City, 
Queens. 

463-25-A — 45-47  Crosby  street,  Manhattan. 

150-25-A — 15-19  Amsterdam  avenue,  Manhattan. 

'  303-25-A — 120-124  West  57th  street,  Manhattan. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
>f  a  public  hearing  under  the  provisions  of  the  building  zone 
esolution,  Tuesday  morning,  September  8,  1925,  at  10 
•  clock,  in  Room  1013,  Municipal  Building,  on  the  follow- 
ng  matters : 

al.  no.  1502-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Morris 
Pomerantz,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  New  York  avenue, 
185.92  ft.  north  of  South  street,  Jamaica, 
Borough  of  Queens. 


cal.  no.  286-25-BZ — Application,  March  12,  1925,  under  the 
building  zone  resolution,  of  William  B. 
Seaver,  applicant,  on  behalf  of  Third 
Avenue  Railway  Company,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  2526-30  Amster¬ 
dam  avenue,  southwest  corner  of  West 
186th  street,  Manhattan. 

cal.  no.  289-25-BZ — Application,  March  13,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Max 
Zaubler,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  an  existing 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  553-559 
11th  street,  Brooklyn. 

cal.  no.  304-25-BZ — Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica  Wa¬ 
ter  Supply  Co.,  applicant  and  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station ;  premises  west  side  of  143rd 
street,  100  ft.  south  of  111th  avenue, 
Jamaica,  Borough  of  Queens. 

cal.  no.  305-25-BZ — Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica 
•  Water  Supply  Co.,  applicant  and  owner, 
to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station ;  premises  west  side  of  224th 
street,  250  ft.  north  of  Foch  boulevard 
(Central  avenue),  Jamaica,  Borough  of 
Queens. 

cal.  no.  411-25-BZ — Application,  April  16,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  B.  Mar¬ 
tin,  owner,  to  permit  in  a  residence  dis¬ 
trict  the  maintenance  of  a  dancing  and 
banquet  hall;  premises  1134  Pacific 
street,  Brooklyn. 

cal.  no.  577-25-BZ — Application,  June  4,  1925,  under  the 
building  zone  resolution,  of  Bandler, 
Haas  and  Collins,  applicants,  on  behalf 
of  212  West  72nd  Street  Corp.,  owner, 
to  permit  in  a  residence  and  “B”  area 
district  extending  from  a  business  dis¬ 
trict,  the  alteration  and  extension  of  a 
building  to  be  used  in  part  for  business 
purposes,  also  the  omission  of  a  rear 
yard  as  required  by  the  building  zone 
resolution;  premises  212  West  72nd 
street,  Manhattan. 

cal.  no.  737-25-BZ — Application,  July  14,  1925,  under  the 
building  zone  resolution,  of  Frank  S. 
Parker,  engineer,  on  behalf  of  598 
Eighth  Avenue  Corporation,  lessee, 
Shapp  Realty  Co.,  owner,  to  permit  in 
a  1 ]/2  times  district  the  erection  and 
maintenance  of  the  street  walls  to  a 
height  exceeding  the  limit  required  by 
the  building  zone  resolution ;  premises 
594-598  Eighth  avenue  and  270-274 
West  39th  street,  Manhattan. 

cal.  no.  331-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  R.  Thomas 
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Short,  architect,  on  behalf  of  Michael 
Noonan,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  an  existing  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  187A-201  Garfield 
place,  Brooklyn. 

cal.  no.  610-25-BZ — Application,  June  12,  1925,  under  the 
building  zone  resolution,  of  John  E. 
Joyce,  applicant  and  owner,  to  permit 
the  conversion  from  a  residence  to  a 
business  use  (stores)  of  the  first  story 
of  a  building  located  partly  in  a  resi¬ 
dence  and  partly  in  a  business  use  dis¬ 
trict;  premises  201  East  198th  street, 
The  Bronx. 

CAL.  NO.  626-25-BZ— Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 
C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building ;  premises 
1421-1437  Ocean  avenue  and  1060-1068* 
Kenmore  place,  Brooklyn. 

cal.  no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

Willia(m  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

904-24- A — 235-239  West  23rd  street,  Manhattan. 

336-25-A — 46  Old  Broadway,  Manhattan. 

1177-24- A — 79-89  Seventh  avenue,  Manhattan. 

186-25- A — 4409  New  Utrecht  avenue,  Brooklyn. 

656-25-A — 1109  45th  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  afternoon,  September  8,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters: 

cal.  no.  240-25-BZ— Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Harry 
J.  Lippe,  Jr.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  mootr  vehicles; 
premises  1214-1216  Lind  avenue,  The 
Bronx. 

CAL.  NO.  327-25-BZ— Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  Richard 
Shutkind,  architect,  on  behalf  of  Rich¬ 
ard  Schmidt,  owner,  to  permit  in  a 


business  district  the  erection  and  mail 
tenance  of  an  extension  to  a  dry  cleai 
ing  establishment;  premises  162-l( 
Prospect  street,  Long  Island  Cit 
Queens. 

cal.  no.  458-25-BZ — Application,  April  29,  1925,  under  tl 
building  zone  resolution,  of  William  ] 
Doyle,  applicant,  on  behalf  of  Williai 
Nolle,  owner,  to  permit  in  a  busine: 
district  the  erection  and  maintenance  c 
a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles;  premises  195 
210  16th  street,  Brooklyn. 

cal.  no.  1429-24-BZ — Application,  December  3,  1924,  unde 
the  building  zone  resolution,  of  Joh 
De  Hart,  architect, ^on  behalf  of  Joh 
J.  Daly,  and  Max  L.  Fried,  owners,  t 
permit  in  a  business  district  the  mair. 
tenance  of  a  motor  vehicle  repair  shop 
premises  1012-1018  Avenue  St.  Johr 
The  Bronx. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

491-25-BZ. 

APPLICANT— Edwin  W.  Crumley,  for  Carlo  De  Luca 
owner. 

? STT1.4 1 3  Needham  avenue,  The  Bronx. 

lO  PLRMil  in  a  residence  district  the  alteration  am 
change  of  occupancy  in  part  from  a  resident 
use  to  a  business  use. 


569-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  John  V.  Sher 
and  Georgie  McDonald  Reed,  owners. 
PREMTSES— 411.  East  203rd  street,  The  Bronx. 

IO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  building  for  the  use  of  cut 
stone  works. 


593-25-BZ. 

% 

APPLICANT — John  J.  Dunnigan,  for  Menlo  Building 
Company,  owner. 

PREMISES— Southwest  corner  of  White  Plains  avenue 
and  East  224th  street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from  ai 
business  district  the  erection  and  maintenance 
of  a  building  for  the  use  of  store  and  theatre 
purposes. 


594- 25-BZ. 

APPLICANT  John  J.  Dunnigan,  for  Region  Construc¬ 
tion  Company,  owner. 

PREMISES  West  side  of  Third  avenue,  270  feet  south 
of  East  183rd  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

595- 25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Marie  Carberry, 
owner. 

PREMISES  West  side  of  Third  avenue,  80.74  feet  I 

Tn  south  of  East  182nd  street,  The  Bronx. 

JU  PLRMII  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
6ve  (5)  motor  vehicles. 
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»19-25-BZ. 

APPLICANT — William  Bone,  for  Hyman  Wynehouse, 
owner. 

PREMISES — 4110-4118  Ninth  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  five  (5)  detached  residence 

y  buildings  to  be  used  for  store  purposes  on  the 
first  story. 

,06-25- BZ. 

APPLICANT — William  F.  Doyle,  for  Ferdinand  Curth, 
owner. 

PREMISES — 229-233  Marion  street,  Brooklyn. 

I'O  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

170-25-BZ. 

APPLICANT — Michael  Pellegrino,  owner. 

’REMISES — Northwest  corner  of  Ocean  avenue  and  Ave¬ 
nue  U,  Brooklyn. 

0  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 

Bfive  (5)  buildings,  to  be  used  for  stores  on  the  first 
story  and  dwellings  above. 

>55-25-BZ. 

APPLICANT — William  A.  Lacerenza,  for  Samuel  Klein, 
owner. 

PREMISES — 1062  St.  Johns  place,  Brooklyn. 

TO  PERMIT  the  extension  from  a  business  district  into  a 
residence  district  of  a  proposed  building  to  be  used 
for  business  purposes  (dance  hall). 


BOARD  OF  APPEALS. 

Tuesday,  September  15,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

432-25-A — 83-101  North  3rd- street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

452- 25-A — 4009-15  First  avenue,  Brooklyn. 

453- 25-A — 4017-21  First  avenue,  Brooklyn. 

472- 25-A — 1008  Whitlock  avenue,  The  Bronx. 

473- 25-A — 1161  First  avenue,  Manhattan. 

628-25-A — 168-208  Marshall  street,  Brooklyn. 

417- 25-A — 1188-90  Fulton  street  and  1247-1253  Bedford 

avenue,  Brooklyn. 

501-25- A — 105  Bleecker  street  and  186-188  Greene  street, 
Manhattan. 

331-24-A — 508-534  West  212th  street,  Manhattan. 

69-25-A — 2  West  106th  street  and  451  Central  Park,  West, 
Manhattan. 

190-25-A — 526  Fulton  street,  Brooklyn. 

236-25-A — 1380  Metropolitan  avenue,  East  Williamsburgh, 
Queens. 

175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A — '126  Ffanklin  street  and  220-224  West  Broadway, 
Manhattan. 

235-25-A— 217-219  West  126th  street,  Manhattan. 

278-25-A — 280  Broadway,  Manhattan. 

381-25-A — 1229-1231  Gerard  avenue,  The  Bronx. 
447-24-A — 8746  123rd  street,  Richmond  Hill,  Queers. 
294-25-A — 62  Stanhope  street,  Brooklyn. 

369-25-A — 284  Chauncey  street,  Astoria,  Queens. 

404-25-A — 135-147  East  8th  street,  Manhattan. 

418- 25-A — 1681-1685  Broadway,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

301-25-S — 207-209  East  49th  street,  Manhattan. 

434-25-S— 186  Grand  street  and  157-161  Mulberry  street, 
Manhattan. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464- 25-S — 45-47  Crosby  street,  Manhattan. 

468- 25-S — 40-42  West  37th  street,  Manhattan. 

355-25-S — 514-516  West  57th  street,  Manhattan. 

374-25-S — 963-965  Kent  avenue,  Brooklyn. 

461-25-S— 251-255  West  39th  street,  Manhattan. 

465- 25-S — 26-34  Sullivan  street  and  47-49  Watts  street, 

Manhattan. 

440-25-S — 352  East  76th  street,  Manhattan. 

444-25-S — 27-35  West  24th  street,  Manhattan. 

448-25-S — 26  West  20th  street,  Manhattan. 

469- 25-S — 692-694  Broadway  and  388  Lafayette  street, 

Manhattan. 

481-25-S — 237-239  Lafayette  street,  Manhattan. 

500-25-S — 873  Sixth  avenue,  Manhattan. 

415-25-S — 338-340  Flushing  avenue,  Brooklyn. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

430-25-S — 365-367  Canal  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

1525-24-S — 107  East  31st  street,  Manhattan. 

718-18-S — 17-23  East  Broadway,  Manhattan. 

J418-24-S — 20  East  31st  street,  Manhattan. 

321-25-S — 232-234  West  37th  street,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  Septetnber  22,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1486-24- A — Southwest  corner  of  Cypress  avenue  and  Center 
street,  East  Williamsburgh,  Queens. 

159-25-A — East  side  of  Broadway,  from  116th  street  and 
120th  street,  Manhattan. 

378-25- A — West  side  of  Van  Alst  avenue,  115  ft.  south  of 
South  Jane  street,  Long  Island  City,  Bor¬ 
ough  of  Queens. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  22,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

r^L.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue.  The  Bronx, 
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cal.  no.  1455-24-BZ— Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  Edlar  Realty 
Corp.,  owner,  A.  Troskowsky,  sub-les¬ 
see,  to  permit  in  a  business  district  the 
maintenance  of  a  motor  vehicle  repair 
shop;  premises  34  Tieman  place,  Man¬ 
hattan. 

cal.  no.  262-25-BZ — Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Max  N. 
Newman,  applicant,  on  behalf  of  Irene 
Thatcher,  owner,  to  permit  in  an  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte- 
nace  of  a  building  to  be  used  for  store 
purposes ;  premises  1406-1414  Elm  ave¬ 
nue,  Brooklyn. 

cal.  no.  270-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Schi- 
nasi  Commercial  Corp.,  to  permit  in  a 
business  district  and  within  200  ft.  of 
a  hospital  the  use  and  occupancy  of  an 
existing  building  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  32-36  West  100th 
street,  Manhattan. 

cal.  no.  359-25-BZ — Application,  April  2,  1925,  under  the 
building  zone  resolution,  of  William  H. 
Kehoe,  applicant,  on  behalf  of  Horlick 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  1026-1042 
Liberty  avenue,  southwest  corner  of 
Crescent  street,  Brooklyn. 

cal.  no.  363-25-BZ— Application,  April  3,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  Rosa 
Morizio,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  building  to  be  used  as  a  poultry 
slaughter  house ;  premises  east  side  of 
Private  Right  of  Way,  226  ft.  north 
of  84th  street,  Brooklyn. 

cal.  no.  389-25-BZ— Application,  April  11,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Patrick 
Tague,  owner,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  136-140  Hall  street,  Brooklyn. 

cal.  no.  405-25-BZ— -Application,  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  455-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Gould 
Mersereau  Company,  owner,  to  permit 
in  a  business  district  the  erection  of  a 
building  and  the  use  of  more  than  25 
per  cent  of  its  total  floor  space  for  fac¬ 
tory  purposes;  premises  east  side  of 


Nott  avenue,  90  ft.  east  of  Van  Als 
avenue,  Long  Island  City,  Borough  o 
Queens. 

cal.  no.  474-25-BZ — Application,  June  3,  1925,  under  th 
building  zone  resolution,  of  John  D 
Hart,  applicant,  Mary  A.  Dalton,  owner 
Gussie  Realty  Co.,  Inc.,  lessee,  to  per 
mit  partly  in  a  business  district  am 
partly  in  a  residence  district  the  erec 
tion  and  maintenance  of  a  garage  fo 
the  storage  of  more  than  five  (5)  mo 
tor  vehicles;  premises  1145-1149  Ogdei 
avenue,  The  Bronx. 

cal.  no.  314-25-BZ— Application,  March  23,  1925,  unde 
the  building  zone  resolution,  of  John  D 
Hart,  applicant,  on  behalf  of  the  Estat 
of  Fredk.  Fischer,  owner,  to  permit  ii 
a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  o 
more  than  five  (5)  motor  vehicles 
premises  1160-1162  Intervale  avenue 
The  Bronx. 

cal.  no.  490-25-BZ— Application,  May  11,  1925,  under  th< 
building  zone  resolution,  of  Philip  J 
Bendish,  applicant  and  owner,  to  permi 
in  a  residence  district  the  alteration  o 
an  existing  garage  for  the  storage  o 
more  than  five  (5)  motor  vehicles 
premises  342  West  70th  street,  Manhat 
tan. 

cal.  no.  497-25-BZ— Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  John  W 
Clancy,  applicant,  on  behalf  of  Sally  C 
Crane,  owner,  to  permit  in  a  busines1 
district  the  erection  and  maintenance  ol 
a  garage  for  the  storage  of  more  thai 
five  (5)  motor  vehicles;  premises  2180- 
2182  Folin  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS 

SPECIAL  MEETING. 

Tuesday,  September  22,  1925,  at  2  p.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  September  22,  1925,  at 
2  o’clock,  in  Room  1013,  Municipal  Building,  on  the  fol¬ 
lowing  matter: 

cal.  no.  486-25-BZ. — Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Estate 
of  George  Friedland,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  113-117  Chrystie  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  September  25,  1925,  at  2  p.  m. 

77-25-SR — -Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


Appeals  from  Administrative  Orders. 

318-25- A — East  side  of  Newtown  Creek,  586.63  feet  north 
of  Grand  street,  Maspeth,  Queens. 

445-25-A — 104-106  West  49th  street,  Manhattan. 

S3-25-A — Southwest  corner  of  University  avenue  and  West 
181st  street,  The  Bronx. 

517-25-A — 286-304  Furman  street,  Brooklyn. 

554-25-A — 83-101  North  Third  street  and  209-219  Wythe 
avenue,  Brooklyn. 

556-25-A — 51  Henry  street,  Winfield,  L.  I.,  Queens. 

564-25- A — 106-110  Seventh  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
if  a  public  hearing  under  the  provisions  of  the  building  zone 
esolution,  Tuesday  morning,  September  29,  1925,  at  10 
•'clock,  in  Room  1013,  Municipal  Building,  on  the  follow- 
ng  matters : 

•al.  no.-  85-25-BZ — Application,  January  21,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Mi¬ 
chael  T.  Watts,  lessee,  to  permit  part¬ 
ly  in  a  business  district  and  partly  in 
a  residence  district  the  maintenance  of 
an  open  garage  parking  space  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  332  West  57th  street, 
-Manhattan. 

:al.  no.  298-25-BZ— Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in.  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

•al.  no.  1091-24-BZ— Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue. 
The  Bronx. 

:al.  no.  402-25-BZ — Application,  April  14,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Emma  A. 
Justice,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises 
southeast  corner  of  East  182nd  street 
and  Folin  street,  The  Bronx. 

'al.  no.  429-25-BZ — Application,  April  21,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Gardstein,  architect,  on  behalf  of  Isa¬ 
belle  Weber,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  residence  building  to  be  used 
for  store  purposes  on  the  first  story; 
premises  2374-2376  60th  street,  Brook¬ 
lyn. 

cal.  no.  55 1-25-BZ— Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  H. 
Eccles,  architect,  on  behalf  of  Henry 


Hellenek,  owner,  to  permit  in  a  busi¬ 
ness  district  and  also  within  200  ft.  of 
a  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
south  side  of  Patterson  avenue,  50  ft. 
west  of  Ely  avenue,  Astoria,  Borough 
of  Queens. 

cal.  no.  1534-24-BZ — Application,  December  30,  1924,  under 
the  building  zone  resolution,  of  William 
J.  Conway,  architect,  on  behalf  of  John 
Muldoon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  64-68  West  9th  street,  Brook¬ 
lyn. 

cal.  no.  87-25-BZ — Application,  January  21,  1925,  under  the 
building  zone  resolution,  of  David  L. 
Malbin,  applicant,  on  behalf  of  Pasquale 
Sabbarese,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  617-633  Brooklyn  avenue, 
Brooklyn. 

cal.  no.  306-25-BZ— Application,  March  19,  1925,  under 
the  building  zone  resolution,  of  William 
Farrell,  architect,  Emil  E.  Gabler, 
owner,  Casanova  Nash  Sales  Corp.,  les¬ 
see,  to  permit  in  a  business  district  the 
use  and  occupancy  of  a  new  building 
as  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
700  Southern  boulevard,  northeast  cor¬ 
ner  of  Leggett  avenue,  The  Bronx. 

cal.  no.  343-25-BZ — Application,  March  30,  1925,  under  the 
building  zone  resolution,  of  Benjamin 
Bag,  applicant,  on  behalf  of  Bay  Ridge 
Building  Materials  Corporation,  owner, 
to  permit  in  a  residence  district  the 
maintenance  of  a  building  material  stor¬ 
age  yard;  premises  244  69th  street, 
Brooklyn. 

William  E.  Walsh,  Chairman. 

_  i 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  29,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S— 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 7-10.744  Broadway,  Manhattan. 

433-25-S— 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S — 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S— -464  Liberty  avenue,  Brooklyn. 

274-25-S — 36  West  36th  street,  Manhattan. 

533-25-S — 269-71  State  street,  Brooklyn. 

561-25-S — 6  West  29th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

535-25-SA — Universe  Automatic  Oil  Burner,  approval  of. 
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BOARD  OF  APPEALS. 

Tuesday,  October  6,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

510-25-A — 102  71st  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  October  6,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 

cal.  no.  1250-24-BZ — Application,  October  21,  1924,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  for  Anna  M.  Fischetti,  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises ;  premises  87 
Clermont  avenue,  rear,  Brooklyn. 

cal.  no.  1453-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  James 
Murphy,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  24 
Evelyn  place,  southeast  corner  of  Da¬ 
vidson  avenue,  The  Bronx. 

cal.  no.  97-25-BZ. — Application,  January  23,  1925,  under  the 
building  zone  resolution,  of  Robert 
Kaplan,  architect  and  engineer,  on  be¬ 
half  of  Ros-Sil  Realty  Corporation, 
owner,  to  permit  in  a  business  and  “B” 
area  district  the  maintenance  of  a  rear 
yard  less  in  depth  than  that  required 
by  the  building  zone  resolution;  prem¬ 
ises  13  West  36th  street,  Manhattan. 

cal.  no.  484-25-BZ — Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Helen 
Pelcyger,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  836-846  Crown  street,  south¬ 
west  corner  of  Ford  street,  Brooklyn. 

cal.  no.  142-25-BZ. — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 


Thatcher,  applicant  and  owner,  to  p 
mit  in  a  business  district  the  erect 
and  maintenance  of  a  garage  for 
storage  of  more  than  five  (5)  mo 
vehicles ;  premises  northwest  corner 
Coney  Island  avenue  and  Avenue 
Brooklyn. 

cal.  no.  225-25-BZ — Application,  February  25,  1925,  urn 
the  building  zone  resolution,  of  Thon 
O’Rourke  Gallagher,  applicant,  on 
half  of  Mymaud  Construction  C 
pwner,  to  permit  in  a  business  distr 
the  erection  and  maintenance  of  a  j 
rage  for  the  storage  of  more  than  f 
(5)  motor  vehicles;  premises  southw 
corner  of  Metropolitan  avenue  a 
125th  street,  Richmond  Hill,  Borou 
of  Queens. 

cal.  no.  269-25-BZ — Application,  March  10,  1925,  under  t 
building  zone  resolution,  of  Willi. 
A.  Giesen,  architect,  on  behalf  of  Agr 
Connolly,  owner,  to  permit  in  a  re 
dence  district  the  erection  and  main’ 
nance  of  a  garage  for  the  storage 
five  (5)  pleasure  motor  vehicles,  fo 
(4)  spaces  rented  to  persons  not  r 
siding  on  the  premises ;  premises  28 
Pond  place,  The  Bronx. 

cal.  no.  447-25-BZ — Application,  April  27,  1925,  under  t 
building  zone  resolution,  of  Benj.  Drie 
ler,  Jr.,  architect,  on  behalf  of  Inco 
porated  Parkway  Builders,  Inc.,  own< 
to  permit  partly  in  a  business  distri 
and  partly  in  a  residence  district  e 
tending  from  an  unrestricted  district  t! 
erection  and  maintenance  of  a  garaj 
for  the  storage  of  more  than  five  (f 
motor  vehicles ;  premises  71-85  Cate 
place.  Brooklyn. 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  tl 
building  zone  resolution,  of  Samu 
Schlau,  applicant,  on  behalf  of  Isab 
Burger,  owner,  to  permit  in  an  “I 
area  district  the  erection  of  a  built 
ing,  the  area  of  which  is  in  exce: 
of  that  permitted  in  such  district ;  pren 
ises  123-02  and  123-08  Rockaway  Beac 
boulevard,  Rockaway  Park,  Borough  c 
Queens. 

William  E.  Walsh,  Chairman. 


CONCRETE  RULES 

USE  OF  HYDRATED  LIME  IN  CONCRETE 


Adopted  by  the  Boird  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  iVo.  153-20-S. 

The  use  of  hydrated  Jime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  a  f.  lime  which  may  be  incorporated 


for  each  ninety-five  pound  bag  of  Portland  cement. 

-  1-114-3  Mix,  4  pounds  of  hydrated  lime  per  bag  o 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  o 
cement. 

1-2/4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  o 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  i 
to  be  deposited  under  water. 


\ 
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RULES 


FIRE  RETARDING  RULES 


dopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
ehide  Repair  Shops  and  Oil  Selling  Stations.  In  ga- 
iges,  motor  vehicle  repair  shops  and  oil  selling  stations 
iy  material  or  form  of  construction  shall  be  deemed 
e-retarding  within  the  meaning  of  §73,  subdivision  3, 
:  the  building  code,  that  resists  the  action  of  flame 
id  heat  when  subjected  to  a  continuous  fire  for  one 
)ur  at  an  average  temperature  of  seventeen  hundred 
700)  degrees  Fahrenheit  without  the  passage  of  flame, 
id  with  a  maximum  temperature  rise  to  four  hundred 
00)  degrees  Fahrenheit  on  the  side  away  from  the 
e.  The  point  at  which  the  temperature  of  transmitted 
:at  is  measured  shall  be  protected  from  external  air 
id  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition 
instruction,  the  area  under  test  shall  be  not  less  than 
le  hundred  (100)  square  feet  and  least  dimension 
tall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
floor  construction,  the  area  under  test  shall  be  not 
ss  than  two  hundred  (200)  square  feet  and  the  least 
mension  shall  be  not  less  than  fourteen  (14)  feet. 
During  the  fire,  the  floor  construction  shall  support 
e  live  load  for  which  it  is  designed,  and  after  the  fire 
lall  safely  sustain  twice  the  designed  live  load  with  a 
aximum  deflection  of  not  more  than  one  two-hun- 
edth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
isted  floor  construction  shall  be  accepted  as  fire-re- 
rding  construction  in  non-fireproof  buildings  used  as 
irages,  motor  vehicle  repair  shops  or  oil  selling  sta¬ 
ins  when  the  beams  are  protected  on  the  upper  and 
ider  sides  with  the  fire-retarding  materials  specified 
rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
rms  of  construction  shall  be  accepted  as  fire-retarding 
r  the  covering  of  the  upper  sides  of  wood  floor  beams 
joisted  floor  construction  in  non-fireproof  buildings 
ed  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
g  stations: 

(a)  Seven-eighths  (%)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not  less  than  two  and  one-half 
(2J4)  inches  of  l:2.]/2:5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  (54)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  (254  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
•ms  of  construction  shall  be  accepted  as  fire-retarding 
•  the  covering  of  the  undersides  of  wood  floor  beams 
joisted  floor  construction  in  non-fireproof  buildings 
ed  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
j  stations: 

(a)  One-half  (54)  inch  plaster  boards  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (54)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 

t  sixteen  (16)  inches  on  centers,  or  nailed  to  furring 
strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 


(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  (54)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

.  Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  (54)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (%)  inch  wood  sheathing, 
one-half  (54)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (££)  inch  wood  sheathing* 
two  thicknesses  of  one-quarter  (%)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  '"etal  with  one-inch  lapped  seams. 
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BOARD  OF  APPEALS. 

Appeals  from  Administrative  Orders. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19-A — Pier  29,  North  River,  Manhattan. 


423-20-A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A — Pier  between  North  4th  and  5th  streets  Broc 
lyn. 

907-21-A — East  side  South  street,  foot  of  Dover  stre 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  stre 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A — Pier  3,  between  Main  and  Dock  streets  Broo 

lyn. 

1542- 21-A — Pier  3,  between  Main  and  Dock  Streets,  Broo 

lyn. 

1543- 21-A— Pier  2,  between  Main  and  Dock  streets,  Broo 

lyn. 

1544- 21-A— Pier  2,  between  Main  and  Dock  streets,  Broo 

lyn. 

1545- 21-A — Pier  2,  between  Main  and  Dock  streets,  Broo 

lyn. 


884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 
981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20- A — 'Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — .Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20- A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20- A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20-A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A — Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20-A — Pier  20,  East  River  Manhattan. 

420- 20-A — Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue,  Brooklyn. 

422- 20-A — Pier  29,  foot  of  Harrison  street,  Brooklyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  c 
1636-21-SA — Gilbert  &  Barker  Oil  Burner. 

33<-22-S  Elkhard  Brass  Company,  Siamese  Connectio 
approval  of. 

357-22-S  Quinn  Acme  Crude  Oil  Burner,  approval  c 
392-22-S — The  Surface-Combustion  Company  Low  Pre 
sure  Gas  and  Oil  Burner,  approval  of. 

447-22-S  Howard  Water  Pressure  Reducing  Devices,  aj 
proval  of. 

610-22-S— Crocker  Gas  Valve,  approval  of. 

799-22-S  Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S  Burn  well  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S- — Anti-Syphon  Valve,  approval  of. 

1230-22-S— Thermostats  for  Automatic  Fire  Alarm  System 

approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S— Dempsey  High  &  Low  Pressure  Fuel  Oil  Burne 
approval  of. 

1 395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA— Collin  Patent  Automatic  Gas  Cut-Off  Valv 
approval  of. 

92-23-S A — Surface  Combustion  Low  Pressure  Fuel  0 
Burner,  approval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gal 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-S A — '“Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 
392-23-SA — “Billow”  Class  G.  R.  Oil  Burner,  anproval  o 
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’93-23-S  A — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 
of. 

97- 23-SA — Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 

proval  of. 

43- 23-SA — Automatic  Gas  Shut-Off,  approval  of. 
25-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 

of. 

44- 23-SA — Domestic  Fuel  Oil  Burner,  approval  of. 
188-23-S A — Lewis  Oil  Burner,  approval  of. 

98- 23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 

proval  of. 

52-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

60-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

46-23-S A — Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

50-23-S A — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

46-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 

S69-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

76-23-SA — Ziegler  Oil  Burner,  approval  of. 

80-23-SA — Viking  Pump,  approval  of. 

46-23-SA — Ludlow  Gas  Cut-Off  Valve,  approval  of. 
39-23-SA — National  Light  Service  Oil  Pump,  approval  of. 
46-23-SA — Heatiator  Oil  Burner,  approval  of. 

58-23-SA — Worthington  Oil  Burner,  approval  of. 
61-23-SA — Todd  Residence  Fuel  Oil  Burner,  approval  of. 
64-23-SA — Staples  &  Pfeiffer  Oil  Burner,  ap/’-'wal  of. 
15-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

29-23-SA — Kerrihard  Oil  Burner,  approval  of. 

44-23-SA — Tate-Jones  No.  6  Oil  Burner,  approval  of. 
84-23-SA — Universal  G.  P.  O.  Burner,  approval  of. 
93-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 
38-23-SA — Lillibridge  Oil  Vapor  Burner,  approval  of. 
50-23-SA — Apex  Gas  Cut-Off  Valve,  approval  of. 
54-24-S  A — Sherman  Oil  Burner,  approval  of. 

69-24-SA — Universe  Oil  Burner,  approval  of. 

65-24-SA — Koaless  Oil  Burner,  approval  of. 

79-24-SA — Sure  Heat  Automatic  Oil  Burner,  approval  of. 

92-24 -S A — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 
approval  of. 

93-24-SA — Faultless  Oil  Burner,  approval  of. 

01-24-SA — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

93-24-SA— Kinney  Rotating  Plunger  Pump,  approval  of. 
36-24-SA — Climax  Oil  Burner,  approval  of. 

54-24-SA — Marvel  Oil  Burner,  approval  of. 

02-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 
35-24- S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 


755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 

1 134-24-S A — Peerless  Automatic  Oil  Burner,  approval  of 

7142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of 

1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1305-24-SA — International  Furnace  Burner,  approval  of. 

1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24^SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1372-24-S A — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

1500-24-SA — Smolensky  Check  Valve,  approval  of. 

19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan-  Brilliant  Burner,  approval  of. 

228-25-SA — Silent  Glow  Oil  Burner,  approval  of. 

242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

259-25-SA — Electrol  Automatic  Oil  Burner. 

340-25-SA — McCann-Harrison  Low  Pressure  Oil 

Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  ipplicants,  under  the  building  zone  resolution,  desire 
pies  of  Form  13A,  for  notices  to  property  owners,  such 
rms  are  not  to  he  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  by  mail. 
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DOCKET. 


DISPOSITION  OF  CASES. 


Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  August  20,  1925  .  845 

Restored  to  calendar  .  51 


Withdrawn  . 

Dismissed  . 

Denied  .  ] 

Granted  . 

Granted  on  condition  .  4 

Appliances  approved  . 

Appliances  dismissed,  disapproved  or  withdrawn  . 

Rules  approved  . 

Rules  disapproved  or  rescinded . 


Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification  . . 

Requests  to  rescind  . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans . 

Administrative  requests  . 

Requests  for  interpretation . 


Miscellaneous  Actions. 

93  Requests  to  reopen  granted  . 

Requests  to  reopen  denied  . 

3  Requests  to  amend  granted . 

Requests  to  amend  denied  . 

30  Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

I  Requests  to  rescind  granted  . 

Requests  to  rescind  denied  . 

14  Requests  for  extension  of  time  granted. 

Requests  for  extension  of  time  denied  . . . 
14  Requests  for  extension  of  permit  granted. 
Requests  for  extension  of  permit  denied  .... 

1  Requests  to  install  granted  . 

Requests  to  install  denied  . 

11  Plans  approved  . 

Plans  disapproved  . 

1  Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn 

1  Interpretations  . 

Requests  withdrawn  or  dismissed . 


Total  .  1663  Total  . .  9 

Disposed  of  .  910 

Cases  pending  August  20,  1925  .  753 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  tl 
offices  of  the  board  and  of  the  further  publication  of  tl 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  tl 
date  for  the  hearing  in  his  case,  and  that  the  plea  c 
failure  to  receive  such  notice  is  no  excuse  for  neglect  1 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  c 
all  cases  promptly,  for  the  reason  that  the  pendency  of  a 
appeal  or  petition  ties  the  hands  of  the  administrate 
official  in  enforcing  his  order;  therefore,  no  appeal  ( 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failui 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  t 
any  other  method  of  delay. 


HOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  t 

Name  . . . 

Street  . 

P.  O . 

My  subscription  is  to  begin  with  th**  issue  for  . . .  1925. 

36-2000-25-O’( 
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DIRECTORY 


BOARD  OF  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 

ames  P.  Holland  John  Dowd 

Ienry  L.  Connell  Joseph  B.  Gunnison 

ure  Chief  John  Kenlon  J.  Sarsfield  Kennedy 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  orxier 
iven — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Tri&l  Calendar. 

Notices  in  Building  Zone  Cases. 

Rules. 

Reserve  Calendar. 

Progress  Report. 


DATES  AND  HOURS  OF  MEETINO 
Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Cal!  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 

Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 

ames  P.  Holland  John  Dowd 

Ienry  L.  Connell  Joseph  B.  Gunnison 

ure  Chief  John  Kenlon  J.  Sarsfield  Kennedy 

'homas  J.  Drennan . Fire  Commissioner 

'hari.es  Brady . Supt.  of  Buildings,  Manhattan 

\  J.  Reville . Supt.  of  Buildings,  The  Bronx 

vlbert  E.  Kleinert . Supt.  of  Buildings,  Brooklyn 

ohn  W.  Moore . Supt.  of  Buildings,  Queens 

V ill i a m  J.  McDermott _ Supt.  of  Buildings,  Richmond 

William  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

•ffice— Municipal  Building,  Rooms  1001  to  1015. 
'elephone— Worth  0184. 

•ffice  Hours — 9  a.  m.  to  4  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

(//  communications  should  be  addressed  to  the  chairman 

of  the  board. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  hoard,  will  he 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  ^tovgfve  inter¬ 
ested  property  owners  opportunity  to  file  hfijections,  if  any, 
and  will  he  called  in  Room  1013,  Tuesday,  September  8, 
1925,  at  2  o’clock.  At  this  call  each  case  is  setof on, 'hearing 
on  a  definite  day.  ,, -q 

The  next  subsequent  Call  of  the  Calendar  will  he 
Tuesday,  September  15,  1925,  at  2  o’clock.  , 

The  Clerk’s  Calendar  is  not  to  be  cpo&iseU  Avith  the 
calendar  of  cases  that  have  been  deftittfeiy  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman . 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  August  27,  1925. 


Cal.  No.  Department.  Premises  Affected. 

865-25-S A . F.D . Keenan  High  Pressure  Brilliant 

-  Gas  Oil  Burner.  Appliance. 

864-25-S . B.B.M.  ..236-242  W.  26th  st.,  Man. 

-  N.  B.  99-1925. 

863-25-BZ . B.B.M.  ..660  oth  ave.,  Man. 

-  N.  B.  480-1925. 

862-25-S . F.D .  197-199-201  Greene  st.,  Man. 

-  L.  D.  79453-L.  D.  79456. 

861-25-BZ . B.B.B.  ...168-170  Decatur  st.,  Bklyn. 

-  Applic.  13869-1925. 

860-25-S . F.D . 13-19  University  pi.,  Man. 

-  L.  D.  83259-L.  D.  83257. 

859-25-S . F.D . 142  W.  32nd  st.,  Man. 

-  L.  D.  73343 

858-25-A . F.D . 147  Wooster  st.,  Man. 

-  F-78507. 


857-25-A . F.D .  520-24  W.  41st  st.,  Man. 

-  F-80167. 

856-25-S . F.D . 1968  Prospect  ave.,  Bx. 

-  L.  D.  83371. 

855-25-BZ . B.B.R.  ...Drumgoole  &  Page  aves.,  S.  E. 

cor.  Tottenville,  Richmond. 

-  N.  B.  1445-1925. 

854-25-S . F.D . 2148-2150  3rd  ave.,  Man. 

-  L.  D.  82220. 


853-25-BZ . B.B.B.  ...8501-11  4th  ave.,  Bklyn. 

-  Applic.  12885-1925. 

852-25-BZ . B.B.B.  ...318-22  Warren  st.,  Bklyn. 

-  Applic.  13657-1925. 

851-25-BZ . B.B.B.  ...Cortelyou  rd.,  N.  W.  cor.  E. 

16th  st.,  Bklyn. 

- -  Applic.  12044-1925. 

850-25-A . F.D . 32-34  W.  39th  st.,  Man. 

-  Applic.  483-1923. 

849-25-A . F.D . 43  W.  143rd  st.,  Man. 

-  L.  C.  30676. 

848-25-A . F.D . S.  S.  120th  st.,  89  ft.  E.  of 

Broadway,  Man. 

-  N.  B.  643-1925. 


847-25-A . F.D . E.  S.  Broadway,  215  ft.  S.  of 

-  120th  st.,  Man.  Alt.  368-1925. 

846-25-SA . F.D . K.  F.  C.  Fuel  Oil  Burner. 


Appliance. 


CODE. 


F.D.  . 

H.D.  . 

B.B.B. 

B.B.M. 

B.B.Q. 

B.B.R. 

B.B.Bx 

T.H.D. 


. Fire  Department 

. Health  Department 

. .  Bureau  of  Buildings,  Brooklyn 
Bureau  of  Buildings,  Manhattan 
....Bureau  of  Buildings,  Queens 
.Bureau  of  Buildings,  Richmond 

. Bureau  of  Buildings,  Bronx 

...Tenement  House  Department 


NOTICE. 


Notice  is  hereby  given  that  the  board  of  appeals  and 
board  of  standards  and  appeals  will  hold  no  hearings  dur 
the  month  of  August.  The  next  regular  meeting  of 
board  of  appeals  will  be  held  on  September  8,  1925,  i 
that  the  next  Clerk’s  Calendar  Call  will  be  held  on  the  sa 
date  at  2  p.  m.  The  next  meeting  of  the  board  of  standa 
and  appeals  will  be  held  on  September  15,  1925. 

The  office  will  be  open  as  usual  for  the  filing  of  appe 
applications  and  petitions,  also  for  consultations  and  ot 
business. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  8,  1925,  at  2  p.  m. 
Building  Zone  Cases. 


487-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Charles  J.  Ry 
owner. 

PREMISES— 1307-1319  65th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  i  I 
residence  district  the  erection  and  maintenance  o 
garage  for  the  storage  of  more  than  five  (5)  me 
vehicles. 

553-25-BZ. 

APPLICANT — South  Ozone  Park  Operating  Co.,  I 
owner. 

PREMISES — Northwest  corner  of  Zuider  avenue  and  I 
braska  avenue,  South  Ozone  Park,  Borough 
Queens. 

TO  PERMIT  in  a  residence  district  extending  from  a  bi 
ness  district  the  erection  and  maintenance  of  a  t 
atre  building. 

470-25-BZ. 

APPLICANT— Walter  B.  Wills,  for  Frank  Hartn 
owner. 

PREMISES — 1219-1223  Putnam  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  m; 
tenance  of  a  garage  for  the  storage  of  more  t 
five  (5)  motor  vehicles. 

575-25-BZ. 

APPLICANT — Gardiner  Conroy,  for  O’Hara  Ree 
Co.,  owner. 

PREMISES — 507-511  Flatbush  avenue  and  1118-1 
Washington  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  < 
maintenance  of  a  garage  for  the  storage  of  m 
than  five  (5)  motor  vehicles. 

586-25-BZ. 

APPLICANT — Harrison  G.  Wiseman  and  Magnu: 
&  Kleinert,  for  Louis  N.  Jaffe,  owner. 

PREMISES — 181-189  Second  avenue  and  240-242  E 
12th  Street,  Manhattan. 

TO  PERMIT  in  a  residence  district  extending  fron 
business  district  the  erection  and  maintena: 
of  a  building  for  store  and  theatre  purposes. 

1003-24-BZ. 

APPLICANT — David  Falconer,  owner. 

PREMISES — 185  Jamaica  avenue,  Long  Island  C 
Queens. 

TO  PERMIT  in  a  business  district  the  alteration  and 
tension  of  a  garage  for  the  storage  of  more  1 1 
five  (5)  motor  vehicles. 


920 


X  CALENDAR 


95-25-BZ. 

APPLICANT — Henry  Nordheim,  for  Katie  Staudermann, 
owner. 

'REMISES — 722  East  175th  street,  The  Bronx. 

0  PERMIT  in  a  residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part  from  a  resi¬ 
dence  use  to  a  business  use. 

05-25-BZ. 

iPPLICANT — William  F.  Doyle,  for  Walton  Whyte 
Realty  Corp.,  owner. 

’REMISES — East  side  of  Jerome  avenue,  350  feet  south 
of  East  181st  street,  The  Bronx. 

0  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

31-25-BZ. 

iPPLICANT — William  F.  Doyle,  for  Luke  Kilgallon, 
owner. 

’REMISES — East  side  of  James  street,  13(5  feet  north  of 
Cornaga  avenue,  Far  Rockaway,  Queens. 

0  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

82-23-BZ. 

iPPLICANT — George  A.  McWilliams,  owner. 

’REMISES — 1240  Castleton  avenue,  Staten  Island,  Rich¬ 
mond. 

0  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles.  (Previously  dismissed  for  lack  of 
prosecution.) 


BOARD  OF  APPEALS. 

Tuesday,  September  8,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

316-25-A — 106-116  John  street  and  227-237  Plymouth  street, 
Brooklyn. 

446-25-A — 22-34  Bergen  avenue,  Jamaica,  Queens. 
450-25-A — 373  Vernon  avenue,  Long  Island  City,  Queens. 
459-25-A— 646-654  Vernon  avenue,  Long  Island  City, 
Queens. 

463-25-A — 45-47  Crosby  street,  Manhattan. 

150-25-A — 15-19  Amsterdam  avenue,  Manhattan. 

303-25- A — 120-124  West  57th  street,  Manhattan. 

:  764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
>f  a  public  hearing  under  the  provisions  of  the  building  zone 
esolution,  Tuesday  morning,  September  8,  1925,  at  10 
•  clock,  in  Room  1013,  Municipal  Building,  on  the  follow- 

1  ng  matters : 

al.  no.  1502-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Morris 
Pomerantz,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  New  York  avenue, 
185.92  ft.  north  of  South  street,  Jamaica, 
Borough  of  Queens. 


cal.  no.  286-25-BZ — Application,  March  12,  1925,  under  the 
building  zone  resolution,  of  William  B. 
Seaver,  applicant,  on  behalf  of  Third 
Avenue  Railway  Company,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  2526-30  Amster¬ 
dam  avenue,  southwest  corner  of  West 
186th  street,  Manhattan. 

cal.  no.  289-25-BZ — Application,  March  13,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Max 
Zaubler,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  an  existing 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  553-559 
11th  street,  Brooklyn. 

cal.  no.  304-25 -BZ — Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica  Wa¬ 
ter  Supply  Co.,  applicant  and  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station ;  premises  west  side  of  143rd 
street,  100  ft.  south  of  111th  avenue, 
Jamaica,  Borough  of  Queens. 

cal.  no.  305-25-BZ — Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica 
Water  Supply  Co.,  applicant  and  owner, 
to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station ;  premises  west  side  of  224th 
street,  250  ft.  north  of  Foch  boulevard 
(Central  avenue),  Jamaica,  Borough  of 
Queens. 

cal.  no.  411-25-BZ — Application,  April  16,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  B.  Mar¬ 
tin,  owner,  to  permit  in  a  residence  dis¬ 
trict  the  maintenance  of  a  dancing  and 
banquet  hall;  premises  1134  Pacific 
street,  Brooklyn. 

cal.  no.  577-25-BZ — Application,  June  4,  1925,  under  the 
building  zone  resolution,  of  Bandler, 
Haas  and  Collins,  applicants,  on  behalf 
of  212  West  72nd  Street  Corp.,  owner, 
to  permit  in  a  residence  and  “B”  area 
district  extending  from  a  business  dis¬ 
trict,  the  alteration  and  extension  of  a 
building  to  be  used  in  part  for  business 
purposes,  also  the  omission  of  a  rear 
yard  as  required  by  the  building  zone 
resolution;  premises  212  West  72nd 
street,  Manhattan. 

cal.  no.  737-25-BZ — Application,  July  14,  1925,  under  the 
building  zone  resolution,  of  Frank  S. 
Parker,  engineer,  on  behalf  of  598 
Eighth  Avenue  Corporation,  lessee, 
Shapp  Realty  Co.,  owner,  to  permit  in 
a  1l/t  times  district  the  erection  and 
maintenance  of  the  street  walls  to  a 
height  exceeding  the  limit  required  by 
the  building  zone  resolution ;  premises 
594-598  Eighth  avenue  and  270-274 
West  39th  street,  Manhattan. 

cal.  no.  331-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  R.  Thomas 
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Short,  architect,  on  behalf  of  Michael 
Noonan,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  an  existing  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  187A-201  Garfield 
place,  Brooklyn. 

cal.  no.  610-25-BZ — Application,  June  12,  1925,  under  the 
building  zone  resolution,  of  John  E. 
Joyce,  applicant  and  owner,  to  permit 
the  conversion  from  a  residence  to  a 
business  use  (stores)  of  the  first  story 
of  a  building  located  partly  in  a  resi¬ 
dence  and  partly  in  a  business  use  dis¬ 
trict;  premises  201  East  198th  street, 
The  Bronx. 

cal.  no.  626-25-BZ — Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 
C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building;  premises 
1421-1437  Ocean  avenue  and  1060-1068 
Kenmore  place,  Brooklyn. 

cal.  no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

904-24-A — 235-239  West  23rd  street,  Manhattan. 

336-25-A — 46  Old  Broadway,  Manhattan. 

1177-24-A — 79-89  Seventh  avenue,  Manhattan. 

186-25-A— 4409  New  Utrecht  avenue,  Brooklyn. 

656-25-A — 1109  45th  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  afternoon,  September  8,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  240-25-BZ— Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Harry 
J.  Lippe,  Jr.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  mootr  vehicles; 
premises  1214-1216  Lind  avenue,  The 
Bronx. 

cal.  no.  327-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  Richard 
Shutkind,  architect,  on  behalf  of  Rich¬ 
ard  Schmidt,  owner,  to  permit  in  a 


business  district  the  erection  and  main¬ 
tenance  of  an  extension  to  a  dry  clean¬ 
ing  establishment ;  premises  162-10t' 
Prospect  street,  Long  Island  City, 
Queens. 

cal.  no.  458-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Kolle,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  193- 
210  16th  street,  Brooklyn. 

cal.  no.  1429-24-BZ — Application,  December  3,  1924,  under 
the  building  zone  resolution,  of  John 
De  Hart,  architect,  on  behalf  of  John 
J.  Daly  and  Max  L.  Fried,  owners,  tc 
permit  in  a  business  district  the  main¬ 
tenance  of  a  motor  vehicle  repair  shop; 
premises  1012-1018  Avenue  St.  John. 
The  Bronx. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

491-25-BZ. 

APPLICANT — Edwin  W.  Crumley,  for  Carlo  De  Luca, 
owner. 

PREMISES — 1413  Needham  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  alteration  and 
change  of  occupancy  in  part  from  a  residence 
use  to  a  business  use. 

569-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  John  V.  Sher-i 
idan  and  Georgie  McDonald  Reed,  owners. 

PREMISES— 411  East  203rd  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  andj 
maintenance  of  a  building  for  the  use  of  cut 
stone  works. 

593- 25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Menlo  Building 
Company,  owner. 

PREMISES — Southwest  corner  of  White  Plains  avenue 
and  East  224th  street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance  j 
of  a  building  for  the  use  of  store  and  theatre 
purposes. 

594- 25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Region  Construc¬ 
tion  Company,  owner. 

PREMISES — West  side  of  Third  avenue,  270  feet  south 
of  East  183rd  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

595- 25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Marie  Carberry,! 
owner. 

PREMISES — West  side  of  Third  avenue,  80.74  feet 
^  south  of  East  182nd  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
5v*k  (5)  motor  vehicles. 


922 


CALENDAR 

D-25-BZ. 


■JPLICANT — William  Bone,  for  Hyman  Wynehouse, 
owner. 

DEMISES — 4110-4118  Ninth  avenue,  Brooklyn. 

3  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  five  (5)  detached  residence 
buildings  to  be  used  for  store  purposes  on  the 
first  story. 

i-25-BZ. 

’PLICANT — William  F.  Doyle,  for  Ferdinand  Curth, 
owner. 

DEMISES — 229-233  Marion  street,  Brooklyn. 

3  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1-25-BZ. 

PPLICANT — Michael  Pellegrino,  owner. 

DEMISES — Northwest  corner  of  Ocean  avenue  and  Ave¬ 
nue  U,  Brooklyn. 

3  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
five  (5)  buildings,  to  be  used  for  stores  on  the  first 
story  and  dwellings  above. 

5-25-BZ. 

PPLICANT — William  A.  Lacerenza,  for  Samuel  Klein, 
owner. 

DEMISES — 1062  St.  Johns  place,  Brooklyn. 

3  PERMIT  the  extension  from  a  business  district  into  a 
residence  district  of  a  proposed  building  to  be  used 
for  business  purposes  (dance  hall). 


BOARD  OF  APPEALS. 

Tuesday,  September  15,  1925,  at  10  a.  m. 

Appeals  front  Administrative  Orders. 

32-25-A — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

52- 25- A — 4009-15  First  avenue,  Brooklyn. 

53- 25-A — 4017-21  First  avenue,  Brooklyn. 

72- 25-A — 1008  Whitlock  avenue,  The  Bronx. 

73- 25- A — 1161  First  avenue,  Manhattan. 

28-25-A — 168-208  Marshall  street,  Brooklyn. 

17- 25-A — 1188-90  Fulton  street  and  1247-1253  Bedford 

avenue,  Brooklyn. 

01-25-A — 105  Bleecker  street  and  186-188  Greene  street, 
Manhattan. 

31-24- A — 508-534  West  212th  street,  Manhattan. 

69-25-A — 2  West  106th  street  and  451  Central  Park,  West, 
Manhattan. 

90-25-A — 526  Fulton  street,  Brooklyn. 

36-25-A — 1380  Metropolitan  avenue,  East  Williamsburgh, 
Queens. 

75-24-A— 628-642  West  45th  street,  Manhattan. 

69-24-A— 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

35-25-A — 217-219  West  126th  street,  Manhattan. 

78-25-A — 280  Broadway,  Manhattan. 

81-25-A — 1229-1231  Gerard  avenue,  The  Bronx. 
47-24-A— 8746  123rd  street,  Richmond  Hill,  Queens. 
94-25-A — 62  Stanhope  street,  Brooklyn. 

69-25-A— 284  Chauncey  street,  Astoria,  Queens. 
04-25-A— 135-147  East  8th  street,  Manhattan. 

18- 25-A — 1681-1685  Broadway,  Manhattan, 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

301-25-S — 207-209  East  49th  street,  Manhattan. 

434-25-S — 186  Grand  street  and  157-161  Mulberry  street, 
Manhattan. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464- 25-S — 45-47  Crosby  street,  Manhattan. 

468- 25-S — 40-42  West  37th  street,  Manhattan. 

355-25-S— 514-516  West  57th  street,  Manhattan. 

374-25-S — 963-965  Kent  avenue,  Brooklyn. 

461-25-S — 251-255  West  39th  street,  Manhattan. 

465- 25-S — 26-34  Sullivan  street  and  47-49  Watts  street, 

Manhattan. 

440-25-S — 352  East  76th  street,  Manhattan. 

444-25-S — 27-35  West  24th  street,  Manhattan. 

448-25-S — 26  West  20th  street,  Manhattan. 

469- 25-S — 692-694  Broadway  and  388  Lafayette  street, 

Manhattan. 

481-25-S — 237-239  Lafayette  street,  Manhattan. 

500-25-S — 873  Sixth  avenue,  Manhattan. 

415-25-S — 338-340  Flushing  avenue,  Brooklyn. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

430-25-S — 365-367  Canal  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

1525-24-S — 107  East  31st  street,  Manhattan. 

718-18-S — 17-23  East  Broadway,  Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 

321-25-S — 232-234  West  37th  street,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  September  22,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1486-24-A — Southwest  corner  of  Cypress  avenue  and  Center 
street,  East  Williamsburgh,  Queens. 

159-25-A — East  side  of  Broadway,  from  116th  street  and 
120th  street,  Manhattan. 

378-25-A — West  side  of  Van  Alst  avenue,  115  ft.  south  of 
South  Jane  street,  Long  Island  City,  Bor¬ 
ough  of  Queens. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  22,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The  Bronx. 
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cal.  no.  1455-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  Edlar  Realty 
Corp.,  owner,  A.  Troskowsky,  sub-les¬ 
see,  to  permit  in  a  business  district  the 
maintenance  of  a  motor  vehicle  repair 
shop;  premises  34  Tieman  place,  Man¬ 
hattan. 

cal.  no.  262-25-BZ— Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Max  N. 
Newman,  applicant,  on  behalf  of  Irene 
Thatcher,  owner,  to  permit  in  an  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte- 
nace  of  a  building  to  be  used  for  store 
purposes;  premises  1406-1414  Elm  ave¬ 
nue,  Brooklyn. 

cal.  no.  270-25-BZ— Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Schi- 
nasi  Commercial  Corp.,  to  permit  in  a 
business  district  and  within  200  ft.  of 
a  hospital  the  use  and  occupancy  of  an 
existing  building  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles  ;  premises  *  32-36  West  100th 
street,  Manhattan. 

cal.  no.  359-25-BZ — Application,  April  2,  1925,  under  the 
building  zone  resolution,  of  William  H. 
Kehoe,  applicant,  on  behalf  of  Horlick 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  1026-1042 
Liberty  avenue,  southwest  corner  of 
Crescent  street,  Brooklyn. 

cal.  no.  363-25-BZ — Application,  April  3,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  Rosa 
Morizio,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  building  to  be  used  as  a  poultry 
slaughter  house ;  premises  east  side  of 
Private  Right  of  Way,  226  ft.  north 
of  84th  street,  Brooklyn. 

cal.  no.  389-25-BZ — Application,  April  11,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Patrick 
Tague,  owner,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  136-140  Hall  street,  Brooklyn. 

cal.  no.  405-25-BZ — Application,  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  455-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Gould 
Mersereau  Company,  owner,  to  permit 
in  a  business  district  the  erection  of  a 
building  and  the  use  of  more  than  25 
per  cent  of  its  total  floor  space  for  fac¬ 
tory  purposes ;  premises  east  side  of 


Nott  avenue,  90  ft.  east  of  Van  Ah 
avenue,  Long  Island  City,  Borough  c 
Queens. 

cal.  no.  474-25-BZ — Application,  June  3,  1925,  under  th 
building  zone  resolution,  of  John  E 
Hart,  applicant,  Mary  A.  Dalton,  owne 
Gussie  Realty  Co.,  Inc.,  lessee,  to  pei 
mit  partly  in  a  business  district  an 
partly  in  a  residence  district  the  erec 
tion  and  maintenance  of  a  garage  fc 
the  storage  of  more  than  five  (5)  me 
tor  vehicles ;  premises  1145-1149  Ogde 
avenue,  The  Bronx. 

cal.  no.  314-25-BZ — Application,  March  23,  1925,  unde 
the  building  zone  resolution,  of  John  E 
Hart,  applicant,  on  behalf  of  the  Estat 
of  Fredk.  Fischer,  owner,  to  permit  i 
a  business  district  the  erection  and  mail 
tenance  of  a  garage  for  the  storage  c 
more  than  five  (5)  motor  vehicles 
premises  1160-1162  Intervale  avenu 
The  Bronx. 

cal.  no.  490-25-BZ — Application,  May  11,  1925,  under  tb 
building  zone  resolution,  of  Philip 
Bendish,  applicant  and  owner,  to  perm 
in  a  residence  district  the  alteration  c 
an  existing  garage  for  the  storage  o 
more  than  five  (5)  motor  vehicles 
premises  342  West  70th  street,  Manhat 
tan. 

cal.  no.  497-25-BZ— Application,  May  12,  1925,  under  th 
building  zone  resolution,  of  John  \\ 
Clancy,  applicant,  on  behalf  of  Sally  C 
Crane,  owner,  to  permit  in  a  busines 
district  the  erection  and  maintenance  c 
a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles;  premises  21 8( 
2182  Folin  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS 

SPECIAL  MEETING. 

Tuesday,  September  22,  1925,  at  2  p.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeal 
of  a  public  hearing  under  the  provisions  of  the  buildin 
zone  resolution,  Tuesday  afternoon,  September  22,  1925,  £ 
2  o’clock,  in  Room  1013,  Municipal  Building,  on  the  fol 
lowing  matter: 

cal.  no.  486-25-BZ. — Application,  May  8,  1925,  under  th 
building  zone  resolution,  of  Louis  / 
Sheinart,  architect,  on  behalf  of  Estat 
of  George  Friedland,  owner,  to  perm 
in  a  business  district  the  erection  an 
maintenance  of  a  garage  for  the  storag 
of  more  than  five  (5)  motor  vehicles 
premises  113-117  Chrystie  street,  Man 
hattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  September  25,  1925,  at  2  p.  m. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rule 
adoption  of. 
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CALENDAR 


BOARD  OF  APPEALS. 

Tuesday,  September  29,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

318-25-A — East  side  of  Newtown  Creek,  586.63  feet  north 
of  Grand  street,  Maspeth,  Queens. 

445-25-A — 104-106  West  49th  street,  Manhattan. 

483-25-A — Southwest  corner  of  University  avenue  and  West 
181st  street,  The  Bronx. 

517-25-A — 286-304  Furman  street,  Brooklyn. 

554-25-A — 83-101  North  Third  street  and  209-219  Wythe 
avenue,  Brooklyn. 

556-25-A — 51  Henry  street,  Winfield,  L.  I.,  Queens. 
564-25-A — 106-110  Seventh  avenue,  Manhattan. 

!‘ 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  29,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  85-25-BZ — Application,  January  21,  1925,  under 
the  building  zone  resolution,  of  William 

IF.  Doyle,  applicant,  on  behalf  of  Mi¬ 
chael  T.  Watts,  lessee,  to  permit  part¬ 
ly  in  a  business  district  and  partly  in 
a  residence  district  the  maintenance  of 
an  open  garage  parking  space  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  332  West  57th  street, 
Manhattan. 

cal.  no.  298-25-BZ — Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

cal.  no.  402-25-BZ — Application,  April  14,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Emma  A. 
Justice,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises 
southeast  corner  of  East  182nd  street 
and  Folin  street,  The  Bronx. 
cal.  no.  429-25-BZ — Application,  April  21,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Gardstein,  architect,  on  behalf  of  Isa¬ 
belle  Weber,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  residence  building  to  be  used 
for  store  purposes  on  the  first  story; 
premises  2374-2376  60th  street,  Brook¬ 
lyn. 

t'  CAL.  NO.  551-25-BZ— Application,  May  27,  1925,  under  the 

building  zone  resolution,  of  Alfred  H. 
Eccles,  architect,  on  behalf  of  Henry 


Hellenek,  owner,  to  permit  in  a  busi¬ 
ness  district  and  also  within  200  ft.  of 
a  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
south  side  of  Patterson  avenue,  50  ft. 
west  of  Ely  avenue,  Astoria,  Borough 
of  Queens. 

cal.  no.  1534-24-BZ — Application,  December  30,  1924,  under 
the  building  zone  resolution,  of  William 
J.  Conway,  architect,  on  behalf  of  John 
Muldoon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  64-68  West  9th  street,  Brook¬ 
lyn. 

cal.  no.  87-25-BZ— Application,  January  21,  1925,  under  the 
building  zone  resolution,  of  David  L. 
Malbin,  applicant,  on  behalf  of  Pasquale 
Sabbarese,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  617-633  Brooklyn  avenue! 
Brooklyn. 

cal.  no.  306-25-BZ — Application,  March  19,  1925,  under 
the  building  zone  resolution,  of  William 
Farrell,  architect,  Emil  E.  Gabler, 
owner,  Casanova  Nash  Sales  Corp.,  les¬ 
see,  to  permit  in  a  business  district  the 
use  and  occupancy  of  a  new  building 
as  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
700  Southern  boulevard,  northeast  cor¬ 
ner  of  Leggett  avenue,  The  Bronx. 

cal.  no.  343-25-BZ— Application,  March  30,  1925,  under  the 
building  zone  resolution,  of  Benjamin 
Bag,  applicant,  on  behalf  of  Bay  Ridge 
Building  Materials  Corporation,  owner, 
to  permit  in  a  residence  district  the 
maintenance  of  a  building  material  stor¬ 
age  yard;  premises  244  69th  street, 
Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  29,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 7JO-744  Broadway,  Manhattan. 

433-25-S — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S— 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

274-25-S — 36  West  36th  street,  Manhattan. 

533-25-S — 269-71  State  street,  Brooklyn. 

561-25-S — 6  West  29th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

535-25-SA — Universe  Automatic  Oil  Burner,  approval  of. 
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CALENDAR 


BOARD  OF  APPEALS. 

Tuesday,  October  6,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

510-25-A — 102  71st  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  October  6,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 

cal.  no.  1250-24-BZ — Application,  October  21,  1924,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  for  Anna  M.  Fischetti,  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises ;  premises  87 
Clermont  avenue,  rear,  Brooklyn. 

cal.  no.  1453-24-BZ— Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  James 
Murphy,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  24 
Evelyn  place,  southeast  corner  of  Da¬ 
vidson  avenue,  The  Bronx. 

CAL.  NO.  97-25-BZ. — Application,  January  23,  1925,  under  the 
building  zone  resolution,  of  Robert 
Kaplan,  architect  and  engineer,  on  be¬ 
half  of  Ros-Sil  Realty  Corporation, 
owner,  to  permit  in  a  business  and  “B” 
area  district  the  maintenance  of  a  rear 
yard  legs  in  depth  than  that  required 
by  the  building  zone  resolution;  prem¬ 
ises  13  West  36th  street,  Manhattan. 

cal.  no.  484-25-BZ— Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Helen 
Pelcyger,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  836-846  Crown  street,  south¬ 
west  corner  of  Ford  street,  Brooklyn. 

cal.  no.  142-25-BZ.— Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 


Thatcher,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  northwest  corner  of 
Coney  Island  avenue  and  Avenue  N, 
Brooklyn. 

cal.  no.  225-25-BZ — Application,  February  25,  1925,  under 
the  building  zone  resolution,  of  Thomas 
O’Rourke  Gallagher,  applicant,  on  be¬ 
half  of  Mymaud  Construction  Co., 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  southwest 
corner  of  Metropolitan  avenue  and 
125th  street,  Richmond  Hill,  Borough 
of  Queens. 

CAL.  NO.  269-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  William 
A.  Giesen,  architect,  on  behalf  of  Agnes 
Connolly,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  cf 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises;  premises  2805 
Pond  place,  The  Bronx. 

cal.  no.  447-25-BZ — Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Benj.  Dries- 
ler,  Jr.,  architect,  on  behalf  of  Incor¬ 
porated  Parkway  Builders,  Inc.,  owner, 
to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  71-85  Caton 
place.  Brooklyn. 

cal.  no.  423-25-BZ— Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district ;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 


CONCRETE  RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE 


Adopted  by  the  Bond  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  Jime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  cf  lime  which  may  be  incorporated 


for  each  ninety-five  pound  bag  of  Portland  cement. 

l-lk2-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement.  [; 

1-2 J^-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cemept. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 


RULES 


FIRE  RETARDING  RULES 


a  ,  ■  ■ 

lopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
thicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga- 
jes,  motor  vehicle  repair  shops  and  oil  selling  stations 
y  material  or  form  of  construction  shall  be  deemed 
e-retarding  within  the  meaning  of  §73,  subdivision  3, 
the  building  code,  that  resists  the  action  of  flame 
d  heat  when  subjected  to  a  continuous  fire  for  one 
ur  at  an  average  temperature  of  seventeen  hundred 
700)  degrees  Fahrenheit  without  the  passage  of  flame, 
d  with  a  maximum  temperature  rise  to  four  hundred 
00)  degrees  Fahrenheit  on  the  side  away  from  the 
e.  The  point  at  which  the  temperature  of  transmitted 
at  is  measured  shall  be  protected  from  external  air 
d  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition 
nstruction,  the  area  under  test  shall  be  not  less  than 
e  hundred  (100)  square  feet  and  least  dimension 
all  be  not  less  than  nine  (9)  feet.  When  in  the  form 
floor  construction,  the  area  under  test  shall  be  not 
ss  than  two  hundred  (200)  square  feet  and  the  least 
mension  shall  be  not  less  than  fourteen  (14)  feet. 
During  the  fire,  the  floor  construction  shall  support 
e  live  load  for  which  it  is  designed,  and  after  the  fire 
all  safely  sustain  twice  the  designed  live  load  with  a 
aximum  deflection  of  not  more  than  one  two-hun- 
edth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
isted  floor  construction  shall  be  accepted  as  fire-re- 
rding  construction  in  noil-fireproof  buildings  used  as 
rages,  motor  vehicle  repair  shops  or  oil  selling  sta¬ 
ins  when  the  beams  are  protected  on  the  upper  and 
ider  sides  with  the  fire-retarding  materials  specified 
rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
rms  of  construction  shall  be  accepted  as  fire-retarding 
r  the  covering  of  the  upper  sides  of  wood  floor  beams 
joisted  floor  construction  in  non-fireproof  buildings 
ed  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
g  stations: 

(a)  Seven-eighths  (Vs)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not  less  than  two  and  one-half 
(2 ]/2)  inches  of  1:2)4 :5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  (%)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  (2)4  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
rms  of  construction  shall  be  accepted  as  fire-retarding 
r  the  covering  of  the  undersides  of  wood  floor  beams 
joisted  floor  construction  in  non-fireproof  buildings 
ed  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
g  stations: 

(a)  One-half  ()4)  inch  plaster  boards  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  ()4)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  furring 
strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 
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(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  (24)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  (24)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (%)  inch  wood  sheathing, 
one-half  (J4)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (%)  inch  wood  sheathing” 
two  thicknesses  of  one-quarter  ()4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  roetal  with  one-inch  lapped  seams. 
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BOARD  OF  APPEALS. 

Appeals  from  Administrative  Orders. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  .1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19-A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19- A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 
981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20- A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — (Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20-A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20- A — Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20- A — Pier  20,  East  River  Manhattan. 

420- 20-A — Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue,  Brooklyn. 

422- 20 -A — Pier  29,  foot  of  Harrison  street,  Brooklyn. 


423-20-A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A — Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 

907-21-A — East  side  South  street,  foot  of  Dover  street 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  street 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A — Pier  3,  between  Main  and  Dock  streets,  Brook 

lyn. 

1542- 21-A — Pier  3,  between  Main  and  Dock  Streets,  Brook 

lyn. 

1543- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1544- 21- A- — pier  2,  between  Main  and  Dock  streets,  Brook  ! 

lyn. 

1545- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook  | 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of 
1636-21-SA — Gilbert  &  Barker  Oil  Burner. 

337-22-S — Elkhard  Brass  Company,  Siamese  Connection 
approval  of. 

357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of 
392-22-S — The  Surface-Combustion  Company  Low  Pres 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems 

approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve 
approval  of.  ^ 

92-23-SA — Surface  Combustion  Low  Pressure  Fuel  Oi 
Burner,  approval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Ga 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA — “Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — 'Cornell  Falat  Oil  Burner,  approval  of. 
392-23-SA — “Billow”  Class  G.  R.  Oil  Burner,  aoproval  ol 
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393-23-S A — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 
of. 

397-23-S A — Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

443-23-S A — Automatic  Gas  Shut-Off,  approval  of. 

525-23-S  A — Tilman-White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA — Domestic  Fuel  Oil  Burner,  approval  of. 

888-23-S A — Lewis  Oil  Burner,  approval  of. 

898-23-S A — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-S A — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-SA — Frankfort  Type  “P”  Low  Pressure  Oil  Burner, 
approval  of.  v 

1050-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1 146-23-S A— Pennsylvania  Globe  Oil  Burner,  approval  of. 

1 169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA— Ziegler  Oil  Burner,  approval  of. 

1 180-23-S A — Viking  Pump,  approval  of. 

1246-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 

1339-23-S A — National  Light  Service  Oil  Pump,  approval  of. 

1346-23-SA — Heatiator  Oil  Burner,  approval  of. 

1 358-23-S A — Worthington  Oil  Burner,  approval  of. 

1361-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 

1364-23-S A— Staples  &  Pfeiffer  Oil  Burner,  apn'^val  of. 

1415-23-S A — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1 429-23-S A — Kerrihard  Oil  Burner,  approval  of. 

1444-23-S A — Tate- Jones  No.  6  Oil  Burner,  approval  of. 

1484-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 

1493-23-SA— Newport  Rotary  Oil  Burner,  approval  of. 

1538-23-S A — Lillibridge  Oil  Vapor  Burner,  approval  of. 

1550-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 

254-24-SA— Sherman  Oil  Burner,  approval  of. 

269-24-SA— Universe  Oil  Burner,  approval  of. 

365-24- S A — Koaless  Oil  Burner,  approval  of. 

379-24-SA— Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-S A — Faultless  Oil  Burner,  approval  of. 

501-24-S A — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA— Kinney  Rotating  Plunger  Pump,  approval  of. 

536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA— Marvel  Oil  Burner,  approval  of. 

702-24-SA—  Simplex  Mechanical  Oil  Burner,  approval  of. 

735-24- S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 


755-24-S A — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1 108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 

1 134-24-SA — Peerless  Automatic  Oil  Burner,  approval  of 

7142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of 

1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1 191- 24-S A — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-S A — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1 296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1305-24-SA — International  Furnace  Burner,  approval  of. 

1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

1500-24-SA—  Smolensky  Check  Valve,  approval  of. 

19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-S A — Keenan  Brilliant  Burner,  approval  of. 

228-25-S A — Silent  Glow  Oil  Burner,  approval  of. 

242-25-SA — .Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

259-25-SA — Electrol  Automatic  Oil  Burner. 

340-25-SA — McCann-Harrison  Low  Pressure  Oil 

Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant .  applicant  or  petitioner  of  record. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
,  copies  of  Form  13 A,  for  notices  to  property  owners,  such 
forms  are  not  to  he  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press.  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  he  added  if  the  forms  are  to 
be  supplied  by  mail. 
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DOCKET. 

Cases  pending  December  31,  1924- .  598 

Cases  filed  up  to  and  including  August  27,  1925  .  865 

Restored  to  calendar  .  51 

Miscellaneous  Applications. 

Requests  to  reopen  .  93 

Requests  to  amend  .  3 

Requests  for  modification  .  30 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  14 

Requests  for  extension  of  permit . 14 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans .  11 

Administrative  requests  .  1 

Requests  for  interpretation .  1 

Total  .  *683 

Disposed  of  .  910 

Cases  pending  August  27,  1925  .  773 


DISPOSITION  OF  CASES. 

Withdrawn  . 

Dismissed  . 

Denied  . .  l 

Granted  . . . 

Granted  on  condition  .  4 

Appliances  approved  . 

Appliances  dismissed,  disapproved  or  withdrawn  . 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  reopen  granted  . 

Requests  to  reopen  denied  . 

Requests  to  amend  granted . 

Requests  to  amend  denied  . 

Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

Requests  to  rescind  granted  . 

Requests  to  rescind  denied  . 

Requests  for  extension  of  time  granted . 

Requests  for  extension  of  time  denied  . 

Requests  for  extension  of  permit  granted . 

Requests  for  extension  of  permit  denied  . 

Requests  to  install  granted  . 

Requests  to  install  denied  . 

Plans  approved  . 

Plans  disapproved  . 

Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . 

Interpretations  . 

Requests  withdrawn  or  dismissed . 

Total  . .  9 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  t! 
offices  of  the  board  and  of  the  further  publication  of  tl 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  tl 
date  for  the  hearing  in  his  case,  and  that  the  plea  ( 
failure  to  receive  such  notice  is  no  excuse  for  neglect  I 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  c 
all  cases  promptly,  for  the  reason  that  the  pendency  of  a 
appeal  or  petition  ties  the  hands  of  the  administrate 
official  in  enforcing  his  order;  therefore,  no  appeal  c 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failui | 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  t 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUI 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  t 

Name  . 

Street  . 

P.  O . 
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Notices  in  Building  Zone  Cases. 

Rules. 
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Progress  Report. 


DATES  AND  HOURS  OF  MEETINQ 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  hoard,  will  he 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owQer^^ppBf^ullRyrttt file  objections,  if  any, 
and  will  bei.  called  in  Room  1013,  Tuesday,  September  8, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 

e  Calendar  will  be  on 
Tuesday,  September  15,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is itnotL confused  with  the 
calendar  of  ‘hive  been  definitely  set  for  hearing 

on  fixed  days.  * 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

#  Any  communication  purporting  to  be  an  appeal,  applica- 
tjon.  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 

. -<| 

DOCKET. 


New  Cases  Filed  Week  Ending  September  3,  1925. 


Cal.  No. 

Department. 

Premises  Affected. 

885-25-S .  .  . 

. B.B.M.  . 

.  570-576  7th  ave.,  S.  W.  cor. 
41st  st.,  Man. 

N.  B.  319-1925. 

884-25- A. . 

. F.D.  ... 

.511-519  E.  72nd  st.,  Man. 

L.  F.  83294. 

883-25- A.  . 

.."..B.B.M.  . 

.2082  3rd  ave.,  S.  W.  cor.  114th 
st.,  Man.  Alt.  1533-1925. 

*882-25-A.  . 

. F.D.  ... 

.  360  Bowery,  Man. 

L.  C.  30728. 

881-25-S . . 

. F.D.  ... 

.  1  Beekman  st.,  S.  E.  cor.  Park 
row,  Man.  L.  D.  83608. 

880-25-S . . 

. F.D.  ... 

.254-258  W.  35th  st.,  Man. 

L.  D.  81972. 

879-25-BZ. . 

. B.B.B.  . 

..137-151  Blake  ave.,  Bklyn. 

Applic.  12998-1925. 

878-25-S . . . 

. B.B.M.  . 

.1410-1412  Bway.  &  123  W.  39+h 
st.,  N.  E.  cor.,  Man. 

N.  B.  416-1925. 

877-25-BZ. . 

. B.B.M.  . 

.  1410-1412  Bway.  &  123  W.  39th 
st.,  N.  E.  cor.,  Man. 

N.  B.  416-1925. 

876-25-BZ. . 

. B.B.Bx. 

.Jerome  ave.,  W.  S.,  150  ft.  N. 
I’eatherbed  lane,  Bx. 

N.  B.  1942-1925. 

875-25- A. . 

. F.D.  ... 

.  151-165  Kent  ave.,  Bklyn. 

L.  C.  97757. 

874-25- A.  . 

. F.D.  ... 

.Bronx  River,  bet.  Lafayette  st 
&  Spofford  ave.,  Bx. 

Alt.  1403-1925. 

873-25-BZ. . 

. F.D.  ... 

.  113th  ave.  &  Springfield  blvd., 
N.  E.  cor.,  Queens,  L.  I. 

Alt.  1227-1925. 

872-25- A.  . 

. F.D.  ... 

.  241  Wythe  ave.,  S.  E.  cor. 
Metropolitan  ave.,  Bklyn. 

F.  78827. 

871-25-S . . . 

. F.D.  ... 

.  241  Wythe  ave.,  S.  E.  cor. 
Metropolitan  ave.,  Bklyn. 

L.  D.  78823-L.  D.  77575. 

870-25-S .  . . 

. F.D.  ... 

.495  West  Bway.,  Man. 

L.  D.  77986. 

869-25-S . .  . 

. F.D.  ... 

.306-310  Penn  st.,  Bklyn. 

L.  D.  73969. 

868-25-S . . 

. F.D.  ... 

.501  7th  ave.,  N.  E.  cor.  37th 
st.,  Man.  L.  D.  82005. 

867-25-S .  . 

. F.D.  ... 

.174  Wooster  st.,  Man. 

L.  D.  83003. 

866-25-BZ. , 

. B.B.Bx. 

.  179th  st.,  S.  W.  cor.  Boston 
rd.,  Bx.  N.  B.  1739-1925. 

B.B.R . Bureau  of  Buildings,  Richmond 

B.B.Bx . Bureau  of  Buildings,  Bron:' 

T.H.D . Tenement  House  Departmcn 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

487-25-BZ. 

APPLICANT — Louis  A.  Sheinart,  for  Charles  J.  Ryar 
owner. 

PREMISES — 1307-1319  65th  street,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  ; 

residence  district  the  erection  and  maintenance  of  .j 
garage  for  the  storage  of  more  than  five  (5)  moto| 
vehicles. 

553-25-BZ. 

APPLICANT — South  Ozone  Park  Operating  Co.,  Inc! 
owner. 

PREMISES — Northwest  corner  of  Zuider  avenue  and  Ne 
braska  avenue,  South  Ozone  Park,  Borough  oi 
Queens. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi 
ness  district  the  erection  and  maintenance  of  a  the! 
atre  building. 

470-25-BZ. 

APPLICANT — Walter  B.  Wills,  for  Frank  Harttnarj 
owner. 

PREMISES — 1219-1223  Putnam  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  that 
five  (5)  motor  vehicles. 

575-25-BZ. 

APPLICANT — Gardiner  Conroy,  for  O’Hara  Realty 
Co.,  owner. 

PREMISES — 507-511  Flatbush  avenue  and  1118-112! 
Washington  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  am 
maintenance  of  a  garage  for  the  storage  of  mor> 
than  five  (5)  motor  vehicles. 

586-25-BZ. 

APPLICANT — Harrison  G.  Wiseman  and  Magnusot 
&  Kleinert,  for  Louis  N.  Jaffe,  owner. 

PREMISES — 181-189  Second  avenue  and  240-242  Easj 
12th  Street,  Manhattan. 

TO  PERMIT  in  a  residence  district  extending  from  « 
business  district  the  erection  and  maintenance 
of  a  building  for  store  and  theatre  purposes. 


CODE. 

F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 


1003-24-BZ. 

APPLICANT — David  Falconer,  owner. 

PREMISES — 185  Jamaica  avenue,  Long  Island  City 
Queens. 

TO  PERMIT  in  a  business  district  the  alteration  and  ex 
tension  of  a  garage  for  the  storage  of  more  tbai 
five  (5)  motor  vehicles. 
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195-25-BZ. 


•\PPLICANT — Henry  Nordheim,  for  Katie  Staudermann, 
owner. 

PREMISES — 722  East  175th  street,  The  Bronx. 

I'O  PERMIT  in  a  residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part  from  a  resi¬ 
dence  use  to  a  business  use. 

,05-25-BZ. 

\PPLICANT— William  F.  Doyle,  for  Walton  Whyte 
Realty  Corp.,  owner. 

PREMISES — East  side  of  Jerome  avenue,  350  feet  south 
of  East  181st  street,  The  Bronx. 

I'O  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

,31-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Luke  Kilgallon, 
owner. 

PREMISES— East  side  of  James  street,  136  feet  north  of 
Cornaga  avenue,  Far  Rockaway,  Queens. 

TO  PERMIT  in  a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

182-23-BZ. 

APPLICANT— George  A.  McWilliams,  owner. 

PREMISES— 1240  Castleton  avenue,  Staten  Island,  Rich¬ 
mond. 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles.  (Previously  dismissed  for  lack  of 
prosecution.) 


BOARD  OF  APPEALS. 

Tuesday,  September  8,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

316-25-A — 106-116  John  street  and  227-237  Plymouth  street, 
Brooklyn. 

446-25-A— 22-34  Bergen  avenue,  Jamaica,  Queens. 

450-25-A — 373  Vernon  avenue,  Long  Island  City,  Queens. 

459-25-A — 646-654  Vernon  avenue,  Long  Island  City, 
Queens. 

463-25-A — 45-47  Crosby  street,  Manhattan. 

150-25-A — 15-19  Amsterdam  avenue,  Manhattan. 

;  303-25-A— 120-124  West  57th  street,  Manhattan. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

!  NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
•  resolution,  Tuesday  morning,  September  8,  1925,  at  10 

o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  1502-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Morris 
Pomerantz,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  New  York  avenue, 
185.92  ft.  north  of  South  street,  Jamaica, 
Borough  of  Queens. 


cal.  no.  286-25-BZ — Application,  March  12,  1925,  under  the 
building  zone  resolution,  of  William  B. 
Seaver,  applicant,  on  behalf  of  Third 
Avenue  Railway  Company,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  2526-30  Amster¬ 
dam  avenue,  southwest  corner  of  West 
186th  street,  Manhattan. 

cal.  no.  289-25-BZ — Application,  March  13,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Max 
Zaubler,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  an  existing 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  553-559 
11th  street,  Brooklyn. 

cal.  no.  304-25 -BZ — Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica  Wa¬ 
ter  Supply  Co.,  applicant  and  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station;  premises  west  side  of  143rd 
street,  100  ft.  south  of  111th  avenue, 
Jamaica,  Borough  of  Queens. 

cal.  no.  305-25-BZ — Application,  March  19,  1925,  under  the 
building  zone  resolution,  of  Jamaica 
Water  Supply  Co.,  applicant  and  owner, 
to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  business 
building  to  be  used  as  a  water  pumping 
station;  premises  west  side  of  224th 
street,  250  ft.  north  of  Foch  boulevard 
(Central  avenue),  Jamaica,  Borough  of 
Queens. 

cal.  no.  411-25-BZ — Application,  April  16,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  B.  Mar¬ 
tin,  owner,  to  permit  in  a  residence  dis¬ 
trict  the  maintenance  of  a  dancing  and 
banquet  hall ;  premises  1134  Pacific 
street,  Brooklyn. 

cal.  no.  577-25-BZ — Application,  June  4,  1925,  under  the 
building  zone  resolution,  of  Bandler, 
Haas  and  Collins,  applicants,  on  behalf 
of  212  West  72nd  Street  Corp.,  owner, 
to  permit  in  a  residence  and  “B”  area 
district  extending  from  a  business  dis¬ 
trict,  the  alteration  and  extension  of  a 
building  to  be  used  in  part  for  business 
purposes,  also  the  omission  of  a  rear 
yard  as  required  by  the  building  zone 
resolution ;  premises  212  West  72nd 
street,  Manhattan. 

cal.  no.  737-25-BZ — Application,  July  14,  1925,  under  the 
building  zone  resolution,  of  Frank  S. 
Parker,  engineer,  on  behalf  of  598 
Eighth  Avenue  Corporation,  lessee, 
Shapp  Realty  Co.,  owner,  to  permit  in 
a  1  times  district  the  erection  and 
maintenance  of  the  street  walls  to  a 
height  exceeding  the  limit  required  by 
the  building  zone  resolution ;  premises 
594-598  Eighth  avenue  and  270-274 
West  39th  street,  Manhattan. 

cal.  no.  331-25-BZ — Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  R.  Thomas 


I 
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Short,  architect,  on  behalf  of  Michael 
Noonan,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  alteration  and  exten¬ 
sion  of  an  existing  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  187A-201  Garfield 
place,  Brooklyn. 

cal.  no.  610-25-BZ — Application,  June  12,  1925,  under  the 
building  zone  resolution,  of  John  E. 
Joyce,  applicant  and  owner,  to  permit 
the  conversion  from  a  residence  to  a 
business  use  (stores)  of  the  first  story 
of  a  building  located  partly  in  a  resi¬ 
dence  and  partly  in  a  business  use  dis¬ 
trict;  premises  201  East  198th  street, 
The  Bronx. 

cal.  no.  62G-25-BZ — Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 
C'and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building ;  premises 
1421-1437  Ocean  avenue  and  1060-1068* 
Kenmore  place,  Brooklyn. 

cal.  no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  September  8,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

904-24-A— 235-239  West  23rd  street,  Manhattan. 

336-25- A — 46  Old  Broadway,  Manhattan. 

1177-24-A — 79-89  Seventh  avenue,  Manhattan. 

186-25-A — 4409  New  Utrecht  avenue,  Brooklyn. 

656-25-A — 1109  45th  street,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under 'the  provisions  of  the  building  zone 
resolution,  Tuesday  afternoon,  September  8,  1925,  at  2 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

CAL.  NO.  240-25-BZ— Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Harry 
J.  Lippe,  Jr.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  mootr  vehicles; 
premises  1214-1216  Lind  avenue,  The 
Bronx. 

cal.  no.  327-25-BZ— Application,  March  26,  1925,  under  the 
building  zone  resolution,  of  Richard 
Shutkind,  architect,  on  behalf  of  Rich¬ 
ard  Schmidt,  owner,  to  permit  in  a 


business  district  the  erection  and  mair 
tenance  of  an  extension  to  a  dry  cleat 
ing  establishment;  premises  162-16 
Prospect  street,  Long  Island  Cit 
Queens. 

cal.  no.  458-25-BZ — Application,  April  29,  1925,  under  th 
building  zone  resolution,  of  William  I 
Doyle,  applicant,  on  behalf  of  Williat 
Kolle,  owner,  to  permit  in  a  busines 
district  the  erection  and  maintenance  c 
a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles;  premises  195 
210  16th  street,  Brooklyn. 

cal.  no.  1429-24-BZ — Application,  December  3,  1924,  ur,dc 
the  building  zone  resolution,  of  Joh 
De  Hart,  architect,  on  behalf  of  Joh 
J.  Daly  and  Max  L.  Fried,  owners,  1 
permit  in  a  business  district  the  mail 
tenance  of  a  motor  vehicle  repair  shop 
premises  1012-1018  Avenue  St.  Johi 
The  Bronx. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

491-25-BZ. 

APPLICANT — Edwin  W.  Crumley,  for  Carlo  De  Luc; 
owner. 

PREMISES — 1413  Needham  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  alteration  an 
change  of  occupancy  in  part  from  a  residenc 
use  to  a  business  use. 


5G9-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  John  V.  Shei 
idan  and  Georgie  McDonald  Reed,  owners. 

PREMISES— 411  East  203rd  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  an 
maintenance  of  a  building  for  the  use  of  ci 
stone  works. 


593-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Menlo  Buildin 
Company,  owner. 

PREMISES — Southwest  corner  of  White  Plains  avenul 
and  East  224th  street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from 
business  district  the  erection  and  maintenance 
of  a  building  for  the  use  of  store  and  theatri 
purposes. 


594-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Region  Construe 
tion  Company,  owner. 

PREMISES — West  side  of  Third  avenue,  270  feet  sout 
of  East  183rd  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  extending  from  a 
unrestricted  district  the  erection  and  roaintet 
nance  of  a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles. 


595-25-BZ.  . 

APPLICANT — John  J.  Dunnigan,  for  Marie  Carbern 
owner. 

PREMISES — West  side  of  Third  avenue,  80.74  fee 
south  of  East  182nd  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  extending  from  a 
unrestricted  district  the  erection  and  maintf 
nance  of  a  garage  for  the  storage  of  more  tha 
(5)  motor  vehicles. 
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-25-BZ. 

PLICANT — William  Bone,  for  Hyman  Wynehouse, 
owner. 

EMISES — 4110-4118  Ninth  avenue,  Brooklyn. 

'  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  five  (5)  detached  residence 
buildings  to  be  used  for  store  purposes  on  the 
first  story. 

25-BZ. 

PLICANT — William  F.  Doyle,  for  Ferdinand  Curth, 
owner. 

EMISES — 229-233  Marion  street,  Brooklyn. 

PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

25-BZ. 

PLICANT — Michael  Pellegrino,  owner. 

EMISES — Northwest  corner  of  Ocean  avenue  and  Ave¬ 
nue  U,  Brooklyn. 

PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
five  (5)  buildings,  to  be  used  for  stores  on  the  first 
story  and  dwellings  above. 

25-BZ. 

PLICANT — William  A.  Lacerenza,  for  Samuel  Klein, 
owner. 

EMISES — 1062  St.  Johns  place,  Brooklyn. 

PERMIT  the  extension  from  a  business  district  into  a 
residence  district  of  a  proposed  building  to  be  used 
for  business  purposes  (dance  hall). 


BOARD  OF  APPEALS. 

Tuesday,  September  15,  1925,  at  10  a.  m. 

/ 

Appeals  from  Administrative  Orders. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

301-25-S — 207-209  East  49th  street,  Manhattan. 

434-25-S— 186  Grand  street  and  157-161  Mulberry  street 
Manhattan. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464- 25-S — 45-47  Crosby  street,  Manhattan. 

468- 25-S  40-42  West  37th  street,  Manhattan. 

355-25-S  514-516  West  57th  street,  Manhattan. 

374-25-S — 963-965  Kent  avenue,  Brooklyn. 

461-25-S  2;>l-255  West  39th  street,  Manhattan. 

465- 25-S— 26-34  Sullivan  street  and  47-49  Watts  street 

Manhattan. 

440-25-S  352  East  76th  street,  Manhattan. 

444-25-S  27-35  West  24th  street,  Manhattan. 

448-25-S — 26  West  20th  street,  Manhattan. 

469- 25 -S  692-694  Broadway  and  388  Lafayette  street 

Manhattan. 

481-25-S  237-239  Lafayette  street,  Manhattan. 

500-25-S — 873  Sixth  avenue,  Manhattan. 

415-25-S  338-340  blushing  avenue,  Brooklyn. 

426-25-S— 22-26  Howard  street  and  5-7  Crosby  street  Man¬ 
hattan. 

430-25-S — 365-367  Canal  street,  Manhattan. 

115-25-S  54  West  57th  street  and  59  West  56th  street 
Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

198-25-S— 566-568  Seventh  avenue,  Manhattan. 

1102-24-S  251  Fifth  avenue  and  l  East  28th  street  Man¬ 
hattan. 

1525-24-S — 107  East  31st  street,  Manhattan. 

718-18-S — 17-23  East  Broadway,  Manhattan. 

1418-24-S  20  East  31st  street,  Manhattan. 

321-25-S  232-234  West  37th  street,  Manhattan. 


1 2-25-A — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

2-25-A — 4009-15  First  avenue,  Brooklyn. 

1- 25-A — 4017-21  First  avenue,  Brooklyn. 

2- 25-A — 1008  Whitlock  avenue,  The  Bronx. 

[  i-25-A — 1161  First  avenue,  Manhattan. 

1-25-A — 168-208  Marshall  street,  Brooklyn. 

'-25-A — 1188-90  Fulton  street  and  1247-1253  Bedford 
avenue,  Brooklyn. 

-25-A — 105  Bleecker  street  and  186-188  Greene  street, 
*  .  Manhattan. 

-24-A — 508-534  West  212th  street,  Manhattan. 

-25-A — 2  West  106th  street  and  451  Central  Park,  West, 
Manhattan. 

-25-A — 526  Fulton  street,  Brooklyn. 

-25-A — 1380  Metropolitan  avenue,  East  Williamsburgh. 
Queens. 

-24-A — 628-642  West  45th  street,  Manhattan. 

-24-A — 126  Franklin  street  and  320-224  West  Broadway, 
Manhattan. 

-25-A — 217-219  West  126th  street,  Manhattan. 

-25-A — 280  Broadway,  Manhattan. 

-25-A — 1229-1231  Gerard  avenue,  The  Bronx. 

-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 
-25-A — 62  Stanhope  street,  Brooklyn. 

-25-A — 284  Chauncey  street,  Astoria,  Queens. 

(-25- A — 135-147  East  8th  street,  Manhattan. 

-25-A — 1681-1685  Broadway,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  September  22,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1486-24- A— Southwest  corner  of  Cypress  avenue  and  Center 
street,  East  Williamsburgh,  Queens. 

159-25-A — East  side  of  Broadway,  from  116th  street  and 
120th  street,  Manhattan. 

378-25-A — West  side  of  Van  Alst  avenue,  115  ft.  south  of 
South  Jane  street,  Long  Island  City,  Bor¬ 
ough  of  Queens. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  22,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles- 
premises  809  Union  avenue,  The  Bronx’. 
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cal.  no.  1455-24-BZ— Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  Edlar  Realty 
Corp.,  owner,  A.  Troskowsky,  sub-les¬ 
see,  to  permit  in  a  business  district  the 
maintenance  of  a  motor  vehicle  repair 
shop;  premises  34  Tieman  place,  Man¬ 
hattan. 

CAL.  NO.  262-25-BZ— Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Max  N. 
Newman,  applicant,  on  behalf  of  Irene 
Thatcher,  owner,  to  permit  in  an  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte- 
nace  of  a  building  to  be  used  for  store 
purposes ;  premises  1406-1414  Elm  ave¬ 
nue,  Brooklyn. 

cal.  no.  270-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Schi- 
nasi  Commercial  Corp.,  to  permit  in  a 
business  district  and  within  200  ft.  of 
a  hospital  the  use  and  occupancy  of  an 
existing  building  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  32-36  West  100th 
street,  Manhattan. 

cal.  no.  359-25-BZ— Application,  April  2,  1925,  under  the 
building  zone  resolution,  of  William  H, 
Kehoe,  applicant,  on  behalf  of  Horlick 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  1026-1042 
Liberty  avenue,  southwest  corner  of 
Crescent  street,  Brooklyn. 

cal.  no.  363-25-BZ — Application,  April  3,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  Rosa 
Morizio,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  building  to  be  used  as  a  poultry 
slaughter  house;  premises  east  side  of 
Private  Right  of  Way,  226  ft.  north 
of  84th  street,  Brooklyn. 

cal.  no.  389-25-BZ — Application,  April  11,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Patrick 
Tague,  owner,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  136-140  Hall  street,  Brooklyn. 

cal.  no.  405-25-BZ — -Application,  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  455-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Gould 
Mersereau  Company,  owner,  to  permit 
in  a  business  district  the  erection  of  a 
building  and  the  use  of  more  than  25 
per  cent  of  its  total  floor  space  for  fac¬ 
tory  purposes ;  premises  east  side  of 


Nott  avenue,  90  ft.  east  of  Van  Alst 
avenue,  Long  Island  City,  Borough  of 
Queens. 

cal.  no.  474-25-BZ — Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  Mary  A.  Dalton,  owner ; 
Gussie  Realty  Co.,  Inc.,  lessee,  to  per  ¬ 
mit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec  j 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo  j 
tor  vehicles;  premises  1145-1149  Ogderj 
avenue,  The  Bronx. 

cal.  no.  314-25-BZ — Application,  March  23,  1925,  under 
the  building  zone  resolution,  of  John  De 
Llart,  applicant,  on  behalf  of  the  Estate 
of  Fredk.  Fischer,  owner,  to  permit  ir 
a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  or 
more  than  five  (5)  motor  vehicles; 
premises  1160-1162  Intervale  avenue 
The  Bronx. 

cal.  no.  490-25-BZ — Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Philip  J 
Bendish,  applicant  and  owner,  to  permit 
in  a  residence  district  the  alteration  or 
an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  342  West  70th  street,  Manhat¬ 
tan. 

cal.  no.  497-25-BZ— Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  John  W 
Clancy,  applicant,  on  behalf  of  Sally  C. 
Crane,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2180- 
2182  Folin  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


\  | 

BOARD  OF  APPEALS 

4 

SPECIAL  MEETING. 

Tuesday,  September  22,  1925,  at  2  p.  m. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  September  22,  1925,  at 
2  o’clock,  in  Room  1013,  Municipal  Building,  on  the  fol¬ 
lowing  matter: 

cal.  no.  486-25-BZ. — Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  Louis  A  - 
Sheinart,  architect,  on  behalf  of  Estate 
of  George  Friedland,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  113-117  Chrystie  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  September  25,  1925,  at  2  p.  m. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules 
adoption  of. 
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BOARD  OF  APPEALS. 

Tuesday,  September  29,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

$18-25- A — East  side  of  Newtown  Creek,  586.63  feet  north 
of  Grand  street,  Maspeth,  Queens. 

145-25-A — 104-106  West  49th  street,  Manhattan. 

33-25-A — Southwest  corner  of  University  avenue  and  West 
181st  street,  The  Bronx. 

■>17-25-A — 286-304  Furman  street,  Brooklyn. 

)54-25-A — 83-101  North  Third  street  and  209-219  Wythe 
avenue,  Brooklyn. 

)56-25-A — 51  Henry  street,  Winfield,  L.  I.,  Queens. 

>64-25- A — 106-110  Seventh  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
i  a  public  hearing  under  the  provisions  of  the  building  zone 
^solution,  Tuesday  morning,  September  29,  1925,  at  10 
clock,  in  Room  1013,  Municipal  Building,  on  the  follow- 
>g  matters : 

\l.  no.  85-25-BZ — Application,  January  21,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Mi¬ 
chael  T.  Watts,  lessee,  to  permit  part¬ 
ly  in  a  business  district  and  partly  in 
a  residence  district  the  maintenance  of 
an  open  garage  parking  space  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  332  West  57th  street, 
Manhattan. 

vl.  no.  298-25-BZ — Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

\l.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

\L.  no.  402-25-BZ — Application,  April  14,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Emma  A. 
Justice,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises 
southeast  corner  of  East  182nd  street 
and  Folin  street,  The  Bronx. 

\L.  no.  429-25-BZ — Application,  April  21,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Gardstein,  architect,  on  behalf  of  Isa¬ 
belle  Weber,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  residence  building  to  be  used 
for  store  purposes  on  the  first  story ; 
premises  2374-2376  60th  street,  Brook¬ 
lyn. 

\L.  no.  551-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  H. 
Eccles,  architect,  on  behalf  of  Henry 


Hellenek,  owner,  to  permit  in  a  busi¬ 
ness  district  and  also  within  200  ft.  of 
a  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
south  side  of  Patterson  avenue,  50  ft. 
west  of  Ely  avenue,  Astoria,  Borough 
of  Queens. 

cal.  no.  1534-24-BZ — Application,  December  30,  1924,  under 
the  building  zone  resolution,  of  William 
J.  Conway,  architect,  on  behalf  of  John 
Muldoon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles - 
premises  64-68  West  9th  street,  Brook¬ 
lyn. 

cal.  no.  87-25-BZ— Application,  January  21,  1925,  under  the 
building  zone  resolution,  of  David  L. 
Malbin,  applicant,  on  behalf  of  Pasquale 
Sabbarese,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles- 
premises  617-633  Brooklyn  avenue’ 
Brooklyn. 

cal.  no.  306-25-BZ — Application,  March  19,  1925,  under 
the  building  zone  resolution,  of  William 
Farrell,  architect,  Emil  E.  Gabler, 
owner,  Casanova  Nash  Sales  Corp.,  les¬ 
see,  to  permit  in  a  business  district  the 
use  and  occupancy  of  a  new  building 
as  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
700  Southern  boulevard,  northeast  cor- 
,ier  Leggett  avenue,  The  Bronx. 

cal.  no.  343-25-BZ — Application,  March  30,  1925,  under  the 
building  zone  resolution,  of  Benjamin 
Bag,  applicant,  on  behalf  of  Bay  Ridge 
Building  Materials  Corporation,  owner, 
to  permit  in  a  residence  district  the’ 
maintenance  of  a  building  material  stor¬ 
age  yard;  premises  244  69th  street 
Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  29,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 740-744  Broadway,  Manhattan. 

433-25-S — 83-101.  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S — 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

274-25-S — 36  West  36th  street,  Manhattan. 

533-25-S — 269-71  State  street,  Brooklyn. 

561-25-S — 6  West  29th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

535-25-SA — Universe  Automatic  Oil  Burner,  approval  of. 
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CALENDAR 
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BOARD  of  appeals. 


Tuesday,  October  6,  1925,  at  10  a.  m. 
Appeal  from  Administrative  Order. 

510-25-A— 102  71st  street,  Brooklyn. 


Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  October  6,  1925,  at  10  o  clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 


CAL.  NO.  1250-24-BZ— Application,  October  21,  1924,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  for  Anna  M.  Fischetti,  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises;  premises  87 
Clermont  avenue,  rear,  Brooklyn. 

cal.  no.  1453-24-BZ— Application,  December.  9,  1924  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  James 
Murphy,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  24 
Evelyn  place,  southeast  corner  of  Da¬ 
vidson  avenue,  The  Bronx. 


cal  no  97-25-BZ.— Application,  January  23,  1925,  under  the 
‘  '  building  zone  resolution,  of  Robert 

Kaplan,  architect  and  engineer,  on  be¬ 
half  of  Ros-Sil.  Realty.  Corporation, 
owner,  to  permit  in  a  business  and  “B 
area  district  the  maintenance  of  a  rear 
yard  less  in  depth  than  that  required 
by  the  building  zone  resolution ;  prem¬ 
ises  13  West  36th  street,  Manhattan. 


cal.  no.  484-25-BZ— Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  William  r. 

-  Doyle,  applicant,  on  behalf  of  Helen 
Pelcyger,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles, 
premises  836-846  Crown  street,  south¬ 
west  corner  of  Ford  street,  Brooklyn. 


cal  no  142-25-BZ.— Application,  February  2,  1925  under 
the  building  zone  resolution,  of  Irene 


Thatcher,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  northwest  corner  of 
Coney  Island  avenue  and  Avenue  N, 
Brooklyn. 


CAL.  NO.  225-25-BZ— Application,  February  25,  1925,  under 
the  building  zone  resolution,  of  Thomas 
O’Rourke  Gallagher,  applicant,  on  be¬ 
half  of  Mymaud  Construction  Co., 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  southwest 
corner  of  Metropolitan  avenue  and 
125th  street,  Richmond  Hill,  Borough 
of  Queens. 


CONCRETE  RULES 


cal.  no.  269-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  William 
A.  Giesen,  architect,  on  behalf  of  Agnes 
Connolly,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  cf 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises;  premises  2805  ! 
Pond  place,  The  Bronx. 


CAL.  NO.  447-25-BZ — Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Benj.  Dries- 
.  ler,  Jr.,  architect,  on  behalf  of  Incor¬ 

porated  Parkway  Builders,  Inc.,  owner, 
to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  71-85  Caton 
place.  Brooklyn. 


CAL.  NO.  423-25-BZ— Application,  April  20,.  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district ;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 


USE  OF  HYDRATED  LIME  IN  CONCRETE 


Adopted  by  the  Bond  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  JVo.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  cf  lime  which  may  be  incorporated 


for  each  ninety-five  pound  bag  of  Portland  cement. 

1-1J4-3  M!ix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement.  I 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 


938 


RULES 


FIRE  RETARDING  RULES 


adopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
'ehicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga- 
iges,  motor  vehicle  repair  shops  and  oil  selling  stations 
ny  material  or  form  of  construction  shall  be  deemed 
re-retarding  within  the  meaning  of  §73,  subdivision  3, 
f  the  building  code,  that  resists  the  action  of  flame 
nd  heat  when  subjected  to  a  continuous  fire  for  one 
our  at  an  average  temperature  of  seventeen  hundred 
1700)  degrees  Fahrenheit  without  the  passage  of  flame, 
nd  with  a  maximum  temperature  rise  to  four  hundred 
100)  degrees  Fahrenheit  on  the  side  away  from  the 
re.  The  point  at  which  the  temperature  of  transmitted 
eat  is  measured  shall  be  protected  from  external  air 
nd  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition 
instruction,  the  area  under  test  shall  be  not  less  than 
ne  hundred  (100)  square  feet  and  least  dimension 
lall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
f  floor  construction,  the  area  under  test  shall  be  not 
:ss  than  two  hundred  (200)  square  feet  and  the  least 
imension  shall  be  not  less  than  fourteen  (14)  feet. 
During  the  fire,  the  floor  construction  shall  support 
e  live  load  for  which  it  is  designed,  and  after  the  fire 
hall  safely  sustain  twice  the  designed  live  load  with  a 
laximum  deflection  of  not  more  than  one  two-hun- 
redth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
fisted  floor  construction  shall  be  accepted  as  fire-re- 
irding  construction  in  non-fireproof  buildings  used  as 
arages,  motor  vehicle  repair  shops  or  oil  selling  sta- 
ons  when  the  beams  are  protected  on  the  upper  and 
nder  sides  with  the  fire-retarding  materials  specified 
i  rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
)rms  of  construction  shall  be  accepted  as  fire-retarding 
)r  the  covering  of  the  upper  sides  of  wood  floor  beams 
l  joisted  floor  construction  in  non-fireproof  buildings 
sed  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
lg  stations: 

(a)  Seven-eighths  (%)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not  less  than  two  and  one-half 

j  (2)4)  inches  of  1:2)4 :5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  ()4)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  (2)4  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 

I  with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
irms  of  construction  shall  be  accepted  as  fire-retarding 
>r  the  covering  of  the  undersides  of  wood  floor  beams 
!  i  joisted  floor  construction  in  non-fireproof  buildings 
sed  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
g  stations: 

(a)  One-half  ()4)  inch  plaster  boards  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapiped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (%)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  furring 
strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 


(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  (}$)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  c'onduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  (J4)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (%)  inch  wood  sheathing, 
one-half  (y2)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  ( 7/% )  inch  wood  sheathing,” 
two  thicknesses  of  one-quarter  ()4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  ^etal  with  one-inch  lapped  seams. 
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RESERVE  CALENDAR 


BOARD  OF  APPEALS. 

Appeals  from  Administrative  Orders. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

Pier  Cases. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19- A — Old  Pier  3,  North  River,  Manhattan. 

594- 19- A— Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A—  Pier  28,  East  River,  Manhattan. 

881- 19-A— Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19-A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A— Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

‘  937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A— -Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19- A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 

981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A— Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20- A— (Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20- A — (Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A— Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A— Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20-A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20- A — Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20- A — Pier  20,  East  River  Manhattan. 

420- 20-A — Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20- A — Pier  22,  foot  of  Atlantic  avenue,  Brooklyn. 

422- 20-A — Pier  29,  foot  of  Harrison  street,  Brooklyn. 


423-20-A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A — Pier  between  North  4th  arid  5th  streets,  Brool 
lyn. 

907-21-A — East  side  South  street,  foot  of  Dover  stree 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  stree 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A — Pier  3,  between  Main  and  Dock  streets,  Brool 

lyn. 

1542- 21-A — Pier  3,  between  Main  and  Dock  Streets,  Brool 

lyn. 

1543- 21-A — Pier  2,  between  Main  and  Dock  streets,  Broo! 

lyn. 

1544- 21-A — pier  2,  between  Main  and  Dock  streets,  Brool 

lyn. 

1545- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brool 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Appliances  Submitted  for  Approval. 

53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  o 
1636-21-SA — Gilbert  &  Barker  Oil  Burner. 

337-22-S — Elkhard  Brass  Company,  Siamese  Connectio 
approval  of. 

357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  o 
392-22-S — The  Surface-Combustion  Company  Low  Pre 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S — Howard  Water  Pressure  Reducing  Devices,  a] 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systeir 

approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burnt, 
approval  of. 

1 395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Vah 
approval  of. 

92-23-SA — Surface  Combustion  Low  Pressure  Fuel  C 
Burner,  approval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  G 

Shut-Off  Valve,  approval  of. 

279-23-S A — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-S A — .“Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — 'Cornell  Falat  Oil  Burner,  approval  of. 
392-23-S A — “Billow”  Class  G.  R.  Oil  Burner,  aoproval  ( 
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13- 23-SA — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

•7-23-S  A — Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

3- 23-SA — Automatic  Gas  Shut-Off,  approval  of. 

5- 23-SA — Tilman-YVhite  Gas  Cut-Off  Valve,  approval 

of. 

4- 23-SA — Domestic  Fuel  Oil  Burner,  approval  of. 
(8-23-SA — Lewis  Oil  Burner,  approval  of. 

'8-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

■2-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

iO-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

6- 23-SA — Frankfort  Type  “P”  Low  Pressure  Oil  Burner. 

approval  of. 

0-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

6-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 
.9-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

6-23-SA — Ziegler  Oil  Burner,  approval  of. 

10- 23-SA — Viking  Pump,  approval  of. 

6-23-SA — Ludlow  Gas  Cut-Off  Valve,  approval  of. 
9-23-SA — National  Light  Service  Oil  Pump,  approval  of. 
6-23-SA — Heatiator  Oil  Burner,  approval  of. 

•8-23-SA — Worthington  Oil  Burner,  approval  of. 

11- 23-SA — Todd  Residence  Fuel  Oil  Burner,  approval  of. 

4- 23-SA — Staples  &  Pfeiffer  Oil  Burner,  app-'wal  of. 

5- 23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 

approval  of. 

I9-23-SA — Kerrihard  Oil  Burner,  approval  of. 

4-23-SA — Tate-Jones  No.  6  Oil  Burner,  approval  of. 

14- 23-SA — Universal  G.  P.  O.  Burner,  approval  of. 
'3-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 

8- 23-SA — Lillibridge  Oil  Vapor  Burner,  approval  of. 
■0-23-SA — Apex  Gas  Cut-Off  Valve,  approval  of. 
■4-24-S  A — Sherman  Oil  Burner,  approval  of. 

:  .9-24-SA — Universe  Oil  Burner,  approval  of. 

■5-24- S A — Koaless  Oil  Burner,  approval  of. 

9- 24-SA — Sure  Heat  Automatic  Oil  Burner,  approval  of. 

12- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

•3-24-S  A — Faultless  Oil  Burner,  approval  of. 
j  '1-24-S A — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

1  3-24-SA— Kinney  Rotating  Plunger  Pump,  approval  of. 

6- 24-S A — Climax  Oil  Burner,  approval  of. 

4- 24-SA— Marvel  Oil  Burner,  approval  of. 

2-24-SA— Simplex  Mechanical  Oil  Burner,  approval  of. 

5- 24-SA— Petro  Mechanical  Burner  and  Air  Register, 

approval  of. 


755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1 108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 

1134-24-SA — Peerless  Automatic  Oil  Burner,  approval  of 

1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of 

1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 

1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA— Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1305-24-SA — International  Furnace  Burner,  approval  of. 

1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 

1359-24jSA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

1500-24-SA — Smolensky  Check  Valve,  approval  of. 

19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan  Brilliant  Burner,  approval  of. 

228-25-SA— Silent  Glow  Oil  Burner,  approval  of. 

242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

259-25-SA — Electrol  Automatic  Oil  Burner. 

340-25-SA — McCann-Harrison  Low  Pressure  Oil 

Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


f  ipplicants,  under  the  building  zone  resolution,  desire 
lies  of  Form  13 A,  for  notices  to  property  owners,  such 
•  ms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
V  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 

be  supplied  by  mail. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  September  3,  1925 

Restored  to  calendar  . 

Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification  . . 

Requests  to  rescind  . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans . 

« 

Administrative  requests  . 

Requests  for  interpretation . 

Total  . 

Disposed  of  . 

Cases  pending  September  3,  1925  . 


DISPOSITION  OF  CASES. 

598  Withdrawn  ..A . 

Dismissed  . 

Denied  . 

Granted  . 

Granted  on  condition  . 

Appliances  approved  . 

51  Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

93  Requests  to  reopen  granted  . 

Requests  to  reopen  denied  . 

3  Requests  to  amend  granted . 

Requests  to  amend  denied  . 

30  Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

1  Requests  to  rescind  granted  . 

Requests  to  rescind  denied  . 

44  Requests  for  extension  of  time  granted.... 

Requests  for  extension  of  time  denied  . 

14  Requests  for  extension  of  permit  granted - 

Requests  for  extension  of  permit  denied . 

1  Requests  to  install  granted  . 

Requests  to  install  denied  . 

11  Plans  approved  . 

Plans  disapproved  . .  / . 

1  Administrative  requests  granted . . . 

Administrative  requests  denied  or  withdrawn  . 

1  Interpretations  . .... . 

Requests  withdrawn  or  dismissed . 

1703  Total  . •  • - 

910 

793 
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WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  thfi 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to 'written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  tej 

Name  . 

Street  . . 


My  subscription  is  to  begin  with  th'»  issue  for 


P.  O . 

.  1925. 

36-2000-25-O’C 
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NEW 


BULLETIN 


OF  THE 


OARD  OF  STANDARDS  AND  APPEALS 

CITY  OF  NEW  YORK 

aed  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  Chap.  503,  Laws  of  1916 

dished  weekly  by  the  Board  of  Standards  and  Appeals  at  its  office,  Rooms  1001  to  1015,  Municipal  Building, 

New  York  City 


Subscription 
$2.50  a  year 


SEPTEMBER  15,  1925 


Single  Copies,  5  cents  No.  35 
By  mail,  7  cents 
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Chief  John  Kenlon  J.  Sarsfield  Kennedy 


BOARD  OF  STANDARDS  AND  APPEALS. 

WILLIAM  E.  WALSH,  Chairman. 

es  P.  Holland  John  Dowd 

'ry  L.  Connell  Joseph  B.  Gunnison 

:  Chief  John  Kenlon  J.  Sarsfield  Kennedy 

as  J.  Drennan . Fire  Commissioner 

.rles  Brady . Supt.  of  Buildings,  Manhattan 

.  Reville . Supt.  of  Buildings,  The  Bronx 

ert  E.  Kleinert . Supt.  of  Buildings,  Brooklyn 

n  W.  Moore . Supt.  of  Buildings,  Queens 

liam  J.  McDermott _ Supt.  of  Buildings,  Richmond 

William  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 


ice — Municipal  Building,  Rooms  1001  to  1015. 


ephone — Worth  0184. 


FICE  Hours— 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 


communications  should  be  addressed  to  the  chairman 
of  the  board. 


CONTENTS 


his  issue  of  the  Bulletin  contains,  in  the  order 
!n — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  September 
8,  1925. 

Minutes  of  Special  Meeting,  Board  of  Appeals,  Sep¬ 
tember  8,  1925. 

Rules. 

Notice  of  Public  Hearing. 

Progress  Report. 


DATES  AND  HOURS  OF  MEETINO. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal¬ 
endar. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  hoard,  will  he 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 

CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  ZoiieM Resold Ji^n.  and  its  object  is  to  give  inter¬ 
ested  property  owners  op’pdrtuKHf  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  September  15, 
1925,  at  2  o’ciqqk/^  Af  th,is  call  each  case  is  set  for  hearing 
on  a  definite  day.  22  Wkb 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  &opt£mber  22,  1925,  at  2  o’clock. 

The  Clerk’s  Cafntdhr^hlH^p^  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  boarcl. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  September  10,  1925. 
Cal.  No.  Department.  Premises  Affected. 

915-25-BZ . B.B.Q.  ..338  Northern  blvd.,  Qns., 

-  Alt.  2776-1925 

914-25-S . F.D . 33  Keap  st.,  Bklyn. 

-  L.  D.  83526 

913-25-S . H.D.  ...1424-1444  Broadway,  Man. 

-  Decision 

912-25-A . F.D . 1015  Walton  ave.,  Bx. 

-  L.  C.  30495 

911-25-S . B.B.M.  .232  Madison  ave.,  Man. 

-  N.  B.  710-1924 

910-25-BZ . B.B.B.  ..1421-25  65th  st.,  Bklyn. 

-  Applic.  24596-1924 

909-25-A . F.D . 56  West  46th  st.,  Man. 

-  F-82993 

908-25-S . F.D . 110-116  Nassau  st.,  Man. 

-  /  L.  D.  81613-L.  D.  81614 

907-25-BZ . B.B.Bx.  .  E.  S.  Ogden  ave.,  75  ft.  N.  of 

166th  st.,  Bx. 

-  N.  B.  1768-1925 

906-25-S . F.D . 127  W.  39th  st.,  Man. 

-  L.  D.  83951-L.  D.  83952 

905-25-A . F.D . 307-315  Moffit  st.,  Bklyn. 

-  F-80427 

904-25-SA . F.D . Gaston  Blue  Flame  Oil  Burn- 

-  er  Appliance 

903-25-BZ . B.B.B.  ..823-829  Classon  ave.,  Bklyn. 

-  Applic.  14722-1925 

902-25-S . F.D . 355  Adams  st.,  Bklyn. 

-  L.  D.  83830 

901-25-BZ . B.B.B.  ..1305-1309  Gates  ave.,  Bklyn. 

-  Applic.  16196-1925 

900-25-BZ . B.B.Bx.  .S.  E.  C.  Jerome  ave.  &  199th 

-  .  St.,  Bx.  N.  B.  1972-1925 

899-25-S . F.D . 121-123  Greene  st.,  Man. 

-  ,  L.  D.  83795 

898-25-S . F.D . 215-217  W.  40th  st.,  Man. 

-  L.  D.  81905 

897-25-BZ . F.D . S.  W.  C.  51st  st.  (108th  st.)  & 

Jackson  ave.  (Northern 
blvd.),  Corona,  Qns. 

- t -  Alt.  1178-1925 

896-25-A . F.D . 1389  Metropolitan  ave.,  Qns. 

-  F-83448-83449-83450 

895-25-A . F.D . 326  Boulevard,  L.  I.  City, 

-  Qns.  F-75477 

894-25-A . F.D . 192  Flatbush  ave.  Ext.,  Bklyn. 

-  F-82603 

893-25-A . F.D . 1080  Willoughby  ave.,  Bklyn. 

-  Alt.  795-1925 

892-25-S . F.D . 56  W.  46th  st.,  Man. 

-  L.  D.  82991 

891-25-BZ . B.B.Q.  ..N.  E.  C.  Beach  34th  st.  & 

Edgemere  ave.,  Edgemere, 

- —  Qns.  N.  B.  895  &  896-1925 

890-25-A . F.D . 25  Frankfort  st.,  Man. 

-  F-67420 


889-25-A . 

...F.D.  .. 

..S.  S.  Dry  Harbor  rd.  &  Lonj 
Island  R.  R.,  Glendale,  Qns 
L.  F.  8004 

..336  Coney  Island  ave.,  Bklyn 
L.  C.  9772 

..Moussette  Oil  Burner. 

Applianc 

.108-110  Sherman  st.,  Man. 

_  _ 

888-25-A . 

...F.D.  .. 

887-25-SA .  .  . 

.  ..F.D.  .. 

886-25-BZ. .  .  . 

...B.B.M. 

638-23-BZ. . .  . 

in .  r>.  oid-iyv 

Restored  to  Calendar. 

...F.D . 2965  Valentine  ave.,  Bx. 

C-1763 

/ 

F.D . 

- - - 

CODE. 

H.D . 

B.B.B . 

..Bureau  of  Buildings,  Brooklyi 

B.B.M . 

.Bureau  of  Buildings,  Manhattai 

B.B.Q . 

B.B.R . 

.Bureau  of  Buildings,  Richmonc 

B.B.Bx . 

T.H.D . 

CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Biiilding  Zone  Cases. 

491-25-BZ. 

APPLICANT — Edwin  W.  Crumley,  for  Carlo  De  Luca 
owner. 

PREMISES — 1413  Needham  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  alteration  and 
change  of  occupancy  in  part  from  a  residence 
use  to  a  business  use. 

569-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  John  V.  Sher¬ 
idan  and  Georgie  McDonald  Reed,  owners. 

PREMISES — 411  East  203rd  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and 
maintenance  of  a  building  for  the  use  of  cut 
stone  works. 

593- 25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Menlo  Building 
Company,  owner. 

PREMISES — Southwest  corner  of  White  Plains  avenue 
and  East  224th  street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance 
of  a  building  for  the  use  of  store  and  theatre  j 
purposes. 

594- 25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Region  Construe- ; 
tion  Company,  owner. 

PREMISES — West  side  of  Third  avenue,  270  feet  south 
of  East  183rd  street,  The  Bronx. 

iO  PERMIT  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  mainte-  j 
nance  of  a  garage  for  the  storage  of  more  than  j! 
five  '(5)  motor  vehicles. 
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-25-BZ. 

’PLICANT — John  J.  Dunnigan^  for  Marie  Carberry, 

owner. 

EMISES — West  side  of  Third  avenue,  80.74  feet 
south  of  East  182nd  street,  The  Bronx. 

)  PERMIT  in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than 
(5)  motor  vehicles. 

i-25-BZ. 

’PLICANT — William  Bone,  for  Hyman  Wynehousc, 
owner. 

EMISES — 4110-4118  Ninth  avenue,  Brooklyn. 

)  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  five  (5)  detached  residence 
buildings  to  be  used  for  store  purposes  on  the 
first  story. 

-25-BZ. 

'PLICANT — William  F.  Doyle,  for  Ferdinand  Curth, 
owner. 

EMISES — 229-233  Marion  street,  Brooklyn. 

)  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

i-25-BZ. 

PLICANT — Michael  Pellegrino,  owner. 

EMISES — Northwest  corner  of  Ocean  avenue  and  Ave¬ 
nue  U,  Brooklyn. 

)  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
five  (5)  buildings,  to  be  used  for  stores  on  the  first 
story  and  dwellings  above. 

1-25-BZ. 

>PLICANT — William  A.  Lacerenza,  for  Samuel  Klein, 
owner. 

DEMISES — 1062  St.  Johns  place,  Brooklyn. 

)  PERMIT  the  extension  from  a  business  district  into  a 
residence  district  of  a  proposed  building  to  be  used 
for  business  purposes  (dance  hall). 
h 


BOARD  OF  APPEALS. 

Tuesday,  September  15,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

52-25- A — 83-101 'North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

52-25-A — 4009-15  First  avenue,  Brooklyn. 

13-25-A — 4017-21  First  avenue,  Brooklyn. 

!  '2-25-A — 1008  Whitlock  avenue,  The  Bronx. 

•  T3-25-A — 1161  First  avenue,  Manhattan. 

28-25-A — 168-208  Marshall  street,  Brooklyn. 

>  1 7-25- A — 1188-90  Fulton  street  and  1247-1253  Bedford 
avenue,  Brooklyn. 

51-25-A — 105  Bleecker  street  and  186-188  Greene  street, 
Manhattan. 

il-24-A — 508-534  West  212th  street,  Manhattan. 

59-25-A — 2  West  106th  street  and  451  Central  Park,  West, 
Manhattan. 

H5-25-A — 526  Fulton  street,  Brooklyn. 

56-25-A — 1380  Metropolitan  avenue,  East  Williamsburgh, 
Queens. 

'5-24-A — 628-642  West  45th  street,  Manhattan. 

'55-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 


969-24-A — 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

235-25-A — 217-219  West  126th  street,  Manhattan. 
278-25-A — 280  Broadway,  Manhattan. 

381-25-A — 1229-1231  Gerard  avenue,  The  Bronx. 
1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queers. 
294-25-A — 62  Stanhope  street,  Brooklyn. 

369-25-A — 284  Chauncey  street,  Astoria,  Queens. 

404-25-A — 135-147  East  8th  street,  Manhattan. 

418-25-A — 1681-1685  Broadway,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  15,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

301-25-S— 207-209  East  49th  street,  Manhattan. 

434-25-S— 186  Grand  street  and  157-161  Mulberry  street, 
Manhattan. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464- 25-S — 45-47  Crosby  street,  Manhattan. 

468- 25-S— 40-42  West  37th  street,  Manhattan. 

355-25-S — 514-516  West  57th  street,  Manhattan. 

374-25-S — 963-965  Kent  avenue,  Brooklyn. 

461-25-S  251-255  West  39th  street,  Manhattan. 

465- 25-S — 26-34  Sullivan  street  and  47-49  Watts  street, 

Manhattan. 

440-25-S — 352  East  76th  street,  Manhattan. 

444-25-S— 27-35  West  24th  street,  Manhattan. 

448-25-S — 26  West  20th  street,  Manhattan. 

469- 25-S— 692-694  Broadway  and  388  Lafayette  street, 

Manhattan. 

481-25-S — 237-239  Lafayette  street,  Manhattan. 

500-25-S — 873  Sixth  avenue,  Manhattan. 

415-25-S — 338-340  Flushing  avenue,  Brooklyn. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

430-25-S — 365-367  Canal  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

1525-24-S — 107  East  31st  street,  Manhattan. 

718-18-S — 17-23  East  Broadway,  Manhattan. 

14 18-24-S — 20  East  31st  street,  Manhattan. 

321-25-S — 232-234  West  37th  street,  Manhattan. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  22,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

560-25-BZ. 

APPLICANT — Charles  Kreymborg  &  Son,  for  Cerussi 
Contr.  Co.,  owner. 

PREMISES — 4583  Third  avenue,  The  Bronx. 

TO  PERMIT  the  extension,  from  an  unrestricted  district 
into  a  business  district,  of  a  proposed  garage  for 
the  storage  of  more  than  five  motor  vehicles. 

•as 

G38-23-BZ. 

APPLICANT — Samuel  Rosenblum,  for  Max  Notess,  owner. 
PREMISES — 2965  Valentine  avenue,  The  Bronx. 
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TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
garage  for  the  storage  of  three  (3)  pleasure  motor 
vehicles,  two  (2)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises.  (Previously  dismissed  for 
lack  of  prosecution.) 

532-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Minick  Holding  Co., 
Inc.,  owner. 

PREMISES — 868  Flatbush  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  the¬ 
atre  building. 

1523-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Christine  Bottenus, 

owner. 

PREMISES— 1665  Davidson  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  four  (4)  pleasure  mo¬ 
tor  vehicles,  four  (4)  spaces  rented  to  persons  not 
residing  on  the  premises. 

607- 25-BZ. 

APPLICANT — McCooey  &  Conroy,  for  Israel  Fein- 
berg  and  Joe  Bernstein,  owners. 

PREMISES — 2552-2556  Bedford  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

608- 25-BZ. 

APPLICANT — McCooey  &  Conroy,  for  Lowlou  Cor¬ 
poration,  owner. 

PREMISES — 1095-1117  Washington  avenue,  Brooklyn. 

TO  PERMIT  partly  in  a  business  district  and  partly  in 
a  residency  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

364-25-BZ. 

APPLICANT — Murray  Klein,  for  Barney  Zinick,  owner. 

PREMISES — 9-17  Bainbridge  street,  Brooklyn. 

TO  PERMIT  the  extension  from  an  unrestricted  district' 
into  a  business  district  of  a  proposed  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 

503-25-BZ. 

APPLICANT — William  F.  Doyle,  for  John  E.  Eustis, 
owner. 

PREMISES — Northeast  corner  of  West  179th  street  and 
Cedar  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

622-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Simon  Brown, 
owner. 

PREMISES — 131  Starr  street,  Brooklyn.  » 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  a  building,  used  as  a  residence,  to  a  busi¬ 
ness  use  on  the  first  story. 

640-25-BZ. 

APPLICANT— Shampan  &  Shampan,  for  Kap  Realty  Com¬ 
pany,  Inc.,  owner. 

PREMISES — 553-555  Eighth  avenue  and  304  West  38tW 
street,  Manhattan. 

I  O  PER  AIT  1  in  a  1)4  times  height  district  the  erection 
of  the  street  wall  of  a  building  to  a  height  in  ex¬ 
cess  of  the  limitation  imposed  by  the  building  zone 
resolution. 
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BOARD  OF  APPEALS. 

Tuesday,  September  22,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1486-24-A — Southwest  corner  of  Cypress  avenue  and  Cent* 
street,  East  Williamsburgh,  Queens. 

159-25-A — East  side  of  Broadway,  from  116th  street  ai 
120th  street,  Manhattan. 

378-25-A — West  side  of  Van  Alst  avenue,  115  ft.  south  c 
South  Jane  street,  Long  Island  City,  Boi 
ough  of  Queens. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 

Under  the  Building  Zone'  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appea  j 
of  a  public  hearing  under  the  provisions  of  the  building  zon 
resolution,  Tuesday  morning,  September  22,  1925,  at  if 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  followin| 
matters : 

cal.  no.  136-24-BZ — Application,  January  29,  1924,  unde 
the  building  zone  resolution,  of  Job 
J.  Dunnigan,  applicant,  on  behalf  o 
Max  Katz,  owner,  to  permit  in  a  busi 
ness  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  o 
more  than  five  (5)  motor  vehicles  I 
premises  809  Union  avenue,  The  Bron;; 

cal.  no.  1455-24-BZ — Application,  December  9,  1924,  unde 
the  building  zone  resolution,  of  Samuej 
Rosenblum,  architect,  Edlar  Realt; 
Corp.,  owner,  A.  Troskowsky,  sub-les! 
see,  to  permit  in  a  business  district  th 
maintenance  of  a  motor  vehicle  repai ! 
shop;  premises  34  Tieman  place,  Man  i 
hattan. 

cal.  no.  262-25-BZ — Application,  March  9,  1925,  under  thi 
building  zone  resolution,  of  Max  N 
Newman,  applicant,  on  behalf  of  Irent 
Thatcher,  owner,  to  permit  in  an  resi 
dence  district  extending  from  a  busi 
ness  district  the  erection  and  mainte 
nace  of  a  building  to  be  used  for  store 
purposes;  premises  1406-1414  Elm  ave 
nue,  Brooklyn. 

cal.  no.  270-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J 
Dunnigan,  applicant,  on  behalf  of  Schi 
nasi  Commercial  Corp.,  to  permit  in  £ 
business  district  and  within  200  ft.  otj 
a  hospital  the  use  and  occupancy  of  ar 
existing  building  as  a  garage  for  the' 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  32-36  West  300tl  j 
street,  Manhattan. 

cal.  no.  359-25-BZ — Application,  April  2,  1925,  under  the 
building  zone  resolution,  of  William  H 
Kehoe,  applicant,  on  behalf  of  Horlick 
Realty  Corp.,  owner,  to  permit  in  a 
business  district  the  erection  of  a  ga¬ 
rage  for  the  storage  of  more  than  five; 
(5)  motor  vehicles;  premises  1026-1042 
Liberty  avenue,  southwest  corner  of 
Crescent  street,  Brooklyn. 

cal.  no.  363-25-BZ — Application,  April  3,  1925,  under  the 
building  zone  resolution,  of  Alfred  J 
Boulton,  applicant,  on  behalf  of  Rosa 
Morizio,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  building  to  be  used  as  a  poultry 
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slaughter  house;  premises  east  side  of 
Private  Right  of  Way,  226  ft.  north 
of  84th  street,  Brooklyn. 

no.  389-25-BZ— Application,  April  11,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Patrick 
Tague,  owner,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  136-140  Hall  street,  Brooklyn. 

no.  405-25-BZ — Application,  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

NO.  455-25-BZ-*— Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Gould 
Mersereau  Company,  owner,  to  permit 
in  a  business  district  the  erection  of  a 
building  and  the  use  of  more  than  25 
per  cent  of  its  total  floor  space  for  fac¬ 
tory  purposes;  premises  east  side  of 
Nott  avenue,  90  ft.  east  of  Van  Alst 
avenue,  Long  Island  City,  Borough  of 
Queens. 

no.  474-25-BZ — Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  Mary  A.  Dalton,  owner, 
Gussie  Realty  Co.,  Inc.,  lessee,  Jo  per¬ 
mit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  1145-1149  Ogden 
avenue,  The  Bronx. 

no.  314-25-BZ — Application,  March  23,  1925,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  the  Estate 
of  Fredk.  Fischer,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1160-1162  Intervale  avenue, 
The  Bronx. 

no.  490-25-BZ— Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Philip  J. 
Bendish,  applicant  and  owner,  to  permit 
in  a  residence  district  the  alteration  of 
an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  342  West  70th  street,  Manhat¬ 
tan. 

no.  497-25-BZ— Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  John  W. 
Clancy,  applicant,  on  behalf  of  Sally  C. 
Crane,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2180- 
2182  Folin  street,  The  Bronx. 

no.  553-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  South 
Ozone  Park  Operating  Co.,  Inc.,  appli¬ 
cant  and  owner,  to  permit  in  a  residence 


district  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  theatre  building;  premises  northwest 
corner  of  Zuider  avenue  and  Nebraska 
avenue,  South  Ozone  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS 

SPECIAL  MEETING. 

Tuesday,  September  22,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders 
904-24-A— 235-239  West  23rd  street,  Manhattan. 

1177-24- A — 79-89  Seventh  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  September  22,  1925,  at 
2  o’clock,  in  Room  1013,  Municipal  Building,  on  the  fol¬ 
lowing  matter: 

CAL.  NO.  486-25-BZ.— Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Estate 
of  George  Friedland,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  113-117  Chrystie  street,  Man¬ 
hattan. 

cal.  no.  1502-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Morris 
Pomerantz,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  New  York  avenue, 
185.92  ft.  north  of  South  street,  Jamaica, 
Borough  of  Queens. 

cal.  no.  286-25-BZ — Application,  March  12,  1925,  under  the 
building  zone  resolution,  of  William  B. 
Seaver,  applicant,  on  behalf  of  Third 
Avenue  Railway  Company,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  2526-30  Amster¬ 
dam  avenue,  southwest  corner  of  West 
186th  street,  Manhattan. 

cal.  fro.  289-25-BZ — Application,  March  13,  1925,  under 
•  the  building  zone  resolution,  of  William 

F.  Doyle,  applicant,  on  behalf  of  Max 
Zaubler,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  an  existing 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  553-559 
11th  street,  Brooklyn. 

cal.  no.  411-25-BZ — Application,  April  16,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  B.  Mar¬ 
tin,  owner,  to  permit  in  a  residence  dis¬ 
trict  the  maintenance  of  a  dancing  and 
banquet  hall;  premises  1134  Pacific 
street,  Brooklyn. 
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cal.  no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

cal.  no.  240-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Harry 
J.  Lippe,  Jr.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
„  more  than  five  (5)  mootr  vehicles; 

premises  1214-1216  Lind  avenue,  The 
Bronx. 

cal.  no.  458-25-BZ— Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Kolle,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  193- 
210  16th  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  September  25,  1925,  at  2  p.  m. 

77-25-SR— Proposed  Amendments  to  Sprinkler  Rules 
adoption  of. 


BOARD  OF  APPEALS. 

Tuesday,  September  29,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

318-25-A— East  side  of  Newtown  Creek,  586.63  feet  north 
of  Grand  street,  Maspeth,  Queens. 

445-25-A — 104-106  West  49th  street,  Manhattan. 

483-25-A — Southwest  corner  of  University  avenue  and  West 
181st  street,  The  Bronx. 

517-25-A — 286-304  Furman  street,  Brooklyn. 

554-25-A — 83-101  North  Third  street  and  209-219  Wythe 
avenue,  Brooklyn. 

556-25-A — 51  Henry  street,  Winfield,  L.  I.,  Queens. 
564-25-A — 106-110  Seventh  avenue,  Manhattan. 

150-25-A — 15-19  Amsterdam  avenue,  Manhattan. 

764-25- A  158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

336-25-A — 46  Old  Broadway,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NO  TICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  29,  1925,  at  10 
o  clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

CAL.  NO.  85-25-BZ — Application,  January  21,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Mi- 
chad  T.  Watts,  lessee,  to  permit  part¬ 
ly  in  a  business  district  and  partly  in 
a  residence  district  the  maintenance  of 


an  open  garage  parking  space  for  th 
storage  .of  more  than  five  (5)  mote 
vehicles ;  premises  332  West  57th  stree 
Manhattan. 

CAL.  NO.  298-25-BZ— Application,  March  18,  1925,  under  th 
building  zone  resolution,  of  William  I- 
Doyle,  applicant,  on  behalf  of  Williat: 
Drosihn,  Jr.,  owner,  to  permit  in  . 
business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  o 
more  than  five'  (5)  motor  vehicles 
premises  234-238  East  85th  street,  Man 
hattan. 

cal.  no.  1091-24-BZ— Application,  September  2,  1924,  unde 
the  building  zone  resolution,  of  Johi 
W.  Clancy,  applicant,  on  behalf  o 
•  Valhalla  Corporation,  owner,  to  permi 

in  a  business  district  the  erection  an< 
maintenance  of  a  garage  for  the  stor 
age  of  more  than  five  (5)  motor  ve 
hides;  premises  341  East  184th  street 
northwest  corner  of  Marion  avenue 
The  Bronx. 

cal.  no.  402-25-BZ— Application,  April  14,  1925,  under  th< 
building  zone  resolution,  of  William  F 
Doyle,  applicant,  on  behalf  of  Emma  A 
Justice,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises 
southeast  corner  of  East  182nd  street 
and  Folin  street,  The  Bronx. 

cal.  no.  626-25-BZ— Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 
C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building;  premises 
1421-1437  Ocean  avenue  and  1060-1068 
Kenmore  place,  Brooklyn. 

cal.  no.  429-25-BZ— Application,  April  21,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Gardstein,  architect,  on  behalf  of  Isa¬ 
belle  Weber,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  residence  building  to  be  used 
for  store  purposes  on  the  first  story; 
premises  2374-2376  60th  street,  Brook¬ 
lyn. 

cal.  no.  505-25-BZ— Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Walton 
Whyte  Realty  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  east  side  of  Jerome 
avenue,  350  ft.  south  of  East  181st 
street,  The  Bronx. 

cal.  no.  551-25-BZ— Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  H. 
Eccles,  architect,  on  behalf  of  Henry 
Hellenek,  owner,  to  permit  in  a  busi¬ 
ness  district  and  also  within  200  ft  of 
a  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
south  side  of  Patterson  avenue,  50  ft.  j 
west  of  Ely  avenue,  Astoria,  Borough 
of  Queens. 
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l.  no.  1534-24-BZ — Application,  December  30,  1924,  under 
the  building  zone  resolution,  of  William 
J.  Conway,  architect,  on  behalf  of  John 
Muldoon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  04-08  West  9th  street,  Brook¬ 
lyn. 


vL.  no.  87-25-BZ — Application,  January  21,  1925,  under  the 
building  zone  resolution,  of  David  L. 
Malbin,  applicant,  on  behalf  of  Pasquale 
Sabbarese,  owner,  to  permit  in  a  busi- 
.  ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  017-633  Brooklyn  avenue, 
Brooklyn. 


NO. 


306-25-BZ — Application,  March  19,  1925,  under 
the  building  zone  resolution,  of  William 
Farrell,  architect,  Emil  E.  Gabler, 
owner,  Casanova  Nash  Sales  Corp.,  les¬ 
see,  to  permit  in  a  business  district  the 
use  and  occupancy  of  a  new  building 
as  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
700  Southern  boulevard,  northeast  cor¬ 
ner  of  Leggett  avenue,  The  Bronx. 


AL.  NO-  343-25-BZ— Application,  March  30,  1925,  under  the 
building  zone  resolution,  of  Benjamin 
Bag,  applicant,  on  behalf  of  Bay  Ridge 
Building  Materials  Corporation,  owner, 
to  permit  in  a  residence  district  the 
maintenance  of  a  building  material  stor¬ 
age  yard ;  premises  244  69th  street, 
Brooklyn. 

AL.  NO.  1003-24-BZ — Application,  August  5,  1924,  under  the 
building  zone  resolution,  of  David  Fal¬ 
coner,  applicant  and  owner,  to  permit  in 
a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  185  Jamaica  avenue,  Long 
Island  City,  Borough  of  Queens. 

AL.  no.  586-25-BZ — Application,  June  8,  1925,  under  the 
building  zone  resolution,  of  Harrison 
G.  Wiseman,  Magnuson  and  Kleinert, 
applicants,  Louis  N.  Jaffe,  owner, 
Maurice  Schwartz,  lessee,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  for  store  and  the¬ 
atre  purposes;  premises  181-189  Second 
avenue  and  240-242  East  12th  street, 
Manhattan. 


William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  29,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S— 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 740-744  Broadway,  Manhattan. 

433-25-S — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 


537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S— 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

274-25-S — 36  West  36th  street,  Manhattan. 

533-25-S — 269-71  State  street,  Brooklyn. 

561-25-S — 6  West  29th  street,  Manhattan. 

025-25-S — 148-150  East  28th  street,  Manhattan. 

Appliance  Submitted  for  Approval. 

535-25-SA — Universe  Automatic  Oil  Burner,  approval  of. 


BOARD  OF  APPEALS. 

Tuesday,  October  6,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

5 10-25- A — 102  71st  street,  Brooklyn. 

116-25-A — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

157-25-A — 159  Nott  avenue,  Long  Island  City,  Queens. 
199-25-A — 25  Pine  street,  Manhattan. 

397-25-A — Foot  of  Hubbard  street,  Brooklyn. 

520-25-A — East  side  Tibbett  avenue,  273  ft.  south  of  West 
246th  street,  The  Bronx. 

536-25-A— 841-847  Tiffany  street,  The  Bronx. 

540-25-A — East  177th  street  and  Bronx  River,  200  ft.  from 
Devoe  avenue,  The  Bronx. 

565-25-A — Boynton  and  Manor  avenues,  East  172nd  street 
and  East  173rd  street,  The  Bronx. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  October  6,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 

CAL.  NO.  1250-24-BZ— Application,  October  21,  1924,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  for  Anna  M.  Fischetti,  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises ;  premises  87 
Clermont  avenue,  rearf  Brooklyn. 

cal.  no.  1453-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  James 
Murphy,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles ;  premises  24 
Evelyn  place,  southeast  corner  of  Da¬ 
vidson  avenue,  The  Bronx. 

cal.  no.  97-25-BZ. — Application,  January  23,  1925,  under  the 
building  zone  resolution,  of  Robert 
Kaplan,  architect  and  engineer,  on  be¬ 
half  of  Ros-Sil  Realty  Corporation, 
owner,  to  permit  in  a  business  and  “B" 
area  district  the  maintenance  of  a  rear 
yard  less  in  depth  than  that  required 
by  the  building  zone  resolution ;  prem¬ 
ises  13  West  36th  street,  Manhattan. 

cal.  no.  484-25-BZ — Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Helen 
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Pelcyger,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  836-846  Crown  street,  south¬ 
west  corner  of  Ford  street,  Brooklyn. 

cal.  no.  142-25-BZ. — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 
Thatcher,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  northwest  corner  of 
Coney  Island  avenue  and  Avenue  N, 
Brooklyn. 

cal.  no.  531-25-BZ— Application,  May  22,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Luke 
Kilgallon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteratiotn  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  James  street,  136 
ft.  north  of  Cornaga  avenue,  Far  Rock- 
away,  Borough  of  Queens. 

cal.  no.  225-25-BZ — Application,  February  25,  1925,  under 
the  building  zone  resolution,  of  Thomas 
O’Rourke  Gallagher,  applicant,  on  be¬ 
half  of  Mymaud  Construction  Co., 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  southwest 
corner  of  Metropolitan  avenue  and 
125th  street,  Richmond  Hill,  Borough 
of  Queens. 

cal.  no.  269-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  William 
A.  Giesen,  architect,  on  behalf  of  Agnes 
Connolly,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises ;  premises  2805 
Pond  place,  The  Bronx. 

cal.  no.  447-25-BZ — Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Benj.  Dries- 
ler,  Jr.,  architect,  on  behalf  of  Incor¬ 
porated  Parkway  Builders,  Inc.,  owner, 
to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  71-85  Caton 
place.  Brooklyn. 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS 

Tuesday,  October  13,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 
542-25-A — 1  Arnold  street,  Maspeth,  Queens. 


566-25-A— 314-324  West  21st  street.  Manhattan. 

580-25-A  189-195  Hudson  street  and  1-3  Desbrosses  strt 
Manhattan. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 

615-25-A  Northwest  corner  of  Sunswick  street  and 
bur  avenue,  Long  Island  City,  Queens. 

620-25-A— 393-399  Lafayette  street  and  21-23  East  < 
street,  Manhattan. 

623-25-A — 34-40  South  1st  street,  Brooklyn. 

568-25-A  Southeast  corner  of  Skillman  avenue  and  Hu 
street,  Long  Island  City,  Queens. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appe 
ot  a  public  hearing  under  the  provisions  of  the  building  zc 
resolution,  Tuesday  morning,  October  13,  1925,  at  10  o’clc 

ters  •°m  1013’  Municipal  BuiIdin£>  on  the  following  m 

cal.  no.  487-25-BZ— Application,  May  8,  1925,  under  t 
building  zone  resolution,  of  Louis 
Sheinart,  architect,  on  behalf  of  Char 
J.  Ryan,  owner,  to  permit  partly  in 
business  district  and  partly  in  a  re 
dence  district  the  erection  and  main 
nance  of  a  garage  for  the  storage 
more  than  five  (5)  motor  vehick 
premises  1307-1319  65th  street,  Broc 
lyn. 

cal.  no.  495-25-BZ— Application,  May  11,  1925,  under  t 
building  zone  resolution,  of  Hen 
Nordheim,  architect,  on  behalf  of  Ka 
Staudermann,  owner,  to  permit  In 
residence  district  the  alteration,  exte 
sion  and  change  of  occupancy  in  pi 
from  a  residence  use  to  a  business  us 
premises  722  East  175th  street,  T 
Bronx. 

cal.  no.  575-25-BZ— Application,  June  3,  1925,  under  t 
building  zone  resolution,  of  Gardin 
Conroy,  applicant,  on  behalf  of  O’Ha 
Realty  Co.,  owner,  to  permit  in  a  bu 
ness  district  the  erection  and  mainl 
nance  of  a  garage  for  the  storage 
more,  than  five  (5)  motor  vehicle 
premises  507-11  Flatbush  avenue  a 
1118-22  Washington  avenue,  Brookl}1 
cal.  no.  470-25-A— Application,  May  4,  1925,  under  t 
building  zone  resolution,  of  Walter 
Wills,  applicant,  on  behalf  of  Frai 
Hartman,  owner,  to  permit  in  a  re: 
dence  district  the  erection  and  mainl 
nance  of  a  garage  for  the  storage 
more,  than  five  (5)  motor  vehicle 
premises  1219-1223  Putnam  aveni 
Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

Tuesday,  October  13,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

380-25-S — 125  Nostrand  avenue,  Brooklyn. 

406-25-S — 178-182  Sullivan  street,  Brooklyn. 

413-25-S — 473-485  Kent  avenue,  Brooklyn. 

488-25-S — 10  West  56th  street,  Manhattan. 

492- 25-S — 243-245  West  36th  street,  Manhattan. 

493- 25-S — 540-552  Eighth  avenue  and  265-267  West  37 

street,  Manhattan. 

541-25-S — 1  Arnold  street,  Maspeth,  Queens. 
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63-25-S— 863-271  West  38th  street,  Manhattan. 
72-25-S — 47 1  West  Broadway,  Manhattan. 
,12-25-S— 334  Bowery,  Manhattan. 

17-25-S — 245-249  West  27th  street,  Manhattan. 
,62-25- S— 248-250  Central  avenue,  Brooklyn. 


Appliances  Submitted  for  Approval. 
513-25-SA— Rotary  Vacuum  Pumps,  approval  of. 

558-25-S A — Globe  Dry  Pipe  Sprinkler  Accelerator,  ap-‘ 
proval  of. 

003-25- S A — Cook  Automatic  Electric  Fuel  Oil  Pump,  ap¬ 
proval  of. 


MINUTES 


BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  SEPTEMBER  8,  1925. 
Present:  Chairman  Walsh.  Messrs.  Dowd,  Gunnison, 
lolland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  Board  ot 
appeals,  held  on  Tuesday  morning,  July  ^8\/^\werC 
pproved  as  printed  in  the  Bulletin,  No.  2J,  \  ol.  ^  . 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

\P  PELL  ANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Columbia  University,  owner. 
iUBIECT — Appeal  from  order  of  fire  commissioner. 
DEMISES  AFFECTED— 15-19  Amsterdam  avenue, 
134-138  West  60th  street  and  427-437  West  59th 
street,  Manhattan. 

APPEARANCES — 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department.  x  ,  on 

\CTION  OF  BOARD— Laid  over  to  September  2J, 
1925,  at  10  a.  m.,  on  request  of  inspector  of 
fire  department. 

f64"25"A 

APPELLANT — George  Keister,  for  Earl  Carroll  Realty 

Corp.,  owner.  .  A  f 

SUBJECT — Appeal  from  decision  of  superintendent  ot 

PREMISESinAFFECTED— 158-166  West  50th  street 
and  753-759  Seventh  avenue,  Manhattan. 

APPEARANCES — 

For  Appellant:  James  J.  Munroe. 

ACTION  OF  BOARD — Laid  over  to  September  29, 
1925,  at  10  a.  m.,  on  request  of  appellant’s  rep¬ 
resentative. 

»(  _ _ 

t62-25-A.  .  „  . .  „  ,  . 

APPELLANT — Edward  P.  Doyle,  for  Meyers  Baking 

Co.,  Inc.,  lessee.  . 

SUBJECT — Appeal  from  decision  of  superintendent  ot 

buildings.  ,  ^  r 

PREMISES  AFFECTED— 15-27  North  Oxford  street, 

Brooklyn. 

ACTION  OF  BOARD — Chairman  read  request  to 
withdraw;  appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW — 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon . 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 


6-25-A.  .  ,  „  .  ,  T  . 

PPELLANT — John  J.  Gilmartin,  for  National  Lico¬ 
rice  Company,  owner. 

TBIECT — Appeal  from  order  of  fire  commissioner. 
REMISES  AFFECTED— 106-116  John  street  and  227- 
237  Plymouth  street,  Brooklyn. 


APPEARANCES— 

For  Appellant:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


(316-25-A) 

Whereas,  John  J.  Gilmartin,  for  National  Licorice  Co., 
owner,  filed,  March  23,  1925,  an  appeal,  with  the  board  of 
appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  106-116  John  street  and  227-237  Plymouth  street, 
Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commisisoner,  dated  Jan¬ 
uary  12,  1925,  reads: 

“Order  No.  70248-F: 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter,  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2^-inch  regulation  Fire 
Department  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  en¬ 
closure.  Each  outlet  to  be  provided  with  sufficient  feet 
of  21/  inch  standard  hose  attached  thereto.”; 
and  .  .  .  ■  . 

Whereas,  the  building  is  of  mill  construction,  five  stories 
in  height,  82  ft.  on  Plymouth  street,  123  ft.  on  John  street 
by  200  ft.  deep;  about  17,600  sq.  ft.  in  area;  OCCUPIED 
for  the  purpose  of  manufacturing  licorice;  about  50  per¬ 
sons  on  a  floor ;  and 

Whereas,  the  appellant  claims  the  building  is  equipped 
with  fire  escapes  on  each  street  front,  a  standard  sprinkler 
system  fed  by  a  gravity  tank  of  25,000  gallons  and  a  6  in. 
connection  to  the  street  main;  he  further  contends  the 
building  has  adequate  fire  protection,  and  requests  that 
the  standpipe  order  be  rescinded. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  an  approved  wet  sprinkler  sys¬ 
tem  shall  be  maintained,  together  with  central  office  con¬ 
nection  ;  and  granted  only  so  long  as  present  conditions, 
operation  and  use  remain  substantially  unchanged. 


APPELLANT — F.  P.  Keniston,  for  Metropolitan  To¬ 
bacco  Co.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 22-34  Bergen  avenue,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Appellant:  F.  P.  Keniston. 

For  Administration:  Inspector  Lynch  of  fire 
department. 


) 


951 


MINUTES 


AC  I  ION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

hire  Chief  Kenlon  .  g 

Negative  .  q 

Absent:  Mr.  Kennedy .  i 

THE  RESOLUTION: 

(446-25-A) 

Whereas,  F.  P.  Keniston,  for  Metropolitan  Tobacco  Co 
owner,  filed,  April  27,  1925,  an  appeal,  with  the  board  of 
appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  22-34  Bergen  avenue,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
March  30,  1925,  reads: 

3.  Install  a  4  in.  standpipe  in  accordance  with  the 
requirements  of  Section  581,  Chapter  5,  C.  O.,  N.  Y. 
Plans  and  specifications  to  be  filed  with  and  approved 
by  the  Fire  Dept,  before  the  work  of  installing  stand¬ 
pipe  is  commenced.” ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  160  ft.  by  93  ft.  and  115  ft.  9  in.  (irregular)  in 
depth,  about  15,000  square  feet  in  area.  OCCUPIED: 
1st  story,  office,  garage  and  tobacco  storage;  2nd  story’ 
superintendent’s  apartment;  and 

V  hereas,  the  appellant  claims  the  building  is  under  con¬ 
stant  supervision,  that  there  is  no  manufacturing  done  on 
the  premises,  and  proposes  to  install  a  2]/2  in.  standpipe 
system  in  the  garage  portion  of  the  building  in  lieu  of 
the  4  in.  standpipe  system  throughout  the  building;  he  re¬ 
quests  the  board  to  modify  the  order  to  such  extent. 

Resolved ,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  a  2]/2  in.  standpipe  system 
shall  be  installed  and  maintained  within  the  garage 
area ;  that  the  garage  use  shall  be  restricted  to  the  con¬ 
duct  of  the  business  operated  on  premises ;  that  any  open¬ 
ings  between  the  garage  area  and  the  adjoining  areas  shall 
be  protected  with  approved  standard  fire  doors. 


450-25-A. 

APPELLANT — Samuel  Rosenblum,  for  John  J.  Decry 
&  Co.,  owner. 

r>  o  ^t(cT-TAaPR t- i  1™!?  orcler  of  fire  commissioner. 
PREMISES  AFFECTED — 373  Vernon  avenue,  Long 
Island  City. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

Tor  Administration:  Inspector  Maher  of  fire 
department. 

CON TTf TT mf?  B  JARDTTAPPeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution 
1  hi  VOl  E — 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Tire  Chief  Kenlon  . 

Negative  . Q 

Absent:  Mr.  Kennedy  .  , 

THE  RESOLUTION:  '  1 

...  (450-25-A) 

Whereas,  Samuel  Rosenblum,  for  John  J.  Deery  &  Co 

amielk  ’  Apn'  C"'  19?5\  an  aPPeaI-  with  the  board  of 
premises  v"  °*  the  Tfire  commissioner,  affecting 

of  Queens;  and  "  L°"g  Island  Cit^  Borou^ 

Whereas  the  order  of  the  fire  commissioner  reads: 

.  lnstaI‘  a- standpipe  system  with  risers  4  inches 
m  ( lameter  tested  to  withstand  a  pressure  of  300  lbs 

sarvSVnt  eXtfndlng  |rom  cellar  to  roof,  with  neces- 
.ar>  check  valves  and  2y2  inch  regulation  Fire  De- 

SllTCnt  ^utlet|  on  each  story  (including  basements, 
cellars  and  roofs)  placed  within  main  stairway  enclo¬ 


sure.  Each  outlet  to  be  provided  with  sufficient  fe 
of  2l/2  inch  standard  hose  attached  thereto.”- 

and 

Whereas,  the  building  is  frame,  one  story  (65  ft.  at  pea 
of  roof)  in  height,  95  ft.  2  in.  by  290  ft.  (approximate! 
27,000  sq.  ft.)  in  area;  OCCUPIED  as  a  stone  works  l 
persons ;  and 

.  Whereas,  appellant  contends  that  the  use  of  the  built 
ing  is  not  hazardous,  being  used  for  the  cutting  and  storag 
of  stone,  and  that  the  premises  is  accessible  from  all  side 
aiM  that  water  is  used  in  the  process  of  cutting  the  ston< 
Resolved,  that  the  order  of  the  fire  commissioner  be  an 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  i 
granted  on  condition  and  only  so  long  as  the  present  us 
of  the  premises  shall  be  maintained  and  operated  as  cu 
stone  plant  and  yard. 


459-25-A. 

APPELLANT — Olga  Realty  Co.,  Inc.,  owner. 
SUBJECT  Appeal  from  order  of  fire  commissioner. 

I  REMISES  AFFECTED — 646-654  Vernon  avenue 
L.  I.  C.,  Borough  of  Queens. 
APPEARANCES— 

Tor  Appellant:  Jacob  S.  Friedman. 

For  Administration:  Inspector  Maher  of  fin 
department. 

r xt tat m t ^ at c-B ° D  Appeal  granted  on  condition 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Tire  Chief  Kenlon  .  g 

Negative  .  ’  ’  ’  Q 

Absent:  Mr.  Kennedy  .  i 

THE  RESOLUTION: 

^  (459-25-A) 

Whereas,  Olga  Realty  Co.,  Inc.,  owner,  filed,  April  30, 
192o  an  appeal,  with  the  board  of  appeals,  from  an  order 
ot  the  fire  commissioner,  affecting  premises  646-654  Ver¬ 
non  avenue,  L.  I.  C.,  Borough  of  Queens;  and 

Whereas  the  order  of  the  fire  commissions;,  dated  April 
”,  192,),  reads: 

Item  No.  1.  Install  a  standpipe  system  with  risers 
H1  diameter  tested  to  withstand  a  pressure  of 
'  .  .  R)S-  Per  square  inch,  extending  from  cellar  to  roof, 
with  necessary  check  valves  and  2^  inch  regulation 
Tire  Department  outlets  on  each  story  (including  base¬ 
ments,  cellars  and  roofs),  placed  within  main  stairway 
enclosure.  Each  outlet  to  be  provided  with  sufficient 
..c°*  mch  standard  hose  attached  thereto. 

Such  standpipe  shall  be  kept  constantly  filled  with 
waiter  by  means  of  an  approved  tank  or  pump  supply 
and  be  ready  for  use  at  all  times.  Standpipe  to  be 
connected  with  two-way,  3  inch  Siamese  connection 
with  double  clapper  valves  and  caps  and  signs,  placed 
on  street  front  of  building  at  least  18  inches  and  not 
more  than  two  feet  above  sidewalk  in  a  horizontal 
position,  accessible  to  the  Fire  Department.  All  con¬ 
nections  to  be  of  regulation  Fire  Department  pattern 
and  sizes.  Sec.  581,  Ch.  5,  Code  of  Ordinances.”; 
and  ’ 

\\  hereas,  the  building  is  non-fireproof,  one  story  in 
height,  125  ft.  by  100  ft.  (approximately  12,000  sq.  ft.) 
ni  area;  OCCUPIED  as  a  marble  factory;  and 
W  hereas,  appellant  contends  that  the  nature  of  the  busi¬ 
ness  conducted  on  the  premises  is  non-hazardous ;  that  the 
machinery  used  is  equipped  with  water  lines  supplying  the 
water  used  in  fabricating  marble;  that  a  city  fire  hydrant 
Is  111  i  1C  immec^a^e  vicinity  and  proposes  to  install  a  port- 
able  fire  extinguisher,  of  a  sufficient  capacity,  on  wheels. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
</> anted  so  long  as  premises  shall  be  maintained  and  used 
.  >r.  conduct  and  operation  of  a  marble-cutting  and  fin- 
ishmg  plant. 


MINUTES 


1-25- A. 

I’PELLANT — Samuel  Rosenblum,  for  Max  Goldberg, 
owner. 

TBJECT — Appeal  from  order  of  fire  commissioner. 
DEMISES  AFFECTED — 45-47  Crosby  street.  Man¬ 
hattan. 

PPEARANCES — 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

JTION  OF  BOARD — Appeal  granted*  on  condition. 
)NDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  G 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


(463-25-A) 

Whereas,  Samuel  Rosenblum,  for  Max  Goldberg,  owner, 
ed,  May  1,  1925,  an  appeal,  with  the  board  of  appeals, 
om  an  order  of  the  fire  commissioner,  affecting  premises 
.-47  Crosby  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
1925,  reads : 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2l/2  inch  regulation  Fire 
Department  outlets  on  each  story  (including  basements, 
cellars  and  roofs)  placed  within  main .  stairway  enclo¬ 
sure.  Each  outlet  to  be  provided  with  sufficient  feet 
of  2l/2  inch  standard  hose  attached  thereto.”; 
id  . 

Whereas,  the  building  is  non-fireproof,  seven  stories  (85 
.  4 y2  in.  at  the  front  and  86  ft.  at  the  center)  in  height, 

)  ft.  1  in.  by  100  ft.  4  in.  in  area  at  1st  story  and  50 
.  1  in.  by  90  ft.  in  area  above;  OCCUPIED  as  a  ten- 
'  it  factory,  106  persons  above  the  1st  story;  EQUIPPED 
ith  an  automatic  sprinkler  system  supplied  by  a  12,500 
illon  gravity  tank  and  also  a  7,500  gallon  pressure  tank , 
ere  is  a  gas  shut-off  valve  and  also  a  fire  alarm  signal 
stgm  installed  in  the  premises;  and 
Whereas,  appellant  contends  that  the  building  is  ade- 
lately  provided  with  exits  and  that  the  greatest  height 
the  premises  is  only  one  foot  above  the  legal  require- 
ent  for  a  standpipe  system. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
anted  on  condition  that  an  approved  wet  sprinkler  sys- 
m  shall  be  maintained  with  central  office  connection ;  that 
e  building  shall  not  be  extended  in  height  and  area;  and 
anted  so  long  as  the  present  use  and  occupancy  remain 
ibstantially  unchanged. 

I  • 

— 

j  13-25-A. 

;  PPELLANT— John  E.  Peabody,  for  Peabody  &  Bab¬ 
cock,  Inc.,  lessee. 

OBJECT — Appeal  from  order  of  fire  commissioner. 
REMISES  AFFECTED— 120-124  West  57th  street. 

Manhattan. 

PPEARANCES — 

For  Appellant:  John  E.  Peabody. 

For  Administration:  Inspector  Maber  of  fire 

department. 

CTION  Ob'  BOARD — Appeal  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .  () 

Absent:  Mr.  Kennedy  .  1 


THE  RESOLUTION: 

(303-25-A) 

Whereas,  John  E.  Peabody,  for  Peabody  &  Babcock, 
lessee,  filed,  March  19,  1925,  an  appeal,  with  the  board  of 
appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  120-124  West  57th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Oc¬ 
tober  23,  1924,  reads: 

“Order  No.  66272-F : 

“1.  Install  an  adequate  interior  electric  fire  alarm 
system  in  accordance  with  the  attached  approved  layout. 
Sec.  21,  Ch.  12,  Code  of  Ordinances.”; 
and 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
60  ft.  by  90  ft.  in  area;  OCCUPIED  as  an  apartment  ho¬ 
tel;  the  MEANS  OF  EGRESS  consisting  of  two  interior 
stairways  extending  from  pent  house  to  a  corridor  at  2nd 
story,  with  stairway  to  open  foyer  at  1st  story,  a  fire  escape 
in  the  south  elevation  with  landing  to  yard  and  a  fire  escape 
in  court  on  57th  street  front,  the  building  being  equipped 
with  a  fire  alarm  signal  system ;  and 

Whereas,  appellant  contends  that  the  present  fire  alarm 
system  was  installed  in  1919  and  approved  by  the  fire  de¬ 
partment. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  existing  alarm  system,  ap¬ 
proved  by  the  fire  department  in  1919,  shall  be  maintained 
in  perfect  working  order;  that  the  requirements  of  the  rules 
as  to  the  periodical  tests  shall  be  complied  with  in  all  re¬ 
spects;  and  granted  only  so  long  as  existing  use  and  con¬ 
ditions  shall  be  maintained. 


526-24- A. 

APPELLANT — Thomas  R.  McTigue,  for  Haynes  Au¬ 
tomobile  Co.,  lessee. 

SUBJECT — Application  for  modification  of  resolution — 
appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 615-621  West  56th  street 
and  614-620  West  57th  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Cortlandt  Palmer  and  Tlios. 
Tighe. 

ACTION  OF  BOARD — Appeal  reopened;  resolution 
modified  on  same  conditions. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESO¬ 


LUTION— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  . 1 

THE  RESOLUTION: 

(526-24-A) 


Whereas,  Haynes  Automobile  Co.,  lessee,  filed,  April  11, 
1924,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  615-621  West 
56th  street  and  614-620  West  57th  street,  Borough  of  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  17,  1923,  reads: 

“2.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof  *  *  *. 

“3.  Install  an  approved  oil  separator,  trap  or  other 
similar  apparatus.”; 
and 

Whereas,  the  building  is  fireproof,  two  stories  in  height, 
with  a  frontage  of  100  ft.  on  West  56th  street  and  a  front¬ 
age  of  100  ft.  on  West  57th  street,  and  a  depth  of  200  ft. 
(20,000  sq.  ft.  in  area)  ;  OCCUPIED  on  the  first  story  of 
the  56th  street  front  as  a  public  garage  and  the  remainder 
of  the  building  as  a  service  station  for  Haynes  automo¬ 
biles  ;  and 


MINUTES 


Whereas,  appellant  contends  the  physical  location  of  the 
premises — low  height  and  facing  on  two  streets — is  such 
that  a  standpipe  would  afford  no  material  assistance  in  the 
extinguishment  of  fire  and  that  owing  to  the  proximity  of 
the  sewer  outlet  to  the  premises  the  oil  separator  is  unnec¬ 
essary;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  July  8,  1924,  on  certain  conditions,  and  appellant 
requested  a  modification  of  these  conditions  as  to  the  lessee 
of  premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  2,  on  condition  that  a  portable  fomite 
extinguisher  on  wheels  shall  be  provided  on  2nd  story  and 
that  the  1st  story  shall  be  sub-divided  approximately  in 
half  by  a  fireproof  partition;  and  granted,  as  to  Item  3, 
on  condition  that  the  drainage  system  of  building  shall  be 
equipped  with  oil  separator ;  and  granted  so  long  as  the  op¬ 
eration,  use  and  occupancy  of  building  are  maintained  by 
the  present  lessees  or  their  assigns  for  the  repair  and  alter¬ 
ation  on  their  own  property. 


634-24-A. 

APPELLANT — Emile  Bauer,  lessee. 

SUBJECT — Application  for  extension  of  permit  (re: 

appeal  from  order  of  fire  commissioner). 
PREMISES  AFFECTED — 9120  89th  street,  Wood- 
haven,  Queens. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to  ex¬ 
tend  permit ;  appeal  reopened  and  permit  extended 
on  same  conditions. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  -. .  l 

THE  RESOLUTION: 

(634-24-A) 

Whereas,  Emile  Bauer,  lessee,  filed,  May  7,  1924,  an  ap¬ 
peal,  with  the  board  of  appeals,  from  an  order  of  the  fire 
commissioner,  affecting  premises  9120  89th  street,  Wood- 
haven,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  28237- 
LC,  dated  April  17,  1924,  reads: 

“With  reference  to  your  application  for  a  permit  to 
store  fuel  oil  at  the  above  location,  I  regret  to  in¬ 
form  you  that  I  am  without  power  to  grant  such  a 
permit  for  the  reason  that  the  storage  of  fuel  oil  at 
the  above  location  is  not  in  accordance  with  the  rules 
adopted  by  the  Board  of  Standards  and  Appeals  on  Nov. 
6,  1919,  amended  January  18,  1924. 

“You  are  therefore  ordered  to  remove  all  fuel  oil 
from  the  storage  tank  and  discontinue  the  further  stor¬ 
age  and  use  of  fuel  oil  at  the  above  location.”; 

and 

Whereas,  the  building  is  frame,  2]/2  stories  in  height, 
20  ft.  by  40  ft.  in  area;  OCCUPIED  as  a  dwelling;  ami 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  55  gallon  storage  tank,  piping  and  a  Power- 
light  Burner ;  and 

Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules,  excepting  in  that  the  burner 
is  not  an  approved  burner;  and 
Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  February  3,  1925,  and  May  5,  1925,  on  certain 
conditions,  and  appellant  requested  an  extension  of  the  time 
limit. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  for  a  temporary  period  of  ninety  (90)  days,  at  the 


owner’s  risk,  pending  the  action  of  the  board  of  standards 
and  appeals  on  the  petition  for  approval  of  the  Powerlight 
Burner. 


618-24-A. 

APPELLANT — Albert  Hayden,  owner. 

SUBJECT — Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED — 518  83rd  street,  Brooklyn 
APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  reopened  and  extension 
of  permit  granted  on  same  conditions. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  6 

Negative  .  o 

Absent:  Mr.  Kennedy  .  i 

THE  RESOLUTION: 


(618-24-A) 

Whereas,  A.  Hayden,  owner,  filed,  May  2,  1924,  an  ap¬ 
peal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  permises  517  83rd  street,  Brook¬ 
lyn  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  88135- 
LC,  dated  April  12,  1924,  reads: 

“With  reference  to  your  application  for  a  permit  to 
store  fuel  oil  at  the  above  location,  I  regret  to  inform 
you  that  I  am  without  power  to  grant  such  a  permit 
for  the  reason  that  the  storage  of  fuel  oil  at  the 
above  location  is  not  in  accordance  with  the  rules 
adopted  by  the  Board  of  Standards  and  Appeals  on 
Nov.  6,  1919,  amended  Jan.  18,  1924. 

“You  are  therefore  ordered  to  remove  all  fuel  oil 
from  the  storage  tank  and  discontinue  the  further 
storage  and  use  of  fuel  oil  at  the  above  location.” ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  and 
basement  in  height,  20  ft.  by  60  ft.  in  area;  OCCUPIED 
as  a  dwelling ;  and 

Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules  excepting  in  that  the  burner 
(a  Powerlight  Oilheat)  is  not  an  approved  burner;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meetings,  July  15,  1924,  October  28,  1924,  January  27,  1925, 
and  April  28,  1925,  for  a  temporary  period  of  90  days,  and 
appellant  requests  an  extension  of  the  period. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  gt  anted,  for  a  temporary  period  of  ninety  days,  pending 
the  action  of  the  board  of  standards  and  appeals  on  peti¬ 
tion  for  approval  of  burner,  on  condition  that  the  installa¬ 
tion  complies  with  fuel  oil  rules  of  the  board  of  standards 
and  appeals  in  all  other  respects. 


BUILDING  ZONE  CASES. 

1 502-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Morris  Pomer- 
antz,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
extending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— East  side  New  York  ave¬ 
nue,  185.92  feet  north  of  South  street,  Jamaica, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Martin  Ort. 

For  Opposition:  None. 

ACTION  ®F  BOARD — Laid  over  to  September  22, 
1925,  at  2  p.  m.,  on  request  of  applicant’s  repre¬ 
sentative. 
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:86-25-BZ. 

\PPLICANT — William  B.  Scavcr,  for  Third  Avenue 
Railway  Company,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 2526-2530  Amsterdam  ave¬ 
nue,  Manhattan. 


APPEARANCES— 

For  Applicant:  Edward  A.  Maher. 

For  Opposition:  Albert  Ward,  Jacob  Marks, 
Henry  B.  Hertz  and  Ella  F.  Balford. 

ACTION  OF  BOARD — Laid  over  to  September  22, 
1025,  at  2  p.  m.,  on  request  of  applicant's  repre¬ 
sentative. 


289-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Max  Zaubler, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  district  the 
erection  and  maintenance  of  an  extension  to 
an  existing  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 553-559  11th  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant!  Martin  Ort. 

For  Opposition:  Rutherford  S.  Moorehead  and 
others. 

ACTION  OF  BOARD— Laid  over  to  September  22, 
1925,  at  2  p.  m.,  on  request  of  applicant’s  rep¬ 
resentative,  for  final  disposition. 


411-25-BZ. 

APPLICANT— William  F.  Doyle,  for  B.  Martin, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  maintenance  of  a  dancing  and  banquet  hall. 

PREMISES  AFFECTED— 1134  Pacific  street,  Brook- 


tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1202-6  Lind  avenue,  The  Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  M.  J.  Wheelhan,  Arthur  Kunzi 
and  others. 

ACTION  OF  BOARD— Laid  over  to  September  22,  1925, 
at  2  p.  m.,  on  request  of  applicant. 


414-20-BZ. 

APPLICANT— J.  R.  Ashley. 

SUBJECT — Application  for  reopening  (re:  decision  of  su¬ 
perintendent  of  buildings)  to  permit  on  a  plot  of 
ground  in  a  residence  district  the  maintenance,  for 
a  temporary  period  of  two  years,  of  eighty  indi¬ 
vidual  garages,  to  be  rented  to  persons  not  resid¬ 
ing  on  the  premises. 

PREMISES  AFFECTED — Southwest  corner  of  186th 
street  and  Laurel  Hill  terrace,  block  2149,  lots  84, 
86  and  87,  Manhattan. 

APPEARANCES— 

For  Applicant :  Edward  L.  Booth. 

For  Opposition :  None. 

ACTION  OF  BOARD— Laid  over  to  September  22,  1925, 
at  10  a.  m.,  to  file  plans  covering  application  and 
showing  its  relation  to  original  proposition. 


701-24-BZ. 

APPLICANT — Springsteen  &  Goldhammer,  for  Otto  Wag¬ 
ner,  owner. 

SUBJECT — Application  for  modification  of  resolution  (re : 

application  from  decision  of  superintendent  of  build¬ 
ings  to  permit  the  extension  from  an  unrestricted 
district  into  a  business  district  of  a  proposed  ga¬ 
rage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— Block  bounded  by  Third  ave¬ 
nue,  East  185th  street,  East  186th  street  and  Wash¬ 
ington  avenue,  The  Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD— None,  application  having  been 
withdrawn. 


lyn. 

APPEARANCES— 

For  Applicant:  Martin  Ort. 

For  Opposition:  Harry  Rosenbaum. 

ACTION  QF  BOARD— Laid  over  to  September  22, 
1925,  at  2  p.  m.,  on  request  of  applicant’s  repre¬ 
sentative. 


626-25-BZ. 

APPLICANT— New  York  Telephone  Company,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  use,  C 
and  E  area  districts  the  extension  in  height  and 
area  of  an  existing  central  telephone  exchange 
building. 

PREMISES  AFFECTED— 1421-1437  Ocean  avenue, 
and  1060-1068  Kenmore  place,  Brooklyn. 

APPEARANCES— 

For  Applicant:  N.  B.  Egleston. 

For  Opposistion:  Herman  Strizler,  David  Ble- 
cher,  Herman  Feder,  Mrs.  H.  Nagel,  Mrs. 
P.  Brutz,  Joseph  Lyons,  C.  Willilams  Han- 
nen,  Frank  H.  Sattensfeel. 

ACTION  OF  BOARD— Laid  over  to  September  29, 
1925,  at  10  a.  m.,  for  inspection  and  report  by 
a  committee  of  board. 


241-25-BZ. 

APPLICANT— Philip  J.  Sinnott,  for  Brolux  Corp.,  owner. 
SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec- 


638-23-BZ. 

APPLICANT— Samuel  Rosenblum,  for  Max  Notess, 
owner. 

SUBJECT— Application  for  reopening  (re:  decision  of  fire 
commissioner)  to  permit  the  maintenance  of  a  ga¬ 
rage  for  three  cars,  two  spaces  to  be  rented  to 
persons  not  residing  on  the  premises. 

PREMISES  AFFECTED— 2965  Valentine  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Samuel  Rosenblum. 

For  Opposition :  None. 

ACTION  OF  BOARD— Application  reopened  and  set  for 
calendar  call  September  22,  1925,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  6 

Negative  .  ® 

Absent:  Mr.  Kennedy  .  1 


APPLICANT— Henry  C.  Brucker,  for  Marie  Finger,  owner. 
SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— Southwest  corner  of  Onder- 
donk  avenue  and  Bleecker  street,  Queens. 
APPEARANCES— None. 
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ACTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenloti  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  i 


1382-24-BZ. 

APPLICANT — William  Richter,  for  Simon  Glickmar., 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  and  “E”  area 
district  a  variation  of  the  requirements  of  the  zone 
resolution. 

PREMISES  AFFECTED — 2319-2323  Avenue  L,  Brooklyn. 

APPEARANCES— None.  , 

ACTION  OF  BOARD— Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


( 1382-24-BZ) 

Whereas,  William  T.  McCarthy,  for  Simon  Glickman, 
owner,  filed,  November  21,  1924,  an  application,  under  the 
building  zone  resolution,  affecting  premises  2319-2323  Ave¬ 
nue  L,  Brooklyn  ;  and 

Whereas,  applicant  has  failed  to  complete  his  papers,  al¬ 
though  duly  notified  to  do  so. 

Resolved,  that  the  application  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


304-25-BZ. 

APPLICANT — Jamaica  Water  Supply  Co.,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  business  building  to  be 
used  as  a  water  pumping  station. 

PREMISES  AFFECTED — West  side  of  143rd  street,  100 
ft.  south  of  111th  avenue,  Jamaica  So.,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant :  Arthur  C.  McCauley. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 

Kenlon  . 

Negative  . . . 

Absent:  Mr.  Kennedy  .... 

THE  RESOLUTION: 

(304-25-BZ) 

Whereas,  Jamaica  Water  Supply  Company,  Warren  Les¬ 
lie,  president,  owner,  filed,  March  19,  1925,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of  a  business  building 
to  be  used  as  a  water  pumping  station;  premises  west  side 
of  143rd  street,  100  ft.  south  of  111th  avenue,  Jamaica,  Bor¬ 
ough  of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
8.  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  143rd  street  is  a  residence 
district  and  111th  avenue  is  a  business  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  9,  1924,  reads : 


“1.  The  erection  of  a  business  building  in  a  residence 
district  is  contrary  to  Sec.  3  of  the  Building  Zone  Reso¬ 
lution  :  Construction  not  examined.” : 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproofj 
construction,  one  story  in  height,  with  a  frontage  of  26  ft. 
£nd  a  depth  of  26  ft.;  to  be  occupied  as  a  water  pumping 
station ;  and 

Whereas,  the  proposed  pumping  station  is  a  public  ne¬ 
cessity  and  under  the  provisions  of  section  7,  subdivision 
D  of  the  building  zone  resolution,  the  board  is  empowered 
to  act. 

Resolved ,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  bej 
and  it  hereby  is  granted  on  condition  that  the  building  shall! 
not  exceed  a  height  of  one  story  and  restricted  in  areai 
to  the  dimensions  as  indicated  on  plans  filed  in  application  i 
namely,  26  ft.  by  26  ft.;  that  said  building  shall  be  used! 
and  maintained  in  conjunction  with  the  existing  local  water  j 
supply  system ;  that  the  operation  of  this  pump  house  shall 
be  restricted  to  electrical  motive  power ;  that  the  finished 
working  drawings  of  the  exterior  design  shall  be  returned  ; 
to  this  board  for  approval ;  that  all  necessary  permits  shall 
be  obtained  within  six  months  and  the  building  completed 
within  nine  months. 


305-25-BZ. 

APPLICANT — Jamaica  Water  Supply  Co.,  owner. 
SUBJECT- — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  business  building  to  be 
used  as  a  water  pumping  station. 

PREMISES  AFFECTED — West  side  of  224th  street,  250  j 
ft.  north  of  Foch  boulevard  (Central  avenue),  Ja- 
maica,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Arthur  C.  McCauley. 

ACTION  Oh  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  fl 

Negative  .  o 

Absent.  Mr.  Kennedy  .  t 

THE  RESOLUTION: 


(305-25-BZ) 

Whereas,  Jamaica  Water  Supply  Co.,  Warren  Leslie, 
president,  owner,  filed,  March  19,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a  business  building 
to  be  used  as  a  water  pumping  station ;  premises  west  side 
of  224th  street,  250  ft.  north  of  Foch  boulevard  (Central 
avenue),  Jamaica,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
8,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Bo^rd  of  Standards  and  Appeals ;  and 

W hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  224th  street  is  a  residence  dis¬ 
trict  and  Foch  boulevard  (Central  avenue)  is  a  business 
district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  9,  1924,  in  acting  on  N.  B.  App.  No. 
19233-24,  reads: 

“1.  The  erection  of  a  business  building  in  a  resi¬ 
dence  district  is  contrary  to  Section  3  of  the  Building 
Zone  Resolution.  Construction  not  examined.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height  with  a  frontage  of  26  ft. 
and  a  depth  of  26  ft.;  to  be  occupied  as  a  water  pumping 
station ;  and 
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Whereas,  the  proposed  pumping  station  is  a  public  ne- 
■ssity  and  under  the  provisions  of  section  7,  subdivision 
)  of  the  building  zone  resolution,  the  board  is  empowered 

)  act. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
(fruition  in  the  application  of  the  use  district  regulations 
f  the  building  zone  resolution,  and  that  the  application  be 
nd  it  hereby  is  granted  on  condition  that  the  building 
rected  shall  not  exceed  a  height  of  one  story  and  re- 
tricted  in  area  to  the  dimensions  as  indicated  on  plans  filed 
i  application,  namely,  2(5  ft.  by  2(5  ft.;  that  said  building 
hall  be  used  and  maintained  in  conjunction  with  the  ex- 
ting  local  water  supply,  system ;  that  the  operation  of 
his  pump  house  shall  be  restricted  to  electrical  motive 
ower ;  that  the  finished  working  drawings  of  the  exterior 
esign  shall  be  returned  to  this  board  for  approval ;  that 
II  necessary  permits  shall  be  obtained  within  six  months 
nd  the  building  completed  within  nine  months. 


77-2.")- BZ. 

APPLICANT — Bandler,  Haase  &  Collins,  for  212  West 
72nd  Street  Corp.,  owner. 

UBJ ECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  and  “B”  area 
district  extending  from  a  business  district,  the  al¬ 
teration  and  extension  of  a  building  to  be  used 
in  part  for  business  purposes,  also  the  omission 
of  a  rear  yard  as  required  by  the  building  zone 
resolution. 

’REMISES  AFE'ECTED — 212  West  72nd  street,  Manhat¬ 
tan. 

\PPEARANCES — 

For  Applicant:  John  F.  Collins,  Samuel  Rosenblum. 
For  Opposition  :  Stephen  W.  Collins. 

\CTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  . . .' .  1 

THE  RESOLUTION: 


(577-25-BZ) 

Whereas,  Bandler,  Haase  &  Collins,  for  212  West  72nd 
Street  Corp.,  owner,  filed,  June  4,  1925,  an  application, 
mder  the  building  zone  resolution,  to  permit  in  a  residence 
listrict  and  “B”  area  district,  extending  from  a  business 
listrict,  the  alteration  and  extension  of  a  building  to  be 
ised  in  part  for  business  purposes,  also  the  omission  of 
i  rear  yard  as  required  by  the  building  zone  resolution ; 

,  premises  212  West  72nd  street.  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
iy  the  board  of  appeals,  at  its  regular  meeting,  September 
S,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
he  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  72nd  street  and  71st  street 
ire  residence  use  and  “B”  area  districts  and  Broadway  is 
a  business  use  and  “B”  area  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  22,  1925,  in  acting  on  Alt.  App.  No.  1042-25, 

'  reads : 

“2.  In  a  residence  district  a  building  devoted  to  a 
use  not  permitted  in  such  district  may  not  be  extended. 
Section  6  of  the  Building  Zone  Resolution. 

“3.  Provide  rear  yard  as  required  by  Section  16-b  of 
the  Building  Zone  Resolution  for  residence  districts.”; 
and  ,  I 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  five  stories  in  height,  with  a  frontage  of  25  ft. 
!  and  a  depth  of  65  ft.  and  81  ft.  (irregular)  ;  occupied  store 
and  dwelling;  it  is  proposed  to  erect  a  one-story  rear  ex¬ 
tension  25  ft.  by  37  ft.  2  in.  covering  the  entire  yard,  to 
be  used  as  a  real  estate  office;  and 


Whereas,  it  appears  that  the  difference  in  grade  be¬ 
tween  71st  street  and  72nd  street  brings  the  roof  of  the 
proposed  extension,  approximately  5  ft.  above  the  yard  level 
of  71st  street  property  and  there  are  adjoining  business  uses 
to  the  east. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  proposed  ex¬ 
tension  shall  be  restricted  in  height  to  a  one-story  structure, 
approximately  9  ft.  1  in.  above  curb  level  of  72nd  street 
frontage,  and  in  depth  21  ft.  2  in.  at  the  easterly  gable 
and  37  ft.  2  in.  at  the  westerly  gable;  that  the  rear  and 
gable  walls  shall  be  unpicrced  throughout  their  entire  height 
and  length:  that  the  use  and  occupancy  shall  be  limited  and 
restricted  to  executive  offices  in  conjunction  with  the  ex¬ 
isting  real  estate  business  now  conducted  on  the  premises; 
and  that  all  necessary  permits  shall  be  obtained  within  90 
days  and  the  work  completed  within  six  months  from 
date  of  this  action. 


737-25-BZ. 

APPLICANT — Frank  S.  Parker,  for  598  Eighth  Avenue 
Corporation,  lessee. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  V/2  times  height  district 
the  erection  and  maintenance  of  the  street  walls  to 
a  height  exceeding  the  limit  required  by  the  build¬ 
ing  zone  resolution. 

PREMISES  AFFECTED — 594-598  Eighth  avenue  and  270- 
274  West  39th  street,  Manhattan. 
APPEARANCES— 

For  Applicant:  Frank  S.  Parker,  Mack  Kannar. 
For  Opposition :  None. 

ACTION  OF  BOARD — -Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  at^Fire  Chief 


Kenlon  .  6 

Negative  .  o 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


(737-25-BZ) 

Whereas,  Frank  S.  Parker,  for  598  Eighth  Avenue 
Corp.,  owner,  filed,  July  14,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  \l/2  times  height 
district  the  erection  and  maintenance  of  the  street  walls 
of  a  proposed  building  to  a  height  exceeding  the  limit  im¬ 
posed  by  the  building  zone  resolution ;  premises  594-598 
Eighth  avenue  and  270-274  West  39th  street,  Manhattan ; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
8,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  Eighth  avenue,  east  side,  is  a  busi¬ 
ness  use  and  V/2  times  height  district  and  Eighth  avenue, 
west  side,  is  a  business  use  and  2  times  height  district ; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  11,  1925,  in  acting  on  N.  B.  App.  No.  424- 
25,  reads : 

“1.  Height  on  the  building  line  should  not  exceed 
150  feet.  Building  Zone  Resolution,  Section  8d.” ; 
and 

Whereas,  th$  proposed  building  is  to  be  of  fireproof 
construction,  20  stories  in  height,  with  a  frontage  of  100 
ft.  and  a  depth  of  39  ft.  9  in.  and  98  ft.  9  in.  (irregular)  ; 
to  be  occupied  as  stores,  showrooms  and  manufacturing: 
it  is  proposed  to  erect  the  street  wall  to  a  height  of  200 
ft.  without  a  setback  instead  of  150  ft.:  and 

Whereas,  the  board  deemed,  in  view  of  the  fact  that 
applicant’s  property  is  encompassed  by  2  times  height  privi- 
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lege  which  he  seeks,  it  would  be  a  hardship  to  deny  a  simi¬ 
lar  privilege  to  the  property  under  appeal. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  height  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition,  and  only  so  far  as 
it  affects  the  street  wall  on  the  avenue  frontage  and  for 
a  depth  of  100  ft.  on  the  side  streets ;  that  the  street  wall 
shall  not  exceed  a  height  of  200  ft.  without  a  setback; 
that  the  requirements  of  the  building  zone  resolution  shall 
be  complied  with  in  all  other  respects ;  that  all  permits  nec¬ 
essary  for  the  prosecution  of  the  work  shall  be  obtained 
within  sixty  days  and  the  construction  of  the  building  pros¬ 
ecuted  to  completion  without  suspension  or  delay. 


331-25-BZ. 

APPLICANT — R.  Thomas  Short,  for  Michael  Noonan, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  alteration  and 
extension  of  an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED  —  187A-201  Garfield  place, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  John  Glynn,  Alfred  E.  Smith,  Jr. 
For  Opposition :  Walter  Bruchhausen. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


(331-25-BZ) 

Whereas,  R.  Thomas  Short,  for  Michael  Noonan,  owner, 
filed,  March  26,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  partly  in  a  residence  district  and 
partly  in  a  business  district  the  alteration  and  extension  of 
an  existing  garage  for  the  storage  of  more  than  five  mo¬ 
tor  vehicles;  premises  187A-201  Garfield  place,  Brooklyn; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
8,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Garfield  place  is  a  residence 
district  and  Seventh  avenue  is  a  business  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  25,  1925,  in  acting  on  Alt.  App.  No.  9042- 
25,  reads : 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
II,  Sec.  3  &  Sec.  4. 

“The  extension  of  a  public  garage  for  more  than 
five  motor  vehicles  partly  in  a  business  district  and 
partly  in  a  residence  district.” ; 

and 

Whereas,  there  exists  on  the  premises  a  one  and  two- 
story — partly  brick  and  partly  wood — public  garage.  It  is 
proposed  to  remove  part  of  the  existing  brick  and  all  of 
the  wooden  walls,  covering  the  entire  rear  lot  with  a  one- 
story  garage,  the  existing  2nd  story  to  remain  but  to  be 
used  only  as  an  office;  the  proposed  garage  will  be  170 
ft.  by  50  ft.  in  area,  being  reached  by  two  driveways  from 
Garfield  place;  and 

Whereas,  the  board  deemed  that  applicant  has  established 
his  basis  of  appeal  under  section  21  of  the  building  zone 
resolution  and  that  the  proposed  alteration,  namely,  the  fire¬ 
proofing  of  the  existing  authorized  garage  use  and  occu¬ 
pancy  would  be  a  material  and  substantial  protection  to  the 
adjoining  properties. 


Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted  on  condition  that  the  garage  use 
and  occupancy  shall  be  restricted  in  height  to  a  one-story 
structure;  that  the  proposed  2nd  story  shall  not  exceed  the 
area  and  dimensions  indicated  on  plans  filed  in  this  applica¬ 
tion  ;  and  that  the  use  and  occupancy  of  the  second  story 
shall  be  restricted  to  office  occupancy  and  use  incidental 
to  the  conduct  of  a  garage,  and  shall  not  be  .used  for  the 
live  storage  of  automobiles;  the  runways  from  Garfield 
place  if  enclosed  shall  be  roofed  over  with  fireproof  con¬ 
struction  and  ventilated  by  not  less  than  two  skylights  on 
the.  length  of  the  runway,  the  skylights  to  be  glazed  with 
plain  glass  equipped  with  wire  guards  above  and  below; 
that  there  shall  be  no  additional  openings  in  addition  to 
those  now  in  existence  in  the  rear  and  gable  walls  of  the 
present  structure;  that  the  gasoline  storage  shall  not  ex¬ 
ceed  in  quantity  the  amount  allowed  by  permit  now  in  force 
on  the  premises ;  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months 
and  the  work  completed  within  eighteen  months  from  the 
date  cf  this  action. 


610-25-BZ. 


APPLICANT — John  E.  Joyce,  owner. 

SUBJECT- — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  the  conversion  from  a  residence 
to  a  business  use  (stores)  of  the  first  story  of  a 
building  located  partly  in  a  residence  and  partly 
in  a  business  use  district. 

PREMISES  AFFECTED— 201  East  198th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  E.  Joyce. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd. 
Gunnison,  Holland,  Connell  and  Fire  Chief 

Kenlon  . § 

Negative  . q 

Absent :  Mr.  Kennedy  .  \ 


THE  RESOLUTION: 


(610-25-BZ) 

Whereas,  John  Joyce,  owner,  filed,  June  12,  1925,  an 
application,  under  the  building  zone  resolution,  to  permit  the 
conversion,  from  a  residence  use  to  a  business  use  (stores) 
of  the  first  story  of  a  building,  located  partly  in  a  residence 
and  partly  in  a  business  use  district;  premises  201  East 
198th  street,  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application  ; 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
8,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the.  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  Concourse  is  a  resi¬ 
dence  district  and  East  198th  street  is  a  business  district; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  11,  1925,  in  acting  on  Alt.  App.  No.  313-25, 
reads : 

Disapproved  with  the  following  objections,  viz.: 
Alteration  and  conversion  of  dwelling  partly  in  busi¬ 
ness  district  and  partly  in  residence  district,  to  be  oc- 
cupiedfor  business  purposes,  is  contrary  to  provisions  1 
of  Building  Zone  Resolution.”; 

and 

Whereas,  it  is  proposed  to  alter  the  existing  building  oc¬ 
cupied  as  a  dwelling  by  erecting  a  one-story  extension  at 
the  front,  approximately  17  ft.  by  31  ft.,  to  be  used  as  a 
s  °,rc;  jhe  bin  ding  extends  11  ft.  in  the  residence  district 
and  6  ft.  in  the  business  district;  and 
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Whereas,  the  board  deemed  that  applicant  established  his 
sis  of  appeal  under  sections  7-b  and  7-c  of  the  building 
ne  resolution  and  that  it  would  be  a  hardship  not  to  per- 
t  the  proposed  business  use  on  the  first  story  of  the 
ucture;  the  lot  being  cut  by  two  use  districts  and  in 
ew  of  the  existing  business  use  in  the  street  frontage. 
Resolved,  that  the  board  of  appeals  does  hereby  make  a 
riation  in  the  application  of  the  use  district  regulations 
the  building  zone  resolution,  and  that  the  application  be 
d  it  hereby  is  granted  on  condition  that  the  business  use 


shall  be  limited  to  the  first  story  of  the  premises,  and  the 
nature  of  the  business  shall  be  restricted  to  retail  mer¬ 
cantile  shops  or  stores  not  conducted  or  operated  on  Sun¬ 
days  or  holidays ;  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  one  month 
and  the  building  completed- within  six  months  from  the  date 
of  this  action. 


Adjourned  1  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


BOARD  OF 

SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  SEPTEMBER  8,  1925. 
Present:  Chairman  Walsh,  Messrs.  Dowd,  Gunnison,  Hol- 
nd,  Connell  and  Fire  Chief  Kenlon. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

85-24- A.  T  c  ,  . , 

PPELLANT— Philip  J.  Smnott,  for  Harry  Schneider, 

owner. 

UBJECT — Appeal  from  decision  of  fire  commissioner. 
REMISES  AFFECTED— 6118  Rockaway  Beach  boule¬ 
vard,  Arverne,  Queens. 

.PPEARANCES — None.  ir  inor 

,CTION  OF  'J30ARD — Laid  over  to  September  15,  192.>, 
at  10  a.  m.,  on  request  of  appellant. 


04-24- A.  _ 

v PPELLANT— Eastman  Kodak  Co.,  owner. 

UBJECT— Appeal  from  order  of  fire  commissioner. 
‘REMISES  AFFECTED — 226-239  West  23rd  street,  Man¬ 
hattan. 

vPPEARANCES — 

For  Appellant:  Joseph  A.  McNamara. 
vCTION  OF  BOARD — Laid  over  to  September  22,  1925, 
at  2  p.  m.,  on  request  of  appellant’s  representative. 


36-25-A.  _  t  c-  i  4 

APPELLANT — Augustus  Schulz,  for  George  J.  Schwartz, 

owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
‘REMISES  AFFECTED — 16  Old  Broadway,  Manhattan. 
APPEARANCES — 

For  Appellant:  None. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  September  29,  192:> 

at  10  a.  m. 


r 

'  177-24- A. 

APPELLANT— Street  &  Smith  Corporation,  owner. 
SUBJECT— Appeal  from  order  of  fire  commissioner 
(PREMISES  AFFECTED— 79-89  Seventh  avenue,  Man¬ 
hattan. 

\PPEARANCES — . . 

For  Appellant:  Jos.  A.  McNamara. 

ACTION  OF  BOARD— Laid  over  to  September  22,  1925, 
at  2  p.  m.,  on  request  of  appellant’s  representative. 


186-25- A.  ,  , 

APPELLANT— Albert  E.  Kleinert,  superintendent  of  build¬ 
ings,  Borough  of  Brooklyn. 

SUBJECT— Revocation  of  Certificate  of  Occupancy  No. 
4188/23. 

PREMISES  AFFECTED — 1409  New  LTrecht  avenue  and 


1109  45th 
APPEARANCES 


street,  Brooklyn. 


For  Opposition:  Charles  D.  Cords,  Asst.  Engr.  J. 


P.  Smithers. 


APPEALS 

ACTION  OF  BOARD — Appeal  granted. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd,  • 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  . 1 

THE  RESOLUTION: 


(186-25-A) 

Whereas,  Albert  E.  Kleinert,  superintendent  of  buildings, 
Borough  of  Brooklyn,  filed,  February  16,  1925,  an  appeal, 
with  the  board  of  appeals,  for  revocation  of  the  Certificate 
of  Occupancy  No.  4188-23  issued  for  premises  4409  New 
street,  Brooklyn;  and 

Whereas,  it  appears  that  an  application  was  filed  in  the 
bureau  of  buildings  to  permit  in  a  business  district  the  erec¬ 
tion  of  a  three  (3)  story  brick  building  with  a  frontage 
of  25  ft.  2J4  in.  and  a  depth  of  122  ft.  in  the  first  story, 
to  be  occupied  as  store  on  the  first  story  and  dwelling 
above;  and 

Whereas,  it  appears  that  there  is  a  portion  of  this  lot 
which  is  in  the  residence  district  and  which  was  shown 
originally  as  belonging  to  the  premises  No.  1109  45th  street 
has  been  built  upon  and  is  occupied  for  business  purposes, 
the  extension  having  been  originally  shown  as  60  ft.  in 
depth,  but  having  been  erected  75  ft.  in  depth. 

Resolved,  that  the  board  of  appeals  does  hereby  grant 
appeal,  revoking  Certificate  of  Occupancy  No.  4188-1923, 
without  prejudice  to  the  owner  in  fee  of  present  date,  af¬ 
fecting  any  application  to  be  made  to  this  board  for  a 
variation  of  the  zoning  resolution. 


656-25-A. 

APPELLANT — Albert  E.  Kleinert,  superintendent  of  build¬ 
ings,  Borough  of  Brooklyn. 

SUBJECT — Revocation  of  Certificate  of  Occupancy  No. 
24654/24  issued  to 

PREMISES  AFFECTED — 1109  45th  street,  Brooklyn. 
APPEARANCES— 

For  Opposition:  Charles  D.  Cords,  Asst.  Engr.  J. 
P.  Smithers. 

ACTION  OF  BOARD— Appeal  granted. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


(656-25-A) 

Whereas,  Albert  E.  Kleinert,  superintendent  of  buildings, 
Borough  of  Brooklyn,  filed,  April  27,  1925,  an  appeal, 
with  the  board  of  appeals,  for  revocation  of  the  Certificate 
of  Occupancy  24654/24  issued  for  premises  1109  45th 
street,  Brooklyn ;  and 

W hereas,  it  appears  that  an  application  was  filed  in  the 
bureau  of  buildings  to  permit  a  lot  located  partly  in  a  busi- 
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ness  and  partly  in  a  residence  district  the  erection  of  a 
two-story  brick  business  structure  20  ft.  7  in.  front  and 
rear,  00  ft.  2%  in.  in  depth,  with  a  one-story  brick  ex¬ 
tension  at  the  rear  20  ft.  7  in.  by  40  ft.  irregular  in  depth, 
an  offset  0  ft.  5  in.  by  20  ft.  at  rear  of  lot  shown  as  be¬ 
ing  part  thereof  but  actually  being  a  part  of  adjoining 
property ;  no  rear  yard  was  provided  and  the  business  use 
extends  into  the  residence  district;  and 

Whereas,  the  superintendent  of  buildings  contends  that 
the  permit  was  issued  in  error  by  an  examiner  tempo¬ 
rarily  appointed  and  that  the  same  architect  filed  the  ap¬ 
plication  for  a  permit  on  both  these  premises  and  premises 
also  under  appeal  (Cal.  No.  186-25-A)  for  revocation  of 
certificate  of  occupancy. 

Resolved,  that  the  board  of  appeals  does  hereby  grant  ap¬ 
peal,  revoking  Certificate  of  Occupancy  No.  24654-24,  with¬ 
out  prejudice  to  the  owner  in  fee  of  present  date,  affecting 
any  application  to  be  made  to  this  board  for  a  variation 
of  the  zoning  resolution. 


BUILDING  ZONE  CASES. 

240-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Harry  J.  Lippe,  Jr., 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — -1214-16  Lind  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  Arthur  Kunzi,  M.  J.  Welehan  and 
others. 

ACTION  OF  BOARD — Laid  over  to  September  22,  1925, 
at  2  p.  m.,  on  request  of  applicant. 


458-25-BZ. 

APPLICANT- — William  F.  Doyle,  for  William  Kolle, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — -198-210  16th  street,  Brooklyn. 
APPEARANCES— 

For  Applicant:  Martin  Ort. 

For  Opposition:  Joseph  A.  Pinto  and  others. 

ACTION  OF  BOARD — Laid  over  to  September  22,  1925, 
at  2  p.  m.,  on  request  of  applicant’s  representative. 


327-25-BZ. 

APPLICANT — Richard  Shutkind,  for  Richard  Schmidt, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  districtt  he  erec¬ 
tion  and  maintenance  of  an  extension  to  a  dry  clean¬ 
ing  establishment. 

PREMISES  AFFECTED — 162-166  Prospect  street,  Long 
Island  City,  Queens. 

APPEARANCES— 

For  Applicant :  Richard  Shutkind. 

For  Opposition :  Max  Frank,  Thomas  Hackett, 
Mary  Lorenzo,  Rose  Grippo,  Mary  Vopat,  Gus 
Weinand,  Mrs.  Johnson,  S.  Boyd. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 


THE  RESOLUTION: 

(327-25-BZ) 

Whereas,  Richard  Shutkind,  for  Richard  Schmidt,  owner, 
filed,  March  26,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erection  and 
maintenance  of  an  extension  to  a  dry  cleaning  establishment; 
premises  162-166  Prospect  street,  Borough  of  Queens;  and  I 
Whereas,  a  public  hearing  was  held  on  this  application  ! 
by  the  board  of  appeals,  at  its  special  meeting,  September 
8,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Prospect  street  and  Paynter 
avenue  are  business  districts  and  Wilbur  avenue  is  an  un¬ 
restricted  district;  and 

W  hereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  9,  1925,  in  acting  on  Alt.  App.  No.  496-2s' 
reads : 

“Extension  of  dry  cleaning  establishment  in  business 
district  is  prohibited  by  the  zone  law.’” ; 
and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  51  ft. 
and  a  depth  of  20  ft. ;  occupied  as  a  dry  cleaning  establish¬ 
ment;  it  is  proposed  to  erect  a  one-story  fireproof  exten¬ 
sion  24  ft.  8  in.  by  42  ft.  in  area,  to  be  used  as  a  benzine 
washroom ;  and 

Whereas,  the  property  affected  is  located  in  a  business 
district  and  was  in  the  possession  of  the  present  owner 
and  part  of  plot  used  in  the  conduct  of  the  business  on 
same  premises  before  the  enactment  of  the  zoning  resolu¬ 
tion. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation .  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  extension 
shall  be  limited  in  height  to  a  one-story  structure  and 
limited  in  area  to  a  building  24  ft.  8  in.  by  36  ft.  4  in.  deep, 
with  a  motor  room  extension  not  exceeding  5  ft.  8  in.  in 
depth ;  that  the  northerly  gable  and  rear  walls  abutting 
the  adjoining  properties  shall  be  erected  and  maintained 
unpierced  throughout  their  entire  height  and  length;  that 
there  shall  be  not  less  than  two  (2)  skylights  installed  in 
the  room,  glazed  with  plain  glass,  protected  with  wire 
guards  above  and  below,  and  that  there  shall  be  no  ben¬ 
zine  storage  maintained  within  the  proposed  one-story  rear 
extension;  that  the  roof  shall  be  constructed  of  reinforced 
concrete ;  and 

Resolved,  further,  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  six  (6)  months 
and  the  building  completed  within  one  (l)  year  from. the 
date  of  this  action. 


1429-24-BZ. 

APPLICANT-  John  De  Hart,  for  John  J.  Daly  and  Max 
L.  Fried,  owners. 

SUBJECT-  Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  main¬ 
tenance  of  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 1012-1018  Avenue  St  John 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  None. 

AC  HON  Oh  BOARD — Application  granted  on  condition. 

CONDITIONS — As  specified  in  resolution 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  g 

Negative  .  0 

Absent:  Mr.  Kennedy  .  \ 
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THE  RESOLUTION: 

(1429-24-BZ) 

Whereas,  John  De  Hart,  for  John  J.  Daly  and  Max  L. 
ricd,  owners,  filed,  December  3,  1924,  an  application,  under 
le  building  zone  resolution,  to  permit  in  a  business  dis¬ 
trict  the  maintenance  of  a  motor  vehicle  repair  shop;  pretti¬ 
es  1012-18  Avenue  St.  John,  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
y  the  board  of  appeals,  at  its  special  meeting,  September 
,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
le  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 
ig  zone  resolution  show  that  Avenue  St.  John  and  South¬ 
'll  boulevard  arc  business  districts  and  Fox  street  is  a  resi- 
ence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
endered  December  8,  1924,  in  acting  on  Slip  App.  No.  166- 
4,  reads : 

“Your  application  for  a  certificate  of  occupancy  for 
the  rear  portion  of  the  building  1012-18  Avenue  St. 
,  John,  Borough  of  The  Bronx,  as  a  five-car  garage  and 
repair  shop  for  motor  vehicles,  is  hereby  denied  as  the 
premises  are  located  in  a  business  district  in  which  such 
.  occupancy  is  prohibited  by  the  provisions  of  the  Build¬ 
ing  Zone  Resolution.” ; 
nd 


struction,  one  story  in  height,  with  a  frontage  of  75  ft. 
and  a  depth  of  100  ft.;  to  be  occupied  as  a  five-car  garage, 
motor  vehicle  repair  shop,  dead  storage  garage  and  stores, 
the  repairing  to  consist  of  the  placing  of  a  signal  attach¬ 
ment  on  the  rear  of  car ;  and 

Whereas,  the  board  deemed  there  is  no  marked  prohibi¬ 
tive  nuisance  as  intended  by  restrictions  of  zoning  resolu¬ 
tion  connected  with  the  conduct  of  the  work. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted,  with  the  specific  provision  that 
a  general  motor  vehicle  repair  work  shop  shall  not  be 
conducted  on  the  premises  and  that  the  operation  and  con¬ 
duct  of  the  shop  shall  be  restricted  to  the  placing  and 
installation  of  signal  lights  on  automobiles;  that  all  work 
and  operation  thereof  shall  be  by  manual  operation  and  no 
motor  power  machinery  other  than  a  ^  H.  P,  portable 
drill  permitted  on  the  premises,  and  that  the  allowable  au¬ 
tomobile  storage  shall  be  limited  to  five  (5)  automoF'es 
throughout  the  entire  premises  and  that  there  shall  be  no 
gasoline  storage  equipment  installed  or  maintained  on  the 
premises.  All  permits  required  to  be  obtained  within  60 
days  and  work  completed  within  90  days. 


Adjourned  4.34  p.  m. 

William  J.  O’Gorman,  Secretary. 


SMOKING  IN  FACTORIES. 


RULES 


RULE  2.  PERMISSIBLE  CASES. 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  13,  1918. 

1ULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry,  a 
ghted  cigar  or  cigarette  in  any  factory  as  defined  in 
article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
ortion  of  a  factory,  within  the  City  of  New  York,  except 
i  such  protected  portions  or  special  classes  of  occupancies 

|  s  are  specified  in  Rule  2  of  these  rules,  and  then  only 
fter  the  issuance  of  a  permit  by  the  fire  commissioner. 
It  shall  be  the  joint  and  several  duty  of  the  owner  and 
f  the  lessee  or  lessees  of  the  building  containing  such  fac- 
iry  or  factories  to  cause  to  be  posted  in  each  and  every 
itrance  half,  stairhall  or  room  throughout  the  building,  as 
ell  as  in  every  elevator-car,  in  English,  and  also  in  such 
ther  language  or  languages  as  the  fire  commissioner  shall 
irect,  a  notice  of  such  prohibition,  and  the  penalty  for  its 
iolation. 

(b)  Application.  Application  for  such  permit  shall 
e  made  only  by  the  owner  of  the  building  on  suitable 
lank  forms  to  be  furnished  by  the  fire  commissioner. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
eriod,  not  exceeding  one  year,  and  shall  not  be  renewed 
pon  expiration  until  a  reinspection  of  the  premises  for 
hich  it  is  issued  has  been  made  for  the  purpose  of  de- 
'rmining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
nder  which,  the  hours  between  which,  and  the  place  or 
laces  in  such  factory  where  smoking  may  be  permitted, 
nd  this  permit  shall  be  framed  and  kept  posted  in  a 
onspicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
pecified  in  the  permit,  in  addition  to  incurring  such  pen- 
lties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 

!  ause  for  the  revocation  of  such  permit  by  the  fire  com- 
1  lissioner,  and  he  shall  not  again  issue  a  permit  for  the 
ame  premises  until  at  least  one  year  has  elapsed. 


Smoking  may  be  permitted  in : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that : 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprinkler 
system,  the  floor  and  ceiling  of  such  room  shall 
be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing ; 

Boiler  making ; 

Brick,  terra  cotta  or  artificial  stone  works; 

Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops ; 

Smelting ; 

Stone  or  monumental  works ; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2) ’  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  arc  deposited  in  fireproof  re- 

’  ceptacles. 
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PUBLIC  HEARING 


PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES- 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Friday,  September  25,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  'before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  shout >  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  vis.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis •* 
sioner  may  require,  not  exceeding  three  (j),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wPu  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  with  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton.  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent.  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  oj 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  arc  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  ivater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  separate  feed 
mains  from  the  basement  or  lowest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be- 
loiv  the  top  of  the  staves  in  wooden  tanks  and  one  (1) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
' without  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  tzventy-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  where  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  which  may  be  of  three  layers  of  one-inch 
(/")  hair  felt  interspersed  with  building  paper  well  wrapped 
and  secured  atul  covered  with  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 


962 


PUBLIC  HEARING 


p  — ^ 

ures  shall  be  approved  by  the  Superintendent  of  Buildings, 
ranks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12J4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  system 
where  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  has  been  discharged  from 
ji  the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (il/i)  inches  in  size  [with  a  one  and  one- 
quarter  (1%)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (iA)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
I  indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  18"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (2) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Eire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  ivater  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build-- 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  wrater  supplies,  standard 
one-half  (A)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  « hall  be  com¬ 
puted  proportionately  in  the  ratio  of  'cne  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  proznsions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (?4)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street ;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two  1 
pressure  tanks  having  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  unth 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  ()4)  inch  heads— 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads— 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters, .  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  :be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  wilt 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed  ! 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be  i 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*\Vherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  pass.ed  similar  tests  by  the 
Fire  Department. 
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vffiere  girders  and  joists  are  flush  at  the  bottom,  heads 
,iall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
djacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
istance  between  the  heads  on  each  line  shall  not  exceed  six- 
;en  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
ot  more  than  four  (4)  feet  from  wall  or  partition.  Where 
irders  project  below  the  under  side  of  joists  and  divide 
ie  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
■idth,  measured  from  center  to  center  of  girders,  one  line 
hall  be  placed  in  the  center  of  each  bay.  In  bays  exceed- 
ig  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
e  installed  in  each  bay  and  in  no  case  shall  the  distance 
etween  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
ae  distance  between  adjacent  lines  shall  not  exceed  twenty- 
ve  (25)  feet  and  the  distance  between  the  head  on  each  line 
hall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
•nes  being  spaced  not  more  than  five  (5)  feet  from  wall 
r  partition.  Where  girders  project  below  the  under  side 
f  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 
y-five  (25)  feet  in  width,  measured  from  center  to  center 
d  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
n  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
he  distance  between  adjacent  lines  exceed  twenty-five  (25) 
eet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
mooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
eet  wide  and  over  (measurements  to  be  taken  from  center 
o  Centex  of  timber,  girder  or  other  projection  or  support 
orming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
is  follows: 

(a)  For  standard  one-half  ()4)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
;ach  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
1  width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

!  (c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings ;  but  in  no  case  shall  the  distance  be- 
.  tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  (J4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows : 

(a)  One  standard  one-half  (J4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  sliaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (l)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  m'w  be  used  in  lieu  of  heads  located  in  peak  of 
roof ' 

(a)  For  standard  one-half  (J4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (l)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following: 


(a)  For  standard  one-half  ()4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

)4  inch .  1  head 

1  “  2  heads 

i)4  “  3  “ 

iy2  “  5  “ 

2  “  .  10 

2  )4  “  20  “ 

3  “  36  “ 

3)4  “  55  “ 

4  “  80  “ 

5  “  140  “ 

6  “  .  200  “ 

7  “  300  “ 

8  “  420  “ 

(b)  For  Conran*  one  (1)  inch  heads- — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1  inch  .  1  head 

1)4  “  2  heads 

1)4  “  3  “ 

2  “  4  “ 

2j4  “  6  “ 

3  “  9  “ 

4  “  18 

5  “  34  “ 

6  “  51 

7  “  75  “ 

8  “  105 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1)4  inch .  l  head 

1)4  “  2  heads 

2  “  3  “ 

a )4  “  4  “ 

3  “  6  “ 

4  “  12  “ 

5  “  21  “ 

6  “  40  “ 

7  “  60  “ 

8  “  . -  84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eigh: 
(8)  inches  in  diameter,  special  ruling  will  be  required  b> 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  b< 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  sc! 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  head; 
each,  the  conditions  approach  those  of  long  single  lines 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end. 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  ()4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  callec 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small  i 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate  j 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected  by  statidard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conranr*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser ”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser’’, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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*ule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
ndard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
d  screwed  up  tight  into  fittings  without  reducing  the 
terway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
all  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work- 
r  pressure  of  150  pounds  per  square  inch  and  must-be 
pable  of  withstanding  a  hydrostatic  test  pressure  of  750 
unds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall'  ^nd  other 
rts  of  the  building  with  standard  steel,  wrought  or  mal- 
ible  iron  hangers. 


Extra  heavy  fittings  shall  be  employed  where  the  normal 
essure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
50)  pounds  per  square  inch,  and  shall  be  designed  for  a 
Drking  pressure  of  250  pounds  per  square  inch  and  be 
pable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
unds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
■r  cast  iron  pipe  of  the  American  W  ater  W  orks  Associa- 

m. 


Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex- 
>sed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
ofed  against  corrosion  whenever  found  necessary  by  thor- 
ighly  cleaning  the  pipe  of  all  scale  and  grease  and  paint- 
g  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
.ceptable  moisture  resistive  paint.  When  exposed  to  chemi- 
d  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
*  other  approved  chemical  resistive  paint.  Care  shall  be 
ken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
nder  ground  floors  exposed  to  frost,  shall  be  properly  pro- 
•cted  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
lied  with  mineral  wool,  sawdust  or  tar  mixed  with  granu- 
ted  cork,  extending  below  bottom  of  pipe  and  thiough  the 
»p  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
ith  three  alternate  layers  of  one-inch  hair  felt  and  build- 
lg  paper  or  by  other  approved  method.  When  of  wood, 
jch  enclosure  shall  be  constructed  double  with  a  layer  of 
ir  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin- 
er  concrete  floors  or  partitions,  ‘they  shall  be  protected 
nth  a  metal  sleeve  or  be  grouted  with  cement  mortar. 
Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
lall  be  protected  with  an  approved  hermetically  sealed  cover, 
r  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
e  so  installed  that  they  can  be  thoroughly  drained,  and 
/here  practicable,  all  piping  shall  be  arranged  to  drain  at 
ie  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex- 
ose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
e  so  connected,  either  by  check  valves  or  other  means, 
nat  they  will  not  [overthrow]  overflow  domestic  service  or 
ther  connections  to  the  same  sewer  or  house  drain,  or  if 
arricd  through  the  wall  and  exposed  to  the  zveather,  they 
hall  be  fitted  zvith  hoods  or  dozvn-turned  clbozvs. 

Drains,  pitched  not  less  than  one-quarter  ()4)  inch  in 
en  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used  ; 


it  each  supply  main,  when  the  water  in  the  same  can- 
be  removed  through  any  of  the  above  drai»s_  £uch 
Ins  shall  be  installed  with  controlling  valves  so  that  flow- 
tests  may  be  made  to  determine  if  the  water  supplies 
connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  I  inch 
in  size  zvhere  floor  valves  are  not  over  2x/2  inches  in  size 
and  /)4  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i)4  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there- shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (%)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  ( l/2 )  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  'ess  than  Y\  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iYa  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  )4- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  Y^-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  54-ihc/i  sliui-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4)4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor ; 

Above  the  alarm  valve; 

Below  the  alarm  valve ;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  ()4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,’ may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  {l/2)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  Heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire  - 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  ( 1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 


in  or  more  man  tne  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve : 

(a)  For  standard  one-half  (y2)  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  . ioo 

(c)  For  Conran*  one  and  one-quarter  (1%  inch  heads  64 

Jl  here  equipped  with  an  approved  quick-opening  device 

the  following  number  of  heads  may  be  controlled  by  one 

1  ype  A  dry -pipe  valve  : 

(a)  For  Standard  one-half  (y2)  inch  heads  . 8oo 

( b )  For  Conran *  one  (/)  inch  heads  . 2oo 

(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads. 128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (y2)  inch  heads  . 500 

(b)  For  Conran*  one  (l)  inch  heads  . 125 

(c)  For  Conran*  one  and  one-quarter  (l^i)  inch  heads.  84 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 

systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (^2)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in-  1 
dicate  when  the  pressure  in  the  tank  falls  below  seventy  j 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch  i 
with  an  indicator  or  alarm  located  in  the  engineer’s  room  j 
[near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler  j 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 


Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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.ule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
cptatice  all  automatic  sprinkler  systems,  excluding  the  wa- 
supply  tanks,  shall  be  subjected  after  installation  to  a 
Irostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
square  inch  in  excess  of  that  which  will  be  normally 
ried  and  observed  in  the  sprinkler  system,  such  test 
ssure,  however,  never  to  be  less  than  one  hundred  and 
y  (150)  pounds  per  square  inch  in  any  part  of  the  sys- 
u 

U1  pressure  tanks  shall  be  tested  after  erection  to  a  test 
ssure  of  one  and  one-half  (1^4)  times  the  working  pres- 
e.  To  prevent  the  possibility  of  serious  water  damage 
case  of  a  break,  the  pressure  shall  be  maintained  by  a 
ill  pump,  the  main  controlling  gate  being  meanwhile 
'  »t  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
d  for  testing  systems. 

n  automatic  dry-pipe  systems  with  “Type  A”  valve  con- 
1,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
ill  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 

1  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
3  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
jrs. 

n  the  case  of  automatic  dry-pipe  systems  with  differen- 
1  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
-ing  the  test  to  prevent  injurying  the  valve. 
'Jon-automatic  systems  shall  be  tested  after  installation 
not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
the  pressure  necessary  to  reach  the  highest  line  of  sprin- 
:rs. 

All  tests  of  installed  systems  shall  be  made  by  the  con- 
ictor  in  the  presence  of  the  Fire  Commissioner,  or  his 
thorized  representative. 

Vo  piping,  devices  nor  any  portion  of  a  neivly  constructed 
•inkier  system  shall  be  covered  up  or  permanently  con- 
iled  until  tested  by  the  Bureau  of  Fire  Prevention  and 
proved  of  in  zvriting,  except  piping  passing  through  floors, 
Us,  partitions  or  beams  for  distances  equal  to  the  thick- 
j  rr  of  such  floors,  11  'alls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
-imklers  required  in  non-fireproof  business  buildings  under 
;  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
dinances,  unless  otherwise  specifically  provided  in  these 
!  les,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
rinklers  required  in  buildings  having  occupancies  consul- 
•d  to  be  dangerous  or  hazardous  by  the  Fire  Commis- 
mcr  shall  consist  of  at  least  a  one-source  system  unless 
ierzoise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
gs  required  in  buildings  under  the  provisions  of  the  Code 
Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
1  ]uired  in  theatre  buildings  under  the  provisions  of  Chap- 
•  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con- 
;t  of  at  least  a  One  Source  System. 

'  Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
quired  in  buildings  in  which  fireworks  are  stored  or  sold 
der  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
>de  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited  , 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  until  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  zvhich  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  zvorking  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  hire 
Undcrzvriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
stributing  Division  of  the  City  Record  Office,  125  Worth 
eet.  Price,  $1.25;  by  mail,  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 

Distribting  Division  of  the  City  Record  Office,  125  Worth 
street.  Price.  30c;  by  mail,  35c. 
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DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  September  10,  1925. .  915 


Restored  to  calendar  .  52 

Miscellaneous  Applications. 

Requests  to  reopen  .  97 

Requests  to  amend  .  3 

Requests  for  modification  .  32 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  14 

Requests  for  extension  of  permit .  16 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans .  11 

Administrative  requests  . .  3 

Requests  for  interpretation .  1 


DISPOSITION  OF  CASES. 

Withdrawn  . . 

Dismissed  . 

Denied  . 

Granted  . 

Granted  on  condition  . 

Appliances  approved  . 

Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  reopen  granted  . 

Requests  to  reopen  denied  . 

Requests  to  amend  granted . 

Requests ’to  amend  denied  . 

Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

Requests  to  rescind  granted  . 

Requests  to  rescind  denied  . 

Requests  for  extension  of  time  granted.... 

Requests  for  extension  of  time  denied  . 

Requests  for  extension  of  permit  granted.  . . . 

Requests  for  extension  of  permit  denied  . 

Requests  to  install  granted  . 

Requests  to  install  denied  . 

Plans  approved  . 

Plans  disapproved  . . . 

Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . . 

Interpretations  . 

Requests  withdrawn  or  dismissed  . 


84 

41 

122 

7 

485 

16 

51 

0 

0 

93  I 

3S 

3  j 
0 
30 
0 
i; 
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14 ! 
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1 
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Total  . 1,744  Total  .  939 

Disposed  of  .  939 


Cases  pending  September  10,  1925  .  805 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
bearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  September 
15,  1925. 

Minutes  of  Meeting,  Board  of  Standards  and  Ap¬ 
peals,  September  15,  1925. 

Notice  of  Public  Hearing. 

Progress  Report. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  either  board,  will  he 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  September  22, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  September  29,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  bearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until'  if  fijfdron  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  thfc>  jafficiaJj^TflpA^or  presenting  his  ap¬ 
peal,  application  or  petitioiT,  SncFft^he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  laete  «fr.pr<P%eqyfion. 

At  the  time  of  filing  an  applicafron,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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DOCKET.  935-25-S . F.D.  . 

New  Cases  Filed  Week  Ending  September  17,  1925.  - - 

Cal.  No.  Department.  Premises  Affected.  934-25-S . F.D. 

961-25-A . B.B.B.  .1490-1496  Ocean  parkway,  - — 

Bklyn.  Revocation  933-25-S . F.D.  . 

of  Certif.  of  Occupancy. - 

96°-25-S . F.D.  ...34  E.  28th  st.,  Man.  932-25-S . F.D.  . 

-  L.  D.  76531-72672-72673  - 

959-25-S . B.B.B.  .36-48  Flatbush  ave.  ext.,  931-25-S . F.D.  . 

Bklyn.  L.  F.  74583-74584  “ - 

958-25-S . F.D.  ...1364-1370  Bway.,  Man.  (llth  930-25-S . F.D. 

floor).  L.  D.  68834  - — 

. F.D.  ...1364-1370  Bway.,  Man.  (14th  929-25-S . F.D.  . 

floor).  L.  D.  68825  - 

. F.D.  ...1364-1370  Bway.,  Man.  (12th  928-25-S . F.D.  . 

and  13th  floors,  rear). 

L.  D.  68828  927-25-S . F.D.  . 

. F.D.  ...1364-1370  Bway.,  Man.  (10th  ' 

floor,  S.  S.).  L.  D.  68836  925-25-BZ . B.B.B. 

. F.D.  ...1364-1370  Bway.,  Man.  _(8th  - - 

and  9th  floors,  N.).  929-25-S . B.B.M. 

L.  D.  68840  - - 

- F.D.  ...1364-1370  Bway.,  Man.  (7th  924-25-BZ . B.B.M. 

floor).  L.  D.  68842  - ~ - 

....F.D.  ...1364-1370  Bway.,  Man.  (15th  923-25-BZ . B.B.B. 

floor).  L.  D.  68823 

....F.D.  ...The  Sword  Automatic  Oil  “ 

Burner.  Appliance  922-25-A. 

....B.B.B.  .464-486  New  Lots  ave.,  Bklyn. 

Applic.  15917-1925 
....F.D.  ...109-115  West  End  ave.,  Man. 

Alt.  1911-1925 

•  B.B.M.  .101-115  E.  83rd  st.,  Man. 

N.  B.  389-1925 


957-25-S. . 


956-25-S. . 


955-25-S. 


954-25-S. 


953-25-S. . 


952-25-S. , 


951-25-SA. 


950-25-BZ. . 


949-25-A .  .  . 


948-25-BZ. .  . 


921-25-S. 


920-25-A , 


919-25-S. . 


.  .  202-4  W.  30th  st.,  Man.  (I4ti 
floor).  L.  D.  6489! 

. .  202-4  W.  30th  st.,  Man.  15tl 
floor).  L.  D.  6490! 

..202-4  W.  30th  st.,  Man.  (5tl 
floor).  L.  D.  6488! 

.  .  202-4  W.  30th  st.,  Man.  (15tl 
floor).  L.  D.  649 0( 

..202-4  W.  30th  st.,  Man.  (I2tl 
floor).  L.  D.  6489! 

..202-4  W.  30th  d t.,  Man.  (lOtl 
floor).  L.  D.  6489- 

.  .  202-4  W.  30th  st.,  Man 
(14th  floor).  L.  D.  6489! 

..202-4  W.  30th  st.,  Man.  (lit! 
floor).  L.  D.  6489! 

..202-4  W.  30th  st.,  Man.  (9th 
floor).  L.  D.  6489! 

.2230-2244  Cropsey  ave.,  Bklyn. 

Applic.  69825 

.578  Madison  ave.,  Man. 

N.  B.  94-1925 

.219-231  W.  125th  st.,  Man. 

Alt.  1591-1925 

.  S.  E.  C.  Bay  parkway  &  85th 
st.,  Bklyn. 

Applic.  13876-1925 

.36-48  Flatbush  ave.,  Bklyn. 

L.  C.  96831 

.  546-548  W.  52nd  st.,  Man. 

L.  D.  82093 

.546-548  W.  52nd  st.,  Man. 


947-25-S. . 


..F.D.  ...422-424  E.  4th  st.,  Man. 

L.  D.  81464 


918-25-S. , 


....F.D.  .. 

....F.D.  .. 

....F.D.  .. 

••••F.D.  ...531  W.  5lst  st.,  Man. 

L.  D.  80878-8088C 

-  ••••F.D.  ...30-32  E.  21st  st.,  Man. 

946-25-S . B.B.M.  .326-334  Fifth  ave.,  Man.  -  L  D  6072' 

N.  B.  194-1925  917-25-S . F.D.  ...36-48  Flatbush  ave.',  Bklyn  " 

945~25-A . B.B.M.  .126-138  E.  14th  st..  Man.  -  L  D  74582 

—  N.  B.  240-1925  916-25-S . F.D.  ...36-48  Flatbush  ave.,  Bklyn 

944'25~A . F-D-  •••352-360  E.  62nd  st.,  Man.  L.  D.  74580 

F-81430  - - 

943-25-BZ . F.D.  ...406  E.  77th  st.,  Man.  _ _ 

Decision  rnm? 

942-25-BZ . B.B.B.  .1620-1628  Bergen  st.,  Bklyn.  pD 

- -  Applic.  6979-1925  HD  . ;;Fi5e  DePartraent 

941-25-A . F.D.  ...422-430  East  53rd  st.,  Man  r  r  R . Health  Department 

F-77694  rrm  . •T;BUreaU  ^BuiIdin^,  Brooklyn 

94°-25-SA . F.D.  ...The  Doherty  Gas-Oil  Burner  pro .  U  °f  Buildin^s-  Manhattan 

-  Appliance  BBR . ^  -  Bureau  of  Buildings,  Queens 

939-25-SA . F.D.  ...Morse  Fan  Tail  Type  Steam  ppry . Bureau  of  Buildings,  Richmond 

Atomizing  Burner.  T  H  n" . Bureau  of  Buildings,  Bronx 

-  Appliance  . Tenement  House  Department 

938-25-S A . F.D.  ...Morse  Conical  Type  Steam  — - 

_ _  Atomizing  Burner.  CALL  OF  CLERK’S  CALENDAR. 

917  ok  a  rn  Appliance  Tuesday,  September  22,  1925,  at  2  p.  m 

937'25-A . F.D.  ...16-26  Northern  ave.,  Man.  .  P 

-  F-897SK  Building  Zone  Cases. 

936'25'S . F.D,  202-204  W.  30th  st.  Man.  (5th  569'25"BZ- 

floor).  L.  D.  64887  '  PLI ^nt^af  ownen rCymb0rg  &  S°n’  f°r  CerUSSi 
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EMISES — 4583  Third  avenue,  The  Bronx. 

)  PERMIT  the  extension,  from  an  unrestricted  district 
into  a  business  district,  of  a  proposed  garage  for 
the  storage  of  more  than  five  motor  vehicles. 

-23-BZ. 

’PLICANT — Samuel  Rosenblum,  for  Max  Notess,  owner. 

: EMISES— 2965  Valentine  avenue,  The  Bronx. 

)  PERMIT  in  a  residence  district  the  maintenance  of  a 
garage  for  the  storage  of  three  (3)  pleasure  motor 
vehicles,  two  (2)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises.  (Previously  dismissed  for 
lack  of  prosecution.) 


,  ~  *  i _ )  *  *  9 

’PLICANT— William  F.  Doyle,  for  Minick  Holding  Co., 
Inc.,  owner. 

.'EMISES— 868  Flatbush  avenue,  Brooklyn. 

)  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  the¬ 
atre  building. 

’3-24-BZ. 

’PLICANT — John  J.  Dunnigan,  for  Christine  Bottenus, 
owner. 

{EMISES — 1665  Davidson  avenue,  The  Bronx. 

)  PERMIT  in  a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  four  (4)  pleasure  mo¬ 
tor  vehicles,  four  (4)  spaces  rented  to  persons  not 
residing  on  the  premises. 

7- 25-BZ. 

PPLICANT — McCooey  &  Conroy,  for  Israel  Fein- 
berg  and  Joe  Bernstein,  owners. 

{ {EMISES — 2552-2556  Bedford  avenue,  Brooklyn. 

1 3  PERMIT  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

8- 25-BZ. 

PPLICANT — McCooey  &  Conroy,  for  Lowlou  Cor¬ 
poration,  owner. 

i  {EMISES— 1095-1117  Washington  avenue,  Brooklyn. 

'  3  PERMIT  partly  in  a  business  district  and  partly  in 
a  residence  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

:  4-25-BZ. 

i’PLICANT— Murray  Klein,  for  Barney  Zimck,  owner. 

1  DEMISES — 9-17  Bainbridge  street,  Brooklyn. 

;  3  PERMIT  the  extension  from  an  unrestricted  district5 
into  a  business  district  of  a  proposed  garage,  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 

L 

I  3-25-BZ. 

'PPLICANT— William  F.  Doyle,  for  John  E.  Eustis, 
owner. 

DEMISES — Northeast  corner  of  West  179th  street  and 
Cedar  avenue,  The  Bronx. 

3  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

i 

2-25-BZ. 

j’PLICANT — Edward  P.  Doyle,  for  Simon  Brown, 
owner. 

1  {EMISES — 131  Starr  street,  Brooklyn.  * 

!  D  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  a  building,  used  as  a  residence,  to  a  busi¬ 
ness  use  on  the  first  story. 


640-25-BZ. 

APPLICANT — Shampan  &  Shampan,  for  Kap  Realty  Com¬ 
pany,  Inc.,  owner. 

PREMISES — 553-555  Eighth  avenue  and  304  West  38tW 
street,  Manhattan. 

TO  PERMIT  in  a  1J4  times  height  district  the  erection 
of  the  street  wall  of  a  building  to  a  height  in  ex¬ 
cess  of  the  limitation  imposed  by  the  building  zone 
resolution. 


BOARD  OF  APPEALS. 

Tuesday,  September  22,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1486-24-A — Southwest  corner  of  Cypress  avenue  and  Center 
street,"  East  Williamsburgh,  Queens. 

159-25-A — East  side  of  Broadway,  from  116th  street  and 
120th  street,  Manhattan. 

378-25-A — West  side  of  Van  Alst  avenue,  115  ft.  south  of 
South  Jane  street,  Long  Island  City,  Bor¬ 
ough  of  Queens. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  22,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

tal.  no.  136-24-BZ — Application,  January  29,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Max  Katz,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  809  Union  avenue,  The  Bronx. 

cal.  no.  1455-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  Edlar  Realty 
Corp.,  owner,  A.  Troskowsky,  sub-les¬ 
see,  to  permit  in  a  business  district  the 
maintenance  of  a  motor  vehicle  repair 
shop;  premises  34  Tieman  place,  Man¬ 
hattan. 

cal.  no.  262-25-BZ — Application,  March  9,  1925,  under  the 
building  zone  resolution,  of  Max  N. 
Newman,  applicant,  on  behalf  of  Irene 
Thatcher,  owner,  to  permit  in  an  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte- 
nace  of  a  building  to  be  used  for  store 
purposes;  premises  1406-1414  Elm  ave¬ 
nue,  Brooklyn. 

cal.  no.  270-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Schi- 
nasi  Commercial  Corp.,  to  permit  in  a 
business  district  and  within  200  ft.  of 
a  hospital  the  use  and  occupancy  of  an 
existing  building  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  32-36  West  100th 
street,  Manhattan. 

cal.  no.  359-25-BZ — Application,  April  2,  1925,  under  the 
building  zone  resolution,  of  William  H 
Kehoe,  applicant,  on  behalf  of  Horlick 
Realty  Corp.,  owner,  to  permit  in  a 
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business  district  the  erection  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  1026-1042 
Liberty  avenue,  southwest  corner  of 
Crescent  street,  Brooklyn. 

cal.  no.  363-25-BZ — Application,  April  3,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  Rosa 
Morizio,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  building  to  be  used  as  a  poultry 
slaughter  house;  premises  east  side  of 
Private  Right  of  Way,  226  ft.  north 
of  84th  street,  Brooklyn. 

CAL.  NO.  389-25-BZ — Application,  April  11,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Patrick 
Tague,  owner,  to  permit  partly  in  a 
residence  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  136-140  Hall  street,  Brooklyn. 

cal.  no.  405-25-BZ— Application,  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  455-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Gould 
Mersereau  Company,  owner,  to  permit 
in  a  business  district  the  erection  of  a 
building  and  the  use  of  more  than  25 
per  cent  of  its  total  floor  space  for  fac¬ 
tory  purposes ;  premises  east  side  of 
Nott  avenue,  90  ft.  east  of  Van  Alst 
avenue,  Long  Island  City,  Borough  of 
Queens. 

cal.  no.  474-25-BZ— Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  Mary  A.  Dalton,  owner, 
Gussie  Realty  Co.,  Inc.,  lessee,  to  per¬ 
mit  partly  in  a  business  district  and 
partly  in  -a  residence  district  the  erec- 
.  tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  1145-1149  Ogden 
avenue,  The  Bronx.  ' 

cal.  no.  314-25-BZ — Application,  March  23,  1925,  under 
the  building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  the  Estate 
of  Fredk.  Fischer,  owner,  to  permit  in 
a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1160-1162  Intervale  avenue, 
The  Bronx. 

cal.  no.  490-25-BZ — Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Philip  J. 
Bendish,  applicant  and  owner,  to  permit 
in  a  residence  district  the  alteration  of 
an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  342  West  70th  street,  Manhat¬ 
tan. 

cal,  NO,  497-25-BZ— Application,  May  12,  1925,  under  the 
_  building  zone  resolution,  of  John  W. 


Clancy,  applicant,  on  behalf  of  Sally 
Crane,  owner,  to  permit  in  a  busin 
district  the  erection  and  maintenance 
a  garage  for  the  storage  of  more  tl 
five  (5)  motor  vehicles;  premises  2l] 
■  2182  Folin  street,  The  Bronx. 

cal.  no.  553-25-BZ — Application,  May  27,  1925,  under  1 
building  zone  resolution,  of  Soi 
Ozone  Park  Operating  Co.,  Inc.,  apf 
cant  and  owner,  to  permit  in  a  resider 
district  extending  from  a  business  d 
trict  the  erection  and  maintenance 
a  theatre  building;  premises  northw 
corner  of  Zuider  avenue  and  Nebras 
avenue,  South  Ozone  Park,  Borough 
Queens. 

William  E.  Walsh,  Chairman 


BOARD  OF  APPEALS 

SPECIAL  MEETING. 

Tuesday,  September  22,  1925,  at  2  p.  in. 

Appeals  from  Administrative  Orders 
904-24-A— 235-239  West  23rd  street,  Manhattan. 
1177-24- A — 79-89  Seventh  avenue,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOIICE  IS  HEREBY  GIVEN  by  the  board  of  appea 
of  a  public  _  hearing  under  the  provisions  of  the  buildii 
zone  resolution,  Tuesday  afternoon,  September  22,  1925, 

2  o’clock,  in  Room  1013,  Municipal  Building,  on  the  fc 
lowing  matter: 

cal.  no.  486-25-BZ. — Application,  May  8,  1925,  under  tl 
building  zone  resolution,  of  Louis  i 
Sheinart,  architect,  on  behalf  of  Esta 
of  George  Friedland,  owner,  to  pern- 
in  a  business  district  the  erection  ar ! 
maintenance  of  a  garage  for  the  storagi 
of  more  than  five  (5)  motor  vehicle: j 
premises  113-117  Chrystie  street,  Mai! 
hattan. 

cal.  no.  1502-24-BZ — Application,  December  22,  1924,  undo 
the  building  zone  resolution,  of  Williai 
F.  Doyle,  applicant,  on  behalf  of  Morr 
Pomerantz,  owner,  to  permit  in  a  bus 
ness  district  extending  from  an  unre j 
stricted  district  the  erection  and  mail 
tenance  of  a  garage  for  the  storage  c 
more  than  five  (5)  motor  vehicles 
premises  east  side  of  New  York  avenu 
185.92  ft.  north  of  South  street,  Jamaic; 
Borough  of  Queens. 

cal.  no.  286-25-BZ— Application,  March  12,  1925,  under  tli 
building  zone  resolution,  of  William  I 
Seaver,  applicant,  on  behalf  of  Thir 
Avenue  Railway  Company,  owner,  t 
permit  in  a  business  district  the  erec 
tion  and  maintenance  of  a  garage  foj 
the  storage  of  more  than  five  (5)  mo 
tor  vehicles  ;  premises  2526-30  Amstcr.i 
dam  avenue,  southwest  corner  of  West! 
186th  street,  Manhattan. 

cal.  no.  289-25-BZ — Application,  March  13,  1925,  unde 
the  building  zone  resolution,  of  William] 
F.  Doyle,  applicant,  on  behalf  of  Man 
Zaubler,  owner,  to  permit  partly  in  • 
business  district  and  partly  in  a  resij 
dence  district  the  erection  and  main! 
tenance  of  an  extension  to  an  existing 
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garage  for  the  storage  of  more  than  five 
(5)  motor,  vehicles;  premises  553-559 
11th  street,  Brooklyn. 

.  no.  41 1-25-BZ— Application,  April  16,  1925,  under  the 
building  zone  resolution,  of  William  I1. 
Doyle,  applicant,  on  behalf  of  B.  Mar¬ 
tin,  owner,  to  permit  in  a  residence  dis¬ 
trict  the  maintenance  of  a  dancing  and 
banquet  hall;  premises  1134  Pacific 
street,  Brooklyn. 

no.  241-25-BZ— Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

no.  240-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Harry 
J.  Lippc,  Jr.,  owner,  to  permit  in  a  busi- 
‘  ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  mootr  vehicles; 
premises  1214-1216  Lind  avenue,  The 
Bronx. 

„.  no.  458-25-BZ— Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Kolle,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  198- 
210  16th  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  September  25,  1925,  at  2  p.  m. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  September  29,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

I  8-25-BZ. 

PPLICANT— Mary  J.  Cheeseman,  owner. 

REMISES— 110  West  82nd  street,  Manhattan. 

'□  PERMIT  in  a  residence  district  the  maintenance  of  a 
business  use  (hairdressing),  contrary  to  section  3 
of  the  building  zone  resolution. 

;  j  •  ^ 

1-25-BZ.  r  ™ 

'  PPLICANT— George  Kindermann,  for  Manderkm  Build¬ 
ing  Co.,  owner. 

REMISES— 1362-1366  Webster  avenue,  Ihe  Bronx. 

O  PERMIT  in  a  business  and  also  a  “B”  area  district 
the  omission  of  a  rear  yard,  as  required  by  the 
building  -zone  resolution. 

13-25-BZ. 

PPLICANT— Francis  L.  Archer,  for  Empire  Investors 
Corporation,  owner. 

REMISES— 660  Fifth  avenue,  Manhattan. 

O  PERMIT  in  a  residence  district  extending  from  a  husi- 
L  ness  district  the  erection  and  maintenance  of  a 

business  building. 


754-25-BZ. 

APPLICANT — Robert  Tappan,  for  Cord  Meyer  Develop¬ 
ment  Co.,  owner. 

PREMISES — North  side  of  Austin  street,  bounded  by- 
Puritan  avenue  and  Atom  place,  Forest  Hills, 
Queens. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  group  of  26  one-car  attached  garages, 
for  the  storage  of  pleasure  motor  vehicles  as  an 
accessory  to  private  dwellings  located  within  the 
same  block. 

BOARD  OF  APPEALS. 

Tuesday,  September  29,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

318-25-A — East  side  of  Newtown  Creek,  586.63  feet  north 
of  Grand  street,  Maspeth,  Queens. 

445-25-A — 104-106  West  49th  street,  Manhattan. 

483-25- A — Southwest  corner  of  University  avenue  and  West 
181st  street,  The  Bronx. 

517-25-A — 286-304  Furman  street,  Brooklyn. 

554-25-A — 83-101  North  Third  street  and  209-219  Wythe 
avenue,  Brooklyn. 

556-25-A — 51  Henry  street,  Winfield,  L.  I.,  Queens. 
564-25-A — 106-110  Seventh  avenue,  Manhattan. 

150-25-A — 15-19  Amsterdam  avenue,  Manhattan. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

336-25-A — 46  Old  Broadway,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  September  29,  1925,  at  10 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  85-25-BZ — Application,  January  21,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Mi¬ 
chael  T.  Watts,  lessee,  to  permit  part¬ 
ly  in  a  business  district  and  partly  in 
a  residence  district  the  maintenance  of 
an  open  garage  parking  space  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  332  West  57th  street, 
Manhattan. 

CAI..  NO.  298-25-BZ — Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

cal.  no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  t">  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

CAI..  NO.  402-25-BZ — Application,  April  14,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Emma  A. 
Justice,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises 
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southeast  corner  of  East  182nd  street 
and  Folin  street,  The  Bronx. 

cal.  no.  626-25-BZ — Application,  June  17,  1925,  under  the 
building  ?one  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 
C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building;  premises 
1421-1437  Ocean  avenue  and  1060-1068 
Kenmore  place,  Brooklyn. 

cal.  no.  429-25-BZ — Application,  April  21,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Gardstein,  architect,  on  behalf  of  Isa¬ 
belle  W eber,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  residence  building  to  be  used 
for  store  purposes  on  the  first  story; 
premises  2374-2376  60th  street,  Brook¬ 
lyn. 

cal.  no.  505-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Walton 
Whyte  Realty  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  east  side  of  Jerome 
avenue,  350  ft.  south  of  East  181st 
street,  The  Bronx. 

cal.  no.  551-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  H. 
Eccles,  architect,  on  behalf  of  Henry 
Hellenek,  owner,  to  permit  in  a  busi¬ 
ness  district  and  also  within  200  ft.  of 
a  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
south  side  of  Patterson  avenue,  50  ft. 
west  of  Ely  avenue,  Astoria,  Borough 
of  Queens. 

cal.  no.  1534-24-BZ— Application,  December  30,  1924,  under 
the  building  zone  resolution,  of  William 
J.  Conway,  architect,  on  behalf  of  John 
Muldoon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  64-68  West  9th  street,  Brook¬ 
lyn. 

cal.  no.  87-25-BZ— Application,  January  21,  1925,  under  the 
building  zone  resolution,  of  David  L. 
Malbin,  applicant,  on  behalf  of  Pasquale 
Sabbarese,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  617-633  Brooklyn  avenue, 
Brooklyn. 

cal.  no.  306-25-BZ — Application,  March  19,  1925,  under 
the  building  zone  resolution,  of  William 
Farrell,  architect,  Emil  E.  Gabler, 
owner,  Casanoya  Nash  Sales  Corp.,  les¬ 
see,  to  permit  in  a  business  district  the 
use  and  occupancy  of  a  new  building 
as  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
700  Southern  boulevard,  northeast  cor¬ 
ner  of  Leggett  avenue,  The  Bronx. 

cal.  no.  343-25-BZ— Application,  March  30,  1925,  under  the 
building  zone  resolution,  of  Benjamin 
Bag,  applicant,  on  behalf  of  Bay  Ridge 
Building  Materials  Corporation,  owner, 


to  permit  in  a  residence  district  the 
maintenance  of  a  building  material  stor¬ 
age  yard;  premises  244  69th  street 
Brooklyn. 

cal.  no.  1003-24-BZ— Application,  August  5,  1924,  under  the 
budding  zone  resolution,  of  David  Fal¬ 
coner,  applicant  and  owner,  to  permit  in 
a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles- 
premises  185  Jamaica  avenue,  Long 
Island  City,  Borough  of  Queens. 

cal.  no.  586-25-BZ— Application,  June  8,  1925,  under  the 
building  zone  resolution,  of  Harrison 
C.  Wiseman,  Magnuson  and  Kleinert 
applicants,  Louis  N.  Jaflfe,  owner,’ 
Maurice  Schwartz,  lessee,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  for  store  and  the¬ 
atre  purposes;  premises  181-189  Second 
avenue  and  240-242  East  12th  street 
Manhattan. 

William  E.  Walsh,  Chairman. 

BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  29,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

391-25-S — 17  East  55th  street,  Manhattan. 

443- 25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 7-10-744  Broadway,  Manhattan. 

433-25-S— 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

563-25-S  263-271  West  38th  street,  Manhattan. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S — 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

274-25-S — 36  West  36th  street,  Manhattan. 

533-25-S— 269-71  State  street,  Brooklyn. 

561-25-S — 6  West  29th  street,  Manhattan. 

625-25-S — 148-150  East  28th  street,  Manhattan. 

444- 25-S — 27-35  West  24th  street,  Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S  251  Fifth  avenue  and  1  East  28th  street,  Man¬ 

hattan. 

807-25-S— Washington,  Carlisle  and  West  streets,  Man¬ 
hattan. 

Appliances  Submitted  for  Approval. 

535-25-SA — Universe  Automatic  Oil  Burner,  approval  of. 

242-25-SA  Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  approval  oi 


BOARD  OF  STANDARDS  AND  APPEALS 

SPECIAL  MEETING. 

Friday,  October  2,  1925,  at  10  a.  m. 

Petitions  for  Variations. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464-25-S — 45-47  Crosby  street,  Manhattan. 

468-25-S— 40-42  West  37th  street,  Manhattan. 
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Evelyn  place,  southeast  corner  of  Da¬ 
vidson  avenue,  The  Bronx. 


55-25-S— 514-516  West  57th  street,  Manhattan. 

74-25-S — 9G3-905  Kent  avenue,  Brooklyn. 

61-25-S— 251-255  West  39th  street,  Manhattan. 

65-25-S — 26-34  Sullivan  street  and  47-49  Watts  street, 
Manhattan. 

40-25-S— 352  East  76th  street,  Manhattan. 

48-25-S — 26  West  20th  street,  Manhattan. 

69-25 -S — 692-694  Broadway  and  388  Lafayette  street, 
Manhattan.  . 

81-25-S — 237-239  Lafayette  street,  Manhattan. 

00-25-S — 873  Sixth  avenue,  Manhattan. 

15-25-S — 338-340  Flushing  avenue,  Brooklyn. 

26-25-S— 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

30-25-S— 365-367  Canal  street,  Manhattan. 

15-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

98-25-S — 566-568  Seventh  avenue,  Manhattan. 

,25-24-S— 107  East  31st  street,  Manhattan. 

J8-18-S— 17-23  East  Broadway,  Manhattan. 

18-24-S — 20  East  31st  street,  Manhattan. 

21-25-S— 232-234  West  37th  street,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  October  6,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

510-25-A— 102  71st  street,  Brooklyn. 

116-25-A — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

.  157-25-A — 159  Nott  avenue,  Long  Island  City,  Queens. 
199-25-A— 25  Pine  street,  Manhattan. 

397-25-A— Foot  of  Hubbard  street,  Brooklyn. 

520-25-A— East  side  Tibbett  avenue,  273  ft.  south  of  West 
246th  street,  The  Bronx. 

536-25-A — 841-847  Tiffany  street,  The  Bronx. 

540-25- A— East  177th  street  and  Bronx  River,  200  ft.  from 
Devoe  avenue,  The  Bronx. 

565-25-A— Boynton  and  Manor  avenues,  East  172nd  street 
and  East  173rd  street,  The  Bronx. 

Under  the  Building  Zone  Resolution. 

;  NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
f  a  public  hearing  under  the  provisions  of  the  budding  zone 
i  ^solution,  Tuesday  morning,  October  6,  1925,  at  10  oclock, 
i  Room  1013,  Municipal  Building,  on  the  following  mat- 

|  :rs : 

u. .  no.  1250-24-BZ — Application,  October  21,  1924,  under 

the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  for  Anna  M.  Fischetti,  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises ;  premises  87 
Clermont  avenue,  rear,  Brooklyn. 

al.  no.  1453-24-BZ — Application,  December  9,  1924  under 

the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  James 
Murphy,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
u  a  garage  for  the  storage  of  more  than 

five  (5)  motor  vehicles;  premises  24 


cal.  no.  97-25-BZ. — Application,  January  23,  1925,  under  the 
building  zone  resolution,  of  Robert 
Kaplan,  architect  and  engineer,  on  be¬ 
half  of  Ros-Sil  Realty  Corporation, 
owner,  to  permit  in  a  business  and  “B" 
area  district  the  maintenance  of  a  rear 
yard  less  in  depth  than  that  required 
by  the  building  zone  resolution ;  prem¬ 
ises  13  West  36th  street,  Manhattan. 

cal.  no.  484-25-BZ — Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Helen 
Pelcyger,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  836-846  Crown  street,  south¬ 
west  corner  of  Ford  street,  Brooklyn. 

CAL.  NO.  142-25-BZ. — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 
Thatcher,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  northwest  corner  of 
Coney  Island  avenue  and  Avenue  N, 
Brooklyn. 

CAL.  NO.  531-25-BZ— Application,  May  22,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Luke 
Kilgallon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteratiotn  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  James  street,  136 
ft.  north  of  Cornaga  avenue,  Far  Rock- 
away,  Borough  of  Queens. 

cal.  no.  225-25-BZ — Application,  February  25,  1925,  under 
the  building  zone  resolution,  of  Thomas 
O’Rourke  Gallagher,  applicant,  on  be¬ 
half  of  Mymaud  Construction  Co., 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  southwest 
corner  of  Metropolitan  avenue  and 
125th  street,  Richmond  Hill,  Borough 
of  Queens. 

CAL.  NO.  269-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  William 
A.  Giesen,  architect,  on  behalf  of  Agnes 
Connolly,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises;  premises  2805 
Pond  place,  The  Bronx. 

cal.  no.  447-25-BZ — Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Benj.  Dries- 
ler,  Jr.,  architect,  on  behalf  of  Incor¬ 
porated  Parkway  Builders,  Inc.,  owner, 
to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  71-85  Caton 
place.  Brooklyn. 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
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Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

cal.  no.  419-25-BZ — Application,  April  18,  1925,  under  the 
building  zone  resolution,  of  William 
Bone,  applicant,  on  behalf  <jf  Hyman 
Wynehouse,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  five  (5)  detached  buildings  to 
be  occupied  for  store  purposes  on  the 
1st  story  and  dwelling  above ;  premises 
4110-411 8  Ninth  avenue,  Brooklyn. 

cal.  no.  594-25-BZ — Application,  June  10,  1923,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Re¬ 
gion  Construction  Company,  owner,  to 
permit  in  a  business  district  extending 
from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (3)  motor 
vehicles ;  premises  west  side  of  Third 
avenue,  270  ft.  south  of  East  183rd 
street,  The  Bronx. 

cal.  no.  595-25-BZ — Application,  June  10,  1923,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Marie 
Carberry,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  west  side  Third  avenue,  80.74 
ft.  south  of  East  182nd  street,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  October  6,  1925,  at  2  p.  m. 

* Appeals  from  Administrative  Orders. 

1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queers. 
294-25-A — 62  Stanhope  street,  Brooklyn. 

961-25-A — 1490-1496  Ocean  parkway,  Brooklyn. 


BOARD  OF  APPEALS 

Tuesday,  October  13,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

542-25-A — 1  Arnold  street,  Maspeth,  Queens. 

566-25-A— 314-324  West  21st  street,  Manhattan. 

580-25-A — 189-195  Hudson  street  and  1-3  Desbrosses  street 
Manhattan. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 

615-25-A— Northwest  corner  of  Sunswick  street  and  Wil¬ 
bur'  avenue,  Long  Island  City,  Queens. 

620-25-A— 393-399  Lafayette  street  and  21-23  East  4th 
street,  Manhattan. 

623-25-A — 34-40  South  1st  street,  Brooklyn. 

568-25-A— -Southeast  corner  of  Skillman  avenue  and  Hulst 
street,  Long  Island  City,  Queens. 

190-25-A — 526  Fulton  street,  Brooklyn. 

278-25-A — 280  Broadway,  Manhattan. 


R  OI  ICE  IS  HEREB\  GIVEN  by  the  board  of  appeals 
ot  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  October  13,  1925,  at  10  o’clock 
in  Room  1013,  Municipal  Building,  on  the  following  mat- 


cal.  no.  487-25-BZ— Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  Louis  A 
Sheinart,  architect,  on  behalf  of  Charles 
J.  Ryan,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles1 
premises  1307-1319  65th  street,  Brook¬ 
lyn. 

cal.  no.  495-25-BZ— Application,  May  IP,  1925,  under  the 
building  zone  resolution,  of  Henry 
Nordheim,  architect,  on  behalf  of  Katie 
Staudermann,  owner,  to  permit  in  a 
residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part 
from  a  residence  use  to  a  business  use' 
premises  722  East  175th  street,  The 
Bronx. 

cal.  no.  575-25-BZ— Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  Gardiner 
Conroy,  applicant,  on  behalf  of  O’Hara 
Realty  Co.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more,  than  five  (5)  motor  vehicles; 
premises  507-11  Flatbush  avenue  and 
1118-22  Washington  avenue,  Brooklyn. 

cal.  no.  470-25-A— Application,  May  4,  1925,  under  the 
building  zone  resolution,  of  Walter  B. 
Wills,  applicant,  on  behalf  of  Frank 
Hartman,  owner,  to  permit  in  a  resi- 
dence  district  the  erection  and  mainte- 
nance  of  a  garage  for  the  storage  oi 
more  than  five  (5)  motor  vehicles; 
premises  1219-1223  Putnam  avenue, 
Brooklyn. 

cal.  no.  491-25-BZ— Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Edwin  W. 
Crumley,  applicant,  on  behalf  of  Carlo 
De  Luca,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  change 
of  occupancy  in  part  from  a  residence 
use  to  a  business  use;  premises  1413 
Needham  avenue,  The  Bronx. 

CAL.  NO.  506-25-BZ— Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Ferdi¬ 
nand  Curth,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles' 
premises  229-233  Marion  street,  Brook¬ 
lyn. 

cal.  no.  555-25-BZ— Application,  May  29,  1925,  under  the 
building  zone  resolution,  of  William  A 
Lacerenza,  architect,  on  behalf  of  Sam¬ 
uel  Klein,  owner,  to  permit  the  ex¬ 
tension  from  a  business  district  into 
a  residence  district  of  a  proposed  build- 
ing  to  be  used  for  business  purposes ; 
(dance  hall);  premises  1062  St.  John’s 
place,  Brooklyn.  \ 

cal.  no.  570-25-BZ— Application,  June  2,  1925,  under  the 
building  zone  resolution,  of  Michael 
Pellegrino,  applicant  and  owner,  to  per¬ 
mit  partly  in  a  business  district  and 
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partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  five  (5)  build¬ 
ings  to  be  used  for  stores  on  the  1st 
story  and  dwellings  above;  premises 
northwest  corner  of  Ocean  avenue  and 
Avenue  U,  Brooklyn. 

William  E.  Walsh,  Chairman. 


30ARD  OF  STANDARDS  AND  APPEALS 

Tuesday,  October  13,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

-25-S — 125  Nostrand  avenue,  Brooklyn. 

,.25-S— 178-182  Sullivan  street,  Brooklyn. 

-25-S — 473-485  Kent  avenue,  Brooklyn. 

_25-S— 10  West  56th  street,  Manhattan. 

_25-S— 243-245  West  36th  street,  Manhattan. 

i-25-S _ 540-552  Eighth  avenue  and  265-267  West  37th 

street,  Manhattan. 

-25-S — 1  Arnold  street,  Maspeth,  Queens. 

.25-S — 471  West  Broadway,  Manhattan. 

._25-S— 334  Bowery,  Manhattan. 

;,.-25-S — 245-249  West  27th  street,  Manhattan. 

).25-S— 248-250  Central  avenue,  Brooklyn. 

Appliances  Submitted  for  Approval. 
i-25-SA — Rotary  Vacuum  Pumps,  approval  of. 

S-25-SA— Globe  Dry  Pipe  Sprinkler  Accelerator,  ap-‘ 
proval  of. 

s-25-SA— Cook  Automatic  Electric  Fuel  Oil  Pump,  ap¬ 
proval  of. 


BOARD  OF  APPEALS. 

Tuesday,  October  20,  1925,  at  10  a.  m. 
Appeals  from  Administrative  Orders. 

589- 25-A — 65  Skillman  avenue,  Brooklyn. 

590- 25-A — 72-78  Spring  street,  Manhattan. 

627-25-A— 508-510  Broome  street,  Manhattan. 

629-25-A — 2489  Sedgwick  avenue,  The  Bronx. 

BOARD  OF  STANDARDS  AND  APPEALS 

Tuesday,  October  27,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

543- 25-S — 497  Sixth  avenue,  Manhattan. 

544- 25-S — 32  East  28th  street,  Manhattan. 

"545-25-S— 129  West  25th  street,  Manhattan. 

548-25-S— 312-314  East  125th  street,  Manhattan. 
650-25-S — 18  East  23rd  street,  Manhattan. 


BOARD  OF  APPEALS. 

T uesday,  November  17,  1925,  at  10  0.  m. 

Appeals  from  Administrative  Orders. 

1175-24-A— 628-642  West  45th  street,  Manhattan. 

969-24-A — '126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  November  24,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

785-24-A— 6118  Rockaway  Beach  boulevard,  Arveme, 
Queens. 


MINUTES 

BOARD  OF  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  SEPTEMBER  15,  1925. 
’resent:  Chairman  Walsh,  Messrs.  Kennedy,  Dowd, 
Hand,  Connell  and  Fire  Chief  Kenlon. 

'he  minutes  of  the  regular  meeting  of  the  board  ot 
eals,  held  on  Tuesday  morning,  September  8,  1925,  and 
minutes  of  the  special  meeting  of  the  board  ot  ap- 
I  Is,  held  on  Tuesday  afternoon,  September  8,  1925,  were 
roved  as  printed  in  the  Bulletin,  No.  35,  Vol.  X. 


tPPEALS  FROM  ADMINISTRATIVE  ORDERS. 

-25-A 

•PELLANT— S.  S.  Kresge  Co.,  lessee. 

BJECT — Appeal  from  decision  of  fire  commissioner. 
EMISES  AFFECTED— 526  Fulton  street,  Brooklyn. 
’PEARANCES— 

For  Appellant:  None.  , 

For  Administration:  Inspector  Carroll  ot  tire  de¬ 
partment. 

TION  OF  BOARD — Appeal  laid  over  to  October  13, 
1925,  at  10  a.  m.  No  appearances. 


’PELLANT — Wm.  R.  Heins,  for  Republic  Storage  Co., 
Inc.,  owner. 

IBJECT _ Appeal  from  decision  of  fire  commissioner. 

L EMISES  AFFECTED— 628-642  West  45th  street,- Man¬ 
hattan. 


APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 


partment. 

ACTION  OF  BOARD — Appeal  laid  over  to  November  17 
1925,  at  10  a.  m.,  on  request  of  appellant. 


785-24-A.  ,  T  _  ,  . , 

APPELLANT— Philip  J.  Sinnott,  for  Harry  Schneider, 

owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 6118  Rockaway  Beach  boule¬ 
vard,  Arverne,  Queens. 

APPEARANCES— 

For  Appellant:  Philip  J.  Sinnott. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  laid  over  to  November 
24,  1925,  at  10  a.  m.,  to  comply  with  conditions 
of'  resolution  adopted  by  this  board. 


APPELLANT— Crinnell  Co.,  Inc.,  for  Walter  Shuttle- 
worth,  owner. 

SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 126  Franklin  street  and  200- 
224  West  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  None. 
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For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  laid  over  to  November  17, 
1925,  at  10  a.m.,  on  written  request  of  appellant. 

278-25-A. 

APPELLANT — The  Frank  A.  Munsey,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 280  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  R.  O.  Willguss. 

For  Administration :  None. 

ACTION  OF  BOARD — Appeal  laid  over  to  October  13, 
1925,  at  10  a.  m.,  on  request  of  appellant. 

1447-24- A. 

APPELLANT — Keiner  Williams  Stamping  Co.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 8746  123rd  street,  Richmond 
Hill,  Queens. 

APPEARANCES— 

For  Appellant:  L.  Tauber, 

For  Administration:  None. 

ACTION  OF  BOARD — Appeal  laid  over  to  October  6, 
1925,  at  2  p.  m.,  for  final  disposition. 

294-25-A. 

APPELLANT — Dingwell  Bros.,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 62  Stanhope  street,  Brooklyn. 
For  Appellant:  None. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  laid  over  to  October  6, 
1925,  at  2  p.  m.  No  appearances. 


432-25-A. 

APPELLANT — United  States  Printing  and  Lithographing 
Co.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 83-101  North  Third  street  and 
209-219  Wythe  avenue,  Brooklyn. 
APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Maher  of  fire  de¬ 


partment. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative::  Chairman  Walsh,  Messrs.  Kennedy, 
Oowd,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  6 

Absent :  Mr.  Gunnison  . . .  ] 

THE  RESOLUTION: 

(432-25-A) 


Whereas,  United  States  Printing  &  Lithographing  Com¬ 
pany,  owner,  filed,  April  21,  1925,  an  appeal,  with  the  board 
of  appeals,  from  order  of  the  fire  commissioner,  affecting 
premises  83-101  North  Third  street  and  209-219  Wythe 
avenue,  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Disconnect  all  hose  outlets  from  sprinkler  risers 
in  all  buildings.  Sec.  20,  Ch.  12,  Code  of  Ordinances.” ; 
and 

Whereas,  the  premises  consist  of  three  (3)  non-fireproof 
buildings  with  a  total  frontage  of  236  ft.  and  a  depth  of 
120  ft.,  Building  No.  1  being  6  stories  in  height,  Buildings 
2  and  3,  5  stories  in  height;  OCCUPIED  as  factories  with 
a  total  of  302  persons  in  the  entire  premises,  the  buildings 
being  equipped  with  a  sprinkler  system  supplied  by  two 
(2)  30,000  gallon  gravity  tanks  and  a  60,000  gallon  re¬ 
serve  tank  connected  to  fire  pump,  the  sprinkler  risers  in 
Building  No.  1  are  five  (5)  inches  in  diameter  and  each 
supplies  124  y2- inch  sprinkler  heads,  in  Building  No.  2 
the  risers  are  4J4  inches  and  each  supplies  96  J^-inch  sprinkler 
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heads,  in  Building  No.  3,  risers  are  4  inches  and  each  sue 
plies  48  sprinkler  heads.  There  is  a  }4-inch  hose  connec 
tion  to  each  riser;  and 

Whereas,  appellant  contends  that  the  risers  are  gooi 
for  a  considerable  increase  of  sprinkler  heads  and  that  th 
water  used  by  the  hose  lines  is  only  equivalent  to  the  flov 
of  one  head  and  that  the  building  is  equipped  with  adequate 
means  of  egress;  and 

Whereas,  the  use  of  hose  outlets  causes  water  flow  and 
transmits  a  fire  alarm  signal,  and  the  fact  that  the  practicJ 
has  never  been  approved  by  board  and  is  contrary  to  th< 
rules  and  regulations. 

Resolved,  that  the  order  of  the  fire  commissioner  be  anc 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  i 
denied.  J 


452-25-A. 

<^tt v  R 7  Bush  Terminal  Company,  owner, 

o  U14JEC 1  Appeal  from  order  of  fire  commissioner 
PREMISES  AFFECTED— 4009-4015  First  avenue,  Brook 
lyn. 

APPEARANCES— 

For  Appellant:  A.  K.  Vollmer. 

For  Administration:  Inspector  Maher  of  fire  de 
partment. 

rn\rrS?T<?ScB°AARD— ^ Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative.  Chairman  W^alsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  / 

Negative  . 

Absent :  Mr.  Gunnison  .  7 

THE  RESOLUTION:  . 

(452-25-A) 

Whereas,  Bush  Terminal  Company,  owner,  filed,  April 
29,  1925,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  4009-4015  First 
avenue,  Borough  of  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
6,  1925,  reads  (Order  No.  74572-F)  : 

1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof,  with  nec¬ 
essary  check  valves  and  2l/2  inch  regulation  Fire  De- 
partment  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  enclo- 
sure.  Each  outlet  to  be  provided  with  sufficient  feet 
of  2J4  inch  standard  hose  attached  thereto”- 
and  '  ’ 


Whereas,  the  building  is  non-fireproof,  one  story  in  height, 
ft  (aPProximately  16,000  sq.  ft.)  in  area; 
uJ_yUFli^D  for  the  storage  of  cotton,  5  persons;  and 
Whereas,  appellant  contends  that  the  building  is  equipped 
uith  a  sprinkler  system;  that  a  city  fire  hydrant  is  located 
m  the  immediate  vicinity,  and  that  it  is  proposed  to  de¬ 
molish  the  building  in  the  very  near  future. 

.  Me  solved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
gt  anted  on  condition  that  an  approved  sprinkler  system, 
m  accordance  with  the  rules  of  the  board  of  standards  and 
appeals  for  existing  sprinkler  equipments,  shall  be  main¬ 
tained,  and  granted  only  so  long  as  the  present  occupancv 
and  use  shall  remain  unchanged  and  that  the  building  shall 
not  be  increased  in  area,  height  or  dimensions. 


^yy^LLANT— Bush  Terminal  Company,  owner. 

D-D  rA GV *rom  order  of  fire  commissioner. 
PREMISES  Ah FECTED— 4017-21  First  Avenue,  Brook 
lyn. 

APPEARANCES— 

For  Appellant:  A.  K.  Vollmer. 
bor  Administration:  Inspector  Maher  of  fire  de 
partment. 


.= 

TION  OF  BOARD — Appeal  granted  on  condition. 
'NDITIONS — As  specified  in  resolution. 

IE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Gunnison  .  1 

1'HE  RESOLUTION: 


(453-25-A) 

Vhereas,  Bush  Terminal  Company,  owner,  filed,  April 
1925,  an  appeal,  with  the  board  of  appeals,  from  an  order 
the  fire  commissioner,  affecting  premises  4017-21  First 
nue,  Borough  of  Brooklyn ;  and 

Vhereas,  the  order  of  the  fire  commissioner,  dated 
rch  28,  1925,  reads  (Order  No.  74013-F)  : 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof,  with  nec¬ 
essary  check  valves  and  2j/2  inch  regulation  Fire  De¬ 
partment  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  enclo¬ 
sure.  Each  outlet  to  be  provided  with  sufficient  feet 
.  of  2 l/2  inch  standard  hose  attached  thereto.  *  * 

hereas,  the  building  is  non- fireproof,  one  story  in  height, 
33  ft.  by  250  ft.  (approximately  16,000  sq.  ft.)  in  area; 
CUPIED  for  the  storage  of  cotton  and  copac;  and 
.Vhereas,  appellant  contends  that  the  building  is  equipped 
h  a  sprinkler  system ;  that  there  is  a  city  fire  hydrant  in 
immediate  vicinity ;  that  the  building  is  only  one  story 
height,  and  proposes,  further,  to  demolish  the  building 
the  very  near  future. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
inted  on  condition  that  an  approved  sprinkler  system, 
accordance  with  the  rules  of  the  board  of  standards  and 
>eals  for  existing  sprinkler  equipments,  shall  be  main- 
led ;  and  granted  only  so  long  as  the  present  occupancy 
1  use  shali  remain  unchanged  and  that  the  building  shall 
be  increased  in  area,  height  or  dimensions. 


5-25- A 

‘PELLANT — Barnett  Kadin,  for  Hunts  Point  Garage, 
Inc.,  owner. 

'EJECT — Appeal  from  decision  of  fire  commissioner. 
DEMISES  AFFECTED — 1008  Whitlock  avenue,  The 
Bronx. 

!  ’PEARANCES — 

For  Appellant :  Barnett  Kadin. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

iTION  OF  BOARD — Appeal  granted  on  condition. 
'NDITIONS — As  specified  in  resolution. 

IE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Gunnison  .  1 

THE  RESOLUTION: 


(472-25-A) 

Vhereas,  Barnett  Kadin,  for  Hunts  Point  Garage,  Inc., 
ner,  filed,  May  4,  1925,  an  appeal,  with  the  board  of  ap¬ 
is,  from  a  decision  of  the  fire  commissioner,  affecting 
mises  1008  Whitlock  avenue,  Borough  of  the  Bronx ; 

1 

Vhereas,  the  decision  of  the  fire  commissioner,  rendered 
ril  23,  1925t  reads  (Alteration  Application  No.  172-25)  : 
“4.  Install  throughout  entire  building  a  4  in.  regu¬ 
lation  standpipe  with  3500  gallon  tank  above  roof,  all 
as  per  Section  581,  Chapter  5,  Code  of  Ordinances  and 
.  as  per  Rules  of  the  Board  of  Standards  and  Appeals.” ; 
|1 


W hereas,  the  building  is  non-fireproof,  one  story  in 
height,  107  ft.  by  150  ft.  and  127  ft.,  irregular,  in  depth, 
about  14,550  sq.  ft.  in  area;  OCCUPIED  as  a  public  ga¬ 
rage;  EQUIPPED  with  500  ft.  of  2l/2  in.  standpipe,  fed  by 
a  12  in.  street  main  having  50  pounds  pressure;  and 
Whereas,  appellant  proposes  to  erect  a  one-story  exten¬ 
sion  at  east  side  with  connecting  doorways,  about  13,250 
ft.  in  area;  to  equip  the  buildings  throughout  with  an  au¬ 
tomatic  sprinkler  system;  to  extend  the  present  2l/2  in. 
standpipe  system  150  ft.  into  the  new  extension;  and 
Whereas,  the  appellant  claims  that  on  completion  of  the 
work  the  12  in.  street  main  will  be  fed  two  ways;  that 
there  are  ten  (10)  fire  hydrants  within  one  block  distant 
from  the  building;  that  the  building  is  accessible  to  fire¬ 
men  from  three  streets,  and  further  contends,  under  such 
conditions,  that  the  fire  protection  would  be  adequate. 

Resolved,  that  the  decision  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  this  premises  shall  be  equipped 
with  an  independent  2 y2  in.  standpipe  line,  with  direct  street 
connection,  in  addition  to  the  standpipe  equipment  of  the 
existing  adjoining  building;  that  any  openings  between  this 
structure  and  adjoining  buildings  shall  be  equipped  with  self¬ 
closing  fireproof  door  on  one  side. 

473-25-A. 

APPELLANT — Samuel  Rosenblum,  for  Frank  Majoros, 
lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1161  First  avenue,  Manhattan. 
APPEARANCES— 

For  Appellant:  Samuel  Rosenblum,  Mrs.  Majoros. 
For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Connell  and  Holland  .  5 


Negative:  Fire  Chief  Kenlon  .  l 

Absent:  Mr.  Gunnison  .  1 

THE  RESOLUTION: 

(473-25-A) 


Whereas,  Samuel  Rosenblum,  for  Frank  Majoros,  les¬ 
see,  filed,  March  4,  1925,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  1161  First  avenue,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  April 
15,  1925,  reads: 

“With  reference  to  your  application  dated  March  3, 
1925,  for  a  permit  to  maintain  the  storage  of  oil 
paints,  varnish,  etc.,  for  sale  at  above  mentioned  prem¬ 
ises,  we  regret  to  inform  you  the  Fire  Commissioner 
is  without  power  to  grant  such  a  permit  for  the  rea¬ 
son  as  building  js  also  occupied  and  maintained  as 
a  storage  garage,  the  issuing  of  permit  requested  would 
be  in  conflict,  Sec.  151,  C.  &  D.,  Chapter  10,  Code  of 
Ordinances. 

“You  are  therefore  ordered  to 

“1.  Discontinue  the  storage  and  sale  of  oil  paints, 
turpentine  and  varnishes.” ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  150  ft.  5  in.  by  100  ft.  in  area.  OCCUPIED:  1st 
story,  paint  store,  public  garage  and  poultry  market,  50 
persons ;  2nd  story,  garage,  20  persons ;  and 
Whereas,  the  appellant  claims  the  paint  store  occupies 
a  small  space  on  the  1st  story;  it  is  separated  from  the 
garage  portion  by  8  in.  brick  walls ;  he  further  contends 
there  is  no  fire  hazard  by  reason  of  the  paint  store,  and 
requests  the  board  to  grant  a  permit  to  continue  the  stor¬ 
age  of  paints  in  the  conduct  of  his  business  as  heretofore. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  walls  of  the  store  shall  be 
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unpierced  throughout  their  entire  height  and  length  and  that 
the  ceiling  shall  be  constructed  of  reinforced  concrete ;  that 
the  use  shall  be  limited  to  retail  paint  business ;  that  the 
quantities  of  paint  maintained  on  premises  shall  not  exceed 
those  permitted  under  permit  of  fire  department,  No.  105122, 
issued  June  18,  1925;  and  that  the  paint  shop  occupancy  of 
this  store  shall  be  discontinued  on  or  before  April  1,  1927. 


628-25-A. 

APPELLANT — Daniel  C.  Kane,  for  Brooklyn  Edison  Co., 
Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 168-208  Marshall  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Daniel  C.  Kane,  G.  L.  Knight. 
For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  . . .  0 

Absent:  Mr.  Gunnison  . * .  1 

THE  RESOLUTION: 


(628-25-A) 

Whereas,  Daniel  C.  Kane,  for  Brooklyn  Edison  Co.,  Inc., 
owner,  filed,  June  17,  1925,  an  appeal,  with  the  board  of 
appeals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  168-208  Marshall  street,  Brooklyn ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
June  2,  1925,  reads: 

“1.  Standpipe  may  not  be  removed.  See  Section 
581,  Article  28,  Chapter  5,  Code  of  Ordinances.” ; 

and 

Whereas,  the  building  is  fireproof,  seven  stories  in  height, 
276  ft.  8  in.  by  87  ft.  5  in.  in  area;  OCCUPIED  as  a  trans¬ 
former  and  switch  house,  for  electric  current  service,  total 
34  persons ;  and 

Whereas,  the  appellant  proposes  to  erect  an  extension 
at  west  side,  six  stories  in  height,  131  ft.  10  in.  by  87  ft.  5 
in.  in  area;  to  omit  the  entire  standpipe  system;  to  remove 
all  such  pipes  from  existing  switch  building ;  also  to  main¬ 
tain  throughout  each  building  21  quarts  of  Pyrene,  67)4 
gallons  of  soda  acid,  320  gallons  of  Foamite  and  60  pails 
of  sand ;  and 

Whereas,  the  appellant  claims  the  presence  of  any  wa¬ 
ter  in  this  building  which  houses  high  tension  electrical 
apparatus  is  more  of  a  hazard  than  a  protection  and  its 
use  would  be  perilous  to  both  firemen  and  occupants ;  he 
also  files  a  letter  in  the  case  from  a  Cleveland  electric 
plant,  citing  a  disaster  caused  by  the  presence  of  water, 
and  requests  the  board  to  accept  the  above  conditions  in 
lieu  of  a  standpipe  installation. 

Resolved,  that  a  decision  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  for  the  removal  of  standpipe  in  existing  building, 
so  long  as  building  is  maintained  and  operated  as  an  elec¬ 
trical  distributing  transformer  station,  on  condition  that 
the  following  fire  extinguishing  agents  shall  be  maintained 
on  the  premises :  * 

Not  less  than  21  qts.  pyrene; 

An  approved  2)4  gal.  fire  extinguisher ; 

67)4  gals,  of  soda  acid; 

320  gals,  of  foamite; 

60  pails  of  sand, 

placed  and  located  as  described  in  schedule  marked  “A”  as 
filed  in  this  appeal. 


417-25-A. 

APPELLANT — James  W.  Byrnes,  for  Acanthus  Realty 
Company,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 


PREMISES  AFFECTED — 1188-1190  Fulton  street  am 
1247-53  Bedford  avenue,  Brooklyn. 
APPEARANCES— 

For  Appellant:  James  W.  Byrnes. 

For  Administration :  Inspector  Maher  of  fire  de 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Connell,  Holland  and  Fire  Chief  Kenlon  . . 

Negative:  Mr.  Kennedy  . 

Absent:  Mr.  Gunnison  . 

THE  RESOLUTION: 

(417-25-A) 

Whereas,  James  W.  Byrnes,  for  Acanthus  Realty  Com 
pany,  Inc.,  owner,  filed,  April  17,  1925,  an  appeal,  wit! 
the  board  of  appeals,  from  an  order  of  the  fire  commis 
sioner,  affecting  premises  1188-90  Fulton  street  and  12-47- 
53  Bedford  avenue,  Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
February  20,  1925,  reads : 

“Order  No.  71935-F: 

“1.  Provide  a  separate  and  distinct  system  of  Au 
tomatic  Sprinklers  throughout  building  having  at  leas: 
one  source  of  water  supply,  arranged  and  equipped 
as  provided  in  the  rules  for  fire  extinguishing  appli 
ances  adopted  by  the  Board  of  Standards  and  Appeal' 
May  24,  1917,  as  amended  May  2,  1918,  and  January 
21,  1919,  effective  February  17,  1919.”; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  ir 
height,  there  being  a  frontage  of  95  ft.  on  Fulton  street  and 
105  ft.  on  Bedford  avenue.  OCCUPIED:  1st  story,  stores; 
2nd  _  story,  northerly  portion,  vacant  at  present ;  sdtitherly 
portion,  restaurant,  12  persons;  3rd  story,  manufacture  of 
paper  boxes,  25  persons;  4th  story,  paper  patterns,  35  per¬ 
sons  ;  and 

Whereas,  appellant  proposes  that  no  renewals  will  be 
given  upon  the  termination  of  the  leases  of  the  occupants 
of  the  two  upper  stories,  the  lease  on  the  3rd  story  ter¬ 
minating  May  1,  1926,  and  on  the  4th  story,  on  September 
1,  1925;  and  proposes,  further,  to  install  a  40  gallon  ex-j 
guisher  on  the  3rd  and  4th  stories;  and  contends  that  these! 
stores  will  not  be  rented  to  concerns  carrying  on  similar: 
work. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  far  as  it  affects  the  occupancy  of  3rd  story, 
on  condition  that  an  approved  40  gallon  portable  fire  ex¬ 
tinguisher  shall  be  installed  on  3rd  story ;  that  said  use 
and  occupancy  shall  be  discontinued  on  3rd  story  on  or  about 
May  1,  1926 ;  and  denied  in  all  other  respects. 


501-25-A. 

APPELLANT— Gustav  Lange,  Jr.,  for  Elco  Realty  Com¬ 
pany,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner  as 
cited  in  order  of  fire  commissioner. 

PREMISES  AFFECTED — 105  Bleecker  street  and  186- 
188  Greene  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  . o 

Absent:  Mr.  Gunnison  .  1 
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THE  RESOLUTION: 

(501-25-A) 

Whereas,  Gustav  Lange,  Jr.,  vice-president,  for  Elco 
alty’  Company,  Inc.,  owner,  filed,  May  13,  1925,  an  ap- 
al,  with  the  board  of  appeals,  from  an  order  of  the  fire 
mmissioner,  affecting  premises  105  Bleecker  street  and 
6-188  Greene  street,  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  April 
,  1924,  reads  (Order  No.  58187-F)  : 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof,  with  nec¬ 
essary  check  valves  and  2 inch  regulation  Fire  De¬ 
partment  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  enclo¬ 
sure.  Such  outlet  to  be  provided  with  sufficient  feet 
of  2l/t  inch  standard  hose  attached  thereto.” ; 
id 

Whereas,  the  building  is  fireproof,  eight  stories  (87  ft.) 
i  height,  25  ft.  by  120  ft.  in  area;  OCCUPIED  as  a  ten- 
lt  factory,  73  persons  above  the  1st  story  (the  3rd  story 
_‘ing  vacant  at  present)  ;  and 

Whereas,  appellant  contends  that  the  building  is  only  a 
:w  feet  above  the  legal  limit  of  85  ft.  and  that  a  similar 
rder  was  rescinded  by  the  board  of  review  of  the  fire  de- 
artment  on  February  25,  1919,  and  has  filed  a  copy  of 
letter  to  this  effect. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
•■anted  on  condition  that  the  building  shall  not  be  increased 
i  height,  area  or  dimensions ;  that  all  exits  as  required 
y  the  labor  law  shall  be  maintained;  and  granted  only  so 
>ng  as  conditions  throughout  as  to  occupancy  and  use  re- 
lain  substantially  unchanged. 


31-24-A. 

vPPELLANT— Board  of  Education,  City  of  New  York, 
owner. 

UBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

REMISES  AFFECTED— 508-534  West  212th  street,  Man¬ 
hattan. 

iPPEARANCES — None. 

vCTION  OF  BOARD — Appeal  dismissed  for  lack  of  pros¬ 
ecution. 

'HE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  (> 

Negative  .  0 

Absent:  Mr.  Gunnison  .  1 

THE  RESOLUTION: 

(331-24-A) 

Whereas,  Board  of  Education,  for  City  of  New  ^  ork, 
■wner,  filed,  March  3,  1924,  an  appeal,  with  the  board  of 
ppeals,  from  a  decision  of  the  superintendent  of  build- 
igs,  affecting  premises  508-534  West  212th  street,  Borough 
I  )f  Manhattan  ;  and 

Whereas,  the  decision  of  the  superintendent  of  build- 

ngs,  dated  February  13,  1924,  reads : 

“7.  Standpipe  must  be  installed  as  required  by  Sec¬ 
tion  581  of  Code.”; 

md  . 

Whereas,  the  building  is  fireproof,  five  stones  (83  ft.  6 
in)  in  height,  193  ft.  6  in.  by  172  ft.  4  in.,  irregular  (about 
20,000  sq.  ft.)  in  area;  to  be  OCCUPIED  as  a  public  school ; 

and  . 

Whereas,  appellant  contends  the  installation  of  standpipes 
might  prove  a  menace  instead  of  a  safeguard  to  the  lives 
of  the  occupants  and  that  pupils  and  teachers  in  schools 
ought,  in  case  of  fire,  devote  all  their  efforts  to  making 
a  safe  exit,  leaving  the  problem  of  fire  fighting  to  the 
i  fire  department ;  and 

Whereas,  this  case  has  been  before  the  board  since  March 

3,  1924. 


Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


APPELLANT— Croker  National  Fire  Prevention  Eng.  Co., 
for  Memorial  Hospital,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 2  West  106th  street  and  451 
Central  Park  West,  Manhattan. 
APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire  de 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Connell,  Holland  and  Fire  Chief  Kenlon  . .  5 

Negative:  Mr.  Kennedy  .  1 

Absent:  Mr.  Gunnison  .  1 

THE  RESOLUTION: 

(69-25-A) 

Whereas,  Croker  Nat’l  Fire  Prev.  Eng.  Co.,  for  Me¬ 
morial  Hospital,  owner,  filed,  January  17,  1925,  an  appeal, 
with  the  board  of  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  2  West  106th  street  and  451 
Central  Park  West,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  rendered 
May  19,  1924,  reads:  _  ; 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2 T2  in.  regulation  Fire  De¬ 
partment  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  en¬ 
closure.  Each  outlet  to  be  provided  with  sufficient  feet 
of  2J4  in.  standard  hose  attached  thereto.” ; 
and 

Whereas,  the  premises  consists  of  three  non-fireproof 
attached  buildings,  three,  four  and  five  stories  in  height, 
irregular  in  plan;  the  main  building  facing  Central  Park 
West  and  West  106th  street,  being  about  7,460  sq.  ft.,  the 
annex'  facing  105th  street,  being  about  6,798  sq.  ft.,  the 
laboratory  about  2,242  sq.  ft.,  aggregating  a  total  floor  area 
about  16,500  sq.  ft.,  there  being  no  connection  above  the 
1st  story  to  the  laboratory  building  and  no  connection  be¬ 
tween  the  other  two  buildings  above  the  3rd  story;  OC¬ 
CUPIED  as  a  hospital,  total  of  165  persons;  and 

Whereas,  the  appellant  proposes  to  install  fire  doors,  one 
swinging  and  one  self-closing,  to  each  opening  between  the 
annex  and  main  building  at  1st,  2nd  and  3rd  stories,  as  shown 
on  plans ;  and 

Whereas,  the  appellant  claims  the  combined  floor  area  of 
the  main  building  and  annex  is  less  than  15,000  sq.  ft.  above 
the  1st  story ;  that  no  floor  area  on  either  side  of  a  fire 
wall  exceeds  10,000  sq.  ft. ;  that  the  proposed  fire  doors  will 
divide  the  building  into  floor  areas,  which  under  the  rules 
make  it  exempt  from  standpipe  requirements,  and  further 
contends  that  the  fire  protection  will  then  be  adequate. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  individual  units  of  the  building 
group  shall  be  separated  at  the  corridors  with  self-closing 
fireproof  doors;  and  granted  so  long  as  conditions  as  to  oc¬ 
cupancy  and  use  shall  remain  unchanged;  and  the  area 
and  dimensions  of  individual  units  shall  not  be  increased. 


236-25-A. 

APPELLANT — Petroleum  Heat  &  Power  Co.,  for  Jacob 
Rubin  &  Sons,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 1380  Metropolitan  avenue. 
Queens. 

\PPEARANCES — 

For  Appellant :  G.  P.  Knight. 
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For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Gunnison  .  i 

THE  RESOLUTION: 


(236-25-A) 

Whereas,  Petroleum  Heat  &  Power  Co.,  for  Jacob  Rubin 
&  Sons,  Inc.,  owner,  filed,  February  26,  1925,  an  appeal, 
with  the  board  of  appeals,  from  a  decision  of  the  fire  com¬ 
missioner,  affecting  premises  1380  Metropolitan  avenue, 
Borough  of  Queens;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
February  9,  1925,  reads : 

“Alteration  Application  No.  2434-24: 

“9.  Pumps  must  be  installed  in  duplicate  where  fire 
protection  is  dependent  on  the  use  of  fuel  oil  for 
heating  or  steam.” ; 

and 

Whereas,  the  building  is  fireproof,  two  stories  in  height, 
214.20  ft.  by  165.68  ft.,  irregular  in  area;  OCCUPIED  as 
glass  warehouse  and  manufacturing;  equipped  with  a  stand¬ 
pipe  and  also  a  sprinkler  system ;  a  fuel  oil  burning  equip¬ 
ment  having  been  installed  in  accordance  with  the  require¬ 
ments  of  the  fuel  oil  rules  except  as  to  the  requirement 
of  pumps  installed  in  duplicate;  and 

Whereas,  the  appellant  claims,  under  rule  11,  subdivision 
B,  pumps  in  duplicate  are  required  only  when  the  fire  pro¬ 
tection  is  depending  upon  the  use  of  fuel  oil  for  steam 
power  to  run  the  fire  pump  and  not  when  depending  upon 
steam  only  to  heat  the  water  in  the  standpipe  reserve  tank 
during  extreme  cold  weather  as  in  this  case;  and  contends 
that  it  will  work  a  hardship  to  be  compelled  to  install  an 
additional  oil  pump  in  his  small  plant,  and  requests  the 
board  to  relieve  him  of  such  requirement. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  only  so  far  as  it  affects  the  duplicate  pump  sys¬ 
tem,  on  condition  that  the  fuel  oil  installation  shall  comply 
with  the  fuel  oil  rules  in  all  other  respects ;  that  the  pumps 
and  boilers  shall  be  located  in  a  separate  room,  enclosed  in 
walls  of  approved  masonry;  and  that  the  building  shall  not 
be  increased  in  area,  size  or  dimensions. 


235-25-A. 

APPELLANT — Driscoll  &  Jean  Roy,  owners. 

SL  EJECT  Appeal  from  order  of  fire  commissioner 
PREMISES  AFFECTED— 217-219  West  126th  street 
Manhattan. 

APPEARANCES— 

For  Appellant:  Louis  Jean  Roy. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

rnvmTToLB°AARD~ Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative .  Chairman  WMsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  6 

Negative  . o 

Absent .  Mr.  Gunnison  ....  i 

THE  RESOLUTION:  . 

(235-25-A) 

\\  hereas,  Driscoll  &  Jean  Roy,  owners,  filed,  January  22, 
1925  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  217-219  West 
126th  street,  Manhattan;  and 

V  hereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  19,  1924,  reads: 


“1.  Discontinue  the  storage  of  motorcycles  not  au¬ 
thorized  by  the  Code  of  Ordinances  on  these  premises 
REASON  Sec.  191-2  of  Code  of  Ordinances  pro¬ 
vides  that  no  permit  shall  be  granted  for  premises  be¬ 
low  grade  story  of  any  building  and  as  per  resolution 
of  Board  of  Appeals  of  Nov.  13,  1923.”- 
and  ’ 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
basement  in  height,  25  ft.  by  45  ft.  in  area,  with  a  one- 
story,  25  ft.  by  55  ft.  extension  at  the  rear.  OCCUPIED- 
Basement,  motorcycle  garage  and  repair  shop,  2  persons- 
1st  story,  storage;  2nd  and  3rd  stories,  dwelling  of  owner : 
and  ’ 

Whereas,  appellant  contends  that  the  floor  of  the  base¬ 
ment  is  only  15  in.  below  curb  level ;  that  the  ceiling  of 
the  garage  portion  of  the  premises  is  metal  on  y2  in.  plas¬ 
ter  boards ;  that  there  is  no  opening  between  the  garage  j 
portion  and  the  remainder  of  the  building  and  that  no  gaso-  j 
line,  other  than  that  in  the  tanks  of  the  motorcvcles,  is  stored  1 
on  the  premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and  i 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is  i 
granted  on  condition  that  the  floor  level  on  which  the  mo-  | 
torcycles  are  stored  shall  gt  no  point  be  more  than  15  in  I 
below  sidewalk  level. 


APPELLANT— I.  Margon  &  C.  Glaser,  for  Gerard  Ave¬ 
nue  Construction  Co.,  owner. 

order  of  fire  commissioner. 

REMISES  AbFECTED — 1229-1231  Gerard  avenue,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  J.  Sultan. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

rn\TT?r?TSScB0ARD~Appeal  £ranted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative.  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  g 

Negative  . () 

Absent :  Mr.  Gunnison  .  j 

THE  RESOLUTION: 

(381-25-A) 

Whereas,  L  Margon  &  C.  Glaser,  for  Gerard  Avenue 
Construction  Company,  owner,  filed,  April  8,  1925,  an  ap 
peal,  with  the  board  of  appeals,  from  orders  of  the  fire 
commissioner,  affecting  premises  1229-1231  Gerard  avenue, 

1  he  Bronx  ;  and 

lEREAS'  ^ie  orders  the  fire  commissioner,  dated 
March  19,  1925,  reads: 

“Order  No.  28705-LC,  premises  1229  Gerard  Avenue: 
j.  ou  are  hereby  notified  that  an  inspection  of  prem¬ 
ises  1229  Gerard  Avenue,  Bronx,  used  as  a  non-storage 
garage,  shows  that  the  following  must  be  done  befor*- 
permit  requested  by  you  can  be  issued : 

1.  Provide  a  fire  escape  or  other  secondary  means 
of  egress  for  each  story  above  the  garage.  Section  154, 
Chapter  10,  Code  of  Ordinances.” 

‘/Order  No.  28679-LC,  premises  1231  Gerard  Avenue: 
i  ou  are  hereby  notified  that  an  inspection  of  prem¬ 
ises  1231  Gerard  Avenue,  Bronx,  used  as  a  non-storage 
garage,  shows  that  the  following  must  be  done  before 
permit  requested  by  you  can  be  issued : 

1.  Provide  a  fire  escape  or  other  secondary  means 
of  egress  for  each  story  above  the  garage.  Section  154 
Chapter  10,  Code  of  Ordinances.”; 
and 

Whereas,  the  premises  consist  of  a  plot  of  ground  upon 
which  is  located  two  non-fireproof  buildings  (separated  by 

k  ooP? rt^  wall)>  three  Tories  in  height,  and  each  18 
it.  by  82  ft.  in  area;  the  occupancy  of  each  being:  1st  story- 
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: 


boiler  room  and  garage  for  two  auto  vehicles ;  2nd  story 
and  3rd  story,  dwellings,  one  family  on  each  story ;  and 


Whereas,  appellant  contends  that  a  Davy  fire  escape  has 


been  provided  for  each  apartment,  and  proposes  to  fire-retard 
the  ceilings  of  the  garage  portions  of  the  premises  with 
plaster  boards  and  26  gauge  metal. 

Resolved,  that  the  orders  of  the  fire  commissioner  be  and 
they  hereby  are  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  a  balcony  fire  escape  shall  be 
provided  on  the  rear  of  the  building  from  each  apartment, 
embracing  at  least  one  window,  connected  by  vertical  lad¬ 
der,  with  drop  ladder  in  guides  from  lowest  balcony  to 
yard;  and  that  the  boiler  room  shall  be  separated  from 
garage  area  by  approved  wall  of  masonry,  and  that  not 
more  than  four  automobiles  shall  be  maintained  on  the 
entire  premises,  and  that  no  gasoline  storage  equipment  shall 
be  maintained. 


it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  fire  escape  balconies,  not  less  than 
3  ft.  by  3  ft.  in  area,  embracing  at  least  one  window  on  each 
story,  connected  by  vertical  ladder,  with  drop  ladder  in 
guides  from  lowest  balcony  to  yard,  shall  be  provided  on 
the  rear  of  the  building ;  that  the  opening  between  garage 
and  boiler  room  shall  be  built  up  solidly  with  approved 
masonry,  and  that  not  more  than  one  automobile  of  the 
pleasure  car  type  shall  be  maintained  on  the  premises,  and 
that  no  gasoline  storage  equipment  shall  be  maintained  on 
the  premises. 


369-25-A. 

APPELLANT — A.  Ramona  Dean  and  Louise  F.  Dean, 
owners. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 284  Chauncey  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  William  M.  Dean. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Gunnison  .  1 

THE  RESOLUTION: 

(369-25-A) 

Whereas,  A.  Ramona  Dean  and  Louise  F.  Dean,  owners, 
filed,  April  4,  1924,  an  appeal,  with  the  board  of  appeals, 
from  an  order  of  the  fire  commissioner,  affecting  premises 
284  Chauncey  street,  Borough  of  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  March 
16,  1925,  reads: 

“With  reference  to  your  application  dated  April  22nd, 
1925,  for  a  permit  to  maintain  a  garage  at  the  above 
location,  I  regret  to  inform  you  that  I  am  without  power 
to  grant  such  a  permit  for  the  reason  that  Section 
15,  Chapter  10,  Code  of  Ordinances,  provides  that  no 
permit  shall  be  issued  for  a  garage  in  a  building  in 
which  more  than  two  stories  above  the  garage  are  used 
as  living  apartments. 

“You  are  therefore  ordered  to  remove  all  automobiles 
having  gasoline  in  their  fuel  tanks  and  discontinue  the 
use  of  premises  as  a  garage.” ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
cellar  in  height,  18  ft.  by  34  ft.  in  area.  OCCUPIED: 
Cellar,  as  a  garage ;  1st,  2nd  and  3rd  stories,  as  dwellings ; 
the  garage  portion  being  separated  from  the  remainder  of 
the  premises  by  4  in.  terra  cotta  partition  walls,  with  a 
metal-covered  wooden  door  at  the  opening  therein,  and  also 
by  a  ceiling  of  plaster  boards  covered  with  26  gauge  metal ; 
and 

Whereas,  appellant  contends  that  there  are  no  public  ga¬ 
rages  in  the  vicinity,  and  contends  further  having  received 
a  certificate  of  occupancy  from  the  building  department 
which  led  to  the  belief  of  being  entitled  to  garage  accom¬ 
modations  ;  and 

Whereas,  appellant  had  received  a  certificate  of  occu¬ 
pancy,  permitting  the  use  of  the  premises  as  an  accessory 
garage  and  dwelling,  issued  bv  the  bureau  of  buildings, 
the  board  deemed  that  it  would  be  a  hardship  to  compel 
compliance  with  the  order  of  the  fire  commissioner. 
Resolved,  that  the  order  of  the  fire  commissioner  be  and 


404-25-A. 

APPELLANT — J.  W.  Ziegler,  for  A.  T.  Stewart,  Realty 
Company,  owner. 

SUBJECT — Appeal  from  order  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 135-147  East  8th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant :  J.  W.  Ziegler. 

For  Administration :  None. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Gunnison  .  l 

THE  RESOLUTION: 

(404-25-A) 

Whereas,  J.  W.  Ziegler,  for  A.  T.  Stewart  Realty  Com¬ 
pany,  owner,  filed,  April  15,  1925,  an  appeal,  with  the  board 
of  appeals,  from  an  order  of  the  superintendent  of  build¬ 
ings,  affecting  premises  135-147  East  8th  street,  Manhattan; 
and 

Whereas,  the  order  of  the  superintendent  of  buildings, 
dated  March  31,  1925,  reads: 

“You  are  hereby  notified  that  the  building  does  not 
conform  to  Section  170-i  of  the  Building  Code,  in  that 
of  extending  marquise  along  8th  Street  side  of  building 
about  38  ft.  so  that  marquise  is  now  about  143  ft.  and 
is  more  than  50  ft.  long  without  clear  distance  of  four 
feet  between  same. 

“You  are  hereby  directed  to  stop  all  further  construc¬ 
tion  work  on  marquise  until  matter  has  been  properly 
adjusted.” ; 

and 

Whereas,  the  building  is  fireproof,  14  stories  in  height, 
188  ft.  by  327  ft.,  irregular  in  area;  OCCUPIED  and  known 
as  Wanamaker’s  Department  Store;  and 

Whereas,  in  connection  with  the  new  addition  just  added 
at  the  northeast  corner  of  8th  street  and  Broadway,  the 
existing  marquise  along  8th  street  front  has  been  extended 
continuously  for  a  total  distance  of  147  ft.  without  having 
a  clear  space  of  not  less  than  4  ft.  between  the  existing 
and  new  marquise ;  and 

Whereas,  the  appellant  claims  that  the  building  is  fire¬ 
proof,  conforms  to  law  in  all  other  respects,  is  policed  night 
and  day ;  that  the  new  additional  marquise  causes  no 
hazard ;  he  requests  the  board  to  vacate  the  order  and  per¬ 
mit  the  maintenance  of  marquise  as  constructed ;  and 
Whereas,  this  application  affects  only  the  39  ft.  exten¬ 
sion  of  an  existing  marquise. 

Resolved,  that  the  order  of  the  superintendent  of  buildings 
be  and  it  hereby  is  modified,  and  that  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  more  than  fifty  (50) 
per  cent  of  the  window  openings  on  the  street  front  to 
each  floor  area  shall  be  accessible  by  fire  apparatus  ladder 
direct  from  street  grade,  and  that  necessary  permits  for 
structural  design  and  construction  shall  be  obtained. 


i 
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418-25-A. 

APPELLANT — Eugene  De  Rosa,  for  B.  S.  Moss  Premier 
Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1681-1685  Broadway,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Alexander  J.  McManus. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Gunnison  .  i 

THE  RESOLUTION: 


(418-25-A) 

Whereas,  Eugene  De  Rosa,  for  B.  S.  Moss  Premier 
Corporation,  owner,  filed,  April  18,  1925,  an  appeal,  with 
the  board  of  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  1681-1685  Broadway,  Borough  of 
Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Jan¬ 
uary  20,  1925,  reads : 

“1.  Provide  clear  glass  on  doors  of  all  hose  cabi¬ 
nets,  with  words  ‘Fire  Hose’  painted  thereon. 

“Rule  34,  Regulations  of  Board  of  Standards  and 
Appeals.” ; 
and 

Whereas,  the  building  is  fireproof,  one  and  two  stories 
high,  100  ft.  by  112  ft.  in  area;  OCCUPIED  as  a  theatre 
and  store  building ;  and 

W hereas,  the  hose  rack  cabinets  have  been  made  with 
glass  doors  and  with  an  electric  light  outlet  in  each  cabi¬ 
net;  a  copper  motive  has  been  placed  in  front  of  this  glass 
and  the  words  “Fire  Hose”  are  worked  out  in  a  leaded 
glass  design ;  and 

Whereas,  appellant  contends  that  at  all  times  during 
the  operation  of  the  house,  the  words  “Fire  Hose”  and 
the  hose  itself  are  entirely  in  view  and  easily  seen  and 
that  the  reason  for  the  use  of  this  style  of  hose  rack 
cabinet  is  entirely  from  a  standpoint  of  design ;  and 

Whereas,  the  existing  glass  on  doors  on  hose  cabinets 
do  not  lessen  the  visibility  and  legibility  of  the  words  “Fire 
Hose”  thereon,  the  board  deemed  it  would  be  a  hardship 
to  compel  strict  compliance  with  rule  34. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  that  the  appeal  be  and  it 
hereby  is  granted,  only  so  far  as  it  affects  the  glass  orna¬ 
mental  cover  on  the  hose  boxes,  on  condition  that  the  title 
shall  be  maintained  in  red  letters  on  a  clear  glass  back¬ 
ground;  that  the  covers  of  the  hose  boxes  shall  be  se¬ 
cured  by  manually  adjustible  catches;  and  that  the  instal¬ 
lation  otherwise  shall  comply  with  the  rules  in  all  respects. 


682-25-A. 

APPELLANT — Wm.  J.  Pedrick,  for  B.  Altman  &  Com¬ 
pany,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 207-223  East  36th  street  anl 
204-210  East  37th  street,  Manhattan. 

APPEARANCES— None. 

ACT  ION  Oh  BOARD — Chairman  read  request  to  with¬ 
draw.  Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  g 

Negative  .  0 

Absent ;  Mr.  Gunnison  . i 


204-25-A. 

APPELLANT — James  B.  Fisher  Co.,  for  Edward  H.  Bren¬ 
nan,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 473-485  Kent  avenue,  Brooklyn 
APPEARANCES— None. 

ACTION  Oh  BOARD — Appeal  dismissed. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  g 

Negative  .  q 

Absent:  Mr.  Gunnison  .  j 

THE  RESOLUTION: 

(204-25-A) 

Whereas,  James  B.  Fisher  Co.,  for  Edward  H.  Brennan, 
owner,  filed,  February  20,  1925,  an  appeal  from  an  order 
of  the  fire  commissioner,  affecting  premises  473-485  Kent 
avenue,  Brooklyn ;  and 

Whereas,  a  petition  to  the  board  of  standards  and  ap¬ 
peals  has  been  substituted  for  this  appeal. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed. 

BUILDING  ZONE  CASES. 

593-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Menlo  Building 
Company,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  ex¬ 
tending  from  a  business  district  the  erection  and 
maintenance  of  a  building  for  the  use  of  store 
and  theatre  purposes. 

PREMISES  AFFECTED — Southeast  corner  of  White 

Plains  avenue  and  East  224th  street,  The  Bronx 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 

Kenlon  .  g 

Negative  . g 

Absent:  Air.  Gunnison  .  i 


569-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  John  V.  Sheridan 
and  Georgie  McDonald  Reed,  owners. 

SUBJECT-  Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  building  for  the  use  of 
cut  stone  works. 

PREMISES  AFFECTED— 411  East  203rd  street,  The 
Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  g 

Negative  .  q 

Absent:  Mr.  Gunnison  .  i 


263-25-BZ. 

APPLICAN  F  Harry  Schwartz  &  William  Lipitz,  lessees. 

SUBJECT  Application  (re:  order  of  superintendent  of 
buildings)  to  permit  the  maintenance  of  a  motor 
vehicle  repair  shop. 

PREMISES  AFFECTED — 131  West  52nd  street,  Man- 
hattan. 

APPEARANCES—  None. 

ACTION  Oh  BOARD — Application  dismissed. 

THE  VOTE  TO  DISMISS— 

Affirmative :  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell  and  Fire  Chief 
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Kenlon  .  r’ 

Negative  .  0 

Absent:  Mr.  Gunnison  .  1 

THE  RESOLUTION: 

(263-25-BZ) 

Whereas,  Harry  Schwartz  &  William  Lipitz,  lessees, 

filed  March  9,  1925,  an  application,  for  variation  of  the 
zoning  resolution,  affecting  premises  131  West  52nd  street, 

Manhattan ;  and  ,  .  .  .  , 

Whereas,  a  similar  application  has  been  acted  upon  h\ 

the  board  under  Cal.  No.  1118-22-BZ.  .  ,.  .  , 

Resolved,  that  the  application  be  and  it  hereby  is  dismissed. 

AREAS  FIXED. 

(630-25-BZ) 

The  Chairman  presented  and  read  a  communication 
from  David  J.  Stewart,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage; 
premises  305-311  Third  street,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Third  street  from  Fourth  avenue 
to  Fifth  avenue;  east  side  of  Fourth  avenue  from 
Third  street  to  Second  street;  also  the  south  side 
of  Second  street  from  Fourth  avenue  to  a  point 
250  feet  east  of  Fourth  avenue.” 

(695-25-BZ) 

The  Chairman  presented  and  read  a  communication 
from  John  Caldwell  Myers,  requesting  the  board  to  fix 


the  area  deemed  affected  and  within  which  to  obtain 
consents  for  the  erection  and  maintenance  of  a  garage; 
premises  southeast  corner  of  Roosevelt  avenue  and 
Stone  street,  Borough  of  Queens. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Roosevelt  avenue  from  Fitting 
street  to  a  point  400  feet  east  of  proposed  garage; 
both,  sides  of  Stone  avenue  from  Queens  boulevard 
to  Foster  avenue;  both  sides  of  Foster  avenue  from 
a  point  100  feet  west  of  Stone  avenue  to  a  point 
100  feet  east  of  Stone  avenue. 


(754-25-BZ) 

The  Chairman  presented  and  read  a  communication 
from  Robert  Tappan,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents 
for  the  erection  and  maintenance  of  a  group  of  26  one- 
car  garages  for  storage  of  pleasure  motor  vehicles; 
premises  north  side  of  Austin  street,  bounded  by  Puritan 
avenue  and  Atom  place,  Forest  Hills,  Borough  of 
Queens. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Atom  place  also  Puritan  avenue 
from  Austin  street  to  Queens  boulevard. 


Adjourned  1:15  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 

prrrTTT  AR  MFETING  355-25-S.  „  „  , 

TUESDAY  AFTERNOON,  SEPTEMBER  15,  1925.  PETITIONER — George  M.  Wood,  for  Robert  C.  Schock, 

Holl?ndnt:Co?neraFireWCh1ef  Kenlon,  SopeHnt’en'denls  SUBJECT-VatS  of  labor  law  as  cited  in  order  of 
nonanu,  j  ,,  ’  fire  commissioner. 

“^minutes  iMhe  regular  meeting  of  the  board  of  PREMISES  AFFECTED-514-516  West  57th  street, 
standards  and  appeals,  held  on  I  nesd.ii  ^aftd  nootp  u  l  ACTION  OF  BOARD — Laid  over  to  October  2,  1925, 


28,  1925,  were  approved  as  printed  in  the  Bulletin,  No.  29. 

Vol.  X.’  _ 

PETITIONS  FOR  VARIATION. 

442-25-S.  , 

PETITIONER— Ryan  &  McGahan,  owners. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  ot 
fire  commissioner. 

PRFMISES  AFFECTED— 10  Ormond  place,  Brooklyn. 
ACTION  OF  BOARD — Laid  over  to  October  2,  1925, 
at  10  a.  m. 


at  10  a.  m. 


374-25-S. 

PETITIONER— James  W.  Burnes,  for  Wm.  Henne 
Co.,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 957-971  Kent  avenue,  rear, 
Brooklyn. 

ACTION  OF  BOARD — Laid  over  to  October  2,  1925, 
at  10  a.  m. 


PETITIONER — Samuel  Rosenblum,  for  Max  Goldberg, 

owner.  .  ,  f 

SUBJECT — Variation  of  labor  law  as  cited  in  order  ot 

fire  commissioner.  _  ^ 

PREMISES  AFFECTED— 45-47  Crosby  street,  Man¬ 
hattan.  _  .  „  .... 

ACTION  OF  BOARD — Laid  over  to  October  19*j, 

at  10  a.  m. 


461-25-S. 

PETITIONER— Springsteen  &  Goldhammer  for  Hal- 
baer  Realty  Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 251-255  West  39th  street, 
Manhattan. 

ACTION  OF  BOARD— Laid  over  to  October  2,  1925, 
at  10  a.  m. 


468-25-S 

PETITIONER — Sciama,  Davis  &  Company,  Inc.,  for 
Masro  Realty  Corporation,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  ot 
fire  commissioner. 

PREMISES  AFFECTED— 40-42  West  37th  street, 
Manhattan 


465-25-S. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 26-34  Sullivan  street  and 
47-49  Watts  street,  Manhattan. 

ACTION  OFBOARD-Laid  over  to  October  2,  1925,  ACTION  OF  BOARD-Laid  over  to  October  2,  1925, 


at  10  a.  m. 
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440-25-S 

PETIIIONER — Julius  Lewin  &  Son. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 352  East  76th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Leo  Lewin. 

For  Administration:  Inspector  Maher  of  fire 
department. 

AC  I  ION  Oh  BOARD — Laid  over  to  October  2,  1925, 
at  10  a.  m.,  on  request  of  petitioner. 

444-25-S 

PETITIONER— John  Freid,  for  27-35  West  24th 
Street  Corp.,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 27-35  West  24th  street 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Ruben  Levins. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Laid  over  to  September  29, 
1925,  at  2  p.  m.,  on  request  of  petitioner. 

448-25-S. 

PETITIONER — M.  &  L.  Hess,  Inc.,  for  Franklin  C. 

cTTDTT7UV0y<Uan-d  .Howard  C.  Sherwood,  trustees. 

o U BJ  EC  I  variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 26  West  20th  street,  Man¬ 
hattan. 

ACTION  OF  BOARD — Laid  over  to  October  2  1925 
at  10  a.  m. 


PREMISES  AFFECTED— 338-340  Flushing  avenue 
Brooklyn. 

ACTION  Oh  BOARD — Laid  over  to  October  2  1935 
at  10  a.  m. 


426-25-S. 

PETITIONER— Samuel  Rosenblum,  for  Charles  E 
Weyand  &  Co.,  Inc.,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

I  REMISES  AFFECTED — 22-26  Howard  street  and  5-7 
Crosby  street,  Manhattan. 

ACTION  OF  BOARD — Laid  over  to  October  2  1925 
at  10  a.  m. 


430-25-S. 

PETITIONER— Samuel  Rosenblum,  for  Rapid  Deliv¬ 
ery  Express  Co.,  lessee. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of 
hre  commissioner. 

PREMISES  AFFECTED— 365-367  Canal  street,  Man¬ 
hattan. 

ACTION  OF  BOARD— Laid  over  to  October  2,  1925 
at  10  a.  m. 


115-25-S 

PETITIONER— Julius  Eckman,  for  Winco  Realty 
Corp.,  owner.  y 

SUBJECT  Variation  of  labor  law  as  cited  in  orders  of 
hre  commissioner. 

PREMISES  AFFECTED  54  West  57th  street  and  59 
ArnnSr5^  street>  Manhattan. 

FOARD  Laid  over  to  October  2,  1925 
at  10  a.  m.  ’ 


469-25-S. 

PETITIONER— Samuel  Rosenblum,  for  Silk  Realty 
Company,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFEC TED— 692-694  Broadway  and  388 
^  Lafayette  street,  Manhattan. 

ACTION  OF  BOARD — Laid  over  to  October  2  1925 
at  10  a.  m. 


481-25-S. 

PETITIONER— Samuel  Rosenblum,  for  Florence  C. 

gTTRTrrrmrt^  and  Elli°tt  C.  Carter,  owners. 

UBJECT  Variation  of  labor  law  as  cited  in  order  of 
hre  commissioner. 

PREMTSES  AFFECTED— 237-239  Lafayette  street, 
Manhattan. 

ACTION  Oh  BOARD — Laid  over  to  October  2  1925 
at  10  a.  m.  ’  ’ 


18-24-S. 

P E IT T ION ER  Emery  Roth,  for  Greenwill  Construc¬ 
tion  Lo.,  owner. 

™JE"7jpettVeVVtf°rbiM„a|sCited  in  deCi5i™ 

hE?a^FFECTED“14'16  East  38th  street>  Man- 

APPEARANCES— 

For  Petitioner:  John  F.  Keating. 

mTTAxr  ^dmmistratlon:  None. 

1925  at^Prf^0  ^aid  over  to  September  29, 
U25,  at  2  p.  m.,  on  request  of  petitioner. 


500-25-S. 

PETITIONER— Croker  National  Fire  Preventioh  Engi- 

gTTRTR^mer\n,g  •Co.”  for  Morris  Quaker,  lessee. 

^UBJECT  \  ariation  of  labor  law  as  cited  in  order  of 
hre  commissioner. 

PREMISES  AhFECTED — 873  Sixth  avenue,  Manhat¬ 
tan. 

AQTION  Oh  BOARD— Laid  over  to  October  2,  1925 
at  10  a.  m. 


198-25-S 

IEHTIONER— Thomas  B.  Leahy,  for  566-568  Seventh 
STTRTRrV  w  ’  •  •  •’  owner- 

SUBJECT— Variation  of  labor  law  as  cited  in  letter  of 

PPPMi^rnendent  of  buildings. 

PREMISES  AFFECTED _ ‘skr  shq  c 

Manhattan  568  Seventh  avenue’ 

ACTIOat  ?oFaBSARD~Laid  °Ver  °clob"  2' 


415-25-S. 

PETITIONER— Croker  National  Fire  Prevention  Engi¬ 
neering  Company,  for  American  Book  Match 
Corporation,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of 
hre  commissioner. 


1102-24-S. 

PETITIONER— Arthur  Greenbaunt,  for  Abram  I.  Kap- 

SUBJECT-V Variation  of  labor  law  as  cited  in  order  of 
hre  commissioner. 

PREMISES  AFFECTED _ 251  Pifm  , 

281b  ctr»»f  »  L  451  hlfth  avenue  and  1  East 
a  A VT*  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  John  F.  Keating. 
de°prartmeT1Stratl0n:  Inspector  Maher  of  fire 
CnON  OF  BOARD— Laid  over  to  September  29, 
^5’  at  2  p.  m.,  on  request  of  petitioner. 
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t525-24-S. 

PETITIONER — F.  P.  Keniston,  for  ,31st  Street  & 
Fourth  Avenue  Corp.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 107  East  31st  street,  Manhattan. 
ACTION  OF  BOARD — Laid  over  to  October  2,  1925, 
at  10  a.  m. 


718-18-S. 

PETITIONER — Harold  L.  Young,  for  Lazarus  Levy, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 17-23  East  Broadway,  Man¬ 
hattan. 

ACTION  OF  BOARD — Laid  over  to  October  2,  1925, 
at  10  a.  m. 


1418-24-S. 

PETITIONER — Irving  Finklestein,  for  Beno  Realty 
Company,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 20  East  31st  street,  Manhattan. 
ACTION  OF  BOARD — Laid  over  to  October  2,  1925, 
at  10  a.  m. 


321-25-S. 

PETITIONER — William  F.  Doyle,  for  Flosan  Holding 
Corp.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 232-234  West  37th  street, 
Manhattan. 

ACTION  OF  BOARD — Laid  over  to  October  2,  1925, 
at  10  a.  m. 


301-25-S. 

PETITIONER — Anita  H.  H.  Morrell,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 207-209  East  49th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner :  Anita  H.  H.  Morrell. 

For  Administration:  Inspector  Maher  of  fire  de¬ 


partment. 

ACTION  OF  BOARD — Petition  dismissed. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell,  Fire  Chief  Kenlon, 

Superintendents  Kleinert  and  Moore  .  8 

Negative  .  0 

Absent:  Mr.  Gunnison,  Deputy  Fire  Commis¬ 
sioner  Hannon,  Superintendents  Brady,  Re- 

ville  and  McDermott  .  5 

THE  RESOLUTION: 

(301-25-S) 


Whereas,  Anita  H.  H.  Morrell,  owner,  filed,  March  IS, 
1925,  a  petition,  with  the  board  of  standards  and  appeals, 
for  variation  from  the  requirements  of  the  labor  law,  as 
cited  in  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  207-209  East  49th  street,  Borough  of  Manhattan ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Jan¬ 
uary  31,  1925,  reads: 

“1.  Enclose  interior  stairway  at  west  side  of  build¬ 
ing  in  cellar  with  partitions  of  fire  resisting  material. 
Sec.  271  of  the  Labor  Law.”; 

and 

Whereas,  this  order  has  been  rescinded  of  record  in 

the  fire  department. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed. 


434-25-S. 

PETITIONER — Adolph  Mertin,  for  V.  De  Luca,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 186  Grand  street  and  157-161 
Mulberry  street,  Manhattan. 

APPEARANCES— 

For  Petitioner :  Adolph  Mertin. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Kennedy, 
Dowd,  Holland,  Connell,  Fire  Chief  Kenlon, 


Superintendents  Kleinert  and  Moore  .  8 

Negative  .  0 

Absent:  Mr.  Gunnison,  Deputy  Fire  Commis¬ 
sioner  Hannon,  Superintendents  Brady,  Re- 

ville  and  McDermott  .  5 

THE  RESOLUTION: 

(434-25-S) 


Whereas,  Adolph  Mertin,  for  V.  De  Luca,  owner,  filed, 
April  21,  1925,  a  petition,  with  the  board  of  standards  and 
appeals,  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  186  Grand  street  and  157-61  Mulberry  street, 
Borough  of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
2,  1925,  reads: 

“1.  Remove  the  substandard  fire  escape  on  the  east 
side  of  the  building  or  reconstruct  same  as  per  Sec¬ 
tion  274  of  the  Labor  Law  and  Rule  3  of  the  Board 
of  Standards  and  Appeals  adopted  May  9th,  1924. 

“Among  the  defects  noted  are  the  following : 

“Windows  on  course  not  fireproof,  self-closing.  No 
60  degree  connecting  stairways. 

“Plans  for  all  structural  changes  should  be  filed  in 
the  Bureau  of  Buildings,  as  required  by  Chapter  503, 
Laws  of  1916.”; 
and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  25.2  ft.  by  100  ft.  in  area.  OCCUPIED:  1st  story, 
bank,  15  persons ;  2nd  story,  bookbinder,  10  persons ;  3rd 
story,  vacant ;  4th  story,  textile  printing,  8  persons ;  5th 
story,  men’s  clothing  (contractors),  35  persons;  6th  story, 
textile  printing,  8  persons;  EQUIPPED  with  a  sprinkler 
system  and  a  fire  alarm  signal  system.  EXITS :  An  in¬ 
terior  fireproof  stairway,  extending  from  the  1st  story  to 
roof ;  enclosed  in  brick  walls  with  fireproof  doors  at  open¬ 
ings  ;  a  standard  fire  escape  on  Grand  street  front  of  the 
building;  a  substandard  fire  escape  on  Mulberry  street  front 
of  the  building,  extending  from  ground  to  the  top  story ; 
ROOFS  of  adjoining  buildings  same  level  at  west;  and 

Whereas,  the  petitioner  claims  the  fire  escapes  required 
to  be  removed  under  Order  No.  75089  are  structurally 
strong;  that  they  are  supplemental  to  and*  in  addition  to 
the  exits  required  by  the  labor  law  with  which  this  build¬ 
ing  is  provided ;  and  requests  the  board  to  permit  the  sub¬ 
standard  fire  escape  on  Mulberry  street  front  to  remain 
without  change. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  fireproofing  of  the  windows,  on 
condition  that  the  substandard  fire  escape  shall  otherwise 
comply  with  the  rules  of  the  board  of  standards  and  ap¬ 
peals,  and  granted  on  further  condition  that  all  exits  re¬ 
quired  by  the  labor  law  shall  be  installed  and  maintained 
and  that  the  occupancy  of  the  entire  building  shall  not 
exceed  the  legal  capacity  of  the  exits  required  by  law. 


Adjourned  3.30  p.  m. 

William  J.  O’Gorman,  Secretary. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVER 

SPRINKLER 

[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Friday,  September  25,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves ,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-i 
siotier  may  require,  not  exceeding  three  (j),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  proznded 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

■All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wiiV>  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  until  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 
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Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall.  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings.  / 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  proznded  that  there  are  separate  feed 
mains  from  the  basement  or  lozvest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  ( 2 )  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be- 
lozv  the  top  of  the  staves  in  wooden  tanks  and  one  (1) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is '  of  brass  or  copper  or  other  non-corrosive  metal  and 
without  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  tzventy-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  where  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  which  may  be  of  three  layers  of  one-inch 
(/")  hair  felt  interspersed  zvith  building  paper  well  wrapped 
and  secured  and  covered  with  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means '  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  not  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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■es  shall  be  approved  by  the  Superintendent  of  Buildings, 
inks  not  enclosed  and  exposed  to  the  weather  shall  be 
vered  with  a  double  roof  of  acceptable  construction  con- 
ting  of  a  tight  flat  cover  of  matched  boards  and  above 
is  a  conical  roof  which  shall  be  covered  with  an  ap- 
ovcd  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
rd  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca- 
city  and  located  on  a  structure  altogether  independent  of 
ildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
e  ground  level,  and  not  less  than  20  feet  above  the  high- 
t  line  of  sprinklers  below  the  main  roof  of  the  highest 
aiding  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
fficient  water  to  supply  twelve  and  one  half  per  cent 
2/4%)  of  the  number  of  sprinklers  in  the  average  pro- 
cted  fire  area  for  twenty  (20)  minutes,  but  not  less 
an  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  system 
here  supplemented  by  an  auxiliary  ivater  supply,  and  not 
ss  than  5,000  gallons  of  zvater  for  a  dry-pipe  system.  No 
;ngle  tank  shall  have  a  capacity  greater  than  9,000  gallons, 
he  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
ider  a  pressure  of  seventy-five  (75)  pounds  per  square 
ch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
ire  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
ill  be  available  on  the  highest  line  of  sprinklers  below 
ie  main  roof  when  all  the  water  lias  been  discharged  from 
.e  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
ighest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
ighest  line  of  sprinklers  supplied  by  tank  or  tanks. 

•  Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
apply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
lis  rule,  the  amount  of  water  to  be  provided  in  excess  of 
25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
1  tandards  and  Appeals. 

1  The  water  shall  be  supplied  through  a  fixed  pipe,  inde- 
cndent  of  the  sprinkler  piping,  not  less  than  [two]  one 
ud  one-half  (i1/*)  inches  in  size  [with  a  one  and  one- 
uarter  (/]4)  inch  connection  to  the  tank],  or  through  a 
I  y-pass  not  less  than  [two  (2)]  one  and  one-half  (/] 4)  in* 

;  lies  in  size  around  the  check  valve  in  the  discharge  pipe 
rovided  the  supply  is  of  sufficient  pressure  to  fill  the  tank, 
he  water  supply  and  connections  shall  be  capable  of  sup- 
lying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
allons  per  minute  without  reducing  the  pressure  in  the 
ink.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
n  the  end  opposite  the  glass  gauge,  or  other  acceptable 
evice,  to  indicate  the  level  of  the  water  when  the  tank  is 
wo-thirds  full. 

!  The  air  compressor  shall  be  of  sufficient  capacity  to 
ncrease  the  air  pressure  at  the  average  rate  of  one 
1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
0  the  city  water  supply  shall  be  capable  of  furnishing 
vater  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
inder  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Vater  Supply,  Gas  and  Electricity,  the  size  of  each  con- 
lection  shall  be  as  large  as  that  of  the  main  riser  and 
ot  less  than  four  (4)  inches,  and  shall  have  a  conven- 
ently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
:urb,  or,  when  possible,  still  further  away  from  the 
>uilding.  The  control  valve  shall  be  fitted  with  a  frost 
ind  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
han  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
txtending  to  a  compartment  at  the  level  of  the  side- 
valk.  The  cover  shall  be  bolted  to  the  casing  and 
!  shall  be  so  marked  as  to  be  quickly  located  and  to 
ndicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
?as  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  id"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (j) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  zvater  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Eire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

EzAdence  establishing  the  fact  that  water  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub- 
mitted  to  tlie  Eire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
below  mam  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  tlie  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all -openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  04)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  ‘hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  bw 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  tire  area 
need  not  include  those  located  in  low  positions,  sucu 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  tUe  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

in  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  (l/2)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  ()4)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


.  ,  .  ,  \6)  men  test  pipe  at  the  top  of  tht 

sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15' 
pounds  per  square  inch  between  the  hours  of  six  a  m 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  ot 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  ore- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  with 
Kules  yd,  39  and  40  hereinafter  provided  for. 

V  Rulee  n3V  SPrink!er  Spacing.  Sprinkler  heads  and 
tines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 

,me  °f  sPr“lkle.rs  sha11  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  bor  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads— 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (114)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  (y2)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (l) 
inch  Conran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly.  y 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,  but  ess  than  five  (5)  feet  on  centers,  will  require 
diction  rU  Ulg  by  the  adm>nistrative  official  having  juris¬ 
t's. ted  Construction.  Under  open  finish  joisted  con 
struction  ceihngs,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  Staggered  spaced”  so  that  heads  on  one  line  will 
linesPP°Slte  a  P°lnt  way  between  heads  on  adjacent 

hewJT  Stan^ard  .one-half  ()4)  inch  heads  the  distance 
^r,en J.inf  s  of  sprinklers  shall  not  exceed  ten  (10)  feet, 

eivht  ^  rC6fhbetWaen  h?,ads  °n  each  line  sha11  not  exceed 
nlr  1  8  m  *the  /er\d  rheads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis- 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
*rom  cen.ter  to  center  0f  girders,  and  the  heads 
hv  i  i  1  bn  SPfCjd  °n  each  hne  so  that  the  area  covered 
In  y  6  hCnd  d0eS  u°u  exCeed  eighty  (8°)  s<3uare  feet. 
Iiu/ w  f  w?fre  SUch  bays  are  over  eleven  and  one-half 
Wld\ two  or  mo.re  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


R ,!3hyyer  thCw  teri?  “Conran  head”  is  used  in  thes 
.  J  ’  }\'s  to  be  tal?en  as  meaning  either  a  Conra 
head  ot  the  type  tested  and  approved  by  the  Fire  Dc 
partment,  or  one  that  has  passed  similar  tests  by  th 
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/here  girders  and  joists  are  flush  at  the  bottom,  heads 
lall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
ljacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
!  stance  between  the  heads  on  each  line  shall  not  exceed  six- 
en  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
jt  more  than  four  (4)  feet  from  wall  or  partition.  Where 
irders  project  below  the  under  side  of  joists  and  divide 
le  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
idth,  measured  from  center  to  center  of  girders,  one  line 
lall  be  placed  in  the  center  of  each  bay.  In  bays  exceed- 
ig  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
2  installed  in  each  bay  and  in  no  case  shall  the  distance 
;tween  adjacent  lines  exceed  twenty  (20)  feet. 

L  (c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
fie  distance  between  adjacent  lines  shall  not  exceed  twenty- 
ve  (25)  feet  and  the  distance  between  the  head  on  each  line 
lall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lies  being  spaced  not  more  than  five  (5)  feet  from  wall 
•  partition.  Where  girders  project  below  the  under  side 
f  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 
•-five  (25)  feet  in  width,  measured  from  center  to  center 
f  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
i  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
le  distance  between  adjacent  lines  exceed  twenty-five  (25) 

!  ;et. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
nooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
.-et  wide  and  over  (measurements  to  be  taken  from  center 

>  center  of  timber,  girder  or  other  projection  or  support 
Arming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 

>  follows : 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
ach  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
/idth,  and  the  distance  between  the  heads  on  each  line 
hall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

t  Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
hail  twenty-three  (23)  feet  in  width,  shall  contain  at 
;ast  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
set  in  width  or  over  shall  have  the  lines  therein  not  over 
en  (10)  feet  apart'.  In  bays  in  excess  of  twelve  (12) 

>  eet  in  width,  not  more  than  one  hundred  (100)  square 
eet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
f  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
idth,  and  the  distance  between  the  heads  on  each  line 
hall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
wenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
nes  and  in  no  case  shall  the  distance  between  adjacent 
nes  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1 )4)  inch 

eads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
ach  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
vidth  and  the  distance  between  the  heads  on  each  line 
hall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
f  twenty-five  (25)  feet  in  width  shall  contain  at  least 
wo  (2)  lines  and  in  no  case  shall  the  distance  between 
djacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
fill  construction  shall  apply  as  far  as  practicable.  The 
ule  may  be  modified,  however,  the  intent  being  to  ar- 
ange  the  spacing  of  heads  to  protect  the  contents  rather 
nan  the  ceilings;  but  in  no  case  shall  the  distance  be- 
ween  a  head  on  one  line  and  a  head  on  an  adjacent 
ine  exceed  the  following: 


(a)  For  standard  one-half  ( )4 )  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  \\  here  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()/<)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  sliaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (l)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof-  be  used  in  lieu  of  heads  located  in  peak  of 
roof  • 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint'  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinkle  -^Aectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
Joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position’  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  o<r 
ceiling,  as  he  may  direct. 


Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  {l/2)  inch  heads — 

Maximum  No.  of 


Size  of  Pipe 

inch  . 

1  “  . 

Heads  Allowed 

iy  “  . 

.  3 

it 

i'y2  “  . 

.  5 

it 

2  “  . 

.  10 

it 

2y2  “  . 

.  20 

a 

3  “  . 

a 

zy2  “  . 

.  55 

u 

4  “  . 

.  80 

a 

5  “  . 

.  140 

u 

6  “  . 

.  20O 

n 

7  “ 

it 

8  “  .  420 


(b)  For  Conran*  one  (1)  inch  heads- — 


Size  of  Pipe 


1  inch 
iRt  “ 
V/2  “ 


2H 


3 

4 

5 

6 

7 

8 


(( 


H 


Maximum  No.  of 
Heads  Allowed 

1  head 

2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 


U 


ti 


it 


(c)  For  Conran*  one  and 


Size  of  Pipe 
1%  inch 
l'A  “ 

2 


3 

4 

5 

6 

7 

8 


a 

tt 

a 

a 

tt 

a 

n 


one-quarter  (1J4)  inch  heads — 
Maximum  No.  of 
Heads  Allowed 

.  1  head 

.  2  heads 

.  3  “ 


12  “ 

21 

40 

60  “ 
84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2]/2)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (]/2)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  jf  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  (y2)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  ( 1 %)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser ”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser’', 
forty  (40)  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall®  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating.  . 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

1  Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
1  be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  wall  and  exposed  to  the  weather,  they 
shall  be  fitted  with  hoods  or  dozvn-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve ; 

At  each  gravtiy  tank ; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used  ; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 

drains  shall  be  installed  with  controlling  valves  so  that  flow- 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1%)  inches  in  size]  shall  be  not  less  than  l  inch 
in  size  where  floor  valves  arc  not  over  2l/i  inches  in  size 
and  i) 4  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i}/2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  04)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  ( y2 )  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  -)4  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  4  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  y2- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  zvhere  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  Y^-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  24-mc/i  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4l/2) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve ;  • 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  z'alvc  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (%) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (J4)  inch 
sprinkler  heads  or  three  (3)  Cgnran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

.  (a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining.  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

.The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 


IN ot  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  (y2)  inch  heads  ....  400 

(b)  For  Conran*  one  (1)  inch  heads  . 100 

(c)  For  Conran*  one  and  one-quarter  ( 1 %  inch  heads  64 

Where  equipped  with  an  approved  quick-opening  device 

UlS.  f°“°win9  number  of  heads  may  be  controlled  by  one 
1  ype  A  dry-pipe  valve  : 


(a)  For  Standard  one-half  (y2)  inch  heads .  Soo  ¬ 
th)  For  Conran *  one  (i)  inch  heads  .  200 

\c)  For  Conran*  one  and  one-quarter  (i%)  inch  heads. ieS 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm  I 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve  I 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris- 
diction,  the  dead  end.  of  every  feed  main  in  such  dry-pipe  ( 
system  shall  be  provided  with  an  air  relief,  valve  or  vent,  I 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 


Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B’’  dry-pipe  valve: 


(a)  For  Standard  one-half  (y)  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  ( l'y )  inch  heads.  84 

Kule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (y2)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  iti  concealed 
pipe  systems,  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

.  Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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^ule  33.  Approval  of  Sprinkler  System  [Tests],  Before 
eptance  all  automatic  sprinkler  systems,  excluding  the  \va- 
supply  tanks,  shall  be  subjected  after  installation  to  a 
Irostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
•  square  inch  in  excess  of  that  which  will  be  normally 
ried  and  observed  in  the  sprinkler  system,  such  test 
■ssure,  however,  never  to  be  less  than  one  hundred  and 
;y  (150)  pounds  per  square  inch  in  any  part  of  the  sys- 

h. 

-Ml  pressure  tanks  shall  be  tested  after  erection  to  a  test 
assure  of  one  and  one-half  (1J4)  times  the  working  pres- 
e.  To  prevent  the  possibility  of  serious  water  damage 
case  of  a  break,  the  pressure  shall  be  maintained  by  a 
all  pump,  the  main  controlling  gate  being  meanwhile 
it  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
■d  for  testing  systems. 

n  automatic  dry-pipe  systems  with  “Type  A”  valve  con- 
’  >1,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
i  ill  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
i  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
o  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
jrs. 

n  the  case  of  automatic  dry-pipe  systems  with  dififeren- 
1  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
ing  the  test  to  prevent  in  jurying  the  valve. 
\Ton-automatic  systems  shall  be  tested  after  installation 
not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
the  pressure  necessary  to  reach  the  highest  line  of  sprin- 
•rs. 

Ml  tests  of  installed  systems  shall  be  made  by  the  con- 
ctor  in  the  presence  of  the  Fire  Commissioner,  or  his 
:horized  representative. 

Vo  piping,  devices  nor  any  portion  of  a  ncivly  constructed 
■inkier  system  shall  be  covered  up  or  permanently  con- 
i led  until  tested  by  the  Bureau  of  Fire  Prevention  and 
‘'roved  of  in  writing,  except  piping  passing  through  floors, 
lls,  partitions  or  beams  for  distances  equal  to  the  thick- 
j  s  of  such  floors,  walls,  partitions  or  beams. 

^ule  34.  Non-fireproof  Business  Buildings.  Automatic 
intklers  required  in  non-fireproof  business  buildings  under 
■  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
!  dinances,  unless  otherwise  specifically  provided  in  these 
es,  shall  consist  of  at  least  a  One  Source  System. 

?ule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
inklers  required  in  buildings  having  occupancies  consid- 
:d  to  be  dangerous  or  hazardous  by  the  Fire  Commis- 
ner  shall  consist  of  at  least  a  one-source  system  unless 
erwise  specifically  provided  for  in  these  rules. 

^ule  36.  Factories  and  other  Buildings.  Automatic  sprin- 
rs  required  in  buildings  under  the  provisions  of  the  Code 

Ordinances  and  the  Labor  Lazv  shall  consist  of  at  least 
;  rne-source  system. 

iule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
uired  in  theatre  buildings  under  the  provisions  of  Chap- 
|  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con- 
:  of  at  least  a  One  Source  System. 

1  iule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
:  uired  in  buildings  in  which  fireworks  are  stored  or  sold 
ler  the  provisions  of  Chapter  in.  Article  6,  Section  92, 
le  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  tzvo  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  .1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  zvhich  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  IV hen  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Undcrzi'ritcrs.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


NOTICE 


BUILDING  CODE  ON  SALE.  ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Building  Code  aie  now  on  sale  at  the  Copies  of  the  Electrical  Code  are  now  on  s.-le  at  the 
tributing  Division  of  the  City  Record  Office,  125  Worth  Distribting  Division  of  the  City  Record  Office,  125  Worth 
let.  Price,  $1.25;  by  mail,  $1.35.  street.  Price.  30c;  by  mail,  35c. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  September  17,  1925.. 

Restored  to  calendar  . 

Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification  . 

Requests  to  rescind  . . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans . 

Administrative  requests  . 

* 

Requests  for  interpretation . 


DISPOSITION  OF  CASES. 

598  Withdrawn 
Dismissed 
Denied  .... 

Granted  .. 

Granted  on  condition  .  5( 

Appliances  approved  .  ] 

52  Appliances  dismissed,  disapproved  or  withdrawn . 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

97  Requests  to  reopen  granted  .  s 

Requests  to  reopen  denied  . . . . 

3  Requests  to  amend  granted  . • . 

Requests  to  amend  denied  . 

32  Requests  for  modification  granted  .  3 

Requests  for  modification  denied  . 

1  Requests  to  rescind  granted  . 

Requests  to  rescind  denied  . 

14  Requests  for  extension  of  time  granted .  lj 


Requests  for  extension  of  time  denied  . 

16  Requests  for  extension  of  permit  granted .  l 

Requests  for  extension  of  permit  denied  . 

1  Requests  to  install  granted  . 

Requests  to  install  denied  . 

11  Plans  approved  .  1 

Plans  disapproved  . 

3  Administrative  requests  granted  . 


Administrative  requests  denied  or  withdrawn 

1  Interpretations  . 

Requests  withdrawn  or  dismissed  . 


Total  .  I.790  Total  .  96 

Disposed  of  .  962 

Cases  pending  September  17,  1925  .  828 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  th 
offices  of  the  board  and  of  the  further  publication  of  th 
calendars  in  the  daily  press. 

'  *  If  i 

Fourth,  That  no  one  is  entitled  to  written  notice  of  th< 
date  for  the  hearing  in  his  case,  and  that  the  plea  o  | 
failure  to  receive  such  notice  is  no  excuse  for  neglect  t<: 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  o 
all  cases  promptly,  for  the  reason  that  the  pendency  of  ai 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  oi|j 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failun 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  hj} 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BliL 
LET! N  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  t( 


Name  . 

Street  . 

P.  O . 

My  subscription  is  to  begin  with  th'*  issue  for  .  1925. 

998  '  36-2000-25-O’C 
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DIRECTORY 


BOARD  OF  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 

mes  P.  Holland  John  Dowd 

'Nrv  L.  Connell  Joseph  B.  Gunnison 

re  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy 


DATES  AND  HOURS  OF  MEETING. 

Board  of  Appeals,  Tuesdays,  at  10  a.  m. 

Special  meetings  as  listed  in  this  Calendar. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

Board  of  Standards  and  Appeals,  as  listed  in  the  Cal 


All  hearings  are  held  in  Room 
Manhattan. 


1013,  Municipal  Building. 


BOARD  OF  STANDARDS  AND  APPEALS. 
WILLIAM  E.  WALSH,  Chairman. 


mes  P.  Holland  John  Dowd 

nry  L.  Connell  Joseph  B.  Gunnison 

<e  Chief  John  Kenlon  J.  Sarsfiei.d  Kennedy 

omas  J.  Drennan . Fire  Commissioner 

arles  Brady . ...Supt.  of  Buildings,  Manhattan 

J.  Reville . Supt.  of  Buildings,  The  Bronx 

bert  E.  Kleinert . \ ...  .Supt.  of  Buildings,  Brooklyn 

in  W.  Moore . Supt.  of  Buildings,  Queens 


i.LiAM  J.  McDermott - Supt.  of  Buildings,  Richmond 

William  J.  O’Gorman,  Secretary 
Edward  V.  Barton,  Chief  Clerk 
mce— Municipal  Building,  Rooms  1001  to  1015. 
ephone— Worth  0184. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en 
gmeers  pertaining  to  the  work  .of  Wfier  board,  will  b< 
seen  only  between  the  hour^HeH  in  the  morning  and  on, 
in  the  afternoon— Sattj^day^  excepted. 

IK1®  CfAlHSNDAR. 

ons  under  the 


CALL  OF  CL 


n  TA®  Clerks  Calendar  vfMsists  of  appkr 
Building  Zone  Resolution,  and  its^bp^to  give  inter 

and^  ;n0rrty  ,°,TerS  objections,  if  any 

1025  a  9bC*  f  Cd  T  Tuesday,  September  29 

on  adefiniteday  At^ “‘hcaa^He.  for  heari„f 

The  next  subsequent  Call  rxftW  CalendaraWfll  be  or 
Tuesday  October  6,  1925,  at  2  o’clock. 

the  Clerk’s  Calendar  is  not  to  he  -confused  with  th< 

on  °LyTS  haV'  b"n  defini,el'  set  for 


fice  Hours— 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

communications  should  be  addressed  to  the  chairman 
of  the  board. 


CONTENTS 


his  issue  of  the  Bulletin  contains,  in  the  order 
;n — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  Board  of  Appeals,  September 
22,  1925. 

Minutes  of  Special  Meeting,  Board  of  Appeals,  Sep¬ 
tember  22,  1925. 

Rules. 

Notice  of  Public  Hearing. 

Progress  Report. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal, _  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
ficUl  'r°m  ^atC  thC  act'-on  1,1e  Administrative  Of- 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap- 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  Superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice.  v 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  September  23,  1925. 

Cal.  No.  Department.  Premises  Affected. 

981-25-BZ . B.B.M.  ..520-530  8th  ave.,  Man. 

- : -  N.  B.  549-1925. 

980-25-S . H.D . 308  Hopkins  ave.,  L.  I.  City,  Q. 

-  Cellar  Bakery. 

979-25-BZ . B.B.Q.  ...144-18  Hillside  ave.,  Jamaica, 

-  Q.  N.  B.  702-1925. 

978-25-A . F.D . 2-30  Lorraine  st.,  Bklyn. 

- -  F-83492. 

977-25-BZ . F.D . N.  W.  C.  Roosevelt  ave.  &  63rd 

st.,  Corona,  Q. 

• -  Alt.  1153-1925. 

976-25-BZ . B.B.B.  ...2094-2104  Union  st.,  Bklyn. 

-  Alt.  16976-1925. 

975-25- A . B.B.B.  ...1957  Park  pi.,  Bklyn. 

-  Revocation  of  Permit. 

974-25-BZ . B.B.B.  ...S.  S.  Broadway,  203  ft.  W.  of 

Forrest  ave.,  Little  Neck,  Q. 

-  N.  B.  16007-1925. 

973-25-S . F.D . 513-519  W.  58th  st.,  Man. 

-  L.  D.  80262. 

972-25-BZ . B.B.B.  ...767-793  E.  New  York  ave., 

-  Bklyn.  Applic.  3718-1925. 

971-25-S . F.D . 142-146  W.  24th  st.,  Man. 

-  L.  D.  83248. 

970-25-BZ . B.B.B.  ...803-811  DeKalb  ave.,  Bklyn. 

-  Alt.  11133-1925. 

969-25-A . B.B.B.  .  .24  Myrtle  ave.,  Bklyn. 

- -  Applic.  14357-1925. 

968-25-A . F.D . S.  W.  C.  2nd  ave.  &  9th  st., 

- *  College  Pt.,  Q.  F-84099. 

967-25-S . F.D . 35  Wilbur  ave.,  L.  I.  City,  Q. 

- L.  D.  79008. 

966-25- A . F.D.  ...  S.  S.  Kenmore  rd.,  72  ft.  W. 

Douglas  rd.,  Douglaston,  Q. 

-  L.  C.  97847. 

965-25-BZ . B.B.Bx.  .758  E.  213th  st.,  Bx. 

-  N.  B.  2138-1925. 

964-25-S . F.D . 1364-1370  Broadway,  Man. 

-  Decision. 

963-25-A . F.D . 29-31  Pennsylvania  ave.,  Bklyn 

-  F-71241-F-71242. 

962-25-S . B.B.M.  ..117  W.  26th  st.,  Man. 

Decision. 


CODE. 

F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

B.B.Bx . Bureau  of  Buildings,  Bronx 

T.H.D . . Tenement  House  Department 


CALL  OF  CLERK'S  CALENDAR. 

Tuesday,  September  29,  1925,  at  2  p.  m. 

Building  Zone  Cases. 

518-25-BZ. 

APPLICANT — Mary  J.  Cheeseman,  owner. 

PREMISES— 110  West  82nd  street,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
business  use  (hairdressing),  contrary  to  section  3 
of  the  building  zone  resolution. 

661-25-BZ. 

APPLICANT — George  Kindermann,  for  Manderkin  Build 
ing  Co.,  owner. 

PREMISES — 1362-1366  Webster  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  and  also  a  “B”  area  distric 
the  omission  of  a  rear  yard,  as  required  by  tht 
building  zone  resolution. 

863-25-BZ. 

APPLICANT — Francis  L.  Archer,  for  Empire  Investor: 
Corporation,  owner. 

PREMISES — 660  Fifth  avenue,  Manhattan. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi 
ness  district  the  erection  and  maintenance  of  ; 
business  building. 

754-25-BZ. 

APPLICANT — Robert  Tappan,  for  Cord  Meyer  Develop1 
ment  Co.,  owner. 

PREMISES — North  side  of  Austin  street,  bounded  b; 
Puritan  avenue  and  Atom  place,  Forest  Hills 
Queens. 

TO  PERMIT  in  a  residence  district  the  erection  and  main 
tenance  of  a  group  of  26  one-car  attached  garages 
for  the  storage  of  pleasure  motor  vehicles  as  ai 
accessory  to  private  dwellings  located  within  th< 
same  block. 


BOARD  OF  APPEALS. 

Tuesday,  September  29,  1925,  at  10  a.  in. 
Appeals  from  Administrative  Orders. 

318-25-A — East  side  of  Newtown  Creek,  586.63  feet  north 
of  Grand  street,  Maspeth,  Queens. 
445-25-A — 104-106  West  49th  street,  Manhattan. 

483-25-A — Southwest  corner  of  University  avenue  and  Wesi 
181st  street,  The  Bronx. 

517-25-A — 286-304  Furman  street,  Brooklyn. 

554-25-A— 83-101  North  Third  street  and  209-219  Wythe 
avenue,  Brooklyn. 

556-25-A — 51  Henry  street,  Winfield,  L.  I.,  Queens. 
564-25-A — 106-110  Seventh  avenue,  Manhattan. 

150-25-A — 15-19  Amsterdam  avenue,  Manhattan. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

336-25-A — 46  Old  Broadway,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone! 
resolution,  Tuesday  morning,  September  29,  1925,  at  1C 
o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  85-25-BZ — Application,  January  21,  1925,  under 
the  building  zone  resolution,  of  Williair 
F.  Doyle,  applicant,  on  behalf  of  Mi¬ 
chael  T.  Watts,  lessee,  to  permit  part¬ 
ly  in  a  business  district  and  partly  in 
a  residence  district  the  maintenance  oi 
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an  open  garage  parking  space  for  the  cai. 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  332  West  57th  street, 
Manhattan. 


no.  298-25-BZ — Application,  March  18,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Drosihn,  Jr.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  234-238  East  85th  street,  Man¬ 
hattan. 

no.  1091-24-BZ — Application,  September  2,  1924,  under 
the  building  zone  resolution,  of  John 
W.  Clancy,  applicant,  on  behalf  of 
Valballa  Corporation,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  341  East  184th  street, 
northwest  corner  of  Marion  avenue, 
The  Bronx. 

NO.  402-25-BZ — Application,  April  14,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Emma  A. 
Justice,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises 
southeast  corner  of  East  182nd  street 
and  Folin  street,  The  Bronx. 

no.  626-25-BZ — Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 
C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building;  premises 
1421-1437  Ocean  avenue  and  1060-1068 
Kenmore  place,  Brooklyn. 

no.  429-25-BZ — Application,  April  21,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Gardstein,  architect,  on  behalf  of  Isa¬ 
belle  Weber,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  residence  building  to  be  used 
for  store  purposes  on  the  first  story ; 
premises  2374-2376  60th  street,  Brook¬ 
lyn. 

no.  505-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Walton 
Whyte  Realty  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  east  side  of  Jerome 
avenue,  350  ft.  south  of  East  181st 
street,  The  Bronx. 

no.  551-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  H. 
Eccles,  architect,  on  behalf  of  Henry 
Hellenek,  owner,  to  permit  in  a  busi¬ 
ness  district  and  also  within  200  ft.  of 
a  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
south  side  of  Patterson  avenue,  50  ft. 
west  of  Ely  avenue,  Astoria,  Borough 
of  Queens. 


no.  1534-24-BZ — Application,  December  30,  1924,  under 
the  building  zone  resolution,  of  William 
J.  Conway,  architect,  on  behalf  of  John 
Muldoon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  64-68  West  9th  street,  Brook¬ 
lyn. 

cal.  no.  87-25-BZ— Application,  January  21,  1925,  under  the 
building  zone  resolution,  of  David  L. 
Malbin,  applicant,  on  behalf  of  Pasquale 
Sabbarese,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  617-633  Brooklyn  avenue 
Brooklyn. 

cal.  no.  306-25-BZ— Application,  March  19,  1925,  under 
the  building  zone  resolution,  of  William 
Farrell,  architect,  Emil  E.  Gabler, 
owner,  Casanova  Nash  Sales  Corp.,  les¬ 
see,  to  permit  in  a  business  district  the 
use  and  occupancy  of  a  new  building 
as  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
700  Southern  boulevard,  northeast  cor¬ 
ner  of  Leggett  avenue,  The  Bronx. 

CAL.  NO.  343-25-BZ— Application,  March  30,  1925,  under  the 
building  zone  resolution,  of  Benjamin 
Bag,  applicant,  on  behalf  of  Bay  Ridge 
Building  Materials  Corporation,  owner, 
to  permit  in  a  residence  district  the 
maintenance  of  a  building  material  stor¬ 
age  yard;  premises  244  69th  street, 
Brooklyn. 

cal.  no.  1003-24-BZ— Application,  August  5,  1924,  under  the 
building  zone  resolution,  of  David  Fal¬ 
coner,  applicant  and  owner,  to  permit  in 
a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  185  Jamaica  avenue,  Long 
Island  City,  Borough  of  Queens. 

cal.  no.  586-25-BZ— Application,  June  8,  1925,  under  the 
building  zone  resolution,  of  Harrison 
G.  Wiseman,  Magnuson  and  Kleinert, 
applicants,  Louis  N.  Jaffe,  owner, 
Maurice  Schwartz,  lessee,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  for  store  and  the¬ 
atre  purposes;  premises  181-189  Second 
avenue  and  240-242  East  12th  street, 
Manhattan. 

CAL.  no.  405-25-BZ— Application,  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West! 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  486-25-BZ.— Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Estate 
of  George  Friedland,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  113-117  Chrystie  street,  Man¬ 
hattan. 
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cal.  no.  455-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Gould 
Mersereau  Company,  owner,  to  permit 
in  a  business  district  the  erection  of  a 
building  and  the  use  of  more  than  25 
per  cent  of  its  total  floor  space  for  fac¬ 
tory  purposes ;  premises  east  side  of 
Nott  avenue,  90  ft.  east  of  Van  Alst 
avenue,  Long  Island  City,  Borough  of 
Queens. 

cal.  no.  553-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  South 
Ozone  Park  Operating  Co.,  Inc.,  appli¬ 
cant  and  owner,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  theatre  building ;  premises  northwest 
corner  of  Zuider  avenue  and  Nebraska 
avenue,  South  Ozone  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

Tuesday,  September  29,  1925,  at  2  p.  in. 

Petitions  for  Variations.  " 

39J-25-S— 17  East  55th  street,  Manhattan. 

443- 25-S — -668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 740-744  Broadway,  Manhattan. 

433-25-S— 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

563-25-S — 263-271  West  38th  street,  Manhattan. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S— 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-2.5-S — 464  Liberty  avenue,  Brooklyn. 

274-25-S — 36  West  36th  street,  Manhattan. 

533-25-S — 269-71  State  street,  Brooklyn. 

561-25-S — 6  West  29th  street,  Manhattan. 

625-25-S— 148-150  East  28th  street,  Manhattan. 

444- 25-S — 27-35  West  24th  street,  Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

807-25-S — Washington,  Carlisle  and  West  streets,  Man¬ 
hattan. 

Appliances  Submitted  for  Approval. 

535-25-SA — Universe  Automatic  Oil  Burner,  approval  of. 
242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  approval  of. 


BOARD  OF  STANDARDS  AND  APPEALS 

SPECIAL  MEETING. 

Friday,  October  2,  1925,  at  10  a.  m. 

Petitions  for  Variations. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464-25-S— 45-47  Crosby  street,  Manhattan. 

468-25-S — 40-42  West  37th  street,  Manhattan. 


355-25-S— -514-516  West  57th  street,  Manhattan. 
374-25-S — 963-965  Kent  avenue,  Brooklyn. 

461-25-S — 251-255  West  39th  street,  Manhattan. 
465-25-S — 26-34  Sullivan  street  and  47-49  Watts  stre 
Manhattan. 

440-25-S — 352  East  76th  street,  Manhattan. 

448-25-S — 26  West  20th  street,  Manhattan. 

469-25-S — 692-694  Broadway  and  388  Lafayette  stre 
Manhattan. 

481-25-S — 237-239  Lafayette  street,  Manhattan. 
500-25-S— 873  Sixth  avenue,  Manhattan. 

415-25-S — 338-340  Flushing  avenue,  Brooklyn. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Ma 
hattan. 

430-25-S — 365-367  Canal  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  stre' 
Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 
1525-24-S — 107  East  31st  street,  Manhattan. 

718-18-S — 17-23  East  Broadway,  Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 

321-25-S — 232-234  West  37th  street,  Manhattan. 


CALL  OF  CLERK’S  CALENDAR. 

Tuesday,  October  6,  1925,  at  2  />.  m. 

Building  Zone  Cases. 

653-25-BZ. 

APPLICANT— John  De  Hart,  for  Active  Holding  C 
Inc.,  owner. 

PREMISES— 319-323  East  148th  street,  The  Bronx. 

TO  PERMIT  the  extension  from  an  unrestricted  distr 
into  a  business  district  of  a  proposed  garage  for  t 
storage  of  more  than  five  (5)  motor  vehicles. 

669-25-BZ. 

APPLICANT — Jacob  Zwerling,  lessee. 

PREMISES — Northwest  corner  of  Belmont  avenue  a; 
Fordham  road,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  mai 
tenance  of  a  gasoline  selling  station. 


BOARD  OF  APPEALS. 

Tuesday,  October  6,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 
510-25-A— 102  71st  street,  Brooklyn. 

116-25-A — 54  West  57th  street  and  59  West  56th  strei 
Manhattan. 

157-25-A— 159  Nott  avenue,  Long  Island  City,  Queens.; 
199-25-A — 25  Pine  street,  Manhattan. 

397-25-A — Foot  of  Hubbard  street,  Brooklyn. 

520-25-A — East  side  Tibbett  avenue,  273  ft.  south  of  We 
246th  street.  The  Bronx. 

536-25-A — 841-847  Tiffany  street,  The  Bronx. 

540-25- A — East  177th  street  and  Bronx  River,  200  ft.  fro 
Devoe  avenue,  The  Bronx. 

565-25-A — Boynton  and  Manor  avenues,  East  172nd  stre 
and  East  173rd  street,  The  Bronx. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appe; 
of  a  public  hearing  under  the  provisions  of  the  building  zo 
resolution,  Tuesday  morning,  October  6,  1925,  at  10  ocloc 
in  Room  1013,  Municipal  Building,  on  the  following  m: 
ters : 
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.  no.  1250-24-BZ — Application,  October  21,  1924,  under 
the  building  zone  resolution,  of  Croker 
National  Fire  Prevention  Engineering 
Co.,  for  Anna  M.  Fischetti,  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 

(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises ;  premises  87 
Clermont  avenue,  rear,  Brooklyn. 

.  no.  1453-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  James 
Murphy,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  24 
Evelyn  place,  southeast  corner  of  Da¬ 
vidson  avenue,  The  Bronx. 

.  no.  97-25-BZ. — Application,  January  23,  1925,  under  the 
building  zone  resolution,  of  Robert 
Kaplan,  architect  and  engineer,  on  be¬ 
half  of  Ros-Sil  Realty  Corporation, 
owner,  to  permit  in  a  business  and  “B” 
area  district  the  maintenance  of  a  rear 
yard  less  in  depth  than  that  required 
by  the  building  zone  resolution ;  prem¬ 
ises  13  West  36th  street,  Manhattan. 

.  no.  484-25-BZ — Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Helen 
Pelcyger,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  836-846  Crown  street,  south¬ 
west  corner  of  Ford  street,  Brooklyn. 

no.  142-25-BZ. — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 
Thatcher,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  northwest  corner  of 
Coney  Island  avenue  and  Avenue 1  N, 
Brooklyn. 

no.  531-25-BZ — Application,  May  22,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Luke 
Kilgallon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteratiotn  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  James  street,  136 
ft.  north  of  Cornaga  avenue,  Far  Rock- 
away,  Borough  of  Queens. 

no.  225-25-BZ — Application,  February  25,  1925,  under 
the  building  zone  resolution,  of  Thomas 
O’Rourke  Gallagher,  applicant,  on  be¬ 
half  of  Mvmaud  Construction  Co., 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 

(5)  motor  vehicles;  premises  southwest 
corner  of  •  Metropolitan  avenue  and 
125th  street,  Richmond  Hill,  Borough 
of  Queens. 

no.  269-25-BZ— Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  William 
A.  Giesen,  architect,  on  behalf  of  Agnes 
Connolly,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  cf 
five  (5)  pleasure  motor  vehicles,  four 


(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises ;  premises  2805 
Pond  place,  The  Bronx. 

cal.  no.  447-25-BZ— Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Benj.  Dries- 
ler,  Jr.,  architect,  on  behalf  of  Incor¬ 
porated  Parkway  Builders,  Inc.,  owner, 
to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  71-85  Caton 
place.  Brooklyn. 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

cal.  no.  419-25-BZ — Application,  April  18,  1925,  under  the 
building  zone  resolution,  of  William 
Bone,  applicant,  on  behalf  of  Hyman 
Wynehouse,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  five  (5)  detached  buildings  to 
be  occupied  for  store  purposes  on  the 
1st  story  and  dwelling  abqve ;  premises 
4110-4118  Ninth  avenue,  Brooklyn. 

cal.  no.  594-25-BZ — Application,  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Re¬ 
gion  Construction  Company,  owner,  to 
permit  in  a  business  district  extending 
from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor 
vehicles ;  premises  west  side  of  Third 
avenue,  270  ft.  south  of  East  183rd 
street,  The  Bronx. 

cal.  no.  595-25-BZ — Application,  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Marie 
Carberry,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  west  side  Third  avenue,  80.74 
ft.  south  of  East  182nd  street,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  October  6,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queers. 
294-25-A — 62  Stanhope  street,  Brooklyn. 

961-25-A — 1490-1496  Ocean  parkway,  Brooklyn. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building 
zone  resolution,  Tuesday  afternoon,  October  6,  1925,  at  2 
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o’clock,  in  Room  1013,  Municipal  Building,  on  the  follow¬ 
ing  matters : 

cal.  no.  270-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Schi- 
nasi  Commercial  Corp.,  to  permit  in  a 
business  district  and  within  200  ft.  of 
a  hospital  the  use  and  occupancy  of  an 
existing  building  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  32-36  West  100th 
street,  Manhattan. 

cal.  no.  497-25-BZ — Application,  May  12,  1925,  under  the 
building  zone  resolution,  of  John  W. 
Clancy,  applicant,  on  behalf  of  Sally  C. 
Crane,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2180- 
2182  Folin  street,  The  Bronx. 

cal.  no.  1502-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Morris 
Pomerantz,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  New  York  avenue, 
185.92  ft.  north  of  South  street,  Jamaica, 
Borough  of  Queens. 

cal.  no.  286-25-BZ — Application,  March  12,  1925,  under  the 
building  zone  resolution,  of  William  B. 
Seaver,  applicant,  on  behalf  of  Third 
Avenue  Railway  Company,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles  ;  premises  2526-30  Amster¬ 
dam  avenue,  southwest  corner  of  West 
186th  street,  Manhattan. 

cal.  no.  289-25-BZ — Application,  March  13,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Max 
Zaubler,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  an  existing 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  553-559 
11th  street,  Brooklyn. 

cal.  no.  458-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Kolle,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  193- 
210  16th  street,  Brooklyn. 

cal.  no.  640-25-BZ — Application,  June  22,  1925,  under  the 
building  zone  resolution,  of  Shampan 
and  Shampan,  architects,  on  behalf  of 
Kap  Realty  Company,  Inc.,  owner,  to 
permit  in  a  one  and  one-half  times 
height  district  the  erection  of  the  street 
wall  of  a  building  to  a  height  in  excess 
of  the  limitation  imposed  by  the  build¬ 
ing  zone  resolution ;  premises  553-555 
Eighth  avenue  and  304  West  38th 
street,  Manhattan. 

L.  William  E.  Walsh,  Chairman. 
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BOARD  OF  APPEALS 

Tuesday,  October  13,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

542-25-A — 1  Arnold  street,  Maspeth,  Queens. 

566-25-A — 314-324  West  21st  street,  Manhattan. 

580-25-A — 189-195  Hudson  street  and  1-3  Desbrosses  street, 
Manhattan. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 

615-25- A — Northwest  corner  of  Sunswick  street  and  Wil-i 
bur  avenue,  Long  Island  City,  Queens. 

620-25- A — 393-399  Lafayette  street  and  21-23  East  4th 
street,  Manhattan. 

623-25-A — 34-40  South  1st  street,  Brooklyn. 

568-25- A — Southeast  corner  of  Skillman  avenue  and  Hulst 
street,  Long  Island  City,  Queens. 

190-25-A — 526  Fulton  street,  Brooklyn. 

278-25-A — 280  Broadway,  Manhattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone  i 
resolution,  Tuesday  morning,  October  13,  1925,  at  10  o’clock 
in  Room  1013,  Municipal  Building,  on  the  following  mat- ! 
ters : 

cal.  no.  487-25-BZ — Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Charles 
J.  Ryan,  owner,  to  permit  partly  in  a  | 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles ; 
premises  1307-1319  65th  street,  Brook¬ 
lyn. 

cal.  no.  495-25-BZ — Application,  May  11,  1925,  under  the  > 
building  zone  resolution,  of  Henry 
Nordheim,  architect,  on  behalf  of  Katie  j 
Staudermann,  owner,  to  permit  in  a 
residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part  I 
from  a  residence  use  to  a  business  use;  | 
premises  722  East  175th  street,  The  | 
Bronx. 

cal.  no.  575-25-BZ — Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  Gardiner 
Conroy,  applicant,  on  behalf  of  O’Hara 
Realty  Co.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of ! 
more  than  five  (5)  motor  vehicles; 
premises  507-11  Flatbush  avenue  and 
1118-22  Washington  avenue,  Brooklyn.  I 

cal.  no.  470-25-A — Application,  May  4,  1925,  under  the 
building  zone  resolution,  of  Walter  B. 
Wills,  applicant,  on  behalf  of  Frank 
Hartman,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte-  I 
nance  of  a  garage  for  the  storage  of  i 
more  than  five  (5)  motor  vehicles;) 
premises  1219-1223  Putnam  avenue,  I 
Brooklyn. 

cal.  no.  491-25-BZ — Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Edwin  W. 
Crumley,  applicant,  on  behalf  of  Carlo 
De  Luca,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  change 
of  occupancy  in  part  from  a  residence 
use  to  a  business  use;  premises  141 3  f 
Needham  avenue,  The  Bronx. 


CALENDAR 


;al.  no.  506-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Ferdi¬ 
nand  Curth,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  229-233  Marion  street,  Brook¬ 
lyn. 

cal.  NO.  555-25-BZ — Application,  May  29,  1925,  under  the 
building  zone  resolution,  of  William  A. 
Lacerenza,  architect,  on  behalf  of  Sam¬ 
uel  Klein,  owner,  to  •  permit  the  ex¬ 
tension  from  a  business  district  into 
a  residence  district  of  a  proposed  build¬ 
ing  to  be  used  for  business  purposes ; 
(dance  hall)  ;  premises  1062  St.  John’s 
place,  Brooklyn. 

cal.  no.  570-25-BZ — Application,  June  2,  1925,  under  the 
building  zone  resolution,  of  Michael 
Pellegrino,  applicant  and  owner,  to  per- 

Imit  partly  in  a  business  district  and 
_  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  five  (5)  build¬ 
ings  to  be  used  for  stores  on  the  1st 
^tory  and  dwellings  above;  premises 
northwest  corner  of  Ocean  avenue  and 
Avenue  U,  Brooklyn. 

cal.  no.  532  25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of 
Menick  Holding  Co.,  Inc.,  owner,  to 
permit  in  a  residence  district  extend¬ 
ing  from  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  theatre 
building ;  premises  868  Flatbush  ave¬ 
nue,  Brooklyn. 

cal.  no.  560-25-BZ — Application,  May  29,  1925,  under  the 
building  zone  resolution,  of  Charles 
Kreymborg  and  Son,  architect,  on  be¬ 
half  of  Cerussi  Contracting  Co.,  owner, 
to  permit  the  extension  from  an  unre¬ 
stricted  district  of  a  proposed  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  4583  Third 
avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

Tuesday,  October  13,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

380-25-S — 125  Nostrand  avenue,  Brooklyn. 

406-25-S — 178-182  Sullivan  street,  Brooklyn. 

413-25-S — 473-485  Kent  avenue,  Brooklyn. 

488-25-S — 10  West  56th  street,  Manhattan. 

492- 25-S — 243-245  West  36th  street,  Manhattan. 

493- 25-S — 540-552  Eighth  avenue  and  265-267  West  37th 

street,  Manhattan. 

541-25-S — 1  Arnold  street,  Maspeth,  Queens. 

572-25-S — 471  West  Broadway,  Manhattan. 

612-25-S— 334  Bowery,  Manhattan. 

617-25-S— 245-249  West  27th  street,  Manhattan. 

562-25-S — 248-250  Central  avenue,  Brooklyn. 

Appliances  Submitted  for  Approval. 

513-25-SA — Rotary  Vacuum  Pumps,  approval  of. 
558-25-SA— Globe  Dry  Pipe  Sprinkler  Accelerator,  ap~‘ 
proval  of. 


603-25-SA — Cook  Automatic  Electric  Fuel  Oil  Pump,  ap¬ 
proval  of. 


BOARD  OF  APPEALS. 

y  Tuesday,  October  20,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

589- 25-A — 65  Skillman  avenue,  Brooklyn. 

590- 25-A — 72-78  Spring  street,  Manhattan. 

627-25-A — 508-510  Broome  street,  Manhattan. 

629-25-A — 2489  Sedgwick  avenue,  The  Bronx. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 

449-25-A — 328  St.  Marks  avenue,  Brooklyn. 

5 19-25- A — 522  Timpson  place,  The  Bronx. 

547-25-A — 45-49  John  street  and  1-5  Dutch  street,  Man¬ 
hattan. 

Under  the  Building  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  morning,  October  20,  1925,  at  10  o’clock, 
in  Room  1013,  Municipal  Building,  on  the  following  mat¬ 
ters  : 

cal.  no.  638-23-BZ — Application,  September  8,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  Max 
Notess,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage 
for  the  storage  of  three  (3)  pleasure 
motor  vehicles,  two  (2)  spaces  rented 
to  persons  not  residing  on  the  premises 
(previously  dismissed  for  lack  of  pros¬ 
ecution)  ;  premises  2965  Valentine 
avenue,  The  Bronx. 

cal.  no.  608-25-BZ — Application,  June  11,  1925',  under  the 
building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
Lowlou  Corporation,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1095-1117  Washington 
avenue,  southeast  corner  of  Sterling 
street,  Brooklyn. 

cal.  no.  622-25-BZ — Application,  June  16,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Simon 
Brown,  owner,  to  permit  in  a  residence 
district  the  change  of  occupancy  of  a 
building  used  as  a  residence  to  a  busi¬ 
ness  use  on  the  1st  story;  premises  131 
Starr  street,  Brooklyn. 

cal.  no.  1523-24-BZ — Application,  December  27,  1924,  under 
the  .  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Christine  Bottenus,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the 
premises ;  premises  1665  Davidson  ave¬ 
nue,  The  Bronx. 

cal.  no.  364-25-BZ — Application,  April  3,  1925,  under  the 
building  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Barney 
Zinick,  owner,  to  permit  the  exten¬ 
sion  from  an  unrestricted  district  into 
a  business  district  of  a  proposed  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  9-17 
Bainbridge  street,  Brooklyn. 
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cal.  no.  503-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  John  E. 
Eustis,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
northeast  corner  of  West  179th  street 
and  Cedar  avenue,  The  Bronx. 
cal.  no.  607-25-BZ — Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
Israel  Feinberg  and  Joe  Bernstein, 
owners,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2552- 
2556  Bedford  avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  APPEALS. 

SPECIAL  MEETING. 

Tuesday,  October  20,  1925,  at  2  p.  m. 

Appeals  from  Administrative  Orders. 

549-25- A — 44  West  50th  street,  Manhattan. 

606-25-A — 231-235  East  42nd  street,  Manhattan. 

618-25-A — 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

658-25-A — 116  East  88th  street,  Manhattan. 

663-25-A — 463-467  Broadway,  Manhattan. 

665-25-A — 2505  Third  avenue,  The  Bronx. 

667-25-A — 3202  Perry  avenue,  The  Bronx. 

810-25-A — Foot  of  Greenpoint  avenue  and  Newtown  Creek, 
Brooklyn. 

975-25-A — 1597  Park  place,  Brooklyn. 

Under  the  Buildhig  Zone  Resolution. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  appeals 
of  a  public  hearing  under  the  provisions  of  the  building  zone 
resolution,  Tuesday  afternoon,  October  20,  1925,  at  2 

o’clock,  in  Room  1013,  Municipal  Building,  on  the  following 
matters : 

cal.  no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 


nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  October  23,  1925,  at  2  p.  m. 

77-25-SR — Prbposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 

BOARD  OF  STANDARDS  AND  APPEALS 

Tuesday,  October  27,  1925,  at  2  p.  m. 

Petitions  for  Variations. 

543- 25-S — 497  Sixth  avenue,  Manhattan. 

544- 25-S — 32  East  28th  street,  Manhattan. 

545- 25-S — 120  Wrest  25th  street,  Manhattan. 

548-25-S — 312-314  East  125th  street,  Manhattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

546- 25-S — 683-685  Broadway,  Manhattan. 

604-25-S — 61  Fulton  street,  Manhattan. 

632- 25-S — 240-246  West  35th  street,  Manhattan. 

633- 25-S — 523-527  West  42nd  street,  Manhattan. 

637-25-S — 25-27  West  3rd  street,  Manhattan. 

652-25-S — 115-117  West  45th  street,  Manhattan. 

660-25-S  59-61  WFst  39th  and  680-86  Sixth  avenue,  Man¬ 

hattan. 

668-25-S — 61  West  27th  street,  Manhattan. 

670-25-S  282-284-286  Seventh  avenue,  Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  November  17,  1925,  at  10  a.  m. 

Appeals  from  Administrative  Orders. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A— 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 


BOARD  OF  APPEALS. 

Tuesday,  November  24,  1925,  at  10  a.  m. 

Appeal  from  Administrative  Order. 

785-24-A— 6118  Rockaway  Beach  boulevard,  Arverne 
Queens. 


MiNUTES 


BOARD  OF 

REGULAR  MEETING. 

TUESDAY  MORNING,  SEPTEMBER  22,  1925. 
Present:  Chairman  Walsh,  Messrs.  Dowd,  Gunnison, 
Holland,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
appeals,  held  on  Tuesday  morning,  September  15,  1925, 
were  approved  as  printed  in  the  Bulletin,  No.  36,  Vol.  jc. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
478-25-A 

APPELLANT — John  J.  Gilmartin,  for  A.  R.  Purdy 
Company,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 790-794  Greenwich  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  John  J.  Gilmartin. 


APPEALS 

For  Administration: 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  October 
20,  1925,  at  10  a.  m.,  to  amend  appeal. 


Inspector  Lynch  of  fire 


811-25-A. 

^PELLANT  Sperry  Gyroscope  Company,  owner. 

-do  rAYrc LA order  of  fire  commissioner. 
PREMISES.  AFbECTED — 36-48  Flatbush  avenue  e 
tension,  Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — .Chairman  read  request  to  wit 
draw.  Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Holland,  Connell  and  Fire  Chief 
^•'•Von  . 
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Negative  .  0 

Absent:  Messrs.  Kennedy  and  Gunnison....  2 


159-25- A. 

APPELLANT — Croker  National  Eire  Prevention  Engi¬ 
neering  Co.,  for  Columbia  University,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED — East  side  of  Broadway, 
from  West  ll<>th  to  West  120th  streets,  Man¬ 
hattan. 

APPEARANCES— 


For  Appellant:  Herman  E.  Norwood. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  Ob'  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  .  Holland  and 
Fire  Chief  Kenton  .  6 


Negative  .  0 

Absent:  Mr.  Kennedy  .  1 


APPEARANCES— 

E'or  Appellant:  Thomas  W.  Golding. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF'  BOARD — Appeal  granted  on  condition. 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Wa*sh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon  .  6 

Negative  . o 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(378-25-A) 


Whereas,  Thomas  W.  Golding,  for  Selden  Sales  and 
Service  Company,  lessee,  filed,  April  8,  1925,  an  appeal,  with 
the  board  of  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  west  side  of  Van  Alst  avenue, 
115  ft.  south  of  South  Jane  street,  Long  Island  City,  Bor- 
*ough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 


1486-24-A. 

APPELLANT — Jenks  &  Rogers,  for  Sivan  Building 

Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— Southwest  corner  of  Cy¬ 
press  avenue  and  Center  street,  Ridgewood,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Appellant:  John  H.  McCooey,  Jr. 

For  Administration:  Inspector  Carroll  of  fire 


department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

TIJE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell.  Holland  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


“a.  Install  a  four  inch  stand  pipe  system  tested  to 
withstand  a  pressure  of  300  pounds  per  sq.  inch  in  ac¬ 
cordance  with  the  requirements  of  sec.  581,  Ch.  5,  C. 
of  O.”; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  having  a  frontage  of  100  ft.  on  Van  Alst  avenue 
and  100  ft.  on  Marion  street  and  a  depth  of  190  ft.  (ap¬ 
proximately  18,500  sq.  ft.  in  area)  ;  OCCUPIED  as  a  stor¬ 
age  garage  and  motor  vehicle  repair  shop,  twenty-five  (25) 
persons ;  and 

Whereas,  the  appellant  contends  that  the  building  is  low 
in  height,  accessible  from  two  street  fronts  and  is  equipped 
with  an  automatic  wet  sprinkler  system  directly  connected 
to  the  city  main  by  a  6  in.  line. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified ,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  a  standpipe  system  shall  be  in¬ 
stalled  in  accordance  with  recommendations  contained  in  res¬ 
olution  of  Cal.  No.  179-20-S  of  the  board  of  standards  and 
appeals. 


(1486-24-A) 

Whereas,  McCooey  &  Conroy,  for  Sivan  Building  Co., 
Inc.,  owner,  filed,  December  18,  1924,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  southwest  corner  of  Cypress  avenue  and 
Center  street,  Ridgewood,  Borough  of  Queens,  New  York 
City ;  and 

Whereas,  the  decision  of  the  fire  commissioner  reads: 

“5.  Building  being  over  20,000  sq.  ft.,  a  gravity  tank, 
etc.,  as  per  rules  of  the  Board  of  Standards  and  Ap¬ 
peals  must  be  provided.” ; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  having  a  frontage  of  158  ft.  on  Center  street  and 
a  frontage  of  129  ft.  on  Cypress  avenue  (an  approximate 
area  of  20,152  sq.  ft.)  ;  and 

Whereas,  appellant  contends  that  the  building  is  low 
in  height;  that  the  area  is  but  slightly  in  excess  of  20,000 
sq.  ft.  and  that  there  is  installed  in  the  premises  a  stand¬ 
pipe  system  connected  in  each  street  with  the  city  main. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  omitting  the  installation  of  gravity  tank,  on  condi¬ 
tion  that  the  standpipe  system  shall  be  fed  both  ways  on 
two  streets  with  not  less  than  4  in.  connection  to  each  city 
main. 


378-25-A 

APPELLANT — Thomas  W.  Golding,  for  Neivel  Realty 
Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — West  side  of  Van  Alst  ave¬ 
nue,  115  feet  south  of  South  Jane  street,  L.  I.  C, 
.  Borough  of  Queens. 


BUILDING  ZONE  CASES. 

270-25-BZ. 

APPLICANT — John  J.  Dunnigaft,  for  Schinasi  Com¬ 
mercial  Corporation,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
and  within  200  feet  of  a  hospital  the  use  and 
occupancy  of  an  existing  building  as  a  garage 
for  the  storage  of  more  than  five  (5)  motor  vehi¬ 
cles. 

PREMISES  AFFECTED — 32-36  West  100th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  None. 

AC  1  ION  OF  BOARD — Application  laid  over  to  Octo¬ 
ber  6,  1925,  at  2  p.  m.,  on  request  of  applicant’s 
representative. 


405-25-BZ. 

APPLICANT — Magnuson  &  Kleinert,  for  the  Fifteenth 
Street  Amusement  Company,  owner. 

SI  BJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes. 
PREMISES  AFFECTED — 187-188-189  Prospect  Park 
West,  southwest  corner  of  14th  street,  Brook¬ 
lyn. 

APPEARANCES— 

F'or  Applicant:  Hugh  E.  Magnuson,  Michael  F. 
Dee  and  Mr.  Sanders. 
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For  Opposition:  Wm.  H.  Darrow,  Benjamin 
Berinstein,  Hymon  Emerson,  Mabel  E. 
Walsh  and  Mr.  Desmond. 

ACTION  OF  BOARD— Application  laid  over  to  Sep¬ 
tember  29,  1925,  at  10  a.  m.,  for  full  vote  of  the 
board;  no  further  argument. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs. 

Gunnison,  Holland  and  Connell .  4 

Negative:  Mr.  Dowd  . ;•••• .  ^ 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 


*X  kJ  U  ~~  w  d  1  • 

APPLICANT— Edward  P.  Doyle,  for  Gould  Mer- 
sereau  Company,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  of  a  building  and  the  use  of  more  than 
25  per  cent  of  its  total  floor  space  for  factory 
purposes. 

PREMISES  AFFECTED— North  side  of  Nott  avenue, 
90  feet  east  of  Van  Alst  avenue,  Long  Island 
City,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Cabez  E.  Dunningham,  John 
J.  Kelly,  Margaret  E.  Ochs,  Denis  F. 
Coughlin,  Moses  N.  Glickman  and  others. 

ACTION  OF  BOARD— Application  laid  over  to  Sep¬ 
tember  29,  1925,  at  10  a.  m.,  for  full  vote  of  the 
board. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Hol¬ 
land,  Connell  and  Fire  Chief  Kenlon....  4 

Negative:  Messrs.  Dowd  and  Gunnison .  2 

Absent:  Mr.  Kennedy  .  1 


497-25-BZ. 

APPLICANT— John  W.  Clancy,  for  Sally  B.  Crane, 
'  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district*  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 2180-2182  Folin  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Morris  Sachs. 

For  Opposition:  David  Jones,  Harry  A.  Lob- 
senz  and  others. 

ACTION  OF  BOARD — Application  laid  over  to  Octo¬ 
ber  6,  1925,  at  2  p.  m.,  on  request  of  applicant’s 
representative. 


553-25-BZ. 

APPLICANT — South  Ozone  Park  Operating  Co.,  Inc., 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  theatre  building. 

PREMISES  AFFECTED — Northwest  corner  of  Zuider 
and  Nebraska  avenues,  South  Ozone  Park,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant:  John  F.  Keating. 

For  Opposition:  August  F.  Buck. 

ACTION  OF  BOARD — Application  laid  over  to  Sep¬ 
tember  29,  1925,  at  10  a.  m.,  on  request  of  appli¬ 
cant’s  representative,  all  parties  in  interest  to 
be  notified  of  the  changed  date  of  hearing. 


136-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Max  Katz,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent 


of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 809  Union  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  Emanuel  Schoenzeit,  Jacob 
Silverstein  and  others. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 


Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 


359-25-BZ. 

APPLICANT — William  H.  Kehoe,  for  Horlick  Realty 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1026-1042  Liberty  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Herman  H.  Tolbert. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell  and  Fire  Chief 


Kenlon  .  5 

Negative  .  0 

Absent:  Messrs.  Kennedy  and  Holland....  2 


363-25-BZ. 

APPLICANT — Alfred  J.  Boulton,  for  Rosa  Morizio, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to 
be  used  as  a  poultry  slaughter  house. 

PREMISES  AFFECTED — East  side  of  the  private 
right-of-way,  226  feet  north  of  84th  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  J.  Boulton. 

For  Opposition:  None. 

ACTION  OF  BO  AP'D— Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs.  Gun¬ 
nison,  Holland,  Connell  and  Fire  Chief 


Kenlon  . 5 

Negative  .  0 

Absent:  Messrs.  Kennedy  and  Dowd .  2 


1455-24-BZ. 

APPLICANT — Samuel  Rosenblum,  for  A.  Troskowsky, 
lessee. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
.maintenance  of  a  motor  vehicle  repair  shop. 
PREMISES'  AFFECTED — 34  Tiemann  place,  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant:  Samuel  Rosenblum. 

For  Opposition:  Ruth  Ranson. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 
Fire  Chief  Kenlon  .  6 
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Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


( 1455-24-BZ) 

Whereas,  Samuel  Rosenblum,  for  Edlar  Realty  Corp., 
owner,  filed,  December  9,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  maintenance  of  a  motor  vehicle  repair  shop;  premises 
34  Tiemann  place,  south  side,  82  ft.  east  of  Broadway,  Man¬ 
hattan  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
22,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Tiemann  place  is  in  the  resi¬ 
dence  and  unrestricted  district;  Broadway  is  in  the  business 
and  unrestricted  district  and  West  125th  street  is  in  the 
unrestricted  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  November  19,  1924,  reads: 

“With  reference  to  application  submitted  by  you  for 
Certificate  of  Occupancy  for  above  premises,  we  beg 
to  state  that  a  motor  vehicle  repair  shop  is  prohibited 
in  a  business  district  by  the  Zoning  Resolution.  A 
Certificate  of  Occupancy,  therefore,  cannot  be  granted 
for  this  reason.” ; 
and 

Whereas,  the  existing  building  is  of  non-fireproot"  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  18  ft.  and 
a  depth  of  51  ft.;  to  be  occupied  as  a  motor  vehicle  repair 

shop ;  and 

Whereas,  applicant  has  been  carrying  on  the  business  re¬ 
quested  in  this  application  under  a  temporary  permit  and 
the  board  deemed  it  would  be  a  hardship  to  deprive  him 
of  the  restricted  business  use  he  now  possesses. 

Resolved,  that  the  board  of  appeals  does  hereby  make  u 
variation  in  the  application  of  the  use  district  regulations  of 
the  building  zone  resolution,  and  that  the  application  be 
and  it  hereby  is  granted,  restricting  the  structure  to  a  size 
not  exceeding  18  ft.  by  51  ft.,  one  story  in  height,  and  the 
use  to  incidental  motor  vehicle  repairs  and  adjustments,  on 
condition  that  there  be  no  gasoline  storage  equipment  main- 
|  tained  on  the  premises  and  that  there  be  no  motor-driven 
machinery  other  than  a  portable  one-half  horsepower  drill 
i  or  punch. 


262-25-BZ. 

APPLICANT — Max  H.  Newman,  for  Irene  Thatcher, 
-owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  ex¬ 
tending  from  a  business  district  the  erection  and 
maintenance  of  a  building  to  be  used  for  store 
purposes. 

PREMISES  AFFECTED — 1406-1414  Elm  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Max  H.  Newman. 

For  Opposition:  F.  W.  Lahey,  Win.  H.  Benjes, 


Poul  DeCeck  and  others. 

ACTION  OF  BOARD — Application  denied. 

|  THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire 

Chief  Kenlon  .  6 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(262-25-BZ) 


Whereas,  Max  H.  Newman,  for  Irene  Thatcher,  owner, 
filed,  March  9,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district,  extending  from 
a  business  district,  the  erection  and  maintenance  of  a  build¬ 
ing  to  be  used  for  store  purposes;  premises  1406-1414  Elm 
avenue,  Brooklyn;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
22,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Elm  avenue  is  in  both  a  busi¬ 
ness  and  residence  district;  that  East  14th  street  is  in  a  resi¬ 
dence  district,  and  that  East  15th  street  is  in  a  residence 
district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  29,  1925,  reads: 

“Proposition  contrary  to  Zone  Resolution,  Art.  2,  See. 
3,  Store  in  a  residential  district.  This  applies  to  the 
portion  of  the  lot  100  ft.  or  more  from  Avenue  M, 
as  Elm  Avenue  does  not  appear  on  the  Use  District 
Map. 

“The  application  of  the  use  district  designation  to  the 
Southern  side  of  Elm  Avenue  must  be  determined  by 
the  Board  of  Appeals  after  public  hearing  as  per  Art. 
5,  Sec.  21,  of  the  Zone  Resolution.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  noil-fire¬ 
proof  construction,  one  story  in  height,  with  a  frontage 
of  100  ft.  1  in.  and  a  depth  of  60  ft.,  to  be  occupied  for 
store  purposes ;  and 

Whereas,  there  was  vigorous  opposition  to  the  granting 
of  this  application  on  the  part  of  affected  property  owners 
and  there  were  no  facts  adduced  from  the  evidence  in  the 
opinion  of  the  board  to  substantiate  the  appeal  under  hard¬ 
ship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


389-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Patrick  Tague, 
owner. 

S  UB  J  ECT — Appl  ication  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 136-140  Hall  street,  Brooklyn. 
APPEARANCES— 

For  Applicant:  William  F.  -  Doyle. 

For  Opposition:  F.  M.  McGoldrick. 

ACT  ION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Holland,  Connell  and  Fire  Chief  Kenlon  . .  5 


Negative:  Mr.  Gunnison  .  i 

Absent:  Mr.  Kennedy  .  i 

THE  RESOLUTION: 


(389-25-BZ) 

Whereas,  William  F.  Doyle,  for  Patrick  Tague,  owner, 
filed,  April  11,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  and  partly 
in  a  business  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  136-140  Hall  street,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
22,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Hall  street  is  in  the  resi¬ 
dence  district  and  Myrtle  avenue  is  in  the  business  dis¬ 
trict  ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  6,  1925,  reads : 

“Proposition  contrary  to  the  zone  resolution.  Art.  2, 
Sec.  3  &  4.  The  erection  of  a  public  garage  for  more 
than  five  motor  vehicles,  partly  in  a  business  and 
partly  in  a  residential  district.” ; 
and 


MINUTES 


Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  one  story  in  height,  with  a  frontage 
of  60  ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  ga¬ 
rage  for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  and 

Whereas,  the  applicant  has  substantiated  his  basis  of 
appeal  under  section  7-g  of  the  zoning  resolution  by  fil¬ 
ing  86  per  cent  of  consents,  and  the  board  deemed  it  would 
be  a  hardship  to  deny  the  requested  variation. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution,  and  that  the  ap¬ 
plication  be  and  it  hereby  is  granted  on  condition  that 
the  structure  be  limited  in  height  to  one  story  above  grade  ; 
that  the  rear  and  gable  walls  shall  be  unpierced  through¬ 
out  their  entire  height  and  length;  that  any  gasoline  stor¬ 
age  equipment  installed  shall  be  located  at  the  extreme 
southerly  end  at  the  street  front  of  the  building;  that 
the  front  elevation,  other  than  the  plate  glass  show  win 
dows,  shall  be  finished  in  face  brick  with  architectural 
terra  cotta  or  stone  trimmings ;  and  that  all  permits  nec¬ 
essary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  building  completed  within 
eighteen  months  from  the  ,date  of  this  action. 


474-25-BZ. 

APPLICANT — John  De  Hart,  for  Mary  A.  Dalton,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1145-1149  Ogden  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition :  William  Deuchar,  A.  G.  McClain 


and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 

Ken  Ion  .  6 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION : 

(474-25-BZ) 


Whereas,  John  De  Hart,  for  Mary  A.  Dalton,  owner, 
filed,  May  6,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and  maintenance  of 
a  garage  .for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1145-49  Ogden  avenue,  west  side,  300  ft. 
north  of  166th  street,  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
22,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Ogden  avenue  is  in  a  busi¬ 
ness  district ;  that  University  avenue  is  in  a  residence  dis¬ 
trict,  and  that  West  167th  street  is  in  a  business  district; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  2,  1925,  reads : 

“Erection  of  pronosed  garage  for  storage  of  more 
than,  five  motor  vehicles  in  a  business  district  extend¬ 
ing  into  residence  district  is  contrary  to  provisions  of 
Building  Zone  Resolution.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  one  story  in  height,  with  a  frontage 
of  75  ft.  and  a- depth  of  239.20  ft.;  to  be  occupied  as  a 
garage  for  the  storage  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  and 


Whereas,  the  board  deemed  that  applicant  has  not  sub¬ 
stantiated  his  basis  of  appeal  and  that  denial  of  this  ap¬ 
plication  will  not  work  any  undue  hardship,  and  there 
was  vigorous  opposition  on  the  part  of  affected  property 
owners.  * 

Resolved,  that  the  decision  of  the  superintendent  of 
buildings  be  and  it  hereby  is  affirmed,  and  that  the  ap¬ 
plication  be  and  it  hereby  is  denied. 


314-25-BZ. 

APPLICANT — John  De  Hart,  for  Estate  of  Frederick 
Fischer,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1160-1162  Intervale  avenue, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  Samuel  Green. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  . '. .  0 

Negative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 

L  onion  .  6 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(314-25-BZ) 


Whereas,  John  De  Hart,  for  Estate  of  Frederick 
Fischer,  owner,  filed,  March  3,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles;  premises 
1160-62  Intervale  avenue,  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
22,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Intervale  avenue,  Tiffany 
street  and  East  169th  street  are  in  the  business  district; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  19,  1925,  reads : 

“Proposed  erection  of  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  con¬ 
trary  to  provisions  of  Building  Zone  Resolution.” ; 
and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  50  tt. 
and  a  depth  of  133.76  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles;  and 
Whereas,  the  board  deemed  that  the  applicant  had  not 
substantiated  his  basis  of  appeal  and  that  denial  of  this 
application  will  not  work  any  undue  hardship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and.  it  hereby  is  affirmed,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  denied. 


490-25-BZ. 

APPLICANT — Philip  J.  Bendish,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the 
alteration  and  extension  of  an  existing  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 342  West  70th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  William  F.  Wund,  Philip  J.  Ben¬ 
dish. 

For  Opposition:  Jacob  M.  Astrau,  H.  C.  Card, 
H.  V.  M.  Card,  Mrs.  Hoffman,  Airs.  Ward. 
ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 
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THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Gunni¬ 
son,  Holland,  Connell  and  Fire  Chief  Ken- 


.  0 

s  Negative :  Mr.  Dowd  .  1 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


(490-25-BZ) 

Whereas,  Philip  J.  Bendish,  owner,  filed,  May  11,  1925, 
an  application,  under  the  building  zone  resolution,  to  per¬ 
mit  in  a  residence  district  the  alteration  and  extension  oi 
an  existing  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  342  West -70th  street,  Manhat¬ 
tan  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
22,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  70th  street  is  a  resi¬ 
dence  district;  West  69th  street  is  in  the  unrestricted  dis¬ 
trict  and  the  railroad  right  of  way  is  in  the  unrestricted 
district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  13,  1925,  reads : 

“Extension  of  this  building  for  garage  purposes  is 
unlawful.  Building  Zone  Resolution,  Art.  2  &  6.  A 
Certificate  of  Occupancy  must  be  obtained.” ; 
and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  20  ft. 
and  a  depth  of  90.5  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles;  it  is 
proposed  to  extend  the  building  at  the  front  9  ft.  10  in. 
to  the  building  line  and  continue  the  present  use  as  a 
garage ;  and 

Whereas,,  the  board  deemed  it  would  be  a  hardship, 
in  view  of  the  existing  use  of  the  premises,  and  the  fact 
that  adjoining  buildings  extend  to  the  building  line,  to  re¬ 
fuse  permission  for  this  applicant  to  extend  his  building 
also  to  the  building  line. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  building 
be  not  increased  in  height;  that  the  front  elevation  shall 
be  finished  in  face  brick  and  that  the  front  or  street  wall 
shall  not  extend  beyond  the  face  of  adjoining  premises 
to  the  east  and  west;  that  all  permits  necessary  for  thg 
prosecution  of  the  work  shall  be  obtained  within  ninety 
days  and  the  work  completed  within  six  months  from  the 
date  of  this  action. 


414-20-BZ. 

APPLICANT— I.  R.  Ashley. 

SUBJECT — Application  for  reopening  (re:  decision  of  su¬ 
perintendent  of  buildings)  to  permit  on  a  plot  of 
ground  in  a  residence  district  the  erection  and  main¬ 
tenance,  for  a  temporary  period  of  two  years,  of 
80  individual  garages,  to  be  rented  to  persons  not  re¬ 
siding  on  the  premises. 

PREMISES  AFFECTED — Southwest  corner  of  186th 
street  and  Laurel  Hill  terrace,  block  2149,  lots  84, 
86  and  87,  Manhattan. 

APPEARANCES— 

For  Applicant:  E.  L.  Booth. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  and  permit  extended 
for  one  year,  for  lesser  use,  on  same  conditions. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PERMIT 
ONE  YEAR— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd. 
Holland,  Connell  and  Fire  Chief  Kenlon  . .  5 


Negative  .  0 

Absent :  Messrs.  Kennedy  and  Gunnison  .  2 


THE  RESOLUTION: 

(414-20-BZ) 

Whereas,  Ashley  and  Booth,  for  Mark  Ash,  owner,  filed, 
June  24,  1920,  an  application,  under  the  building  zone  reso¬ 
lution,  to  permit  in  a  residence  district  the  erection  and 
maintenance  for  a  temporary  period  uf  two  years,  of  80 
individual  garages,  to  be  rented  to  persons  not  residing 
on  premises;  premises  southwest  corner  186th  street  and 
Laurel  Hill  terrace,  block  2149,  lots  84,  86  and  87,  Man¬ 
hattan  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting  July  20, 
1920,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Laurel  Hill  terrace  and  West 
186th  street  are  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  26,  1920,  in  acting  on  N.  B.  177-20,  reads: 

“1.  The  erection  of  the  proposed  garages  in  a  resi¬ 
dence  district  is  unlawful,  section  3,  building  zone  res¬ 
olution.”  ; 

and 

Whereas,  each  of  the  proposed  buildings  is  to  be  of 
metal  construction,  one  story  in  height,  with  a  frontage 
of  10  ft.  and  a  depth  of  18  ft.  It  is  proposed  to  erect 
80  of  the  buildings  and  to  rent  them  to  persons  not  resid¬ 
ing  on  the  premises ;  and 

Whereas,  the  premises  is  located  in  an  undeveloped  sec¬ 
tion  ;  and 

Whereas,  the  application  was  granted  July  20,  1920,  for 
a  temporary  period  and  the  period  extended  July  11,  1922, 
and  July  15,  1924,  and  applicant  requested  a  further  ex¬ 
tension  of  time. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regula¬ 
tions  of  the  building  zone  resolution  and  that  the  appli¬ 
cation  be  and  it  hereby  is  granted  for  a  temporary  period 
of  one  year  from  the  date  of  this  action,  limited  to  80  single 
car  garages,  on  block  2149,  lot  84. 


AREAS  FIXED. 

(504-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
William  F.  Doyle,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  tor 
the  erection  and  maintenance  of  a  garage;  premises  128 
144  East  98th  street,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  East  98th  street  from  Rutland  road 
to  a  point  400  ft.  south  of  the  proposed  garage ;  both 
sides  of  Blake  avenue  from  East  98th  street  to  a  point 
200  ft.  east  of  East  98th  street;  the  southerly  side 
of  Ralph  avenue  from  East  98th  street  to  a  point 
100  ft.  east  of  East  98th  street;  the  north  side  of 
Winthrop  street  from  East  98th  street  to  Rockaway 
parkway ;  the  east  side  of  Rockaway  parkway  from 
Winthrop  street  to  a  point  300  ft.  northerly  therefrom. 


(651-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
John  M.  Baker,  requesting  the  board  to  fix  the  area  deemed 
affected  and  within  which  to  obtain  consents  for  the  erec¬ 
tion  and  maintenance  of  a  garage;  premises  north  side 
of  Rockaway  boulevard,  78  ft.  west  of  90th  street,  Wood- 
haven,  Queens. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Rockaway  boulevard,  from  101st  ave¬ 
nue  to  a  point  100  ft.  east  of  90th  street;  both  sides 
of  90th  street  from  101st  avenue  to  102nd  road;  the 
southerly  side  of  101st  avenue  from  89th  street  to  90th 
street;  89th  street  from  101st  avenue  to  a  point  100 
ft.  south  of  102nd  avenue,  and  both  sides  of  102nd 
avenue  from  89th  street  to  a  point  100  ft.  westerly 
therefrom. 
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(666-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
Chas.  Kreymborg  &  Son,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  consents 
for  the  erection  and  maintenance  of  a  garage ;  premises 
east  side  Jerome  avenue,  165.02  ft.  north  of  East  174th 
street,  The  Bronx. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Jerome  avenue,  from  a  point  100  ft. 
south  of  East  174th  street,  to  a  point  200  ft.  north 
of  Clifford  place,  and  also  the  property  at  the  rear  and 
for  a  distance  of  50  ft.  on  each  side  of  the  property 
lines  of  the  premises  in  question. 


(760-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
Philip  S.  Goldrich,  requesting  the  board  to  fix  the  area 
of  notification  deemed  affected  to  permit  the  alteration 
of  a  stable  and  warehouse  to  a  public  garage;  premises  205- 
207  East  101st  street,  Manhattan. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  101st  street  from  Second  avenue  to 
a  point  100  ft.  west  of  Third  avenue ;  east  side  of  j 
Third  avenue,  from  101st  street  to  102nd  street;  the  j 
south  side  of  102nd  street  from  Third  avenue  to  a  i 
point  210  ft.  east  of  Third  avenue. 


Adjourned  4  p.  m. 

. _ William  J.  O’Gorman,  Secretary. 


MINUTES 


BOARD  OF 

SPECIAL  MEETING. 

TUESDAY  AFTERNOON,  SEPTEMBER  22,  1925. 

Present:  Chairman  Walsh,  Messrs.  Dowd,  Gunnison, 
Holland,  Connell  and  Fire  Chief  Kenlon. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
904-24-A. 

APPELLANT — Eastman  Kodak  Co.,  Owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 235-239  West  23rd  street, 

Manhattan. 

APPEARANCES— 

For  Appellant:  Murray  Hulbert. 

For  Administration:  Inspector  Lynch  of  fire 

department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  l 

THE  RESOLUTION: 

(904-24-A) 

Whereas,  Hubbell,  Taylor,  Goodwin  &  Moser,  for  East¬ 
man  Kodak  Company,  owner,  filed,  July  9,  1924,  an  appeal, 
with  the  board  of  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  235-239  West  23rd  street,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
18,  1924,  reads: 

“Order  No.  24567-LC: 

“1.  Provide  a  sufficient  number  of  fireproof  vaults 
in  which  to  keep  all  nitro-cellulose  material,  including 
photographic  film.  No  vault  may  exceed  1,500  cubic 
feet  interior  volume.  No  vault  may  be  used  for  the 
storage  of  more  than  10,000  pounds  of  nitro-cellulose 
material.  Said  vaults  must  be  constructed,  located,  ven¬ 
tilated  and  protected  with  sprinklers  as  required  by 
Section  232-3,  Chapter  10,  Code  of  Ordinances. 

“2.  Replace  present  2,500  gallon  pressure  tanks  with 
tanks  of  at  least  5,000  gallons  of  water  capacity 
in  accordance  with  Rule  6  of  the  Sprinkler  Rules 
of  the  Board  of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  fireproof,  eight  stories  in 
height,  60  ft.  by  98  ft.  8  in.  in  area;  OCCUPIED  on  the 
1st,  2nd  and  7th  stories  for  the  storage  of  nitro-cellulose 
films  and  on  the  remaining  stories  as  a  tenant  factory,  3,242 
pounds  of  films  stored  on  the  1st  story,  3,000  pounds  on 
the  2nd  story  and  1,200  pounds  on  the  7th  story,  149  per¬ 
sons  above  the  1st  story ;  and 

Whereas,  appellant  contends  that  90  per  cent  of  the 


APPEALS 

stock  is  received  and  kept  in  wooden  shipping  cases 
which  enclose  the  cartons  containing  the  photo  films,  and 
contends  that  the  films,  wrapped  and  packed  as  indicated, 
do  not  require  storage  in  ventilated  vaults,  and  further 
contends  that,  relative  to  Item  2  of  the  orders,  that  the 
sprinkler  system  is  provided  with  two  sources  of  supply; 
two  15,000  gal.  gravity  tanks  (located  20  ft.  above  the 
highest  line  of  sprinklers)  and  two  2,500  gal.  pressure 
tanks ,  that  the  building  has  700  sprinklers  ("an  average 
of  78  per  average  fire  area),  and  that  the  existing  water 
supply  for  the  sprinkler  system  is  adequate. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified ,  and  the  appeal  be  and  it  hereby  is 
granted  as  to  Item  No.  1  on  condition  that  the  stock  shall 
be  confined  to  the  8th  story,  stored  in  a  finished  stock  store 
room,  and  that  the  stock  so  maintained  shall  be  kept  in  the 
original  packages,  this  room  to  be  ventilated  to  the  outer 
air  with  not  less  than  two  (2)  skylights,  glazed  with  plain 
glass,  and  that  a  two  source  sprinkler  system  shall  be  main¬ 
tained  at  all  times;  granted  as  to  Item  No.  2  on  condition 
that  the  existing  gravity  and  pressure  tanks  be  maintained 
in  accordance  with  the  rules  of  the  board  of  standards  and 
appeals. 


1177-24- A. 

APPELLANT — Street  &  Smith  Corporation,  owner. 
SUBJECT  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECT.  ED — 79-89  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Murray  Hulbert  and  Mr.  Hat¬ 
ton. 

For  Administration:  Inspector  Maher  of  fire 
department. 

Ar^ATIT?T^r^^oBOARDWApp?al  &ranted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon  .  6 

Negative  . .!.!!!  0 

Absent:  Mr.  Kennedy  .  .  i 

THE  RESOLUTION:  . 

(1177-24-A) 

Whereas,  Street  &  Smith  Corporation,  owner,  filed,  Sep¬ 
tember  29,  1924,  an  appeal,  with  the  board  of  appeals,  from 
an  order  of  the  fire  commissioner,  affecting  premises  79-89 
Seventh  avenue,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  July 
9,  1924,  reads : 

“Before  your  application  to  store  and  use  acids,  kero¬ 
sene  and  benzine  at  premises  79-89  Seventh  Avenue 
can  be  approved  for  a  permit,  it  will  be  necessary  to 
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show  compliance  with  order  issued  against  owner  of 
building,  which  reads : 

“1.  Order  No.  43426-F : 

“Item  1.  Provide  a  separate  and  distinct  system  of 
automatic  sprinklers  throughout  building  having  at  least 
one  source  of  water  supply,  etc.” ; 

and 

Whereas,  the  building  is  fireproof,  having  a  frontage 
of  129  ft.  on  Seventh  avenue  and  a  frontage  of  105  ft.  on 
15th  street;  EQUIPPED  with  a  4  in.  standpipe  system 
in  each  stairway;  OCCUPIED  as  a  printing  establish¬ 
ment,  131  persons  above  the  1st  story;  and 

Whereas,  appellant  contends  that  the  installation  of  a 
sprinkler  system  would  work  a  hardship  on  account  of 
he  possibility  of  the  sprinkler  heads  going  off  and  putting 
presses  and  binding  machines  out  of  commission  and  that 
during  the  installation  of  a  sprinkler  system  the  plant 
would  be  out  of  commission  owing  to  the  dirt  and  grit 
reated  thereby,  and  contends  further  that  there  are  watch¬ 
men  employed  on  the  premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
t  hereby  is  viodified,  and  the  appeal  be  and  it  hereby  is 
granted  as  to  Order  No.  43426,  Item  No.  1,  on  condition 
that  an  approved  standpipe  system  shall  be  maintained  in 
iccordance  with  rules  of  board,  with  4  in.  riser  in  each 
stair  hall ;  that  not  less  than  two  (2)  2l/2  gallon  ap- 
roved  fire  extinguishers  shall  be  maintained  on  each  story, 
md  that  the  building  shall  be  operated  and  maintained  in 
single  use,  operation  and  occupancy. 


BUILDING  ZONE  CASES. 

186-25-BZ. 

\PPLICANT — Louis  A.  Sheinart,  for  Estate  of  George 
Friedland,  owner. 

SUBJEC  T — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

’REMISES  AFFECTED — 113-117  Chrystie  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Louis  A.  Sheinart. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  Sep¬ 
tember  29,  1925,  at  10  a.  m. 


502-24-BZ. 

APPLICANT — William  F.  Doyle,  for  Morris  Pomer- 
antz,  owner. 

SUBJECT — Application  (  re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  ex¬ 
tending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

’REMISES  AI'FECTED — East  side  of  New  York  ave¬ 
nue,  185.92  feet  north  of  South  street,  Jamaica, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

iCTION  OF  BOARD — Application  laid  over  to  Octo¬ 
ber  6,  1925,  at  2  p.  m.,  to  check  basis  of  appeal. 

S6-25-BZ. 

APPLICANT — William  B.  Seaver,  for  Third  Avenue 
Railway  Company,  owner. 

UBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

REMISES  AFFECTED — 2526-2530  Amsterdam  ave¬ 
nue,  Manhattan. 

PPEARANCES — 

For  Applicant:  Edward  A.  Maher,  Jr. 

For  Opposition:  Charles  B.  Meyers  and  Albert 
Wald. 


ACTION  OF  BOARD — Application  laid  over  to  Octo¬ 
ber  6,  1925,  at  2  p.  m.,  on  request  of  applicant. 

289-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Max  Zaubler, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  an  extension  to  an  ex¬ 
isting  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED — 553-559  11th  street,  Brook¬ 
lyn. 

APPEARANCES — 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  R.  S.  Moorehead  and  Harold 
Jewell. 

ACTION  OF  BOARD — Application  laid  over  to  Octo¬ 
ber  6,  1925,  at  2  p.m.,  for  full  vote  of  board. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs.  Con¬ 
nell  and  Holland  .  3 

Negative:  Messrs.  Dowd  and  Gunnison....  2 
Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 

241-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Brolux  Corp., 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1202-1206  .Lind  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  M.  J.  Wheelehan,  Mary  E. 
Brown  and  O.  A.  Raynor. 

ACTION  OF  BOARD — Application  laid  over  to  Octo¬ 
ber  20,  1925,  at  2  p.  m.,  for  inspection  and  report 
by  a  committee  of  board. 


458-25-BZ. 

APPLICANT— William  F.  Doyle,  for  William  Kolle, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 198-210  16th  street,  Biook- 
lyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  John  T.  Mullan  and  Charles 
Deiters. 

ACTION  OT  BOARD — Application  laid  over  to  Octo¬ 
ber  6,  1925,  at  2  p.  m.,  for  full  vote  of  board. 

THE  VOTE— 

Affirmative:  Chairman  Wralsh,  Messrs. 

Dowd,  Gunnison  and  Holland  .  4 

Negative:  Mr.  Connell  . 1 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 

240-25-BZ. 

APPLICANT— Philip  J.  Sinnott,  for  Henry  J.  Lippe 
Jr.,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles 

PREMISES  AFFECTED— 1214-1216  Lind  avenue  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  M.  J.  Wheelehan. 
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ACTION  OF  BOARD — Application  withdrawn. 
THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell,  Holland  and 

Fire  Chief  Kenlon  . 

Negative  . 

Absent:  Mr.  Kennedy  . 


6 

0 

1 


411-25-BZ. 

APPLICANT— William  F.  Doyle,  for  B.  Martin,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  maintenance  of  a  dancing  and  banquet  hall. 
PREMISES  AFFECTED— 1134  Pacific  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Harry  Rosenbaum. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS' — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Connell  and  Holland..  5 

Negative  . . . ;•••; .  0 

Absent:  Mr.  Kennedy  and  Fire  Chief  Kenlon  2 
THE  RESOLUTION: 

(411-25-BZ) 

Whereas,  William  F.  Doyle,  for  B.  Martin,  owner,  filed, 
April  16,  1925,  an  application,  under  the  building  zone  res¬ 
olution,  to  permit  in  a  residence  district  the  maintenance 
of  a  dance  and  banquet  hall ;  premises  1134  Pacific  street, 
Brooklyn ;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  September 
22,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Pacific  street  is  residence ; 
Franklin  avenue,  business ;  Bedford  avenue,  business ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  13,  1925,  reads : 

“Application  denied — proposed  use  of  1st  floor  as  a 
dancing  and  banquet  hall  by  which  the  owner  may 
establish  a  purely  business  use  in  a  residential  dis¬ 
trict  is  contrary  to  art.  2,  sec.  3,  zoning  resolution.”; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  three  stories  in  height,  with  a  frontage  of  54 
ft.  9  in.  and  a  depth  of  102  ft.  3  in. ;  to  be  occupied  as 
a  hotel  with  dance  and  banquet  floor ;  and 

Whereas,  the  applicant  does  not  propose,  nor  seek  the 
privilege  of  a  public  dance  hall  or  cabaret ;  and 

Whereas,  the  board  considers  the  conduct  of  a  res¬ 
taurant  and  dancing  accommodations  for  the  use  of  ho¬ 
tel  guests  an  accessory  use  incidental  to  the  conduct  and 
operation  of  a  hotel. 

Resolved,  that  the  board  of  appeals  does  hereby  make 
a  variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  all  permits 
required  by  law  for  the  operation  and  conduct  of  a  hotel 
shall  be  obtained. 


Adjourned  6.15  p.  m. 

William  J.  O’Gorman,  Secretary. 


MINUTES 


BOARD  OF  APPEALS 


♦CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  appeals, 
held  Tuesday  morning,  September  8,  1925,  as  they  appeared 
in  Bulletin  No.  35,  Vol.  X,  are  hereby  corrected  to  read 
as  follows : 

618-24- A. 

APPELLANT — Albert  Hayden,  owner. 

SUBJECT — Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED— 518  83rd  street,  Brooklyn. 


APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  reopened  and  extension 


of  permit  granted  on  same  conditions. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER- 
MIT — 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

N egative  . .  0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(618-24-A) 

Whereas,  A.  Hayden,  owner,  filed,  May  2,  1924,  an  ap¬ 
peal,  with  the  board  of  appeals,  from  an  order  of  the 


* Correction — Words  “pending  action  of  board  of  stand¬ 
ards  and  appeals  on  petition  for  approval  of  burner”  omitted 
from  last  paragraph  and  words  “the  burner  having  been  ap¬ 
proved  by  the  board  of  standards  and  appeals  May  5,  1925,” 
added  in  next  to  last  paragraph. 


fire  commissioner,  affecting  permises  517  83rd  street,  Brook¬ 
lyn  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  88135- 
LC,  dated  April  12,  1924,  reads : 

“With  reference  to  your  application  for  a  permit  to 
store  fuel  oil  at  the  above  location,  I  regret  to  inform 
you  that  I  am  without  power  to  grant  such  a  permit 
for  the  reason  that  the  storage  of  fuel  oil  at  the 
above  location  is  not  in  accordance  with  the  rules 
adopted  by  the  Board  of  Standards  and  Appeals  on 
Nov.  6,  1919,  amended  Jan.  18,  1924. 

“You  are  therefore  ordered  to  remove  all  fuel  oil 
from  the  storage  tank  and  discontinue  the  further 
storage  and  use  of  fuel  oil  at  the  above  location.”; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  and 
basement  in  height,  20  ft.  by  60  ft.  in  area;  OCCUPIED 
as  a  dwelling;  and 

Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules  excepting  in  that  the  burner 
(a  Powerlight  Oilheat)  is  not  an  approved  burner;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meetings,  July  15,  1924,  October  28,  1924,  January  27,  1925, 
and  April  28,  1925,  for  a  temporary  period  of  90  days,  and 
appellant  requests  an  extension  of  the  period,  the  burner 
having  been  approved  by  the  board  of  standards  and  ap¬ 
peals  May  5,  1925. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  for  a  temporary  period  of  ninety  days,  on  con¬ 
dition  that  the  installation  complies  with  fuel  oil  rules  of 
the  board  of  standards  and  appeals  in  all  other  respects. 
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♦CORRECTION. 

The  minutes  of  the  meeting  of  the  hoard  of  appeals, 
■Id  Tuesday  afternoon,  September  8,  1925,  as  they  appeared 
Bulletin  No.  35,  Vol.  X,  are  hereby  corrected  to  read  as 

illows : 


6-25-A. 

PPELLANT — Albert  E.  Kleinert,  superintendent  of  build¬ 
ings,  Borough  of  Brooklyn. 

OBJECT — Revocation  of  Certificate  of  Occupancy  No. 
24654/24 

REMISES.  AFFECTED — 1109  45th  street,  Brooklyn. 
PPEAR ANCES — 

For  Appellant:  Asst.  Engr.  J.  P.  Smithers. 

For  Opposition:  Charles  D.  Cords. 

CTION  OF* 1  BOARD — Appeal  granted. 

HE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  f> 

Negative  .  0 

Absent :  Mr.  Kennedy  .  1 


*Correction — Words  “For  Appellant :  Asst.  Engr.  J.  P. 
imithcrs"  added  to  line  9;  ivord  “both”  omitted  line  19 
■  resolution  and  words  “4409  Neu'  Utrecht  avenue”  added. 


APPEALS 

THE  RESOLUTION:  • 

(656-25-A) 

Whereas,  Albert  E.  Kleinert,  superintendent  of  buildings, 
Borough  of  Brooklyn,  filed,  April  27,  1925,  an  appeal, 
with  the  board  of  appeals,  for  revocation  of  the  Certificate 
of  Occupancy  24654/24  issued  for  premises  1109  45th 
street,  Brooklyn ;  and 

Whereas,  it  appears  that  an  application  was  filed  in  the 
bureau  of  buildings  to  permit  a  lot  located  partly  in  a  busi¬ 
ness  and  partly  in  a  residence  district  the  erection  of  a 
two-story  brick  business  structure  20  ft.  7  in.  front  and 
rear,  60  ft.  2l/s  in.  in  depth,  with  a  one-story  brick  ex¬ 
tension  at  the  rear  20  ft.  7  in.  by  40  ft.  irregular  in  depth, 
,an  offset  6  ft.  5  in.  by  20  ft.  at  rear  of  lot  shown  as  be¬ 
ing  part  thereof  but  actually  being  a  part  of  adjoining 
property ;  no  rear  yard  was  provided  and  the  business  use 
extends  into  the  residence  district ;  and 

Whereas,  the  superintendent  of  buildings  contends  that 
the  permit  was  issued  in  error  by  an  examiner  tempo¬ 
rarily  appointed  and  that  the  same  architect  filed  the  ap¬ 
plication  for  a  permit  on  these  premises  and  premises  4409 
New  Utrecht  avenue  also  under  appeal  (Cal.  No.  186- 
25-A)  for  revocation  of  certificate  of  occupancy. 

Resolved,  that  the  board  of  appeals  does  hereby  grant  ap¬ 
peal,  revoking  Certificate  of  Occupancy  No.  24654-24,  with¬ 
out  prejudice  to  the  owner  in  fee  of  present  date,  affecting 
any  application  to  be  made  to  this  board  for  a  variation 
of  the  zoning  resolution. 


MINUTES 


BOARD  OF  APPEALS. 


♦CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  appeals, 
eld  Tuesday  afternoon,  September  8,  1925,  as  they  appeared 

i  Bulletin  No.  35,  Vol.  X,  are  hereby  corrected  to  read 

s  follows : 

16-25- A. 

PPELLANT — Albert  E.  Kleinert,  superintendent  of  build¬ 
ings,  Borough  of  Brooklyn. 

UBJECT — Revocation  of  Certificate  of  Occupancy  No. 
4188/23. 

REMISES  AFFECTED — 4409  New  Utrecht  avenue, 
Brooklyn. 

PPEARANCES — 

For  Appellant :  Asst.  Engr.  J.  P.  Smithers. 

For  Opposition :  Charles  D.  Cords. 

CTION  OF  BOARD — Appeal  granted. 

HE  VOTE  TO  GRANT— 

Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent:  Mr.  Kennedy  .  1 

i - 


*Correction — Words  “and  1109  45f/i  street”  omitted  lines 
and  7;  words  “For  Appellant-.  Asst.  Engr.  J.  P.  Smithers” 
Ided  line  10;  zrords  “Nezc  Utrecht  avenue”  added  line  4 

f  resolution. 


THE  RESOLUTION: 

(186-25-A) 

\Y  hereas,  Albert  E.  Kleinert,  superintendent  of  buildings, 
Borough  of  Brooklyn,  filed,  February  16,  1925,  an  appeal! 
with  the  board  of  appeals,  for  revocation  of  the  Certificate 
of  Occupancy  No.  4188-23  issued  for  premises  4409  New 
Utrecht  avenue,  Brooklyn;  and 

Whereas,  it  appears  that  an  application  was  filed  in  the 
bureau  of  buildings  to  permit  in  a  business  district  the  erec¬ 
tion  of  a  three  (3)  story  brick  building  with  a  frontage 
of  25  ft.  2x/2  in.  and  a  depth  of  122  ft.  in  the  first  story, 
to  be  occupied  as  store  on  the  first  story  and  dwelling 
above;  and 

Whereas,  it  appears  that  there  is  a  portion  of  this  lot 
which  is  in  the  residence  district  and  which  was  shown 
originally  as  belonging  to  the  premises  No.  1109  45th  street 
has  been  built  upon  and  is  occupied  for  business  purposes, 
the  extension  having  been  originally  shown  as  60  ft.  in 
depth,  but  having  been  erected  75  ft.  in  depth. 

Resolved,  that  the  board  of  appeals  does  hereby  grant 
appeal,  revoking  Certificate  of  Occupancy  No.  4188-1923, 
without  prejudice  to  the  owner  in  fee  of  present  date,  af¬ 
fecting  any  application  to  be  made  to  this  board  for  a 
variation  of  the  zoning  resolution. 


MINUTES 

BOARD  OF  APPEALS 


♦CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  appeals, 
eld  Tuesday  afternoon,  September  8,  1925,  as  they  appeared 
•i  Bulletin  No.  35,  Vol.  X,  are  hereby  corrected  to  read  as 

allows : 


1429-24-BZ 

APPLICANT — John  De  Hart,  for  John  J.  Daly  and  Max 
L.  Fried,  owners. 

SUBJECT— Application  (re:  decision  of  superintendent  ot 
buildings)  to  permit  in  a  business  district  the  main¬ 
tenance  of  a  motor  vehicle  repair  shop. 


1«15 
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PREMISES  AFFECTED— 1012-1018  Avenue  St.  John, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Messrs.  Dowd, 
Gunnison,  Holland,  Connell  and  Fire  Chief 


Kenlon  .  6 

Negative  .  0 

Absent :  Mr.  Kennedy  .  1 

THE  RESOLUTION: 


(1429-24-BZ) 

Whereas,  John  De  Hart,  for  John  J.  Daly  and  Max  L. 
Fried,  owners,  filed,  December  3,  1924,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  dis¬ 
trict  the  maintenance  of  a  motor  vehicle  repair  shop ;  prem¬ 
ises  1012-18  Avenue  St.  John,  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  September 
8,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show -that  Avenue  St.  John' and  South¬ 
ern  boulevard  are  business  districts  and  Fox  street  is  a  resi¬ 
dence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 


* Correction — Words.  “Whereas,  the  existing  building  is 
of  non-fireproof  con-,”  added  at  head  of  5th  paragraph  of 
resolution.  _ 


rendered  December  8,  1924,  in  acting  on  Slip  App.  No.  16t 
24,  reads : 

“Your  application  for  a  certificate  of  occupancy  fc 
the  rear  portion  of  the  building  1012-18  Avenue  S 
John,  Borough  of  The  Bronx,  as  a  five-car  garage  ar 
repair  shop  for  motor  vehicles,  is  hereby  denied  as  tl 
premises  are  located  in  a  busiriess  district  in  which  sue 
occupancy  is  prohibited  by  the  provisions  of  the  Buil< 
ing  Zone  Resolution.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  co 
struction,  one  story  in  height,  with  a  frontage  of  75  1 
and  a  depth  of  100  ft. ;  to  be  occupied  as  a  five-car  garag 
motor  vehicle  repair  shop,  dead  storage  garage  and  store 
the  repairing  to  consist  of  the  placing  of  a  signal  attacl 
ment  on  the  rear  of  car ;  and  , 

Whereas,  the  board  deemed  there  is  no  marked  prohit 
tive  nuisance  as  intended  by  restrictions  of  zoning  resol 
tion  connected  with  the  conduct  of  the  work. 

Resolved,  that  the  board  of  appeals  does  hereby  mat 
a  variation  in  the  application  of  the  use  district  regulatioi 
of  the  building  zone  resolution,  and  that  the  applicatic 
be  and  it  hereby  is  granted,  with  the  specific  provision  th 
a  general  motor  vehicle  repair  work  shop  shall  not  1 
conducted  on  the  premises  and  that  the  operation  and  co 
duct  of  the  shop  shall  be  restricted  to  the  placing  ai 
installation  of  signal  lights  on  automobiles ;  that  all  wo 
and  operation  thereof  shall  be  by  manual  operation  and  l 
motor  power  machinery  other  than  a  ^  H.  P,  portal 
drill  permitted  on  the  premises,  and  that  the  allowable  a 
tomobile  storage  shall  be  limited  to  five  (5)  automob:1 
throughout  the  entire  premises  and  that  there  shall  be  i 
gasoline  storage  equipment  installed  or  maintained  on  t' 
premises.  All  permits  required  to  be  obtained  within 
days  and  work  completed  within  90  days. 


MINUTES 


BOARD  OF  APPEALS 

♦CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  appeals, 
held  Tuesday  morning,  September  8,  1925,  as  they  appeared 
in  Bulletin  No.  35,  Vol.  X,  are  hereby  corrected  to  read  as 


follows : 

634-24-A. 

APPELLANT — Emile  Bauer,  lessee. 

SUBJECT— Application  for  extension  of  permit  (re: 

appeal  from  order  of  fire  commissioner). 
PREMISES  AFFECTED— 9120  89th  street,  Wood- 
haven,  Queens. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to  ex¬ 
tend  permit;  appeal  reopened  and  permit  extended 
on  same  conditions. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT— 

Affirmative:  Chairman  Walsh,  Messrs. 

Dowd,  Gunnison,  Holland,  Connell  and 

Fire  Chief  Kenlon  .  6 

Negative  . 0 

Absent:  Mr.  Kennedy  .  1 

THE  RESOLUTION: 

(634-24-A) 

Whereas,  Emile  Bauer,  lessee,  filed,  May  7,  1924,  an  ap¬ 
peal,  with  the  board  of  appeals,  from  an  order  of  the  fire 

*Correction — Words  “pending  action  of  board  of  stand¬ 
ards  and  appeals  on  petition  for  approval  of  the  Power- 
Hght  Burner''  omitted  from  last  paragraph  and  words  “the 
burner  having  been  approved  by  the  board  of  standards  and 
appeals  May  5,  1925”  added  in  next  to  last  paragraph. 


commissioner,  affecting  premises  9120  89th  street,  Woo 
haven,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  2823 
LC,  dated  April  17,  1924,  reads: 

“With  reference  to  your  application  for  a  permit 
store  fuel  oil  at  the  above  location,  I  regret  to  i 
form  you  that  I  am  without  power  to  grant  such 
permit  for  the  reason  that  the  storage  of  fuel  oil 
the  above  location  is  not  in  accordance  with  the  rul 
adopted  by  the  Board  of  Standards  and  Appeals  on  Nc 
6,  1919,  amended  January  18,  1924. 

“You  are  therefore  ordered  to  remove  all  fuel  » 
from  the  storage  tank  and  discontinue  the  further  stc 
age  and  use  of  fuel  oil  at  the  above  location.”; 

and 

Whereas,  the  building  is  frame,  2]/2  stories  in  heigl 
20  ft.  by  40  ft.  in  area;  OCCUPIED  as  a  dwelling;  ai 

Whereas,  a  fuel  oil  burning  system  has  been  install 
consisting  of  a  55  gallon  storage  tank,  piping  and  a  Powe 
light  Burner;  and 

Whereas,  appellant  contends  that  the  installation  co 
forms  with  the  fuel  oil  rules,  excepting  in  that  the  burn 
is  not  an  approved  burner ;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  i 
meeting  February  3,  1925,  and  May  5,  1925,  on  certa 
conditions,  and  appellant  requested  an  extension  of  the  tir 
limit,  the  burner  having  been  approved  by  the  board 
standards  and  appeals  May  5,  1925. 

Resolved,  that  the  order  of  the  fire  commissioner  be  x< 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
granted,  for  a  temporary  period  of  ninety  (90)  days,  at  t 
owner’s  risk. 
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RULES 


FIRE  RETARDING  RULES 


lopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
:hicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga- 
.jes,  motor  vehicle  repair  shops  and  oil  selling  stations 
y  material  or  form  of  construction  shall  be  deemed 
e-retarding  within  the  meaning  of  §73,  subdivision  3, 
the  building  code,  that  resists  the  action  of  flame 
d  heat  when  subjected  to  a  continuous  fire  for  one 
ur  at  an  average  temperature  of  seventeen  hundred 
700)  degrees  Fahrenheit  without  the  passage  of  flame, 
d  with  a  maximum  temperature  rise  to  four  hundred 
00)  degrees  Fahrenheit  on  the  side  away  from  the 
e.  The  point  at  which  the  temperature  of  transmitted 
at  is  measured  shall  be  protected  from  external  air 
d  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition 
instruction,  the  area  under  test  shall  be  not  less  than 
ie  hundred  (100)  square  feet  anrd  least  dimension 
all  be  not  less  than  nine  (9)  feet.  When  in  the  form 
floor  construction,  the  area  under  test  shall  be  not 
■;s  than  two  hundred  (200)  square  feet  and  the  least 
mension  shall  be  not  less  than  fourteen  (14)  feet. 
During  the  fire,  the  floor  construction  shall  support 
e  live  load  for  which  it  is  designed,  and  after  the  fire 
all  safely  sustain  twice  the  designed  live  load  with  a 
aximum  deflection  of  not  more  than  one  two-hun- 
edth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
isted  floor  construction  shall  be  accepted  as  fire-re- 
rding  construction  in  non-fireproof  buildings  used  as 
irages,  motor  vehicle  repair  shops  or  oil  Selling  sta- 
Dns  when  the  beams  are  protected  on  the  upper  and 
ider  sides  with  the  fire-retarding  materials  specified 
rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
rms  of  construction  shall  be  accepted  as  fire-retarding 
■r  the  covering  of  the  upper  sides  of  wood  floor  beams 
joisted  floor  construction  in  non-fireproof  buildings 
;ed  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
g  stations: 

(a)  Seven-eighths  (%)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not  less  than  two  and  one-half 
(2)4)  inches  of  1:2)4 :5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  ()4)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  (2)4  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 

l  steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
irms  of  construction  shall  be  accepted  as  fire-retarding 
>r  the  covering  of  the  undersides  of  wood  floor  beams 

!  i  joisted  floor  construction  in  non-fireproof  buildings 
sed  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
ig  stations: 

(a)  One-half  ()4)  inch  plaster  boards  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  ()4)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 

r  nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  furring 
strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 
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(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  ()4)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five' (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  ()4)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (%)  inch  wood  sheathing, 
one-half  ()4)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 

than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (%)  inch  wood  sheathing, 
two  thicknesses  of  one-quarter  inch  asbestos 

boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  »«etal  with  one-inch  lapped  seams. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES— 


SPRINKLER 

[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Friday,  October  23,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules.  , 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  zvorking  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  shoiv  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  ivater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves ,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-t 
sioner  may  require,  not  exceeding  three  (j),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line)  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wFv>  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  with  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


SYSTEMS. 

Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank 
the  Pressure  Tank,  [and]  the  Public  Water  System,  anc 
the  Automatic  Electric  Fire  Pump,  installed  as  requirei 
under  the  provisions  of  Rule  8,  hereinafter  provided  for 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fin 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  ar 
available  quantity  of  water  sufficient  to  supply  twenty-fivi 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  th< 
average  protected  fire  area  for  twenty  (20)  minutes,  but  no' 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shal 
have  an  elevation  of  not  less  than  twenty  (20)  feet  abovt 
the  highest  line  of  sprinklers  below  the  main  roof.  Whet 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  0, 
the  tank  shall  be  required  to  be  not  less  than  20  feet  about 
the  highest  line  of  sprinklers  below  the  pent  house  roof 
but  where  a  pent  house  contains  only  pressure  tanks  this  rub 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal 
Ions  is  required  by  this  rule,  the  amount  of  water  to  b* 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  sped 
fied  by  the  Board  of  Standards  and  Appeals,  except  whet 
tanks  of  unlimited  capacities  arc  supported  on  structures  al 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2 
inches  in  size,  discharging  into  the  top  of  the  tank,  0 
through  a  by-pass  not  less  than  two  (2)  inches  in  sizi 
around  the  check  valve  in  the  discharge  pipe,  providec 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  Th* 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-firoo 
casing  and  may  extend  through  tank  bottom  to  discharg 
at  top  of  tank  above  full  zvater  level.  The  portion  of  ftp  I 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor j 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  1 
common  source  of  supply,  either  a  pump  or  a  direct  serv 
ice  main  connection,  proznded  that  there  are  separate  fee 1 
mains  from  the  basement  or  lowest  story  and  a  contro 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  ( 2 )  inchei 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  no  I 
less  than  three  (3)  inches  in  diameter  for  larger  ton^jj 
The  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be] 
low  the  top  of  the  staves  in  wooden  tanks  and  one  (1  j 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tan  I 
is  of  brass  or  copper  or  other  non-corrosive  metal  onij 
zvithout  joints  or  it  may  extend  through  side  of  tank.  Fol 
tanks  over  roofs  overflow  pipes  shall  terminate  not  mor  I 
than  tzventy-four  ( 24 )  inches  above  roof  and  shall  be  fittc  | 
with  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  zvhere  expose  I 
to  the  weather  shall  be  protected  from  freezing  by  a  frost I 
proof  covering  which  may  be  of  three  layers  of  one-inc  I 
( 1")  hair  felt  interspersed  zirith  building  paper  well  zirappei 
and  secured  and  covered  zvith  canvas  zvell  painted  or  tj 
frost-proof  boxing  as  specified  by  the  National  Board  0 
Fire  Underzvriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  b 
means  of  a  steel  gooseneck  ladder  substantially  const  rude ; 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvarl 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  th\ 
requirements  of  the  Building  Code  and  supporting  struct 
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ures  shall  be  approved  by  the  Superintendent  of  Buildings, 
r anks  not  enclosed  and  exposed  to  the  weather  shall  be 
overcd  with  a  double  roof  of  acceptable  construction  con¬ 
ns  ting  of  a  tight  flat  cover  of  matched  boards  and  above 
his  a  conical  roof  which  shall  be  covered  with  an  ap- 
'roved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
;ard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
wildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
he  ground  level,  and  not  less  than  20  feet  above  the  high- 
'st  line  of  sprinklers  below  the  main  roof  of  the  highest 
wilding  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
ufficient  water  to  supply  twelve  and  one  half  per  cent 
^  1 2 l/a%)  of  the  number  of  sprinklers  in  the  average  pro- 
ected  fire  area  for  twenty  (20)  minutes,  but  not  less 
ban  [5,000]  3,000  gallons  of  water  for  a  ivet  pipe  system 
vhere  supplemented  by  an  auxiliary  vuater  supply,  and  not 
ess  than  5>°bO  gallons  of  water  for  a  dry-pipe  system.  No 
ingle  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
index  a  pressure  of  seventy-five  (75)  pounds  per  square 
nch,  and  shall  be  so  proportioned  and  located  that  a  pres- 
;ure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
vill  be  available  on  the  highest  line  of  sprinklers  below 
he  main  roof  when  all  the  water  has  been  discharged  from 
he  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
lighest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
lighest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
upply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
his  rule,  the  amount  of  water  to  be  provided  in  excess  of 
25,000j  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde- 
>endent  of  the  sprinkler  piping,  not  less  than  [two]  one 
1  nd  one-half  ( i]/i )  inches  in  size  [with  a  one  and  one- 
juarter  ( / J 4)  inch  connection  to  the  tank],  or  through  a 
>y-pass  not  less  than  [two  (2)]  one  and  one-half  ( i1/. 2)  in* 
:hes  in  size  around  the  check  valve  in  the  discharge  pipe 
irovided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
l'he  water  supply  and  connections  shall  be  capable  of  sup- 
ilying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
ank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
>n  the  end  opposite  the  glass  gauge,  or  other  acceptable 
levice,  to  indicate  the  level  of  the  water  when  the  tank  is 
wo-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
ncrease  the  air  pressure  at  the  average  rate  of  one 
1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
0  the  city  water  supply  shall  be  capable  of  furnishing 
vater  at  not  less  than  fifteen  (15)  pounds  per  square 
nch  static  pressure  at  the  highest  line  of  sprinklers 
inder  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Vater  Supply,  Gas  and  Electricity,  the  size  of  each  con- 
lection  shall  be  as  large  as  that  of  the  main  riser  and 
ot  less  than  four  (4)  inches,  and  shall  have  a  conven- 
mtly  accessible  control  valve  fixed  to  it  at,  or  near,  the 
urb,  or,  when  possible,  still  further  away  from  the 
milding.  The  control  valve  shall  be  fitted  with  a  frost 
md  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
han  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
:xtending  to  a  compartment  at  the  level  of  the  side- 
i  /alk.  The  cover  shall  be  bolted  to  the  casing  and 
hall  be  so  marked  as  to  be  quickly  located  and  to 
ndicate  the  purpose  of  the  valve.  The  valve  shall  be 
•>f  indicating  pattern,  operated  by  a  special  socket 
vrench  approved  by  the  department  of  water  supply, 
tas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the f  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  16"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (/) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Eire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Eire  Department. 

Rule  8.  fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  13  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,300  sq.  ft.,  as 
provided  in  Rule  3.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca' 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (l/2)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  ’hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  o{  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  sucii 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  from 
of  the  building  for  connection  to  the  fire  departmem 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  (<?oo)  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  onedialf  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  sidc- 
walk,  in  a  horizontal  position  accessible  to  the  fire  de- 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  tor 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  js  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr. 

Siamese  hose  connections  may  project  through  a  fjr]eet 
wall  not  more  than  twelve  (i<?)  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  ( 15 )  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (yi)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  dram 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the  j' 

sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15)  j 

pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two  j 
pressure  tanks  having  a  total  water  capacity  for  a  one-  j 

source  supply  may  be  considered  as  a  two-source  supply  j 

where  the  occupancy  of  the  building  does  not  conflict  with  \ 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and  |i 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid  j 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  |j 

heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose ! 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one  \ 
standard  one-half  ()4)  inch  head  for  each  62)4  j 
cubic  feet  of  available  storage  space,  or  one  (1)  j 
inch  Conran*  head  for  each  250  cubic  feet  of  avail- 1 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays  i 
less  than  three  (3)  feet  wide  shall  be  treated  as  open  I 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,  but  less  than  five  (5)  feet  on  centers,  will  requirt 
special  ruling  by  the  administrative  official  having  juris- 1: 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler! 
lines  shall  ;be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will  I 
be  opposite  a  point  half  way  between  heads  on  adjacent  I 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance! 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, I 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced1 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis- 1 
sion  may  be  given  by  the  administrative  official  having  juris- [ 
diotion  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4)! 
feet  wide  from  center  to  center  of  girders,  and  the  heads  | 
shall  then  be  spaced  on  each  line  so  that  the  area  covered:1 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet.! 
In  all  cases  where  such  bays  are  over  eleven  and  one-half! 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be; 
installed  in  each  bay  as  required  by  the  rules  for  spacing.! 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran; 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six- 
:een  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
aot  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
>vidth,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
Detween  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
.he  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
nr  partition.  Where  girders  project  below  the  under  side 
af  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 
:y-five  (25)  feet  in  width,  measured  from  center  to  center 
af  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  04)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

L  One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  Aventy-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (l)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (l)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof.  m->v  be  used  in  lieu  of  heads  located  in  peak  of 
roof ' 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (l)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lino  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinkW  A^flectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (A)  inch  heads — 


Size  of  Pipe 
Y  inch 

1 

154  “ 

IV2  “ 

2 

2)4  “ 

3 

3/t  “ 


Maximum  No.  of 
Heads  Allowed 
.  1  head 


2  heads 


3 

5 

10 

20 

36 

55 

80 

140 

200 

300 

420 


44 


u 


(b)  For  Conran*  one  (1)  inch  heads — 


Size  of  Pipe 


1 

154 

1) 4 

2 

2) 4 

3 

4 

5 

6 

7 

8 


inch 

u 

a 

a 

u 

ti 

it 

a 

11 

11 

11 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 


11 

a 

<1 

it 

11 


ii 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads — 


Size  of  Pipe 
1)4  inch 
154 


2)4 


3 

4 

5 

6 

7 

8 


II 

II 

II 

II 

II 

II 

II 


Maximum  No.  of 
Heads  Allowed 


1  head 

2  heads 


3 

4 
6 

12 

21 

40 

60 

84 


II 


II 


II 

II 


44 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (JA)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  risen 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  (A)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser”, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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yRuIe  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
[andard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 

shall  be  long  turn  pattern  on  feed  mains  and  risers. 

✓ 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall'  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  W  hen  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  wall  and  exposed  to  the  weather,  they 
shall  be  fitted  with  hoods  or  down-turned  elbozvs. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used ; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  "f  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  I  inch 
in  size  where  floor  valves  are  not  over  2]/2  inches  in  size 
and  i\ 4  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  iV2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  grazdty  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  ()4)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  ()4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Y\  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iY\  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  )4- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  zvhere  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  zvater  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  $4-* nch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  Y^-inch  shut-off  valve 
stopped  ztnth  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4)4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve ; 

Below  the  alarm  valve ;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  ()4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
fnon-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mouAted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position ;  except  that  when  the  sprinkler-  system  is  fed  f  rom 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  ()4)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a) .  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 


iNot  more  than  the  tollowmg  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve : 

(a)  For  standard  one-half  ('/2 )  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  . ioo 

(c)  For  Conran*  one  and  one-quarter  (1%  inch  heads  64 

Where  equipped  with  an  approved  quick-opening  device 

the  following  7iumber  of  heads  may  be  controlled  bv  one 
“Type  A”  dry-pipe  valve: 

(a)  For  Standard  one-half  ()4)  inch  heads . 8oo 

( b )  For  Conran*  one  (/)  inch  heads . .200 

(c)  For  Conran*  one  and  one-quarter  (//4)  inch  heads.  128 

(b)  When  “Type.B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 


(a)  For  Standard  one-half  (y2)  inch  heads  . 500 

(b)  For  Conran*  one  (l)  inch  heads . ...125 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads.  84 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  04)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  .The  water  in  all  sprinkler 
tanks  subject  to  freezing,  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
\cceptance  all  automatic  sprinkler  systems,  excluding  the  wa- 
er  supply  tanks,  shall  be  subjected  after  installation  to  a 
lydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
>er  square  inch  in  excess  of  that  which  will  be  normally 
arried  and  observed  in  the  sprinkler  system,  such  test 
>ressure,  however,  never  to  be  less  than  one  hundred  and 
ifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys- 
em. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
iressure  of  one  and  one-half  ( 1 Yi)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
n  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
mall  pump,  the  main  controlling  gate  being  meanwhile 
cept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
lsed  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con- 
rol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
ind  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
wo  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
lours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen- 
:ial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 

S luring  the  test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
it  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
luthorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
ipproved  of  in  writing,  except  piping  passing  through  floors , 
'.vails,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  zvalls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
jprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 

•f  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
j  one-source  system. 

j  >  # 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap- 
:er  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  to.  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro -cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any >  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  with 
the  Fire  Department  for  approval. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
itreet.  Price,  $1.25;  by  mail,  $1.35. 

I 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distribting  Division  of  the  City  Record  Office,  125  Worth 
street.  Price.  30c;  by  mail,  35c. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  September  23,  1925..  981 

Restored  to  calendar  .  52 

Miscellaneous  Applications. 

Requests  to  reopen .  98 

Requests  to  amend  .  3 

Requests  for  modification  .  32 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  14 

Requests  for  extension  of  permit  .  17 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans .  11 

Administrative  requests  .  3 

Requests  for  interpretation .  1 

Total  .  1,812 

Disposed  of  . 981 

Cases  pending  September  23,  1925  .  831 


DISPOSITION  OF  CASES. 

Withdrawn  . 

Dismissed  . 

Denied  . 

Granted  . 

Granted  on  condition  .  5C 

Appliances  approved  .  i 

Appliances  dismissed,  disapproved  or  withdrawn . 


Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  9 

Requests  to  reopen  denied  . 

Requests  to  amend  granted  . 

Requests  to  amend  denied  . 

Requests  for  modification  granted  .  3 

Requests  for  modification  denied  . 

Requests  to  rescind  granted  . 

Requests  to  rescind  denied  . 

Requests  for  extension  of  time  granted .  1 

Requests  for  extension  of  time  denied  . 

Requests  for  extension  of  permit  granted .  1 

Requests  for  extension  of  permit  denied  . 

Requests  to  install  granted  . . . 

Requests  to  install  denied  . 

Plans  approved  .  1 

Plans  disapproved  . 

Administrative  requests  granted  . 


Administrative  requests  denied  or  withdrawn  . 

Interpretations  . 

Requests  withdrawn  or  dismissed  .  '  : 

Total  . * .  98 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals  and  of  the  Board  of  Appeals,  and 
to  all  lawyers,  architects  and  engineers  representing  owners 
or  lessees  in  proceedings  before  these  boards — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  these  boards,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  th< 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  ol 
failure  to  receive  such  notice  is  no  excuse  for  neglect  tc 
appear. 

Fifth,  That  the  business  of  these  boards  is  to  dispose  ol 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  qrder;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

% 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please 

for  one  year  to  THE  BUL- 
mail  THE  BULLETIN  tc; 

Name  . . 

Street  .  .  . 

P.  O . 

* 

My  subscription  is  to  begin  with  ♦h'*  issue  for  . 

.  1925. 
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communications  should  he  addressed  to  the  chairman  of 
the  board 
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his  issue  of  the  Bulletin  contains,  in  the  order 
n — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Special  Meeting,  September  25,  1925. 
Special  Notice. 

Notice  of  Public  Hearing. 

Reserve  Calendar. 

Progress  Report. 


\  PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2:30  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

All  hearings  are  held  in  Room  J0I3,  Municipal  Building 

Manhattan. 

«' 

HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M.  ih 

pp  s 

Any  person  desiring  to  c6rSWtjIt  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  baaiyfo  will  be 
seen  only  between  the  hours  of  tentinMhe^rtei-nirig  and  one 
in  the  afternoon — Saturday 4 '•tti'depted. 


CALL  OF  CLERK’S  CALENDAR. 

D  T.h.e  Jerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any 
and  will  be  called  in  Room  1013,  Tuesday,  October  6, 
l.i25,  at  2  o  clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  he  on 
1  uesday,  October  13,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

.  An>’  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

.  At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Waj.sh,  Chairman. 
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DOCKET. 


New  Cases 

Filed  Week  Ending  September  30,  1925. 

Cal.  No.  Department. 

Premises  Affected. 

1002-25-S . 

...F.D.  ... 

.  630  6th  ave.,  Man. 

L.  D.  83970. 

1001-25-S . 

...F.D.  ... 

.463-469  7th  ave.,  Man.  (16  sty.) 

L.  D.  82477. 

1000-25-S . 

...F.D.  ... 

.501  7th  ave.,  Man.  (16  sty.  E.) 

L.  D.  81985. 

999-25-S . 

...F.D.  ... 

.501  7th  ave.,  Man.  (16  sty.  W.) 

L.  D.  81986. 

998-25-S . 

...F.D.  ... 

.270-276  W.  38th  st.,  Man. 

L.  D.  8775. 

997-25-S . 

...F.D.  ... 

.252-258  W.  37th  st.,  Man. 

L.  D.  81823. 

996-25-BZ. .  . . 

...B.B.B.  . 

.  24-26  Stagg  st.,  Bklyn. 

Applic.  16801-1925. 

995-25-A . 

...F.D.  ... 

.  785  E.  135th  st.,  Bx. 

F-83909. 

994-25-S . 

...F.D.  ... 

, .  2517  Atlantic  ave.,  Bklyn. 

L.  D.  75865. 

993-25-S . 

...F.D.  .. 

..408-410  Broadway,  Man. 

L.  D.  85,007. 

992-25-S . 

...F.D.  ... 

. .  14-20  Centre  st.,  Bklyn. 

L.  D.  76812-L.  D.  77553. 

991-25-BZ. .  . . 

...B.B.Bx. 

.  E.  S.  Jerome  ave.,  50  ft.  N.  of 
200th  st.,  Bx. 

N.  B.  1567-1924. 

990-25-S . 

....F.D.  .. 

..280-284  Park  ave.,  Bklyn. 

L.  D.  84088. 

989-25-A _ 

....F.D.  .. 

. .  280-284  Park  ave.,  Bklyn. 

F-84091. 

988-25-S _ 

....F.D.  .. 

. .  385  Madison  ave.,  Man. 

L.  F.  83017-83018. 

987-25- A _ 

....F.D.  .. 

.  .  524  E.  187th  st.,  Bx. 

Alt.  1601-1925  &  L.  C.  24666. 

986-25-A _ 

....F.D.  .. 

. .  Bch.  80th  st.  &  L.  I.  R.  R.  in 
Jamaica  Bay,  Rockaway  Bch., 
Q.  L.  C.  97852. 

985-25-SA. .  . 

....F.D.  .. 

. .  Amdyco  Foam  Fire  Extin¬ 
guisher.  Appliance. 

984-25-S _ 

....F.D.  .. 

..2-24  Cumberland  st.,  Bklyn. 

L.  D.  82611. 

983-25- A _ 

....F.D.  .. 

. .  2-24  Cumberland  st.,  Bklyn. 

L.  F.  82612— F-82610— F-82609. 

982-25-BZ. . . 

. . .  .B.B.B. 

..E.  S.  Kings  Highway,  406.34  ft. 
N.  Foster  ave.,  Bklyn. 

Applic.  12165-1925. 


CODE. 


F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

B.B.Bx . Bureau  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 


SPECIAL  NOTICE 

Pursuant  to  Local  Law  No.  13,  reorganizing  and  con 
solidating  the  Board  of  Appeals  and  the  Board  of  Stand 
ards  and  Appeals,  his  Honor,  the  Mayor,  John  F.  Hylan 
on  September  29,  1925,  appointed  members  to  serve  on  th< 
new  Board  of  Standards  and  Appeals. 

As  a  result  of  the  reorganization,  meetings  schedulec 
for  September  29th  could  not  be  held.  m 

All  appeals  and  applications  scheduled  for  hearing  a 
the  regular  meeting  of  the  Board  of  Appeals  on  Septem 
ber  29,  1925,  at  10  a.  m.,  have  been  set  for  hearing  b; 
the  Board  of  Standards  and  Appeals  at  a  special  meetinj 
to  be  held  on  Friday  morning,  October  9,  1925,  at  10  a.  ir 
All  petitions  under  the  labor  law,  scheduled  for  hearinj 
at  the  regular  meeting  of  the  Board  of  Standards  and  Ap 
peals  on  September  29,  1925,  at  2  p.  m.,  have  been  set  fo 
hearing  by  the  Board  of  Standards  and  Appeals  at  a  spe 
cial  meeting  to  be  held  on  Friday  afternoon,  October  9,  192t 
at  2  p.  m. 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  October  6,  1925,  at  2  p.  m. 

653-25-BZ. 

APPLICANT — John  De  Hart,  for  Active  Holding  Co 
Inc.,  owner. 

PREMISES — 319-323  East  148th  street,  The  Bronx. 

TO  PERMIT  the  extension  from  an  unrestricted  distric 
into  a  business  district  of  a  proposed  garage  for  tb 
storage  of  more  than  five  (5)  motor  vehicles. 

669-25-BZ. 

APPLICANT — Jacob  Zwerling,  lessee. 

PREMISES— Northwest  corner  of  Belmont  avenue  an 
Fordham  road,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  mail 
tenance  of  a  gasoline  selling  station. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
Tuesday,  October  6,  1925,  at  10  a.  m. 

510-25-A — 102  71st  street,  Brooklyn. 

116-25-A— 54  West  57th  street  and  59  West  56th  stree 
Manhattan. 

157-25-A — 159  Nott  avenue,  Long  Island  City,  Queens. 
199-25-A — 25  Pine  street,  Manhattan. 

397-25-A — Foot  of  Hubbard  street,  Brooklyn. 

520-25-A — East  side  Tibbett  avenue,  273  ft.  south  of  We: 

246th  street,  The  Bronx. 

536-25-A — 841-847  Tiffany  street,  The  Bronx. 

540-25-A — East  177th  street  and  Bronx  River,  200  ft.  froi 
Devoe  avenue,  The  Bronx. 

565-25-A — Boynton  and  Manor  avenues,  East  172nd  strc 
and  East  173rd  street,  The  Bronx. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stanc 
ards  and  appeals  of  a  public  hearing  under  the  provisioi 
of  the  building  zone  resolution,  Tuesday  morning,  Octobi 
6,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Buildin 
on  the  following  matters : 

cal.  no.  1250-24-BZ — Application,  October  21,  1924,  undi 
the  building  zone  resolution,  of  Crok 
National  Fire  Prevention  Engineerir 
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Co.,  for  Anna  M.  Fischetti,  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 

(4)  spaces  rented  to  persons  not  re¬ 
siding  on  the  premises ;  premises  87 
Clermont  avenue,  rear,  Brooklyn. 

.  no.  1453-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  James 
Murphy,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  24 
Evelyn  place,  southeast  corner  of  Da¬ 
vidson  avenue,  The  Bronx. 

.  no.  97-25-BZ. — Application,  January  23,  1925,  under  the 
building  zone  resolution,  of  Robert 
Kaplan,  architect  and  engineer,  on  be¬ 
half  of  Ros-Sil  Realty  Corporation, 
owner,  to  permit  in  a  business  and  “B" 
area  district  the  maintenance  of  a  rear 
yard  less  in  depth  than  that  required 
by  the  building  zone  resolution ;  prem¬ 
ises  13  West  36th  street,  Manhattan. 

.  no.  4R4-25-BZ — Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  William  F. 
"Doyle,  applicant,  on  behalf  of  Helen 
Pelcyger,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  836-846  Crown  street,  south¬ 
west1  corner  of  Ford  street,  Brooklyn. 

.  no.  142-25-BZ. — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 
Thatcher,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  northwest  corner  of 
Coney  Island  avenue  and  Avenue  N, 
Brooklyn. 

.  no.  531-25-BZ — Application,  May  22,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Luke 
Kilgallon,  owner,  to  permit  in  a  busi-t 
ness  district  the  alteratiotn  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  James  street,  136 
ft.  north  of  Cornaga  avenue,  Far  Rock- 
away,  Borough  of  Queens. 

.  no.  225-25-BZ — Application,  February  25,  1925,  under 
the  building  zone  resolution,  of  Thomas 
O’Rourke  Gallagher,  applicant,  on  be¬ 
half  of  Mymaud  Construction  Co., 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga- 
i  .  rage  for  the  storage  of  more  than  five 

(5)  motor  vehicles;  premises  southwest 
corner  of  Metropolitan  avenue  and 
125th  street,  Richmond  Hill,  Borough 
of  Queens. 

.  no.  269-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  William 
A.  Giesen,  architect,  on  behalf  of  Agnes 
Connolly,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
five  (5)  pleasure  motor  vehicles,  four 
L  (4)  spaces  rented  to  persons  not  re¬ 

siding  on  the  premises ;  premises  2805 
Pond  place,  The  Bronx. 


cal.  no.  447-25-BZ — Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Benj.  Dries- 
ler,  Jr.,  architect,  on  behalf  of  Incor¬ 
porated  Parkway  Builders,  Inc.,  owner, 
to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  71-85  Caton 
place.  Brooklyn. 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 

Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

cal.  no.  419-25-BZ — Application,  April  18,  1925,  under  the 
building  zone  resolution,  of  William 

Bone,  applicant,  on  behalf  of  Hyman 
Wynehouse,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  five  (5)  detached  buildings  to 
be  occupied  for  store  purposes  on  the 
1st  story  and  dwelling  above;  premises 
4110-4118  Ninth  avenue,  Brooklyn. 

cal.  no.  594-25-BZ — Application,  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 

Dunnigan,  applicant,  on  behalf  of  Re¬ 
gion  Construction  Company,  owner,  to 
permit  in  a  business  district  extending 
from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor 
vehicles ;  premises  west  side  of  Third 
avenue,  270  ft.  south  of  East  183rd 
street,  The  Bronx. 

cal.  no.  595-25-BZ — Application,  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Marie 
Carberry,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main- 
„  tenance  of  a  garage  for  the  storage  of 

more  than  five  (5)  motor  vehicles; 
premises  west  side  Third  avenue,  80.74 
ft.  south  of  East  182nd  street,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
Tuesday,  October  6,  1925,  at  2  />.  m. 

1447-24- A — 8746  123rd  street,  Richmond  Hill,  Quec's. 

'  294-25-A — 62  Stanhope  street,  Brooklyn.  ( 

961-25-A — 1490-1496  Ocean  parkway,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Octo¬ 
ber  6,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


\ 
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cal.  no.  270-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Schi- 
nasi  Commercial  Corp.,  to  permit  in  a 
business  district  and  within  200  ft.  of 
a  hospital  the  use  and  occupancy  of  an 
existing  building  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  32-36  West  100th 
street,  Manhattan. 

cal.  no.  497-25-BZ — Application,  May  12,  1925,  under  the 
building  zone  resolution,'  of  John  W. 
Clancy,  applicant,  on  behalf  of  Sally  C. 
Crane,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2180- 
2182  Folin  street,  The  Bronx. 

cal.  no.  1502-24-BZ — Application,  December  22,  1924,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Morris 
Pomerantz,  owner,  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  New  York  avenue, 
185.92  ft.  north  of  South  street,  Jamaica, 
Borough  of  Queens. 

cal.  no.  286-25-BZ — Application,  March  12,  1925,  under  the 
building  zone  resolution,  of  William  B. 
Seaver,  applicant,  on  behalf  of  Third 
Avenue  Railway  Company,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  2526-30  Amster¬ 
dam  avenue,  southwest  corner  of  West 
186th  street,  Manhattan. 

cal.  no.  289-25-BZ — Application,  March  13,  1925,  under 
the  building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of  Max 
Zaubler,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  main¬ 
tenance  of  an  extension  to  an  existing 
garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  553-559 
11th  street,  Brooklyn. 

cal.  no.  458-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  William 
Kolle,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  193- 
210  16th  street,  Brooklyn. 

cal.  no.  640-25-BZ — Application,  June  22,  1925,  under  the 
building  zone  resolution,  of  Shampan 
and  Shampan,  architects,  on  behalf  of 
Kap  Realty  Company,  Inc.,  owner,  to 
permit  in  a  one  and  one-half  times 
height  district  the  erection  of  the  street 
wall  of  a  building  to  a  height  in  excess 
of  the  limitation  imposed  by  the  build 
ing  zone  resolution ;  premises  553-555 
Eighth  avenue  and  304  West  38th 
street,  Manhattan. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
SPECIAL  MEETING. 

Friday,  October  9,  1925,  at  10  a.  in. 

318-25-A — East  side  of  Newtown  Creek,  586.63  feet  nort 
of  Grand  street,  Maspeth,  Queens. 

445-25- A — 104-106  West  49th  street,  Manhattan. 

483-25-A — Southwest  corner  of  University  avenue  and  We: 
181st  street,  The  Bronx. 

517-25-A — 286-304  Furman  street,  Brooklyn. 

554-25-A — 83-101  North  Third  street  and  209-219  Wyth 
avenue,  Brooklyn. 

556-25-A— 51  Henry  street,  Winfield,  Queens. 

564-25-A— 106-110  Seventh  avenue,  Manhattan. 

150-25-A— 15-19  Amsterdam  avenue,  Manhattan. 

764-25-A — 158-166  West  50th  street  and  753-759  Sevent 
avenue,  Manhattan. 

336-25-A — 46  Old  Broadway,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stanc 
ards  and  appeals  of  a  public  hearing  under  the  provisioi 
of  the  building  zone  resolution,  Friday  morning,  October 
1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  o 
the  following  matters : 

cal.  no.  85-25:BZ — Application,  January  21,  1925,  unde 
the  building  zone  resolution,  of  Williai 
F.  Doyle,  applicant,  on  behalf  of  M 
chael  T.  Watts,  lessee,  to  permit  par 
ly  in  a  business  district  and  partly  i 
a  residence  district  the  maintenance  c 
an  open  garage  parking  space  for  th 
storage  of  more  than  five  (5)  mote 
vehicles ;  premises  332  West  57th  stree 
Manhattan. 

cal.  no.  298-25-BZ — Application,  March  18,  1925,  under  th 
building  zone  resolution,  of  William  I 
Doyle,  applicant,  on  behalf  of  Williai 
Drosihn,  Jr.,  owner,  to  permit  in 
business  district  the  erection  and  mair 
tenance  of  a  garage  for  the  storage  c 
more  than  five  (5)  motor  vehicles 
premises  234-238  East  85th  street,  Mar 
hattan. 

cal,  no.  1091-24-BZ — Application,  September  2,  1924,  unde 
the  building  zone  resolution,  of  Joh 
W.  Clancy,  applicant,  on  behalf  c 
Valbalia  Corporation,  owner,  ti  perm 
in  a  business  district  the  erection  an 
maintenance  of  a  garage  for  the  stoi 
age  of  more  than  five  (5)  motor  ve 
hides;  premises  341  East  184th  stree 
northwest  corner  of  Marion  avenm 
The  Bronx. 

cal.  no.  402-25-BZ — Application,  April  3  4,  1925,  under  tb 
building  zone  resolution,  of  William  I 
Doyle,  applicant,  on  behalf  of  Emma  / 
Justice,  owner,  to  permit  in  a  busines 
district  the  erection  and  maintenance  o 
a  garage  for  the  storage  of  more  tha 
five  (5)  motor  vehicles;  premise 
southeast  corner  of  East  182nd  stree 
and  Folin  street,  The  Bronx. 
cal.  no.  626-25-BZ — Application,  June  17,  1925,  under  th 
building  zone  resolution,  of  New  Yor 
Telephone  Company,  applicant  an 
owner,  to  permit  in  a  residence  use 
C  and  E  area  district,  the  extension  i 
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height  and  area  of  an  existing  central 
telephone  exchange  building;  premises 
1421-1437  Ocean  avenue  and  1060-1068 
Kenmore  place,  Brooklyn. 

\L.  no.  429-25-BZ — Application,  April  21,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Gardstein,  architect,  on  behalf  of  Isa¬ 
belle  Weber,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  residence  building  to  be  used 
for  store  purposes  on  the  first  story ; 
premises  2374-2376  60th  street,  Brook¬ 
lyn. 

vl.  no.  505-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Walton 
Whyte  Realty  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  east  side  of  Jerome 
avenue,  350  ft.  south  of  East  181st 
street,  The  Bronx. 

al.  no.  551-25-BZ— Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Alfred  H. 
Eccles,  architect,  on  behalf  of  Henry 
Hellenek,  owner,  to  permit  in  a  busi¬ 
ness  district  and  also  within  200  ft.  of 
a  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
south  side  of  Patterson  avenue,  50  ft. 

'  west  of  Ely  avenue,  Astoria,  Borough 

of  Queens. 

AL.  NO.  1534-24-BZ — Application,  December  30,  1924,  under 
the  building  zone  resolution,  of  William 
J.  Conway,  architect,  on  behalf  of  John 
Muldoon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  64-68  West  9th  street,  Brook¬ 
lyn. 

:al.  no.  87-25-BZ— Application,  January  21,  1925,  under  the 
building  zone  resolution,  of  David  L. 
Malbin,  applicant,  on  behalf  of  Pasquale 
Sabbarese,  owner,  to  permit  in  a,  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  617-633  Brooklyn  avenue, 
Brooklyn. 

:al.  no.  306-25-BZ — Application,  March  19,  1925,  under 
the  building  zone  resolution,  of  William 
Farrell,  architect,  Emil  E.  Gabler, 
owner,  Casanova  Nash  Sales  Corp.,  les¬ 
see,  to  permit  in  a  business  district  the 
use  and  occupancy  of  a  new  building 
as  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
700  Southern  boulevard,  northeast  cor¬ 
ner  of  Leggett  avenue,  The  Bronx. 

cal.  no.  343-25-BZ — Application,  March  30,  1925,  under  the 
building  zone  resolution,  of  Benjamin 
Bag,  applicant,  on  behalf  of  Bay  Ridge 
Building  Materials  Corporation,  owner, 
to  permit  in  a  residence  district  the 
maintenance  of  a  building  material  stor¬ 
age  yard ;  premises  244  69th  street, 
Brooklyn. 

cal.  no.  1003-24-BZ — Application,  August  5,  1924,  under  the 
building  zone  resolution,  of  David  Fal¬ 


coner,  applicant  and  owner,  to  permit  in 
a  business  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  185  Jamaica  avenue,  Long 
Island  City,  Borough  of  Queens. 

cal.  no.  586-25-BZ — Application,  June  8,  1925,  under  the 
building  zone  resolution,  of  Harrison 
G.  Wiseman,  Magnuson  and  Kleinert, 
applicants,  Louis  N.  Jaffe,  owner, 
Maurice  Schwartz,  lessee,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  for  store  and  the¬ 
atre  purposes;  premises  181-189  Second 
avenue  and  240-242  East  12th  street, 
Manhattan. 

CAL.  no.  405-25-BZ — Application,  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec- 
.  tion  and  maintenance  of  a  building  to 

be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  486-25-BZ. — Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Estate 
of  George  Friedland,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  113-117  Chrys’tie  street,  Man¬ 
hattan. 

• 

cal.  no.  455-25-BZ — Application,  April  29,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Gould 
Mersereau  Company,  owner,  to  permit 
in  a  business  district  the  erection  of  a 
building  and  the  use  of  more  than  25 
per  cent  of  its  total  floor  space  for  fac¬ 
tory  purposes ;  premises  east  side  of 
,  Nott  avenue,  90  ft.  east  of  Van  Alst 
avenue,  Long  Island  City,  Borough  of 
Queens. 

cal.  no.  553-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  South 
Ozone  Park  Operating  Co.,  Inc.,  appli¬ 
cant  and  owner,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of 
a  theatre  building ;  premises  northwest 
corner  of  Zuider  avenue  and  Nebraska 
avenue,  South  Ozone  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

PETITIONS  FOR  VARIATIONS. 

SPECIAL  MEETING. 

Friday,  October  9,  1925,  at  2  />.  m. 

391-25-S— -17  East  55th  street,  Manhattan. 

443-25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

5 16-25-S — 710-744  Broadway,  Manhattan. 
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433-25-S — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

563-25-S — 263-271  West  38th  street,  Manhattan. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S — 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

274-25-S — 36  West  36th  street,  Manhattan. 

533-25-S — 269-71  State  street,  Brooklyn. 

561-25-S — 6  West  29th  street,  Manhattan. 

625-25-S — 148-150  East  28th  street,  Manhattan. 

444-25-S — 27-35  West  24th  street,  Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan.  ^ 

807-25-S— Washington,  Carlisle  and  West  streets,  Man¬ 
hattan. 


PREMISES— 239-245  26th  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  mail 
tenance  of  a  building  to  be  used  100  per  cent  fo 
factory  purposes. 

760-25-BZ. 

APPLICANT — Philip  S.  Goldrich,  for  Marsac  Holdin 
Corp.,  owner. 

PREMISES— 205-207  East  101st  street,  Manhattan. 

IO  PERMIT  in  a  business  district  the  alteration  an 
change  of  occupancy  from  a  stable  and  warehous 
to  a  garage  for  the  storage  of  more  than  five  (3 
motor  vehicles. 

11-25-BZ. 

APPLICANT— Charles  Schaefer,  Jr.,  for  Daniel  Houlihar 
owner. 

PREMISES— Southeast  corner  of  234th  street  and  Whit 
Plains  avenue,  The  Bronx. 

I'O  PERMIT  the  extension  from  a  business  district  int 
a  residence  district  of  a  proposed  building  to  b 
used  as  a  motion  picture  theatre. 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 

535-25-SA — Universe  Automatic  Oil  Burner,  approval  of. 

242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  approval  of. 

CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  October  13,  1925,  at  2  p.  m. 

51-25-BZ.  \ 

APPLICANT — 520  Audubon  Avenue,  Inc.,  owner. 

PREMISES — ;540  Audubon  avenue,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  occupancy  and  use 
for  business  purposes  of  part  of  an  existing  resi¬ 
dence  building. 

271-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Ray  Barnett,  owner. 

PREMISES — 956  Forest  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

504-25-BZ. 

APPLICANT — William  F.  Doyle,  for  J).  Coppersmith, 
owner. 

PREMISES — 128-44  East  98th  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

596-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Biograph  Company, 
Inc.,  owner. 

PREMISES— 807  East  175th  street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  extension  of  an 
existing  business  building  (studio). 

609-25-BZ. 

APPLICANT — Felix  A.  Muldoon,  for  Socora  Realty  Con¬ 
struction  Co.,  owner. 

PREMISES — West  side  of  River  avenue,  100  ft.  south  of 
East  167th  street,  The  B  ronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

662— 25-BZ. 

APPLICANT  Charles  A.  Clayton,  for  Josephine  Pit- 
bladdo  and  American  Shade  Roller  Co.,  owners. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  October  13,  1925,  at  10  a.  m. 

542-25-A — 1  Arnold  street,  Maspeth,  Queens. 

566-25-A — 314-324  West  21st  street,  Manhattan. 

580-25-A  189-195  Hudson  street  and  1-3  Desbrosses  street 
Manhattan. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 

615-25-A— Northwest  corner  of  Sunswick  street  and  Wil 
bur  avenue,  Long  Island  City,  Queens. 

620-25-A— 393-399  Lafayette  street  and  21-23  East  4tl 
street,  Manhattan. 

623-25-A — 34-40  South  1st  street,  Brooklyn. 

568-25-A— Southeast  corner  of  Skillman  avenue  and  Huls 
street,  Long  Island  City,  Queens. 

190-25-A — 526  Fulton  street,  Brooklyn. 

278-25-A — 280  Broadway,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand 
aids  and  appeals  of  a  public  hearing  under  the  provision: 
ot  the  building  zone  resolution,  Tuesday  morning,  October 
13,  1925,  at  10  o  clock,  in  Room  1013,  Municipal  Building 
on  the  following  matters : 

CAL.  NO.  487-25-BZ— Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  Louis  A 
Sheinart,  architect,  on  behalf  of  Charles 
J.  Ryan,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1307-1319  65th  street,  Brook¬ 
lyn. 

cal.  no.  495-25-BZ— Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Henry 
Nordheim,  architect,  on  behalf  of  Katie' 
Staudermann,  owner,  to  permit  In  a 
residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part 
from  a  residence  use  to  a  business  use; 
premises  722  East  175th  street,  The 
Bronx. 

cal.  no.  575-25-BZ— Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  Gardiner 
Conroy,  applicant,  on  behalf  of  O’Hara 
Realty  Co.,  owner,  to  permit  in  a  busi- 
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residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  business  building;  premises 
G60  Fifth  avenue,  northwest  corner  of 
52nd  street,  Manhattan. 

WntTiin  T?  Whtqh  Chairman. 


ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  507-11  Flatbush  avenue  and 
1118-22  Washington  avenue,  Brooklyn. 

470-25-BZ — Application,  May  4,  1925,  under  the 
building  zone  resolution,  of  Walter  B, 
Wills,  applicant,  on  behalf  of  Frank 
Hartman,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1219-1223  Putnam  avenue, 
Brooklyn. 

491-25-BZ — Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Edwin  \V  . 
Crumley,  applicant,  on  behalf  of  Carlo 
De  Luca,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  change 
of  occupancy  in  part  from  a  residence 
use  to  a  business  use;  premises  1413 
Needham  avenue,  The  Bronx. 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  October  13,  1925,  at  2  p.  m. 

380-25-S — 125  Nostrand  avenue,  Brooklyn. 

406-25-S— 178-182  Sullivan  street,  Brooklyn. 

413-25-S — 473-485  Kent  avenue,  Brooklyn. 

488-25-S— 10  West  56th  street,  Manhattan. 

492- 25-S— 243-245  West  36th  street,  Manhattan. 

493- 25-S — 540-552  Eighth  avenue  and  265-267  West  37th 

street,  Manhattan. 

541-25-S — 1  Arnold  street,  Maspeth,  Queens. 

572-25-S — 471  West  Broadway,  Manhattan. 


CAL. 


NO. 


n 
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CAL.  NO 
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506-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  r. 
Doyle,  applicant,  on  behalf  of  Ferdi¬ 
nand  Curth,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  229-233  Marion  street,  Brook¬ 
lyn. 

555-23-BZ — Application,  May  29,  1925,  under  the 
building  zone  resolution,  of  William  A. 
Lacerenza,  architect,  on  behalf  of  Sam¬ 
uel  Klein,  owner,  to  permit  the  ex¬ 
tension  from  a  business  district  into 
a  residence  district  of  a  proposed  build¬ 
ing  to  be  used  for  business  purposes; 
(dance  hall)  ;  premises  1062  St.  John’s 
place,  Brooklyn. 

570-25-BZ— Application,  June  2,  1925,  under  the 
building  zone  resolution,  of  Michael 
Pellegrino,  applicant  and  owner,  to  per¬ 
mit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  five  (5)  build¬ 
ings  to  be  used  for  stores  on  the  1st 
story  and  dwellings  above;  premises 
northwest  corner  of  Ocean  avenue  at  d 
Avenue  U,  Brooklyn. 


CAL.  NO. 
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532-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of 
Menick  Holding  Co.,  Inc., .  owner,  to 
permit  in  a  residence  district  extend¬ 
ing  from  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  theatre 
building;  premises  868  Hatbush  ave¬ 
nue,  Brooklyn. 


0-25-BZ — Application,  May  29,  1925,  under  the 
building  zone  resolution,  of  Charles 
Kreymborg  and  Son,  architect,  on  be¬ 
half  of  Cerussi  Contracting  Co.,  owner, 
to  permit  the  extension  from  an  unre¬ 
stricted  district  of  a  proposed  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  4583  Ihird 
avenue,  The  Bronx. 

3-25-BZ— Application,  August  26,  1925  under  the 
building  zone  resolution,  of  Francis  L. 
Archer,  applicant,  on  behalf  of  Empire 
Investors  Corp.,  owner,  to  p^tmt  in  a 


612-25- S— 334  Bowery,  Manhattan. 

617-25-S— 245-249  West  27th  street,  Manhattan. 

562- 25-S— 248-250  Central  avenue,  Brooklyn. 

765-25-S _ 149  West  40th  street  and  561-565  Seventh  ave¬ 

nue,  Manhattan. 

41-25-S — 58  Stone  street  and  91-93  Pearl  street,  Manhat¬ 
tan. 

62-25-S— 24-30  West  39th  street,  Manhattan. 

265-25-S— 233-235  West  26th  street,  Manhattan. 

563- 25-S— 263-271  West  38th  street,  Manhattan. 

592-25-S — 161-467  Tenth  avenue,  Manhattan. 

614-25-S — 909  Faile  street,  The  Bronx. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

513-25-SA — Rotary  Vacuum  Pumps,  approval  of. 

558-25-SA — Globe  Dry  Pipe  Sprinkler  Accelerator,  ap 
proval  of. 

603-25-SA— Cook  Automatic  Electric  Fuel  Oil  Pump,  ap¬ 
proval  of. 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 

SPECIAL  MEETING. 

Friday,  October  16,  1925,  at  2  p.  m. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464- 25-S — 45-47  Crosby  street,  Manhattan. 

468- 25-S— 40-42  West  37th  street,  Manhattan. 

355-25-S— 514-516  West  57th  street,  Manhattan. 
374-25-S— 963-965  Kent  avenue,  Brooklyn. 

461-25-S _ 251-255  West  39th  street,  Manhattan. 

465- 25-S — 26-34  Sullivan  street  and  47-49  Watts  street, 

Manhattan. 

440-25-S — 352  East  76th  street,  Manhattan. 

448-25-S — 26  West  20th  street,  Manhattan. 

469- 25-S _ 692-694  Broadway  and  388  Lafayette  street, 

Manhattan. 

481-25-S — 237-239  Lafayette  street,  Manhattan. 

500-25-S— 873  Sixth  avenue,  Manhattan. 

415-25-S— 338-340  Flushing  avenue,  Brooklyn. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

430-25-S — 365-367  Canal  street,  Manhattan. 
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115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

1525-24-S — 107  East  31st  street,  Manhattan. 

718-18-S — 17-23  East  Broadway,  Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 

321-25-S — 232-234  West  37th  street,  Manhattan. 

i  . _ 

BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  October  20,  1925,  at  10  a.  m. 

589- 25-A — 65  Skillman  avenue,  Brooklyn.  • 

590- 25-A — 72-78  Spring  street,  Manhattan. 

627-25-A— 508-510  Broome  street,  Manhattan. 

629-25-A — 2489  Sedgwick  avenue,  The  Bronx. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 

449-25-A — 328  St.  Marks  avenue,  Brooklyn. 

519-25- A — 522  Timpson  place,  The  Bronx. 

547-25-A — 45-49  John  street  and  1-5  Dutch  street,  Man¬ 
hattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  October 
20,  1925,  at  10  o  clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  638-23-BZ — Application,  September  8,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  Max 
Notess,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage 
for  the  storage  of  three  (3)  pleasure 
motor  vehicles,  two  (2)  spaces  rented 
to  persons  not  residing  on  the  premises 
(previously  dismissed  for  lack  o'f  pros¬ 
ecution)  ;  premises  2965  Valentine 
avenue,  The  Bronx. 

CAL.  NO.  608-25-BZ— Application,  June  11,  1925,  under  the 
.  building  zone  resolution,  of  McCooev 

and  Conroy,  applicants,  on  behalf  of 
Lowlou  Corporation,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1095-1117  Washington 
avenue,  southeast  corner  of  Sterling 
street,  Brooklyn. 

cal.  no.  622-25-BZ— Application,  June  16,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Simon 
Brown,  owner,  to  permit  in  a  residence 
district  the  change  of  occupancy  of  a 
building  used  as  a  residence  to  a  busi¬ 
ness  use  on  the  1st  story;  premises  131 
Starr  street,  Brooklyn.’ 

cal.  no.  1523-24-BZ — Application,  December  27,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Christine  Bottenus,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the 
premises ;  premises  1665  Davidson  ave¬ 
nue,  The  Bronx. 

cal.  no.  364-25-BZ— Application,  April  3,  1925,  under  the 
.  building  zone  resolution,  of  Murray 


Klfein,  architect,  on  behalf  of  Barney 
Zinick,  owner,  to  permit  the  exten¬ 
sion  from  an  unrestricted  district  into 
a  business  district  of  a  proposed  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  9-n 
Bainbridge  street,  Brooklyn. 

cal.  no.  503-25-BZ— Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  John  E.' 
Eustis,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
northeast  corner  of  West  179th  street 
and  Cedar  avenue,  The  Bronx. 

CAL.  NO.  607-25-BZ— Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
Israel  Feinberg  and  Joe  Bernstein, 
owners,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2552- 
2556  Bedford  avenue,  Brooklyn. 

cal.  no.  518-25-BZ— Application,  May  19,  1925,  under  the 
building  zone  resolution,  of  Mary  J. 
Cheeseman,  applicant  and  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  hairdressing  business  use, 
contrary  to  section  3  of  the  building 
zone  resolution;  premises  110  West 
82nd  street,  Manhattan. 

cal.  no.  661-25-BZ— Application,  June  25,  1925,  under  the 
building  zone  resolution,  of  George 
Kindermann,  applicant,  on  behalf  of 
Manderkin  Building  Co.,  owner,  to  per¬ 
mit  in  a  business  and  also  in  a  “B” 
area  district  the  omission  of  a  rear 
yard  as  required  by  the  building  zone 
resolution;  premises  1362-1366  Webster 
avenue,  The  Bronx. 

cal.  no.  754-25-BZ— Application,  July  20,  1925,  under  the 
building  zone  resolution,  of  Robert  | 
Tappan,  applicant,  on  behalf  of  Cord 
Meyer  Development  Co.,  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  group  of  twenty- 
six  (26)  one-car  attached  garages  for 
the  storage  of  pleasure  motor  vehicles 
as  an  accessory  to  private  dwellings 
located  within  the  same  block;  prem¬ 
ises  north  side  of  Austin  street, 
bounded  by  Puritan  avenue  and  Atom 
place,  Forest  Hills,  Borough  of  Queens. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  October  20,  1925,  at  2  />.  m. 

549-25-A — 44  West  50th  street,  Manhattan. 

606-25-A  231-235  East  42nd  street,  Manhattan. 

618-25-A— 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

658-25-A — 116  East  88th  street,  Manhattan. 

663-25-A — 463-467  Broadway,  Manhattan. 

665-25-A — 2505  Third  avenue,  The  Bronx. 

667-25-A — 3202  Perry  avenue,  The  Bronx. 

810-25-A  boot  of  Greenpoint  avenue  and  Newtown  Creek 
Brooklyn. 
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,75-25-A — 1597  Park  place,  Brooklyn. 

>46-25- A — 26  College  place,  Brooklyn. 

175-25- A— 1597  Park  place,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand- 
rds  and  appeals  of  a  public  hearing  under  the  provisions 
f  the  building  zone  resolution,  Tuesday  afternoon,  Octo- 
er  20,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Build- 
ig,  on  the  following  matters: 

al.  no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  October  23,  1925,  at  2  p.  m. 

77-25-SR— Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDER§. 

Tuesday,  October  27,  1925,  at  10  a,  m. 

6H-25-A — 128  East  63rd  street,  Manhattan. 

6 13-25- A— 1485  Broadway,  Manhattan. 

657-25-A— 27-31  West  55th  street,  Manhattan. 

700- 25-A — 545  Broadway,  Manhattan. 

701- 25-A _ 270-276  West  38th  street  and  554-568  Eighth 

avenue,  Manhattan. 

702- 25-A — 261-267  Canal  street  and  21-23  Howard  street, 

Manhattan. 

705-24- A — 55-57  West  3rd  street,  Manhattan. 

711-25-A — 657-659  Broadway,  Manhattan. 

716-25-A— 843  East  139th  street,  The  Bronx. 

725-25-A — 20-26  Greene  street,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  October  27,  1925,  at  2  />.  tn. 

543- 25-S — 497  Sixth  avenue,  Manhattan. 

544- 25-S — 32  East  28th  street,  Manhattan. 

545- 25- S — 120  West  25th  street,  Manhattan. 

548-25-S— 312-314  East  125th  street,  Manhattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

546- 25-S— 683-685  Broadway,  Manhattan. 

604-25-S — 61  Fulton  street,  Manhattan. 

632- 25-S— 240-246  West  35th  street.  Manhattan. 

633- 25-S — 523-527  West  42nd  street,  Manhattan. 

637-25-S — 25-27  West  3rd  street,  Manhattan. 

652-25-S— 115-117  West  45th  street,  Manhattan. 

660-25-S— 59-61  West  39th  and  680-86  Sixth  avenue,  Man¬ 
hattan. 

668-25-S — 61  West  27th  street,  Manhattan. 

670-25-S — 282-284-286  Seventh  avenue,  Manhattan. 

634- 25-S— 125-127  West  31st  street,  Manhattan. 

635- 25-S — 797-799  Greenwich  street,  Manhattan. 

703-25-S— 40-42  West  17th  street,  Manhattan. 

718- 25-S — 521-527  Seventh  avenue,  Manhattan. 

719- 25-S— 260-262  West  41st  street,  Manhattan. 

BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
Tuesday,  November  17,  1925,  at  10  a.  m. 

11 75-24- A— 628-642  West  45th  street,  Manhattan. 

969-24- A— 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEAL  FROM  ADMINISTRATIVE  ORDER. 

Tuesday,  November  24,  1925,  at  10  a.  m. 

Rockaway  Beach  boulevard,  Arverne, 
Queens. 


7  85-24  -A— 6118 


790-25 


-A — 768  Crescent  street,  L.  I.  City,  Queens. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING. 
FRIDAY  AFTERNOON,  SEPTEMBER 
Present :  Chairman 
Holland, 

Brady 


25,  1925. 

Walsh,  Messrs.  Dowd,  Gunnison, 
Connell,  Fire  Chief  Kenlon,  Superintendents 
and  Kleiner t. 


SUBJECT — Proposed  amendments  to  the  Sprinkler  Rules. 
APPEARANCES— 

For  Petitioner:  C.  G.  Hoagland,  W.  P.  Plumer. 
ACTION  OF  BOARD — Laid  over  to  October  23,  1925, 
at  2  p.  m. 


PETITIONER — National  Automatic  Sprinkler  Association. 


Edward  V.  Barton,  Acting  Secretary. 


SPECIAL  NOTICE 


The  meeting  scheduled  for  October  2,  1925,  at  10  a.  m.has  been  laid  over  to  Friday,  October  16,  1925,  at  2  p.  m. 
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PUBLIC  HEARING 


PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES 

SPRINKLER  SYSTEMS.  ALLIANCES- 


[77-25-SR] 


NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Friday,  October  23,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  1  he  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
ap pi- oval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass ;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  vis.,  size,  location  and  direction  of  foists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis - 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  proznded 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  zvtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  zvill  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 


Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  w F1'  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com- 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen- 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
.and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Appeals. 


Rule  4.  Y\  ater  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank 
the  Pressure.  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  a's  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  lank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (2o%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
jess  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 

uVeLail  eIeYatlon  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof 

out  where  a  pent  house  contains  only  pressure  tanks  this  rule 
zvill  not  apply. 

W  here  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  JO, 000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
lncnes  111  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pa.ss  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
P  ying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

1  he  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  Pike 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  mam  connection,  provided  that  there  are  separate  feed 
mams  from  the  basement  or  lowest  story  and  a  control 
zaiTf  tn  each  feed  line  in  a  pump  or  engine  room 

I  he  overflow  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 

1  he  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be- 
.  thff  top  of  the  staves  in  zvooden  tanks  and  one  (1) 

inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
without  joints  or  it  may  extend  through  side  of  tank  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  twenty-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbow. 

The  discharge  heating  or  filling  pipes  zvhere  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost- 
proof  covering  which  may  be  of  three  layers  of  one-inch 
(/  )  hair  felt  interspersed  with  building  paper  well  wrapped 
and  secured  and  covered  with  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  not  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  Qf  the  Building  Code  and  supporting  struc- 
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lures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  belozu  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(l2l/3%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  zuater  for  a  wet  pipe  systetn 
where  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
fThe  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  lias  been  discharged  from 
the  tank. 

fThe  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

p  A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

I  Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
,  1 25,000 1  30,000  gallons  shall  be  specified  by  the  Board  of 
[Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (i]/i)  inches  in  size  [with  a  one  and  one- 
I quarter  (1%)  inch  connection  to  the  tank],  or  through  a 
[by-pass  not  less  than  [two  (2)]  one  and  one-half  (il/2)  in- 
!  ehes  in  size  around  the  check  valve  in  the  discharge  pipe 
'provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
:ank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
>n  the  end  opposite  the  glass  gauge,  or  other  acceptable 
1  levice,  to  indicate  the  level  of  the  water  when  the  tank  is 
,  wo-thirds  full. 

1  The  air  compressor  shall  be  of  sufficient  capacity  to 
,  increase  the  air  pressure  at  the  average  rate  of  one 
j(l)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
0  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
nch  static  pressure  at  the  highest  line  of  sprinklers 

mder  the  main  roof. 

»  Subject  to  the  requirements  of  the  Department  of 
Vater  Supply,  Gas  and  Electricity,  the  size  of  each  con- 
lection  shall  be  as  large  as  that  of  the  main  riser  and 
tot  less  than  four  (4)  inches,  and  shall  have  a  conven- 
ently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
:urb.  or,  when  possible,  still  further  away  from  the 
Juilding.  The  control  valve  shall  be  fitted  with  a  frost 
md  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
han  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side- 
!  valk.  The  cover  shall  be  bolted  to  the  casing  and 

hall  be  so  marked  as  to  be  quickly  located  and  to 

ndicate  the  purpose  of  the  valve.  The  valve  shall  be 

indicating  pattern,  operated  by  a  special  socket 
vrench  approved  by  the  department  of  water  supply, 
tas  and  electricity. 

• 


Where  it  is  impractical  to  install  a  control  valve  box 
at  thC"  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  18"  thereof ,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (*] 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  zuater  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  zuater  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  hire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con- 
tt  oiling  dezhee,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
belozv  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  zuater  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection,  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

i  he  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca' 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (l/2)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  *  hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  numhpr  o*  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  thr^e  and  one-half  (3* *4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  proj ection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  ( 15 )  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (}4)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  .tank,  or  a  gravity  tank  or 
pressure  tank  and  one  ef  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  *mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 

products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space.  ^ 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,  but  less  than  five  (5)  feet  on  centers,  will  requin 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


• 

*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  ease  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  centei  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
'  shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  from  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  sliaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  (J4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof.  be  used  in  lieu  of  heads  located  in  peak  of 
roof  • 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
G) 4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lino  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
raoks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule ;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 

(a)  For  standard  one-half  ()4)  inch  heads — 


Size  of  Pipe 

^4  inch  . 

1 

Maximum  No.  of 
Heads  Allowed 

.  1  head 

.  2  heads 

.  3 

ii 

A/4  . 

.  5 

a 

1  /2  . 

2  “ 

.  10 

a 

2)4  “ 

.  20 

a 

3  “ 

.  36 

it 

3 1/2  “ 

.  55 

it 

4  “ 

.  80 

it 

5  “  :.  .. 

.  140 

a 

6  “ 

.  200 

a 

7  “ 

.  300 

a 

8  “  :. 

.  420 

a 

(b)  For  Conran* 

one  (1)  inch  heads — 

Size  of  Pipe 

Maximum  No.  of 
Heads  Allowed 

Wa  “ 

.  2  heads 

A  74  . 

11/  “ 

.  3 

a 

±7  2  . 

2  “  . 

.  4 

a 

2)4  “ 

.  6 

a 

3  “ 

.  9 

n 

4  “ 

.  18 

a 

5  “  .... 

.  34 

a 

6  “ 

.  51 

a 

7  “ 

.  75 

a 

8  “  . 

.  105 

a 

(c)  For  Conran* 

Size  of  Pipe 

1)4  inch . 

1)4  “ 

one  and  one-quarter  (1)4)  inch  heads — 

Maximum  No.  of 
Heads  Allowed 

.  1  head 

.  2  heads 

2  “ 

.  3 

a 

2)4  “  . 

.  4 

a 

3  “  . 

.  6 

a 

4  “  . 

.  12 

a 

5  “ 

.  21 

a 

6  “ 

.  40 

a 

7  “  . \ 

.  60 

a 

8  “  . 

.  84 

*  H 

When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  b> 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  sc 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Brand 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  ()4)  inch  heads 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  flooi 
openings  without  approved  stops,  shall  be  treated  as  one  rootr 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  caller 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur-\ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings  , 
are  protected  by  standard  fire  doors,  may  be  considered  ofi 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  ot 
hose  outlets,  shall  be  made  zvith  a  sprinkler  system  riseti 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  commot 
discharge  pipe  or  “dead  riser ”  to  the  foot  of  a  riser  and  a) 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser 
forty  (40)  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall®  *nd  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  boat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  m  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex- 
1  pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check'  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  zvall  and  exposed  to  the  weather ,  they 
shall  be  fitted  with  hoods  or  down-turned  elbozvs. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve ; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 

and 

At  each  supply  main,  when  the  water  in  the  same  can- 
*  not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1%)  inches  in  size]  shall  be  not  less  than  I  inch 
in  sise  rvhere  floor  valves  are  not  over  2/2  inches  in  size 
and  1%  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  ll/2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down- fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valued  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  xvliere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  04)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (]4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  ivet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  i/4  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  /J4  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  y2- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  zvater  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  3/4-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  24" inch  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (il/2) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve ; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken \from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  04) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  th^inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be' of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valvps  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  ( y2 )  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve : 

(a)  For  standard  one-half  ( y2 )  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  . 100 

(c)  For  Conran*  one  and  one-quarter  ( 1 l/^  inch  heads  64 

Where  equipped  with  an  approved  quick-opening  device 

the  following  number  of  heads  may  be  controlled  by  one 
“ Type  A”  dry-pipe  valve: 

(a)  For  Standard  one-half  (J4)  inch  heads . 8oo 

( b )  For  Conran*  one  (/)  inch  heads . . 200 

(c)  For  Conran*  one  and  one-quarter  (l%)  inch  heads.  128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (y2)  inch  heads  . ,..500 

(b)  For  Conran*  one  (l)  inch  heads . 125 

(c)  For  Conran*  one  and  one-quarter  (l^j)  inch  heads.  84 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 

systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (^)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All  ' 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  iq  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 


Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be-, 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  how-ever,  never  to  be  less  than  one  hundred  ai}d 
fifty  <150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (l]4)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A’’  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  in  jurying  the  valve. 

Non-automafcic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  nezvly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  zvalls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  <2,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherzvise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 

cf  Ordinances  and  the  Labor  Lazv  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10.  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in'  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only .  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  tzvo  source 
system  as  prozAded  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  'and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  zvhere  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  zvith  sprinklers  communicates  zvith  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  ozvner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department.  # 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  zvith  the  rules  of  the  National  Board  of  rtr e 
Uiiderzvriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


NOTICE 


BUILDUSTG  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at^  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  $1.25;  by  mail,  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distribting  Division  of  the  City  Record  Office,  125  Worth 
street.  Price.  30c;  by  mail,  35c. 


1043 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

PIER  CASES. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19- A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19-A— Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A— Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19-A— Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A— Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 
981 -19-A— Piers  22-25,  East  River,  Manhattan. 

1003-19- A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20- A  Pier  39,  East  River,  foot  of  Van  Dyke  street 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn.  ( 

268- 20-A— Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A  Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn.  . 

2iO-20-A  Pier  34,  East  River,  foot  of  Hamilton  street, 
Brooklyn. 

27 1-20- A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

2 1 2-20- A  Pier  17,  East  River,  foot  of  Joralemon  street, 
Brooklyn. 

273-20-A— Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A— Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A— Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A— Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20-A — Pier  20,  East  River  Manhattan! 

420- 20-A— Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A  Pier  22,  foot  of  Atlantic  avenue,  Brooklyn. 

422- 20 -A  Pier  29,  foot  of  Harrison  street,  ^"ooklyn. 


423-20  A  Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A— Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 

90i-21-A  East  side  South  street,  foot  of  Dover  street 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A— Pier  3,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1542- 21-A— Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A— Pier  2,  between  Main  and  Dock  streets  Brook¬ 

lyn. 

1544- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1545- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 
53-21-S — Angle.  Hose  Valve. 

1372-21-S— Ford  Fire  Line  Reducing  Valve,  approval  of. 
1636-21-SA — Gilbert  &  Barker  Oil  Burner. 

337-22- S  Elkhard  Brass  Company,  Siamesj  Connection, 
approval  of. 

357-22-S— Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S— The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S— Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S  Crocker  Gas  Valve,  approval  of. 

799-22-S— Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S  Burn  well  Mechanical  Burner,  approval  of. 
1104-22-S  Dean  Fuel  Oil  Pump,  approval  of. 

J.105-22-S  Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S  Anti-Syphon  Valve,  approval  of. 

1230-22-S— Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S— Rodriguez  Oil  Burner,  approval  of. 

1391-22-S— Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S  Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA— Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA— Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

124- "3-SA  Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA  Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA  S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA— Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-S A — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-SA  Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA  -  Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 
392-23-SA  Billow”  Class  G.  R.  Oil  Burner,  aoproval  of. 
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193-23- S A — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 
of. 

397-23-SA— Cornell  No.  1  Type  “A"  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 

525-23- S A — Tilman- White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA— Domestic  Fuel  Oil  Burner,  approval  of. 

888-23-SA— Lewis  Oil  Burner,  approval  of. 

898-23- S A — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

046-23-SA — Frankfort  Type  “P  ’  Low  Pressure  Oil  Burner, 
approval  of. 

•Q50-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA — Pennsylvania  Globe  Oil  Burner,  approval  of. 

1169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA — Ziegler  Oil  Burner,  approval  of. 

1 180-23-S A — Viking  Pump,  approval  of. 

1246-23-SA — Ludlow  Gas  Cut-Off  Valve,  approval  of. 

1339-23-SA — National  Light  Service  Oil  Pump,  approval  of. 

1346-23-SA — Heatiator  Oil  Burner,  approval  of. 

1358-23-SA — Worthington  Oil  Burner,  approval  of. 

1361-23-SA— Todd  Residence  Fuel  Oil  Burner,  approval  of. 

1364-23-SA — Staples  &  Pfeiffer  Oil  Burner,  apn-^val  of. 

1415-23-SA— Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1429-23-SA — Kerrihard  Oil  Burner,  approval  of. 

1444-23-S A — Tate- Jones  No.  6  Oil  Burner,  approval  of. 

1484-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 

1493-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 

1538-23-S A — Lillibridge  Oil  Vapor  Burner,  approval  of. 

1550-23-S A — Apex  Gas  Cut-Off  Valve,  approval  of. 

254-24-SA — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365-24-S A — Koaless  Oil  Burner,  approval  of. 

379-24- S A — Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA — Faultless  Oil  Burner,  approval  ot. 

501-24-SA— Hagan  Swivel  Type  Burner  for  Fuel  Oil.  ap¬ 
proval  of. 

503-24-SA— Kinney  Rotating  Plunger  Pump,  approval  of. 

536-24-S A — Climax  Oil  Burner,  approval  of. 

654-24-SA — Marvel  Oil  Burner,  approval  of. 

702-24- S A — Simplex  Mechanical  Oil  Burner,  approval  of. 

735-24-S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 


755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24- S  A — Hey  ms  field  Low  Pressure  Burner,  approval  ofi 

860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA— Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24- S  A— Milne's  Oil  Burner,  approval  of. 

1108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 
1134-24-SA — Peerless  Automatic  Oil  Burner,  approval  of 
'.142-24-SA— Decker  Oxohydrogen  Oil  Burner,  approval  of. 
1146-24-SA— Salvo  Fire  Extinguisher,  approval  of. 
1162-24-SA— Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1 191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA— Kemp  Oil  Burner,  approval  of. 

1197-24-S A— Yankee  Oil  Burner,  approval  of. 

1 254-24-SA — Tate- Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA-A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1305-24-SA — International  Furnace  Burner,  approval  of. 
1337-24-SA— Sure  Heat  Gravity  Oil  Burner,  approval  of. 
1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 
1372-24-S A — Adga  High  Pressure  Burner,  approval  of. 
1395-24-SA — Deniing  Power  Rotary  Force  Pump,  approval 

of. 

1500-24-SA* 1 — Smolensky  Check  Valve,  approval  of. 
19-25-SA— Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-S A— Keenan  Brilliant  Burner,  approval  of. 
228-25-SA — Silent  Glow  Oil  Burner,  approval  of. 

242-25- SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

259-25-SA — Electrol  Automatic  Oil  Burner. 

340-25-SA — McCann-Harrison  Low  Pressure  Oil 

Burner,  approval  of. 


listed  in  the  Reserve  Calendar  are  cases  upon 
dch  action  by  the  board  has  been  deferred  pending  com - 
nee  reports  ' of  this  board,  court  or  department  actions 

i  Will  remain  thereon  until  the  aforesaid  reports  court 
departmental  actions  are  consummated.  Whereupon  the 
or  cases  will  be  restored  to  the  regular  calendar  and 
e  notice  of  the  date  set  for  hearing  ivtll  be  mailed  to  the 
Pellant.  applicant  or  petitioner  of  record. 


FORMS-  FOR  NOTICES  TO  PRO  PERTY  OW  N  E  R  S 


If  ipplicants,  under  the  building  zone  resolution,  desire 
:opies  of  Form  13A,  for  notices  to  property  owners,  sue 
forms  are  not  to  be  supplied  by  this  oltue.  p. 

The  applicant  is  entitled  only  to  one  copy  of  Form 

13A,  properly  filled  out. 


„  ,  (lesiies  additional^copies^for  Jiis^mvn  con.enUnc, 

Lm  The’o'Coimell  Press.  176  Park  Row  Manhattan,  at 
Z:  cents  each,  postage  to  he  added  ,1  the  forms  are  to 
be  supplied  bv  mail. 
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DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  September  30,  1925. 

Restored  to  calendar  . 

Miscellaneous  Applications. 


Requests  to  reopen .  98 

Requests  to  amend  . .  3 

Requests  for  modification  .  32 

Requests  to  rescind  .  I 

Requests  for  extension  of  time .  14 

Requests  for  extension  of  permit  .  17 

Requests  for  mechanical  installations  .  i 

Requests  for  approval  of  plans .  n 

Administrative  requests  .  3 

Requests  for  interpretation .  1 

Total  .  1,833 

Disposed  of  .  981 


598 

1002 

52 


DISPOSITION  OF  CASES. 

Withdrawn  . 

Dismissed  . 

Denied  . 

Granted  . . . 

Granted  on  condition  . 

Appliances  approved  . 

Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

Requests  to  reopen  granted  . 

Requests  to  reopen  denied  . 

Requests  to  amend  granted  . 

Requests  to  amend  denied  . 1 . 

Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

Requests  to  rescind  granted  . . 

Requests  to  rescind  denied  . 

Requests  for  extension  of  time  granted.... 

Requests  for  extension  of  time  denied  . 

Requests  for  extension  of  permit  granted.- . 

Requests  for  extension  of  permit  denied  . . 

Requests  to  install  granted  .' . [ 

Requests  to  install  denied  . 

Plans  approved  . 

Plans  disapproved  . 

Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn 

Interpretations  . 

Requests  withdrawn  or  dismissed  . 


93 
45 

126 

7 

508 

16 

5 

0 

0 

94 
3 
3 
0 

30 

0 

1 

0 

14 

0 

17 

0 

1 

0 

It 

0 

2 

1 

1 

3 


Total 


Cases  pending  September  30,  1925 
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WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

I'irst,  1  hat  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

1  Iiird,  That  no  plea  of  ignorance  of  the  date  of  the 
lieaiing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  lhat  the  business  of  the  board  is  to  dispose  of 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  bj 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

,  New  York  City. 

i.e  ,  ft'tr t&Si,'  Si.r-farvsJiStsru 

Name  . 

Street  . 

P.  O . 

My  subscription  is  to  begin  with  th'>  issue  for .  1925 
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DIRECTORY 


BOARD  OF  STANDARDS  AND  APPEALS 
WILLIAM  E.  WALSH,  Chairman 

Commissioners 

Henry  L.  Connell 
Joseph  Flanagan 
John  Guilfoyle 
Fire  Chief  John  Kenlon 
James  O’Connor,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

ffice — Municipal  Building,  Rooms  1001  to  1015. 
elephone — Worth  0184. 

1  ffice  Hours — 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

II  communications  should  be  addressed  to  the  chairman  of 

the  board 

.. _  — 

CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 

ven — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Special  Notice. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Meeting,  October  6,  1925,  at  10  a.  m. 
Minutes  of  Meeting,  October  6,  1925,  at  2  p.  m. 
Notice  of  Public  Hearing. 

Progress  Report. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2:30  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  ‘-except^. 


CALL  OF  CALENDAR. 

The  Clerk’s  Calendar  consists  Of  Applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owefiK^-appprtyii^Jy.  to  ,(ile. objections,  if  any, 
and  will  be  called  in  Room  1013,  Tiies'day,  October  13, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  October  20,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  October  7,  1925. 

Cal.  No.  Department.  Premises  Affected. 

1030-25-A . . 


1029-25-S . 


1028-25-A . 


1027-25-A. 


1026-25-S.. 


1025-25-A . 


1024-25-S. . 


1023-25-S.. 


1022-25-BZ. 


1021-25-BZ . 


1020-25-S. . 


1019-25-S. . 


1017-25-BZ . 


1016-25-A. . 


1015-25-BZ. 


1014-25-A. 


1013-25-BZ. 


1012-25-S. . 


1011-25-BZ. 


1010-25-A . 


1009-25-A . 


1008-25-S. . 


1007-25-A. 


1006-25-S. . 


1005-25-S. . 


1004-25-BZ . 


.B.B.M. 

.  .  1531-1537  Broadway,  Man. 

Viol.  4225-1925. 

.F.D.  ... 

..20-24  No.  Moore  St.,  Man. 

L.  D.  81644. 

.B.B.M. 

.  .  61  West  55th  St.,  Man. 

Exit  Order  161-1925. 

.F.D.  ... 

..40-44  Pine  St.,  Man. 

F-71073. 

.F.D.  ... 

. .  120-08  &  120-10  Jamaica  ave., 
Rich.  Hill,  Q.  L.  D.  79979. 

.F.D.  ... 

..215-32-42  Jericho  Tnpke.,  Q. 
Village,  Q.  N.  B.  263-1925. 

.B.B.M. 

. .  336-8  West  25th  /St.,  Man. 

Alt.  1124-1925. 

.F.D.  ... 

..199-209  Steuben  St.,  Bklyn. 

L.  D.  76809. 

.B.B.M. 

. .  72  East  108th  St.,  Man. 

Viol.  30-1925. 

.F.D.  ... 

. .  East  side  Coney  Island  Ave., 
315  ft.  south  of  Ave.  N, 
Bklyn.  Alt.  2099-1925. 

.F.D.  ... 

. .  87-97  Van  Dyck  St.,  Bklyn. 

L.  D.  82593. 

.B.B.M. 

..257-267  West  39th  St.,  Man. 

N.  B.  131-1925. 

.B.B.B.  . 

..120-130  Terrace  PI.,  Bklyn. 

Applic.  13436-1925. 

.B.B.B.  . 

..725-733  McDougal  St.,  Bklyn. 

Applic.  18053-1925. 

F.D . 

,  .  164  William  St.,  Man. 

F-81421. 

.B.B.M.  . 

.  .  136-142  West  99th  St.,  Man. 

N.  B.  567-1925. 

F.D.  ... 

..87-97  Van  Dyck  St.,  Bklyn. 

F-82596. 

.B.B.Q.  . 

.  South  side  Northern  Blvd., 
225  ft.  east  of  Gardiner  St., 
Bayside,  Q.  Alt.  1769-1925. 

.F.D.  ... 

.  42-44  West  39th  St.,  Man. 

L.  D.  79723-79720. 

B.B.B.  . 

..339  8th  St.,  Bklyn. 

Applic.  16075-1925. 

F.D . 

.  56  Greenpoint  Ave.,  Bklyn. 

L.  C.  85055. 

F.D . 

.  2146  Hughes  Ave.,  Bx. 

L.  C.  31155 

F.D.  ... 

..West  side  of  Bronx  River 
PI.,  133  ft.  north  of  Bradley 
St.,  Bx.  L.  D.  80377. 

F.D.  ... 

..72-78  Walworth  St.,  Bklyn. 

L.  C.  98070. 

F.D . 

.  252-258  West  37th  St.,  Man. 
(14  fl.)  L.  D.  81786. 

F.D.  ... 

..501  7th  Ave.,  Man.  (8th  fl.) 

L.  D.  82001. 

.B.B.Bx. 

.  2399  Grand  Concourse,  Bx. 

Alt.  582-1925. 

1003-25-BZ . F.D . Southeast  cor.  Woodhave 

Blvd.  &  94th  St.,  Wood 

-  haven,  Q.  Alt.  2038-192E 

Restored  to  Calendar. 

1462-24-A . F.D .  186-188  Wooster  St.,  Man. 

F-6606C 


CODE. 


F.D . Fire  Departmcn 

H.D . Health  Departmcn 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.M . Bureau  of  Buildings,  Manhattal 

B.B.Q . Bureau  of  Buildings,  Queen 

B.B.R . Bureau  of  Buildings,  Richmond 

B.B.Bx . Bureau  of  Buildings,  Broil: 

T.H.D . Tenement  House  Departmen 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  October  13,  1925,  at  2  p.  m. 

51-25-BZ. 

APPLICANT — 520  Audubon  Avenue,  Inc.,  owner. 

PREMISES— 540  Audubon  avenue,  Manhattan. 

TO  PERMIT  in  a  residence  district  the  occupancy  and  ust 
for  business  purposes  of  part  of  an  existing  resi¬ 
dence  building. 

271-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Ray  Barnett,  owner 

PREMISES — 956  Forest  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main 
tenance  of  a  garage  for  the  storage  of  more  thar 
five  (5)  motor  vehicles. 

504-25-BZ. 

APPLICANT — William  F.  Doyle,  for  D.  Coppersmith 
owner. 

PREMISES — 128-44  East  98th  street,  Brooklyn. 

10  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

596-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Biograph  Company, 
Inc.,  owner. 

PREMISES— 807  East  175th  street,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  extension  of  an 
existing  business  building  (studio). 

609-25-BZ. 

APPLICANT — Felix  A.  Muldoon,  for  Socora  Realty  Con-; 
struction  Co.,  owner. 

PREMISES — West  side  of  River  avenue,  100  ft.  south  of 
East  167th  street,  The  Bronx. 

10  PERMIT  in  a  business  district  the  erection  and  main-j 
tenance  of  a  garage  for  the  storage  of  more  than! 
five  (5)  motor  vehicles. 

662— 25-BZ. 

APPLICANT — Charles  A.  Clayton,  for  Josephine  Pit-1 
bladdo  and  American  Shade  Roller  Co.,  owners. 

PREMISES— 239-245  26th  street,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main- 1 
tenance  of  a  building  to  be  used  100  per  cent  for 
factory  purposes. 
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25-BZ. 

'PLICANT— Charles  Schaefer,  Jr.,  for  Daniel  Houlihan, 

owner.  • 

EMISES — Southeast  corner  of  234th  street  and  White 
Plains  avenue,  The  Bronx. 

)  PERMIT  the  extension  from  a  business  district  into 
a  residence  district  of  a  proposed  building  to  be 
used  as  a  motion  picture  theatre. 


BOARD  OF  STANDARDS  AND  APPEALS 
\PPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  October  13,  1925,  at  10  a.  tn, 

2-25- A — 1  Arnold- street,  Maspeth,  Queens. 

16-25-A — 314-324  West  21st  street.  Manhattan. 

;0-25-A— 189-195  Hudson  street  and  1-3  Desbrosses  street, 
Manhattan. 

(3-25-A — 151-65  Kent  avenue,  Brooklyn. 

5-25-A — Northwest  corner  of  Sunswick  street  and  Wil¬ 
bur  avenue,  Long  Island  City,  Queens. 

!0-25-A — 393-399  Lafayette  street  and  21-23  East  4th 
street,  Manhattan. 

23-25-A — 34-40  South  1st  street,  Brooklyn. 

38-25-A— Southeast  corner  of  Skillman  avenue  and  Hulst 
street,  Long  Island  City,  Queens. 

90-25-A — 526  Fulton  street,  Brooklyn. 

78-25-A — 280  Broadway,  Manhattan. 

62-24-A— 186-188  Wooster  street,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand- 
rls  and  appeals  of  a  public  hearing  under  the  provisions 
the  building  zone  resolution,  Tuesday  morning,  October 
1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
the  following  matters: 

L.  no.  487-25-BZ — Application,  May  8,  1925,  under  the 
building  zone  resolution,  of  Louis  A. 
Sheinart,  architect,  on  behalf  of  Charles 
J.  Ryan,  owner,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1307-1319  65th  street,  Brook¬ 
lyn. 

L.  no.  495-25-BZ — Application,  May  11,  1925,  under  the 
building  '  zone  resolution,  of  Henry 
Nordheim,  architect,  on  behalf  of  Katie 
Staudermann,  owner,  to  permit  In  a 
residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part 
from  a  residence  use  to  a  business  use; 
premises  722  East  175th  street,-  The 
Bronx. 

L.  no.  575-25-BZ — Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  Gardiner 
Conroy,  applicant,  on  behalf  of  O’Hara 
Realty  Co.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  507-11  Flatbush  avenue  and 
1118-22  Washington  avenue,  Brooklyn. 

L.  no.  470-25-BZ— -Application,  May  4,  1925,  under  the 
building  zone  resolution,  of  Walter  B. 
Wills,  applicant,  on  behalf  of  Frank 
Hartman,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  ol 

I 


more  than  five  (5)  motor  vehicles; 
premises  1219-1223  Putnam  avenue, 

Brooklyn. 

cal.  no.  491-25-BZ — Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Edwin  W. 
Crumley,  applicant,  on  behalf  of  Carlo 
De  Luca,  owner,  to  permit  in  a  resi¬ 
dence  district  the  alteration  and  change 
of  occupancy  in  part  from  a  residence 
use  to  a  business  use;  premises  1413 
Needham  avenue,  The  Bronx. 

CAl..  no.  506-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Ferdi¬ 
nand  Curth,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  229-233  Marion  street,  Brook¬ 
lyn. 

;al.  no.  555-25-BZ — Application,  May  29,  1925,  under  the 
building  zone  resolution,  of  William  A. 
Lacerenza,  architect,  on  behalf  of  Sam¬ 
uel  Klein,  owner,  to  permit  the  ex¬ 
tension  from  a  business  district  into 
a  residence  district  of  a  proposed  build¬ 
ing  to  be  used  for  business  purposes ; 
(dance  hall)  ;  premises  1062  St.  John’s 
place,  Brooklyn. 

cal.  no.  570-25-BZ — Application,  June  2,  1925,  under  the 
building  zone  resolution,  of  Micbaol 
Pellegrino,  applicant  and  owner,  to  per¬ 
mit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  five  (5)  build¬ 
ings  to  be  used  for  stores  on  the  1st 
story  and  dwellings  above ;  premises 
northwest  corner  of  Ocean  avenue  and 
Avenue  U,  Brooklyn. 

cal.  no.  532  25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of 
Menick  Holding  Cq.,  Inc.,  owner,  to 
permit  in  a  residence  district  extend¬ 
ing  from  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  theatre 
building ;  premises  868  Flatbush  ave¬ 
nue,  Brooklyn. 

cal.  no.  560-25-BZ — Application,  May  29,  1925,  under  the 
building  zone  resolution,  of  Charles 
Kreymborg  and  Son,  architect,  on  be¬ 
half  of  Cerussi  Contracting  Co.,  owner, 
to  permit  the  extension  from  an  unre¬ 
stricted  district  of  a  proposed  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  4583  Third 
avenue,  The  Bronx. 

cal.  no.  863-25-BZ — Application,  August  26,  1925,  under  the 
building  zone  resolution,  of  Francis  L. 
Archer,  applicant,  on  behalf  of  Empire 
Investors  Corp.,  owner,  to  n»*-mit  in  a 
residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  business  building;  premises 
660  Fifth  avenue,  northwest  corner  of 
52nd  street,  Manhattan. 

cal.  no.  531-25-BZ — Application,  May  22,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Luke 
Kilgallon,  owner,  to  permit  in  a  busi¬ 
ness  district  the  alteratiotn  and  exten¬ 
sion  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  James  street,  136 
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ft.  north  of  Cornaga  avenue,  Far  Rock- 
away,  Borough  of  Queens. 

William  E.  Walsh,  Chairman. 

BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  October  13,  1925,  at  2.30  p.  m. 

380-25-S — 125  Nostrand  avenue,  •  Brooklyn. 

406-25-S — 178-182  Sullivan  street,  Brooklyn. 

413-25-S — 473-485  Kent  avenue,  Brooklyn. 

488-25-S — 10  West  56th  street,  Manhattan. 

492- 25-S — 243-245  West  36th  street,  Manhattan. 

493- 25-S — 540-552  Eighth  avenue  and  265-267  West  37th 

street,  Manhattan. 

541-25-S — 1  Arnold  street,  Maspeth,  Queens. 

572-25-S — 471  West  Broadway,  Manhattan. 

612-25-S — 334  Bowery,  Manhattan. 

617-25-S — 245-249  West  27th  street,  Manhattan. 

562-25-S — 248-250  Central  avenue,  Brooklyn. 

765-25-S — 149  West  40th  street  and  561-565  Seventh  ave¬ 
nue,  Manhattan. 

41-25-S — 58  Stone  street  and  91-93  Pearl  street,  Manhat¬ 
tan. 

62-25-S — 24-30  West  39th  street,  Manhattan. 

265-25-S — 233-235  West  26th  street,  Manhattan. 

592-25-S — 461-467  Tenth  avenue,  Manhattan. 

614-25-S — 909  Faile  street,  The  Bronx. 

807-25-S — Washington,  Carlisle  and  West  streets,  Man¬ 
hattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

513-25-S A — Rotary  Vacuum  Pumps,  approval  of. 

558-25-SA — Globe  Dry  Pipe  Sprinkler  Accelerator,  ap-' 
proval  of. 

603-25-SA — Cook  Automatic  Electric  Fuel  Oil  Pump,  ap¬ 
proval  of. 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 

SPECIAL  MEETING. 

Friday,  October  16,  1925,  at  2.30  />.  m. 

442-25-S — 10  Ormond  place,  Brooklyn. 

464- 25-S — 45-47  Crosby  street,  Manhattan. 

468- 25-S — 40-42  West  37th  street,  Manhattan. 

355-25-S — 514-516  West  57th  street,  Manhattan. 

374-25-S — 963-965  Kent  avenue,  Brooklyn. 

461-25-S  251-255  West  39th  street,  Manhattan. 

465- 25-S — 26-34  Sullivan  street  and  47-49  Watts  street, 

Manhattan. 

440-25-S  352  East  76th  street,  Manhattan. 

448-25-S  26  West  20th  street,  Manhattan. 

469- 25-S— 692-694  Broadway  and  388  Lafayette  street, 

Manhattan. 

481-25-S  237-239  Lafayette  street,  Manhattan. 

500-25-S — 873  Sixth  avenue,  Manhattan. 

415-25-S — 338-340  Flushing  avenue,  Brooklyn. 

426-25-S— 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

430-25-S-  365-367  Canal  street,  Manhattan. 


115-25-S — 54  West  57th  street  and  59  West  56th  strej 
Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 
1525-24-S — 107  East  31st  street,  Manhattan. 

718-18-S — 17-23  East  Broadway,  Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 

321-25-S — 232-234  West  37th  street,  Manhattan. 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  October  20,  1925,  at  2  p.  m. 

669-25-BZ — Jacob  Zwerling,  lessee. 

PREMISES — Northwest  corner  of  ’Belmont  avenue  a! 
Fordham  road,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  ma: 
tenance  of  a  gasoline  selling  station. 

724-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Celia  Aronofsl 
owner. 

PREMISES — 1515  Bryant  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  change  of  occ 
pancy  of  an  existing* building  from  private  garaj 
to  store. 

552-25-BZ. 

APPLICANT— Philip  J.  Sinnott,  for  Fieldstone  Garac 
Inc.,  owner. 

PREMISES — East  side  Broadway,  223  ft.  8  in.  north 
West  231st  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  mai| 
tenance  of  a  garage  for  the  storage  of  more  th:j 
five  (5)  motor  vehicles,  and  also  to  permit  sar 
to  be  of  non-fireproof  construction  (garage,  wi  j 
one  street  frontage,  exceeding  7,500  square  feet  ! 
area). 

598-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Daniel  Houliha 
owner. 

PREMISES — 3088-3092  Jerome  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  mail 
tenance  of  a  garage  for  the  storage  of  more  th;| 
five  (5)  motor  vehicles. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS,  i 
Tuesday,  October  20,  1925,  at  10  a,  m. 

589t25-A — 65  Skillman  avenue,  Brooklyn. 

590-25-A — 72-78  Spring  street,  Manhattan. 

627-25-A — 508-510  Broome  street,  Manhattan. 

629-25-A — 2489  Sedgwick  avenue,  The  Bronx. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 
449-25-A — 328  St.  Marks  avenue,  Brooklyn. 

51 9-25-A — 522  Timpson  place,  The  Bronx. 

547-25-A — 45-49  John  street  and  1-5  Dutch  street,  Mai  5 
hattan. 

1447-24- A — 8746  123rd  street,  Richmond  Hill,  Queen. 
294-25-A — 62  Stanhope  street,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stancj 
ards  and  appeals  of  a  public  hearing  under  the  provision! 
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the  building  zone  resolution,  Tuesday  morning,  October 
1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 

’  the  following  matters : 

l.  no.  638-23-BZ — Application,  September  8,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  Max 
Notess,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage 
for  the  storage  of  three  (3)  pleasure 
motor  vehicles,  two  (2)  spaces  rented 
to  persons  not  residing  on  the  premises 
(previously  dismissed  for  lack  of  pros¬ 
ecution)  ;  premises  2965  Valentine 
avenue,  The  Bronx. 

L.  no.  608-25-BZ — Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
Lowlou  Corporation,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1095-1117  Washington 
avenue,  southeast  corner  of  Sterling 
street,  Brooklyn. 

.l.  no.  622-25-BZ — Application,  June  16,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Simon 
Brown,  owner,  to  permit  in  a  residence 
district  the  change  of  occupancy  of  a 
building  used  as  a  residence  to  a  busi¬ 
ness  use  on  the  1st  story;  premises  131 
Starr  street,  Brooklyn. 

,l.  no.  1523-24-BZ — Application,  December  27,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Christine  Bottenus,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the 
premises;  premises  1665  Davidson  ave¬ 
nue,  The  Bronx. 


Cheeseman,  applicant  and  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  hairdressing  business  use, 
contrary  to  section  3  of  the  building 
zone  resolution;  premises  110  West 
82nd  street,  Manhattan. 

cal.  no.  661-25-BZ — Application,  June  25,  1925,  under  the 
building  zone  resolution,  of  George 
Kindermann,  applicant,  on  behalf  of 
Manderkin  Building  Co.,  owner,  to  per¬ 
mit  in  a  business  and  also  in  a  “B” 
area  district  the  omission  of  a  rear 
yard  as  required  by  the  building  zone 
resolution;  premises  1362-1366  Webster 
avenue,  The  Bronx. 

cal.  no.  754-25-BZ — Application,  July  20,  1925,  under  the 
building  zone  resolution,  of  Robert 
Tappan,  applicant,  on  behalf  of  Cord 
Meyer  Development  Co.,  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  group  of  twenty- 
six  (26)  one-car  attached  garages  for 
the  storage  of  pleasure  motor  vehicles 
as  an  accessory  to  private  dwellings 
located  within  the  same  block;  prem¬ 
ises  north  side  of  Austin  street, 
bounded  by  Puritan  avenue  and  Atom 
place,  Forest  Hills,  Borough  of  Queens. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  October  20,  1925,  at  2.30  p.  m. 

549-25-A — 44  West  50th  street,  Manhattan. 

606-25-A — 231-235  East  42nd  street,  Manhattan. 

618-25-A — 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

658-25-A — 116  East  88th  street,  Manhattan. 

663-25-A — 463-467  Broadway,  Manhattan. 


vl.  no.  364-25-BZ— Application,  April  3,  1925,  under  the 
building  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Barney 
Zinick,  owner,  to  permit  the  exten¬ 
sion  'from  an  unrestricted  district  into 
a  business  district  of  a  proposed  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor-  vehicles;  premises  9-17 
Bainbridge  street,  Brooklyn. 

i  \l.  NO.  503-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  John  E. 
Eustis,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
northeast  corner  of  West  179th  street 
and  Cedar  avenue,  The  Bronx. 


AL.  NO. 


;  AL.  NO. 


607-25-BZ— Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
Israel  Feinberg  and  Joe  Bernstein, 
owners,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2552- 
2556  Bedford  avenue,  Brooklyn. 

518-25-BZ — Application,  May  19,  1925,  under  the 
building  zone  resolution,  of  Mary  J. 


665-25-A — 2505  Third  avenue,  The  Bronx. 

667-25-A— 3202  Perry  avenue,  The  Bronx. 

810-25-A — Foot  of  Greenpoint  avenue  and  Newtown  Creek, 
Brooklyn. 

975-25-A — 1597  Park  place,  Brooklyn. 

646-25- A — 26  College  place,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon.  Octo¬ 
ber  20,  1925  at  2.30  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 

cal.  no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

CAL.  NO.  1453-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  James 
Murphy,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
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five  (5)  motor  vehicles;  premises  24 
Evelyn  place,  southeast  corner  of  Da¬ 
vidson  avenue,  The  Bronx. 

cal.  no.  447-25-BZ — Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Benj.  Dries- 
ler,  Jr.,  architect,  on  behalf  of  Incor¬ 
porated  Parkway  Builders,  Inc.,  owner, 
to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  71-85  Caton 
place.  Brooklyn. 

cal.  no.  419-25-BZ— Application,  April  18,  1925,  under  the 
building  zone  resolution,  of  William 
Bone,  applicant,  on  behalf  of  Hyman 
Wynehouse,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  five  (5)  detached  buildings  to 
be  occupied  for  store  purposes  on  the 
1st  story  and  dwelling  above ;  premises 
4110-413  8  Ninth  avenue,  Brooklyn. 

cal.  no.  640-25-BZ — Application,  June  22,  1925,  under  the 
building  zone  resolution,  of  Shampan 
and  Shampan,  architects,  on  behalf  of 
Kap  Realty  Company,  Inc.,  owner,  to 
permit  in  a  one  and  One-half  times 
height  district  the  erection  of  the  street 
wall  of  a  building  to  a  height  in  excess 
of  the  limitation  imposed  by  the  build¬ 
ing  zone  resolution ;  premises  553-555 
Eighth  avenue  and  304  West  38th 
street,  Manhattan. 

cal.  no.  505-25-BZ— Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Walton 
Whyte  Realty  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  east  side  of  Jerome 
avenue,  350  ft.  south  of  East  181st 
street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  October  23,  1925,  at  2.30  p.  m. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday ,  October  27,  1925,  at  10  a.  m. 

611-25-A — 128  East  63rd  street,  Manhattan. 

613-25-A — 1485  Broadway,  Manhattan. 

657-25- A — 27-31  West  55th  street,  Manhattan. 

700- 25-A — 545  Broadway,  Manhattan. 

701- 25-A— 270-276  West  38th  street  and  554-568  Eighth 

avenue,  Manhattan. 

1 02-25-A  261-267  Canal  street  and  21-23  Howard  street, 
Manhattan. 

705-24-A — 55-57  West  3rd  street,  Manhattan. 

711-25-A — 657-659  Broadway,  Manhattan. 

716-25-A— 843  East  139th  street,  The  Bronx. 


725-25-A — 20-26  Greene  street,  Manhattan. 

790-25-A — 763  Crescent  street,  L.  I.  City,  Queens. 

961-25-A — 1490-1496  Ocean  parkway,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOIICE  IS  HEREBY  GIVEN  by  the  board  of  stand 
ards  and  appeals  of  a  public  hearing  under  the  provision 
of  the  building  zone  resolution,  Tuesday  morning,  Octobe 
27,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building 
on  the  following  matters  : 

cal.  no.  225-25-BZ — Application,  February  25,  1925,  under 
the  building  zone  resolution,  of  Thoma 
O’Rourke  Gallagher,  applicant,  on  be 
half  of  Mymaud  Construction  Co. 
owner,  to  permit  in  a  business  distric 
the  erection  and  maintenance  of  a  ga 
rage  for  the  storage  of  more  than  fiv> 
(5)  motor  vehicles;  premises  southwes 
corner  of  Metropolitan  avenue  anc 
125th  street,  Richmond  Hill,  Borougl 
of  Queens. 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F’ 
area  district  the  erection  of  a  build 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

CAL.  NO.  653-25-BZ — Application,  June  24,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Activ- 
Holding  Co.,  Inc.,  owner,  to  permit 
the  extension  from  an  unrestricted  dis¬ 
trict  into  a  business  district  of  a  pro¬ 
posed  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  prem¬ 
ises  319-323  East  148th  street,  The 
Bronx. 

cal.  no.  626-25-BZ— Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use. 
C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building;  premises 
1421-1437  Ocean  avenue  and  1060-1068 
Kenmore  place,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  October  27,  1925,  at  2.30  p.  m. 

543- 25-S — 497  Sixth  avenue,  Manhattan. 

544- 25-S — 32  East  28th  street,  Manhattan. 

545- 25-S — 120  West  25th  street,  Manhattan. 

548-25-S — 312-314  East  125th  street,  Manhattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

546- 25-S — 683-685  Broadway,  Manhattan. 

604-25-S — 61  Fulton  street,  Manhattan. 

632- 25-S — 240-246  West  35th  street,  Manhattan. 

633- 25-S — 523-527  West  42nd  street,  Manhattan. 

637-25-S — 25-27  West  3rd  street,  Manhattan. 

652-25-S — 115-117  West  45th  street,  Manhattan. 

660-25-S  59-61  West  39th  and  680-86  Sixth  avenue,  Man¬ 

hattan. 

668-25-S — 6i  West  27th  street,  Manhattan. 
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670-25-S— 282-284-286  Seveath  avenue,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS 


PETITIONS  FOR  VARIATIONS. 
Tuesday,  November  10,  1923,  at  2.30  p.  m. 


634- 25-S— 125-127  West  31st  street,  Manhattan. 

635- 25-S— 797-799  Greenwich  street,  Manhattan. 
703-25-S— 40-42  West  17th  street,  Manhattan. 

718- 25-S— 521-527  Seventh  avenue,  Manhattan. 

719- 25-S— 260-262  West  41st  street,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 
APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Wednesday,  November  4,  1925,  at  10  a.  m. 
177-25-A— 136  Wooster  street,  Manhattan. 

511-25-A — 810  Fourth  avenue,  Brooklyn. 

636-25-A — 142-144  Greene  street,  Manhattan. 

647-25- A — Northwest  corner  of  Twentieth  avenue  and 
Northern  boulevard  (Jackson  avenue), 
L.  I.  City,  Queens. 

655-25-A — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

678-25-A— 221-249  McKibben  street,  Brooklyn. 

685-25-A — 533-543  West  33rd  street,  Manhattan. 

756-25-A — 520-524  West  Broadway,  Manhattan. 

BOARD  OF  STANDARDS  AND  APPEALS 
APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Wednesday,  November  4,  1925,  at  2.30  p.  nr. 

762-25- A — 2201-2219  Grand  street,  Maspeth,  Queens. 
766-25- A — 721-725  Lenox  avenue,  Manhattan. 

768- 25-A — 1628-1648  East  9th  street,  Brooklyn. 

769- 25- A — 239  Alabama  avenue,  Brooklyn. 

773-25-A — 62  Grand  street,  Manhattan. 


673-25-S — 34-40  South  1st  street,  Brooklyn. 

677-25-S — 221-249  McKibben  street,  Brooklyn. 

679-25-S — 5  West  30th  street,  Manhattan. 

688- 25-S — 114-116  West  56th  street,  Manhattan. 

689- 25-S — 89-91  West  3rd  street,  Manhattan. 

690- 25-S — 1252-1254  Bedford  avenue,  Brooklyn. 

693-25-S — 270-276  West  38th  street  and  554-558  Eighth 

avenue,  Manhattan. 

704-25-S — 379-385  DeKalb  avenue,  Brooklyn. 

709-25-S — Block  bounded  by  Grand,  Sheriff,  Broome  and 
Columbia  streets,  Manhattan. 

757- 25-S — 1385-1391  Broadway,  Manhattan. 

758- 25-S — 265-267  West  37th  street  and  540-552  Eighth 

avenue,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
Tuesday,  November  17,  1925,  at  10  a.  m. 

1 175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A — 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

540-25-A — East  177th  street  and  Bronx  River,  200  ft.  from 
Devoe  avenue,  The  Bronx. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEAL  FROM  ADMINISTRATIVE  ORDERS. 


BOARD  OF  STANDARDS  AND  APPEALS. 

BUILDING  ZONE  APPLICATION. 

Tuesday,  November  10,  1925,  at  10  a.  m. 

NOTICF  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
3f  the  building  zone  resolution,  Tuesday  morning,  November 
L0,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
in  the  following  matters: 

'al  no  142-25-BZ. — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 
Thatcher,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  northwest  corner  of 
Coney  Island  avenue  and  Avenue  N, 
Brooklyn. 

William  E.  Walsh,  Chairman. 


Tuesday,  November  24,  1925,  at  10  a.  m. 

785-24-A— -6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 


BOARD  OF  STANDARDS  AND  APPEALS. 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  November  24,  1925,  at  2.30  p.  m. 

761-25-S — 49-57  West  37th  street,  Manhattan. 

767-25-S— 114-116  East  13th  street,  Manhattan. 

770-25-S— 148  East  57th  street,  Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 
752-25-SA — Toro  Emergency  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

763-25-SA— Milwaukee  Piston  Rotating  Port  Pump,  Type 
No.  705,  approval  of. 


SPECIAL  NOTICE 


%  _  _  — 

The  meeting  scheduled  for  October  2,  1925,  at  10  a.  m, 


Iies  been  laid  over  to  Friday,  October  16,  1925,  at  2.30  p.  m. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
stributing  Division  of  the  City  Record  Office.  125  \\  orth 
eet.  Price,  $1.25;  by  mail,  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distribting  Division  of  the  City  Record  Office,  125  Worth 
street.  Price.  30c;  by  mail,  35c. 
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MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  OCTOBER  6,  1925. 

Present:  Chairman  Walsh,  Commissioners  Connell, 
Flanagan,  Guilfoyle,  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
standards  and  appeals,  held  Tuesday  morning,  September 
22,  1925,  and  the  minutes  of  the  special  meeting  of  the 
board  of  standards  and  appeals,  held  Tuesday  afternoon, 
September  22,  1925,  and  the  minutes  of  the  special  meeting 
of  the  board  of  standards  and  appeals,  held  on  Friday  after¬ 
noon,  September  25,  1925,  were  approved  as  printed  in  the 
Bulletin,  Nos.  37  and  38,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

540-25-A. 

APPELLANT— Edward  Whitwell,  for  Starlight  Amuse¬ 
ment  Park,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— East  177th  street  and 
Bronx  River,  200  feet  from  Devoe  avenue,  The 
Bronx. 

APPEARANCES' —  .  • 

For  Appellant:  Matthew  Sedgewick. 

ACTION  OF  BOARD — Appeal  laid  over  to  November 
17,  1925,  at  10  a.  m.,  on  request. 


510-25-A 

APPELLANT — T.  John  McKee,  for  Grace  F.  Winslow, 
lessee. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 102  71st  street,  Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD- — Appeal  withdrawn  on  written 
request — premises  vacated. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  . 5 

Negative  .  0 

Absent  .  0 


11 6-24-A. 

APPELLANT — Julius  Eckman,  for  Winco  Realty 
Corp,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 54  West  57th  street  and 
59  West  56th  street,  Manhattan. 
APPEARANCES' — 

For  Appellant:  Julius  Eckman. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  withdrawn.  To  com¬ 
ply. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers.  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  n 


157-25-A. 

APPELLANT — Croker  National  Fire  Prevention  Co., 
for  Grand  Rapids  Show  Case  Co.,  lessee. 
SUBJECT.  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 159  Nott  avenue,  Long 
Island  City,  Borough  of  Queens. 
APPEARANCES— 

.For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

AC  1  ION  Oh  BOARD — Appeal  granted  on  condition. 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  g 

THE  RESOLUTION: 

(157-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Grand  Rapids  Show  Case  Co.,  lessee,  filed,  Febru¬ 
ary  5,  1925,  an  appeal,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  159  Nott  avenue,  Long  Island 

City,  Borough  of  Queens;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  6,  1924,  reads: 

“Install  standpipe  4  in.  in  diameter,  tested  to  with¬ 
stand  a  pressure  of  300  lbs.  per  square  inch,  extending 
from  cellar  to  roof  with  necessary  check  valves  and 
two  and  one-half  inch  regulation  Fire  Department  out¬ 
lets  on  each  story,  etc.”  ; 
and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  200  ft.  by  100  ft.  in  area.  OCCUPIED:  Storage 
of  show  cases  and  partitions;  12  persons  in  all;  and 
Whereas,  the  appellant  claims  his  lease  expires  on  Febru- 
ary  1,  1927 ;  that  it  would  be  a  hardship  if  compelled  to 
undergo  this  large  expense;  that  there  are  fire  hydrants 
easily  accessible;  he  further  contends  there  is  no  one  on 
the  premises  except  when  material  is  being  taken  in  or  out; 
that  there  would  be  no  one  on  the  premises  to  operate  the 
standpipes  if  they  were  installed,  and  requests  the  board 
to  withhold  the  enforcement  of  this  order  until  February 
1,  1927. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  present  occupancy  and 
use  shall  be  discontinued  on  or  before  February  1, 
1927 ,  that  the  rear  and  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length ;  and  that  a  10 
ft.  open,  unencumbered  court  shall  be  maintained  through¬ 
out  the  entire  depth  of  the  building  at  the  westerly  end 
of  structure. 


199-25-A. 

APPELLANT  Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Hooker  Electrochemical  Co., 
owner. 

SUBJECT— Appeal  from  order  of  superintendent  of 
buildings. 

F^F:^fJSES  AFFEC  1  ED — 25  Pine  street,  Manhattan. 
APPEARANCES' — 

For  Appellant:  Herman  E.  Horwood. 

BOARD — Appeal  granted  on  condition. 
CONDITIONS' — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell  and  Flanagan  and  Fire  Chief 

Kenlon  .  4 

Negative:  Commissioner  Guilfoyle  .  1 

Absent  .  g 


THE  RESOLUTION: 

(199-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineer¬ 
ing  Company  for  Hooker  Electrochemical  Company, 
owner,  filed,  February  18,  1925,  an  appeal,  from  an  order  of 
the  superintendent  of  buildings,  affecting  premises  25  Pine 
street,  Borough  of  Manhattan;  and 

V  hereas,  the  order  of  the  superintendent  of  buildings, 
dated  October  22,  1924,  reads: 

k  ou  ar **  ’’“reby  directed  to  enclose  the  interior  stairs 
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i  from  the  cellar  to  the  roof  by  fireproof  partitions  with 
fireproof  self-closing  doors  on  all  openings.”; 

id 

Whereas,  the  building  is  non-fireproof,  ten  stories  in 
•ight,  24  ft.  2  in.  by  82  ft.  in  area  at  the  1st  story  and 
ft.  2  in.  by  74  ft.  7  in.  in  area  above;  OCCUPIED  as 
j  office  building,  averaging  15  persons  per  story; 
QUIPPED  with  a  standpipe  system;  and 
Whereas,  appellant  proposes  to  separate  the  entire  ele- 
itor  shaft  from  the  stairway  by  means  of  wire  glass 
t  in  iron  frame  work ;  and  contends  that  there  is  no 
liler  room  in  this  building,  thereby  reducing  the  possi- 
lity  of  fire  to  a  minimum;  that  any  fire  could  be  taken 
ire  of  by  the  standpipe  system,  and  contends,  further, 
,at  it  would  be  exceedingly  difficult  from  a  mechanical 
andpoint  to  enclose  the  stairway. 

Resolved ,  that  the  order  of  the  superintendent  of  build- 
■  gs  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
r  hereby  is  granted  on  condition  that  the  elevator  shaft 
iroughout  its  entire  height  shall  be  enclosed  with  wire 
f  ass  in  metal  frame,  no  light  therein  to  exceed  an  area 
|  f  720  sq.  in. ;  that  the  enclosure  otherwise  shall  comply 
ith  the  elevator  rules  of  the  board  of  standards  and  ap- 
'jals;  and  that  there  shall  be  no  manufacturing  use  or 
;cupancy  in  any  part  or  portion  of  building. 


17-25-A. 

1  PPEELANT — Charles  E.  Robertson,  owner. 
•iUBJECT — Appeal  from  orders  of  fire  commissioner. 
REMISES  AFFECTED — Foot  of  Hubbard  street, 
Marine  Basin,  Brooklyn. 

PPEARANCES' — 

For  Appellant:  Walter  C.  Goodwin. 

For  Administration:  Inspector  Maher  of  fire 
department. 

.CTION  OF  BOARD — Appeal  granted  on  condition. 
ONDITIONS — As  specified  in  resolution. 

HE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 


|  THE  RESOLUTION: 

(397-25- A) 

Whereas,  Charles  E.  Robertson,  owner,  filed,  April  11, 
j  925,  an  appeal,  from  orders  of  the  fire  commissioner,  af- 
ecting  premises  at  the  foot  of  Hubbard  street,  Brooklyn, 

nd 

Whereas,  the  orders  of  the  fire  commissioner  read: 

“1.  Install  a  standpipe  system  4  inches  in  diameter. 

“2.  Provide  telegraphic  communication  with  Depari- 
L  ment  Headquarters  as  provided  for  by  City  Ordinances. 

Sec.  20,  Ch.  12,  Code  of  Ordinances.” ; 
nd 

1  Whereas,  the  premises  consist  of  a  plot  of  ground  at 
j  ae  foot  of  Hubbard  street,  Brooklyn,  consisting  of  four 
;  4)  buildings  and  a  three-pier  yacht  basin,  the  plant  of 
[  le  Marine  Basin  Co.,  Inc.,  the  premises  being  approxi- 
lately  276  ft.  by  1,713  ft.  in  area;  and 
f  Whereas,  appellant  contends  that  no  combustible  mate- 
:  ials  are  stored  on  the  premises ;  that  there  is  a  2  in.  stand- 
;  ipe  system,  connected  with  the  city  mains,  running  to  the 
nd  of  each  of  the  three  pieVs ;  that  there  is  a  watchman’s 
ime  clock  system  in  operation ;  that  there  is  a  regulation 
ire  alarm  box  within  30  ft.  of  the  main  office  of  the  plant, 
.  nd  appellant  proposes  to  install  (if  deemed  necessary  by 
he  board)  a  50  gallon  per  minute  transportable  fire  pump 
!  o  supplement  the  fire  appliances  and  devices  now  main- 
ained. 

j'  Resolved,  that  the  orders  of  the  fire  commissioner  be 
1  nd  they  hereby  are  modified,  and  the  appeal  be  and  it 
j/ereby  is  granted,  omitting  standpipe,  on  condition  that  com- 
i  lination  watchman  and  central  office  box  system  shall  be 
nstalled  throughout  premises,  taking  in  each  building  and 


on  each  pier ;  and  that  stations  shall  be  located  not  more 
than  400  ft.  distant  from  each  other  in  a  direct  line  of 
travel. 


520-25-A. 

APPELLANT — Baker  Steam  Products,  Inc.,  for  Mrs. 
Karl  Bitter,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — East  side  of  Tibbett  ave¬ 
nue,  273  feet  south  of  West  246th  street,  The 
Bronx. 

APPEARANCES— 

For  Appellant :  George  C.  LeBlanc. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(520-25-A) 

Whereas,  George  C.  Le  Blanc,  secretary,  Baker  Steam 
Products,  Inc.,  for  Mrs.  Karl  Bitter,  owner,  filed,  May 
19,  1925,  an  appeal,  from  an  order  of  the  fire  commissioner, 
affecting  premises  east  side  of  T  ibbett  avenue,  273  ft.  south 
of  West  246th  street,  The  Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“2.  Provide  a  galvanized  iron  vent  pipe  connected 
to  top  of  tank  of  not  less  than  one  and  one-quarter 
inches  in  diameter  for  fuel  oil  storage  tank  or  tanks 
of  1100  gallons  or  less,  as  per  rule  8,  sec.  6-c  of 
Fuel  Oil  Rules. 

“5.  Provide  a  hydrostatic  test  of  not  less  than 
25  lbs.  per  sq.  in.  for  all  fuel  oil  storage  tanks  as  per 
rule  21  of  Fuel  Oil  Rules. 

“6.  Provide  a  hydrostatic  test  of  not  less  than  100 
lbs.  per  sq.  in.  for  all  Grade  B  Fuel  Oil  carrying 
piping,  as  per  rule  25,  sec.  2  of  Fuel  Oil  Rules.” ; 

and 

Whereas,  the  building  is  frame,  two  stories  in  height, 
57  ft.  by  45  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 
Whereas,  a  fuel  oil  burning  plant  has  been  installed, 
consisting  of  a  550  gallon  storage  tank  (having  a  in. 
vent  line)  buried  outside  the  premises,  a  Baker  oil  burner 
and  the  necessary  valves  and  piping  to  make  a  complete 
installation ;  and 

Whereas,  appellant  contends  that  the  top  of  the  storage 
tank  is  located  below  the  floor  level ;  that  the  vent  pipe  :s 
of  a  size  mentioned  in  one  of  the  tentative  amendments  of 
the  fuel  oil  rules,  and  hardship  would  result  if  compelled 
to  tear  up  the  ground  and  to  comply  writh  Items  No.  2,  5 
and  6  of  the  orders. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  here¬ 
by  is  granted,  as  to  Item  2,  on  condition  that  the  fuel 
oil  storage  shall  be  restricted  to  a  single  tank  not  exceed¬ 
ing  550  gallons  and  that  the  oil  stored  on  premises  shall 
be  as  stipulated  in  the  fuel  oil  rules  for  domestic  installa¬ 
tion  ;  as  to  Item  5,  on  condition  that  certificate  of  factory 
test  shall  be  filed  with  the  fire  commissioner;  and  as  to 
Item  6,  on  condition  that  standard  wrought  iron  piping  shall 
be  used  throughout  the  fuel  oil  equipment ;  and  that  the 
fuel  oil  equipment  otherwise  shall  comply  with  the  rules  of 
the  board  of  standards  and  appeals  in  all  other  respects. 


536-25-A. 

APPELLANT — Nadav  &  Fleischer,  Inc.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 841-847  Tiffany  street,  The 
Bronx. 

t 
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APPEARANCES' — 

For  Appellant:  Joseph  M.  Stanford,  J.  P.  Leary 
and  Charles  Van  Loan. 

For  Administration:  Inspector  Maher  of  fire 
department. 

AC  I  ION  OF  BOARD — Appeal  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission- 
ers.Connell,  Flanagan,  Guilfoyle  and  Fire 
Chief  Kenlon  .  5 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 


APPEARANCES— 

b or  Appellant:  James  A.  Sheridan  and  Jame 
C.  Waldron. 

For  Administration:  Inspector  Lynch  of  fin 
department. 

AC  1  ION  OF  BOARD — Appeal  granted  on  condition 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  * 

Negative  .  ( 

Absent  .  1 


THE  RESOLUTION: 


(536-25-A) 

Whereas,  Nadav  &  Fleischer,  Inc.,  owner,  filed,  May  23, 
1923,  an  appeal,  affecting  premises  841-847  Tiffany  street, 
Borough  of  Bronx,  from  an  order  of  the  fire  commissioner; 
and 

W hereas,  the  order  of  the  fire  commissioner,  dated  May 
5,  1925,  reads : 

_  "L  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof,  with  neces¬ 
sary  check  valves  and  2l/2  in.  regulation  Fire  Depart¬ 
ment  outlets  on  each  story  (including  basements,  cel¬ 
lars  and  roofs)  placed  within  main  stairway  enclo¬ 
sure.  Each  outlet  to  be  provided  with  sufficient  faet ' 
25*2  in.  standard  hose  attached  thereto.  Such  stand¬ 
pipe  shall  be  kept  constantly  filled  with  water  by  means 
of  an  approved  tank  or  pump  supply  and  be  ready  for 
use  at  all  times. 

.  “Standpipe  to  be  connected  with  a  two-way  3  in. 
siamese  connection  with  double  clapper  valves  and  caps 
and.  signs,  placed  on  street  front  of  building  at  least 
18  in.  and  not  more  than  2  ft.  above  sidewalk  in  a 
horizontal  position,  accessible  to  the  Fire  Department. 
All  connections  to  be  of  regulation  Fire  Department 
pattern  and  sizes.  Sec.  581,  Ch.  5,  Code  of  Ordi¬ 
nances.”  ; 
and 

Whereas,  the  building  is  non-fireproof,  two  stories  and 
basement  in  height,  100  ft.  by  200  ft.  in  area  at  1st  story 
and  100  ft.  by  52  ft.  in  area  above.  OCCUPIED:  Base¬ 
ment,  boiler  room  and  janitor's  quarters;  1st  story,  manu¬ 
facturing  embroidery,  65  persons,  also  a  dead  storage  ga¬ 
rage  at  rear;  2nd  story,  meeting  rooms,  seating  capacity, 

< 00  persons ;  and 


Whereas,  the  appellant  claims  the  first  floor  area  i 
divided  by  a  fire  wall  into  two  areas  of  3,000  and  15.001 
sq.  it.  ;  that,  he  has  provided  an  automatic  sprinkler  sys 
tem  also  extinguishers  and  fire  pails,  and  requests  the  boan 
to  be  relieved  of  complying  with  the  standpipe  order, 
u  that  the  order  of  the  fire  commissioner  be  am 

it  hereby  is  modified ,  and  the  appeal  be  and  it  hereby  i: 
granted  on  condition  th^t  the  premises  shall  not  be  extendec 
m  area,  size  or.  dimension  and  that  the  use  and  occupancy 
shall  be  maintained  and  limited  to  and  in  accordance  wit! 
certificate,  of  occupancy  now  in  force;  that  an  approved 
sprinkler  system  shall  be  maintained  throughout  the  prem¬ 
ises  m  accordance  with  the  rules  of  the  board  of  standard: 
and  appeals;  and  that  the  meeting  room  or  place  of  public 

tinuS  tathwTh.'  Cal'd  0n  -'he  Pnmises  sha"  be  dis“'- 


565-25-A. 

APPELLANT— William  H.  Gompert,  for  Board 

Education,  City  of  New  York,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED-Boynton  and  Manor 

mueS’rTast  172nd  street  and  East  173rd 
4  he  Bronx. 


of 


ave- 
street, 


(565-25-A) 

Whereas,  William  H.  Gompert,  for  City  of  New  York 
owner,  filed,  June  1,  1925,  an  appeal,  from  an  order  of  the 
fire  commissioner,  affecting  premises  on  plot  bounded  by 
Boynton  and  Manor  avenues,  East  172nd  and  East  173rd 
streets,  The  Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads : 

“1-  Sec.  214  A,  Sub  Division  4-F  of  Chapter  10 
Code  of  Ordinances  prohibits  the  storage  or  use  of 
liquified  chlorine  in  a  building  occupied  as  a  school.”  • 
and 

Whereas,  the  building  is  fireproof,  five  stories  in  height 
441  ft.  by  195  ft.  in  area;  OCCUPIED  as  a  public  school, 
approximately  700  pupils  per  story;  and 

Whereas,  appellant  contends  that  the  chlorine  gas  is  lim¬ 
ited.  to.  20  pounds ;  that  it  is  properly  operated  in  the  water 
purifying  system,  of  the  plunge  bath  and  that  all  safeguards 
have  been  provided ;  that  the  liquid  chlorine  gas  is  con¬ 
trolled  by  an  automatic  machine  encased  in  a  gas  tight  metal 
cabinet  vented  to  the  outer  air;  that  the  steel  bottle  of 
chlorine  gas  is  submerged  in  water  contained  in  a  steel 
jacket  . and  that  the  entire  equipment  is  located  in  a  pump 
room  in  the  basement  of  the  premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
gi  anted  on  condition  that  the  quantity  of  chlorine  stored  on 
premises  shall  be  restricted  to  one  20-pound  cylinder,  said 
cylinder  to  be  submerged  in  water  in  a  metal  reservoir  of 
not  less  than  55  gallon  capacity,  equipped  with  a  trip  re¬ 
leasing  valve  on.  water  supply  line ;  said  reservoir  shall  be 
enclosed  in  a  4  in.  terra  cotta  partition  with  not  more  than 
one  opening  thereto,  equipped  with  rabbeted*  door;  and 
that  the  enclosure  shall  be  vented  direct  to  the  outer  air 
by  a  duct  of  not  less  than  24  sq.  in.,  protected  with  a  mesh 
or  register  at  both  intake  and  outlet. 


1453-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  James  Murphy 
owner. 

SUBJECT  Application  (re:  decision  of  superintenden 
of  buildings)  to  permit  in  a  residence  distric 
the  erection  and  maintenance  of  a  garage  fo 
storage  of  more  than  five  (5)  motor  vehicles 
\  T^r^^ES  AFFECTED — 24  Evelyn  place,  The  Bronx 
APPEARANCES— 

Tor  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Francis  J.  Carlucci. 
ACTION  OF  BOARD — Application  laid  over  to  Octo 
her  20,  1925,  at  2  p.  m.,  on  request  of  applicant 
to  correct  clerical  error  in  documentary  evidenci 
to  be  submitted. 


142-25-BZ. 

APPLICANT — Irene  Thather,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the 
v  storage  of  more  than  five  (5)  motor  vehicles. 
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DEMISES  AFFECTED— 1720-1730  Coney  Island 
avenue,  Brooklyn. 

’PEARANCES — 

For  Applicant:  Julius  Soloway.  * 

For  Opposition:  Samuel  Mirrer,  Rev.  John 
Gilmore  Eddy,  Rudolph  Stand  and  others. 
'TION  OF  BOARD — Application  laid  over  to  No¬ 
vember  10,  1925,  at  10  a.  m.,  on  request  of  appli¬ 
cant’s  representative,  for  final  disposition. 


1-25-BZ. 

PPLICANT— William  F.  Dovlc,  for  Luke  Kdgallon, 
owner. 

JBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  alteration  and  extension  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
REMISES  AFFECTED— East  side  of  James  street, 
136  feet  north  of  Cornaga  avenue,  Far  Rock- 
away,  Borough  of  Queens. 

PPEARANCES — 

For  Applicant:  William  F.  Doyle  and  Luke 
Kilgallon. 

For  Opposition:  None. 

CTION  OF  BOARD— Application  laid  over  to  Octo¬ 
ber  13,  1925,  at  10  a.  m.,  to  submit  permit  to 
the  hoard  for  examination;  no  further  argument. 


ACTION  OF  BOARD — Application  laid  over  to  Octo¬ 
ber  27,  1925,  at  10  a.  m.,  on  request  of  appli¬ 
cant. 


I5-25-BZ. 

PPLICANT— Thomas  O’Rourke  Gallagher,  for  My- 
maud  Construction  Co.,  owner. 

UBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

REMISES  AFFECTED— Southwest  corner  of  Met¬ 
ropolitan  avenue  and  125th  street,  Richmond 
Hill,  Borough  of  Queens. 

PPEARANCES— 

For  Applicant:  Lillian  Corcoran. 

For  Opposition:  Arthur  Stern. 

CTION  OF  BOARD — Application  laid  over  to  Octo¬ 
ber  27,  1925,  at  10  a.  m.,  on  request  of  both 
sides. 


4  1 9-25- BZ. 

APPLICANT — William  Bone,  for  Hyman  Wynehouse, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  five  (5)  de¬ 
tached  residence  buildings  to  be  used  for  store 
purposes  on  the  first  story. 

PREMISES  AFFECTED— 4110-4118  Ninth  avenue, 
Brooklyn. 

APPEARANCES* — 

For  Applicant:  Walter  R.  Kuhn. 

For  Opposition:  Frank  S.  Johnson. 

ACTION  OF  BOARD — Application  laid  over  to  Octo¬ 
ber  20,  1925,  at  2  p.  m.,  on  request  of  applicant’s 
representative  (for  final  disposition). 


17-25-BZ. 

PPLICANT — Benjamin  Driesler,  Jr.,  for  Incorporated 
Parkway  Builders,  Inc.,  owner. 

UBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  extend¬ 
ing  from  an  unrestricted  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

REMISES  AFFECTED— 71-85  Caton  place,  Brook¬ 
lyn. 

PPEARANCES — None. 

CTION  OF  Bt)ARD — Application  laid  over  to  Octo¬ 
ber  20,  1925,  at  2  p.  m.  No  appearances. 


23-25-BZ. 

PPLICANT— Samuel  Scblau,  for  Isabel  Burger, 
owner. 

UBJECT — Application  (re:  decision  of  the  tenement 
house  commissioner)  to  permit  in  an  “F”  area 
district  the  erection  of  a  building  the  area  of^ 
which  is  in  excess  of  that  permitted  in  such' 
district. 

’REMISES  AFFECTED— 123-02  and  123-08  Rock- 
away  Beach  boulevard,  Rockaway  Park,  Bor¬ 
ough  of  Queens. 

'PPEARANCES— 

For  Applicant:  Samuel  Schlau. 


1250-24-BZ. 

APPLICANT— Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Anna  M.  Fischctti,  owner. 
SUBJECT — Application  (re:  order  of  fire  commissioner) 
to  permit  in  a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  five  (5)  pleasure 
motor  vehicles,  four  (4)  spaces  rented  to  per¬ 
sons  not  residing  on  the  premises. 

PREMISES  AFFECTED — 87  Clermont  aveenue  (rear), 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Herman  E.  Horwood. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

.  Absent  .  0 

THE  RESOLUTION: 

(1250-24-BZ) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Anna  M.  Fischetti,  owner,  filed,  October  21,  1924, 
an  application,  under  the  building  zone  resolution,  to  per¬ 
mit  in  a  residence  district  the  maintenance  of  a  garage  for 
the  storage  of  five  (5)  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the  premises ;  premises 
87  Clermont  avenue  (rear),  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  October  6,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Clermont  avenue  is  in  a  resi¬ 
dence  district;  that  Park  avenue  is  in  a  business  district, 
and  that  Vanderbilt  avenue  is  in  a  residence  district;  and 
Whereas,  the  order  of  the  fire  department,  dated  May 
7,  1925,  reads: 

“Maintenance  of  your  garage  is  a  violation  of  Sec¬ 
tion  3  of  Art.  2  of  the  Building  Zone  Resolution  of 
the  Board  of  Estimate  and  Apportionment  of  the  City 
of  New  York,  adopted  July  25,  1916,  inasmuch  as  mo¬ 
tor  vehicles  stored  are  for  sale,  for  rent,  for  hire  or 
are  subject  to  charges  for  storage.  *  *  *. 

“In  addition,  the  driving  of  an  automobile  through 
a  tenement  house  in  order  to  reach  a  garage  in  rear 
of  said  tenement  house  lot  is  a  violation  of  Sec.  154, 
Ch.  10,  Code  of  Ordinances,  which  prohibits  the  use 
of  a  building  occupied  as  a  dwelling  by  more  than  two 
families  for  garage  purposes.’’ ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  50  ft. 
and  a  depth  of  25  ft. ;  occupied  as  a  garage  for  the 
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storage  of  five  (5)  motor  vehicles,  four  (4)  spaces  rented 
to  persons  not  residing  on  the  premises ;  and 
Whereas,  the  board  deemed  that  applicant  failed  to  estab¬ 
lish  his  basis  of  appeal  in  substantiation  of  hardship,  under 
section  21  of  the  building  zone  resolution. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
the  same  hereby  is  affirmed,  and  the  application  be  and  it 
hereby  is  denied. 


97-25-BZ. 

APPLICANT — Robert  Kaplan,  for  Ros-Sil  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  and  “B” 
area  district  the  maintenance  of  a  rear  yard  less 
in  depth  than  that  required  by  the  building  zone 
resolution. 

PREMISES  AFFECTED — 13  West  36th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Robert  Kaplan,  A.  B.  Paley. 

For  Opposition:  Frank  E.  Vitolo. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  . 0 

THE  RESOLUTION: 

(97-25-BZ) 


Whereas,  Robert  Kaplan,  for  Ros-Sil  Realty  Corpora¬ 
tion,  owner,  filed,  January  23,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  and 
“B”  area  district  the  maintenance  of  a  rear  yard  less  in 
depth  than  that  required  by  the  zone  resolution ;  premises 
13  West  36th  street,  Manhattan;  and 
W HEREAS,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  October  6,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  West  36th  street,  West  37th 
street  and  Fifth  avenue  are  in  a  “B”  area  and  business 
use  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  2,  1924,  reads : 

“2.  Rear  yard  is  of  unlawful  width.  Building  Zone, 
Sec.  12.”; 

and 

_  Whereas,  the  existing  building  is  of  fireproof  construc¬ 
tion,  eight  stories  in  height,  with  a  frontage  of  24  ft.  and 
a  depth  of  89  ft.  9  in. ;  occupied  as  offices  and  show¬ 
rooms ;  the  rear  yard  above  the  7th  story  being  10  ft.  in 
depth,  similar  to  depth  of  yard  below  instead  of  the  depth 
required  by  the  building  zone  resolution ;  and 
Whereas,  the  board  deemed  it  would  be  a  hardship  to 
deny  the  application  and  that  to  require  technical  compli¬ 
ance  would  be  in  contradiction  of  “reasonable  consideration.” 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  area  district 
regulations  of  the  building  zone  resolution,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  granted  on  condition  that  the  struc¬ 
ture  shall  not  exceed  88  ft.  in  height  above  street  grade ;  that 
a  rear  yard  of  not  less  than  10  ft.  in  depth  throughout  the 
entire  width  of  the  premises  shall  be  maintained ;  and  that  the 
requirements  of  the  building  zone  resolution  shall  be  com¬ 
plied  with  in  all  other  respects. 


484-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Helen  Peleyger, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 


the  erection  and  maintenance  of  a  garage  fo 
the  storage  of  more  than  five  (5)  motor  vehicles 
PREMISES  AFFECTED  — 836-846  Crown  street 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Samuel  Seiderman,  Charles  El 
Burnstein,  Alderman  John  J.  Campbell  ami 
J.  A.  Whiteham. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  J 

. . . . .  •  •  'I 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  . 

Absent  . , .  J 

THE  RESOLUTION: 

(484-25-BZ) 

Whereas,  William  F.  Doyle,  for  Helen  Peleyger,  owner! 
filed,  May  8,  1925,  an  application,  under  the  building  zotuS 
resolution,  to  permit  in  a  residence  district  the  erectior 
and  maintenance  of  a  garage  for  the  storage  of  more  that 
five  (5)  motor  vehicles;  premises  836-846  Crown  street 
Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  applicatioi 
by  the  board  of  standards  and  appeals,  at  its  regular  meet 
ing,  October  6,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build 
ing  zone  resolution  show  that  Crown  street  is  in  a  resi¬ 
dence  district;  Ford  street  has  not  been  zoned,  and  East 
New  York  avenue  is  in  a  business  district;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  April  21,  1925,  reads: 

“Proposition  contrary  to  Zone  Resolution,  Art.  2, 
Sec.  3. 

“The  erection  of  a  public  garage  for  more  than  five 
motor  vehicles  in  a  residential  district.”; 
and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  102  ft. 
and  a  depth  of  119  ft.  7J4  in.  and  139  ft.  8^4  in.,  irregular; 
to  be  occupied  as  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  and 

Whereas,  the  _  board  deemed  that  applicant  failed  to 
establish  his  basis  of  appeal,  hardship,  under  section  21 
of  the  building  zone  resolution,  and  there  was  vigorous 
and  substantial  opposition  to  the  granting  of  the  application 
on  the  part  of  affected  property  owners.  1 
.  Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


269-25-BZ. 

APPLICANT — William  A.  Gieser,  for  Agnes  Connolly, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  five  (5)  pleasure  motor  vehicles, 
four  (4)  spaces  rented  to  persons  not  residing 
on  the  premises. 

PREMISES  AFFECTED— 2805  Pond  place,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Connolly. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi-  I 
tion. 

CONDI  i  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 
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THE  RESOLUTION: 

(269-25-BZ) 

Whereas,  William  A.  Gieser,  for  Agnes  Connolly, 
nvner,  filed,  March  10,  1925,  an  application,  under  the  build- 
ng  zone  resolution,  to  permit  in  a  residence  district  the 
-rection  and  maintenance  of  a  garage  for  the  storage  of 
ive  (5)  pleasure  motor  vehicles,  four  (4)  spaces  rented 
o  persons  not  residing  on  the  premises ;  premises  2805 

Pond  place,  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
w  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  October  6,  1925,  after  due  notice  by  publication  m  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ,  and 
Whereas,  the  use  district  maps  accompanying  the  bulki¬ 
ng  zone  resolution  show  that  Pond  place  is  in  a  residence 
district ;  East  198th  street  is  in  a  business  district,  and 
Bainbridge  avenue  is  in  a  residence  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  build- 
ngs,  rendered  July  18,  1924,  reads: 

“1 — Erection  of  a  garage  in  a  residential  district 
for  non-accessory  use  in  a  residential  zone  is  contrary 
to  the  Zone  Resolution.” ; 

E "whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
traction,  one  story  in  height,  with  a  frontage  of  45  ft.  and 
a  depth  of  19  ft.;  to  be  occupied  as  a  garage  for  the  stor¬ 
age  of  five  (5)  pleasure  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the  premises ;  and 
Whereas,  applicant  supported  his  basis  of  appeal  under 
section  7-g  of  the  building  zone  resolution  by  the  filing  of 
186.6  per  cent  of  consents  of  affected  property  owners,  and 
the  board  deemed  that  the  granting  of  the  application  with 
restrictive  conditions  and  safeguards  with  respect  to  ad¬ 
jacent  properties  supports  a  reasonable  adjustment  or  varia¬ 
tion  of  the  zone  resolution  as  to  use  area. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  clisti  ict 
regulations  of  the  building  zone  resolution,  and  that  the  ap¬ 
plication  be  and  it  hereby  is  granted  on  condition  that  the  ga¬ 
rage  shall  be  limited  to  a  one-story  structure  :  that  the  rear  and 
gable  walls  shall  be  unpierced  throughout  their  entire  height 
and  length ;  that  there  shall  be  no  gasoline  storage  equip¬ 
ment  installed  on  the  premises ;  that  no  signs  or  advertising 
displav  shall  be  erected  or  maintained ;  that  the  capacity 
of  the  garage  shall  be  limited  to  four  automobiles  of  the 
pleasure  car  type,  space  for  three  of  which  may  be  rented 
to  persons  not  residing  on  the  premises;  and  that  all  per¬ 
mits  necessary  for  the  prosecution  of  the  work  shall  be 
obtained  within  ninety  days  and  the  building  completed  with¬ 
in  six  months  from  the  date  of  this  action. 


594-25-BZ. 

.  APPLICANT— John  J.  Dunnigan,  for  Region  Construc¬ 
tion  Company,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  ex¬ 
tending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES'  AFFECTED— West  side  of  Third  avenue, 
270  feet  south  of  east  183rd  street,  The  Bronx. 

j APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  •r> 

Negative  .  0 

Absent .  < 


THE  RESOLUTION: 

(594-25-BZ) 

Whereas,  John  J.  Dunnigan,  for  Region  Construction 
Company,  owner,  filed,  June  10,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  the  extension  from 
an  unrestricted  district  into  a  business  district  of  a  pro¬ 
posed  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles  ;  premises  west  side  of  Third  avenue,  270  ft.  south 
of  East  183rd  street,  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  October  6,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas, ‘the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Third  avenue  is  in  an  unre¬ 
stricted  district,  and  Bathgate  avenue  is  in  a  business  dis¬ 
trict  ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  25,  1925,  reads: 

“Erection  of  proposed  garage  for  storage  of  more 
than  five  (5)  motor  vehicles  in  unrestricted  district  ex¬ 
tending  into  a  business  district  is  contrary  to  the  pro¬ 
visions  of  Building  Zone  Resolution.” ; 
and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  45  ft. 
and  a  depth  of  138.6  ft. ;  to  be  occupied  as  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  the  rear  of  the 
building  extending  into  the  business  district  a  distance  of 
19.3  ft. ;  and 

Whereas,  the  board  deemed  that  applicant  established 
his  basis  of  appeal  under  section  7-b  of  the  building  zone 
resolution  and  that  the  instance  application  is  but  an  adjust¬ 
ment  implied  by  the  provisions  of  exceptions,  the  major  por¬ 
tion  of  the  lot  being  in  an  unrestricted  district. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution  and  that  the  appli¬ 
cation  be  and  it  hereby  is  granted  on  condition  that  the  build¬ 
ing  be  restricted  to  a  one-story  structure  in  height  above 
grade;  that  the  rear  and  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length;  that  any  gasoline 
storage  equipment  installed  shall  be  located  at  the  street 
front;  that  the  front  elevation  shall  be  finished  with  face  brick 
and  architectural  terra  cotta  or  stone  trimmings ;  that  all 
permits  necessary  for  the  prosecution  of  the  work  shall  be 
obtained  within  nine  months  and  the  building  completed 
within  18  months  from  the  date  of  this  action. 


595-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Marie  Carberry, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
extending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — West  side  of  Third  avenue, 
80.74  feet  south  of  East  182nd  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 


THE  RESOLUTION: 

(595-25-BZ) 

Whereas,  John  J.  Dunnigan,  for  Marie  Carberry,  owner, 
filed,  June  IQ,  1925,  an  application,  under  the  building  zone 
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resolution,  to  permit  the  extension  from  an  unrestricted 
district  into  a  business  district,  of  a  proposed  garage  for 
the  storage  of  more  than  five  motor  vehicles  ;  premises  west 
side  Third  avenue,  80.74  ft.  south  of  East  182nd  street,  The 
Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  October  6,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Third  avenue  is  in  an  unre¬ 
stricted  district,  and  Bathgate  avenue  is  in  a  business  dis¬ 
trict  ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  August  7,  1925,  reads: 

“Erection  of  proposed  garage  in  unrestricted  district, 
extending  into  a  business  district  is  contrary  to  provi¬ 
sions  of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed _  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  60.55  ft. 
and  a  depth  of  200  ft. ;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  the  rear  of  pro¬ 
posed  building  extending  into  the  business  district  a  dis¬ 
tance  of  81  ft.;  and 

Whereas,  the  board  deemed  that  to  grant  the  appeal  for 
a  total  depth  not  exceeding  150  ft.  would  be  a  reasonable 
application  of  the  provisions  of  exemption  under  section  7-c, 
more  than  two-thirds  of  plot  being  in  an  unrestricted  use 
district,  and  21  of  the  building  zone  resolution,  providing 
substantial  and  protective  safeguards  for  adjoining  property. 

Resolved ,  that  the  board  of  standards  and  appeals  does  here¬ 
by  make  a  variation  of  the  application  of  the  use  district  reg¬ 
ulations  of  the  building  zone  resolution  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  the  proposed 
structure  shall  not  exceed  a  depth  of  150  ft.  from  Third 
avenue  building  line;  that  the '-rear  and  gable  walls  shall 
be  unpierced  throughout  their  entire  height  and  length ;  that 
any.  skylights  installed  shall  be  glazed  with  plain  glass 
equipped  with  wire  guards  above  and  below;  that  the  front 
elevation  shall  be  finished  in  face  brick,  with  architectural 
terra  cotta  or  stone  trimmings;  that  any  gasoline  storage 
equipment  installed  shall  be  located  at  the  extreme  front 
of  the  building ;  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from 
the  date  of  this  action. 


APPEARANCES— 

For  Applicant:  Robert  J.  Young. 

For  Opposition:  None. 

AC  I  ION  OF  BOARD — Application  reopened  and  ex¬ 
tension  of  permit  granted  for  two  years  on  same 
conditions. 

CONDI  1  IONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER- 
Af  I T' — 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 

Negative  .  q 

Absent:  Fire  Chief  Kenlon . .  i 

THE  RESOLUTION: 

(876-21-BZ) 

Whereas,  Margaret  McDermott,  owner,  filed,  April  18 
1921,  an  application,  under  the  building  zone  resolution  to 
permit  in  a  residence  district  the  maintenance  of  a  gar’ag- 
occupied  by  one  business  car;  premises  1104  Universitv 
avenue,  The  Bronx;  and 

Whereas  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  October  18 
1924  after  due  notice  by  publication  in  the  Bulletin  of  the 
Hoard  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  University  avenue  (Lind 

avenue),  165th  street  and  Summit  avenue  are  residence  dis¬ 
tricts  ;  and 

o  WrREAVhG°rder  of  the  fire  commissioner,  dated  March 
9,  1921,  Order  No.  4895-C,  reads: 

1.  Discontinue  the  maintenance  of  garage  which 
is  not  maintained  strictly  as  an  accessory  to  a  dwelling 
on  the  same  lot  and  in  which  is  kept  motor  vehicles 
and  mat  arC  USCd  f°r  busmess  PurP°ses  on  these  premises.”; 

Whereas,  the  building  is  one  story  in  height,  with  a 
frontage  of  20  ft.  and  a  depth  of  10  ft.,  occupied  as  t 

her  busin°ess°nandar  by  °Wner  °f  lhe  premises  in 
Whereas,  the  applicant  has  amended  'her  application  and 
appeals  under  the  provisions  of  section  7,  subdiv  F  of  the 
building  zone  resolution;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meetings,  October  18,  1921,  and  April  29,  1924  for  a 

exZSr  „PfTme0f  *W°  y“rS  and  applte" 


876-21-BZ. 

APPLICANT — Margaret  McDermott. 

SUBJECT — Application  for  reopening  (re:  order  of  fire 
commissioner),  to  permit  in  a  residence  district 
the  maintenance  of  a  garage  occupied  by  one 
business  car 

PREMISES  AFFECTED — 1104  University  avenue 
The  Bronx. 


Resolved  that  the  board  of  standards  and  appeals  does 
VTatr.l  !n  the  ^‘cation  of  the  me  disSct 


regulations  of  the  building  zone"  resolution ,  tiS 

cunanev °of  H  ^  *  He/eby  is  panted,  permitting  the  oc- 
thp  nrJn  !  ^  ?,arage  for  not  more  than  one  business  car 

period nf X  n  "T*  A*6  premises’  for  a  temporary 
period  of  two  years  from  the  expiration  of  the  previous 
permit,  that  is  October  18,  1925.  previous 


Adjourned  1.15  p.  m. 

Edward  V.  Barton,  Acting  Secretary. 


MINUTES 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  OCTOBER  6,  1925. 
Present:  Chairman  Walsh,  Commissioners  Connell 
Flanagan,  Guilfoyle  and  Fire  Chief  Kernon. 


BOARD  OF  STANDARDS  AND  APPEALS 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
1447-24-A. 

APPELLANT— Keiner  Williams  Stamping  Co.,  owner. 
SL  BJ  EC  I  Appeal  from  order  of  fire  commissioner 
PREMISES  AFFECTED— 8746  123rd  street,  Richmond 
Hill,  Queens. 


APPEARANCES— 

For  Appellant:  Frederick  A.  Fullhardt. 

'°r  Administration:  Inspector  Lynch  of  fii 
department. 

ACTION  O?  B OARD— Appeal  laid  over  to  Octobi 
~°,  19~5>  at  10  a-  m-»  for  final  disposition. 


294-25-A. 

SUBTEECT4NJ— DinfVe]1  Bros”  Inc-  owner. 
SUBJECT— Appeal  from  order  of  fire  commissioner. 


MINUTES 


PREMISES  AFFECTED — 62  Stanhope  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  October 
20,  1925,  at  10  a.  m.,  for  final  disposition.  No 
appearances. 


96 1-25- A. 

APPELLANT — Thomas  P.  Flanagan,  Acting  Superin¬ 
tendent  of  Buildings,  Borough  of  Brooklyn. 
SUBJECT — Revocation  of  certificate  of  occupancy  No. 

21546  issued  October  10,  1923. 

PREMISES  AFFECTED — 1490-1496  Ocean  parkway, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Assistant  Engineer  Rothkrug. 
For  Opposition:  Francis  M.  Howitt  and  Harold 
|  R.  Tullman. 

ACTION  OF  BOARD — Appeal  laid  over  to  October 
27,  1925,  at  10  a.  m.,  for  final  disposition,  on 
request. 


1462-24-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Spear  &  Co.,  Inc.,  owner. 

SUBJECT — Applicatioin  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED— 186-188  Wooster  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration :  None. 

ACTION  OF  BOARD — Appeal  reopened  and  set  for 
hearing  October  13,  10  a.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 


Negative  . .  0 

Absent:  Fire  Chief  Kenlon .  1 


141-25-A. 

APPELLANT — Runkel  Brothers,  Inc.,  lessee. 
SUBJECT — Application  for  extension  of  permit — ap¬ 
peal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 445-451  West  30th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  G.  P.  Knight. 

ACTION  OF  BOARD — Appeal  reopened — granted  a 
90-day  extension. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

( i  At  .on.  A 


WhereA,  Runkel  Brothers,  Inc.,  lessee  (Ernest  D.  Fieux, 
secretary),  filed,  February  2,  1925,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  445-451  West  30th  street,  Manhattan; 

and 

Whereas,  the  decision  of  the  fire  commissioner  reads : 
“Burners  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  fireproof,  ten  (10)  stories  in 
height,  100  ft.  by  197  ft.  6  in.  in  area;  OCCUPIED  as  ?. 
factory  and  office  building ;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  13,700  gallon  and  also  a  16,600  gallon  fuel 


oil  tank,  a  “Petro”  burner  and  the  necessary  pumps,  valves, 
piping,  etc.,  to  make  a  complete  installation ;  and 
W  hereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules  excepting  that  the  burner  is 
not  an  approved  burner ;  and  that  the  burner  has  been  sub¬ 
mitted  to  the  board  for  approval ;  and  requests  a  temporary 
permit,  pending  the  approval  of  the  burner;  and 

Whereas,  this  appeal  was  granted  by  the  board  of  ap¬ 
peals  for  a  temporary  period  of  ninety  days,  May  5,  1925, 
and  appellant  requests  a  continuation  of  the  permit. 

Resolved ,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  for  a  temporary  period  of  ninety  days,  at  owner’s 
risk,  on  condition  that  the  installation  shall  comply  with 
the  fuel  oil  rules  in  all  other  respects. 


1 536-22-A. 

APPELLANT — Stephen  Jerry  &  Co.,  Inc. 

SUBJECT — Application  for  extension  of  permit — appeal 
from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 272  Huron  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Ernest  K.  Walker. 

For  Administration:  None. 

ACTION  OF  BOARD — Appeal  reopened — granted  ex¬ 
tension  for  two  years  from  February  23,  1925. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  o 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(1536-22-A) 


Whereas,  Stephen  Jerry,  owner,  filed,  December  19,  1922, 
an  appeal,  with  the  board  of  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  272  Huron  street, 
Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 
“With  reference  to  your  application,  dated  July  6, 
1922,  for  a  permit  to  store  empty  wooden  barrels  at 
the  above  location,  I  regret  to  inform  you  that  I  am 
without  power  to  grant  such  a  permit  for  the  reason 
that  subdiv.  2-A  of  section  25,  ch.  12,  code  of  ordi¬ 
nances,  provides  that  no  permit  shall  be  issued  for  the 
storage  of  empty  wooden  packing  boxes,  cases  or  bar¬ 
rels  in  any  building  or  structure,  the  walls  of  which  are 
not  built  of  fireproof  material  except  in  sparsely  pop¬ 
ulated  districts. 

.  “You  are  therefore,  ordered  to  reduce  the  quanti¬ 
ties  of  empty  wooden  barrels  stored  on  the  premises  to 
occupy  a  space  not  greater  than  two  thousand  cubic 
feet. 

In  addition  to  the  above,  you  are  ordered  forthwith 
to : 

“1.  Post  and  keep  posted  conspicuously  signs, 
throughout  the  entire  premises,  printed  in  English  and 
other  necessary  languages  prohibiting  smoking,  sec.  8, 
ch.  10,  code  of  ord. 

2.  Provide  six  (6)  barrels  of  water  with  four 
(4)  water  buckets  in  each  barrel;  said  barrels  to  be 
remote  from  each  other  and  within  easy  access  in 
case  of  fire,  sec.  25,  ch.  12,  code  of  ordinances  ”  • 

and 

Whereas,  the  building  is  non -fireproof,  corrugated  iron 
one  story  in  height.  112  ft.  8  in.  by  200  ft.  in  area;  occupied 
for  the  storage  and  assembling  of  cooperage  stock,  10 
persons ;  and 

Whereas,  appellant  contends  that  the  building  is  sep¬ 
arated  from  adjoining  buildings  by  streets  and  an  open 
lot  and  that  practically  all  the  adjoining  property  is  vacant  • 
and 

Whereas,  this  appeal  was  granted  bv  the  board  of  ap¬ 
peals  at  its  meeting  February  20.  1923,  for  a  temporary 
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period  of  two  years,  and  appellant  requests  an  extension 
of  time. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  for  a  period  of  two  years  from  February  20,  1925, 
on  condition  that  appellant  post  and  keep  posted  signs  pro¬ 
hibiting  smoking,  and  maintain  six  barrels  of  water  with 
four  buckets  to  each  barrel,  each  barrel  to  be  remote  from 
the  other  and  easily  accessible. 


641-25-A. 

APPELLANT — Wm.  Krai  and  K.  Kubelle,  owners. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 28  Franklin  street,  Astoria, 
Borough  of  Queens. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 


847-25-A. 

APPELLANT — McKim,  Mead  &  White,  for  Columbia 
University,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — South  side  of  120th  street, 
89  feet  east  of  Broadway,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 


848-25-A. 

APPELLANT — McKim,  Mead  &  White,  for  Columbia 
University,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 116th  street  to  120th  street, 
Broadway  to  Amsterdam  avenue,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  o 

Absent:  Fire  Chief  Kenlon  .  l 


BUILDING  ZONE  CASES. 

640-25-BZ. 

APPLICANT — Shampan  &  Shampan,  for  Kap  Realty 
Company,  Inc.,  owner. 

SUBJECT- — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  1)4  times  height  dis¬ 
trict  the  erection  of  the  street  wall  of  a  building 
to  a  height  in  excess  of  the  limitation  imposed 
by  the  building  zone  resolution. 

PREMISES  AFFECTED — 553-555  Eighth  avenue  and 
304  West  38th  street,  Manhattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

AC  I  ION  Oh  BOARD — Application  laid  over  to  Octo¬ 
ber  20,  1925,  at  2  p.  m. 


270-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Schinasi  Com¬ 
mercial  Corp.,  owners. 

SUBJEC  1 — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  and 
also  within  200  feet  of  a  hospital  the  use  of  an 


existing  building  as  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 32-36  West  100th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan  and  Frederick 
J.  Flynn. 

For  Opposition:  Lester  M.  Rosenblum,  Paul 
Browning,  Mrs.  Strunsky,  Mrs.  Roth,  Mr. 


Landes  and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell  and  Flanagan  .  S 

Negative:  Commissioner  Guilfoyle  and  Fire 

Chief  Kenlon  .  2 

Absent .  0 

THE  RESOLUTION: 

(270-25-BZ) 


Whereas,  John  J.  Dunnigan,  for  Schinasi  Commercial 
Corporation,  owner,  filed,  March  10,  1925,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  business 
district  and  also  within  200  ft.  of  a  hospital,  the  use  of 
an  existing  building  as  a  garage  for  the  storage  of  more 
than  five  motor  vehicles;  premises  32-36  West  100th  street, 
Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  6,  1924,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  100th  street  and  Colum¬ 
bus  avenue  are  in  business  districts  and  Central  Park  West 
is  in  a  residence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  20,  1925,  reads: 

“Sec.  4,  Article  2  of  the  Building  Zone  Resolution, 
prohibits  a  public  garage  for  more  than  five  cars  in 
a  business  district.  Sec.  20,  Article  5,  also  prohibits 
a. garage  within  200  ft.  of  a  hospital.  There  is  a  hos¬ 
pital  at  the  southwest  corner  of  Central  Park  West 
and  100th  St.,  which  is  within  200  ft.  of  the  proposed 
garage.”  ; 

and 

^Whereas,  the  existing  building  is  of  fireproof  construc¬ 
tion,  three  and  seven  stories  in  height,  with  a  frontage  of 
‘ 5  ft-  ar>d  a  depth  of  100.11  ft.;  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  five  (5)  motor  vehicles; 
and 

Whereas,  there  was  opposition  to  the  granting  of  this 
application  on  the  part  of  adjoining  property  owners,  and 
the  board  deemed  there  was  no  facts  submitted  in  sub¬ 
stantiation  or  support  of  hardship  under  section  21. 

.  Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


497-25-BZ. 

APPLICANT — John  W.  Clancy,  for  Sally  B.  Crane, 
owner. 

SUBJEC  1 — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 2180-2182  Folin  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  W.  Clancy. 

For  Opposition:  H.  Gillman,  H.  L.  Lobsenze, 
David  M.  Jones  and  Charles  Greenbaum. 

ACTION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS — As  specified  in  resolution. 
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Chief  Kenlon  .  5 

Negative  .  o 

Absent .  0 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  d 

Absent  .  d 

THE  RESOLUTION: 


(497-25-BZ) 

Whf.reas,  John  W.  Clancy,  for  Sally  B.  Crane,  owner, 
filed,  May  12,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than  five 
motor  vehicles;  premises  2180-2182  Folin  street,  The  Bronx; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
h  bv  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  6,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Folin  street  is  in  a  business 
district,  East  181st  street  is  in  a  business  district  and  Tiebout 
avenue  is  in  a  residence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  22,  1925,  reads : 

“Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is'  contrary 
to  provisions  of  Building  Zone  Resolution.” ;  * 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  12(5.37 
ft.  and  a  depth  of  143  ft.  and  160  ft.,  irregular;  to  be  oc¬ 
cupied  as  a  garage  for  the  storage  of  more  than  five  mo¬ 
tor  vehicles ;  and 

Whereas,  the  board  deemed  that  the  basis  of  appeal  is 
substantially  established,  and  that  adjoining  properties  will 
not  be  adversely  affected. 

Resolved,  that  the  board  of  standards  and  appeals  does  here¬ 
by  make  a  variation  in  the  application  of  the  use  district  reg- 
,  ulations  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  the  building 
I  shall  be  restricted  to  a  one-story  structure  above  grade ;  that 
the  front  elevation  shall  be  finished  with  face  brick,  architec- 
;  tural  terra  cotta  or  stone  trimmings ;  that  the  rear  and  gable 
t  walls  shall  be  unpierced  throughout  their  entire  height  and 
length;  that  there  shall  be  no  skylight  within  25  it.  of  the 
!  southerly  gable  wall ;  that  there  shall  be  no  roof  signs 
erected  or  no  advertising  display,  other  than  one  project¬ 
ing  sign  on  the  front  of  the  building,  indicating  the  title 
\  of  the  garage;  that  any  gasoline  storage  equipment  in¬ 
stalled  shall  be  located  at  the  extreme  northerly  end  of 
;  the  structure  on  the  Folin  street  front; 

Resolved,  further,  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  “work  shall  be  obtained  within  nine  (9)  months 
l  and  the  building  completed  within  eighteen  (18)  months 
j  from  the  date  of  this  action. 

1 502-24-BZ 

APPLICANT — William  F.  Doyle,  for  Morris  Pomer- 
antz,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
extending  from  an  unrestricted  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

I  PREMISES  AFFECTED — East  side  of  New  York  ave¬ 
nue,  185.92  feet  north  of  South  street,  Jamaica, 
Borough  of  Queens. 

'  APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

;  ACTION  OF  BOARD — Application  granted  on  condi- 
.  tion. 

i  CONDITIONS — As  specified  in  resolution, 

f  THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission- 
|  i  ers  Connell,  Flanagan,  Guilfoyle  and  F'ire 


THE  RESOLUTION: 

(1502-24-BZ) 

Whereas,  William  F.  Doyle,  for  Morris  Pomerantz, 
owner,  filed,  December  22,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
extending  from  an  unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than  five 
motor  vehicles;  premises  east  side  of  New  York  avenue, 
185.92  ft.  north  of  South  street,  Jamaica,  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  6,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  New  York  avenue  is  in  a 
business  district;  that  Evergreen  street  is  in  an  unrestricted 
district  and  South  street  is  in  both  an  unrestricted  district 
and  a  business  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  December  9,  1924,  reads : 

“1.  Erection  of  garage  in  business  district  is  pro¬ 
hibited  by  zone  law.” ; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  172  ft. 
and  a  depth  of  125  ft.;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  the  board  deemed,  due  to  the  surrounding 
conditions,  that  the  property  is  not  suited  for  any  other 
purpose;  and  in  view  of  the  general  consents  filed  of  prac¬ 
tically  both  sides  of  the  street  fronts. 

Resolved,  that  the  board  of  standards  and  appeals  does  here¬ 
by  make  a  variation  in  the  application  of  the  use  district  reg¬ 
ulations  of  the  building  zone  resolution,  and  that  the  applica¬ 
tion  be  and  it  hereby  is  granted  on  condition  that  the  building 
shall  be  restricted  to  a  one-story  structure  above  grade;  that 
the  rear  and  gable  walls  shall  be  unpierced  throughout  their 
entire  height  and  length ;  that  the  front  of  the  building, 
for  a  depth  of  15  ft.,  shall  be  reserved  for  store,  office 
or  accessory  uses ;  that  the  front  elevation,  other  than  the 
plate  glass  show  windows,  shall  be  finished  with  face  brick, 
architectural  terra  cotta  or  stone  trimmings;  that  no  roof 
signs  shall  be  erected ; 

Resolved,  further,  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 


286-25-BZ. 

APPLICANT — William  B.  Seaver,  for  Third  Avenue 
Railway  Company,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 2526-2530  Amsterdam  ave¬ 
nue,  Manhattan. 

APPEARANCES— 

For  Applicant:  Edward  Maher,  Jr.,  and  Ed¬ 
ward  P.  Doyle. 

For  Opposition:  Harry  Horowitz,  Charles  B. 


Meyers,  Mrs.  Balfour  and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Commissioner  Flanagan .  1 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Guilfoyle  and  Fire  Chief  Kenlon  4 

Absent  .  0 

THE  RESOLUTION: 

(286-25-BZ) 


Whereas,  William  B.  Seaver,  for  Third  Avenue  Rail¬ 
way  Company,  Leslie  Sutherland,  vice-president,  owner,  filed, 
March  12,  1925,  an  application,  under  the  building  zone  res- 
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olution,  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than  five 
motor  vehicles ;  premises  2526-2530  Amsterdam  avenue,  Man¬ 
hattan  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  6,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Amsterdam  avenue  is  in  a 
business  district;  that  185th  street  is  in  a  residence  dis¬ 
trict,  and  that  186th  street  is  in  a  residence  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  12,  1925,  reads: 

“1.  A.  garage  for  the  use  of  more  than  five  cars 
in  a  business  district  is  contrary  to  Section  4  of  the 
Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  165  ft.  6 
in.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles;  and 

Whereas,  there  was  opposition  to  the  granting  of  this 
application  on  the  part  of  the  neighboring  property  owners 
and  the  board  deemed  that  as  the  west  side  of  Amsterdam 
avenue  north  of  181st  street  is  as  yet  uninvaded  by  non- 
conforming  uses,  especially  extensive  public  garages,  that 
it  would  be  destructive  of  even  reasonable  protection  in¬ 
tended  by  the  zoning  resolution  and  wholly  unwarranted  by 
surrounding  circumstances  and  conditions. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


289-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Max  Zaubler, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  an  extension  to  an  exist¬ 
ing  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMIS’ES  AFFECTED — 553-559  11th  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Mr.  Moorehead,  Andrew  B. 
Smith,  Dr.  McCall,  Harold  Jewel,  C.  H. 
Terhune  and  others. 

ACTION  Oh  BOARD — Application  granted  on  condi¬ 
tion. 

CONDITIONS- — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. .  .  .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION: 

(289-25-BZ) 

Whereas,  William  F.  Doyle,  for  Max  Zaubler,  owner, 
filed,  March  13,  1925,  an  application,  under  the  building 
zone  resolution,,  to  permit  partly  in  a  business  district  and 
partly  in  a  residence  district,  the  erection  and  maintenance 
of  an  extension  to  an  existing  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles;  premises  553-59  11th 
street,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet- 
ing,  October  6,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  11th  street  is  a  residence 


district,  that  Eighth  avenue  is  a  business  district  and  Tenth 
avenue  is  a  residence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  2,  1925,  in  acting  on  Alt.  App.  No.  2566- 
25,  reads : ' 

“Proposition  contrary  to  the  Zone  Resolution,  Art.  2, 
Sec.  3  and  Sec.  4. 

“The  extension  of  a  public  garage  for  more  than  five 
motor  vehicles  partly  in  a  residential  and  partly  in  a 
business  district.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  45  ft. 
and  a  depth  of  100  ft. ;  to  be  occupied  as  an  extension  to 
an  existing  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  and 

Whereas,  the  board  deemed  that  the  basis  of  appeal  has 
been  established  and  is  within  the  purview  of  reasonable 
adjustment  provided  for  under  rules  of  exception  and  in 
view  of  .  the  surrounding  and  abutting  conditions  and  non- 
conforming  use. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make,  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  building  shall  be  restricted  to  a  two  (2)  story  struc¬ 
ture  above  grade;  that  the  proposed  extension  shall  not  ex¬ 
ceed  a  depth  of  84  ft.  from,  building  line;  that  the  rear 
and  gable  walls  within  the  residence  area  shall  be  unpierced 
tin  oughout  their  entire  height  and  length ;  that  any  exist¬ 
ing  windows  in  the  rear  wall  of  the  present  structure  shall 
be.  equipped  with  fixed  steel  sash,  glared  with  translucent 
wire  glass,  that  there  shall  be  no  motor  vehicle  repair  shop 
conducted  or  peimitted  on  the  premises;  that  any  gasoline 
storage  equipment  installed  shall  be  located  at  the  extreme 
front  of  the  building  at  the  west  side;  that  the  front  ele¬ 
vation  shall  be  finished  with  face  brick,  architectural  terra 
cotta  or  stone  trimmings;  that  no  signs  or  advertising  lis- 
play  of  any  nature  or  description  shall  be  erected  on  the 
front  of  the  building  within  the  residence  use  area  or  on 
the  roof ; 

Resolved,  further,  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 


APPLICANT — William  F.  Doyle,  on  behalf  of  Wil¬ 
liam  Kolle,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
°f  buildings)  to  permit  in  a  business  district 
toe  erection  and  maintenance  of  a  garage  for 

PRFArTSFVTpInrm^6  than  five  (5)  motf,r  vehicles. 
1  REMISES  AFFECTED— 198-210  16th  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Mrs.  Bingham,  Thomas  B. 
Taylor,  John  P.  Mullan,  Jesse  Robertson, 
Mrs.  Ulsch  and  others. 

-  C  ION  OF  BOARD — Application  granted  on  condi¬ 
tion. 

mur? D IT  IONS  As  specified  in  resolution. 

THE  VOTE — 

Affirmative:  Chairman  Walsh,  Commission- 
ers  Connell,  Flanagan  and  Guilfoyle..  4 
Negative  .  '  Q 

Absent:  Fire  Chief  Kenlon  .  j 

THE  RESOLUTION: 

...  ( 458-25, -BZ) 

Whereas  William  F.  Doyle,  for  William  Kolle,  owner, 
filed,  April  29,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than  five 
and101"  VehlCeS’  Premises  198-210  16th  street,  Brooklyn; 
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Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  6,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use'  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  16th  street,  Prospect  avenue 
and  Fifth  avenue  are  all  in  business  districts;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  5,  1925,  reads: 

“Public  garage  for  more  than  five  cars  prohibited  in 
a  business  district.  Contrary  to  Zone  Resolution,  Art. 
2,  Sec.  4  (15)  application  of  above  is  therefore  de¬ 
nied.”  ; 
and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  144  ft. 
and  a  depth  of  100  ft.;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  the  board  deemed  the  basis  of  appeal  was 
established,  and  the  circumstances  warranted  a  reasonable 
adjustment  with  protective  and  restrictive  safeguards. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  building  shall  not  exceed  a  two  (2)  story  structure 
above  grade  and  that  the  rear  and  gable  walls  shall  be 
unpierced  throughout  their  entire  height  and  length,  ex¬ 
cept  such  windows  that  open  into  the  yard  within  the  prop¬ 
erty  on  the  same  lot;  that  the  front  elevation  shall  be  fin¬ 
ished  with  face  brick  and  architectural  terra  cotta  and 
stone  trimmings ;  that  any  gasoline  storage  equipment  in¬ 
stalled  shall  be  located  at  the  extreme  front  of  the  building 
at  the  street  wall ;  and  that  a  return  of  the  proposed  design 
of  the  front  elevation  shall  be  submitted  to  this  board  for 
approval ; 

Resolved,  further,  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 


1362-22-BZ. 

APPLICANT — Mrs.  Rosalie  Guggenheim. 

SUBJECT — Application  for  extension  of  permit  (re: 

order  of  fire  commissioner)  to  permit  in  a  res- 

ridenee  district  the  maintenance  of  a  garage  for 
the  storage  of  three  (3)  motor  vehicles,  three 
(3)  spaces  rented  to  persons  not  residing  on 
premises. 

PREMISES  AFFECTED — 284  Stuyvesant  avenue, 
Brooklyn. 

APPEARANCES' — 

For  Applicant:  Janies  S.  Regan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened — permit 
extended  for  tuTo  years  from  date  of  expiration. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . .  .  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


THE  RESOLUTION: 

(1362-22-BZ) 

Whereas,  Croker  National  Fire  Prev.  Eng.  Co.,  for  Otto 
Guggenheim,  owner,  filed,  November  14,  1922,  an  applica¬ 
tion,  under  the  building  zone  resolution,  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  garage  for  the  storage 
of  three  (3)  motor  vehicles;  three  (3)  spaces  rented  to 
persons  not  residing  on  the  premises;  premises  284  Stuy¬ 
vesant  avenue,  Brooklyn ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting  March  6, 


1923,  after  due  notice  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jefferson  avenue,  Stuyvesant 
avenue  and  Hancock  street  are  residence  districts ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Oc¬ 
tober  27,  1922,  Order  No.  75394-LC,  reads : 

“Maintenance  of  your  garage  is  a  violation  of  section 
3,  article  2,  of  the  Building  Zone  Resolution,  of  the 
Board  of  Estimate  and  Apportionment  of  the  City  of 
New  York,  adopted  July  25,  1916,  inasmuch  as  motor 
vehicles  stored  are  for  sale,  for  rent,  or  for  hire,  or 
are  subject  to  charges  for  storage. 

“You  are,  therefore,  ordered  to  remove  all  motor  ve¬ 
hicles  stored  by  others  than  the  occupants  of  dwelling 
on  lot  where  garage  is  situated.”; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  32  ft.  7  in. 
and  a  depth  of  16  ft.  8  in. ;  occupied  as  a  garage  for  the 
storage  of  three  automobiles  of  the  pleasure  car  type,  space 
rented  to  persons  not  residing  on  the  premises ;  and 
Whereas,  applicant  has  filtd  the  duly  acknowledged  con¬ 
sents  of  the  owners  of  88.8  per  cent  of  the  property  front¬ 
age  deemed  by  the  board  to  be  affected ;  and 
Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  March  6,  1923,  and  May  29,  1923,  on  certain 
conditions  and  owner  requested  a  modification  of  the  con¬ 
ditions. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make.  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  for  modification  of  the  original  resolution, 
in  view  of  the  consents  filed  at  the  time  of  the  public 
hearing,  be  and  it  hereby  is  granted,  to  permit  the  hiring 
of  space  for  three  automobiles  of  the  pleasure-car  type,  for 
a  period  of  two  years  from  May  29,  1925. 


731-25-BZ. 

APPLICANT — Charles  A.  Bronson,  for  381  Park  Ave¬ 
nue  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  the  erection  and  mainte- 
nanCe  of  3,  store 

PREMISES  AFFECTED— 381  Park  avenue,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle.,..  4 


Negative  .  o 

Absent:  Fire  Chief  Kenlon .  l 


760-25-BZ. 

APPLICANT — P!  dip  S.  Goldrich,  for  Marsac  Holding 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
alteration  and  change  of  occupancy  from  a  stable 
and  warehouse  to  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 205-207  East  101st  street. 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  o 

Absent:  Fire  Chief  Kenlon .  l 


Adjourned  5.40  p.  m. 

Edward  V.  Bartow  Acting  Secretary. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES— 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday,  October  23,  at  2:30  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  vis.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  ^  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-< 
sioncr  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forzvarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line)  equipment  is  provided 
tnroughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  zvtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  zmll  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
zvorkmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher.  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  oyer  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wFv>  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  zvith  a>!  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton.  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Laborn 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Anneals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure _  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  zvhere  a  petit  house  contains  only  pressure  tanks  this  rule 
zvill  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  sc parate  feed 
mains  from  the  basement  or  lowest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  30AOO  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflozv  pipe  shall  be  three  (3)  inches  be- 
lozv  the  top  of  the  staves  in  zvooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
zvith  out  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflozv  pipes  shall  terminate  not  more 
than  twenty-four  (24)  inches  above  roof  and  shall  be  fitted 
zvith  a  00  degree  elbozv. 

The  discharge,  heating  or  filling  pipes  zvhere  exposed 
to  the  zveather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering .  which  may  be  of  three  layers  of  one-inch 
(1  )  hair  felt  interspersed,  zznth  building  paper  zvell  zvrapped 
and  secured  and  covered  zvith  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means '  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  strve- 
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tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  73  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12J4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  water  for  a  ivet  pipe  system 
where  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  3,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  lias  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  belozv  the 
highest  line  of  sprinklers  suf  plied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (i/4)  inches  in  size  [with  a  one  and  one- 
quarter  (1%)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (ij/2)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  with- 
in  id"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  ivater  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Eire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  ivater  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  ivater  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  13  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,300  sq.  ft.,  as 
provided  in  Rule  3.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca' 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (yZ)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  *  hall  be  com¬ 
puted  proportionately  in  the  ratio  of  c'ne  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  o(  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  hre  area 
need  not  include  those  located  in  low  positions,  sucn 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  from: 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  ( 3 )4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
Six  (6)  inch  pipe  for  three  and  one-half  (3 )4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  tl,e  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  (J4)  inch  pipe  connection  and  one-half  ( [4 )  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  ()4)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street ;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  th< 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  ef  the  automatic  . sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  zvith 
Rules  38,  J9  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  (V2)  inch  head  for  each  62 )4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  04)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


♦Wherever  the  term  “Conran  head”  is. used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran  ; 
head  of  the  type  tested  and  approved  by  the  Fire  De-  \ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (l)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  centei  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

P(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (l)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows : 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (i  lA)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (l)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof.  tnoV  be  used'  in  lieu  of  heads  located  in  peak  of 
roof  • 

(a)  For  standard  one-half  ( )4 )  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  'on  the 
branch  lino  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  i5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (y2)  inch  heads — 


Size  of  Pipe 
inch 

1 

1/4  “ 

l'A  “ 

2 

2) 4  “ 

3 

3) 4  “ 


5 

6 

7 

8 


44 

a 

u 

<< 


(b)  For  Conran*  one  (1)  inch  heads — 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 

3  “ 

5  “ 


20  “ 
36  “ 


80  “ 
140  “ 

200 

300  “ 

420 


Size  of  Pipe 

1  inch 

1/4  “ 

1) 4  “ 

2  “ 

2) 4  “ 

3 

4 

5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 


44 

44 

<4 

<1 

(I 

n 

44 

44 

44 


(c)  For  Conran*  one  and  one-quarter  ( 1 )4)  inch  heads— 


Size  of  Pipe 
1)4  inch 
1)4  “ 

2 


2)4 


3 

4 

5 

6 

7 

8 


44 

44 

44 

44 

44 

44 

44 


Maximum  No.  of 
Heads  Allowed 


1  head 

2  heads 


3 

4 
6 

12 

21 

40 

60 

84 


44 


44 

44 

44 

44 

44 

44 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is' desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  ()4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  zvitli  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  graznty  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser’’  to  the  fool  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  graznty 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser’’, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  without  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall®  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex- 

!  posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
i  the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 

be  so  connected,  either  by  check  valves  or  other  means, 

!  that  they  will  not  [oveijthrow]  overflozv  domestic  service  or 

i  other  connections  to  j/ffi  same  sewer  or  house  drain,  or  if 

carried  through  the  'wall  and  exposed  to  the  zveather ,  they 
shall  be  fitted  zvith  hoods  or  dozvn-f tinted  elbozvs. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank ; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used  ; 

and 

At  each  supply  main,  when  the  water  in  the  same  can- 
.  not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  ( 1 %)  inches  in  size]  shall  be  not  less  than  I  inch 
in  size  where  floor  valves  are  not  over  2\ 4  inches  in  size 
and  1 1 4  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  I1/ 2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  04)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  04)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  24  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  1} 4  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  ]4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  zvater  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  24- inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  fa-inch  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4]4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fcd  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  04) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

\ 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  {y2)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 


JNot  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve : 

(a)  For  standard  one-half  (J4)  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  . ioo 

(c)  For  Conran*  one  and  one-quarter  (1)4  inch  heads  64 

Where  equipped  with  an  approved  quick-opening  device 

the  following  number  of  heads  may  be  controlled  bv  one 
“Type  A”  dry-fnpe  valve: 

(a)  For  Standard  one-half  (J4)  inch  heads  . 8oo 

( b )  For  Conran *  one  (/)  inch  heads . . 200 

<{c)  For  Conran *  one  and  one-quarter  ( 1 yA)  inch  heads. 128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 


Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  B’’  dry-pipe  valve: 

(a)  For  Standard  one-half  (J/2)  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads.  84 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  ()4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30..  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

.Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full- weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1^2)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
'hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  ncztly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con- 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors , 
ivalls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  zvalls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
'  sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis- 
,  sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

i  Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 
ef  Ordinances  and  the  Labor  Lazv  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
t  required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con- 
i  sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10.  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a.  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  ivherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  tzvo  source 
system  as  proznded  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  zvith  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  ozvner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  zvorking  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  zvith  the  rules  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


I  if  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
I  forms  are  not  to  he  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  lor  lus  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage. to  be  added  if  the  forms  are  tc 
be  supplied  bv  mail. 
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PROGRESS  REPORT 

DOCKET.  DISPOSITION  OF  CASES. 


Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  October  7,  1925 .  1,030 

Restored  to  calendar  .  53 

Miscellaneous  Applications. 

Requests  to  reopen  .  103 

Requests  to  amend  .  3 

Requests  for  modification  . 32 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  14 

Requests  for  extension  of  permit .  21 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans .  11 

Administrative  requests  .  3 

Requests  for  interpretation .  1 

Total  .  1,871 

Disposed  of  .  1,015 

Cases  pending  October  7,  1925  .  856 


Withdrawn  .  iqc 


Dismissed  .  4* 

Denied  .  130 

Granted  .  7 

Granted  on  condition .  522 

Appliances  approved  .  ig 

Appliances  dismissed,  disapproved  or  withdrawn .  5 

Rules  approved  .  g 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  99 

Requests  to  reopen  denied  .  3 

Requests  to  amend  granted  .  3 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  30 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted .  14 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted .  21 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  1 

Requests  to  install  denied  . 0 

Plans  approved  .  11 

Plans  disapproved  .  0 

Administrative  requests  granted  .  2 

Administrative  requests  denied  or  withdrawn  .  ] 

Interpretations  . 1 

Requests  withdrawn  or  dismissed  .  3 


Total  .  1,015 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

First,  '1'liat  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
bearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
Hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  ot 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  .  . 

.P.  O . 

My  subscription  is  to  begin  with  issue  for  .  1925. 
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ued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  Chap.  503,  Laws  of  1916,  and  the 

Municipal  Assembly,  Local  Law  No.  13,  of  1925. 

olished  weekly  by  the  Board  of  Standards  and  Appeals  at  its  office,  Rooms  1001  to  1015,  Municipal  Building, 

New  York  City.  '  ‘  ' 2RA Ry  Of 


Subscription 
$2.50  a  year 


OCTOBER  20,  1925 


DIRECTORY 


PUBLIC  HEARINGS 


BOARD  OF  STANDARDS  AND  APPEALS 
WILLIAM  E.  WALSH,  Chairman 
Commissioners 

Henry  L.  Connell 
Joseph  Flanagan 
John  Guilfoyle 
Fire  Chief  John  Kenlon 

James  O’Connor,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

fice — Municipal  Building,  Rooms  1001  to  1015. 
lephone — Worth  0184. 

fice  Hours— 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

!  communications  should  be  addressed  to  the  chairman  of 

the  board 


Tuesdays,  at  10  a.  m.  and  2:30  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
i  ^en — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Special  Notice. 

Minutes  of  Special  Meeting,  October  9,  1925,  at  10 
a.  m. 

Minutes  of  Meeting,  October  13,  1925,  at  10  a.  m. 
Minutes  of  Meeting,  October  13,  1925,  at  2  p.  m. 

|  Rules. 

Notice  of  Public  Hearing. 

Progress  Report. 


CALL  OF  CLERK’S  CALENDAR. 


The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  October  20, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  October  27,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 

NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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DOCKET. 

New  Cases  Filed  Week  Ending  October  14,  1925. 

Premises  Affected. 


Cal.  No. 
1044-25-BZ. . 

Department 
. B.B.Q. 

1043-25-S .  .  . 

. F.D.  . 

1042-25-BZ.. 

. B.B.B. 

1041-25-BZ. . 

. B.B.B. 

1040-25-S . .  . 

. F.D.  . 

1039-25-BZ. .  . 

. B.B.M. 

1038-25-BZ. .  . 

. B.B.B. 

1037-25-S . . . 

. F.D.  . 

1036-25-S . .  . 

. F.D.  .. 

1035-25-S . .  . 

. F.D.  .. 

1034-25-A. . . 

. F.D.  .. 

1033-25-A .  .  . 

. F.D.  .. 

1032-25-SA. .  . 

. F.D.  .. 

1031-25-A .  .  .  , 

. F.D.  .. 

Q. 


N.  B.  13076-1925. 
st.,  Man. 

L.  D.  85104. 


Pitkin  aves.,  Bklyn. 

Applic.  15379-1925. 
...178-184  Scholes  st.,  Bklyn. 

Applic.  18032-1925. 
,..61-67  Navy  st.,  Bklyn. 

L.  D.  85282. 

..188-196  Audubon  ave.,  Man. 

N.  B.  525-1925. 
.  ..E.  New  York  ave.,  200  ft.  E. 
of  Schenectady  ave.,  Bklyn. 

Applic.  16201-1925. 
..235  W.  27th  st.,  Man. 

L.  D.  81939. 
..131  Liberty  st.,  Man. 

L.  D.  83004. 
. .  1.22  W.  29th  st.,  Man. 

L.  D.  78104. 

.  .  404  W.  43rd  st.,  Man. 

L.  C.  31157. 


Burner, 
^heepshead 
st.,  Bklyn. 
Restored  to  Calendar. 


N.  B.  1716-1924. 
itomatic  Oil 

Appliance, 
ay,  opp.  Dooley 
L.  C.  98278. 


589-24- A . F.D . 43-45  Wooster  st.,  Man. 

L.  C.  21266. 


CODE. 

F-D . Fire  Department 

FhD . . . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

B.B.Bx . Bureau  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  October  20,  1925,  at  2  p.  m. 

669-25-BZ — Jacob  Zwerling,  lessee. 

PREMISES  Northwest  corner  of  Belmont  avenue  and 
Fordham  road,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  selling  station. 

724-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Celia  Aronofsky 
owner. 

PREMISES  1515  Bryant  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  change  of  occu- 


-  = 

pancy  of  an  existing  building  from  private  garagt 
to  store. 

552-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Fieldstone  Garage! 
Inc.,  owner. 

PREMISES — East  side  Broadway,  223  ft.  8  in.  north  o:| 
West  231st  street,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main | 
tenance  of  a  garage  for  the  storage  of  more  thai 
five  (5)  motor  vehicles,  and  also  to  permit  samJ 
to  be  of  non-fireproof  construction  (garage,  witlf 
one  street  frontage,  exceeding  7,500  square  feet  ii 
area). 

598-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Daniel  Houlihan  I 
owner. 

PREMISES — 2974  Jerome  avenue,  The  Bronx. 

TO  PERMIT  in  a  business  district  the  erection  and  main-! 
tenance  of  a  garage  for  the  storage  of  more  thar  i 
five  (5)  motor  vehicles. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  October  20,  1925,  at  10  a.  m. 

589- 25-A — 65  Skillman  avenue,  Brooklyn. 

590- 25- A — 72-78  Spring  street,  Manhattan. 

627-25-A — 508-510  Broome  street,  Manhattan. 

629-25-A — 2489  Sedgwick  avenue,  The  Bronx. 

478-25-A — 790-794  Greenwich  street,  Manhattan. 

449-25-A — 328  St.  Marks  avenue,  Brooklyn. 

519-25-A — 522  Timpson  place,  The  Bronx. 

547-25-A — 45-49  John  street  and  1-5  Dutch  street,  Man¬ 
hattan. 

1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queers. 

294-25-A — 62  Stanhope  street,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  October 
20,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

CAL.  NO.  638-23-BZ — Application,  September  8,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  Max 
Notess,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage 
for  the  storage  of  three  (3)  pleasure 
motor  vehicles,  two  (2)  spaces  rented 
to  persons  not  residing  on  the  premises  J 
(previously  dismissed  for  lack  of  pros-  | 
ecution)  ;  premises  2965  Valentine  ! 
avenue,  The  Bronx. 

cal.  no.  608-25-BZ— Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  McCooev 
and  Conroy,  applicants,  on  behalf  of 
Lowlou  Corporation,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor-  'j 
age  of  more  than  five  (5)  motor  ve-  | 
hides;  premises  1095-1117  Washington  1 
avenue,  southeast  corner  of  Sterling  I 
street,  Brooklyn. 
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ises  north  side  of  Austin  street, 
bounded  by  Puritan  avenue  and  Atom 
place,  Forest  Hills,  Borough  of  Queens. 

William  E.  Walsh,  Chairman. 


cal.  no.  622-25-BZ — Application,  June  16,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Simon 
Brown,  owner,  to  permit  in  a  residence 
district  the  change  of  occupancy  of  a 
building  used  as  a  residence  to  a  busi¬ 
ness  use  on  the  1st  story;  premises  131 
Starr  street,  Brooklyn. 

cal.  no.  1523-24-BZ — Application,  December  27,  1924,  under 
the  building  zone  resolution,  of  John 
J.  Dunnigan,  applicant,  on  behalf  of 
Christine  Bottenus,  owner,  to  permit  in 
a  residence  district  the  maintenance  of 
a  garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the 
premises ;  premises  1665  Davidson  ave¬ 
nue,  The  Bronx. 

cal.  NO.  364-25-BZ — Application,  April  3,  1925,  under  the 
building  zone  resolution,  of  Murray 
Klein,  architect,  on  behalf  of  Barney 
Zinick,  owner,  to  permit  the  exten¬ 
sion  from  an  unrestricted  district  into 
a  business  district  of  a  proposed  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  9-17 
Bainbridge  street,  Brooklyn. 

cal.  no.  503-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  John  E. 
Eustis,  owner,  to  permit  in  a  business 
district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises 
northeast  corner  of  West  179th  street 
and  Cedar  avenue,  The  Bronx. 

CAL.  NO.  607-25-BZ— Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
Israel  Feinberg  and  Joe  Bernstein, 
owners,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2552- 
2556  Bedford  avenue,  Brooklyn. 

CAL.  NO.  518-25-BZ— Application,  May  19,  1925,  under  the 
building  zone  resolution,  of  Mary  J. 
Cheeseman,  applicant  and  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  hairdressing  business  use, 
contrary  to  section  3  of  the  building 
zone  resolution;  premises  110  West 
82nd  street,  Manhattan. 

cal.  no.  661-25-BZ— Application,  June  25,  1925,  under  the 
building  zone  resolution,  of  George 
Kindermann,  applicant,  on  behalf  of 
Manderkin  Building  Co.,  owner,  to  per¬ 
mit  in  a  business  and  also  in  a  “B” 
area  district  the  omission  of  a  rear 
yard  as  required  by  the  building  zone 
resolution;  premises  1362-1366  Webster 
avenue,  The  Bronx. 

cal.  no.  754-25-BZ — Application,  July  20,  1925,  under  the 
building  zone  resolution,  of  Robert 
Tappan,  applicant,  on  behalf  of  Cord 
Meyer  Development  Co.,  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  group  of  twenty- 
six  (26)  one-car  attached  garages  for 
the  storage  of  pleasure  motor  vehicles 
as  an  accessory  to  private  dwellings 
located  within  the  same  block;  prem¬ 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  October  20,  1925,  at  2.30  p.  m. 

549-25- A — 44  West  50th  street,  Manhattan. 

606-25-A — 231-235  East  42nd  street,  Manhattan. 
618-25-A— 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

658-25-A — 116  East  88th  street,  Manhattan. 

663-25-A — 463-467  Broadway,  Manhattan. 

665-25-A — 2505  Third  avenue,  The  Bronx. 

667-25-A — 3202  Perry  avenue,  The  Bronx. 

810-25-A — Foot  of  Greenpoint  avenue  and  Newtown  Creek, 
Brooklyn. 

975-25-A — 1597  Park  place,  Brooklyn. 

646-25-A — 26  College  place,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Octo¬ 
ber  20,  1925  at  2.30  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

cal.  no.  1453-24-BZ — Application,  December  9,  1924,  under 
the  building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  James 
Murphy,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  24 
Evelyn  place,  southeast  corner  of  Da¬ 
vidson  avenue,  The  Bronx. 

cal.  no.  447-25-BZ — Application,  April  27,  1925,  under  the 
building  zone  resolution,  of  Benj.  Dries- 
ler,  Jr.,  architect,  on  behalf  of  Incor¬ 
porated  Parkway  Builders,  Inc.,  owner, 
to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  ex¬ 
tending  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  71-85  Caton 
place.  Brooklyn. 

cal.  no.  419-25-BZ — Application,  April  18,  1925,  under  the 
building  zone  resolution,  of  William 
Bone,  applicant,  on  behalf  of  Hyman 
Wynehouse,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  five  (5)  detached  buildings  to 
be  occupied  for  store  purposes  on  the 
1st  story  and  dwelling  above;  premises 
4110-4118  Ninth  avenue,  Brooklyn. 
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cal.  no.  640-25-BZ — Application,  June  22,  1925,  under  the 
building  zone  resolution,  of  Shampan 
and  Shampan,  architects,  on  behalf  of 
Kap  Realty  Company,  Inc.,  owner,  to 
permit  in  a  one  and  one-half  times 
height  district  the  erection  of  the  street 
wall  of  a  building  to  a  height  in  excess 
of  the  limitation  imposed  by  the  build 
ing  zone  resolution ;  premises  553-555 
Eighth  avenue  and  304  West  38th 
street,  Manhattan. 

cal.  no.  505-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Walton 
Whyte  Realty  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  east  side  of  Jerome 
avenue,  350  ft.  south  of  East  181st 
street,  The  Bronx. 

cal.  no.  575-25-BZ — Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  Gardiner 
Conroy,  applicant,  on  behalf  of  O’Hara 
Realty  Co.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  507-11  Flatbush  avenue  and 
1118-22  Washington  avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  October  23,  1925,  at  2.30  p.  m. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  October  27,  1925,  at  2  p.  m. 

14- 25-BZ. 

APPLICANT  I.  1.  F latto,  for  Woodward  Brown  Realty 
Co.,  owner. 

PREMISES — West  side  of  Goodrich  street,  100  ft.  north 
of  Potter  avenue,  Long  Island  City,  Borough  of 
Queens. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

15- 25-BZ. 

APPLICANT  I.  T.  F latto,  for  Woodward  Brown  Realty 
Co.,  owner. 

PREMISES — East  side  of  Goodrich  street,  100  ft.  north  of 
Potter  avenue,  Long  Island  City,  Borough  of 
Queens. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 

_ _ ,  five  (5)  motor  vehicles. 

g'SU# 

528-25-BZ. 

APPLICANT— Alfred  J.  Boulton,  for  Harry  Seldin, 
owner. 

PREMISES  East  side  of  Bay  37th  street,  285  ft.  north  of 
Cropsey  avenue,  Brooklyn. 


TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house. 

680-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Mollie  Arvan, 
owner. 

PREMISES — 2522  Hughes  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
garage  for  the  storage  of  two  (2)  pleasure  motor 
vehicles,  two  (2)  spaces  rented  to  persons  not 
residing  on  the  premises. 

785-25-BZ. 

APPLICANT — William  Kampel,  owner. 

PREMISES — 1893  Clinton  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  of  a 
building  to  be  occupied  for  a  business  use  (stores). 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  October  27,  1925,  at  10  a.  m. 

611-25-A — 128  East  63rd  street,  Manhattan. 

613-25-A — 1485  Broadway,  Manhattan. 

657-25-A — 27-31  West  55th  street,  Manhattan. 

700- 25-A — 545  Broadway,  Manhattan. 

701- 25-A— 270-276  West  38th  street  and  554-568  Eighth 

avenue,  Manhattan. 

702- 25-A — 261-267  Canal  street  and  21-23  Howard  street, 

Manhattan. 

705-24-A — 55-57  West  3rd  street,  Manhattan. 

711-25-A — 657-659  Broadway,  Manhattan. 

716-25-A — 843  East  139th  street,  The  Bronx. 

725-25-A — 20-26  Greene  street,  Manhattan. 

790-25-A — 763  Crescent  street,  L.  I.  City,  Queens. 

961-25-A — 1490-1496  Ocean  parkway,  Brooklyn. 

615-25- A — Northwest  corner  of  Sunswick  street  and  Wil¬ 
bur  avenue,  Long  Island  City,  Queens. 
1462-24-A — 186-188  Wooster  street,  Manhattan. 

945-25-A— 126-138  East  14th  street  and  123-135  East  13th 
street,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  October 
27,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  225-25-BZ — Application,  February  25,  1925,  under 
the  building  zone  resolution,  of  Thomas 
O’Rourke  Gallagher,  applicant,  on  be¬ 
half  of  Mymaud  Construction  Co., 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  southwest 
corner  of  Metropolitan  avenue  and 
125th  street,  Richmond  Hill,  Borough 
of  Queens. 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 
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cal.  no.  G53-25-BZ— Application,  June  24,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Active 
Holding  Co.,  Inc.,  owner,  to  permit 
the  extension  from  an  unrestricted  dis¬ 
trict  into  a  business  district  of  a  pro¬ 
posed  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  prem¬ 
ises  319-323  East  148th  street,  The 
Bronx. 

cal.  no.  626-25-BZ— Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 
C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building ;  premises 
1421-1437  Ocean  avenue  and  1060-1068 
Kenmore  place,  Brooklyn. 

cal.  no.  51-25-BZ — Application,  January  12,  1925,  under  the 
building  zone  resolution,  of  520  Audu¬ 
bon  Avenue,  Inc.,  applicant  and  owner, 
to  permit  in  a  residence  district  the 
occupancy  and  use  for  business  purposes 
of  part  of  an  existing  building  used  fot 
dwellings ;  premises  540  Audubon  ave¬ 
nue,  Manhattan. 

cal.  no.  609-25-BZ — Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  helix  A. 
Muldoon,  applicant,  on  behalf  of  Socora 
Realty  Construction  Co.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  west  side  of  River 
avenue.  100  ft.  south  of  East  167th 
street,  The  Bronx. 

cal.  no.  662-25-BZ — Application,  June  25,  1925,  under  the 
building  zone  resolution,  of  Charles  A. 
Clayton,  applicant,  on  behalf  of  Jo¬ 
sephine  Pitbladdo  and  American  Shade 
Roller  Co.,  owners,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  a 
factory ;  premises,  239-245  26th  street, 
Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 

Tuesday ,  October  27,  1925,  at  2.30  p.  m. 

543- 25-S — 497  Sixth  avenue,  Manhattan. 

544- 25-S — 32  East  28th  street,  Manhattan. 

545- 25-S— 120  West  25th  street,  Manhattan. 

548-25-S— 312-314  East  125th  street,  Manhattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

546- 25-S — 683-685  Broadway,  Manhattan. 

604-25-S — 61  Fulton  street,  Manhattan. 

632- 25-S — 240-246  West  35th  street,  Manhattan. 

633- 25-S— 523-527  West  42nd  street,  Manhattan. 

637-25-S — 25-27  West  3rd  street,  Manhattan. 

652-25-S— 115-117  West  45th  street,  Manhattan. 

660-25-S— 59-61  West  39th  and  680-86  Sixth  avenue,  Man¬ 
hattan. 

668-25-S— 6i  West  27*th  street,  Manhattan. 

670-25-S — 282-284-286  Seventh  avenue,  Manhattan. 

634- 25-S— 125-127  West  31st  street,  Manhattan. 


635-25-S— 797-799  Greenwich  street,  Manhattan. 
703-25-S— 40-42  West  17th  street,  Manhattan. 

718- 25-S — 521-527  Seventh  avenue,  Manhattan. 

719- 25-S— 260-262  West  41st  street,  Manhattan. 
444-25-S— 27-35  West  24th  street,  Manhattan. 
380-25-S — 125  Nostrand  avenue,  Brooklyn. 
406-25-S— 178-182  Sullivan  street,  Brooklyn. 

62-25-S— -24-30  West  39th  street,  Manhattan. 
265-25-S— 233-235  West  26th  street,  Manhattan. 
592-25-S — 461-467  Tenth  avenue,  Manhattan. 
614-25-S — 909  Fade  street,  The  Bronx. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Wednesday,  November  4,  1925,  at  10  o.  m. 
177-25-A — 136  Wooster  street,  Manhattan. 

511-25-A — 810  Fourth  avenue,  Brooklyn. 

636-25-A — 142-144  Greene  street,  Manhattan. 

647-25-A — Northwest  corner  of  Twentieth  avenue  and 
Northern  boulevard  (Jackson  avenue), 
L.  I.  City,  Queens. 

655-25- A — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

678-25-A — 221-249  McKibben  street,  Brooklyn. 
685-25-A— 533-543  West  33rd  street,  Manhattan. 

756-25-A — 520-524  West  Broadway,  Manhattan. 

278-25-A — 280  Broadway,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning,  Novem¬ 
ber  4,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 

cal.  no.  495-25-BZ — Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Henry 
Nordheim,  architect,  on  behalf  of  Katie 
Staudermann,  owner,  to  permit  In  a 
residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part 
from  a  residence  use  to  a  business  use; 
premises  722  East  175th  street,  The 
Bronx. 

cal.  no.  532-25-BZ— Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  \\  imam 
F.  Doyle,  applicant,  on  behalf  of 
Menick  Holding  Co.,  Inc., .  owner,  to 
permit  in  a  residence  district  extend¬ 
ing  from  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  theatre 
building;  premises  868  Flatbush  ave¬ 
nue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Wednesday,  November  4,  1925,  at  2.30  p.  m. 
762-25-A— 2201-2219  Grand  street,  Maspeth,  Queens. 
766-25-A — 721-725  Lenox  avenue,  Manhattan. 

768- 25-A— 1628-1648  East  9th  street,  Brooklyn. 

769- 25-A — 239  Alabama  avenue,  Brooklyn. 

773-25-A — 62  Grand  street,  Manhattan. 

1050-25-A — 321  Madison  street,  Brooklyn. 
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BUILDING  ZONE  APPLICATION. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  afternoon 
November  4,  1925,  at  2  :30  p.  m.,  in  Room  1013,  Municipal 
Building,  on  the  following  matter : 

cal.  no.  470-25-BZ— Application,  May  4,  1925,  under  the 

building  zone  resolution,  of  Walter  B. 
Wills,  applicant,  on  behalf  of  Frank 
Hartman,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1219-1223  Putnam  avenue, 
Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEAL  FROM  ADMINISTRATIVE  ORDER. 

Tuesday,  November  10,  1925,  at  10  a.  m. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  November 
10,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  142-25-BZ. — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 
Thatcher,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  northwest  corner  of 
Coney  Island  avenue  and  Avenue  N, 
Brooklyn. 

cal.  no.  11-25-BZ — Application,  January  5,  1925,  under  the 
building  zone  resolution,  of  Charles 
Schaefer,  Jr.,  architect,  on  behalf  of 
Daniel  Houlihan,  owner,  to  permit  the 
extension  from  a  business  district  into 
a  residence  district  of  a  proposed  build¬ 
ing  to  be  used  as  a  motion  picture  the¬ 
atre;  premises  southeast  corner  of  234'h 
street  and  White  Plains  avenue,  The 
Bronx. 

cal.  no.  271-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Ray 
Barnett,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  956  Forest  avenue,  The 
Bronx. 

cal.  no.  504-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  D.  Cop¬ 
persmith,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  128-144  East  98th  street, 
Brooklyn. 

cal.  no.  596-25-BZ — Application  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  on  behalf  of  Biograph  Com¬ 
pany,  Inc.,  owner,  to  permit  in  a  resi¬ 


dence  district  the  extension  of  an  ex¬ 
isting  business  building  (studio)  ;  prem¬ 
ises  807  East  175th  street,  The  Bronx. 

William  E.  Walsh,  Chairman 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  November  10,  1925,  at  2.30  p.  m. 
673-25-S  34-40  South  1st  street,  Brooklyn. 

677-25-S — 221-249  McKibben  street,  Brooklyn. 

679-25-S — 5  West  30th  street,  Manhattan. 

688- 25-S  114-116  West  56th  street,  Manhattan. 

689- 25-S— 89-91  West  3rd  street,  Manhattan. 

690- 25-S  1252-1254  Bedford  avenue,  Brooklyn. 

693-25-S  270-276  West  38th  street  and  554-558  Eighth 
avenue,  Manhattan. 

‘04-25-S  379-385  DeKalb  avenue,  Brooklyn. 

709-25-S— Block  bounded  by  Grand,  Sheriff,  Broome  and 
Columbia  streets,  Manhattan. 

757-25-S— 1385-1391  Broadway,  Manhattan. 

7o8-25-S — 265-267  West  37th  street  and  540-552  Eighth 
avenue,  Manhattan. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 740-744  Broadway,  Manhattan. 

433-25-S— 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street 
Brooklyn. 

563-25-S  263-271  West  38th  street,  Manhattan. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan.- 

494-25-S  134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

274-25-S — 36  West  36th  street,  Manhattan. 

533-25-S — 369-71  State  street,  Brooklyn. 

561-25-S — 6  West  29th  street,  Manhattan. 

625-25-S — 148-150  East  28th  street,  Manhattan. 

18-24-S— 14-16  East  38th  street,  Manhattan. 

1102-24-S  251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 
535-25-SA— Universe  Automatic  Oil  Burner,  approval  of. 
242-25-SA— Derby  Closed  Circuit  Automatic  Sprinkler  and 

Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
Tuesday,  November  17,  1925,  at  10  a.  m. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A— 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

540-25- A — East  177th  street  and  Bronx  River,  200  ft.  from 
Devoe  avenue,  The  Bronx. 

764-25-A— 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 
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J77-25-A — 18-32  Grand  avenue,  Brooklyn. 

'59-25-A — 45-49  John  street  and  1-5  Dutch  street,  Man¬ 
hattan. 

-,89-24-A — 43-45  Wooster  street,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  17,  1925,  at  2  :30  p.  in. 

357-25-A — West  side  of  Sheridan  avenue,  200  ft.  south  of 
Mt.  Eden  avenue,  The  Bronx. 

602-25-A — 1186  Eastern  Parkway,  Brooklyn. 

645-25-A— 605-619  West  132nd  street,  Manhattan. 

687-25-A — 60  Grand  street,  Manhattan. 

694-25-A — 10  Greenway  terrace,  Forest  Hills,  Queens. 
720-25-A — 361  Wythe  avenue,  Brooklyn. 

736-25-A— Block  bounded  by  West  138th  street,  West 
139th  street,  Broadway  and  Hamilton  place, 
Manhattan. 

738-25- A — Block  bounded  by  Bedford  avenue,  Quentin 
road,  East  27th  street  and  Avenue  P, 
Brooklyn. 

BUILDING  ZONE  APPLICATION. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
)f  the  building  zone  resolution,  Tuesday  afternoon,  Novem¬ 
ber  17,  1925,  at  2:30  o’clock,  in  Room  1013,  Municipal  Build- 
ng,  on  the  following  matters : 

CAL.  NO.  405-25-BZ — Application  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes : 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEAL  FROM  ADMINISTRATIVE  ORDER. 

Tuesday,  November  24,  1925,  at  10  a.  m. 

785-24-A— 6118  Rockaway  Beach  boulevard,  Arvernc, 

Queens. 


BOARD  OF  STANDARDS  AND  APPEALS. 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  November  24,  1925,  at  2.30  p.  in. 

761-25-S — 49-57  West  37th  street,  Manhattan. 

767-25-S— 114-116  East  13th  street,  Manhattan. 

770-25-S — 148  East  57th  street,  Manhattan. 

649-25-S— 155  Freeman  street,  Brooklyn. 

684-25-S — 22  Warren  street,  Manhattan. 

706- 25-S — 512-520  Grand  street,  Manhattan. 

707- 25-S — 504-510  Grand  street  and  2-12  Sheriff  street, 

Manhattan. 

708- 25-S— 34-36  Sheriff  street  and  25-35  Columbia  street, 

Manhattan. 

710-25-S — Block  bounded  by  Broome,  Sheriff,  Delancey 
and  Columbia  streets,  Manhattan. 

730-25-S — 80  Nassau  street  and  9-11  Dutch  street,  Man¬ 
hattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

752-25-SA — Toro  Emergency  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

763-25-SA— Milwaukee  Piston  Rotating  Port  Pump,  Type 
No.  705,  approval  of. 

638- 25-SA — American  March  Duplex  Fuel  Oil  Pump,  ap¬ 

proval  of. 

639- 25-SA— Marsh  Simplex  Fuel  Oil  Pump,  approval  of. 
729-25-SA — The  Hauck  Vention  Low  Pressure  Oil  Burner, 

approval  of. 


I 


SPECIAL  NOTICE 


The  meeting  scheduled  for  October  9,  1925,  at  2  p.  m. 


has  been  laid  over  to  Tuesday,  November  10,  1925,  at  2  :30  p.  m. 


CONCRETE  RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE 


Adopted  by  the  Bond  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  ,'ime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  ma>  be 
■  used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  c  4  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement. 


1-1/4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

l-2J^-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING. 

FRIDAY  MORNING,  OCTOBER  9,  1925. 

Present:  Chairman  Walsh,  Commissioners  Connell,  Flan¬ 
agan,  Guilfoyle  and  Fire  Chief  Kenlon. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

764-25-A. 

APPELLANT — George  Keister,  for  Earl  Carroll  Realty 
Corp.,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 158-166  West  50th  street  and 
753-759  Seventh  avenue,  Manhattan. 

APPEARANCES— 

For  Appellant:  James  J.  Munro. 

ACTION  OF  BOARD — Appeal  laid  over  to  November  17, 
1925,  at  10  a.  m.,  on  request. 


589-25-A. 

APPELLANT — Nathaniel  Seaman,  for  Corona  Chemical 
Co.,  Inc.,  lessee. 

SUB JECT— Application  for  reopening ;  appeal  from  order 
of  fire  commissioner. 

PREMISES  AFFECTED — 43-45  Wooster  street,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  reopened;  to  be  set  for 
calendar  call  and  hearing. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Walsh,  Commissioners 


Connell,  Flanagan  and  Guilfoyle .  4 

Negative  .  o 

Absent:  Fire  Chief  Kenlon  .  l 


185-25-A. 

APPELLANT — National  Button  Works,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 147-153  Waverly  place,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commissioners 


Connell,  Flanagan  and  Guilfoyle .  4 

Negative  .  q 

Absent :  Fire  Chief  Kenlon  .  i 


64-25-A. 

APPELLANT — Kollmorgen  Optical  Corp.,  lessee. 
SUBJECT — Appeal  from  orders  of  fire  commissioner. 
PREMISES  AFFECTED — 35  Steuben  street,  Brooklyn. 
APPEARANCES— None. 

ACTION  OF  BOARD— Chairman  read  request  to  with¬ 
draw.  Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Negative  .  0 

Absent :  Fire  Chief  Kenlon  .  i 


554-25-A. 

APPELLANT — The  United  States  Printing  &  Lithograph 
Company,  owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 83-101  North  Third  street  and 
209-219  Wythe  avenue,  Brooklyn. 

APPEARANCES— 

For  Appellant:  M.  W.  Ehrich. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  withdrawn. 


THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Walsh,  Commissioners 
Connell  and  Guilfoyle  and  Fire  Chief  Ken¬ 
lon  . 

Negative  . 

Absent :  Commissioner  Flanagan  . 


55&-25-A. 

APPELLANT — Samuel  Rosenblum,  for  Shoreham  Mb 
Co.,  owner  of  100  ft.  east  of  Fisk  avenue  and  lesse 
of  the  balance. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 51  Henry  street,  northeast  cor! 

ner  of  Fisk  avenue,  Winfield,  Queens. 
APPEARANCES— 

For  Appellant :  Samuel  Rosenblum  and  F.  Nuesk. 
For  Administration:  Inspector  Lynch  of  fire  d< 
partment. 

ACTION  OF  BOARD — Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell  and  Guilfoyle  and  Fire  Chief 

Kenlon  . 

Negative  . 

Absent :  Commissioner  Flanagan  . 


318-25- A. 

APPELLANT  Emil  Guterman,  for  Highway  Improve 
ment  &  Repair  Co.,  owner. 

SUBJECT  Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — East  side  of  Newtown  Creel 
586.63  ft.  north  of  Grand  street,  Maspeth,  Boroug 
of  Queens. 

APPEARANCES— 

For  Appellant :  Emil  Guterman. 

For  Administration:  Inspector  Carroll  of  fire  de 
partment. 

OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative :  Chairman  Walsh,  Commissioners 
Connell  and  Guilfoyle  and  Fire  Chief  Ken¬ 
lon  . 

Negative  . < 

Absent :  Commissioner  Flanasran 
THE  RESOLUTION: 

(318-25-A) 

Whereas,  Emil  Guterman,  for  Highway  Improvemen 
&  Repair  Co.,  owner,  filed,  March  25,  1925,  an  appeal  fron 
a  decismn  of  the  fire  commissioner,  affecting  premises  eas> 
side  Newtown  Creek,  586.63  ft.  north  of  Grand  street,  Mas¬ 
peth,  Queens ;  and 

-»t^IJEREAS’  decision  °f  the  fire  commissioner,  dated 
March  25,  1925,  reads: 

2.  Asphalt  storage  tanks  must  be  buried  so  that  the 
tops  thereof  shall  be  at  least  two  feet  below  grade  level. 

•  u  ^.0*e  on.plai}  that  storage  tank  will  be  equipped 
with  a  fire  extinguishing  system  satisfactory  to  the  fire 
commissioner  and  that  direct  telegraphic  communication 
with  fire  headquarters  will  be  established  as  per  Article 
No.  8,  Section  111,  subdivision  No.  5,  Code  of  Ordi¬ 
nances.”  ; 
and 

Whereas,  the  premises  consist  of  a  group  of  one-story 
structures,  surrounding  a  60,000-gallon  steel  tank,  size  of 
plot  about  275  ft.  and  380  ft.  irregular  in  depth,  with  200  ft. 
frontage  on  Newtown  Creek;  OCCUPIED  for  the  storage 
ot  supplies  used  for  the  repair  of  streets  and  highways,  i.  e., 
asphalt,  sand,  etc.;  and 

Whereas,  appellant  proposes  to  build  a  dike  wall  around 
tank  to  withhold  contents  in  case  of  rupture ;  to  install  two 
U)  approved  yard  hydrants  (4-in.)  with  2p$-in.  hose,  to 
co\er  entire  plant;  also  to  provide  direct  telegraphic  com¬ 
munication  with  fire  department  headquarters;  and 
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Whereas,  the  appellant  claims  the  tank  is  located  above 
ground,  remote  from  any  building  other  than  those  used 
directly  in  connection  with  the  plant ;  that  the  asphalt  stored 
has  a  flash  point  of  510  degrees;  that  it  would  be  an  unnec¬ 
essary  hardship  to  compel  the  owner  to  bury  the  tank  due 
to  the  nature  of  the  soil  and  being  adjacent  to  the  creek; 
he  requests  the  board  to  permit  the  use  of  tank  for  the 
storage  of  asphalt,  provided  the  proposed  improvements  are 
made  as  noted  above. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  use  of  tanks  shall  be  restricted 
to  asphalt  storage  and  shall  be  enclosed  with  a  concrete  wall ; 
providing  a  reservoir  equal  to  the  capacity  of  the  tanks  and 
that  sufficient  yard  hydrants  shall  be  provided,  equipped 
with  2^4 -in.  hose  to  cover  the  premises  at  all  points. 


445-25-A. 

APPELLANT— Maryland  Hotel  Corporation,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 104-106  West  49th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Arthur  V.  Kaldenberg. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell  and  Guilfoyle  and  Fire  Chief  Ken- 

Ion  . 

Negative  . 

Absent :  Commissioner  Flanagan 
THE  RESOLUTION : 

(445-25-A) 

Whereas,  Maryland  Hotel  Corporation,  lessee,  filed,  April 
25,  1925,  an  appeal  from  an  order  of  the  fire  commissioner 
affecting  premises  104-106  West  49th  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Install  an  adequate  interior  electric  fire  alarm 
system  in  accordance  with  the  attached  approved  lay¬ 
out.  Sec.  21,  Ch.  12,  Code  of  Ordinances.”; 
and 

W hereas,  the  building  is  non-fireproof,  9  stories  and  pent 
house  in  height,  40  ft.  by  90  ft.  in  area;  OCCLTPIED  as 
a  hotel,  about  12  persons  on  each  floor;  and 
Whereas,  the  appellant  claims  the  building  is  provided 
with  standpipes;  adequate  exit  facilities;  that  there  are  four 
(4)  city  hydrants  within  150  feet  of  the  hotel;  that  a  fire 
alarm  known  as  the  Electric  Gong  System  was  installed 
before  the  adoption  of  the  Fire  Alarm  Rules  in  1917  by  the 
board  of  standards  and  appeals ;  that  the  said  system  now 
installed  is  in  perfect  working  order,  and  due  to  the  ef¬ 
ficiency  of  the  system,  it  would  impose  great  hardship  and 
needless  expense  to  compel  the  owner  to  comply  with  the 
fire  department  order  No.  74474-F ;  and 
Whereas,  appellant  claims  there  is  no  kitchen  or  dining 
room  on  the  premises ;  and 

Whereas,  appellant  contends  that  the  present  fire  alarm 
system  was  installed  and  approved  by  the  fire  department 
prior  to  1918. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  for  a  temporary  period  not  exceeding  one  year  from 
this  date,  on  condition  that  the  existing  alarm  system  shall 
be  maintained  in  perfect  working  order;  that  the  require¬ 
ments  of  the  rules  as  to  the  periodical  tests  shall  be  com¬ 
plied  with  in  all  respects  and  that  a  daily  inspection  and 
test  shall  be  made  by  the  owners  or  operators  of  premises: 
that  a  record  of  such  inspection  and  test  shall  be  signed 
by  an  executive  officer  of  the  corporation  and  maintained 
in  office  subject  to  examination  and  inspection  by  any  author¬ 
ized  representative  of  the  fire  department,  and  granted  only 
so  long  as  conditions  as  to  present  occupancy  and  use  remain 
unchanged. 


483-25-A. 

APPELLANT — Mallery  Fuelgas  Corporation,  for  New 
York  University,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— West  side  of  University  ave¬ 
nue,  corner  of  East  181st  street,  The  Bronx. 
APPEARANCES— 

For  Appellant:  H.  S.  Homer  and  A.  H.  Mal- 
lery. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell  and  Guilfoyle  and  Fire  Chief 


Kenlon  .  4 

Negative  .  0 

Absent :  Commissioner  Flanagan  .  1 

THE  RESOLUTION: 

(483-25-A) 


Whereas,  Mallery  Fuelgas  Corporation,  for  New  York 
University,  owner,  filed,  May  7,  1925,  an  appeal,  from  a  de¬ 
cision  of  the  fire  commissioner,  affecting  premises  on  the 
west  side  of  University  avenue,  corner  of  East  181st  street, 
Borough  of  The  Bronx ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 
April  30,  1925,  reads : 

“1.  Auxiliary  fuel  oil  tanks  under  pressure  contrary 
to  Rule  No.  17.”; 

and 

Whereas,  the  building  is  fireproof,  one  story  in  height, 
68  ft.  by  56  ft.  in  area ;  OCCUPIED  as  a  boiler  room  con- 
1  nected  with  New  York  University  building,  5  persons  em¬ 
ployed;  EQUIPPED  with  a  fuel  oil  burning  system,  using 
the  Mallery  Automatic  Gas  Producer,  there  being  two  auxil¬ 
iary  tanks  on  the  control,  each  tank  of  10  gallons  capacity, 
one  for  regular  use  and  one  held  in  reserve  for  emergency ; 
and 

Whereas,  it  appears  that  the  Mallery  Fuelgas  Corpora¬ 
tion  has  a  petition  for  the  approval  of  their  device  (filed 
as  Champion  Gas  Producer  under  Cal.  No.  1491-23-SA— 
on  for  reopening),  which  has  not  yet  been  acted  upon  by 
the  board,  and  appellant  contends  that  the  installation  is 
made  for  experimental  purposes  in  conjunction  with  the 
School  of  Engineering. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  for  a  temporary  period  of  ninety  (90)  days  for 
experimental  purposes,  on  condition  that  the  installation 
shall  comply  substantially  with  the  fuel  oil  rules  now  in 
force  in  all  respects. 


517-25-A. 

APPELLANT — Intertype  Corporation,  lessee. 
SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 286-304  Furman  street, 

Brooklyn. 

APPEARANCES— 

For  Appellant:  Harry  Vigdor  and  C.  E.  Hicks. 
For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell  and  Guilfoyle  and  Fire  Chief 

Kenlon  .  4 

Negative  .  0 

Absent:  Commissioner  Flanagan .  1 

THE  RESOLUTION: 

(517-25-A) 

Whereas,  Intertype  Corp.,  lessee,  filed,  May  19,  1925, 

an  appeal,  from  an'  order  of  the  fire  commissioner,  affect¬ 
ing  premises  286-304  Furman  street,  Brooklyn;  and 
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Whereas,  the  order  of  the  fire  commissioner  reads: 
“Install  a  standpipe  system  with  risers  4  inches  in 
diameter.  Sec.  581,  Ch.  5,  Code  of  Ordinances.” ; 

and 

Whereas,  the  building  is  fireproof,  three  stories  in  height, 
167  ft.  by  80  ft.  5J4  in.  and  228  ft.  4?4  in.,  irregular  in 
depth,  about  22,500  sq.  ft.  of  floor  area ;  OCCUPIED  as 
a  factory  building,  manufacturing  machines,  50  persons  on 
each  story;  and 

Whereas,  the  appellant  claims  the  building  is  equipped 
with  a  95  per  cent  sprinkler  system,  fed  from  two  gravity 
tanks,  each  of  50,000  gallon  capacity ;  a  fire  pump ;  that 
there  are  three  (3)  standpipe  risers  (1*4  in-)  connected 
by  tap  (2  in.)  to  Furman  street  main  (20  in.)  ;  he  further 
contends  that  the  board  of  review,  after  investigating,  re¬ 
scinded  a  similar  standpipe  order  on  November  25,  1919,  and 
he  requests  the  board  to  relieve  him  of  complying  with 
Order  No.  74586-F. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  ratifying  the  action  of  the  board  of  review  of  the 
fire  department  under  date  of  November  25,  1919,  on  con¬ 
dition  and  only  so  long  as  present  use,  occupancy  and  oper¬ 
ation  of  the  business  conducted  on  the  premises  remain 
unchanged. 

564-25-A. 

APPELLANT — Edward  P.  Doyle,  for  Bliss  Labora¬ 
tories,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 106-110  Seventh  avenue, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Edward  P.  Doyle. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell  and  Guilfoyle  and  Fire  Chief 


Kenlon  .  4 

Negative  .  0 

Absent:  Commissioner  Flanagan .  1 

THE  RESOLUTION: 

(564-25-A) 


Whereas,  Edward  P.  Doyle,  for  Bliss  Laboratories,  les¬ 
see,  filed,  June  1,  1925,  an  appeal,  from  an  order  of  the 
fire  commissioner,  affecting  premises  106-110  Seventh  ave¬ 
nue,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Discontinue  the  storage  of  oils  (essential  oils 
excepted),  fats  or  greases  in  an  amount  exceeding  the 
equivalent  of  five  bbls.” ; 

and 

Whereas,  the  building  is  fireproof,  twelve  stories  in 
height,  20  ft.  by  52  ft.  in  area;  OCCUPIED  as  a  tenant 
factory  (mostly  printing),  approximately  275  persons  above 
the  1st  story,  appellant  occupying  the  10th  story  for  the 
manufacture  of  toilet  preparations,  10  persons ;  and 

Whereas,  appellant  contends  that,  having  occupied  the 
premises  for  over  six  years  and  using  the  same  amount 
of  oils  now  being  requested ;  that  the  oils  in  question  which 
the  fire  department  objects  to  are  mineral  oils  and  not 
inflammable,  having  a  flash  point  of  400  degrees  F.  in  an 
open  cup  tester  and  proposes  to  store  on  the  premises  seven 
(7)  50  gallon  drums  of  oil  (only  one  being  in  work  at 
any  time,  the  contents  being  taken  out  by  means  of  a 
pump)  and  also  two  barrels  of  vaseline  and  300  pounds  of 
bees  wax;  and  further  contends  that  this  quantity  of  ma¬ 
terial  is  necessary  in  order  to  properly  conduct  the  busi¬ 
ness  ;  and 

Whereas,  the  ordinance  would  permit  the  issuance  of 
a  permit  without  variation  for  five  (5)  barrels. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 


it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  not  more  than  six  (6)  barrels 
of  mineral  oil  and  one  (1)  barrel  of  vaseline  shall  be  main¬ 
tained  or  stored  on  the  premises ;  and  that  the  requirements 
as  to  oil  storage  shall  be  complied  with  in  all  other  re¬ 
spects. 


150-25-A. 

APPELLANT— Croker  National  Fire  Prevention  Eng. 

Co.,  for  Columbia  University,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 15-19  Amsterdam  avenue, 
134-138  West  60th  street  and  427-437  West  59th 
street,  Manhattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell  and  Guilfoyle  and  Fire  Chief 


Kenlon  .  4 

Negative  .  0 

Absent:  Commissioner  Flanagan .  1 

THE  RESOLUTION: 

(150-25-A) 


Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Columbia  University,  owner,  filed,  February  4,  1925, 
an  appeal,  from  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  15-17-19  Amsterdam  avenue,  134-68  West  60th 
street  and  427-37  West  59th  street,  Manhattan ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Tune 
26,  1924,  reads : 

T.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2*4  inch  regulation  Fire  De¬ 
partment  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  enclo¬ 
sure.  Each  outlet  to  be  provided  with  sufficient  feet 
of  2*4  inch  standard  hose  attached  thereto.”; 
and 

Whereas,  the  building  is  fireproof,  three,  four,  six  and 
seven  stories  in  height,  174  ft.  by  182  ft.  9  in.,  irregular 
in  area,  about  22,100  sq.  ft.  in  total  area,  divided  into  four 
sections  on  the  first,  second,  third  and  fourth  stories,  less 
than  10,000  sq.  ft.  area  above,*  OCCUPIED  and  known  as 
the  medical  school  of  Columbia  University ;  and 
Whereas,,  the  appellant  claims  the  four  sections  are  sep¬ 
arated  by  brick  walls  with  fireproof  doors  or  fireproof  shut¬ 
ters  at  openings,  that  each  section  is  less  than  10,000  sq.  ft. 
in  area,,  except  one  being  10,045  sq.  ft.  in  area ;  he  proposes 
to  provide  approved  fire  doors  to  openings  on  the  first,  sec¬ 
ond,  third  and  fourth  stories  in  the  dividing  brick  wall  be¬ 
tween  main  areas,  so  thaj  no  area  will  exceed  10,045  sq.  ft. ; 
he  further  contends  that  ground  has  been  broken  for  a  new 
structure  which  will  be  completed  within  the  next  two  years 
and  the  building  in  question  will  then  be  vacated ;  he  "feels 
it  would  be  an  unnecessary  hardship  to  be  forced  to  install 
standpipes  under  the  above  conditions. 

Resolved that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  area  and  structures  as  now 
subdivided  shall  not  be  increased ;  that  an  approved  watch¬ 
man  service  shall  be  maintained;  that  sufficient  fire  buckets 
as  directed  by  the  fire  department  shall  be  distributed 
throughout  the  premises ;  and  that  the  use  and  occupancy 
as  hospital  on  the  premises  shall  be  discontinued  on  or 
before  January  1,  1928. 


336-25-A. 

APPELLANT  —  Augustus  Schulz,  for  George  J. 
Schwartz,  owner. 
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SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 46  Old  Broadway,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Augustus  Schulz. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell  and  Guilfoyle  and  Fire  Chief 


Kenlon  .  4 

Negative  .  0 

Absent:  Commissioner  Flanagan .  1 


THE  RESOLUTION: 

(336-25-A) 

Whereas,  Augustus  Schulz,  for  George  J.  Schnatz,  owner, 
filed  an  appeal,  from  an  order  of  the  fire  commissioner,  af¬ 
fecting  premises  46  Old  Broadway,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
21,  1924,  reads: 

“Order  No.  24211-LC: 

“You  are  hereby  notified  that  an  inspection  of  prem¬ 
ises  46  Old  Broadway,  Manhattan,  used  as  a  non-stor¬ 
age  garage,  shows  that  the  following  must  be  done  be¬ 
fore  permit  requested  by  you  can  be  issued: 

“4.  Protect  ceiling,  walls  and  stairway  enclosure  of 
garage  with  fire  retarding  material  as  prescribed  by 
rules  of  Board  of  Standards  and  Appeals  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  24  ft.  10  in.  by  30  ft.  2  in.  in  area.  OCCUPIED : 
1st  story,  garage  for  one  automobile  truck  and  also  for  the 
storage  of  steel  and  iron ;  2nd  and  3rd  stories,  dwellings ; 
the  garage  portion  being  separated  from  the  rest  of  the  prem¬ 
ises  by  wood  lath  and  plaster  partitions  and  ceiling;  and 

Whereas,  appellant  contends  that  the  occupancy  is  only 
temporary  and  that  to  comply  with  the  orders  would  be 
a  hardship. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  stairs  from  the  upper  por¬ 
tion  of  the  structure  shall  lead  directly  to  the  street,  with 
no  opening  between  stairhall  and  shop ;  that  the  soffits 
of  said  stairs  on  1st  story  shall  be  covered  with  metal ; 
that  not  mere  than  one  (l)  automobile,  used  in  conjunc¬ 
tion  with  the  business  conducted  on  the  premises,  be  stored 
thereon ;  that  no  gasoline  storage  equipment  shall  be  main¬ 
tained  on  the  premises ;  and  that  the  present  automobile 
storage  shall  be  discontinued  on  or  before  December  31, 
1925. 


CASES  DISMISSED. 

Appeals  from  Administrative  Orders. 

The  chairman  called  attention  to  the  following  cases, 
where  notices  of  intention  to  appeal  were  offered  for 
filing;  but  where,  despite  notification  from  this  office,  papers 
have  not  been  completed,  thus  tying  the  hands  of  the 
administrative  official  in  the  performance  of  his  duty: 

(68-25-A) 

Filed  January  16 — Premises  northeast  corner  of  Schooley 
place  and  Beaufort  street,  Jamaica,  Queens. 
Order  of  the  fire  commissioner.  Appellant,  Dic¬ 
tograph  Products  Corp.  Dismissed  for  lack  of 
prosecution. 

(94-25-A) 

Filed  January  23 — Premises  southeast  corner  of  Fourth 
avenue  and  18th  street,  Whitestone,  Queens. 
Decision  of  the  fire  commissioner.  Appellant, 
Croker  National  Fire  Prevention  Engineering 
Co.  Dismissed  for  lack  of  prosecution. 


(213-25-A) 

Filed  February  24 — Premises  305  East  170th  street,  The 
Bronx.  Order  of  the  fire  commissioner.  Ap¬ 
pellant,  G.  G.  Gottlieb.  Dismissed  for  lack  of 
prosecution. 

(214-25-A) 

Filed  February  24 — Premises  307  East  170th  street,  The 
Bronx.  Order  of  the  fire  commissioner.  Ap¬ 
pellant,  G.  G.  Gottlieb.  Dismissed  for  lack  of 
prosecution. 

(215-25-A) 

Filed  February  24 — Premises  '309  East  170th  street,  The 
Bronx.  Order  of  the  fire  commissioner.  Ap¬ 
pellant,  G.  G.  Gottlieb.  Dismissed  for  lack  of 
prosecution. 

(216-25-A) 

Filed  February  24 — Premises  313  East  170th  street,  The 
Bronx.  Order  of  the  fire  commissioner.  Ap¬ 
pellant,  G.  G.  Gottlieb.  Dismissed  for  lack  of 
prosecution. 

(217-25-A) 

Filed  February  24 — Premises  317  East  170th  street,  The 
Bronx.  Order  of  the  fire  commissioner.  Ap¬ 
pellant,  G.  G.  Gottlieb.  Dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle...  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 


Whereas,  the  foregoing  appellants  have  filed  with  the 
board  of  standards  and  appeals,  appeals  from  orders  af¬ 
fecting  the  premises  in  question ;  and 
Whereas,  the  appellants  have  failed  to  complete  their 
papers,  though  duly  notified  to  do  so. 

Resolved,  that  the  foregoing  appeals  be  and  they  hereby 
are  dismissed  for  lack  of  prosecution. 


422-25-A. 

APPELLANT — A.  Libelsky,  President  of  Thompson 
Novelty  Button  Works,  Inc.,  lessee. 

SUBJECT — Request  for  immediate  action;  appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED — 151  West  19th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Luke  Flanagan. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(422-25-A) 


Whereas,  A.  Libelsky,  president,  Thompson  Novelty 
Button  Works,  Inc.,  filed,  April  20,  1925,  an  appeal,  from 
an  order  of  the  fire  commissioner,  affecting  premises  151 
West  19th  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  28824- 
LC,  dated  March  28,  1925,  reads: 

“Item  2.  Pressure  tank  of  sprinkler  system  must  be 
of  such  size  as  to  properly  contain  not  less  than  5,000 
gallons  of  water. 

“Item  4.  Provide  a  fireproof  vault  to  keep  all  nitro 
cellulose  products.” ; 

and 
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Whereas,  the  building  is  fireproof,  twelve  stories  in 
height,  45  ft.  by  90  ft.  in  area  on  1st  story  and  45  ft.  by 
80  ft.  above;  OCCUPIED  as  a  tenant  factory,  with  cellu¬ 
loid  manufacturing  on  the  12th  floor;  and 
Whereas,  the  board  deemed  that  relief  from  the  require¬ 
ments  of  Item  2  of  Order  No.  28824-LC  would  be  a  rea¬ 
sonable  adjustment  of  this  appeal. 

Resolved ,  that  the  order  of  the  fire  commissioner,  No. 
28824-LC,  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted  as  to  Item  2  thereof,  the  pressure 
tank,  and  denied  in  all  other  respects. 


PREMISES'  Ah  FECI  ED — 1817  Belmont  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  None. 

AC  I  ION  OF  BOARD — Request  to  reopen  denied 
THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle  .  4 

Absent:  Fire  Chief  Kenlon .  1 


BUILDING  ZONE  CASES. 

626-25-BZ. 

APPLICANT — New  York  Telephone  Company,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  use,  C  and 
E  area  districts,  the  extension  in  height  and 
area  of  an  existing  central  telephone  exchange 
building. 

I  REMISES  AFFECTED — 1421-1437  Ocean  avenue 
and  ] 060-1068  Kenmore  place,  Brooklyn 
APPEARANCES— 

For  Applicant:  N.  H.  Egleston  and  A.  A.  Frank. 
For  Opposition:  Herman  Strizver,  Frank  H. 
Sattenspiel,  Philip  Bentz,  C.  M.  Nannen  and 
L.  A.  Sheinart. 

ACT  ION  OF  BO  »RD — Laid  over  to  October  17,  1925, 
at  10  a.  m.,  for  inspection  by  committee  of  board. 


505-25-BZ. 

APPLICANT— John  J.  Kadel,  for  Walton  WhyP 
Realty  Corp.,  owner. 

SUBJECT  Application  (re:  decision  of  superintenden 
of  buildings)  to  permit  in  a  business  distric 
the  erection  and  maintenance  of  a  garage  foi 
th*-  storage  of  more  than  five  (5)  motor  vehicles 
I  REMISES  AFFECTED— East  side  of  Jerome  avenue 

APPEARANCES0-  °f  EaSt  181st  str«*'  The 
For  Applicant:  John  J.  Kadel. 

For  Opposition;  Wm.  B.  De  Lacey  and  Mr 
Ivrauss. 

ACTION  OF  BOARD — Laid  over  to  October  20,  1925 
at  2  p.  m  on  request  of  objectors  (for  fina 
disposition). 


405-25-BZ. 

APPLICANT— -Magnuson  &  Kleinert,  for  Fifteenl 
CTTTjTT7r”'preeI  Amusement  Co.,  owner. 

U  JECT— -Applicatmn  (re:  decision  of  superintendei 
ot  buildings)  to  permit  in  a  residence  district  tl 
erection  and  maintenance  of  a  building  to  I 

PREMISES  AfStVi?'1  StOK  p“rP°s«- 

Wes,,  b3pED-1!,-M  Pros»“ ‘  P- 

APPEARANCES— 

b  or  Applicant :  Hugo  A.  Magnuson  and  Micliai 
b.  Dee. 

For  Opposition:  Wm.  H.  Darrow,  David  C 
A  rTrnv  U u  1  anc'  Wm.  Moore. 

ACTION  0F  B°ARD_Laid  over  t0  November  j, 
W  at  2  P-  m->  on  request  of  both  sides. 

1381-24-BZ. 

APPLICANT---Edward  P.  Doyle,  for  Samuel  Kessle 
cttottpAw  Jacob  Kavovit,  owners. 

J  CT— Request  for  reopening  (re:  decision  of  su 
perintendent  of  buildings)  to  permit  partly  i 
a  business  district  and  partly  in  a  residence  dis 
rict  »e  erection  and  maintenance  of  a  garag 
for  the  storage  of  more  than  five  (5)  moto 
vehicles. 


1506-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Vincent  C.  Pepe, 
owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  extending  from  an  unrestricted  dis¬ 
trict  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 59-61  Carmine  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  None. 

ACTION  Ob  BOARD — Request  to  reopen  denied. 


THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle  .  4 

Absent:  Fire  Chief  Kenlon .  1 


93-25-BZ. 

APPLICANT— Philip  J.  Sinnott,  for  A.  B.  Fleck,  Inc., 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 303-309  West  154th  street, 
Manhattan. 

APPEARANCES' — None. 

AC  TION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


85-25-BZ. 

APPLICANT — Wm.  F.  Doyle,  for  Michael  T.  Watts, 
lessee. 

SUBJEC  1 — Application  (re:  order  of  fire  commissioner) 
to  permit  partlji  in  a  business  district  and  partly 
in  a  residence  district  the  maintenance  of  an 
open  garage  parking  space  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AbFECTED — 332  West  57th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  -Opposition:  W.  M.  Smith,  Mr.  Schechter, 
L.  and  A.  W.  Zinti,  R.  Maloney,  R.  S'. 
Buckley  and  Mary  Plasse. 

AC  1  ION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Guilfoyle  and  Fire  Chief  Kenlon  4 
Absent:  Commissioner  Flanagan .  1 
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THE  RESOLUTION: 

(85-25-BZ) 

Whereas,  William  F.  Doyle,  for  Michael  T.  Watts, 
wncr,  filed,  January  21,  1925,  an  application,  under  the 
uilding  zone  resolution,  to  permit  partly  in  a  business 
istrict  and  partly  in  a  residence  district  the  maintenance 
{  an  open  garage  parking  space  for  the  storage  of  more 
lan  five  (5)  motor  vehicles;  premises  332  West  57th 
treet,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
,y  the  board  of  standards  and  appeals,  at  its  special  meet- 
ng  October  9,  1925,  after  due  notice  by  publication  in  the 
Jul’letin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  bulki¬ 
ng  zone  resolution  show  that  West  57th  street  is  m  a  busi¬ 
es  district,  that  West  56th  street  is  in  a  residence  district 
md  Eighth  avenue  is  in  a  business  district;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Jan- 
lary  9,  1925,  reads : 

“1  Discontinue  the  storage  of  motor  vehicles  the 
fuel  storage  tanks  of  which  arc  not  empty  in  the  un¬ 
enclosed  lot  at  the  above  address.”; 

^Whereas,  the  existing  space  is  75  ft.  front  on  57th  street, 
100  ft.  front  on  56th  street  and  a  depth  ot  200  tt. ;  to  he 
occupied  as  an  open  garage  parking  space  for  the  storage 
of  more  than  five  (5)  motor  vehicles ;  and 

Whereas,  the  basis  of  appeal,  section  7-h  of  the  buildin„ 
'zone  resolution,  does  not  apply,  and  there  was  vigorous  op¬ 
position  on  the  part  of  affected  property  owners  to  the 

granting  of  this  application.  .  .  ,  , 

I  Resolved,  that  the  order  of  the  fire  commissioner  be  and 
'it  hereby  is  affirmed,  and  the  application  be  and  it  hereby 

is  denied. 


402-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Emma  A.  Justice, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 

C  L..11  rvncniit  art  <-»  Kneinoco  t  ll 


298-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Win.  Drosihn, 

Jr.,  owner.  .  .  .  ,  ,  . 

SUBTECT — Application  (re:  decision  of  superintenden 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 234-238  East  85th  street, 
Manhattan. 

APPEARANCES—  .  _  _  . 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Barnett  Hantman,  Benjamin 
Levin,  Henry  J.  Leist  and  Abraham  Dober¬ 
man.  .  ... 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW —  .  . 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell  and  Guilfoyle  and  Fire  Chief 

Kenlon  .  ^ 

Negative  . . . . . 

Absent:  Commissioner  rlanagan .  1 


1091-24-BZ. 

APPLICANT — John  W.  Clancy,  for  Valbalia  Corpora¬ 
tion,  owner.  .  .  _  .  , 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 341  East  184th  street,  north¬ 
west  corner  of  Marion  avenue,  1  he  Bronx. 

APPEARANCES— 

For  Applicant:  John  W.  Clancy. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW—  . 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell  and  Guilfoyle  and  hire  Chut 

Kenlon  .  * 

Negative  . ;  •  ; . . .  \ 

Absent:  Commissioner  rlanagan .  1 


of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Southeast  corner  of  East 
182nd  street  and  Folin  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  William  F.  Doyle  and  C.  B. 
Plant. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell  and  Guilfoyle  and  Fire  Chief 

Kenlon  .  4 

N  egative  . 0 

Absent:  Commissioner  Flanagan .  1 

THE  RESOLUTION: 

(402-25-BZ) 

Whereas,  William  F.  Doyle,  for  Emma  A.  Justice,  owner,  , 
filed,  April  14,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  southeast  corner  of  East  182nd 
street  and  Folin  street,  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  9,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board;  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  182nd  street  and  Webster 
avenue  are  in  the  business  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  4,  1925,  reads : 

“Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.’  ; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  37.95 
ft.  and  a  depth  of  122.10  ft.  (irregular)  ;  to  be  occupied 
as  a  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles  ;  and 

Whereas,  the  board  deemed  the  basis  of  appeal  under 
section  21  of  the  building  zone  resolution  was  substantiated. 

Resolved,  thaj:  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution  and  that  the 
application  be  and  it  hereby  is  granted  on  condition  that 
the  building  be  restricted  in  height  to  a  two-story  struc¬ 
ture;  that  there  shall  be  no  vehicular  exit  or  entrance  on 
the  182nd  street  frontage;  that  the  street  elevations  shall 
be  finished  in  face  brick  with  architectural  terra  cotta  or 
stone  trimmings;  that  the  182nd  street  front  shall  be  of 
panel  design,  the  brick  to  be  similar  in  color  and  texture 
to  that  of  adjoining  structure  on  182nd  street;  that  the 
rear  wall  and  southerly  gable  wall  shall  be  unpierced 
throughout  their  entire  height  and  length;  that  there  shall 
be  no  advertising  -signs  of  any  nature  or  description  dis¬ 
played  on  the  182nd  street  frontage;  that  no  roof  signs 
shall  be  erected  or  maintained  and  no  advertising  sign  other 
than  one  projecting  sign  be  erected  on  the  Folin  street 
front;  that  there  shall  be  no  vehicular  exit  or  entrance 
on  Folin  street  within  25  ft.  of  the  corner  formed  by  the 
intersection  of  182nd  street;  that  all  permits  necessary  for 
the  prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  building  completed  within  eighteen  months 
from  the  date  of  this  action. 


429-25-BZ. 

APPLICANT— Samuel  Gardstein,  for  Isabelle  Weber, 
owner. 
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SUB JEC  P— -Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
eXj6nc^n-^  from  a  business  district  the  erection 
and  maintenance  of  a  residence  building  to  be 
for  store  PurP°ses  on  the  first  story. 

PREMISES  AFFECTED  — 2374-2376  60th  Street, 

Brooklyn. 

APPEARANCES— 

For  Applicant:  Samuel  Gardstein. 

For  Opposition:  Andrew  Gagliardo  and  Vincent 
Ambrose. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS  As  specified  in  resolution. 

THE  VOTE — 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell  and  Guilfoyle  and  Fire  Chief 

Kenlon  .  4 

N egative  . o 

Absent:  Commissioner  Flanagan  .  i 

THE  RESOLUTION: 

„  (429-25-BZ) 

Wke^as  Bamuel  Gardstein,  for  Isabelle  Weber,  owner, 
filed,  April  21,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district,  extending  from 
a  business  district,  the  erection  and  maintenance  of  a  resi¬ 
dence  building  to  be  used  for  store  purposes  on  the  1st  story  • 
premises  2374-2376  60th  street,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet- 

Rgii  9-Ctob5r  3  1d25’  ,aft5r  due  notice  by  Publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  60th  street  is  in  a  residence 
vPif-u*  ’  j  Gravesend  avenue  is  in  a  business  district  and 
Dahill  road  is  in  a  residence  district;  the  line  of  the  busi¬ 
ness  district  intersecting  the  site  of  the  proposed  buildings  ; 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  April  14,  1925,  reads :  ’ 

Proposition  contrary  to  the  zone  resolution,  Art.  II, 

J-e<T'-3;  xJThe  erection  of  stores  partly  in  a  residential 
district.)  ; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con- 
struction,  fiiree  stories  in  height,  with  a  frontage  of  40  ft. 
and  a  depth  of  60  ft.;  to  be  occupied  as  a  residence  building 
to  be  used  for  store  purposes  on  the  1st  story;  and 
Whereas,  applicant  has  established  his  basis  of  appeal 
under  section  7-c  o f  the  building  zone  resolution,  and  the 
board  deemed  that  it  would  be  a  hardship  to  deprive  appli¬ 
cant  of  a  reasonable  use  of  his  entire  plot  and  that  this 
case  also  comes  within  the  purview  of  section  21  of  the 
zoning  resolution. 

Resolved  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution  and  that  the 
application  be  and  it  hereby  is  granted  on  condition  that 
the  use  and  occupancy  of  the  ground  floor  of  the  building 
shall  be  restricted  to  mercantile  stores  or  shops,  not  oper¬ 
ated  on  Sundays;  that  there  shall  be  no  advertising  signs 
or  display  other  than  the  plate  glass  show  windows;  that 
the  rest  of  the  structure  shall  be  restricted  to  conforming 
residential  use  and  occupancy ;  that  all  permits  necessary  for 
the  prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  building  erected  within  eighteen  months  from 
the  date  of  this  action. 


PREMISES  AFFECTED-South  side  of  Patterson 
avenue,  50  feet  west  of  Ely  avenue,  Astoria 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  George  E.  Strehan. 
ArTTnM0ni?PBPoSiD0n:  Nathan  A-  Goldenthal. 

tS  TOTE  TO°GR£N#-Pl,Cati°n  denkd' 

Affirmative  .  » 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  e 

Absent  .  . 

THE  RESOLUTION: 

(551-25-BZ) 

fii^HMEASo  Alfred  Eccles,  for  Henry  Hellenek,  owner 
filed  May  27,  1925,  an  application,  under  the  building  zone 
resolufion  to  permit  in  a  business  district  and  also  within 
200  ft.  of  a  school,  the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five  (5)  motor  vehicles- 
premises  south  side  of  Patterson  avenue,  50  ft.  west  of  Elv 
avenue,  Astoria,  Borough  of  Queens ;  and 
,  ™REAS,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet- 

Bulle?int0^frth’  R23’  aaftf  cUe  ,n0tice  by  Publication  in  the 
Bulletin  of  the  Board .of  Standards  and  Appeals;  and 

.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Patterson  avenue  and  Elv 
avenue  are  within  the  business  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  May  22,  1925,  reads:  g  ’ 

F  Garage  for.  more  than  five  (5)  motor  vehicles 
m  a  business  district  is  prohibited  by  the  zone  law. 

2.  Your  plot  plan  also  shows  that  the  proposed  ga- 
rage  is  to  be  located  within  200  ft.  of  a  school  ”  • 
and  ‘  ’ 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  50  ft 

fbldna6depth  °!  150  ft’, to  be  occuPied  as  a  garage  for  more 
than  five  motor  vehicles ;  and 

Whereas,  the  board  deemed  that  applicant  did  not  estab¬ 
lish  a  basis  of  appeal  under  hardship,  and  there  was  vig¬ 
orous  opposition  to  the  granting  of  the  application  on  the 
part  ot  affected  property  owners. 

.  Res°lved,  that  the  decision  of  the  superintendent  of  build- 
mgs  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


551-25-BZ. 

APPLICANT  Alfred  H.  Eccles,  for  Henry  Hellenek 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
ot  buildings)  to  permit  in  a  business  district  and 
also  within  200  feet  of  a  school  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 


1534-24-BZ. 

APPLICANT— William  J.  Conway,  for  John  Muldoon, 
owner. 

SUBJECT— -Application  (re:  decision  of  superintendent 
ot  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 

PRFMI?fTSa  PC'crTPnlian  five  ^  motor  vehicles. 

PREMISES  AFFECTED— 64-68  West  Ninth  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Joseph  Leone. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

THEDVOTENS  As  spec*bec*  *n  resolution. 

Affirmative:  Chairman  Walsh,  Commission- 
55,5.  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  . .  .  .  .  .  .  . .  0 

Absent  .  ’  . .  q 

THE  RESOLUTION: 

(1534-24-BZ) 

Whereas  WiHiam  J.  Conway,  for  John  Muldoon,  owner, 
filed,  December  30,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erection 
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and  maintenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  64-68  West  9th  street, 

Brooklyn;  and  . 

Whereas,  a  public  hearing  was  held  on  this  application 
bv  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  9,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  9th  street  is  in  the  busi¬ 
ness  district,  Henry  street  is  in  the  business  and  unrestricted 
district  and  Mill  street  is  in  the  unrestricted  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 

rendered  September  29,  1925,  reads : 

“A  public  garage  for  more  than  five  motor  vehicles 
in  a  business  district  is  contrary  to  zone  resolution; 
Art.  2,  Sec.  4  a  15.” ; 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  51  ft. 
and  a  depth  of  100  ft.;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles,  and 
Whereas,  applicant  substantiated  his  basis  of  appeal 
under  section  7-g,  filing  83  per  cent  of  consents  of  affected 
property  owners,  and  there  was  no  opposition  to  the  grant- 
ing  of  the  application  and  thd  board  deemed  that  it  would 
be  a  hardship  to  deny  the  use  of  the  premises  asked  for, 
under  restrictive  safeguard  conditions. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution  and  that  the 
application  be  and  it  hereby  is  granted  on  condition  that 
the  building  be  restricted  to  a  one-story  structure  m  height 
above  grade;  that  the  rear  and  gable  walls  shall  be  un¬ 
pierced  throughout  their  entire  height  and  length;  that 
there  shall  be  not  less  than  six  skylights  located  in  the 
roof,  equidistant  from  the  front  and  rear,  glazed  with 
plain  glass,  protected  with  wire  guards  above  and  below; 
that  the  front  elevations  shall  be  finished  in  face  brick, 
with  architectural  terra  cotta  or  stone  trimmings ,  that 
there  shall  be  no  signs  or  advertising  displayed  except  one 
projecting  sign  indicating  the  title  of  the  garage ,  that  all 
permits  necessary  for  the  prosecution  of  the  work  shall 
be  obtained  within  nine  months  and  the  building  erected 
within  eighteen  months  from  the  date  of  this  action. 

87-25-BZ. 

APPLICANT — David  L.  Malbin,  for  Pasquale  Sabba- 
rese,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for_the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 617-633  Brooklyn  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  David  L.  Malbin. 

For  Opposition:  E.  R.  Kayes. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Commission¬ 
er  Flanagan  and  Fire  Chief  Kenlon.....  3 
Negative:  Commissioners  Connell  and  Guil- 

foyle  .  ^ 

Absent  .  0 

THE  RESOLUTION: 

(87-25-BZ) 

Whereas,  David  L.  Malbin,  for  Pasquale  Sabbarese, 
owner,  filed,  January  21,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles;  premises  617-633  Brook¬ 
lyn  avenue,  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  9,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals-  and 


Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Brooklyn  avenue  is  in  a 
business  district;  that  Fenimore  street  is  in  a  residence  dis¬ 
trict  and  that  Hawthorne  street  is  in  a  residence  district; 

and  . 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  8,  1925,  reads: 

“Proposed  garage  in  a  business  district  not  permitted. 
Zone  Resolution,  Art.  II,  Sec.  4a  (15)  and  Sec.  4b.”; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  142  ft. 
9)4  in.  and  a  depth  of  100  ft.;  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  five  motor  vehicles;  and 
Whereas,  the  board  did  not  deem  that  applicant  estab¬ 
lished  a  basis  of  appeal  under  hardship  and  there  was  vig¬ 
orous  opposition  on  behalf  of  affected  property  owners. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 

306-25-BZ.  _  ..  ^  _  .  , 

APPLICANT— William  Farrell,  for  Emil  E.  Gabler, 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
use  and  occupancy  of  a  new  building  as  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 700  Southern  boulevard, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  William  Farrell  and  James 

Kearney. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  con¬ 

dition. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  .  . 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(306-25-BZ) 

Whereas,  William  Farrell,  for  Emil  E.  Gabler,  owner, 
filed,  March  19,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  use 
and  occupancy  of  a  new  building  as  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles;  premises  700 
Southern  boulevard,  northeast  corner  of  Leggett  avenue,  The 
Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  9,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Southern  boulevard  is  in  the 
business  district,  Leggett  avenue  is  in  the  business  and  un¬ 
restricted  district  and  Whitlock  avenue  is  in  the  unrestricted 

district;  and  .  ...... 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  4,  1925,  reads : 

“1.  Proposed  occupancy  of  building  as  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles  in 
a  business  district  is  contrary  to  the  provisions  of  the 
Building  Zone  Resolution.”; 

and  .... 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  116  ft. 
and  a  depth  of  82  ft. ;  to  be  occupied  as  a  garage  for  more 
than  five  (5)  motor  vehicles;  with  stores  facing  Southern 

boulevard;  and  , 

Whereas,  the  board  deemed  that  applicant  established  his 
basis  of  appeal  under  section  21  and  that  it  would  be  a  hard- 
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ship  to  deny  the  requested  use  of  this  premises  in  view 
ot  the  other  prohibited  uses  in  the  street  and  unrestricted 
use  district  adjoins  the  property  on  the  east. 

Resolved  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution  and  tiiat  the 
application  be  and  it  hereby  is  granted  on  condition  that 
the  building  shall  not  exceed  one  story  in  height;  that  the 
business  frontage  on  Southern  boulevard,  for  a  depth  of  not 
less  than  40  ft.,  shall  be  restricted  and  maintained  as  re¬ 
tail  stores,  separated  from  the  garage  area;  that  the  garage 
area  of  the  structure  shall  not  exceed  a  width  of  40  ft,  nor 
a  depth  of  107  ft. ;  that  the  front  elevations  on  Southern 
boulevard  and  Leggett  avenue,  other  than  the  plate  glass 
show  windows,  shall  be  finished  with  face  brick  and  archi¬ 
tectural  terra  cotta  or  stone  trimmings;  that  there  shall  be 
no  roof  signs  erected;  that  any  advertising  display  shall  be 
confined  to  the  plate  glass  show  windows;  that  there  shall 
be  no  gasoline  storage  equipment  installed  on  the  premises ; 
that  all  permits  necessary  for  the  prosecution  of  the  work 
shall  be  obtained  within  nine  months  and  the  building  com¬ 
pleted  within  eighteen  months  from  the  date  of  this  action. 

343-25-BZ. 

APPLICANT— Benjamin  Bag,  for  Bay  Ridge  Building 
Materials  Corporation,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  maintenance  of  a  building  material  storage 
yard. 

APPEASlfANCEsCCTED~244  68th  Street’  Brooklyn- 
For  Applicant:  None. 

F°r  Opposition:  Edward  Seelman. 

ACTION  OF  BOARD — Application  denied. 

1HE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent  .  ^ 

THE  RESOLUTION: 

...  (343-25-BZ) 

.  Whereas,  Benjamin  Bag,  for  Bay  Ridge  Building  Mate- 

underH^h  filed’  ^arch  3°’  1925’  an  aPPkcation, 

under  the  building  zone  resolution,  to  permit  in  a  residence 

district  the  maintenance  of  a  building  material  storage  yard  • 
premises  244  68th  street,  Brooklyn;  and 
Whereas  a  public  hearing  was  held  on  this  application 
.To-  n  koard  °f  standards  and  appeals,  at  its  special  meet- 

Rmii?-Ct0bfr+i9’  u2°’  ,aftrr  odue  notlce  by  Publication  in  the 
Bulletm  of  the  Board _ of .  Standards  and  Appeals;  and 

.  ''  HEREAS,  the_  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  68th  street  is  in  a  residence 
aistiict,  third  avenue  is  in  a  business  district  and  Bay  Ridge 
avenue  is  in  an  unrestricted  district ;  and 
Whekeas,  the  decision  of  the  superintendent  of  buildings 
rendered  March  6,  1925,  reads: 

“Proposition  to  continue  the  use  of  the  existing  build¬ 
ings  and  premises  for  building  supply  business.  ^Denied 

under  Art.  2,  Sec.  6  of  the  Zone  Resolution.”  • 
and  ’ 

Whereas,  the  premises  consist  of  a  plot  of  ground,  80  ft. 
by  145  ft  in  area,  upon  which  is  located  a  two-story  office 
building  (used  for  office  purposes)  and  four  sheds)  The 
rear  of  the  lot  extends  into  the  unrestricted  district  It 

ma?erialsSf  an°dUS£  ^  premises  for  the  stora^e  of  buiiding 

Whereas,  the  board  deemed  that  applicant  failed  to  estab- 
i.sh  hardship  under  section  21  of  the  building  zone  resolu¬ 
tion  and  there  was  vigorous  and  substantial  opposition  on 
the  part  of  affected  property  owners  to  the  granting  of 
the  application.  s 

.  Res, °^’ed.  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


1003-24-BZ. 

APPLICANT — David  Falconer,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
alteration  and  extension  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 185  Jamaica  avenue,  Asto¬ 
ria,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  David  Falconer. 

For  Opposition:  None. 

AC  I  ION  OP  BOARD — Application  granted  on  con¬ 
dition. 

CONDI1IONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  F  ire 

Chief  Kenlon  . . .  5 

Negative  .  0 

Absent  .  '  q 

THE  RESOLUTION: 

(1003-24-BZ) 

Whereas,  David  Falconer,  owner,  filed,  August  5,  1924, 
an  application,  under  the  building  zone  resolution,  to  permit 
m  a  business  district  the  extension  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles;  premises  185 
Jamaica  avenue,  Astoria,  Borough  of  Queens ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet- 
.  t°b^r  9,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Boarcf*  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 
mg  zone  resolution  show  that  Patterson  (Jamaica)  avenue 
Van  Alst  avenue  and  Ely  avenue  are  all  within  the  business’ 
district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  July  26,  1924,  reads: 

“1.  Extension  of  garage  for  more  than  five  (5)  mo¬ 
tor  vehicles  in  a  business  district  is  prohibited  by  the 
zone  law.  Not  examined  further.”; 

and 

^Whereas,  it  is  proposed  to  erect  a  one-story  25  ft.  by 
7a  ft.  brick  extension  at  the  rear  of  an  existing  garage  for 
more  than  five  (5)  motor  vehicles  and  to  use  the  whole 
101  the  storage  of  motor  trucks,  all  the  property  of  the 
owner  of  the  premises;  and 

Whereas,  the  board  deemed  that  applicant  established  his 
basis  of  appeal  under  section  7-e  of  the  building  zone  reso¬ 
lution  and  that  it  would  be  a  hardship  to  deny  the  applica¬ 
tion. 

Resolved  that  the  board  of  standards  and  appeals  does 
nereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution  and  that  the 
application  be  and  it  hereby  is  granted  on  condition  that 
the  proposed  extension  shall  be  limited  in  area  to  25  ft 
in  width  by  60  ft.  in  depth;  that  the  use  and  occupancy 
shall  be  restricted  to  motor  vehicle  trucks  operated  in  the 
conduct  of  the  business  of  the  owner  and  occupant  of  the 
premises ;  that  there  shall  be  no  signs  erected  on  the  pro¬ 
posed  extension ;  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  six  months 
and  the  building  completed  within  nine  months  from  the 
date  of  this  action. 


586-25-BZ. 

APPLICANT  Harrison  G.  Wiseman,  Magnuson  & 

CTTnmrKT,ei"ert’,f0r.L0uis  N‘  Jaffe-  owner- 
bUBJECI  —Application  (re:  decision  of  superintendent 

ot  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  building  for  store  and 
theatre  purposes. 

PREMISES  AFFECTED — 181-189  Second  avenue  and 
240-242  East  Twelfth  street,  Manhattan 
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APPEARANCES—  w 

For  Applicant:  Louis  N.  Jaffe,  Hugo  A.  Mag- 
nuson,  H.  G.  Wiseman  and  Miss  Oberstein. 
For  Opposition:  None. 

.CTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

;ONDITIONS — As  specified  in  resolution. 


HE  VOTE—  ,  ,  „ 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent  . 


THE  RESOLUTION: 

(586-25-BZ) 

Whereas,  Harrison  G.  Wiseman,  Magnuson  &  Kleinert, 
for  Louis  N.  Jaffe,  owner,  filed,  June  8,  1925,  an  applica¬ 
tion,  under  the  building  zone  resolution,  to  permit  in  a  resi¬ 
lence  district,  extending  from  a  business  district,  the  erec¬ 
tion  and  maintenance  of  a  building  for  store  and  theatre 
purposes;  premises  181-189  Second  avenue  and  240-242  East 
12th  street,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
.by  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  9,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Second  avenue  and  11th 
street  is  in  the  residence  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  2,  1925,  reads:  ,  . 

“1.  Inasmuch  as  the  lot  is  situated  partly  within  a 
residence  district  the  erection  of  a  building  for  theatre 
occupancy  is  prohibited  by  the  Building  Zone  Resolu¬ 
tion.  Art.  2,  Sec.  3.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  three  stories  in  height,  with  a  frontage  of  103 
ft.  and  a  depth  of  108  ft.  10  in.;  to  be  occupied  for  the¬ 
atre  and  store  purposes ;  the  building  extending  17  ft.  3 
in.  into  the  residence  district ;  and  . 

Whereas,  the  board  deemed  that  applicant  established  his 
basis  of  appeal  under  section  7-c  of  the  zoning  resolution 
and  there  was  no  opposition  on  the  part  of  affected  prop¬ 
erty  owners,  and  the  board  considered  the  variation  a  rea¬ 
sonable  one  with  the  safeguards  imposed. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution  and  that  the 
■  application  be  and  it  hereby  is  granted  on  condition  that 
the  building  to  be  erected  shall  not  exceed  a  one-story  struc¬ 
ture  in  height ;  that  there  shall  be  no  signs  or  advertising 
display  of  any  nature  or  description  permitted  on  the  12th 
street  side  of' the  structure ;  that  the  street  elevations  shall 
be  finished  in  face  brick  with  architectural  terra  cotta  or 
stone  trimmings  or  cut  stone ;  that  all  permits  necessary 
for  the  prosecution  of  the  work  shall  be  obtained .  within 
nine  months  and  the  building  completed  within  eighteen 
months  from  the  date  of  this  action. 


486-25-BZ. 

APPLICANT— Louis  A.  Sheinart,  for  Estate  of  George 
Friedland,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles. 
PREMISES  AFFECTED— 113-117  Chrystie  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Louis  A.  Sheinart  and  Isidore 
Cohen. 

For  Opposition:  Isidor  Cohn,  Lt.  John  H. 
y  O’Neill  and  Mr.  Finkelstein. 

ACTION  OF  BOARD— Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(486-25-BZ) 


Whereas,  Louis  A.  Sheinart,  for  "Estate  of  George 
Friedland,  owner,  filed,  May  8,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles;  premises  113-117 
Chrystie  street,  Manhattan ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  9,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board!  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Chrystie  street  is  in  a  busi¬ 
ness  district,  that  Broome  street  is  in  a  business  district 
and  that  Bowery  is  in  an  unrestricted  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  7,  1925,  reads: 

“1.  Proposed  garage  is  contrary  to  Art.  II,  Sec.  4 
of  the  Zone  Resolution.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  four  stories  in  height,  with  a  frontage  of  75  ft. 
and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  the  board  deemed  that  applicant  established  his 
basis  of  appeal  under  section  7-e  of  the  building  zone  reso¬ 
lution  and  it  would  be  a  hardship  to  deny  the  application. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  building  be  restricted  to  a  four-story  structure  and  shall 
be  strictly  fireproof  throughout;  that  the  gable  walls  shall 
be  unpierced  throughout  their  entire  height,  and  length ;  that 
a  legal  rear  yard  of  no  less  than  10  ft.  in  depth,  for  the 
entire  width  of  the  premises  at  the  rear,  shall  be  provided ; 
that  there  shall  be  no  ramps  installed  on  any  portion  of 
the  structure;  that  any  interfloor  operation,  for  the  use  and 
operation  of  motor  vehicles,  shall  be  by  elevator  service 
only;  that  there  shall  be  no  signs  erected  or  maintained  on 
the  premises,  other  than  one  projecting  electric  sign;  that 
no  roof  signs  shall  be  permitted;  that  any  gasoline  storage 
equipment  installed  shall  be  limited  to  two  tanks  not  to  ex¬ 
ceed  550  gallons  capacity  each ;  that  the  front  elevations 
shall  be  finished  in  face  brick,  with  architectural  terra  cotta 
or  stone  trimmings ;  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  months  and 
the  building  completed  within  eighteen  months  from  the  date 
of  this  action. 


455-25-BZ.  ,  „  ,, 

APPLICANT— Edward  P.  Doyle,  for  Gould  Mesereau 
Company. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  of  a  building  and  the  use  of  same  as 
a  factory. 

PREMISES  AFFECTED— North  side  of  Nott  avenue, 
90  ft.  east  of  Van  Alst  avenue,  Long  Island 
City,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS— As  specified  in  resolution. 


THE  VOTE—  ^  .  . 

Affirmative:  Chairman  Walsh,  Commission- 
ers  Connelly,  Flanagan  and  Guilfoyle....  4 

Negative  . . .  ® 

Absent:  Fire  Chief  Kenlon .  1 
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THE  RESOLUTION: 

(455-25-BZ) 

Whereas,  Edward  P.  Doyle,  for  Gould  Mesereau  Com¬ 
pany,  owner,  filed,  April  29,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district  the 
erection  of  a  building  and  the  use  of  same  as  a  factory ; 
premises  north  side  of  Nott  avenue,  90  ft.  east  of  Van 
Alst  avenue,  Long  Island  City,  Borough  of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet- 
October  9,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanving  the  build¬ 
ing  zone  resolution  show  that  Nott  avenue  is  in  the  busi¬ 
ness  district  and  13th  street  is  in  the  unrestricted  district  • 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  May  4,  1925,  reads : 

Erection  of  a  building  of  the  size  indicated  for  use 
as  a  factory  in  a  business  district  is  prohibited  by  the 
zone  law.”; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  225 
ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a  100  per  cent 
factory  building ;  and 

Whereas,  the  board  deemed  that  applicant  established  his 
basis  of  appeal  under  section  21  of  the  building  zone  resolu¬ 
tion,  and  that  the  granting  of  the  application  under  the  con¬ 
ditions  imposed  was  a  benefit  to  property  owners  adjacent, 
and  all  opposition  to  the  granting  of  the  application  having 
been  withdrawn. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  building  be  restricted  to  a  two-story  structure  above 
grade,  the  manufacturing  use  to  be  restricted  to  a  use  other 
than  those  specifically  prohibited  under  section  4  of  the 
building  zone  resolution ;  that  the  building  zone  requirements 
otherwise  shall  be  complied  with  in  all  respects  as  to  height, 
area  and  use;  that  the  facade  on  the  street  front  shall 
be  finished  with  face  brick,  limestone  or  architectural  terra 
cotta ;  that  a  return  drawing  of  proposed  elevation  show¬ 
ing  design  on  the  street  front  shall  be  submitted  to  this 
board  for  approval  before  submission  of  same  to  the  su¬ 
perintendent  of  buildings  for  final  consideration;  that  any 
chimney  stack  erected  in  conjunction  with  this  plant  shall 
be  located  at  the  extreme  rear  of  the  building  on  the  prem¬ 
ises;  that  all  necessary  permits  shall  be  obtained  within 
nine  months  and  the  building  completed  within  eighteen 
months  from  the  date  of  this  action. 


553-25-BZ. 

APPLICANT — South  Ozone  Park  Operating  Co.,  Inc., 
Samuel  Baker,  President. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  theatre  building. 
PREMISES  AFFECTED — Northwest  corner  Zuider 
and  Nebraska  avenues,  South  Ozone  Park,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant:  John  Caldwell  Myers,  John  L. 

Ackerson  and  Samuel  Baker. 

For  Opposition:  Daniel  F.  Nugent,  Fred  Buck 
and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh  and  Commis¬ 
sioner  Connell  . 

Negative:  Commissioners  Flanagan  and  Guil- 

foyle  . 

Absent:  Fire  Chief  Kenlon . . 


THE  RESOLUTION: 

(553-25-BZ) 

Whereas,  South  Ozone  Park  Operating  Company,  Inc., 
Samuel  Baker,  president,  owner,  filed,  May  27,  1925,  an  ap¬ 
plication,  under  the  birdding  zone  resolution,  to  permit  in  a 
residence  district,  extending  from  a  business  district,  the 
erection  and  maintenance  of  a  theatre  building;  premises 
northwest  corner  Zuider  and  Nebraska  avenues,  South 
Ozone  Park,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  9,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the.  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Zuider  avenue  is  a  business 
and  residence  district,  Nebraska  avenue  and  Yukon  avenue 
within  the  residence  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  May  25,  1925,  reads: 

.Erection  oV  a  business  building  extending  into  a 
residence  district  is  prohibited  by  the  zone  law  ”  * 
and 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  100 
ft.  and  a  depth,  of  170  ft.;  to  be  occupied  as  a  theatre, 
a  portion  extending  into  the  residence  district ;  and 
Whereas,  the  board  was  divided  in  opinion  as  to  the 
applicant  establishing  a  case  of  hardship  within  the  mean¬ 
ing  of  section  21  of  the  building  zone  resolution. 

.  Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it.  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 

CASES  DISMISSED. 

Building  Zone  Applications. 

The  chairman  called  attention  to  the  following  cases, 
where  notices  of  intention  to  appeal  were  offered  for 
fihng ;  but  where,  despite  notification  from  this  office,  papers 
have,  not  been  completed,  thus  tying  the  hands ’of  the 
administrative  official  in  the  performance  of  his  duty: 

(121-24-BZ) 

Filed  January  26,  1924— Premises  9004  Pleasant  street, 
Hollis,  Queens.  Order  of  the  fire  commissioner. 
Applicant,  William  Oetjen.  Dismissed  for  lack 
of  prosecutipn. 

(1448-24-BZ) 

Filed  December  9,  1924— Premises  east  side  of  Webster 
avenue,  123  ft.,  south  of  East  183rd  street,  The 
Bronx.  Decision  of  the  superintendent  of 
buildings.  Applicant,  George  Nordham.  Dis¬ 
missed  for  lack  of  prosecution. 

(49-25-BZ) 

Filed  January  12,  1925 — Premises  1601-1613  Crops^y 
avenue  and  8815-39  16th  avenue,  Brooklyn.  De¬ 
cision  of  the  superintendent  of  buildings.  Appli¬ 
cant,  Abraham  Propper.  Dismissed  for  lack 
of  prosecution. 

(92-25-BZ) 

Filed  January  22,  1925 — Premises  217-221-223  West  230th 
street,  The  Bronx.  Violation  order  of  the  super¬ 
intendent  of  buildings.  Applicant,  Arne  Dehli. 
Dismissed  for  lack  of  prosecution. 

(153-25-BZ) 

Filed  February  4,  1925— Premises  east  side  of  Old  Right 
of  Way  street,  180  ft.  north  of  84th  street, 
Brooklyn.  Decision  of  the  superintendent  of 
buildings.  Applicant,  Angelo  Adamo.  Dis¬ 

missed  for  lack  of  prosecution. 

(155-25-BZ) 

Filed  February  5,  1925— Premises  567  Drew  avenue, 
Brooklyn.  Order  of  the  fire  commissioner. 

Applicant,  George  Gorayeb.  Dismissed  for  lack 
of  prosecution. 
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(205-25-BZ) 

Filed  February  20,  1925 — Premises  737-743  Pennsylvania 
avenue,  Brooklyn.  Decision  of  the  superintend¬ 
ent  of  buildings.  Applicant,  Victor  Tria.  Dis¬ 
missed  for  lack  of  prosecution. 

(231-25-BZ) 

Filed  February  25,  1925 — Premises  49-59  Avenue  U, 
Brooklyn.  Decision  of  the  superintendent  of 
buildings.  Applicant,  Julian  V.  Carabba.  Dis¬ 
missed  for  lack  of  prosecution. 

(261-25-BZ) 

Filed  March  9,  1925 — Premises  2444-46  Coney  Island 
avenue,  Brooklyn.  Decision  of  the  superintend¬ 
ent  of  buildings.  Applicant,  Emil  Guterman. 
Dismissed  for  lack  of  prosecution. 


THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 


Whereas,  the  foregoing  applicants  have  filed  with  the 
board  of  standards  and  appeals  applications  under  the  build¬ 
ing  zone  resolution,  affecting  the  premises  in  question ;  and 
Whereas,  the  applicants  have  failed  to  complete  their 
papers,  though  duly  notified  to  do  so. 

Resolved,  that  the  applications  be  and  they  hereby  are 
dismissed  for  lack  of  prosecution. 


Adjourned  6:00  p.  m. 

Edward  V.  Barton,  Acting  Secretary. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  OCTOBER  13,  1925. 

Present:  Chairman  Walsh,  Commissioners  Flanagan, 
Guilfoyle,  Connell  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of 
Standards  and  Appeals,  held  on  Tuesday  morning, 
October  6,  1925,  and  the  minutes  of  the  regular  meet¬ 
ing  of  the  board  of  standards  and  appeals,  held  on 
Tuesday  afternoon,  October  6,  1925,  were  approved  as 
published  in  the  Bulletin,  No.  39,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
583-25-A. 

APPELLANT — Ferdinand  Tannenbaum,  for  General 
Box  Company,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 151-165  Kent  avenue, 

APPEARANCES— 

Brooklyn. 

For  Appellant:  Merwin  Lewis. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  November 
10,  1925,  at  10  a.  m.,  on  request  of  appellant’s 
representative. 


615-25-A. 

APPELLANT — Edward  P.  Doyle,  for  Queensboro 
Bridge  Loft  Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — Sunswick  street  and  Wil¬ 
bur  avenue,  Long  Island  City,  Queens. 

APPEARANCES— 

For  Appellant:  Edward  P.  Doyle. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Appeal  laid  over  to  October  27, 
1925,  at  10  a.  m.,  on  request  of  representative 
of  fire  department. 


278-25-A. 

APPELLANT — -The  Frank  A.  Munsey  Co.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 280  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  James  F.  Conway,  Jr. 

ACTION  OF  BOARD — Appeal  laid  over  to  November 
4,  1925,  at  10  a.  m.,  on  request  of  appellant’s 
representative. 


1462-24-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Spear  &  Co.,  owner. 


SUBJECT — Reopening — appeal  from  order  of  fire  com¬ 
missioner. 

PREMISES  AFFECTED — 186-188  Wooster  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  laid  over  to  October 
27,  1925,  at  10  a.  m.,  on  written  request. 


542-25-A. 

APPELLANT — Merrill  Drop  Hammer  Co.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1  Arnold  street,  southwest  cor¬ 
ner  of  Arctic  street,  Maspeth,  Borough  of  Queens. 
APPEARANCES— 

For  Appellant:  George  H.  Merrill. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(542-25-A) 

Whereas,  Merrill  Drop  Hammer  Company,  owner,  filed, 
May  26,  1925,  an  appeal,  with  the  board  of  standards  and 
appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  No.  1  Arnold  street,  southwest  corner  of  Arctic 
street,  Maspeth,  Borough  of  Queens ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
18,  1925,  reads: 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  *  * 
and 

Whereas,  the  building  is  non-fireproof,  one  and  two 
stories  in  height  having  a  frontage  of  118  ft.  on  Arnold 
street  and  a  frontage  of  112  ft.  on  Arctic  street,  approxi¬ 
mately  13,000  sq.  ft.;  OCCUPIED  as  a  machine  shop,  19 
persons  in  entire  premises ;  and 

Whereas,  appellant  contends  that  the  building  exceeds 
the  allowable  10,000  sq.  ft.  only  on  the  1st  story;  that 
the  building  is  low  in  height,  faces  on  two  street  fronts 
and  is  open  at  the  side  and  rear;  that  there  is  no  inflam¬ 
mable  material  used  in  the  premises  and  that  there  are  four 
city  fire  hydrants  and  a  fire  alarm  box  in  the  immediate 
vicinity. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  structure  shall  not  be  in¬ 
creased  in  height  or  area,  and  so  long  as  the  use  and  oper¬ 
ation  shall  be  confined  to  machinery  manufacturing  and  as¬ 
sembling. 
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566-25-A. 

APPELLANT — William  H.  Gompert,  for  Board'  of 
Education,  City  of  New  York,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 314-324  West  21st  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  James  J.  Sheridan. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(566-25-A)  ' 

Whereas,  William  H.  Gompert,  for  City  of  New  York, 
owner,  filed,  June  1,  1925,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  314-324  West  21st  street,  Borough  of  Manhattan; 
and 

W hereas,  the  order  of  the  fire  commissioner,  dated  March 
17,  1925,  reads: 

“Referring  to  your  application  dated  January  8,  1925, 
for  a  permit  to  store  and  use  liquified  chlorine  at  the 
aforementioned  address,  I  regret  to  inform  you  that 
your  application  for  such  permit  is  disapproved  for  the 
reason  that 

“1.  Storage  of  liquified  chlorine  in  a  building  occu¬ 
pied  as  a  school  is  not  permitted  by  Section  214-A4F, 
Chapter  10,  Code  of  Ordinances.” ; 
and 

Whereas,  the  building  is  fireproof,  five  stories  in  height, 
150  ft.  by  184  ft.  in  area;  OCCUPIED  as  a  public  school, 
approximately  560  persons  per  story ;  and 

Whereas,  appellant  contends  that  the  quantity  of  liquified 
chlorine  gas — used  for  purifying  the  water  in  the  swimming 
pool — is  limited  to  20  pounds;  that  it  is  properly  operated 
and  that  all  safeguards  have  been  provided  and  that  all 
of  the  equipment  is  located  in  the  pump  room  in  the  base¬ 
ment. 

Resolved,  that  the  order  erf  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  quantity  of  chlorine  stored  on 
the  premises  shall  be  restricted  to  one  20-pound  cylinder, 
said  cylinder  to  be  submerged  in  water  in  a  metal  reservoir 
of  not  less  than  55-gallon  capacity,  equipped  with  a  trip 
releasing  valve  on  water  supply  line;  said  reservoir  shall 
be  enclosed  in  a  4  in.  terra  cotta  partition  with  not  more 
than  one  opening  thereto,  equipped  with  rabbeted  door ;  and 
that  the  eqclosure  shall  be  vented  direct  to  the  outer  air 
by  a  duct  of  not  less  than  24  inches  square,  protected  with 
a  mesh  or  register  at  both  intake  and  outlet. 


580-25-A. 

APPELLANT — Globe  Automatic  Sprinkler  Co.,  for  R. 
W.  Realty  Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 189-195  Hudson  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  G.  W.  Spicer. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent .  n 


THE  RESOLUTION: 

(580-25-A) 

Whereas,  Globe  Automatic  Sprinkler  Co,,  for  R.  W 
Realty  Co.,  lessee,  filed,  June  5,  1925,  an  appeal,  with  the 
board  of  standards  and  appeals,  from  an  order  of  the  fire 
commissioner,  affecting  premises  189-195  Hudson  street  and 
1-3  Desbrosses  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner  reads: 

1.  Provide  a  local  electric  high  and  low  gravity 
tank  alarm  for  sprinkler  system.  Sec.  20,  Ch.  12 
Code  of  Ordinances.” ; 
and 

ulVrfAS;nth?  building  is  fireproof,  six  stories  in  height 
110  ft.  by  121  ft.  in  area;  OCCUPIED  as  a  telephone  ex¬ 
change  on  the  lowest  three  (3)  stories  and  as  a  shoe  com- 
pany  warehouse  above,  115  persons  above  the  2nd  story 
the  building  being  equipped  with  a  sprinkler  system-  and 
Whereas,  appellant  contends  that  in  lieu  of  the  local 
electric  high  and  low  gravity  tank  alarm,  that  there  is  pro¬ 
vided  a  mercury  gauge  device,  approved  by  the  factory  mu- 
ual  nre  insurance  companies,  which  is  superior  to  the  tell¬ 
tale  on  the  tank  in  so  much  as  it  is  not  affected  by  ice 
will  not  stick  and  can  be  conveniently  located. 

..  Resolved;  that  the  order  of  the  fire  commissioner  be  and 
denied^  1S  affirf*ed’  and  the  aPPeaI  be  and  it  hereby  is 

620-25-A. 

APPELLANT— Smith,  Townley  &  Chambers,  for 
Devinne  Press,  lessee. 

of  fire  commissioner. 

PREMISES  AFFECTED-393-399  Lafayette  street  and 

appearances!  urth  stree*'  Manhattan- 

■For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

CONmTTn\T?°^RD~4PPeaI  granted  on  condition. 
THEDVOTE^?~AS  Specified  in  resolution. 

Affirmative:  Chairman  Walsh,  Commission¬ 
er,5.  ?°^ne  ’  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  . " 

Absent . 

THE  RESOLUTION: .  ° 

.  (620-25-A) 

Pr^sHTe«i  T°wnley  and  Chambers,  for  DeVinne 

of  Standard?  a  H  ’  June,  15i  1925>  an  aPPea1’  widl  the  board 

missioner  aff  k  apPeaI-’  from  an  order  of  the  fire  com- 

Eas  4ffi £ r  Rg  PrT1SfSJ93;9  Lafayette  street  and  21-3 
East  4th  street,  Borough  of  Manhattan;  and 

25,  1925E1-eads^  °f  ^  ^  commissioner>  dated  May 

•  Insta11  a  standpipe  system  with  risers  4  inches 
diameter  Jested  to  withstand  a  pressure  of  300  lbs 
per  square  inch,  extending  from  cellar  to  roof,  with 
cieck  valves  and  2  y2  inch  regulation  Fire 

rplfar.  i  I  f  0I}  each  story  (including  basements, 
cellars,  and  roofs),  placed  within  main  stairway  enclo- 
sure  Each  outlet  to  be  provided  with  sufficient  feet 
and  *  2/*  mCh  standard  hose  attached  thereto.”; 

;na?Hr™F;AS’  puremjses.  consist  of  two  non-fireproof  build- 
6?h  ^d  7^nCte?  ^  honzontaI  exits  on  the  1st,  3rd,  4th, 
^r,TedrQothpSt0cn-S  Protected  by  fireproof  doors),  seven 
stories  (92  ft.  6  in.  average  height  of  gable)  in  height, 

aving  a  frontage  of  100  ft.  on  Lafayette  street  and  117  ft. 

®  “li  Ea$ ?•  4th  Street;  OCCUPIED  as  a  tenant  factory- 
/S  y  prmtll!£I— 136  persons  above  the  1st  story  in  the 
^layette  street  section  and  69  persons  above  the  1st  story 
in  the  East  4th  street  section;  and 

unrLfEr!fS’\Ta  S™ilar  a?peal  was  panted  by  the  board 

budL^  °-  19i3'17:A’  in  view  of  the  fa^  that  the 
buiWing_  is  equipped  with  a  100  per  cent  sprinkler  system, 

in  onor  fire  alarm  signal  system  and  the  occupancy  lim- 
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ited  to  100  persons  above  the  1st  story  in  either  section 
at  any  one  time;  and 

Whereas,  appellant  contends  that  the  exit  capacities  are 
far  in  excess  of  the  actual  number  of  persons  employed, 
and  requests  permission  of  the  board  to  permit  the  in¬ 
creased  and  existing  occupancy  of  136  persons  in  the 
Lafayette  street  section. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  herebv  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  building  shall  be  equipped 
with  an  approved  sprinkler  system  in  accordance  with  the 
rules  of  the  board  of  standards  and  appeals  for  existing 
sprinkler  systems;  that  an  interior  fire  alarm  system,  with 
central  office  connection  shall  be  maintained;  that  the  use 
shall  remain  substantially  unchanged;  and  that  the  occu¬ 
pancy  of  structure  shall  not  exceed  fifty  (50)  persons  on 
any  one  floor. 

623-25-A.  ,  w.  . 

APPELLANT-— James  W.  Byrnes,  tor  Minzusanna, 

Inc.,  owner.  .  . 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 34-40  South  First  street, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  James  W.  Byrnes. 

For  Administration:  Inspector  Maher  of  fire 

department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  .  . 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Connell  and  Fire  Chief 

Kenlon  . 4 

Negative:  Commissioner  Guilfoyle  .  1 

Absent .  0 

THE  RESOLUTION: 

(623-25-A) 

Whereas,  James  W.  Byrnes,  for  S.  Monday  &  Son, 
lessee,  filed,  June  17,  1925,  an  appeal,  with  the  board  of 
standards  and  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  34-40  South  1st  street,  Brooklyn; 

i  and  .  .  .  T 

Whereas,  the  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  29,  1925,  reads: 

“1.  Provide  iron  shutters  at  all  openings  in  the  ex¬ 
terior  wall  above  1st  story,  which  are  distant  and  in  a 
direct  line  less  than  30  ft.  from  any  opening  in  any 
other  building  and  not  in  the  same  plane  with  said 
openings  and  which  are  not  more  than  50  ft.  above 
a  neighboring  roof  at  east  side  of  building,  or  other 
approved  protection,  as  per  Sec.  375,  Art.  18,  Chap. 
5  of  the  Code  of  Ordinances.”; 


568-25-A. 

APPELLANT— James  F.  Egan,  for  Peerless  Unit  Ven¬ 
tilation  Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— Southeast  corner  of  Hulst 
street  and  Skillman  avenue,  Long  Island  City, 
Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  James  F.  Egan. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(568-25-A) 

Whereas,  James  F.  Egan,  for  Arnold  Levien,  owner, 
filed,  June  2,  1925,  an  appeal,  with  the  board  of  standards 
and  appeals,  from  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  at  the  southeast  corner  of  Skillman  avenue 
and  Hulst  street,  Long  Island  City,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
March  16,  1925,  reads: 

“3.  Install  an  approved  4  in.  standpipe  tested  to 
withstand  a  pressure  of  300  lbs.  per  square  inch.  Plans 
and  specifications  to  be  submitted  and  approved  by  the 
Fire  Department  before  the  above  work  may  be  com¬ 
menced.  Sec.  581,  Chap.  5,  Code  of  Ord.” ; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  (16 
ft.)  in  height,  having  a  frontage  of  161  ft.  on  Hulst  street 
and  a  frontage  of  108  ft.  10  in.  on  Skillman  avenue  (ap¬ 
proximately  14,000  sq.  ft.  in  area)  ;  OCCUPIED  as  a  fac¬ 
tory  for  manufacturing  sheet  metal  specialties,  and  also 
a  paint  shop ;  and 

Whereas,  appellant  contends  that  the  boiler  room  (lo¬ 
cated  in  the  cellar  and  having  no  direct  entrance  to  the  1st 
story)  is  isolated  from  the  rest  of  the  premises  by  8  in. 
of  concrete;  that  the  paint  shop  is  separated  from  the  rest 
of  the  premises  by  a  4  in.  plaster  block  partition ;  that 
the  building  is  low  in  height,  accessible  from  two  street 
fronts  and  that  there  are  three  city  fire  hydrants  in  the 
immediate  vicinity. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  building  shall  not  be  increased 
in  height  or  area,  and  so  long  as  the  present  use  and  oper¬ 
ation  of  business  remains  substantially  unchanged,  that  is, 
the  manufacturing  and  assembling  of  sheet  metal  products. 


and 

Whereas,  the  building  is  non-fireproof,  four  and  five 
stories  in  height,  97  ft.  by  81  ft.  in  area.  OCCUPIED. 
Cellar,  storage,  1  person;  1st  floor,  stable,  paper  box  mfg., 
10  persons  (part  vacant)  ;  2nd  floor,  laboratory,  shipping 
and  offices,  6  persons;  3rd  floor,  mfg.  shoes,  34  persons; 
4th  floor,  mfg.  shoes,  27  persons ;  5th  floor,  dresses,  25  per¬ 
sons  ;  and 

Whereas,  there  are  three  (3)  windows  on  the  3rd,  4th 
and  5th  stories  within  50  ft.  of  the  roof  of  a  neighboring 
building  to  the  east ;  and  .  . 

Whereas,  appellant  contends  that  the  premises  is  equipped 
with  a  sprinkler  and  fire  alarm  system  and  also  supervised 
by  a  watchman  patrol  at  all  times  and  that  the  adjoining 
building,  forming  the  exposure,  is  fireproof,  equipped  with 
sprinkler  system,  and  that  there  is  but  one  skylight  (fire¬ 
proof)  in  the  roof.  .  . 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  long  as  adjoining  building  to  the  east  shall 
not  be  increased  in  height,  area  or  dimensions  and  shall  re¬ 
main  one  story  in  height. 

I 


190-25-A. 

APPELLANT — S.  S.  Kresge  Co.,  lessee. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 526  Fulton  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  R.  M.  Kearns  and  E.  W.  Haack. 
For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  . 

Negative  . 

Absent  . . . 

THE  RESOLUTION: 

(190-25-A) 

Whereas,  S.  S.  Kresge  Co.,  lessee,  filed,  February  17, 
1925,  an  appeal,  with  the  board  of  appeals,  from  a  deci¬ 
sion  of  the  fire  commissioner,  affecting  premises  526  Fulton 
street,  Brooklyn ;  and 


t095 


O  O 


MINUTES 


Whereas,  the  decision  of  the  fire  commissioner,  ren¬ 
dered  November  1,  1924,  reads: 

“1.  The  building  being  over  forty  feet  in  height, 
a  gravity  tank  of  at  least  3,500  gallon  capacity  must 
be  provided.  Boiler  of  tank  must  be  twenty  feet  above 
the  roof.”; 
and 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
basement  in  height,  45  ft.  on  Fulton  street,  135  ft.  on  Grove 
place  by  140  ft.  (irregular),  11,520  sq.  ft.  in  area;  OC¬ 
CUPIED  as  offices,  storage  and  salesrooms;  EQUIPPED 
with  a  sprinkler  system;  and 

Whereas,  the  appellant  has  submitted  plans  to  the  fire 
department  for  the  installation  of  a  standpipe  system;  and 
Whereas,  the  appellant  claims  the  building  is  only  ten 
inches  more  in  height  where  a  gravity  tank  is  not  required  ; 
that  the  existing  sprinkler  system  is  fed  from  two  street 
mains ;  that  the  minimum  water  pressure  is  40  pounds  per 
square  inch ;  that  the  standpipe  system  is  installed  and  meets 
with  all  the  requirements  of  the  fire  commissioner,  except 
as  to  tank,  and  requests  the  board  to  be  relieved  of  pro¬ 
viding  a  gravity  tanl^ 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  only  so  far  as  it  affects  the  installation  of  grav¬ 
ity  tank,  on  condition  that  not  less  than  a  4  in.  street  main 
connection  shall  be  installed;  and  that  the  installation  of 
standpipe  otherwise  shall  comply  with  the  rules. 


1 370-24-A. 

APPELLANT — E.  H.  Barbe,  for  U.  S.  E.  Corporation, 
lessee. 

SUBJECT — Application  for  extension  of  permit — appeal 
from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 296-322  Vernon  avenue, 
Long  Island  Citv,  Borough  of  Queens. 
APPEARANCES— 

For  Appellant:  E.  H.  Barbe. 

ACTION  OF  BOARD — Appeal  reopened  and  permit 
granted  for  ninety  days  from  date  of  this  action, 
on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION: 

(1370-24-A) 


Whereas,  U.  S.  E..  Corporation,  lessee,  filed,  November 
19,  1924,  an  appeal,  with  the  board  of  appeals,  from  a  de¬ 
cision  of  the  fire  commissioner,  affecting  premises  296-322 
Vernon  avenue,  Long  Island  City,  Borough  of  Queens;  and 
Whereas,  the  decision  of  the  fire  commissioner,  Alt.  App. 
No.  2421-24,  dated  November  12,  1924,  reads: 

“1.  Burner  must  be  of  a  type  approved  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  162  ft.  by  200  ft.,  irregular  in  area;  OCCUPIED 
for  the  manufacture  of  auto  bumpers ;  and 
Whereas,  it  is  proposed  to  install  a  fuel  oil  burning  sys¬ 
tem,  consisting  of  a  1,500-gallon  fuel  oil  tank,  a  Viking 
pump,  Tate-Jones  burners  and  the  necessary  valves  and  pip¬ 
ing:  to  be  used_  for  the  heat  treatment  of 'metal;  and 
Whereas,  this  appeal  was  granted  bv  the  board  at  its 
meetings,  April  14,  1925,  and  July  28,  1925,  for  a  temporary 
period,  and  appellant  requested  an  extension  of  the  time 
limit  set. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted' ,  restricting  the  use  and  operation  of  the  burner 
to  industrial  operation  of  annealing  and  metal  treating  fur¬ 
naces,  including  the  use  of  the  Viking  pump,  on  condition 
that  all  moving  parts  of  the  pump  in  contact  with  the  oil 


shall  be  of  bronze  or  brass;  that  the  fuel  oil  installation 
otherwise  throughout  shall  comply  with  the  fuel  oil  rules 
of  the  board  of  standards  and  appeals;  and  that  all  neces¬ 
sary  permits  shall  be  obtained  within  ninety  (90)  days 
from  date  of  this  action. 


BUILDING  ZONE  CASES. 

495-25-BZ. 

APPLICANT — Henry  Nordheim,  for  Katie  Stauder- 
raann,  owner. 

SUBJEC1 — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration,  extension  and  change  of  occu¬ 
pancy  in  part  from  a  residence  use  to  a  business 
use. 

PREMISES  AFFECTED — 722  East  175th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Charles  J.  Herson. 

ACTION  OF  BOARD — Application  laid  over  to  No¬ 
vember  4,  1925,  at  10  a.  m.,  on  request  of  ob¬ 
jectors’  representative. 


O  I  D  ZL . 


Conroy,  for  O’Hara  Realty 


APPLICANT — Gardiner 
Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 507-511  Flatbush  avenue 
and  1118-1122  Washington  avenue,  Brooklyn. 
APPEARANCES— 

For  Applicant:  Gardiner  Conroy. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  Octo¬ 
ber  20,  1925,  at  10  a.  m.,  on  request  of  applicant. 


i<0-2o -hSZ. 

APPLICANJ — Walter  B.  Wills,  for  Frank  Hartman, 
owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1219-1223  Putnam  avenue, 
Brooklyn. 

APPEARANCES— None. 

ACTION  Oh  BOARD — Application  laid  over  to  No¬ 
vember  4,  1925,  at  2  p.  m.,  No  appearance. 


532-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Menick  Holding 
Co.,  Inc.,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  theatre  building. 

PREMISES  AFhECTED  —  868  Flatbush  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  A.  R.  Kellegren. 

ACTION  OF  BOARD — Application  laid  over  to  No¬ 
vember  4,  1925,  at  10  a.  m.,  on  request  of  appli¬ 
cant. 


487-25-BZ.  v 

APPLICAN  I — Louis  A.  Sheinart,  for  Charles  J.  Ryan, 
owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
°?  buildings)  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  district  the 
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erection  and  maintenance  of  a  garage  for  the  506-25-BZ. 

storage  of  more  than  five  (5)  motor  vehcles.  APPLICANT— William  F.  Doyle,  for  Ferdinand  Curth, 

PREMISES  AFFECTED  —  1309-1313  65th  street,  owner. 

Brooklyn.  SUBJECT — Application  (re:  decision  of  superintendent 

APPEARANCES _  of  buildings)  to  permit  in  a  residence  district  the 

For  Applicant:  Louis  A.  Sheinart.  erection  and  maintenance  of  a  garage  for  the 

For  Opposition:  Alderman  James  F.  Kiernan  storage  of  more  than  five  (5)  motor  vehicles, 

and  others.  PREMISES  AFFECTED — 229-233  Marion  street,  Brook- 

ACTION  OF  BOARD — Application  withdrawn.  lyn. 

THE  VOTE  TO  WITHDRAW—  APPEARANCES— 

Affirmative:  Chairman  Walsh,  Commission-  For  Applicant:  William  F.  Doyle, 

ers  Connell,  Guilfoyle  and  Flanagan  and  For  Opposition:  Eugene  Sziklay. 

Fire  Chief  Kenlon  .  5  ACTION  OF  BOARD — Application  granted  on  con- 

Negative  .  0  dition. 

AKcpnt  .  0  CONDITIONS — As  specified  in  resolution. 

.  THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission- 

491-25-BZ.  ers  Connell,  Flanagan  and  Guilfoyle....  4 

APPLICANT — Edwin  W.  Crumley,  for  Carlo  De  Luca,  Negative:  Fire  Chief  Kenlon .  1 

owner.  Absent  .  0 

SUBJECT — Application  (re:  decision  of  superintendent  THE  RESOLUTION: 

of  buildings)  to  permit  in  a  residence  district  the  (506-25-BZ) 

alteration  and  change  of  occupancy  in  part  from  Whereas,  William  F.  Doyle,  for  Ferdinand  Curth,  owner, 
a  residence  use  to  a  business  use.  filed,  May  13,  1925,  an  application,  under  the  building  zone 

PREMISES  AFFECTED — 1413  Needham  avenue,  The  resolution,  to  permit  in  a  residence  district  the  erection 

Bronx.  and  maintenance  of  a  garage  for  the  storage  of  more  than 

APPEARANCES _  five  motor  vehicles;  premises  229-233  Marion  street,  Bor- 

For*  Applicant:  Edwin  W.  Crumley.  ough  of  Brooklyn;  and  ... 

For  Opposition-  None.  Whereas,  a  public  hearing  was  held  on  this  application 

ACTION  OF  BOARD— Application  granted  on  con-  by  the  board  of  standards  and  appeals,  at  its  regular  meet- 

jjljon  ing,  October  13,  1925,  after  due  notice  bv  publication  in  the 

CONDITIONS— As  specified  in  resolution.  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

THE  VOTE _  Whereas,  the  use  district  maps  accompanying  the  build- 

Affirmative:  Chairman  Walsh,  Commission-  ing  zone  resolution  show  that  Marion  street  is  in  a  resi- 

ers  Connell,  Guilfoyle  and  Flanagan  and  denc?  district  and  that  Ralph  avenue  and  Howard  avenue 

Tmt-p  rhi’pf  Kpnlnn  5  are  in  business  districts ;  and 

..  . .  o  Whereas,  the  decision  of  the  superintendent  of  buildings, 

®The  RESOLUTION* .  “Proposition  contrary  to  the  zone  resolution,  Art.  2, 

Whereas,  Edwin  W.  CruWcyBfor  Carlo  De  Luca,  owner,  "The  erection  of  a  public  garage  for,  more  than  five 

filed,  May  11,  1925,  an  application,  under  the  building  zone  motor  \ehiclcs  in  a  residential  district.  , 

resolution,  to  permit  in  a  residence  district  the  alteration  the  existing  building  is  of  non-fireproof  con- 

and  change  of  occupancy  m  part  from  a  residence  use  to  ;  onc  storv  in  height,  with  a  frontage  of  25  ft. 

a  business  use;  premises  1413 ‘  fV£™e -  north  side  ^  f(  at  rear  ;md  a  depth  of  100  ft.;  to  be  occupied 

Whemsas, °a  public  bearing  was  held  on  this  application  “  garage  for  the  storage  of  more  than  five  motor  vehicles; 

IllV  October'  VS  lS  atte/due^otfee’ by'  publicSon  in  The  Whereas,  applicant  filed  82  per  cent  of  consents  of  af- 
B|«».  of  the  Board  of  S^  ^P|^;»d  person  Tp'- 

ing  ?onReEAresol utioT  fhow  that  Needham  ‘  avenue  Oaklev  P^ri'tg  m.  objection  was  satisfied  as  to  the  conditions  of 

Tvenue  and  Rsh  avenue  are  all  in  residence  districts;  and  safeguard  ""posed  by  the  board  and  w.thdrew  hts  objec- 

Whereas.  the  decision  of  the  superintendent  of  butldtngs,  '°%esoh,ei  tha,  ,he  board  of  standards  and  appeals  docs 

rendered  April  17,  1*~>,  reac  s .  •,  hereby  make  a  variation  in  the  application  of  the  use  dis- 

“1.  Proposed  occupancy  for  bus, ness  use  m  res, dence  ,ric,  (e(,„,ations  of  „,0  buildi„g  'z'one  resolution,  and  that 

district  unlawful.  ,  the  application  be  and  it  hereby  is  granted  on  condition  that 

Where -vs  the  existing  building  is  of  non-fireproof  con-  the  substitution  of  present  non-conforming  use  to  that  o  f 

whereas,  me  cxiMing  uui  b  r  _ r  r.  public  garage,  specifically  that  the  existing  building  shall 

struction,  two  stories  1  ,  from  a  residence  use  not  be  altered,  extended  or  increased  in  height,  area  or 

and  a  depth  of  50  ft.,  to  b  g  -  dimensions;  that  no  additional  building  be  erected  on  these 

to  a  business  use;  ana  f  nf  i  non  feel  premises;  that  any  advertising  display  on  these  premises 

of'lHonUge  SSfaS5r&0.Sv.0f«B^ito  *>"  be  restricted  and  limited  fo  the  plate  glass  show- 

and  the  board  deemed  tha,  granting  a  tem-  S' fnT  £%£%%£  ££ 

P°aSmLrLre=  of  standards  and  appeals  does  -that  now  existing  on  the  premises,  in- 

hereby  make  a  variation  in  the  application  of  the  use  dis-  stalled  or  permitted.  _ 

trict  regulations  of  the  building  zone  resolution,  and  that  0 

'APPLICANT— William  A.  Lacerenra,  for  Samuel 

thTTushtess'1  conducted1  on*  TesirtoS  SUBJECrT-ApSon  (re;  decision  of  superintendent 

o retafl ^  stationery  store  and  candv  store,  confined  to  the  of  butldtngs)  to  permit  the  extension  from  a 

basement  story  front  room:  and  that  this  permission  shall  business  district  into  a  residence  district  of  a 

^granted  for  a  temporary  period  only  of  two  year,  from  proposed  budding  to  be  used  for  business  pur- 

the  date  of  this  action.  P""*  <dance  hall>- 
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PREMISES  AFFECTED— 1062  St.  Johns  place, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Nathan  April  and  Samuel  Klein. 
For  Opposition:  Bridget  Gartland,  George 
Eggers,  Susan  Eggers,  J.  R.  Thompson  and 
Ed  L.  Kelly. 

AC  I  ION  Oh  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Commissioner  Connell  and  Fire 

Chief  Kenlon  .  2 

Negative:  Chairman  Walsh,  Commissioners 

Flanagan  and  Guilfoyle  .  3 

Absent .  0 

THE  RESOLUTION: 

(555-25-BZ) 

Whereas,  William  Lacerenza,  for  Samuel  Klein,  owner, 
filed,  May  29,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  the  extension  from  a  business  district 
into  a  residence  district  of  a  proposed  building  to  be  used 
for  business  purposes  (dance  hall)  ;  premises  1062  St.  Johns 
place,  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  October  13,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  St.  Johns  place  and  Kingston 
avenue  are  in  business  districts,  and  that  Lincoln  place  is 
in  a  residence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  May  39,  1925,  reads: 

“Building  extends  into  a  residence  district,  contrary 
to  Zoning  Resolution.” ; 

and 

Whereas,  the  premises  consist  of  a  non-fireproof  one- 
story  and  mezzanine  motion  picture  theatre,  50  ft.  by  115 
ft.  in  area,  and  also  of  an  open-air  motion  picture  theatre, 
100  ft.  by  50  ft.  in  area;  it  is  proposed  to  cover  part  of 
the  open-air  theatre  and  also  a  portion  of  the  back  of  the 
theatre;  to  alter  the  theatre  and  use  the  premises  as  stores, 
banquet,  hall  and  guests’  ballroom  as  accessories  to  a  cater¬ 
ing  business,  leaving  a  6  ft.  yard  along  rear  of  lot ;  the  pro¬ 
posed  building  extends  into  the  residence  district  for  a  dis¬ 
tance  of  14  ft.;  and 

Whereas,  there  was  vigorous  opposition  by  property  own¬ 
ers  immediately  affected  and  a  majority  of  the  board  deemed 
the  granting  of  the  application  unwarranted. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


570-25-BZ. 

APPLICANT — Michael  Pellegrino,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  district  the 
erection  and  maintenance  of  five  (5)  buildings,  to 
be  used  for  stores  on  the  first  story  and  dwell¬ 
ings  above. 

PREMISES  AFFECTED — Northwest  corner  of  Ave¬ 
nue  U  and  Ocean  avenue,  Brooklyn 
APPEARANCES— 

For  Applicant:  Michael  Pellegrino. 

For  Opposition:  Harry  Hoffert,  Mrs.  Esther 
Chasan  and  Mrs.  Sheck. 

ACIIOL  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and"  Guilfoyle....  4 

Negative  .  q 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION:  . 


(570-25-BZ) 

Whereas,  Michael  Pellegrino,  owner,  filed,  June  2,  1925, 
an  application,  under  the  building  zone  resolution,  to  permit 
partly  in  a  business  district  and  partly  in  a  residence  district 
the  erection  of  five  (5)  buildings,  to  be  used  for  stores 
on  the  1st  story  and  as  dwellings  above ;  premises  northwest 
corner  of  Ocean  avenue  and  Avenue  U,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ly  October  13,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Ocean  avenue  is  in  a  residence 
district,  and  that  Avenue  U  from  a  point  100  ft.  east  and 
west  of  Ocean  avenue  is  in  a  business  district;  and 
Whereas,  the  decisions  of  the  superintendent  of  build¬ 
ings,  rendered  May  19,  1925,  read: 

1  he  erection  of  stores  in  a  residential  district  is 
contrary  to  the  Zone  Resolution,  Art.  II,  Sec.  3.”; 
and  a  similar  decision  rendered  on  premises  north  side  Ave¬ 
nue  U,  36  ft.  6^4  in.  west  of  Ocean  avenue;  and 
Whereas,  the  premises,  111  ft.  6^4  in.  on  Avenue  U 
and  100  ft  on  Ocean  avenue,  consists 'of  five  non-fireproof 
buildings,  four  being  two  stories  in  height,  and  the  corner 
building  being  three  stories  in  height;  the  premises  extend 
-1  ft.  6%  in.  into  the  business  district,  the  remainder  being 
in  the  residence  district ;  it  is  proposed  to  use  the  premises 
1st  story  for  stores  and  dwellings  above;  and 
Whereas,  the  board  deemed  that,  with  safeguarding 
conditions  for  the  protection  of  adjacent  and  affected  proo- 
erty  owners,  the  granting  of  the  application  was  a  reason¬ 
able  adjustment  under  the  provisions  of  sections  7-c  and 
21  ot  the  building  zone  resolution. 

Resolved  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution,  and  that  the 
application  be  and  it  hereby  is  granted  on  condition  that 
the  structure  shall  set  back  from  the  building  line  on  the 
Ocean  avenue  front  at  least  10  ft;  that  the  business  use 
shall  be  confined  and  restricted  to  the  1st  story  or  street 
floor,  with  cellar  accommodations  incidental  thereto,  that 
there  shall  be  no  openings  on  the  Ocean  avenue  front  for 
the  use,  operation  or  conduct  of  business  of  any  nature  or 
description;  that  the  street  elevations  shall  be  finished  with 
face  brick  and  architectural  terra  cotta  or  stone  trimmings, 
other  than  the  show  windows  on  the  Avenue  U  frontage; 
that  there  shall  be  no  signs  or  advertising  display  of  any 
nature  or  description  permitted  on  the  Ocean  avenue  front 
of  the  building;  that  any  advertising  on  the  Avenue  U 
ront  shall  be  restricted  to  the  plate  glass  show  windows 
ot  the  stores ;  that  the  Ocean  avenue  wall  shall  return  and 
be  maintained  at  the  corner  with  a  pilaster  or  pier  not  less 
than  12  in.  face  on  the  Avenue  U  front;  that  the  sills  of 
any  windows  to  the  corner  store,  on  the  Ocean  avenue  front, 
shall  be  not.  less  than  8  ft.  above  the  curb  level ;  that  a 
return  drawing  of  the  proposed  elevation  on  the  Ocean 
avenue  front  shall  be  submitted  to  this  board  for  approval 
as,  [-0  de.slSn  before  being  submitted  to  the  superintendent 
of  buildings;  that  all  permits  necessary  for  the  prosecution 
ot  the  work  shall  be  obtained  within  nine  months  and  the 
building  completed  within  eighteen  months  from  the  date 
of  this  action. 


560-25-BZ. 

APPLICANT— Charles  Kreymborg  &  Son,  for  Cerussi 
Contracting  Co.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  the  extension  from  an 
unrestricted  district  into  a  business  district  of  a 
proposed  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 4583  Third  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Charles  Kreymborg. 

For  Opposition:  None. 
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MINUTES 


ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  „  .  . 

Affirmative:  Chairman  Walsh,  Commission- 

5ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 

Negative  . • .  ® 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(560-25-BZ) 

Whereas,  Charles  Kreymborg,  for  Cerussi  Contracting 
Company,  owner,  filed,  May  29,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  the  extension  from 
an  unrestricted  district  into  a  business  district  of  a  pro- 
posed  garage  for  the  storage  of  more  than  hve  motor  \<_- 
hicles ;  premises  4583  Third  avenue,  Borough  of  The  Bronx ; 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  October  13,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  bund¬ 
ing  zone  resolution  show  that  I  hird  avenue  is  in  an  un¬ 
restricted  district;  that  Bathgate  avenue  is  in  a  business 
district  and  Lorillard  place  is  in  a  business  district  ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 

rendered  May  12,  1925,  reads:  . 

“8.  Proposed  extension  of  public  garage  in  business 

district  contrary  to  Zoning  Resolution.  ; 

afl Whereas,  it  is  proposed  to  alter  three  one-story  non- 
fireproof  buildings  on  a  lot  having  a  frontage  of  112  ft. 
on  Third  avenue  and  a  maximum  depth  of  197  ft.,  into  a 
public  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles  ;  two  of  the  existing  buildings  are  now  public  ga¬ 
rages  and  a  rear  building,  50  ft.  by  70  ft.  in  area,  is  used 
as  a  marble  yard;  an  irregular  portion  of  the  rear  building 
extends  into  the  business  district  for  a  distance  of  34  ft. 

6  in.,  the  remainder  of  the  premises  being  in  the  unre¬ 
stricted  district;  and  .  ,  ,  (  (u„ 

Whereas,  the  board  deemed  that  the  granting  of  th 
appeal  was  a  reasonable  application  of  the  provisions  of 
section  7-c  of  the  building  zone  resolution. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use ;  distric 
regulations  of  the  building  zone  resolution,  and  that  the 
application  be  and  it  hereby  is  granted  on  condition  that 
the  rear  and  gable  walls  within  the  business  area  shal 
be  unpierced  throughout  their  entire  height  and  length 
and  that  all  necessary  permits  shall  be  obtained  within  sixty 

(60)  days. 

863  25~BZ 

APPLICANT — Francis  L.  Archer,  for  Empire  Investors 
Corporation,  William  G.  Murphy,  President, 

SUBTECT — Application  (re:  decision  of  superintendent 
J  of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  business  building. 
PREMISES  AFFECTED— 660  Fifth  avenue,  Manhat¬ 
tan. 

APPEARANCES—  .  _  .  ,  c 

For  Applicant:  Francis  L.  Archer,  S.  S.  Men¬ 
ken  and  Peter  Grimm. 

For  Opposition:  Edward  T.  Corcoran  How¬ 
ard  Hasbrook,  DeCoursery  Fales,  William 
Solomon,  James  W.  Osborn,  Emery  Hof- 
meister,  Hobart  Davis  and  others. 
ACTION  OF  BOARD— Application  granted  on  con¬ 
dition.  .  . 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE _ 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  . ;••••••• .  . 

Absent:  Fire  Chief  Kenlon .  1 


THE  RESOLUTION: 

(863-25-BZ) 

Whereas,  Francis  L.  Archer,  for  Empire  Investors  Cor¬ 
poration,  owner,  filed,  August  26,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict,  extending  from  a  business  district,  the  erection  and 
maintenance  of  a  business  building;  premises  660  Fifth  ave¬ 
nue,  Manhattan;  and  .  ... 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  October  13,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  .district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fifth  avenue  is  in  a  busi¬ 
ness  district;  that  West  52nd  street  is  in  a  residence  dis¬ 
trict  and  that  West  53rd  street  is  in  a  residence  district; 

Whereas,  the  decision  of  the  superintendent  of  buildings, 

rendered  August  14,  1925,  reads: 

“1.  Business  use  encroaches  upon  residence  district 
contrary  to  the  provisions  of  Section  3  of  the  Building 
Zone  Resolution.” ; 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  30  stories  in  height,  with  a  frontage  of  100  ft. 
and  a  depth  of  160  ft.  and  167  ft.,  irregular;  to  be  oc¬ 
cupied  as  a  business  building;  and  . 

Whereas,  the  board  deemed  that  the  granting  of  this 
application  under  safeguarding  and  restrictive  conditions 
for  the  protection  of  other  affected  property  was  a  reason¬ 
able  application  of  the  provisions  of  section  7-c  of  the 
building  zone  resolution. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution,  and  that  the 
application  be  and  it  hereby  is  granted  on  condition  that 
a  side  court  of  not  less  than  8  ft.  in  width  shall  be  pro¬ 
vided  at  the  extreme  westerly  end  of  the  plot  for  its  entire 
depth;  that  the  business  use  throughout  the  building,  other 
than  the  1st  and  basement  stories,  shall  be  restricted  exclu¬ 
sively  to  the  conduct,  operation  and  use  of  executive  offices, 
with  no  manufacturing  use  or  occupancy  in  any  part  or 
portion  of  the  building;  that  the  1st  story,  and  the  cellar 
incidental  to  the  use  of  the  1st  story,  shall  be  restricted 
to  the  conduct  and  operation  of  stores  of  a  retail,  mer- 
cantile  character  or  to  the  conduct  and  operation  of  a  bank¬ 
ing  business  authorized  by  the  state  or  federal  laws ;  that 
there  shall  be  no  service  exit  or  entrance  for  commercial 
operation  within  the  residence  use  area  of  these  premises 
on  52nd  street  front  beyond  125  ft.  of  the  Fifth  avenue 
frontage  •  that  there  shall  be  no  show  windows,  business 
or  commercial  display  within  the  residence  use  area  of 
the  premises ;  that  any  windows  below  the  roof  level  of 
the  adjoining  premises  to  the  west,  in  the  westerly  gable 
wall  shall  be  glazed  with  translucent  glass ;  that  there  shall 
be  no  signs  or  advertising  display  on  or  in  any  window 
or  on  any  portion  of  the  rear  and  westerly  gable  walls 
and  no  wall  signs  or  advertising  of  any  description ;  that 
there  shall  be  no  signs  or  advertising  display  on  the  52nd 
street  front  of  the  building  within  the  residence  use  area ; 
that  the  requirements  of  the  building  zone  resolution  sha 
be  complied  with  in  all  other  respects ;  that  a  permits J  nec¬ 
essary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  work  of  building  carried  to 
completion  without  unnecessary  interruption  or  delay. 

3 1  26  ^ 

APPLICANT — William  F.  Doyle,  for  Luke  Kilgannon, 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  alteration  and  extension  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles 
PREMISES  AFFECTED— East  side  James  street,  136 
ft.  north  of  Cornaga  avenue,  Borough  of  Queens. 

APPEARANCES—  .  _  _  , 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 
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MINUTES 


ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 

Negative  .  q 

Absent:  Fire  Chief  Kenion.  ......  i 


THE  RESOLUTION: 


THE  RESOLUTION: 

(531-25-BZ) 

fii^HAErREASooWilliam  R  DoyIe’  for  Luke  Kilgannon,  owner, 
filed  May  22,  1925,  an  application,  under  the  building  zone 

resolution,  to  permit  in  a  business  district  the  alteration  and 
extension  of  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  east  side  James  street,  136 
it.  north  of  Cornaga  avenue,  Queens;  and 

u  ,uHTAS’,  a  Pubbc,  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet- 
Pgi,  ?.ctobfr  ,13>  I925.  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  James  street  (Beach  19th 
street)  is  m  a  business  district;  that  Mott  avenue  is  in 
a  busmess  district  and  that  Cornaga  avenue  is  in  a  business 
district ;  and 

Whereas  the  decision  of  the  superintendent  of  buildings 
rendered  May  5,  1925,  reads:  ’ 

“Contrary  to  the  Building  Zone  resolution,  in  that 
a  garage  for  more  than  five  cars  may  not  be  extended 
into  a  business  district.”; 
and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  50  ft.  and 
a  depth  of  100  ft. ;  occupied  as  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles;  and 

Whereas  the  board  deemed  that  denial  of  this  application 
wou  d  be  a  hardship  because  of  the  non-conforming  use  ex- 
lsting  on  the  premises  at  the  time  of  the  adoption  of  the 
building  zone  resolution. 

Resolved  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution,  and  that  the 
application  be  and  it  hereby  is  granted  on  condition  that 
the  proposed  extension  shall  be  restricted  to  a  one-storv 
structure  in  height,  not  exceeding  the  roof  elevation  of 
the  existing  and  abutting  structures  which  are  part  and 
parcel  of  the  same  premises;  that  the  exterior  walls  of  this 
proposed  extension  shall  be  unpierced  throughout  their  en- 
tne  height  and  length ;  that  all  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  within  nine  months 
and  the  building  completed  within  eighteen  months  from 
the  date  of  this  action. 


979-24-BZ. 

APPLICANT  Barnett  &  Mintz,  for  I.  &  A.  Holding 
Corp.,  owner. 

SUBJECT— Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  resi¬ 
dence  district  the  erection  and  maintenance  of 
three-story  dwellings  to  be  used  for  store  pur- 
poses  on  the  first  story. 

PREMISES  AFFECTED— 6914-6932  Fourth  avenue 

Brooklyn.  ’ 

APPEARANCES— 

For  Applicant:  Benjamin  Mintz. 

Tor  Opposition:  None. 

ACTION  OF  BOARD— Application  reopened  and  mod- 
r'rA-\TT^T'^TCA^?o  £ranted  on  condition. 

in  resolution. 

THE  \  OTE  TO  REOPEN  AND  TO  MODIFY _ 

Affirmative:  Chairman  Walsh,  Commission- 

NegatfveC°nne  ’  F  anagan  and  Guilfoyle....  4 
Absent :  Fire  Chief  Kenion !  .* *  ’ '  ‘  ‘  ‘ '  ‘ J 


(979-24-BZ) 

Whereas,  William  F.  Doyle,  for  Ulysses  G.  Church 
owner,  filed,  July  28,  1924,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  three-story  dwellings  to  be  used 

Fourth?6  pUrp°pes  the  lst  story;  premises  6914-6932 
bourth  avenue,  Brooklyn;  and 

h  ?,HE?EAS’  a  public  hearing  was  held  on  this  application 
m??6  f+°ar<n  °f  appeals’  at  lts  regular  meeting,  October  21 
S/  eQtdUe/°i,Ce  by  publication  in  the  Bulletin  of  the 
Board  of  Standards  and  Appeals;  and 

.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fourth  avenue  and  Oving- 
ton  avenue  are  residence  districts  and  Bay  Ridge  avenue  is 
a  business  district;  and  c  1S 

Whereas  the  decision  of  the  superintendent  of  buildings 

14274-24  leads8’  ^  “  aCtmg  °n  N'  B<  APPlication  No! 

Building  with  stores  in  a  residence  district  is  con- 

lution  °  SeCtl°n  3  °f  Artide  2  °f  the  Bldg-  Zone  Res°- 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
®‘r“Ctlon’  thr.ee  s.tories  in  height,  with  a  frontage  of  162 
ft.  10 H  m.  and  a  depth  of  57  ft.  2  in.;  to  be  occupied  as 

story m|ndn  ^  UPP6r  tW°  stories  and  stores  in  the  1st 

Whereas  owing  to  the  proximity  of  the  existing  garage 
the  board  deemed  there  would  be  hardship  in  preventing 
and  leant  from  makm&  the  proposed  use  of  the  premises; 

Whereas,  this  application  was  granted  by  the  board  of 
appeals  at  its  meeting  October  21,  1924,  on  certain  condi- 
ditions,  and  owner  requested  a  modification  of  the  con¬ 
ditions  as  to  the  rear  wall. 

Resolved  that  the  board  of  standards  and  appeals  does 
hereby -  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution,  and  that  the  ap- 
p  'cation  be  and  it  hereby  is  granted  only  so  far  as  it  af¬ 
fects  the  1st  story  and  basement  on  the  Fourth  avenue  front 

above°WtheITstthft  Tn°f  the  entire  pr°P°sed  building 
above  the  1st  story  shall  be  restricted  to  conforming  resi- 

limhed  f"ne^that  b,US,ness  use  sha11  be  restricted  and 
limited  to  stores  for  the  conduct  of  retail  business  per- 

S'  thJ  4;  art,;;k  2  °f.the  buildins zone  res°IU- 

.’  at  the  street  wall  on  Ovmgton  avenue  front  shall 

nue  hS  V  fteCr  (15)  JL  northerIy  from  the  Ovington  ave- 

ffier  fromn?hemn:-anr  that  therer  shaI1  be  a  return  brick 
?  the  °Jm§ton  avenue  front  of  at  least  sixteen 
(16)  inches  on  Fourth  avenue  elevation;  that  the  Fourth 

ing” other °th an Hfi  \  °vin?t°n  avenue  front  of  the  build¬ 
ing,  other  than  the  show  windows,  shall  be  finished  in  face 

b"Cakct?"d  yCh,eC,tU^  C0,,a  °r  trimmings  of 

attractive  architectural  design;  that  any  openings  on  the 

Ovmgton  avenue  elevation,  1st  story,  shall  be  ?esffiicted 
the?  mr6  an1  ope,ratlon  of  the  residential  occupancy  of 
advertising’-  * ^  fthere  sba11  be  no  commercial  display  or 
th^Own?™??  r°f  or  description  permitted  on 

si^ns  nr!  v.enue  front;  that  any  commercial  display 

restricted  tl  n^T  °n  Fourth  avenue  front  shall  be 
sto  v  tlt  tlf?6  Sh°T  windows  of  the  stores  on  the  lst 

coatl’of  lilht  cnTar  °f-  premises  sha]I  be  finished  with  three 
,  °  j  b&ht  color  paint,  composed  of  linseed  oil  and  white 

that’  the  wornk  TuV  With  5rick  ^'ointing  dust  color ; 
at  the  work  shall  be  started  within  ten  (10)  davs  and 

medtaTelV'on3  hdaVlt  Y™  ShaI!  be  made  to  this  boald 

ffigs  in  the  lts  completion ;  that  there  shall  be  no  open- 

wkhin  the  n We  f ly  /?le  waI1  except  0Penings  on  and 
that  all  Perm -°rpe  y  °f  the  owner  of  these  premises;  and 

shall  he  oh?  fces.llr.y  %  the  prosecution  of  the  work 
shall  be  obtained  within  nine  months  and  the  building 

completed  within  eighteen  months  from  the  date  of  this 
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577-25-BZ. 

APPLICANT— Bandler,  Haas  &  Collins,  for  212  West 
72nd  Street  Corp.,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a 
residence  and  “B”  area  district  extending  from 
a  business  district  the  alteration  and  extension 
of  a  building  to  be  used  in  part  for  business 
purposes,  also  the  omission  of  a  rear  yard  as 
required  by  the  building  zone  resolution. 
PREMISES  AFFECTED— 212  West  72nd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Samuel  Rosenblum  and  John 
F.  Collins. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  mod¬ 
ification  granted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  MODIFY— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle.  . . .  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(577-25-BZ) 


Whereas,  Bandler,  Haase  &  Collins,  for  212  West  72nd 
Street  Corp.,  owner,  filed,  June  4,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  district 
and  “B”  area  district,  extending  from  a  business  district, 
the  alteration  and  extension  of  a  building  to  be  used  in 
i  part  for  business  purposes,  also  the  omission  of  a  rear 
yard  as  required  by  the  building  zone  resolution ;  premises 
212  West  72nd  street,  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  September 
8,  1925,  after  due  notice  by  publication  in  the  Bulletin  of 
•  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  72nd  street  and  71st  street 
are  residence  use  and  “B”  area  districts  and  Broadway  is 
a  business  use  and  “B”  area  district;  and 
1  Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  22,  1925,  in  acting  on  Alt.  App.  No.  1042-25, 

|  reads : 

“2.  In  a  residence  district  a  building  devoted  to  a 
use  not  permitted  in  such  district  may  not  be  extended. 
Section  6  of  the  Building  Zone  Resolution. 

“3.  Provide  rear  yard  as  required  by  Section  16-b 
of  the  Building  Zone  Resolution  for  residence  dis¬ 
tricts.”  ; 
and 

>  Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  five  stories  in  height,  with  a  frontage  of  25  ft. 
and  a  depth  of  65  ft.  and  81  ft.  (irregular)  ;  occupied  store 
and  dwelling ;  it  is  proposed  to  erect  a  one-story  rear  ex- 
!  tension  25  ft.  by  37  ft.  2  in.  covering  the  entire  yard,  to 
be  used  as  a  real  estate  office ;  and 
Whereas,  it  appears  that  the  difference  in  grade  between 
71st  street  and  72nd  street  brings  the  roof  of  the  proposed 
extension  approximately  5  ft.  above  the  yard  level  of  71st 
street  property  and  there  are  adjoining  business  uses  to 
the  east;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting  September  8,  1925,  on  certain  conditions,  and 
applicant  requested  a  modification  of  these  conditions  as 
to  the  height  of  rear  extension. 

Resolved,  that  the  board  of  standards  and  appeals  does 
herebv  in nice  a  z'ariation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  the  height  of  the  extension  shall  not  exceed  approxi- 
.  mately  13  ft.  to  the  top  of  the  roof,  and  in  depth  21  ft.  2 
in.  at  the  easterly  gable  and  37  ft.  2  in.  at  westerly  gable ; 
that  the  rear  and  gable  walls  shall  be  unpierced  except 


where  opening  within  light  courts  on  property  in  the  same 
ownership  and  premises ;  that  the  use  and  occupancy  shall 
be  limited  and  restricted  *to  executive  offices  in  conjunc¬ 
tion  with  the  existing  real  estate  business  now  conducted 
on  the  premises;  and  that  all  necessary  permits  shall  be 
obtained  within  90  days  and  the  work  completed  within 
six  months  from  date  of  this  action. 


1559-22-BZ. 

APPLICANT— York  &  Sawyer,  for  Manhattan  Eye, 
Ear  &  Throat  Hospital,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  V/i 
times  height  district  the  extension  of  the  front 
wall  of  an  existing  building  without  a  set-back 
to  a  height  exceeding  the  limit  set  by  the  build¬ 
ing  zone  resolution. 

PREMISES  AFFECTED— 208-216  East  64th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  Paul  B.  Tuz. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  reopened  and  ex¬ 
tension  of  time  to  complete  work  granted. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  TO  EXTEND 
TIME— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(1559-22-BZ) 

Whereas,  York  &  Sawyer,  for  Manhattan  Eye,  Ear  & 
Throat  Hospital,  owner,  filed,  December  26,  1922,  an  ap¬ 
plication,  under  the  building  zone  resolution,  to  permit  in 
a  \l/2  times  height  district  the  extension  of  the  front  wall 
of  an  existing  building  without  a  set  back  to  a  height  ex¬ 
ceeding  the  limit  set  by  the  building  zone  resolution;  prem¬ 
ises  208  to  216  East  64th  street,  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  February 
20,  1923,  after  due  notice  by  publication  in  the  Bulletin 
of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  height  district  maps  accompanying  the 
building  zone  resolution  show  that  64th  and  63rd  streets 
and  Third  avenue  are  lj4  times  height  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  December  6,  1922,  in  acting  on  Alt.  App.  No. 
9893-22  reads  * 

“1.  Building  will  exceed  height  permitted  by  Sec¬ 
tion  9  of  Zone  Resolution.”; 

and 

Whereas,  the  existing  building  is  of  fireproof  construc¬ 
tion,  six  stories  in  height,  with  a  frontage  of  118  ft.  and 
a  depth  of  98  ft. ;  occupied  as  a  hospital ;  and 

Whereas,  it  is  proposed  to  extend  the  building  in  height 
by  the  addition  of  three  stories  and  a  pent  house;  and 
'  Whereas,  applicant  contends  that  there  would  be  extreme 
hardship  in  preventing  him  from  erecting  the  additional 
stories  as  the  building  was  originally  designed  for  a  ten- 
storv  building;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meetings  February  20,  1923,  and  October  28,  1924,  on 
certain  conditions,  and  applicant  requested  a  modification  of 
the  time  limit  set  and  an  extension  of  time  in  which  to 
complete'  the  work. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  height  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is-  granted  as  to  height  re¬ 
striction  onlv  on  condition  that  all  permits  necessary  for 
the  prosecution  of  the  work  be  obtained  within  one  year 
and  the  building  completed  within  one  year  from  the  date 
of  this  action. 
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AREA  FIXED. 

(696-25-BZ) 

The  chairman  presented  and  read  a  communication 
from  William  F.  Doyle,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage; 
premises  northwest  corner  of  Grandview  avenue  and 
Ralph  street,  Ridgewood,  Queens. 

The  following  area  was  approved  by  the  board: 


Both  sides  _  of  Grandview  avenue  from  Grove 
street  to  a  point  400  feet  west  of  proposed  garage' 
both  sides  of  Ralph  street  from  Forest  avenue  to  a 
point  200  feet  south  of  Grandview  avenue;  also  the 
easterly  side  of  Bleeker  street  from  Grandview 
avenue  to  a  point  150  feet  north  of  Grandview  ave¬ 
nue. 


Adjourned,  2:20  p.  m. 

_ _ _ James  O’Connor,  Secretary. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING.  PRFMTSFq  a  FJ7Trr'rrrrr> 

TUESDAY  AFTERNOON,  OCTOBER  13,  1925.  "  11  SES^AFTECTED—461-4^  10th  avenue,  Alan- 

Present:  Chairman  Walsh,  Commissioners  Connell,  'APPFARAMrE? 

Guilfoyle,  Flanagan  and  Fire  Chief  Kcnlon.  ‘  For  PefidLer:  A.  G.  Carrell. 

,  PETITIONS  FOR  VARIATION  For  ,Administrati°n:  Inspector  Maher  of  fire 

380-25-S  '  department. 

PETITIONER — Croker  National  Fire  Prevention  Engi-  ACTWN27  C?S».B2^R,?_Petiti°n  laid  °vrer  to  0ctober 
„  neering  Co,  for  Manhattan  Bed  Co,  owner.  ’  ’  at  2:30  p‘  m’’  on  recluest  of  petitioner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  614-25-S 

PREMISES  C°  AFFECTED-  125  Nostrand  avenue,  SUB  I ECTN  Va^affon'oM  °wner-s-  ,  . 

Brooklyn.  suiijiiCl  Variation  of  labor  law  as  cited  in  order  of 

APPEAR  A  NCFS _  ^  “re  commissioner. 

For  Petitioner:  None.  PREMISES^  AFFECTED~~1166  Garrison  avenue,  The 

For  Administration:  Inspector  Maher  of  fire  APPEARANCES _ 

ACTION  OF  Soar’d — Petition  laid  over  to  October  I"  aT-T  ,-Non,\ 

27,  1925,  at  2:30  p.  m,  on  request  of  petitioner.  department011  =  InSpeCt°r  Maher  of  fire 

406-25-S'.  AC  i  ION  OF  BOARD — Petition  laid  over  to  October 

PETITIONER — Cullen  &  Dykman,  for  Acorn  Insu-  2<’  1925,  at  2:30  P'  m’’  on  re(luest  of  petitioner. 

lated  Wire  Company,  owner.  413-25-S 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of  PFTTTinMFP  t  ~ 

fire  commissioner.  1  ^  ,  R  James  B.  Fisher  Company,  for  Ed- 

PREMISES  AFFECTED — 178-192  Sullivan  street,  SUBTFCT  t?rennfa?’  °w?er- 

Brooklyn.  aULJECl  Variation  of  labor  law  as  cited  in  order  of 

APPEARANCES _  _  "re  commissioner. 

For  Petitioner:  T.  J.  Shea.  PREMISES  AFFECTED  — 473-485  Kent  avenue, 

FOrdApda?tmentati0n:  InSPeCt°r  Maher  °f  fire  APPEARANCES- 

ACTION  OF  BOARD-Petition  laid  over  to  October  £  P^oner:  H.  F  Smaltz. 

27,  1925,  at  2:30  p.  m,  on  request  of  petitioner.  Department*100"  ^nspector  Maher  of  fire 

62-25-S.  CONmTTnNT<?0AARD~^etition  granted  on  condition. 

PETITIONER— Isaac  Menline,  for  Lane  Bryant,  Inc.  THFDvnTTfNS~As  specified  in  resolution. 

OTTT,T_  and  Estate,  of  Albert  Malsin,  lessees.  . 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  rmative:  Chairman  Walsh,  Commission- 

of  superintendent  of  buildings.  ers  Connell  Flanagan,  Guilfoyle  and  Fire 

PREMISES  AFFECTED— 24-30  West  39th  street,  NeJ?  KenIon  .  5 

Manhattan.  Negative  .  g 

APPEARANCES— None.  mu  17  . 0 

ACTION  OF  BOARD-Petition  laid  over  to  October  ™E  RESOLUTION.- 

2-,  1925,  at  2:30  p.  m,  on  request  of  petitioner.  Whereas  Tt.rr.rso  n  _v^13_25-S) 

-  WHEREAS,  James  B.  Fisher  Co,  for  Edward  H  Brennan 

265-25-S.  owner  filed,  April  16,  1925,  a  petition,  with  the  board  of 

PETITIONER— Abraham  J.  Halpern,  for  Dian  Build-  ®tandards  and  appeals,  for  variation  from  the  requirements 
ing  Corp,  owner.  ’  tbe  Iabor  !aw>  a*  cited  in  order  of  fire  commissioner, 

SUBJECT— Variation  of  labor  law  as  cited  in  decision  ^VHMEAS^he'oSer48^  ^  avenue>  Brooklyn;  and 
of  superintendent  of  buildings.  w  her] eas  the  order  of  the  fire  commissioner  reads: 

PREMISES  AFFECTED  233-235  West  26th  street,  Man-  closure ^he  frnnf  ^  h  gIaSS  ?  Stair  hal1  en' 

hattan.  uosure  at  the  front  of  building  on  each  story  not  to 

APPEARANCES— None.  ^eed  ?°  .ST  in-  on  any  one  floor,  nor  more  than 

ACTION  OF  BOARD-Petition  laid  over  to  October  u  SqL m'  ,in  any  one  pane,  as  per  sec.  271  of  labor 

27,  1925,  at  2:30  p.  m,  on  request  of  petitioner.  Board" 0/' Stands  * If  ^ndustrial  Code,  amended  by 

-  ,,  a  a™  °*  Standards  and  Appeals,  April  1st,  1923  ”* 

592-25-S  ana 

PETITIONER— Westinghouse  Elec.  &  Mfg  Co  lessee  heMit^ruf'  is  fil\eProof>  eleven  stories  in 

SUBJECT— Variation  of  labor  law  as  cited 'in  order  of  as  ^  tenant  by.12,1  ft*  in  area>‘  OCCUPIED 

fire  commissioner.  4Jr  c  actor-v  (Principally  paper  box  manufacture), 

34o  persons  above  the  1st  story;  the  10th  and  11th  stories 
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•lg  vacant  at  present;  EQUIPPED  with  a  sprinkler 
tern  and  a  fire  alarm  signal  system.  EXITS:  Two  in- 
ior  fireproof  stairways,  extending  from  the  1st  story 
the  roof,  enclosed  in  fireproof  partitions  with  two  fire 
>rs  at  each  opening,  one  a  swinging  door  with  wire 
ss  panel  and  the  other  an  automatic  sliding  door ;  and 
vVhereas,  petitioner  contends  that  the  presence  of  the 
omatic  fire  doors  at  the  openings  in  the  stair  hall  en¬ 
sure  obviates  the  danger  which  might  occur  due  to  the 
ss  panel  in  the  doors  in  question. 

Resolved,  that  the  board  of  standards  and  appeals  does 
•eby  make  a  variation  from  the  requirements  of  the  la 
■  law,  and  that  the  petition  be  and  it  hereby  is  granted 
condition  that  the  openings  shall  be  equipped  with  an 
omatic  sliding  door  in  addition  to  the  self-closing  door, 
1  that  the  building  shall  comply  with  the  requirements 
the  labor  law  in  all  other  respects. 


(-25-S. 

iTITIONER — G.  A.  Fitting,  for  Frangold  Realty  Co., 

owner. 

BJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

tEMISES  AFFECTED — 10  West  56th  street,  Man¬ 
hattan. 

’PEARANCES— 

For  Petitioner:  George  A.  Fitting. 

For  Administration:  Inspector  Maher  of  fire 
department. 

'TION  OF  BOARD — Petition  granted  on  condition. 
1NDITIONS — As  specified  in  resolution. 

IE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(488-25-S) 

Whereas,  G.  A.  Fitting,  for  Frangold  Realty  Company, 
ner,  filed,  May  8,  1925,  a  petition,  with  the  board  of 
ndards  and  appeals,  for  variation  from  the  requirements 
the  labor  law,  as  cited  in  an  order  of  the  fire  commis- 
•ner,  affecting  premises  10  West  56th  street,  Borough 
!  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 

!  )ril  20,  1925,  reads: 

“1.  Enclose  the  interior  stairway  at  front  of  build¬ 
ing  serving  as  a  required  means  of  exit,  and  the  land- 
'  ings,  platforms  and  passageways  connecting  therewith  on 
all  sides  with  partitions  of  fire  resisting  material  extend¬ 
ing  continuously  from  the  1st  story  to  3  feet  above 
the  roof  *  *  *. 

“2.  Enclose  the  interior  stairway  at  rear  of  build- 
i  ing  serving  as  a  required  means  of  exit,  and  the  land¬ 
ings,  platforms  and  passageways  connecting  therewith 
on  all  sides  with  partitions  of  fire  resisting  material 
extending  continuously  from  the  basement  to  3  feet  above 
the  roof,  *  *  *. 

“Note: — Among  the  defects  noted  on  this  enclosure 

and  stairway :  . 

“No  passageway  enclosed  in  fire  resisting  material 
leading  to  the  street  from  same.  Iron  beam  support- 
1  ing  elevator  machinery  within  enclosure  at  roof  level 
i  obstructs  means  of  reaching  roof  for  occupants  who 
would  have  to  climb  over  same  or  cross  underneath 
same  to  get  on  roof.” ; 
d 

Whereas,  the  building  is  fireproof,  six  stories  and  base¬ 
st  in  height,  25  ft.  by  73  ft.  11  in.  in  area.  OCCUPIED: 
isement,  office  and  stores;  1st  and  2nd  stories,  hat  sales- 
om;  3rd  story,  dwelling  and  studio;  4th,  5th  and  6th 
Dries,  designing  and  factory,  168  persons  above  the  1st 
Ary.  EXITS:  Two  interior  fireproof  stairways;  front 
, airway  extending  from  1st  to  top  story;  rear  stairway 
tending  from  1st  story  to  roof ;  the  front  stairway  be- 
g  open  on  the  1st  and  2nd  stories  and  above  enclosed 


in  brick  and  terra  cotta  partitions  with  fire  doors  at  open¬ 
ings;  the  rear  stairway  is  enclosed  in  terra  cotta  parti¬ 
tions  with  fire  doors  at  openings;  this  stairway  terminates 
at  the  rear  of  the  premises ;  and 

Whereas,  petitioner  proposes — at  the  top  story — to  ex¬ 
tend  the  rear  stairway  over  the  elevator  beams  by  means 
of  iron  steps  and  gooseneck  ladders,  making  same  continu¬ 
ous  to  the  roof,  and  contends  that  the  rear  stairs  termi¬ 
nate  in  basement,  where  there  is  a  fireproof  passageway 
to  the  street. 

Resolved ,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  1,  on  condition  that  automatic  sliding  fire¬ 
proof  doors  shall  be  provided  on  the  1st  story,  separating 
the  rear  portion  from  the  front,  and  that  direct  egress 
from  the  stairway  through  the  foyer  shall  be  maintained 
as  now  existing;  granted,  as  to  Item  No.  2,  on  condition 
that  any  windows  and  all  doors  along  the  course  of  the 
passageway  shall  be  made  fireproof,  self-closing,  and  that 
the  room  in  the  extension  adjoining  the  rear  stairs  shall 
be  enclosed  in  fire  retarding  material,  any  openings  therein  to 
be  protected  with  fireproof  self-closing  doors  or  windows; 
and  granted  only  so  long  as  the  conditions  as  to  occupancy 
and  use  remain  substantially  unchanged. 


492-25-S. 

PETITIONER — Schwartz  &  Gross,  for  Broome  Street 
Realty  Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  Abb  EC  I  ED — 241-245  West  36th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Alfred  A.  Tearle. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

N  egative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(492-25-S) 

Whereas,  Schwartz  &  Gross,  for  Broome  Street  Realty 
Corporation,  owner,  filed,  May  11,  1925,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from 
the  requirements  of  the  labor  law,  as  cited  in  a  decision 
of  the  superintendent  of  buildings,  affecting  premises  241- 
245  West  36th  street,  Borough  of  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  6,  1925,  reads : 

“6.  *  *  *  fireproof  windows  must  have  panes  not 

exceeding  720  square  inches  each;  also  said  windows 
must  be  self-closing.”; 
and 

Whereas,  the  building  is  fireproof,  sixteen  stories  in 
height,  55  ft.  6  in.  by  98  ft.  9  in.  in  area  at  1st  story ; 
OCCUPIED  as  a  factory  building,  70  persons  on  each 
story;  EQUIPPED  with  a  sprinkler  system.  EXITS: 
Two  interior  fireproof  stairways,  extending  from  the  1st 
story  to  roof,  enclosed  in  fireproof  partitions  with  fire 
doors  at  openings ;  and 

Whereas,  the  petitioner  proposes  to  install  front  windows 
at  1st,  2nd  and  3rd  stories  to  be  part  stationary  and  part 
pivoted,  glazed  with  %  in.  thick  plate  glass ;  maximum  sizes, 
1st  story  8  ft.  10  in.  by  14  ft.  2  in.,  2nd  and  3rd  stories 
7  ft.  6  in.  by  8  ft.  4  in.,  instead  of  automatic  self-closing 
windows,  with  lights  not  exceeding  720  square  in.  as  re¬ 
quired  by  the  labor  law;  and 

Whereas,  the  petitioner  claims,  if  compelled  to  comply 
strictly  with  the  labor  la\y  with  regard  to  front  windows 
on  the  first  three  stories,  that  the  architectural  design 
would  be  marred;  he  further  contends  that  all  other  win¬ 
dows  throughout  the  building  will  be  installed  according  to 
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law,  and  requests  the  board  to  permit  the  installation  of 
the  windows  as  proposed. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  windows  on  the  street  front 
of  the  three  (3)  lower  stories,  on  condition  that  all  open¬ 
ings  shall  be  equipped  with  metal  frames  and  sash,  glazed 
with  polished  plate  glass,  not  less  than  *4  in.  in  thickness, 
and  that  the  requirements  of  the  labor  law  shall  be  com¬ 
plied  with  in  all  other  respects. 


493-25-S. 

PETITIONER — Schwartz  Bros.,  for  251  West  37th 
Street,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 540-552  Eighth  avenue  and 
265-267  West  37th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Alfred  A.  Tearle. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  . ' .  0 

Absent .  o 


THE  RESOLUTION: 

(493-25-S) 

Whereas,  Schwartz  &  Gross,  for  251  West  37th  Street, 
Inc.,  Abraham  Bricken,  president,  owner,  filed,  May  11, 
1925,  a  petition  for  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  a  decision  of  the  superintendent  of 
buildings,  affecting  premises  540-552  Eighth  avenue  and 
265-267  West  37th  street,  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  28,  1925,  reads: 

“1.  Windows  should  be  constructed  to  conform  to 
Section  264,  Labor  Law.  No  pane  may  exceed  720 
square  inches  in  area.” ; 
and 

Whereas,  the  building  is  fireproof,  23  stories  in  height, 
98  ft.  9  in.  by  100  ft.  in  area  at  1st  story;  OCCUPIED 
as  a  factory  building,  115  persons  on  each  story;  EQUIP¬ 
PED  with  a  sprinkler  system.  EXITS  :  Two  interior  fire¬ 
proof  stairways  extending  from  the  1st  story  to  roof ;  en¬ 
closed  in  fireproof  partitions  with  fire  doors  at  openings; 
and 

Whereas,  the  petitioner  proposes  to  install  front  windows 
at  1st,  2nd  and  3rd  stories  to  be  part  stationary  and  part 
pivoted,  glazed  with  %  in.  thick  plate  glass,  maximum  size 
8  ft.  by  7  ft.  on  each  story,  instead  of  automatic  self-clos¬ 
ing  windows,  with  lights  not  exceeding  720  sq.  in.  as  re¬ 
quired  by  the  labor  law;  and 

Whereas,  the  petitioner  claims  that,  if  compelled  to  com¬ 
ply  strictly  with  the  labor  law  with  regard  to  front  win¬ 
dows  on  tbe  first  three  stories,  the  architectural  design  would 
be  marred;  he  further  contends  that  all  other  windows 
throughout  the  building  will  be  installed  according  to  law, 
and  requests  the  board  to  permit  the  installation  of  the  win¬ 
dows  as  proposed. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  windows  on  the  street  front  of  the 
three  (3)  lower  stories,  on  condition  that  all  openings  shall 
be  equipped  with  metal  frames  and  sash,  glazed  with  pol¬ 
ished  plate  glass  not  less  than  %  in.  in  thickness  and  that 
the  requirements  of  the  labor  law  shall  be  complied  with 
in  all  other  respects. 


541-25-S. 

PETITIONER- — Merrill  Drop  Hammer  Co.,  owner. 
SUBJECT — -Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 1  Arnold  street,  southwest  cor¬ 
ner  of  Arctic  street,  Maspeth,  Borough  of  Queens. 
APPEARANCES— 

For  Petitioner:  George  H.  Merrill. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  q 

Absent .  q 

THE  RESOLUTION: 


(541-25-S) 

Whereas,  Merrill  Drop  Hammer  Company,  owner,  filed, 
May  26,  1925,  a  petition,  with  the  board  of  standards  and 
appeals,  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  an  order  of  the  fire  commissioner,  affecting 
premises  No.  1  Arnold  street,  southwest  corner  of  Arctic 
street,  Maspeth,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Mav 
8,  1925,  reads : 

‘1.  Provide  an  additional  means  of  exit  remote  from 
interior  stairway  as  per  rule  3,  Board  of  Standards 
and  Appeals,  adopted  July  29,  1924.”; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  118  ft.  by  112  ft.  in  area,  there  being  a  second  story 
at  the  Arctic  street  front  38  ft.  by  112  ft.  in  area.  OC¬ 
CUPIED:  1st.  story,  machine  shop,  15  persons;  2nd  story, 
4  persons.  EXITS  (from  the  2nd  story)  :  An  interior 
open  wooden  stairway  extending  from  the  1st  to  2nd  story 
and  also  an  outside  wooden  stairway  extending  from  the 
2nd  story  to  an  open  yard  at  the  south  sid.e  of  the  building ; 
and 

Whereas,  petitioner  contends  that  in  addition  to  the 
above  means  of  egress,  that  there  are  14  windows  leading 
out  upon  the  roof  of  the  one-story  section  of  the  premises, 
and  contends  further  that  the  existing  means  of  egress, 
in  view  of  the  small  occupancy,  is  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted  on 
condition  that  the  occupancy  of  the  2nd  story  shall  not  ex¬ 
ceed  four  (4)  persons  at  any  one  time;  and  granted  only 
so  long  as  conditions  as  to  occupancy  and  use  otherwise  re¬ 
main  unchanged. 


572-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Estate  of  Chas. 
A.  Chesebrough,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES'  AFhEClED — 471  West  Broadway,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDI  1  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 
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THE  RESOLUTION: 

(572-25-S) 

Whereas,  Samuel  Rosenblum,  for  Estate  of  Charles  A. 
Chesebrough,  owner,  filed,  June  3,  1925,  a  petition  with  the 
board  of  standards  and  appeals  for  variation  from  the  re¬ 
quirements  of  the  labor  law,  as  cited  in  order  of.  the  fire 
commissioner,  affecting  premises  471  West  Broadway,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof.  *  *  *.  Among  the  de¬ 
fects  noted  are  the  following: 

“Stairway  not  continued  to  roof.  No  fireproof  pas¬ 
sageway  to  street.  No  balcony  over  non-fireproof  roof 
of  extension  leading  to  stairway  that  leads  to  yard.” ; 

and  . 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  25  ft.  by  96  ft.  .in  area  at  the  1st  story  and  25  ft. 
by  85  ft.  in  area  above.  OCCUPIED:  1st  story,  tile  and 
fixture  store;  2nd  story,  manufacturing  corks,  7  persons; 
3rd  story,  assorting  corks,  4  persons;  4th  story,  vacant  at 
present,  will  have  normal  occupancy.  EXITS:  An  interior 
!i  non-fireproof  stairway,  extending  from  the  1st  story  to  roof, 
enclosed  in  fire-resisting  partitions  with  fireproof  doors  at 
openings;  a  fire  escape  on  the  rear  of  the  building,  having 
fireproof  openings  along  the  course  thereof,  extending  from 

I  the  top  story  balcony  (gooseneck  leading  to  roof)  to  the 
roof  of  the  one-story  extension;  with  EGRESS  from  the 
termination  of  the  fire  escape  by  means  of  an  iron  stairway 
at  rear  of  extension  leading  to  yard,  and  thence  from  yard 
to  the  adjoining  yard,  at  south,  by  means  of  an  iron  stair¬ 
way;  ROOFS  of  adjoining  buildings  to  north  one  story 
higher,  to  south  two  stories  higher ;  and  _  .  . 

Whereas,  petitioner  contends  that  a  violation  of  a  simi¬ 
lar  nature  was  issued  by  the  Fire  Department;  that  re- 
quired  work  was  done  on  the  exits  of  the  building  and  the 
order  dismissed,  and  requests  that,  in  view  of  the  light  oc¬ 
cupancy,  that  the  existing  means  of  egress  be  accepted. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted  on 
condition  that  a  double  rung  gooseneck  ladder  shall  be  pro¬ 
vided  from  top  balcony  of  fire  escape  to  the  roof ;  that  the 
windows  on  the  course  of  the  fire  escape  shall  be  made 
fireproof,  self-closing;  that  an  iron  slatted  connecting  bridge 
shall  be  provided  on  the  roof  of  the  extension  from  the 
lower  balcony  of  the  fire  escape  with  stairway  to  the  yard ; 
with  egress  therefrom  through  passageway  at  rear  of  ad¬ 
joining  premises  469  W^est  Broadway;  on  further  condition 
that  the  occupancy  shall  not  exceed  twenty  (20)  persons 
above  the  1st  story. 


612-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Joseph  H. 

Schwartz,  owner.  ...  c 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 334  Bowery,  Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department.  . 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  „  .  . 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent .  ® 

THE  RESOLUTION: 

(612-25-S) 

Whereas,  Samuel  Rosenblum,  for  Joseph  H.  Schwartz, 
owner,  filed,  June  12,  1925,  a  petition,  with  the  board  of 


standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  334  Bowery,  Borough  of  Manhat¬ 
tan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  27,  1924,  reads: 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof.  *  *  *. 

“Note:  Among  the  defects  noted  are  the  following: 
No  fireproof  passageway  to  street. 

“2.  Remove  the  sub-standard  fire  escape  on  the  front 
of  the  building  or  reconstruct  same  *  *  *.  Among  the 
defects  noted  are  the  following:  Windows  on  course 
not  fireproof,  self-closing.”; 

and 

Whereas,  the  building  is  non-fireproof,  eight  stories  in 
height,  35  ft.  2  in.  by  90  ft.  in  area;  OCCUPIED  as  a 
tenant  factory,  approximately  35  persons  per  story ; 
EQUIPPED  with  a  standpipe  system  and  a  fire  alarm  sig¬ 
nal  system.  EXITS :  An  interior  fireproof  stairway,  ex¬ 
tending  from  the  1st  story  to  roof,  enclosed  in  fireproof 
partitions  with  fireproof  doors  at  openings ;  a  fire  escape  on 
the  front  of  the  building,  having  unprotected  openings  along 
the  course  thereof,  extending  from  the  top  story  to  the  1st 
story  balcony,  with  drop  ladder  in  guides  to  street ;  and 
also  a  45  degree  screened  fire  escape  on  the  rear  of  the 
building,  having  fireproof  openings  along  the  course  thereof, 
extending  from  the  top  story  (with  gooseneck  to  roof) 
to  the  yard;  with  EGRESS  from  the  termination  of  the 
fire  escape  by  means  of  wooden  stairs  to  cellar  and  through 
cellar  to  street;  by  means  of  a  connection  at  the  2nd  story 
balcony  to  roof  of  extension  of  the  building  to  the  north 
and  also  by  means  of  an  opening,  at  the  yard  level,  to 
the  building  to  the  south;  ROOFS  of  adjoining  buildings, 
to  north,  five  stories  lower ;  to  south,  three  stories  lower ; 

and  . 

Whereas,  petitioner  contends  that  a  similar  order,  rela¬ 
tive  to  the  fire  escape  on  the  front  of  the  building  was  acted 
upon  by  the  board  of  review  of  the  fire  department,  and 
a  modification  granted,  accepting  the  same  as  long  as  the 
occupancy  of  the  premises  remained  practically  unchanged; 
and  petitioner  contends  further  that  the  occupancy  is  similar 
to  that  at  the  time  the  modification  was  granted,  and  that 
the  existing  means  of  egress  are  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  as 
to  Item  No.  1,  only  so  far  as  it  affects  the  fireproof  pas¬ 
sageway,  on  condition  that  a  fireproof  passageway  shall 
be  provided  and  maintained  from  the  termination  of  the 
rear  fire  escape,  directly  to  the  street  at  the  front  of  the 
^building;  granted,  as  to  Item  No.  2,  only  so  far  as  it  affects 
the  fireproof  windows  on  the  course  of  the  fire  escape. 


617-26-S. 

PETITIONER— William  I.  Hohauser,  for  Estey  Con¬ 
struction  Corporation,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 245-247-249  West  27th 
street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  William  I.  Hohauser. 

ACTION  OF  BOARD — Petition  granted  on  condition. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  .  ,  „ 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  ® 

Absent .  0 
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THE  RESOLUTION:  “Order  No.  76804-LD- 


(617-25-$) 

Whereas,  William  I.  Hohauser,  for  Estey  Construction 
Corp.,  owner,  filed,  June  15,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  decision  of  the  supper m- 
tendent  of  buildings,  affecting  premises  245-7-9  West  27tu 
street,  Borough  of  Manhattan ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
dated  May  29,  1925,  reads : 

“This  amendment  is  disapproved  with  the  following 
objection : 

“7.  No  window  panes  should  exceed  720  sq.  in.  in 
area.” ; 

and 

Whereas,  the  building  is  fireproof,  14  stories  in  height, 
75  ft.  by  99  ft.  in  area.  OCCUPIED:  1st  story,  stores; 
upper  stories,  lofts  for  light  manufacturing,  approximately 
70  persons  per  story;  EQUIPPED  with  a  sprinkler  system 
and  a  fire  alarm  signal  system;  and 

Whereas,  there  are  openings  in  the  front  wall  of  the 
building  on  the  1st,  2nd  and  3rd  stories  oj  the  building, 
glazed  with  Bt  in-  plate  glass  in  fireproof  sash  and  frames; 
the  maximum  area  of  the  glass  on  the  1st  story  being 
6  ft.  6  in.  by  8  ft. ;  on  the  2nd  story  being  5  ft.  by  10 
ft.  and  on  the  3rd  story  3  ft.  6  in.  by  5  ft. ;  and 
Whereas,  petitioner  contends  that  a  strict  compliance 
with  the  labor  law  as  to  the  area  of  the  glass  would  de¬ 
stroy  the  purpose  of  the  three  lowest  stories  and  would 
also  affect  the  architectural  appearance  of  the  building. 

Resolved,  that  the  board  of'  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  windows  on  the  street  front  of  the 
three  (3)  lower  stories,  on  condition  that  all  openings  shall 
be  equipped  with  metal  frames  and  sash,  glazed  with  pol¬ 
ished  plate  glass  not  less  than  y  in.  in  thickness,  and  that 
the  requirements  of  the  labor  law  shall  be  complied  with 
in  all  other  respects. 


562-25-S. 

PETITIONER — Samuel  Rosenblum,  for  John  Milden- 
berger,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED — 248-250  Central  avenue, 
Brooklyn. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum  and  Mrs. 
Mildenberger. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


THE  RESOLUTION: 

(562-25-S) 

Whereas,  Samuel  Rosenblum,  for  John  Mildenberger, 
owner,  filed,  June  1,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  two  orders  of  the  fire  commis¬ 
sioner,  affecting  premises  248-50  Central  avenue,  Borough 
of  Brooklyn ;  and 

Whereas,  the  orders  of  the  fire  commissioner,  both  dated 
May  8,  1925,  read,  respectively : 

“Order  No.  76803-LD— 

“1.  Provide  an  interior  stairway  extending  from  1st 
to  2nd  story  remote  from  outside  stairway  as  per  Rule 
3  of  the  Board  of  Standards  and  Appeals  adopted 
July  29th,  1924.” 


1.  Arrange  the  windows  and  doors  along  the  ex¬ 
terior  stairway  northeast  end  of  building  to  be  fire¬ 
proof,  self  closing,  as  per  Rule  3  of  the  Board  of  Stand¬ 
ards  and  Appeals  adopted  July  29th,  1924. 

“2.  Arrange  iron  bars  on  windows  on  1st  story  north, 
east  and  west  sides  of  building  so  as  to  be  readily 
movable  or  removable  from  both  sides  in  such  a  man¬ 
ner  as  to  afford  the  free  and  unobstructed  use  of  such 
windows  for  purposes  of  egress  as  per  Section  272  oi 
the  Labor  Law.” ; 

and 

Whereas,  the  building,  situated  at  the  rear  of  the  lot,  is 
frame,  two  stories  in  height,  39  ft.  by  26  ft.  in  area.  OC¬ 
CUPIED  :  1st  story,  clothing  manufacturer,  6  persons. 
EXITS :  An  exterior  iron  stairway  3  ft.  7  in.  in  width, 
extending  from  the  2nd  story  to  the  rear  yard,  with  open¬ 
ings  along  the  course  thereof,  glazed  with  wire  glass;  di¬ 
rect  EGRESS  from  the  termination  of  the  stairway  through 
the  yard  to  the  street ;  and 

Whereas,  there  are  bars  over  the  wire  doors,  on  the  1st 
story,  in  the  north,  east  and  west  walls  of  the  building;  and 

Whereas,  petitioner  proposes  to  provide,  at  the  front  side 
of  the  2nd  story,  as  remote  as  possible  from  the  existing 
stairway,  an  emergency  platform  with  a  drop  ladder  in 
guides;  and  in  regard  to  the  barred  windows,  contends  that 
the  building  is  small  in  area  and  that  the  bars  are  a  neces- 
sity  as  a  protection  against  robbery. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  the  petition  be  and  it  hereby  is  granted,  as  to  Order 
No.  76803-LD,  on  condition  that  an  iron  balcony  shall  be 
provided  at  the  2nd  window  of  the  south  end  with  fixed 
iron  60  degree  stairs  therefrom  to  yard  level ;  granted,  as 
to  Order  No.  76804,  Item  No.  1,  and  granted,  as  to  Item 
No.  2,  on  condition  that  at  least  one  window  in  the  rear 
wall  shall  be  provided  with  hinges  and  made  removable  from 
both  sides ;  granted  only  so  long  as  conditions  as  to  occu¬ 
pancy  and  use  remain  unchanged. 


765-25-S. 

PEmiONER — Charles  B.  Meyers,  for  Bermey  Realty 
Co.,  Inc.,  owner. 

Sl  BJECT  Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFEC1ED — 149  West  40th  street  and 
561-565  Seventh  avenue,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Charles  B.  Meyers. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDI  I  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  n 


THE  RESOLUTION: 

(765-25-S) 

Whereas,  Charles  B.  Meyers,  for  Bermey  Realty  Com¬ 
pany  Inc.,  owner,  filed,  June  23,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the  re¬ 
quirements  of  the  labor  law,  as  cited  in  a  decision  of  the 
superintendent  of  buildings,  affecting  premises  149  West  40th 
street  and  561-5  Seventh  avenue,  Borough  of  Manhattan; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  14,  1925,  reads: 

.  L  Provide  two  lawful  exits  from  each  floor.  Sec¬ 
tion  270,  Subd.  3  of  Labor  Law.”; 
and 

Whereas,  the  proposed  building  is  fireproof,  21  stories  in 
height,  60  ft.  by  59  ft.  3  in.  in  area;  OCCUPIED  as  of- 
uces  and  25  per  cent  factory  use;  about  45  persons  on  each 
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story;  EQUIPPED  with  a  sprinkler  system  and  a  fire  alarm 
,  signal  system.  EXITS :  An  interior  fireproof  stairway, 
extending  from  the  1st  story  to  17th  story,  enclosed  in  fire¬ 
proof  partitions  with  fire  doors  at  openings;  a  fire  tower 
from  ground  to  roof;  ROOFS  of  adjoining  buildings  17 
stories  lower ;  and 

Whereas,  the  petitioner  proposes  to  erect  a  21-story  fire¬ 
proof  building,  to  provide  a  fire  tower  opening  to  each  and 
every  story  as  one  means  of  exit;  one  interior  fireproof 
enclosed  stairway  opening  to  each  story  up  to  and  including 
the  17th  story  as  a  second  means  of  exit ;  he  claims  that 
each  floor  above  the  17th  story  is  less  than  2,500  sq.  ft. 
and  is  further  reduced  by  the  required  height-zone  setbacks 
of  the  street  wall,  to  such  an  extent  as  to  make  it  imprac¬ 
ticable  for  renting  purposes  if  he  were  compelled  to  install 

two  stairways  to  the  upper  four  stories ;  he  further  claims 
that  the  said  upper  stories  will  be  for  office  purposes  only, 
and  requests  the  board  to  permit  the  construction  of  this 
building,  as  proposed,  as  there  will  be  no  factory  occupancy 
f  on  the  four  upper  stories  but  they  will  be  provided  with  a 

i  fire  tower,  giving  adequate  means  of  entrance  and  exit. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  the  petition  be  and  it  hereby  is  granted,  only  so 
far' as  it  affects  the  upper  stories  of  the  building  (18th, 
19th,  20th  and  21st),  on  condition  that  the  building  shall 
be  not  increased  in  area  and  that  there  shall  be  no  manu¬ 
facturing  use  of  any  nature  or  description  above  the  17th 
i1  story;  that  this  portion  of  the  structure  shall  be  reserved 
{  exclusively  for  executive  office  use;  that  the  interior  of  the 
building  shall  be  constructed  fireproof  and  that  the  require¬ 
ments  of  the  labor  law  shall  be  complied  with  in  all  other 
respects  throughout  the  building ;  that  the  standpipe  equip¬ 
ment  shall  be  continued  throughout  the  entire  building  and 
that  the  structure  shall  be  sprinklered  (100  per  cent)  ;  that 
not  more  than  25  per  cent  of  the  building  shall  be  used  for 
manufacturing;  that  the  building  shall  comply  with  the  le- 
quirements  of  the  building  zone  resolution  in  all  other 
respects. 


41-25-S. 

PETITIONER — The  Hamilton  Press,  Inc.,  owner. 
SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 58  Stone  street  and  91-93  Pearl 
street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  George  J.  Hurst. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 

1  CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  ^  .  . 

Affirmative:  Chairman  Walsh*  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle . . . .  4 

Negative  . ;  •  •  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(41-25-S) 

Whereas,  The  Hamilton  Press,  Inc.,  owner,  filed,  Janu¬ 
ary  10,  1925,  a  petition,  with  the  board  of  standards  and 
appeals,  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  order  of  fire  commissioner,  affecting  prem¬ 
ises  58  Stone  street,  and  91-93  Pearl  street,  Manhattan ;  and 
Whereas,  the  order  of  the  fire  commissioner  reads: 

“Arrange  the  fire  escape  on  the  Stone  Street  side  of 
building  and  openings  leading  thereto  and  windows  open¬ 
ing  on  course  thereof  so  that  same  are  in  compliance 
with  the  provisions  of  Sec.  273-274  of  labor  law  and 
rules  of  Board  of  Standards  and  Appeals  *  *  *. 

“NOTE:  Among  defects  noted  on  fire  escape  arc: 
“No  stairway  from  lowest  balcony  to  ground.  Re- 
*  quires  scraping  and  painting.” ; 

and 


Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  38  ft.  by  73  ft.  6  in.  in  area;  OCCUPIED  as  a 
factory  building,  job  printers ;  about  10  persons  on  each 
story;  EQUIPPED  with  a  sprinkler  system  and  a  fire  alarm 
signal  system.  EXITS :  An  interior  non-fireproof  stairway, 
extending  from  the  1st  story  to  roof,  enclosed  in  fire-re¬ 
sisting  partitions  with  fire  doors  at  openings,  a  fire  escape 
on  the  Stone  street  front  of  the  building,  having  fireproof 
openings  along  the  course  thereof,  extending  from  top  story 
to  the  2nd  story,  with  counterbalanced  drop  ladder  to  side¬ 
walk ;  ROOFS  of  adjoining  building  same  level  at  east, 
10  ft.  higher  at  west;  and 

Whereas,  the  petitioner  claims  under  the  present  exit 
facilities  he  empties  the  building  in  one  minute  and  10  sec¬ 
onds  at  fire  drills;  that  the  street,  being  narrow,  the  side¬ 
walk  less  than  G  ft.  in  width,  if  compelled  to  install  a  coun¬ 
terbalanced  stairway,  the  same  would  overhang  the  sidewalk ; 
he  requests  the  board  to  accept  the  existing  counterbalanced 
drop  ladder  as  adequate,  without  change. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  egress  from  the  termination  of  the 
lowest  balcony,  on  condition  that  a  counterbalanced  drop 
ladder  in  guides  shall  be  provided  on  both  ends  of  the  low¬ 
est  balcony  on  the  Stone  street  front,  and  that  the  order 
shall  be  complied  with  in  all  other  respects. 


563-25-S’. 

PETITIONER — William  F.  Doyle,  for  Bisjo  Realty 
Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED— 263-271  West  38th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  William  F.  Doyle. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  . .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(563-25-S) 

Whereas,  William  F.  Doyle,  for  Bisjo  Realty  Corp., 
owner,  filed,  June  1,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  decision  of  the  superintendent  of 
buildings,  affecting  premises  263-271  West  38th  street,  Bor¬ 
ough  of  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  dated  May  15,  1925,  reads : 

“2.  All  windows  must  be  self-closing,  as  per  Rule 
503  of  the  Industrial  Code.”; 

and  ,  .  .  .  ,  . 

Whereas,  the  building  is  fireproof,  17  stories  in  height, 
102  ft.  by  98  ft.  in  area  at  1st  story  and  102  ft.  by  88  ft. 
in  area  above.  OCCUPIED:  1st  story,  stoics;  upper  storks, 
lofts,  offices  and  show  rooms  and  25  per  cent  manufactur¬ 
ing;  EQUIPPED  with  a  sprinkler  system.  EXITS:  Two 
interior  fireproof  stairways,  extending  from  the  1st  story 
to  roof  enclosed  in  fireproof  partitions  with  fire  doors  at 
openings;  ROOFS  of  adjoining  buildings,  to  west  130  ft. 
lower,  to  east  130  ft.  lower;  and 

Whereas,  the  petitioner  contends  that  the  windows  on 
the  38th  street  front  of  the  building  do  not  constitute  an 
exposure  from  the  opposite  premises  as  the  street  is  60  ft. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
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law,  and  the  petition  be  and  it  hereby  is  granted,  only  so 
far  as  it  affects  the  windows  on  the  front  of  the  building, 
other  than  those  opening  on  the  passageway,  fire  tower,  or 
corridor,  on  condition  that  the  labor  law  requirements  shall 
be  complied  with  in  all  other  respects. 


807-25-S. 

PETITIONER — Horace  Trumbauer,  for  New  York 
Evening  Post,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decisions 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — Washington,  Carlisle  and 
West  streets,  Manhattan. 

APPEARANCES— 

For  Petitioner:  Frederick  R.  Ryan  and  Charles 
Hawley. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 


(807-25-S) 

Whereas,  Horace  Trumbauer,  for  N.  Y.  Evening  Post 
owner,  filed,  August  5,  1925,  and  October  5,  1925,  a  pe¬ 
tition,  with  the  board  of  standards  and  appeals,  for  varia¬ 
tion  from  the  requirements  of  the  labor  law,  as  cited  in 
decisions  of  the  superintendent  of  buildings,  affecting  prem¬ 
ises  71-75  West  street  and  108-110  Washington  street,  Man¬ 
hattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
dated  August  27,  1925,  reads: 

“12.  All  windows  in  the  building  should  be  fireproof 
to  comply  with  the  requirements  of  Section  264  of  the 
Labor  Law  and  Rule  503  of  the  Industrial  Code  ”  • 

and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
dated  September  29,  1925,  reads: 

.  “In  reP!y  to  your  application  for  permission  to  swing 
inward  the  doors  to  the  offices  of  premises  71-75  West 
St.  and  108-116  Washington  St.,  N.  B.  Applic.  244-1925 
you  are  advised  that  the  same  is  hereby  denied,  as  Sec¬ 
tion  270  of  the  Labor  Law  provides  that  all  doors  must 
swing  outward.” ; 

and 

Whereas,  the  building  is  fireproof,  16  stories  in  height, 
133  ft.  5^4  in.  by  180  ft.  1  in.,  irregular  in  area;  to  be 
occupied  for  factory  purposes,  about  100  persons  on  each 
floor;  EQUIPPED  with  a  sprinkler  system  and  a  fire  alarm 
signal  system.  EXITS  :  Three  interior  fireproof  stairways 
extending  from  the  1st  story  to  the  roof,  enclosed  in  fire¬ 
proof  partitions,,  with  fireproof  doors  at  openings ;  ROOFS 
of  adjoining  buildings  13  stories  lower  at  south;  and 

Whereas,  the  petitioner  proposes  to  use  *4  in.  polisned 
plate  glass,  maximum  sizes  at  1st  story  7  ft  6  in  by  6  ft 
mezzanine  story  4  ft.  6  in.  by  6  ft.,  2nd  story  4  ft.  7  m.  by 
4  ft.  2 Ys  in.,  above  the  2nd  story  4  ft.  7  in.  by  3  ft.  2x/2  in.; 
and  also  on  all  floors  above  the  2nd  story  to  swing  all  office 
doors  inwardly  instead  of  outwardly,  as  required  by  the  la¬ 
bor  law ;  and 

Whereas,  the  petitioner  claims  the  basement,  1st  and 


2nd  stories  will  be  the  only  portion  of  the  building  used  for 
manufacturing;  also  to  divide  the  glass  sash  by.  the  use  of 
muntins  would  spoil  the  architectural  appearance  and  here 
by  requests  the  board  to  permit  the  use  of  sizes  of  glass 

andP0Sed’  ^  aIS°  thC  swinging  of  office  doors  inwardly  ; 

Whereas,  the  orders  were  brought  about  by  the  use  and 
operation  of  the  1st  story  as  a  press  room,  the  remainder 
ot  the  building  to.  be  reserved,  maintained  and  used  exclu¬ 
sively  for  executive  offices. 

Resolved  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  so 
tar  as  it  affects  the  windows  on  the  three  (3)  street  fronts 
of  the  building,  on  condition  that  all  openings  shall  be 
equipped  with  metal  frames  and  sash,  glazed  with  polished 
pkite  glass,  not  less  than  *4  in.  in  thickness,  and  granted, 
so  far  as  it  affects  the  doorways  opening  on  the  corrider 
above  the  2nd  story,  on  condition  that  the  labor  law  re¬ 
quirements  shall  be.  complied  with  in  all  respects  withjn  the 
area  operated  for  industrial  purposes. 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 

1500-24-SA. 

PETITIONER-The  Smolensky  Valve  Company,  Inc. 

SUBJECT— Approval  of  Smolensky  Check  Valve 
APPEARANCES— 

For  Petitioner:  S.  H.  Payne. 

ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar,  subject  to  approval  by  the  Underwriters 
Laboratories  or  some  other  recognized  labora¬ 
tory. 


513-25-SA. 

PETITIONER— American  Machine  &  Foundry  Com¬ 
pany. 

of  Rotary  Vacuum  Pumps. 

APPEARANCES — 

For  Petitioner:  Carroll  Q.  Wright  and  C.  E. 
Anderson. 

ACTIOXT  OF  BOARD— Petition  placed  on  reserve  cal¬ 
endar,  pending  inspection  and  report  by  com¬ 
mittee  of  board. 


558-25-S A. 

PETIl  ION ER—  Globe  Automatic  Sprinkler  Company. 
^OBJECT  Approval  of  Globe  Dry  Pipe  Valve  Accel¬ 
erator. 

APPEARANCES— None. 

ACTION  OF  BOARD — Petition  laid  over  pending  ap¬ 
proval  of  sprinkler  rules. 


PETITIONER— Cook  Electric  Company. 

APPEARANCES-3  °f  C°°k  EleCtHc  Fuel  0il  Pump‘ 
Rc>r  Petitioner:  E.  D.  Swanberer 
ACTION  OF  BOARD-Petition  placed  on  reserve  cal- 
endar,  pending  inspection  and  report  by  com¬ 
mittee  of  board. 


Adjourned,  5:00  p.  m. 


James  O’Connor,  Secretary. 


NOTICE 


BUILDING  CODE  ON  SALE. 


Copies  of  the  Building  Code  are  now  on  sale  at  the  •  fEL,EC™CAL  CODE  ON  SALE. 

Distributing  Division  of  the  City  Record  Office  125  Worth  Dis^rfhtin/n;^-  Elecftn5al  Eode  are  now  on  sale  at  the 
street.  Price,  ?1.25;  by  mail,  $1.35.  ™  Dlstiy>ting  Division  of  the  City  Record  Office,  125  Worth 

Street  price.  30c;  by  mail,  35c. 


street. 
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FIRE  RETARDING  RULES 


dopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
ehicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga¬ 
ges,  motor  vehicle  repair  shops  and  oil  selling  stations 
iy  material  or  form  of  construction  shall  be  deemed 
e-retarding  within  the  meaning  of  §73,  subdivision  3, 
the  building  code,  that  resists  the  action  of  flame 
id  heat  when  subjected  to  a  continuous  fire  for  one 
iur  at  an  average  temperature  of  seventeen  hundred 
1700)  degrees  Fahrenheit  without  the  passage  of  flame, 
id  with  a  maximum  temperature  rise  to  four  hundred 
100)  degrees  Fahrenheit  on  the  side  away  from  the 
re.  The  point  at  which  the  temperature  of  transmitted 
eat  is  measured  shall  be  protected  from  external  air 
id  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition 
instruction,  the  area  under  test  shall  be  not  less  than 
ne  hundred  (100)  square  feet  and  least  dimension 
iall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
f  floor  construction,  the  area  under  test  shall  be  not 
•ss  than  two  hundred  (200)  square  feet  and  the  least 
imension  shall  be  not  less  than  fourteen  (14)  feet. 
During  the  fire,  the  floor  construction  shall  support 
ie  live  load  for  which  it  is  designed,  and  after  the  fire 
hall  safely  sustain  twice  the  designed  live  load  with  a 
laximum  deflection  of  not  more  than  one  two-hun- 
redth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
oisted  floor  construction  shall  be  accepted  as  fire-re- 
'arding  construction  in  noil-fireproof  buildings  used  as 
arages,  motor  vehicle  repair  shops  or  oil  selling  sta- 
ions  when  the  beams  are  protected  on  the  upper  and 
inder  sides  with  the  fire-retarding  materials  specified 
n  rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
orms  of  construction  shall  be  accepted  as  fire-retarding 
or  the  covering  of  the  upper  sides  of  wood  floor  beams 
n  joisted  floor  construction  in  non-fireproof  buildings 
ised  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
ng  stations: 

(a)  Seven-eighths  (7/s)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not  less  than  two  and  one-half 
( 2 /2)  inches  of  1:2J4:5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  (//)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  ( 21/  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
orms  of  construction  shall  be  accepted  as  fire-retarding 
or  the  covering  of  the  undersides  of  wood  floor  beams 
n  joisted  floor  construction  in  non-fireproof  buildings 
ised  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 

ng  stations:  . 

(a)  One-half  (l/2)  inch  plaster  boards  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (%)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  furring 
strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 


(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  (54)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girdefs. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  (54)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (7/s)  inch  wood  sheathing, 
one-half  (}4)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (7/s)  inch  wood  sheathing, 
two  thicknesses  of  one-quarter  (J/)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one-inch  lapped  seams. 
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PROPOSED  AMENDMENTS  TO  RULES  COVER  NING  FIRE  EXTINGUISHING  APPI  TAMPF* 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday,  October  23,  at  2  :30  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  1  he  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  dr  aim  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-t 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
Plans.  If  a  standpipe  ( fire  line )  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad- 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 


Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wFv'  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup- , 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule  ’ 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and  | 
sprinkler  heads  are  maintained  dry  with  a  fire  depart  * 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen 


Rule  4  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank 
the  Pressure  Tank,  [and]  the  Public  Water  System  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
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under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
l  ump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  ivatcr  level.  The  portion  of  pipe 
m side  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  mam  connection,  provided  that  there  are  separate  feed 
mams  from  the  basement  or  lowest  story  and  a  control 
valve  tn  each  feed  line  in  a  pump  or  engine  room. 

.  overfl°w  PlP?  shall  be  not  less  than  two  (2)  inches 
m  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 

I  he  top  of  the  overflow  pipe  shall  be  three  (3)  'inches  be¬ 
low  the  top  of  the  staves  in  wooden  tanks  and  one  (j) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
1S  of  biass  or  copper  or  other  non-corrosive  metal  and 
without  joints  or  it  may  extend  through  side  of  tank.  For 
tun  Is  over  roofs  overflow  pipes  shall  terminate  not  more 
than  twenty-four  (24)  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  where  exposed 
.  to  the  weather  shall  be  protected  from  freezing  by  a  frost- 
jf,  f’/’oof  (toveriiu 7  which  may  be  of  three  layers  of  one-inch 
.[■■  -  ,  iau  interspersed  with  building  paper  well  zvrapped 
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Rules  3.  Approved  Devices.  Automatic  Sprinkler 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton.  D.  C.;  by  the  Underwriters’  Laboratories,  Tnc. 
of  Chicago :  by  the  Associated  Factory  Mutual  Labora 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Anneals. 


Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means .  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  not  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
eqmrem*ntx  of  Building  Code  and  supporting  strue- 
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lures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  iveathcr  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  tha)i  3 0,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  tiot  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12ka%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  system 
where  supplemented  by  an  auxiliary  ivater  supply,  and  not 
less  than  5,000  gallons  of  ivater  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  lias  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 

Standards  and  Appeals.  . 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (/f4)  inches  in  size  [with  a  one  and  one- 
quarter  (ilA)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  ( D/2 )  ni¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  18"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  {2) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  ivater  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  tyye  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Eire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Eire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
below  mam  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  ivater  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca’’ 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  \y2)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  '  hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  fron. 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  whet 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
■  front  where  frontage  is  not  continuous  but  in  all  cases  zvhere 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
Six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  ( 15 )  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  betiveen  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  inch  drip  connection,  with  plugged  valve  attached, 

and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  (between  the  hours  of  six. a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  ef  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  ()4)  inch  heads— 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  '5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62^ 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,.  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


^  *Wherever  the  term  "Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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here  girders  and  joists  are  flush  at  the  bottom,  heads 
all  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (l)  inch  heads  the  distance  between 
jacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
itance  between  the  heads  on  each  line  shall  not  exceed  six- 
:n  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
t  more  than  four  (4)  feet  from  wall  or  partition.  Where 
rders  project  below  the  under  side  of  joists  and  divide 
e  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
dth,  measured  from  center  to  center  of  girders,  one  line 
all  be  placed  in  the  center  of  each  bay.  In  bays  exceed- 
g  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 

installed  in  each  bay  and  in  no  case  shall  the  distance 
tween  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
e  distance  between  adjacent  lines  shall  not  exceed  twenty- 
e  (25)  feet  and  the  distance  between  the  head  on  each  line 
all  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
les  being  spaced  not  more  than  five  (5)  feet  from  wall 

partition.  Where  girders  project  below  the  under  side 
joists  and  divide  the  ceiling  into  bays  not  exceeding  twen- 
,-five  (25)  feet  in  width,  measured  from  center  to  center 
girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
i  bays  exceeding  tw’enty-five  (25)  feet  an  width  at  least  two 
})  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
e  distance  between  adjacent  lines  exceed  twenty-five  (25) 
jet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
nooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
et  wide  and  over  (measurements  to  be  taken  from  center 
>  centei  of  timber,  girder  or  other  projection  or  support 
>rming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
;  follows: 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
ach  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
fidth,  and  the  distance  between  the  heads  on  each  line 
hall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
han  twenty-three  (23)  feet  in  width,  shall  contain  at 
:ast  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
:et  in  width  or  over  shall  have  the  lines  therein  not  over 
en  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
eet  in  width,  not  more  than  one  hundred  (100)  square 
eet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
f  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
idth,  and  the  distance  between  the  heads  on  each  line 
hall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
wenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
nes  and  in  no  case  shall  the  distance  between  adjacent 
nes  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

eads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
ach  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
vidth  and  the  distance  between  the  heads  on  each  line 
hall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
if  twTenty-five  (25)  feet  in  width  shall  contain  at  least 
wo  (2)  lines  and  in  no  case  shall  the  distance  between 
djacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
nill  construction  shall  apply  as  far  as  practicable.  The 
ule  may  be  modified,  however,  the  intent  being  to  ar- 
ange  the  spacing  of  heads  to  protect  the  contents  rather 
han  the  ceilings;  but  in  no  case  shall  the  distance  be- 
ween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (114)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  04)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  be  used  in  lieu  of  heads  located  in  peak  of 
roof  • 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lilies 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinkler  Aeflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

_  Rule  i5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  ()4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

Va  inch . 4 .  i  head 

1  “  2  heads 

1) 4  “  3  “ 

1/4  “  5  “ 

2  “  .  10  “ 

2) 4  “  20  “ 

3  “  36  “ 

3) 4  “  55  “ 

4  “  80  “ 

5  “  140  “ 

6  “  .  200  “ 

7  “  300  “ 

8  “  420  “ 

(b)  For  Conran*  one  (1)  inch  heads — 


Size  of  Pipe 

1  inch 

v/4  “ 

D4  “ 

2 

214  “ 

3 

4 

5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 


44 

U 

44 

41 

44 

44 

a 

44 

44 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads— 


Size  of  Pipe 
1)4  inch 
1)4  “ 

2 


2)4 


3 

4 

5 

6 

7 

8 


44 

44 

44 

44 

44 

44 

44 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 

3 


12  “ 

21 

40 

60  “ 
84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eigl 
(8)  inches  in  diameter,  special  ruling  will  be  required  b 
the  administrative  official  having  jurisdiction  as  to  the  per 
missibility  of  its  use  and  the  number  of  heads  that  may  b 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  s> 
that  the  number  of  heads  on  a  branch  line  will  not  exceei 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  th 
permissible  number  of  heads  may  be  doubled,  provided  th 
feed  main  is  of  the  size  indicated  in  the  schedule  for  th. 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  head 
each,  the  conditions  approach  those  of  long  single  lines 
Such  feed  mains  shall  usually  be  centrally  supplied  when 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Brand 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supph 
more  than  sixteen  (16)  standard  one-half  ()4)  inch  heads' 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  flooi 
openings  without  approved  stops,  shall  be  treated  as  one  roon 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  heed  Mains.  The  s>ize  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  zvhich  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  ivall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor: 

(a)  For  standard  one-half  (J4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser”, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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ule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
dard  wrought  iron  or  steel  threaded  pipe,  well  reamed 
,  screwed  up  tight  into  fittings  without  reducing  the 
r  erway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
11  be  long  turn  pattern  on  feed  mains  and  risers. 

uch  fittings  shall  be  designed  and  guaranteed  for  a  work- 
pressure  of  150  pounds  per  square  inch  and  must  be 
able  of  withstanding  a  hydrostatic  test  pressure  of  750 
iids  per  square  inch  without  failure. 

til  pipe  shall  be  secured  to  the  ceiling,  wall®  ^nd  other 
ts  of  the  building  with  standard  steel,  wrought  or  mal- 
ile  iron  hangers. 

'.xtra  heavy  fittings  shall  be  employed  where  the  normal 
ssure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
■0)  pounds  per  square  inch,  and  shall  be  designed  for  a 
rking  pressure  of  250  pounds  per  square  inch  and  be 
.  able  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
!  mds  per  square  inch  without  failure. 

til  underground  pipe  shall  comply  with  the  specifications 
cast  iron  pipe  of  the  American  Water  Works  Associa- 

’• 

iule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex- 
ed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro- 
led  against  corrosion  whenever  found  necessary  by  thor- 
•rhly  cleaning  the  pipe  of  all  scale  and  grease  and  paint- 
I  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
eptable  moisture  resistive  paint.  When  exposed  to  chemi- 
fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
other  approved  chemical  resistive  paint.  Care  shall  be 
.en  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
ler  ground  floors  exposed  to  frost,  shall  be  properly  pro- 
ted  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
ed  with  mineral  wool,  sawdust  or  tar  mixed  with  granu- 
ed  cork,  extending  below  bottom  of  pipe  and  through  the 
flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
th  three  alternate  layers  of  one-inch  hair  felt  and  build- 
’  paper  or  by  other  approved  method.  When  of  wood, 
:h  enclosure  shall  be  constructed  double  with  a  layer  of 
■  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin- 
r  concrete  floors  or  partitions,  they  shall  be  protected 
th  a  metal  sleeve  or  be  grouted  with  cement  mortar. 
Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
.ill  be  protected  with  an  approved  hermetically  sealed  cover, 
with  an  approved  wax  coating.  . 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
so  installed  that  they  can  be  thoroughly  drained,  and 
iere  practicable,  all  piping  shall  be  arranged  to  diam  at 
, ;  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex- 
se  any  part  of  the  sprinkler  system  to  frost,  and  shall 
so  connected,  either  by  check  valves  or  other  means, 
it  they  will  not  [overthrow]  overflow  domestic  service  or 
ler  connections  to  the  same  sewer  or  house  drain,  or  if 
rried  through  the  zvall  and  exposed  to  the  zveallier,  they 
all  be  fitted  with  hoods  or  dozm-turned  elbozvs. 

Drains,  pitched  not  less  than  one-quarter  (A)  inch  in 
i  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used  ; 

d 

At  each  supply  main,  when  the  water  in  the  same  i  un¬ 
it  be  removed  through  any  of  the  above  drains.  ^'uc‘1 
ains  shall  be  installed  with  controlling  valves  so  that  tiow- 
g  tests  may  be  made  to  determine  if  the  water  supplies 
connections  from  yard  mains  to  the  inside  ^f  the  build- 

1 

I 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1  %)  inches  in  size]  shall  be  not  less  than  i  inch 
in  size  zvherc  floor  valves  are  not  over  2^/2  inches  in  size 
and  iA  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  iA  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  (yrcssure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zuhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (A)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (A)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  A  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iA  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  A- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  z>alve  should  be  located  at  a  sufficient 
distance  from  zvhere  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  34-fnc/i  'n' 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  A~i,lch  shut-off  z’alve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4 A) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fcd  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (A) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
hng  box  pattern  with  hand  wheel,  outside  screw  and  yoke 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 


The  air  compressor  shall  have  a  capacity  of  not  less  th 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  f 
the  pump  shall  be  taken,  if  possible,  from  a  room  containi: 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  co 
taming  calcium  chloride,  in  order  to  avoid  the  introductii 
ot  moisture  into  the  system. 


Rule  24.  Water  Supply  Gate  Valves,  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con- 
necting  each  source  of  water  supply  with  the  sprinkler  sys- 
tern  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
vatve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (y2)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 


Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system  for  fire 
extinguishing  purposes. 

i  DTPJpe  V,alMGS  sha11-  for  the  Purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
ot  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
up  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

f^^iry’P,P^  ,vf!ves  sha]I  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen- 

/;fhTa(25]  Per  cent.°f  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  onlv  such 
heads  under  dry-pipe  valve  control. 

•  (a).  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 

n  l  i  4°')  pounds  per  S(iuare  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 

inch,  nor  shall  it  be  less  than  one-sixth  ( 1/6)  of  the  water 
pressure  m  any  case. 


/  ,  ,  r  pressure  on  such  dry-pipe  systems  shall  be  mai 
tamed  throughout  the  year. 


in ol  more  man  me  following  number  of  heads  shall 
controlled  by  one  “Type  A”  dry-pipe  valve  : 

(a)  For  standard  one-half  (%)  inch  heads  ...  4i 

(b)  For  Conran*  one  (l)  inch  heads  .  1( 

(c)  For  Conran*  one  and  one-quarter  (1%  inch  heads  i 
Where  equipped  with  an  approved  quick-opening  devu 

the  following  number  of  heads  may  be  controlled  by  ot 
Type  A”  dry -pipe  valve : 


(a)  For  Standard  one-half  (y2)  inch  heads .  8c 

( b )  For  Conran *  one  (/)  inch  heads . 2C 

(c)  For  Conran*  one  and  one-quarter  (/^)  inch  heads. n 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alan 
system  shall  be  designed  to  operate  at  a  temperature  lowt 
than  that  required  to  open  the  sprinkler  heads,  and  all  C0I 
nections  between  the  alarm  system  and  the  dry-pipe  vah 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juri: 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pic 
system  shall  be  provided  with  an  air  relief  valve  or  ven 
so  constructed  as  to  be  normally  open  in  order  to  perm 
the  free  escape  of  air  from  the  system,  but  to  close  autc 
matically  against  the  escape  of  water. 


Not  more  than  the  following  number  of  heads  shall  b 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (y2)  inch  heads  . 50 

(b)  For  Conran*  one  (1)  inch  heads  . 12 

(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads.  8 

Rule  28.  Alarm  Valve.  All  automatic  wret  pipe  sprinkle 

systems  shall  be  equipped  with  an  alarm  valve  so  constructs 
that  a  flow  of  water,  through  a  one-half  ( y2 )  inch  orific 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  devic 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  A1 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  whei 
the  water  falls  below  or  rises  above  the  normal  level  ii 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’: 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  roorr 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron: 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
be  and  one  a^er  installation.  Such  pipe  shall  be  in¬ 
stalled  m  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe! 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

.  Ruie  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  bankingi! 
up  of  heated  air  and  retard  the  automatic  action  of  sprin- 
der  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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PUBLIC  HEARING 


Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
icccptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
rarried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (ll/2)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty- four  (24) 
hours. 

Iln  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A"  valve,  the  valve  shall  be  held  off  its  seat 
luring  the  test  to  prevent  injurying  the  valve. 

!  Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con- 
!  cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
zvalls,  partitions  or  beams  for  distances  equal  to  the  thick- 
I  ness  of  such  floors,  rvalls,  partitions  or  beams. 

\  Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

i  Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
■  otherunse  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 
ef  Ordinances  and  the  Labor  Lazv  shall  consist  of  at  least 
a  one-source  system. 

I  Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  ivlierc  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  IV hen  a  building 
fully  equipped  with  sprinklers  communicates  zvith  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zt ’all,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  ozvner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  zvorking  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  zvith  the  rules  of  the  National  Board  of  Lire 
Underzvr iters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


/  FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  ippheants,  under  the  building  zone  r*  solution,  desire 
copies  of  Form  13 A,  for  notices  to  property  owners,  such 
r  forms  are  not  to  he  supplied  by  this  office. 

The  applicant  is  entitlfd  only  to  one  copy  of  Form 
I3A,  properly  filled  out. 


If  he  desires  additional  copies  for  lus  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 
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PROGRESS  REPORT 


DOCKET.  DISPOSITION  OF  CASES. 

Cases  pending  December  31,  1924  .  598  Withdrawn  . 

Dismissed  . 


Cases  filed  up  to  and  including  October  14,  1925 

Restored  to  calendar  . 

Miscellaneous  Applications. 
Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification  . . 

Requests  to  rescind  . 

Requests  for  extension  of  time  . 

Requests  for  extension  of  permit . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans . . 

Administrative  requests  . 

Requests  for  interpretation . 

Total  . 

Disposed  of  . 

Cases  pending  October  14,  1925 . 


Denied  . 

1,044  Granted  . 

Granted  on  condition  . 

Appliances  approved  . 

54  Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

110  Requests  to  reopen  granted  . 

Requests  to  reopen  denied  . 

5  Requests  to  amend  granted  . 

Requests  to  amend  denied  . 

32  Requests  for  modification  granted  ......... 

Requests  for  modification  denied  . 

1  Requests  to  rescind  granted  . 

Requests  to  rescind  denied  . 

16  Requests  for  extension  of  time  granted . 

Requests  for  extension  of  time  denied  . 

21  Requests  for  extension  of  permit  granted . 

Requests  for  extension  of  permit  denied  . 

1  Requests  to  install  granted  . 

Requests  to  install  denied . 

11  Plans  approved  . 

Plans  disapproved  . 

3  Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  .  . 

1  Interpretations  . 

Requests  withdrawn  or  dismissed  . 


1,897  Total 

1,098 
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WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

/  bird,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  ot 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


HOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL- 
LE1  IN  OF  Tl  IE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  tc 

Name  . . 

Street  . 

P.  O . 

My  subscription  is  to  begin  with  th"  issue  for  .  1925 
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ssued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  Chap.  503,  Laws  of  1916,  and  the 
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DIRECTORY 


BOARD  OF  STANDARDS  AND  APPEALS 
WILLIAM  E.  WALSH,  Chairman 
Commissioners 

Henry  L.  Connell 
Joseph  Flanagan 
John  Guilfoyle 
Fire  Chief  John  Kenlon 


James  O’Connor,  Secretary 
Edward  V.  Barton,  Chief  Clerk 

Dffice — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — Worth  0184. 

Office  Hours— 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

411  communications  should  be  addressed  to  the  chairman  of 

the  board 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
>iven — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Special  Notice. 

Minutes  of  Special  Meeting,  October  16,  1925,  at 
2  p.  m. 

Minutes  of  Meeting,  October  20,  1925,  at  10  a.  m. 
Minutes  of  Meeting,  October  20,  1925,  at  2  p.  m. 
Rules. 

Notice  of  Public  Hearing. 

Progress  Report. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  dd^frihg^^' consult  ffie  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be 
seen  only  between  t^e  ho^s  of  ten  in  the  morning  and  one 
in  the  afternoon-4*|@\$rdays  excepted. 


CALL  OB>  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  October  27, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Wednesday,  November  4,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman, 


1119 


CALENDAR 


DOCKET. 

New  Cases  Filed  Week  Ending  October  21,  1925. 

Cal.  No.  Department.  Premises  Affected. 

1075-25-A . F.D .  1323  University  Ave.,  Bx. 

- -  L.  C.  30117. 

..11-13  Emerson  PI.,  Bklyn. 

L.  D.  82576. 

. .  11-13  Emerson  PI.,  Bklyn. 

F-82575. 

. .  209  E.  39th  St.,  Man. 

L.  D.  85741. 

.  .  626-30  W.  44th  St.,  Man. 

F-83345. 

. .  611-25  W.  43rd  St.,  Man. 

F-83325. 

. .  255-9  W.  26th  St.,  Man. 

N.  B.  381-1925. 
. .  311  E.  47th  St.,  Man. 

L.  D.  73578. 

.B.B.Bx.  .West  side  Broadway,  327  ft. 

north  of  240th  St.,  Bx. 

N.  B.  1717-1925. 
.B.B.Q.  ..Northwest  cor.  Queens  Ave. 

&  24th  St.,  Flushing,  Q. 

N.  B.  121318-1925. 


1074-25-S . F.D. 

1073-25-A . F.D. 

1072-25-S . F.D. 

1071-25-A . F.D. 

.F.D. 


1070-25-A . . 


1069-25-S ■ 


1068-25-S. 


1067-25-BZ . 


1066-25-BZ . 


■  F.D. 
.F.D. 


1065-25-S . F.D . 39-41  Eldridge  St.,  Man. 

-  L.  D.  75120. 


1062-25-A . B.B.M.  .451  West  End  Ave.,  Man. 

-  N.  B.  382-1925. 


1061-25-A . B.B.M.  .441  West  End  Ave.,  Man. 

-  N.  B.  410-1925. 


1060-25-SA . F.D . Rotary  Pressure  Pump, 

-  Appliance. 

1059-25-BZ . B.B.Bx.  .Northwest  cor.  Fordham  Rd. 

&  Jerome  Ave.,  Bx. 

-  N.  B.  2025-1925. 


1058-25-A . F.D . Northwest  cor.  Locust  Ave. 

&  E.  136th  St.,  Bx. 

'  L.  C.  30510. 

1057-25-BZ . B.B.B.  ..885-905  Lefferts  Ave.,  Bklyn. 

Applic.  16636-1925. 

1056-25-S . F.D .  237  DeKalb  Ave.,  Bklyn. 

“  L.  D.  76082. 

1055-25-S . F.D .  40-42  Elizabeth  St.,  Man. 

'  L.  D.  76679. 

1054-25-A . F.D .  40-42  Elizabeth  St.,  Man. 

’  F.  76681-76682. 

1053-25-BZ . B.B.M.  ..214-224  E.  22nd  St.,  Man.  " 

'  Alt.  2861-1924. 

10o2-25-BZ . B.B.B.  ...56-58  Kosciusko  St.,  Bklyn. 

Applic.  18002-1925. 

1051-25-BZ . B.B.M.  ..28-32  E.  63rd  St.,  Man. 

N.  B.  540-1925. 

1050-25-A . B.B.B.  ..321  Madison  St.,  Bklyn. 

Revocation  of  Certif.  of  Occ 


1049-25-S . 


1048-25-S . 


1047-25-A . 


1046-25-A . 


1045-25-S. 


..F.D. 


375-23-BZ . 


..South  side  Dry  Harbor  Rd., 

80  ft.  east  of  Long  Island 
R.  R.,  Glendale,  Q. 

L.  D.  80045. 

F.D .  407-409  Broadway,  Man. 

L.  F.  83020. 

. .  150  Broadway,  Man. 

L.  C.  30811. 
. .  Northwest  cor.  Decatur  St.  & 
Irving  Ave.,  Bklyn. 

F-83504. 

..Northwest  cor.  Decatur  St. 
&  Irving  Ave.,  Bklyn. 

L.  D.  83503. 

Restored  to  Calendar. 

.B.B.Bx.  .  109  East  Fordham  Rd.,  Bx. 

N.  B.  760-1923. 


....F.D. 

....F.D. 

...F.D. 


1064-25-BZ . B.B.Bx.  .Southwest  cor.  South.  Blvd. 

&  Prospect  Ave.,  Bx. 

-  Slip  Applic.  1106-1925. 

1063-25-A . F.D .  1462-1470  Broadway,  Man. 

- -  L.  C.  31152. 


CODE. 

F-D.  . Fire  Department 

“•D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

B.B.Bx . Bureau  of  Buildings,  Bronx 

UH.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  October  27,  1925,  at  2  p.  m. 

14- 25-BZ. 

APPLICANT — I.  T.  Flatto,  for  Woodward  Brown  Realty 
Co.,  owner. 

PREMISES — West  side  of  Goodrich  street,  100  ft.  north 
of  Potter  avenue,  Long  Island  City,  Borough  of 
Queens. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

15- 25-BZ. 

APPLICANT — I.  T.  Flatto,  for  Woodward  Brown  Realty 
Co.,  owner. 

PREMISES — East  side  of  Goodrich  street,  100  ft.  north  of 
Potter  avenue,  Long  Island  City,  Borough  of 
Queens. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 

_ _ five  (5)  motor  vehicles. 

528-25-BZ. 

APPLICANT — Alfred  J.  Boulton,  for  Harry  Seldin, 
owner. 

PREMISES — East  side  of  Bay  37th  street,  285  ft.  north  of 
Oropsey  avenue,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  erection  and  main- 

_ _ tenance  of  a  poultry  slaughter  house. 


680-25-BZ. 

APPLICANT — Edward  P. 
owner. 


Doyle,  for  Mollie  Arvan, 
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PREMISES— 2522  Hughes  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
garage  for  the  storage  of  two  (2)  pleasure  motor 
vehicles,  two  (2)  spaces  rented  to  persons  not 
residing  on  the  premises. 

785-25-BZ. 

APPLICANT— William  Kampel,  owner. 

PREMISES— 1893  Clinton  avenue,  The  Bronx. 

TO  PERMIT  in  a  residence  district  the  erection  of  a 
building  to  be  occupied  for  a  business  use  (stores). 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  October  27,  1925,  at  10  a.  m. 

61 1-25- A— 128  East  63rd  street,  Manhattan. 

613-25-A — 1485  Broadway,  Manhattan. 

657-25-A— 27-31  West  55th  street,  Manhattan. 

700- 25-A— 545  Broadway,  Manhattan. 

701- 25-A — 270-276  West  38th  street  and  554-568  Eighth 

avenue,  Manhattan. 

702- 25-A — 261-267  Canal  street  and  21-23  Howard  street, 

Manhattan. 

705-24-A— 55-57  West  3rd  street,  Manhattan. 

711-25-A — 657-659  Broadway,  Manhattan. 

716-25-A — 843  East  139th  street,  The  Bronx. 

725-25- A — 20-26  Greene  street,  Manhattan. 

790-25-A — 768  Crescent  street,  L.  I.  City,  Queens. 

961-25-A — 1490-1496  Ocean  parkway,  Brooklyn. 

615-25-A — Northwest  corner  of  Sunswick  street  and  Wil¬ 
bur  avenue,  Long  Island  City,  Queens. 

1462-24-A — 186-188  Wooster  street,  Manhattan. 

945-25-A — 126-138  East  14th  street  and  123-135  East  13th 
street,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  October 
27,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

CAL.  NO.  225-25-BZ— Application,  February  25,  1925,  under 
the  building  zone  resolution,  of  Thomas 
O’Rourke  Gallagher,  applicant,  on  be¬ 
half  of  Mymaud  Construction  Co., 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  southwest 
corner  of  Metropolitan  avenue  and 
125th  street,  Richmond  Hill,  Borough 
of  Queens. 

CAL.  NO.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district ;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

cal.  no.  653-25-BZ— Application,  June  24,  1925,  under  the 
building  zone  resolution,  of  John  De 
Hart,  applicant,  on  behalf  of  Active 
Holding  Co.,  Inc.,  owner,  to  permit 


the  extension  from  an  unrestricted  dis¬ 
trict  into  a  business  district  of  a  pro¬ 
posed  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  prem¬ 
ises  319-323  East  148th  street,  The 
Bronx. 

cal.  no.  626-25-BZ— Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 

C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building;  premises 
1421-1437  Ocean  avenue  and  1060-1068 
Kenmore  place,  Brooklyn. 

cal.  no.  51-25-BZ — Application,  January  12,  1925,  under  the 
building  zone  resolution,  of  520  Audu¬ 
bon  Avenue,  Inc.,  applicant  and  owner, 
to  permit  in  a  residence  district  the 
occupancy  and  use  for  business  purposes 
of  part  of  an  existing  building  used  fot 
dwellings ;  premises  540  Audubon  ave¬ 
nue,  Manhattan. 

cal.  no.  609-25-BZ— Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  Felix  A. 
Muldoon,  applicant,  on  behalf  of  Socora 
Realty  Construction  Co.,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  west  side  of  River 
avenue.  100  ft.  south  of  East  167th 
street,  The  Bronx. 

cal.  no.  662-25-BZ — Application,  June  25,  1925,  under  the 
building  zone  resolution,  of  Charles  A. 
Clayton,  applicant,  on  behalf  of  Jo¬ 
sephine  Pitbladdo  and  American  Shade 
Roller  Co.,  owners,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  a 
factory ;  premises,  239-245  26th  street, 
Brooklyn. 

cal.  no.  754-25-BZ — Application,  July  20,  1925,  under  the 
building  zone  resolution,  of  Robert 
Tappan,  applicant,  on  behalf  of  Cord 
Meyer  Development  Co.,  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  group  of  twenty- 
six  (26)  one-car  attached  garages  for 
the  storage  of  pleasure  motor  vehicles 
as  an  accessory  to  private  dwellings 
located  within  the  same  block;  prem¬ 
ises  north  side  of  Austin  street, 
bounded  by  Puritan  avenue  and  Atom 
place,  Forest  Hills,  Borough  of  Queens. 

cal.  no.  505-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Walton 
Whyte  Realty  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  east  side  of  Jerome 
avenue,  350  ft.  south  of  East  181st 
street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 
Tuesday,  October  27,  1925,  at  2  p.  m. 
543-25-S— 497  Sixth  avenue,  Manhattan. 
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544- 25-S — 32  East  28th  street,  Manhattan. 

545- 25-S — 120  West  25th  street,  Manhattan. 

548-25-S — 312-314  East  125th  street,  Manhattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

546- 25-S — 683-685  Broadway,  Manhattan. 

604-25-S — 61  Fulton  street,  Manhattan. 

632- 25-S — 240-246  West  35th  street,  Manhattan. 

633- 25-S — 523-527  West  42nd  street,  Manhattan. 

637-25-S — 25-27  West  3rd  street,  Manhattan. 

652-25-S — 115-117  West  45th  street,  Manhattan. 

660-25-S — 59-61  West  39th  and  680-86  Sixth  avenue,  Man¬ 
hattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

668-25-S — 6i  West  27th  street,  Manhattan. 

670-25-S- — 282-284-286  Seventh  avenue,  Manhattan. 

634- 25-S — 125-127  West  31st  street,  Manhattan. 

635- 25-S — 797-799  Greenwich  street,  Manhattan. 

703-25-S — 40-42  West  17th  street,  Manhattan. 

718- 25-S — 521-527  Seventh  avenue,  Manhattan. 

719- 25-S— 260-262  West  41st  street,  Manhattan. 

444-25-S — 27-35  West  24th  street,  Manhattan. 

380-25-S — 125  Nostrand  avenue,  Brooklyn. 

406-25-S — 178-182  Sullivan  street,  Brooklyn. 

62-25-S — 24-30  West  39th  street,  Manhattan. 

265-25-S — 233-235  West  26th  street,  Manhattan. 

592-25-S — 461-467  Tenth  avenue,  Manhattan. 

614-25-S — 909  Faile  street,  The  Bronx. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

1418-24- S — 20  East  31st  street,  Manhattan. 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Wednesday,  November  4,  1925,  at  2  p.  m. 

409-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  John  A.  Ternlund 
and  Domenico  Centroni,  owners. 

PREMISES — 1820-1832  Nostrand  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

903-25-BZ. 

APPLICANT — McCooey  and  Conroy,  for  N.  &  H.  Build¬ 
ing  Co.,  Inc.,  owner. 

PREMISES — 823-829  Classon  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  the  2nd  story  from  auto  accessories  to 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

981-25-BZ. 

APPLICANT — Laurence  McGuire,  for  36th  Street  &  8th 
Avenue  Corp.,  owner. 

PREMISES — 520-530  Eighth  avenue,  267-275  West  36th 
street  and  260-264  West  37th  street,  Manhattan. 

TO  PERMIT  in  a  two-times  height  district  the  erection 
and  maintenance  of  the  street  walls  to  a  height 
exceeding  the  prescribed  limit  required  by  the  zone 
resolution. 

436-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Joseph  Puglieri, 
owner. 

PREMISES — 117-119  Carroll  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


644-25-BZ. 

APPLICANT — H.  I.  Feldman,  for  Max  Ackerman, 
owner. 

PREMISES — 301-5  East  97th  street,  Manhattan. 

TO  PERMIT  in  a  business  district,  extending  from  an  un¬ 
restricted  district,  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Wednesday,  November  4,  1925,  at  10  a.  m. 

177-25- A — 136  Wooster  street,  Manhattan. 

511-25-A — 810  Fourth  avenue,  Brooklyn. 

636-25-A — 142-144  Greene  street,  Manhattan. 

647-25-A — Northwest  corner  of  Twentieth  avenue  and 
Northern  boulevard  (Jackson  avenue), 
L.  I.  City,  Queens. 

655-25-A — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

678-25-A — 221-249  McKibben  street,  Brooklyn. 

685-25- A— 533-543  West  33rd  street,  Manhattan. 

756-25-A — 520-524  West  Broadway,  Manhattan. 

278-25-A — 280  Broadway,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning,  Novem¬ 
ber  4,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  495-25-BZ — Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Henry 
Nordheim,  architect,  on  behalf  of  Katie 
Staudermann,  owner,  to  permit  In  a 
residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part 
from  a  residence  use  to  a  business  use; 
premises  722  East  175th  street,  The 
Bronx. 

cal.  no.  532 -25-BZ— Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of 
Menick  Holding  Co.,  Inc.,  owner,  to 
permit  in  a  residence  district  extend¬ 
ing  from  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  theatre 
building;  premises  868  Flatbush  ave¬ 
nue,  Brooklyn. 

cal.  no.  552-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Philip  J. 
Sinnott,  applicant,  on  behalf  of  Field- 
stone  Garage,  Inc.,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles 
and  also  permit  same  to  be  of  non-fire- 
proof  construction  (garage,  with  one 
street  frontage,  exceeding  7,500  sq.  ft. 
in  area)  ;  premises  east  side  of  Broad¬ 
way,  223  ft.  8  in.  north  of  West  231st 
street,  Manhattan. 

cal.  no.  598-25-BZ — Application,  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Dan¬ 
iel  Houlihan,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
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premises  2974  Jerome  avenue,  The 
Bronx. 

cal.  no.  724-25-BZ— Application,  July  9,  1925,  under  the 
building  zone  resolution,  of  Wm.  r. 
Doyle,  applicant,  on  behalf  of  Celia 
Aronofsky,  owner,  to  permit  in  a  resi¬ 
dence  district  the  change  of  occupancy 
of  an  existing  building  from  private 
garage  to  store ;  premises  1515  Bryant 
avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Wednesday,  November  4,  1925,  at  2  p.  m. 

762-25-A— 2201-2219  Grand  street,  Maspeth,  Queens. 

766-25-A — 721-725  Lenox  avenue,  Manhattan. 

768- 25-A— 1628-1648  East  9th  street,  Brooklyn. 

769- 25- A — 239  Alabama  avenue,  Brooklyn. 

773-25-A — 62  Grand  street,  Manhattan. 

1050-25-A — 321  Madison  street,  Brooklyn. 

606-25-A— 231-235  East  42nd  street,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  afternoon, 
November  4,  1925,  at  2  p.  m.,  in  Room  1013,  Municipal 
Building,  on  the  following  matter: 

cal.  no.  470-25-BZ— Application,  May  4,  1925,  under  the 

building  zone  resolution,  of  Walter  c. 
Wills,  applicant,  on  behalf  of  Frank 
Hartman,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1219-1223  Putnam  avenue, 
Brooklyn. 

cal.  no.  575-25-BZ— Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  Gardiner 
Conroy,  applicant,  on  behalf  of  O’Hara 
Realty  Co.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  507-11  Flatbush  avenue  and 
1118-22  Washington  avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
Tuesday,  November  10,  1925,  at  10  a.  m. 

583-25-A— 151-65  Kent  avenue,  Brooklyn. 

<33_25-A— 109-121  West  56th  street,  Manhattan. 

179-25-A — 344  West  44th  street,  Manhattan. 

749-25- A — Block  bounded  by  26th  street,  2ith  street, 
Fourth  avenue  and  Madison  avenue,  Man¬ 
hattan. 

975-25- A— 1597  Park  place,  Brooklyn. 

449-25-A— 328  St.  Marks  avenue,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning  November 
10,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  142-25-BZ.— Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 
Thatcher,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  northwest  corner  of 
Coney  Island  avenue  and  Avenue  N, 
Brooldyn. 

cal.  NO.  11-25-BZ — Application,  January  5,  1925,  under  the 
building  zone  resolution,  of  Charles 
Schaefer,  Jr.,  architect,  on  behalf  of 
Daniel  Houlihan,  owner,  to  permit  the 
extension  from  a  business  district  into 
a  residence  district  of  a  proposed  build¬ 
ing  to  be  used  as  a  motion  picture  the¬ 
atre ;  premises  southeast  corner  of  234' h 
street  and  White  Plains  avenue,  The 
Bronx. 

cal.  no.  271-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Ray 
Barnett,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  956  Forest  avenue,  The 
Bronx. 

cal.  no.  504-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  D.  Cop¬ 
persmith,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  128-144  East  98th  street, 
Brooklyn. 

cal.  no.  596-25-BZ— Application  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  on  behalf  of  Biograph  Com¬ 
pany,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  district  the  extension  of  an  ex¬ 
isting  business  building  (studio)  ;  prem¬ 
ises  807  East  175th  street,  The  Bronx. 

cal.  no.  608-25-BZ — Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  McCooev 
and  Conroy,  applicants,  on  behalf  of 
Lowlou  Corporation,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1095-1117  Washington 
avenue,  southeast  corner  of  Sterling 
street,  Brooklyn. 

cal.  no.  607-25-BZ — Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
Israel  Feinberg  and  Joe  Bernstein, 
owners,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2552- 
2556  Bedford  avenue,  Brooklyn. 

William  E.  Walsh,  Chairman 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 
Tuesday,  November  10,  1925,  at  2  p.  m. 
673-25-S— 34-40  South  1st  street,  Brooklyn. 
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677-25-S — 221-249  McKibben  street,  Brooklyn. 

679-25-S — 5  West  30th  street,  Manhattan. 

688- 25-S — 114-116  West  56th  street,  Manhattan. 

689- 25-S — 89-91  West  3rd  street,  Manhattan. 

690- 25-S — 1252-1254  Bedford  avenue,  Brooklyn. 

693-25-S — 270-276  West  38th  street  and  554-558  Eighth 
avenue,  Manhattan. 

704-25-S — 379-385  DeKalb  avenue,  Brooklyn. 

757- 25-S — 1385-1391  Broadway,  Manhattan. 

758- 25-S — 265-267  West  37th  street  and  540-552  Eighth 

avenue,  Manhattan. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 740-744  Broadway,  Manhattan. 

433-25-S — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

563-25-S — 263-271  West  38th  street,  Manhattan. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S — 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

274-25-S — 36  West  36th  street,  Manhattan. 

533-25-S — 369-71  State  street,  Brooklyn. 

561-25-S — 6  West  29th  street,  Manhattan. 

625-25-S — 148-150  East  28th  street,  Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

535-25-S A — Universe  Automatic  Oil  Burner,  approval  of. 
242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 

Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
Tuesday,  November  17,  1925,  at  10  a.  m. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

069-24-A — -126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

540-25-A — East  177th  street  and  Bronx  River,  200  ft.  from 
Devoe  avenue,  The  Bronx. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

377-25-A — 18-32  Grand  avenue,  Brooklyn. 

759-25-A — 45-49  John  street  and  1-5  Dutch  street,  Man¬ 
hattan. 

589-24-A — 43-45  Wooster  street,  Manhattan. 

1447-24- A— 8746  123rd  street,  Richmond  Hill,  Queers. 
294-25-A — 62  Stanhope  street,  Brooklyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  17,  1925,  at  2  p.  m, 

357-25- A — West  side  of  Sheridan  avenue,  200  ft.  south  of 
Mt.  Eden  avenue,  The  Bronx. 

602-25-A — 1186  Eastern  Parkway,  Brooklyn. 

645-25-A — 605-619  West  132nd  street,  Manhattan. 

687-25-A — 60  Grand  street,  Manhattan. 

694-25-A — 10  Greenway  terrace,  Forest  Hills,  Queens. 

720-25-A — 361  Wythe  avenue,  Brooklyn. 

736-25-A — Block  bounded  by  West  138th  street,  West 
139th  street,  Broadway  and  Hamilton  place, 
Manhattan. 

738-25-A — Block  bounded  by  Bedford  avenue,  Quentin 
road,  East  27th  street  and  Avenue  P, 
Brooklyn. 

810-25-A — Foot  of  Greenpoint  avenue  and  Newtown  Creek, 
Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Novem¬ 
ber  17,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

CAL.  NO.  405-25-BZ— Application  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,j  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  November  20,  1925,  at  2  p.  m. 

77-25-SR— Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  24,  1925,  at  10  a.  m. 

785-24-A— 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

587-25-A  9  Radde  street,  L.  I.  City,  Borough  of  Queens. 
672-25-A — 1171  President  street,  Brooklyn. 

698-25-A — 453-455  Broome  street,  Manhattan. 

714-25-A — 319-321  Bedford  avenue,  Brooklyn. 

792-25-A— Southwest  corner  of  Avenue  U  and  East  56th 
street,  Brooklyn. 
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BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Novem¬ 
ber  24,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 

cal.  no.  638-23-BZ — Application,  September  8,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  Max 
Notess,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage 
for  the  storage  of  three  (3)  pleasure 
motor  vehicles,  two  (2)  spaces  rented 
to  persons  not  residing  on  the  premises 
(previously  dismissed  for  lack  of  pros¬ 
ecution)  ;  premises  2965  Valentine 
avenue,  The  Bronx. 

CAL.  no.  622-25-BZ— Application,  June  16,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Simon 
Brown,  owner,  to  permit  in  a  residence 
district  the  change  of  occupancy  of  a 
building  used  as  a  residence  to  a  busi¬ 
ness  use  on  the  1st  story;  premises  131 
Starr  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

PETITIONS  FOR  VARIATIONS. 
Tuesday,  November  24,  1925,  at  2  p.  m. 
761_25-S— 49-57  West  37th  street,  Manhattan. 


767-25-S — 114-116  East  13th  street,  Manhattan. 

770-25-S — 148  East  57th  street,  Manhattan. 

649-25-S — 155  Freeman  street,  Brooklyn. 

684-25-S — 22  Warren  street,  Manhattan. 

706- 25-S— 512-520  Grand  street,  Manhattan. 

707- 25-S— 504-510  Grand  street  and  2-12  Sheriff  street, 

Manhattan. 

708- 25-S— 34-36  Sheriff  street  and  25-35  Columbia  street, 

Manhattan. 

709- 25-S — Block  bounded  by  Grand,  Sheriff,  Broome  and 

Columbia  streets,  Manhattan. 

710- 25-S — Block  bounded  by  Broome,  Sheriff,  Delancey 

and  Columbia  streets,  Manhattan. 

730-25-S — 80  Nassau  street  and  9-11  Dutch  street,  Man¬ 
hattan. 

740-25-S — 571-583  Eighth  avenue  and  303-305  West  38th 
street,  Manhattan. 

777-25-S — 248-252  West  35th  street,  Manhattan. 

784-25-S — 162-468  Seventh  avenue  and  209-211  West  35th 
street,  Manhattan. 

925-25-S — 578  Madison  avenue,  Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 
752-25-SA — Toro  Emergency  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

763-25-SA — Milwaukee  Piston  Rotating  Port  Pump,  Type 
No.  705,  approval  of. 

638- 25-SA — American  Marsh  Duplex  Fuel  Oil  Pump,  ap¬ 

proval  of. 

639- 25-SA— Marsh  Simplex  Fuel  Oil  Pump,  approval  of. 
729-25-SA — The  Hauck  Vention  Low  Pressure  Oil  Burner, 

approval  of. 

671-25-SA — Allen  2l/2  in.  Angle  Hose  Valve,  approval  of. 


SPECIAL  NOTICE 


The  meeting 


scheduled  for  October  9,  1925,  at  2  p.  m.  has  been  laid  over  to  Tuesday,  November  10,  1925,  at  2  p.  m. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING. 

FRIDAY  AFTERNOON,  OCTOBER  16,  1925. 
Present:  Chairman  Walsh,  Commissioners  Connell,  Flan 
agan,  Guilfoyle  and  tire  Chief  Kenlon. 


PETITIONER — Samuel  Rosenblum,  for  Charles  E.  V  ey- 
and  &  Co.,  Inc.,  owner.  , 

SUBJECT — Variation  of  labor  law  as  cited  in  order  ot 

fire  commissioner.  ,  x  „ 

PREMISES  AFFECTED— 22-26  Howard  street  and  o-, 
Crosby  street,  Manhattan. 

APPEARANCES— 

For  Petitioner— Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de- 

ACTION  ONBOARD— Laid  over  to  November  10,  1925, 
2  p.  m.,  on  request  of  appellant. 


PETITIONER — Julius  Eckman,  for  Winco  Realty  Corp., 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 


PREMISES  AFFECTED— 54  West  57th  street  and  59 
West  56th  street,  Manhattan. 

APPEARANCES—  „  ,  .  .  , 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Laid  over  to  October  27,  1925, 
2  p.  m. 


198-25-S. 

PETITIONER — Thomas  B.  Leahy,  for  566-568  Seventh 
avenue,  Inc.,  owner.  , 

SUBJECT — Variation  of  labor  law  as  cited  in  letter  ot 
superintendent  of  buildings. 

PREMISES  AFFECTED— 566-568  Seventh  avenue,  Man¬ 
hattan. 

APPEARANCES— None.  .  1Q9_ 

ACTION  OF  BOARD — Laid  over  to  October  27,  19-.J, 
2  p.  m.,  on  written  request. 


1418-24-S. 

PETITIONER— Irving  Finklestein, 


for  Beno  Realty  Com¬ 


pany,  owner.  ...... 

UBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

REMISES  AFFECTED— 20  East  31st  street,  Manhattan. 
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APPEARANCES— None. 

ACTION  OF  BOARD — Laid  over  to  October  27,  1925, 
at  2  p.  m. ;  no  appearances. 


415-25-S. 

PETITIONER — Croker  National  Fire  Prevention  En¬ 
gineering  Company,  for  American  Book  Match  Cor¬ 
poration,  owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 338-340  Flushing  avenue, 

Brooklyn. 

APPEARANCES— 

For  Petitioner:  H.  E.  Horwood. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  withdrawn  on  request  of 
petitioner. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  . 5 

Negative  .  0 

Absent  .  0 


515-25-S. 

PETITIONER — Richard  Hellmann,  Inc. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

PREMISES  AFFECTED — 602  Jackson  avenue,  L.  I,  City, 
Queens. 

APPEARANCES— None. 

ACTION  OF  BOARD — Petition  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  *  Walsh,  Commissioners 


Connell,  Flanagan  and  Guilfoyle  .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon  .  1 


442-25-S. 

PETITIONER — Ryan  and  McGahan,  owners. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 10  Ormond  place,  Brooklyn. 
APPEARANCES— 

For  Petitioner :  Thomas  F.  Ryan. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  .  5 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(442-25-S) 

Whereas,  Ryan  &  McGahan,  owners,  filed,  April  24, 
1925,  a  petition,  with  the  board  of  standards  and  appeals, 
for  variation  from  the  requirements  of  the  labor  law,  as 
cited  in  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  10  Ormond  place,  Borough  of  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
February  28,  1925,  reads : 

“1.  Arrange  iron  bars  on  windows  on  1st,  2nd  and 
3rd  stories,  north,  south  and  east  sides  of  building, 
so  as  to  be  readily  movable  or  removable  from  Potn 
sides  in  such  a  manner  as  to  afford  the  free  and  un¬ 
obstructed  use  of  such  windows  for  purposes  of  egress, 
as  per  Sec.  272  of  the  Labor  Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  25  ft.  by  100  ft.  average  in  area.  OCCUPIED : 
1st  story,  office  and  shipping  room,  14  persons ;  2nd  story, 


manufacturing  lace  curtains,  9  persons;  3rd  story,  manu¬ 
facturing  lace  curtains,  10  persons.  EXITS:  Two  interior 
wooden  stairways  extending  from  the  1st  story  to  top  story 
(the  rear  stairway  extends  to  roof)  ;  enclosed  in  fire-retard¬ 
ing  partitions  with  fireproof  doors  at  openings;  ROOFS 
of  adjoining  buildings  about  12  ft.  lower  at  south;  and 

Whereas,  the  petitioner  claims  that  there  are  only  eight 
windows  in  all  which  are  barred,  two  on  north  side,  1st 
story;  three  at  2nd  story  and  three  at  3rd  story  on’  the 
side  of  the  building ;  he  further  contends  that  the  exits  are 
adequate,  that  arranging  the  bars  so  as  to  be  removable 
would  not  materially  add  to  the  exits;  and  that  it  affords 
him  protection  against  burglary. 

Resolved ,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  the  1st  story,  on  condition  that  a  doorway  shall  be 
provided  and  maintained  to  the  yard  at  rear  of  building; 
granted,  as  to  the  2nd  story  (south  wall),  on  condition  that 
not  less  than  two  (2)  windows  shall  be  provided  with  mov¬ 
able  or  removable  bars;  granted,  as  to  the  3rd  story,  on 
condition  that  the  center  opening  in  south  wall  shall  be 
equipped  with  movable  or  removable  bars ;  and  granted  only 
so  long  as  the  occupancy  of  the  building  remains  unchanged 
and  the  height  not  increased. 


464-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Max  Goldberg. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 15-7  Crosby  street,  Manhattan. 
APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  . .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(464-25-S) 

Whereas,  Samuel  Rosenblum,  for  Max  Goldberg,  owner, 
filed,  May  1,  1925,  a  petition,  with  the  board  of  standards 
and  appeals,  for  variation  from  the  requirements  of  the  la¬ 
bor  law,  as  cited  in  an  order  of  the  fire  commissioner,  af¬ 
fecting  premises  45-7  Crosby  street,  Borough  of  Manhattan ; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
March  24,  1925,  reads : 

“1.  Arrange  the  fire  escape  on  the  rear  of  the  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof  so  that  same  are  in  com¬ 
pliance  with  the  provisions  of  Section  273  and  274  of 
the  Labor  Law.  Among  the  defects  noted  on  this  fire 
escape  are  the  following : 

“No  45  degree  stairways  connecting  balconies. 

“No  stairway  from  lowest  balcony  to  ground. 

“No  fireproof  passageway  to  street  from  the  termi¬ 
nation  of  the  fire  escape. 

“No  openings  2  ft.  by  6  ft.  provided  to  balconies. 

“3.  Provide  an  additional  means  of  exit  from  the 
cellar,  said  exit  to  be  located  at  the  (front)  west  side 
of  building,  remote  from  the  existing  stairway,  in  ac¬ 
cordance  with  the  provisions  of  Sec.  271  of  the  Labor 
Law.”; 

and 

Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height,  50  ft.  1  in.  by  100  ft.  4  in.  in  area  at  1st  story  and 
50  ft.  1  in.  by  90  ft.  in  area  above ;  OCCUPIED  as  a  ten¬ 
ant  factory,  106  persons  above  the  1st  story;  EQUIPPED 
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with  a  sprinkler  system  and  a  fire  alarm  signal  system. 
EXITS :  An  interior  wooden  stairway,  extending  from  the 
1st  story  to  roof ;  enclosed  in  fire-resisting  partitions  with 
fireproof  doors  at  openings;  a  fire  escape  on  the  front  of 
the  building,  having  fireproof  openings  along  the  course 
thereof,  extending  from  1st  story  to  the  top  story,  witn 
counterbalanced  stair  to  street;  and  also  a  60  degree  screened 
fire  escape  on  the  rear  of  the  building,  having  fireproof  open 
ings  along  the  course  thereof  extending  from  the  mam 
roof  to  the  platform  at  the  roof  of  the  1st  story  extension ; 
with  EGRESS  from  the  termination  -of  the  fire  escape  by 
means  of  a  balcony  connecting  with  fire  escape  on  the  rear 
of  No.  424  Broome  street;  ROOFS  of  adjoining  buildings  - 
to  north,  one  story  lower ;  to  south,  two  stories  lower ;  and 
Whereas,  petitioner  contends  that  a  similar  order  m  rt 
the  rear  fire  escape  was  considered'  by  the  board  of  review 
of  the  fire  department  as  being  complied  with  when  the 
fire  escape  was  screened  to  a  height  of  4  ft.  6  in.  and  t  ra 
this  has  been  done;  and  in  re  the  additional  means  of  exit 
from  the  cellar,  petitioner  proposes  to  provide  an  engineers 
ladder  to  the  sidewalk  at  the  front  of  the  building. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor 'law,  and  that  the  petition  be  and  it  hereby  is  granted 
ratifying  the  action  of  the  board  of  review  of .  October 
10  1918  on  condition  that  the  stipulations  of  said  action 
shall  be  complied  with  and  in  addition  thereto  that  the  win¬ 
dows  on  the  course  of  the  fire  escape  shall  be  made  fire¬ 
proof  self-closing,  and  that  any  well  holes  in  the  ~nd  story 
fire  escape  balcony  platform  shall  be  closed  up ;  _  granted 
as  to  Item  No.  3,  on  condition  that  the  stairs,  including 
Se  soffits  from  the  cellar  to  the  1st  story  shal  be  fire- 
retarded  with  a  fireproof  self-closing  door  at  the  cellar  level , 
that  a  fixed  double  rung  iron  ladder  (engineer  s  ladder)  be 
provided  at  the  front  of  the  cellar  to  a  counterbalanced  side¬ 
walk  vault  covering;  granted  only  so  long  as  conditio 
otherwise  remain  substantially  unchanged. 


0 


PETITIONER — Sciama,  Davis  &  Company,  Inc.,  for  Masro 
Realty  Corporation,  owner.  .  . 

SUBJECT— Variation  of  labor  law  as  cited  in  order  ot 
fire  commissioner.  ,, 

PREMISES  AFFECTED— 40-42  West  37th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Rufus  Davis. 

For  Administration:  Inspector  Maher  of  fire  de- 

ACTION  OF^BOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THR  V Affirmative:  Chairman  Walsh,  CommMoners 
Flanagan,  Guilfovle  and  Fire  Chief  Kenlon 

Negative  . .  ' . . .  i 

Absent:  Commissioner  Connell  . 

THE  RESOLUTION: 

(468-25-S)  t  .. 

Whereas,  Sciama,  Davis  &  Company,  Inc 
Realtv  Corporation,  owner,  filed,  May  4,  19~5,  a  pete 
with  the  board  of  standards  and  appeaF.  for  ™nationJrom 
the  requirements  of  the  labor  law,  as  a  ‘  ^ 

the  fire  commissioner,  affecting  premises  40-42  West  37tn 

" "r.  commissioner,  dated 

MarCh“l24’RemovereaS|S  partitions  not  built  of  incomhustitjlc 
material  as  per  Sections  263  and  270  of  t  e  a  o  ^  ^ 

^Whereas.  the  building  is  fireproof,  13  stories  in  height 
44  ft  by  98  ft.  9  in  in  area  at  1st  story  and  44  ft  by 
88  ft  9  in.  in  area  above;  OCCUPIED  as  omces,  wuw 

room  and  25  per  CC"^  'as  a 

EQUIPPED  with  a 


sprinkler  system.  EXITS:  Two  interior  fireproof  stair¬ 
ways  extending  from  the  1st  story  to  roof,  each  enclosed 
in  fireproof  partitions  with  fire  doors  at  openings ;  and 

Whereas,  petitioner  contends  that  no  manufacturing  is 
done  on  the  premises ;  that  only  five  persons  are  employed ; 
that  the  partitions  in  question  are  hard  wood,  the  upper 
portion  being  thin  glass,  which,  in  the  event  of  fire,  would 
break  and  offer  no  obstruction  to  the  sprinkler  system, 
and  contends,  further,  that  the  partitions  do  not  obstruct 
the  means  of  egress. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  6th  story,  on  condition  that 
the  enclosing  partitions  shall  be  restricted  to  that  of  exec¬ 
utive  offices  at  the  front  of  the  building,  for  not  more  than 
approximately  one-half  of  the  front  wall,  and  that  these 
partitions  shall  be  glazed  with  sheet  glass  for  a  distance 
of  not  less  than  18  in.  below  the  sprinkler  heads;  granted, 
as  to  partition  in  the  rear,  covering  not  more  than  one- 
half  the  width  of  the  building,  on  condition  that  the  par¬ 
tition  shall  not  exceed  a  height  of  7  ft. 


355-25-S. 

PETITIONER— George  M.  Wood,  for  Robert  C.  Scliock, 
et  al.,  owners. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 514-516  West  57th  street,  Man¬ 
hattan. 


APPEARANCES— 

For  Petitioner :  George  M.  Wood. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(355-25-S) 

Whereas,  George  M.  Wood,  for  Robert  C.  Schock, 
et  al.,  owners,  filed,  April  1,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the  re¬ 
quirements  of  the  labor  law,  as  cited  in  an  order  of  the 
fire  commissioner,  affecting  premises  514-16  West  57th  street, 

Manhattan ;  and  . 

Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  13,  1924,  reads: 

“2.  Enclose  the  interior  stairway  at.  front  of  build¬ 
ing  serving  as  a  required  means  of  exit,  and  the  land¬ 
ings,  platforms  and  passageways  connecting  therewith 
on  all  sides,  with  partitions  of  fire  resisting  materia, 
extending  continuously  from  the  cellar  to  3  feet  above 
the  roof,  constructed  as  per  Section  271  of  the  Labor 
Law  or  carry  out  a  proper  alternative  method  of  com¬ 
plying  with  the  requirements  of  Section  271  of  the  La¬ 
bor  Law.  ,  ,  .  . 

“Note: — Among  the  defects  noted  on  this  enclosure 

are  the  following:  . 

“Wire  glass  in  windows  on  all  stories  5  feet  by  6/2 
feet,  having  an  area  of  over  720  square  inches  on  each 
story  single  frames  contain  more  than  360  square 
inches.  Doors  not  self-closing.”; 


nci 

Whereas,  the  building  is  fireproof,  six  stories  in  height, 
2  ft.  bv  118  ft.  in  area;  OCCUPIED  as  a  tenant  factory; 
st  story,  repairing  motors,  5  persons;  2nd  story,  repairing 
lotors,  8  persons:  3rd  story,  storage,  2  persons;  4th  story, 
lfg.  automobile  tops,  8  persons;  5th  story,  storage,  o  per- 
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sons;  6th  story,  vacant;  EQUIPPED  with  a  fire  alarm 
signal  system.  EXITS:  An  interior  fireproof  stairway,  ex¬ 
tending  from  the  1st  story  to  top  story;  enclosed  in  fire¬ 
proof  partitions  with  fireproof  doors  at  openings;  a  fire 
escape  on  the  west  side  of  the  building,  having  fireproof 
openings  along  the  course  thereof,  extending  from  main 
roof  to  the  court  level;  with  EGRESS  from  the  termina¬ 
tion  of  the  fire  escape  by  means  of  driveway  to  street; 
ROOFS  of  adjoining  buildings— 2  stories  lower  at  east; 
6  stories  higher  at  south;  and 

Whereas,  the  petitioner  claims  there  is  only  one  wire  glass 
window  in  stairhall  partition  on  each  story  except  the  6th 
story,  where  no  window  exists ;  that  the  windows  on  1st, 
2nd  and  3rd  stories  are  divided  into  9  panes  and  on  the 
4th  and  5th  stories  divided  into  12  panes,  each  pane  con¬ 
taining  352  square  inches ;  that  the  windows  are  in  sta¬ 
tionary  iron  frames;  he  further  contends  the  exit  facili¬ 
ties  are  excellent,  no  hazard  exists,  and  requests  the  board 
to  rescind  Item  No.  2  of  Order  No.  69998-LD. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  existing  wire  glass  windows 
on  the  stairhall,  on  condition  that  they  shall  be  equipped 
with  fixed  steel  sash  with  metal  muntins,  no  light  of  which 
shall  exceed  23  in.  by  23  in.  in  area. 


374-25-S. 

PETITIONER — James  W.  Byrnes,  for  Wm.  Henne  Co., 
Inc.,  owner. 

SUBJECT- — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 957-971  Kent  avenue,  rear, 
Brooklyn. 

APPEARANCES— 

For  Petitioner :  James  W.  Byrnes. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Absent  .  0 

THE  RESOLUTION: 

(374-25-S) 

Whereas,  James  W.  Byrnes,  for  Wm.  Henne  Company, 
Inc.,  owner,  filed,  April  6,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  957-971  Kent  avenue  (rear), 
Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Jan¬ 
uary  28,  1925,  reads : 

“1.  Remove  the  substandard  fire  escapes  on  the  west, 
north  and  south  sides  of  the  building  or  reconstruct 
same  to  conform  to  Sec.  274  of  the  Labor  Law  as  per 
Rule  3,  Board  of  Standards  and  Appeals,  adopted  May 
9,  1924.  Among  the  defects  noted  are  the  following : 
“1.  Windows  on  course  not  fireproof,  self-closing. 

“2.  No  drop  ladder  in  guides  .from  lowest  balcony 
to  ground.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  132  ft.  by  190  ft.  (irregular)  in  area;  OCCUPIED 
as  a  shoe  factory,  270  persons  above  the  1st  story;  EQUIP¬ 
PED  with  a  sprinkler  system  and  a  fire  alarm  signal  sys¬ 
tem.  EXITS :  An  interior  fireproof  stairway,  extending 
from  the  1st  story  to  the  top  story,  enclosed  in  fireproof 
partitions,  with  fire  doors  at  the  openings ;  a  wooden  un¬ 
enclosed  stairway  extending  from  the  1st  to  top  story;  hori¬ 
zontal  openings  on  each  story  protected  with  self-closing 
fireproof  doors;  and  also  four  substandard  fire  escapes;  and 


Whereas,  petitioner  proposes  to  furnish  the  required 
drop  ladders  in  guides,  and  contends  hardship  would  result 
it  compelled  to  fireproof  the  windows  along  the  course  of 
the  fire  escape,  in  view  of  the  fact  that  the  premises  are 
supplied  with  the  required  means  of  exit  and  that  the  fire 
escapes  simply  afford  an  additional  means  of  exit. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


461-25-S. 

PE  TITIONER — Springsteen  &  Goldhammer,  for  Halbaer 
Realty  Corp.,  owner. 

SUBJECT — -Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED— 251-255  West  39th  street,  Man¬ 
hattan. 

APPEARANCES— 


*  1  ^imuiiu  .  iuuul  Ajuiuiidimrier. 

AC  riON  OF.  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 


Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  . 

Negative  . 

Absent  . 


THE  RESOLUTION: 

(461-25-S) 

Whereas,  Springsteen  &  Goldhammer,  for  Halbaer  Realty 
Corporation,  owner,  filed,  April  30,  1925,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from 
the  requirements  of  the  labor  law,  as  cited  in  a  decision 
of  the  superintendent  of  buildings,  affecting  premises  251- 
255  West  39th  street,  Borough  of  Manhattan;  and 
.  Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  April  16,  1925,  reads:  , 

“13.  All  windows,  including  show  windows  at  1st 
and  2nd  floors,  should  have  panes  not  exceeding  720 
square  inches  and  not  more  than  48  inches  in  any  di¬ 
mension.  Rule  503  of  Industrial  Code,  Section  264  of 
Labor  Law.” ; 
and 

W  hereas,  the  building  is  fireproof,  17  stories  in  height, 
73  ft.  6  in.  by  88  ft.  10  in.  in  area.  OCCUPIED:  1st 
story  and  mezzanine,  stores ;  upper  stories,  tenant  factory, 
90  persons  per  story;  and  EQUIPPED  with  a  sprinkler 
system  and  a  fire  alarm  signal  system;  and 

Whereas,  there  are  openings  in  the  street  wall  of  the 
building  on  the  1st  and  2nd  stories,  glazed  with  in.  thick 
plate  glass,  the  maximum  area  of  the  glass  on  the  1st 
story  being  8  ft.  4  in.  by  10  ft.  and  on  the  2nd  story  being 
9  ft.  by  6  ft.  6  in. ;  and 

Whereas,  petitioner  contends  that  a  strict  compliance 
with  the  labor  law  as  to  the  area  of  the  glass  would  destroy 
the  purpose  of  the  stories  in  question  and,  also,  would 
detract  from  the  architectural  effect  of  the  building. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  windows  on  the  street  front 
of  the  three  (3)  lower  stories,  on  condition  that  all  open¬ 
ings  shall  be  equipped  with  metal  frames  and  sash,  glazed 
with  polished  plate  glass  not  less  than  Y\  in.  in  thickness, 
and  that  the  requirements  of  the  labor  law  shall  be  com¬ 
plied  with  in  all  other  respects. 


465-25-S. 

PETITIONER — Jean  Jeume,  for  Charles  Burkelman, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 26-34  Sullivan  street  and  47- 
49  Watts  street,  Manhattan. 
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APPEARANCES— 

For  Petitioner:  Jean  Jeume. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE — 

Affirmative :  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  .  5 

Negative  .  0 

Absent  .  d 


THE  RESOLUTION: 

(465-25-S) 

Whereas,  Jean  Jeaume,  for  Charles  Burkelman,  owner, 
filed,  May  2,  1925,  a  petition  with  the  board  of  standards 
and  appeals,  for  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  an  order  of  the  fire  commissioner, 
affecting  premises  2G-34  Sullivan  street  and  47-49  Watts 
street,  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
14,  1925,  reads: 

“1.  Extend  the  interior  stairway  at  the  north  side 
in  Building  No.  26-28  Sullivan  Street,  to  the  roof,  as 
per  Sec.  271  of  the  Labor  Law. 

“2.  Extend  the  interior  stairway  at  the  north  side 
in  building  No.  26-28  Sullivan  Street,  from  the  2nd 
story  to  the  1st  story  and  provide  and  maintain  a  con¬ 
tinuous  safe  and  unobstructed  passageway  of  at  least 
the  same  width  as  the  stairway  leading  to  the  street 
from  the  termination  of  said  stairway  as  per  Sec.  271 
of  the  Labor  Law. 

“3.  Enclose  the  interior  stairway  at  the  east  side  of 
building  No.  47-9  Watts  Street  serving  as  a  required 
means  of  exit  and  the  landings,  platforms  and  passage¬ 
ways  connecting  therewith  on  all  sides  with  partitions 
of  fire  resisting  material  extending  from  1st  story  to 
and  including  the  underside  of  the  roof  beams  as  per 
Sec.  271  of  the  Labor  Law  and  Rule  1,  Board  of  Stand¬ 
ards  and  Appeals,  adopted  July  29,  1924.’  ; 

Whereas,  the  premises  consist  of  an  irregular  plot  of 
ground,  having  a  frontage  of  63  ft.  9  in.  on  Watts  street 
and  79  ft.  2  in.  on  Sullivan  street,  upon  which  are  located 
three  non-fireproof  buildings,  two  facing  on  Sullivan  street 
being  four  stories  in  height  and  the  building  fronting  on 
Watts  street  being  five  stories  in  height.  OCCUPIED:  1st 
floor,  stores,  6  persons ;  2nd  floor,  printing,  33  persons ;  3rd 
floor,  statuary,  15  persons;  4th  floor,  printing  and  machinery 
samples,  25  persons;  and  5th  floor,  leather  belt,  6  persons; 
FQUIPPED  with  a  sprinkler  system  and  a  fire  alarm  sig¬ 
nal  system.  EXITS:  Two  interior  wooden  stairways,  one 
leading  to  Sullivan  street  and  one  leading  to  Watts  street, 
each  extending  from  the  1st  to  top  story,  enclosed  in  wooden 
partitions  with  wooden  doors  at  openings ;  a  horizonta 
opening  on  each  story  of  the  Sullivan  street  premises  lead¬ 
ing  to  a  fire  escape  on  premises  to  the  south ;  a  fire  escape, 
with  fireproof  windows  along  the  course  thereof,  on  the 
Watts  street  front  of  the  premises  extending  from  root 
to  1st  story  balcony,  with  drop  ladder  in  guides  to  street . 
ROOFS  of  adjoining  buildings  are  one  story  lower;  and 
Whereas,  petitioner  contends,  in  view  of  the  light  occu¬ 
pancy,  that  the  existing  means  of  exit  are  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
herebv  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
ratifving  the  action  of  the  board  of  review  of  fire  depart¬ 
ment  of  May  18,  1920,  only  so  far  as  it  affects  the  stairs 
to  the  roof,  and  denied  as  to  Items  No.  2  and  3. 


440-25-S. 

PETITIONER — Julius  Lewin  &  Son,  for  Eleanore  Walsh, 

owner.  .  .  ,  .  ,  , 

SUBJECT — Variation  of  labor  law  as  cited  in  order  ot 

fire  commissioner.  . 

PREMISES  AFFECTED— 352  East  76th  street,  Manhat¬ 

tan. 


APPEARANCES— 

For  Petitioner :  Julius  Lewin. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(440-25-S) 

Whereas,  Julius  Lewin  &  Son,  for  'Eleanore  Walsh, 
owner,  filed,  April  24,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  352  East  76th  street,  Manhattan ; 
and 

Whereas,  the  order,  No.  72181-LD,  of  the  fire  commis¬ 
sioner,  dated  February  13,  1925,  reads : 

“1.  Arrange  bars  on  windows  on  rear  and  west  side 
of  building,  so  as  to  be  readily  movable  or  removable 
from  both  sides  in  such  a  manner  as  to  afford  the  free 
and  unobstructed  use  of  such  windows  for  purposes 
of  egress,  as  per  Section  272  of  the  Labor  Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  25  ft.  by  102  ft.  in  area  at  1st  story  and  25  ft.  by 
97  ft.  in  area  above.  OCCUPIED :  1st  story,  printing  shop, 
3  persons ;  2nd  story,  furniture  shop;  5  persons.  EXITS : 
An  interior  wooden  stairway,  extending  from  the  1st  story 
to  2nd  story,  enclosed  in  stud  and  plaster  partitions  with 
wooden  doors  at  openings;  a  substandard  fire  escape  on 
the  rear  of  the  building,  having  fireproof  openings  along 
the  course  thereof,  extending  from  roof  to  the  ground,  with 
EGRESS  from  the  termination  of  the  fire  escape  by  means 
of  a  gate  in  fence  to  yard  adjoining  at  south;  ROOFS 
of  adjoining  buildings— about  10  ft.  higher  at  east  and  25 
ft.  higher  at  west;  and 

Whereas,  the  petitioner  claims  there  are  six  windows  on 
the  west  side  and  four  windows  at  rear  which  are  barred 
to  prevent  burglary;  he  further  contends  that  all  other  fire 
department  orders  have  been  complied  with;  that  the  exits 
are  adequate,  and  requests  the  board  to  relieve  him  of  com¬ 
plying  with  fire  ‘department  Order  No.  72181-LD. 

' Resolved ,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law.  and  that  the  petition  be  and  it  hereby  is  granted  on 
condition  that  one  hinged  iron  barred  gate  or  fireproof  door 
shall  be  provided,  same  to  be  not  less  than  3  ft.  by  6  ft. 
6  in.  at  the  rear  of  both  the  1st  and  2nd  stories. 


448-25-S. 

PETITIONER— M.  &  L.  Hess,  Inc.,  for  Franklin  C.  Hoyt 
and  Howard  C.  Sherwood,  trustees. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED— 26  West  20th  street,  Manhat¬ 


tan. 

APPEARANCES— 

For  Petitioner:  James  R.  Huntley. 

For  Administration:  Inspector  Maher  of  fire  de¬ 


partment. 

ACTION  OF  BOARD— Petition  granted  on  condition 
CONDITIONS — As  specified  in  resolution. 


tpie  vote 

Affirmative:  Chairman  Walsh,  Commissfoners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon 
Negative  . 
Absent  . . . 
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THE  RESOLUTION: 

(448-25-S) 

Whereas,  M.  &  L.  Hess,  Inc.,  for  Franklin  C.  Hoyt  and 
Howard  C.  Sherwood,  trustees,  filed,  April  27,  1925,  a  peti¬ 
tion,  with  the  board  of  standards  and  appeals,  for  variation 
from  the  requirements  of  the  labor  law,  as  cited  in  order 
of  the  fire  commissioner,  affecting  premises  26  West  20th 
street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Arrange  the  fire  escape  on  the  south  side  of 
building  and  the  openings  leading  thereto  and  the  win¬ 
dows  opening  on  the  course  thereof  so  that  same  are 
in  compliance  with  the  provisions  of  Sec.  273  and  274 
of  the  Labor  Law  and  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals,  or  carry  out  a  proper  alternative 
method  of  complying  with  the  requirements  of  Sec.  271 
of  Labor  Law. 

“NOTE:  Among  the  defects  noted  on  this  fire  escape 
are  the  following :  Counterbalanced  stairway  not  in 
proper  working  order  and  obstructed  by  doors  of  wood 
shed  in  yard.  No  fireproof  passageway  to  street,  from 
termination  in  the  yard.  Floor  slats  of  balconies  are 
not  cut  off  where  same  extend  over  stairways  connect¬ 
ing  balconies  on  all  stories.  Stairway  not  continued  to 
roof.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  28  ft.  by  92  ft.  in  area;  OCCUPIED  as  a  tenant 
factory,  30  persons  on  each  story;  EQUIPPED  with  a  fire 
alarm  signal  system.  EXITS:  An  interior  non-fireproof 
stairway,  extending  from  the  1st  story  to  top  story,  enclosed 
in  fire-retarding  partitions,  with  fireproof  doors  at  open¬ 
ings  ;  a  fire  escape  on  rear  of  the  building,  extending  from 
the  roof  to  the  yard  level,  with  fireproof  windows  along 
course;  with  no  EGRESS  from  the  termination  of  the  fire 
escape;  ROOFS  of  adjoining  buildings — 10  ft.  lower  at 
east,  11  ft.  above  at  west ;  and 

Whereas,  the  petitioner  proposes  to  cut  a  door  opening 
through  the  brick  fence  at  east  side  to  adjoining  yard,  and 
claims  that  all  other  defects  have  been  complied  with  and, 
on  account  of  the  small  occupancy,  requests  the  board  to 
accept  exits  as  proposed  to  be  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  egress  from  termination  of 
fire  escape  at  the  rear,  on  condition  that  a  clear  opening 
shall  be  provided  in  the  brick  wall  of  yard,  not  less  than 
3  ft.  wide  by  6  ft.  6  in.  in  height,  leading  to  the  adjoining 
two  (2)  yards  to  the  east,  egress  therefrom  by  means  of 
a  regulation  fire  escape,  or  through  premises  direct  to  street, 
and  that  the  order  shall  be  complied  with  in  all  other 
respects. 


469-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Silk  Realty  Com¬ 
pany,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — -692-4  Broadway  and  388  La¬ 
fayette  street,  Manhattan. 

APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 


Connell,  Flanagan  and  Guilfoyle  .  4 

N  egative  .  0 

Absent:  Fire  Chief  Kenlon  .  l 

THE  RESOLUTION: 

(469-25-S) 


Whereas,  Samuel  Rosenblum,  for  Silk  Realty  Company, 
owner,  filed,  May  4,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of  the 


labor  law,  as  cited  in  an  order  of  the  fire  commissioner,  af¬ 
fecting  premises  692-4  Broadway  and  388  Lafayette  street 
Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Au¬ 
gust  26,  1924,  reads: 

“1.  Provide  passageways  having  an  unobstructed 
width  of.  at  least  three  feet  throughout  their  length 
leading  directly  to  both  required  means  of  exit  on  2nd, 
3rd,  4th,  5th,  10th  and  11th  stories,  also  on  the  8th 
story,  or  reduce  the  number  of  persons  on  the  8th  story 
to  45  persons  as  stipulated  in  resolution  of  the  Board 
of  Standards  and  Appeals,  known  as  Calendar  No.  649- 
23-S,  as  per  Section  272  of  the  Labor  Law.”; 

and 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
having  a  frontage  of  48  ft.  on  Broadway,  74  ft.  on  La¬ 
fayette  street  and  275  ft.  on  East  4th  street;  OCCUPIED  as 
a  tenant  factory,  737  persons  above  the  1st  story;  the  occu¬ 
pancy  of  the  8th  story  being  49  persons;  EQUIPPED  with 
a  sprinkler  system  and  a  fire  alarm  signal  system.  EXITS : 
I  wo  interior  fireproof  stairways,  extending  from  the  1st 
story  to.roof ;  enclosed  in  fireproof  partitions  with  fire  doors 
at  openings ;  a  scissors  type  45  degree  fire  escape  on  the 
front  of  the  building,  having  fireproof  openings  along  the 
course  thereof,  extending  from  the  roof  to  the  2nd  story 
balcony;  with  EGRESS  from  the  termination  of  the  fire 
escape  by  means  of  a  counterbalanced  stair  to  street ;  ROOFS 
of  adjoining  buildings  are  6  and  3  stories  lower;  and 
Whereas,  petitioner  contends  that  the  conditions  have 
been  remedied  on  the  5th  and  11th  stories,  the  order  no 
longer  applying  thereto ;  petitioner  proposes  to  provide  an 
independent  hallway  on  the  3rd  story,  similar  to  the  one 
now  provided  on  the  10th  story,  leading  to  the  fire  escape; 
and.  contends  that  there  will  then  be  available  two  means 
of  egress  to  exits  from  all  lofts  on  every  story;  in  re 
the  8th  story,  petitioner  requests  that  the  present  occupancy 
of  49  persons  be  accepted,  the  occupancy  having  been  lim¬ 
ited  to  45  persons  under  Cal.  No.  649-23-S. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  ol  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
so  far  as  it  affects  the  2nd,  3rd,  4th,  8th  and  10th  stories, 
on  condition  that  an  enclosed  fireproof  passageway  shall  be 
provided  at  center  of  building  to  the  fire  escape  on  the  East 
4th. street  side  of  the  building;  that  the  railing  of  the  bal¬ 
conies  and  connecting  stairs  on  the  outside  shall  be  increased 
to  4  ft.  6  in.  in  height ;  that  8  in.  exit  signs  with  red  let¬ 
ters  shall  be  provided  and  permanently  fixed  in  the  cor¬ 
ridor  or  hall  indicating  the  direction  of  exit  from  the 
lofts  on  each  story,  except  that  above  passageway  may  be 
omitted  on  any  floor  where  the  subdividing  partition  between 
the  tenants  is  arranged  to  allow  direct  egress  to  fire  escape 
on  4th  street  side;  occupancy  not  to  exceed  the  allowance 
of  the  interior  stairways  and  sprinkler  systems. 


481-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Florence  C.  Carter 
and  Elliott  C.  Carter,  owners. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 237-9  Lafayette  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum,  Wm.  A.  Stead. 
For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 


Connell,  Flanagan  and  Guilfoyle  .  4 

Negative  . 0 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(481-25-S) 


Whereas,  Samuel  Rosenblum,  for  Florence  C.  Carter 
and  Elliott  C.  Carter,  owners,  filed,  May  7,  1925,  a  petition, 
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with  the  board  of  standards  and  appeals,  for  variation  from 
the  requirements  of  the  labor  law,  as  cited  in  order  of  the 
fire  commissioner,  affecting  premises  237-9  Lafayette  street, 

Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“Arrange  the  exterior  screened  stairway  at  rear  of 
building  and  the  openings  leading  thereto  so  that  same 
are  in  compliance  with  the  provisions  of  section  268 
of  the  labor  law,  or  carry  out  a  proper  alternative 
method  of  complying  with  the  requirements  of  section 
271  of  the  labor  law.” ; 

and  _  ,  .  ,  .  , , 

Whereas,  the  building  is  fireproof,  12  stones  in  heigh., 
50  ft.  2  in.  by  96  ft.  in  area  at  the  1st  story  and  50  ft. 
2  in.  by  90  ft.  in  area  above;  OCCUPIED  as  a  tenant 
factory,  not  exceeding  42  persons  on  each  story;  EQUIP¬ 
PED  with  a  sprinkler  system.  EXITS :  An  interior  fire¬ 
proof  stairway,  extending  from  the  1st  story  to  roof,  en¬ 
closed  in  fireproof  partitions  with  fireproof  doors  at  open¬ 
ings;  an  exterior  screened  stairway  on  the  rear  of  the 
building  having  fireproof  openings  along  the  course  there¬ 
of  extending  from  main  roof  to  the  roof  of  1st  story 
extension,  with  EGRESS  from  the  termination  of  the  ex¬ 
terior  screened  stairway  by  means  of  a  fireproof  passageway 
connecting  with  the  interior  stairway,  thence  through  en^ 
trance  hall  to  street;  ROOFS  of  adjoining  buildings  7 
stories  lower  at  south  and  6  stories  lower  at  north ;  and 
Whereas,  the  petitioner  claims  the  fire  department  holds 
the  building  is  not  provided  with  two  separate  and  inde¬ 
pendent  means  of  exits,  in  that  the  fireproof  passageway 
leading  from  one  means  of  exit  (the  exterior  stairway) 
connects  with  the  other  means  of  exit  (the  interior  stair¬ 
way)  ;  and  ,  ,  .  . 

Whereas,  the  petitioner  contends  this  building  was 
erected  in  1910  under  approved  plans  conforming  to  the 
labor  law;  that  this  matter  has  never  been  complained  ot 
before,  while  other  orders  have  been  filed  and  complied 
with ;  he  further  contends  the  exits  are  adequate,  and  re¬ 
quests  the  same  to  be  accepted  without  change. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  egress  from  termination  of  lowest 
landing,  on  condition  that  an  unpierced  fireproof  mezzanine 
passageway  shall  be  maintained  (in  the  1st  story)  r°n^ 
the  rear  exterior  stairway  connecting  to  the  main  hall  at 
the  front  of  building,  with  egress  therefrom  direct  to  the 
street;  that  the  occupancy  of  the  building  shall  be  limit- 
to  the  legal  capacity  of  the  interior  stairway,  with  the  al¬ 
lowances  for  the  approved  sprinkler  system. 


Sixth  avenue,  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  March 
18,  1925,  reads: 

“1.  Arrange  the  fire  escape  on  the  front  of  the  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof  so  that  same  are  in 
compliance  with  the  provisions  of  the  Board  of  Stand¬ 
ards  and  Appeals,  or  carry  out  a  proper  alternative 
method  of  complying  with  the  requirements  of  Sec. 
271  of  the  Labor  Law.  Among  the  defects  noted  on 
this  fire  escape  are  the  following : 

“Windows  on  course  not  fireproof  nor  self-closing. 

“No  counterbalanced  stairway  from  the  lowest  bal¬ 
cony  to  ground. 

“3.  Extend  the  interior  stairway  at  the  south  side 
of  building  to  the  roof  as  per  Sec.  271  of  the  Labor 
Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  25  ft.  by  55  ft.  in  area.  OCCUPIED:  1st  floor, 
laundry,  12  persons;  2nd  floor,  printer,  2  persons,  and  em¬ 
ployment  office,  3  persons; '3rd  floor,  tailors,  12  persons;  4th 
floor,  silk  embroidering,  12  persons.  EXITS :  An  interior 
wooden  stairway,  extending  from  the  1st  story  to  the  top 
story ;  enclosed  in  wood  lath  and  plaster  partitions,  with 
wooden  doors  at  openings;  a  fire  escape  on  the  front  of  the 
building,  having  unprotected  openings  along  the  course 
thereof,  extending  from  the  top  story  to  the  2nd  story  bal¬ 
cony ;  with  proposed  EGRESS  from  the  termination  of  the 
fire  escape  by  means  of  a  counterbalanced  drop  ladder  to 
street;  ROOFS  of  adjoining  buildings— to  north,  same -level; 
to  south,  3  ft.  lower;  and 

Whereas,  petitioner  proposes  to  fireproof  the  openings 
along  the  course  of  the  fire  escape,  and  requests  the  ac¬ 
ceptance  of  the  counterbalanced  drop  ladder,  in  lieu  of  the 
counterbalanced  stairway,  owing  to  structural  conditions,  and 
also  as  it  would  obstruct  the  show  windows ;  and  in  re  Item 
No.  3,  proposes  to  install,  in  an  accessible  position,  a  double 
rung  iron  ladder  leading  to  scuttle  in  the  roof. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  1,  only  so  far  as  it  affects  the  countet- 
balanced  stairs,  on  condition  that  a  counterbalanced  drop 
ladder  in  guides  shall  be  provided,  and  that  Item  1  shall 
be  complied  with  in  all  other  respects ;  as  to  Item  3,  on 
condition  that  fixed  double-rung  iron  ladder  shall  be  pro¬ 
vided  from  the  top  story  stairhall  enclosure  to  scuttle  direct 
to  roof ;  and  that  the  occupancy  above  1st  floor  shall  not 
exceed  twenty-five  (25)  persons. 


PETITIONER — Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Morris  Quaker,  lessee. 
SUBJECT _ Variation  of  labor  law  as  cited  in  order  ot  hre 


430-2o-S.  ,  Tl  . ,  t~\  i  * 

PETITIONER— Samuel  Rosenblum,  for  Rapid  Delivery 

Express  Co.,  lessee.  ...  .  c  r 

SUBJECT — Variation  of  labor  law  as  cited  in  order  oi  nre 
commissioner.  , 

PREMISES  AFFECTED— 365-7  Canal  street,  Manhattan. 


PREMIS°EmsTF°FECTED-8r3  Sixth  avenue.  Manhattan.  ™£SrAn8eS- 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE — 

Affirmative:  Chairman  Walsh,  Commissioners 


APPEARANCES—  _  __  , 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Mah.er  o.  fire  c  e- 

partment.  ,  .... 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

Tup  VOTE _ 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Guilfoyle  . 

Negative  . .  •  •  . .  . 

Absent  i  Fire  Chief  Kenlon  . 


Connell,  Flanagan  and  Guilfoyle  . 

Negative  . . . .  !? 

Absent:  Fire  Chief  Kenlon  .  1 


THE  RESOLUTION: 

(500-25-S) 


THE  RESOLUTION: 

(430-25-S) 

Whereas,  Samuel  Rosenblum,  for  Rapid  Delivery  Ex- 
-  -  -<  <  ««  a  petition,  with  the 

an  order  of  the  fire 

a  pennon,  mu.  —  r-~  --  ,  ,  .  i  as  c;t,4  commissioner,  affecting  premises  36o-.  Canal  street,  M.inhat 

variation  from  the)  requirements  of  the  labor  law,  as  cii-a 
hi  an  order  of  the  fire  commissioner,  affecting  premises  8<3  tan,  and 
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Whereas,  Croker  National  Fire  Pre^i°n  Engineermg  W”®  filed>  April  2l’  1925, 

Company,  for  C.  Oppenheimer,  owner,  hied.  May  13  ■  -  •  JQard  o{  standards  and  appeals,  from  ; 
a  petition,  with  the  board  of  standards  and  ^  pp  ^  or  rnmmissioner  affecting  premises  365-7  C 
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Whereas,  the  order  of  the  fire  commissioner,  dated 
March  24,  1925,  reads: 

1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  the  same  are  in 
compliance  with  the  provisions  of  Section  273  and  274 
of  the  Labor  Law  and  the  Rules  of  the  Board  of 
Standards  and  Appeals,  or  carry  out  a  proper  alterna¬ 
tive  method  of  complying  with  the  requirements  of 
Section  271  of  the  Labor  Law. 

“Among .  the  defects  noted  on  this  fire  escape  are 
the  following : 

“No  stairway  from  lowest  balcony  to  ground. 

“No  safe  passageway  to  the  street  from  the  termina¬ 
tion.”  ; 
and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  42  ft.  by  80  ft.  10  in.  in  area;  OCCUPIED  as  a 
tenant  factory,  44  persons  above  the  1st  story;  5th  story 
now  vacant;  EQUIPPED  with  an  interior  automatic  fire 
alarm  signal  system.  EXITS :  An  interior  wooden  stair¬ 
way  .extending  from  entrance  door  to  roof,  enclosed  in  fire- 
resisting  partitions  with  fireproof  doors  at  openings ;  a  fire 
escape  on  the  rear  of  the  building  extending  from  main 
roof  to  roof  of  1st  story  extension,  with  EGRESS  from 
the  termination  of  fire  escape  by  means  of  iron  stairway 
to  roof  of  one-story  extension  of  building  adjoining  at 
west;  ROOFS  of  adjoining  buildings  are  7  ft.  lower  at 
east  and  3  stories  lower  at  west;  and 

Whereas,  the  petitioner  claims  he  has  obtained  the  con¬ 
sent  frdm  the  lessee  of  adjoining  building  at  west  to  use 
his  property  as  a  means  of  egress  to  the  street,  and  fur¬ 
ther  contends  the  exits  are  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  requirements  of  the  labor  law  affect¬ 
ing  rear  fire  escapes  shall  be  complied  with  in  all  respects 
other  than  egress  from  termination  of  passageway ;  that  the 
fixed  iron  stairs  shall  be  provided  from  lowest  balcony  to 
the  roof  of  the  extension  at  west,  the  ceiling  of  said  exten¬ 
sion  to  be  fire-retarded  in  accordance  with  the  rules  of 
the  board  of  standards  and  appeals,  with  egress  therefrom 
through  three  (3)  plain  glass  windows  and  one  door  open¬ 
ing  in  adjoining  building,  leading  to  street;  and  that  the 
occupancy  of  the  building  shall  not  exceed  the  allowable 
capacity  of  the  interior  legal  stairway. 


1525-24-S. 

PETITIONER — F.  P.  Keniston,  for  31st  St.  &  4th  Ave. 
Corp.,  lessee. 

SUBJECT— Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 107  East  31st  street,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Petition  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commissioners 


Connell,  Flanagan  and  Guilfoyle  .  4 

Negative  .  0 

Absent :  Fire  Chief  Kenlon  .  1 


THE  RESOLUTION: 

(1525-24-S) 

Whereas,  F.  P.  Keniston,  for  31st  Street  &  4th  Ave¬ 
nue  Corp.,  owner,  filed,  December  29,  1924,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  a  decision  of  the 
superintendent  of  buildings,  affecting  premises  107  East  31st 
street,  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  2,  1924,  reads : 


1.  Proposed  fire  escape  is  not  remote  from  interior 
stairway.  Section  271  of  Labor  Law.”  • 
and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  22  ft.  by  99  ft.  8  in.  in  area  at  1st  story  and  22 
ft.  by  88  ft.  8  in.  in  area  above.  OCCUPIED:  1st  story, 
stores;  upper  stories,  tenant  factory,  41  persons  above  the 
1st  story.  EXI  TS :  An  interior  fireproof  stairway  extend¬ 
ing  from  1st  story  to  roof,  enclosed  in  fire-resisting  parti¬ 
tions  with  fireproof  doors  at  openings;  ROOFS  of  adjoin¬ 
ing  buildings— to  west,  60  ft.  higher;  to  east,  20  ft.  higher- 
and 

Whereas,  petitioner  contends  that  openings  had  been 
provided  on  each  story,  affording  egress  to  the  fire  escape 
on  the  building  to  the  west,  and  states  that  it  is  no  longer 
possible  to  use  this  mode  of  egress,  and  proposes  to  install 
a  fire  escape  on  the  front  of  the  building,  contending  that 
practical  difficulties  prevent  its  erection  upon  the  rear  of 
the  premises ;  and 

Whereas,  a  report  of  representative  of  fire  prevention 
bureau  states  that  a  vacate  order  has  been  executed  by  the 
fire  commissioner  and  complied  with  and  that  there  is  no 
factory  in  building. 

Resolved,  that  the  petition  be  and  it  hereby  is  dismissed. 


718-18-S. 

PETITIONER — William  C.  Sommerfeld,  for  Lazarus 
Levy,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED1 — 17-23  East  Broadway,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner :  William  C.  Sommerfeld. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITION’S — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle...  4 


Negative  .  o 

Absent.  Fire  Chief  Kenlon  .  l 


THE  RESOLUTION: 

(718-18-S) 

Whereas,  William  C.  Sommerfeld,  architect,  substituted 
for  Abram  J.  Halprin,  attorney,  on  behalf  of  Lazarus 
Levy,  owner,  filed,  February  28,  1918,  with  the  board  of 
standards  and  appeals,  for  variation  of  the  requirements 
of  the  labor  law,,  to  permit  an  occupancy  allowance  of 
twenty  persons  in  the  third  story  for  each  eighteen 
inches  width  of  stairway  serving  such  story;  premises 
17-23  East  Broadway,  Manhattan;  and 

Whereas,  it  appears  that  the  building  is  non-fireproof, 
seven  stories  high,  47  feet  by  95  feet  in  area,  located  on 
a  corner,  with  one  interior  stairway  near  the  rear,  3  feet 
2  inches  wide,  extending  from  first  story  to  roof,  en¬ 
closed  in  approved  fire-resisting  partitions,  leading  to 
street  in  first  story  through  a  hallway  similarly  en¬ 
closed;  that  there  is  a  fire  escape  at  the  center  of  the 
East  Broadway  front  which  is  being  reconstructed  from 
third  floor  to  street  so  as  to  conform  with  the  require- 
rents  of  the  labor  law,  relating  to  outside  screened  stair¬ 
ways;  that  there  is  a  fire  escape  at  the  southerly  end  of 
the  Catherine  street  front  which  is  also  to  be  recon¬ 
structed  in  a  manner  similar  to  that  described  for  the 
other  fire  escape;  that  the  building  is  equipped  with  an 
interior  fire  alarm  signal  system  and  occupied  as  a 
tenant  factory,  with  not  more  than  thirty  persons  in  any 
one  story,  except  the  third,  in  which  eighty-three  per¬ 
sons  are  employed;  and  requests  83  persons  on  each 
floor. 

Whereas,  a  statement  from  the  inspector  of  the  bureau 
of  fire  prevention  indicates  that  on  the  basis  of  the  in¬ 
stallation  of  a  wet  sprinkler  system  in  conjunction  with 
the  fire  alarm  signal  system,  the  fire  drills  and  the  fire 
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resisting  enclosure  of  the  existing  stairway,  an  occu-  Whereas,  the  decision  of  the  superintendent  of  buildings, 
nancy  of  78  persons  per  story  could  be  permitted;  rendered  March  13th,  1925,  reads: 

Resolved,  that  the  board  of  standards  and  appeals  does  “2— Egress  from  the  termination  ol  lire  escape 

hereby  make  a  variation  from  the  requirements  of  the  la-  on  rear  must  be  through  a  fireproof  passage  or  an 

bor  law,  and  that  the  petition  be  and  it  hereby  is  granted  open  court  leading  direct  to  street.”; 

on  condition  that  the  East  Broadway  and  Catherine  street  and 

fire  escapes  shall  be  arranged  to  conform  with  rules  of  Whereas,  the  building  is  non-fireproof,  four  stories  and 
the  board  of  standards  and  appeals,  permitting  existing  stair-  pent  house  in  height,  37  feet  0  inches  by  98  feet  9  inches 

ways  to  remain;  that  wet  automatic  sprinkler  system,  fire  in  area;  OCCUPIED  as  a  factory  building,  7G  perosns 

alarm  system  and  fire  drills  shall  be  maintained  in  accord-  above  the  first  story;  EQUIPPED  with  a  sprinkler 

ance  with  the  rules  of  the  board;  and  that  the  occupancy  system;  EXIT1S:  an  interior  wooden  stairway  extend¬ 
on  each  floor  shall  not  exceed  the  legal  allowances  of  the  ing  from  entrance  door  to  roof,  enclosed  in  fire  retard- 

interior  stairway  plus  the  sprinkler  system  and  fire  alarm  jng  partitions  with  fireproof  doors  at  openings;  a  fire 

stem  escape  on  the  rear  of  the  building,  extending  from  roof 

y  '  - -  to  roof  of  first  story  extension,  with  EGRESS  from 

321-25-S  •  the  termination  of  fire  escape  by  returning  up  fire  es- 

PETIT I  ONER— William  F.  Doyle,  for  Flosan  Holding  cape  stairs  to  third  story  balcony,  where  a  connection  is 

Corpf,  lessee.  made  with  the  rear  outside  fireproof  stairs  of  building 

SUBJECT _ Variation  of  labor  law  as  cited  in  decision  of  adjoining  at  west;  ROOFS  of  adjoining  buildings  are 

superintendent  of  buildings.  ‘  GO  feet  higher  at  west  and  108  feet  higher  at  east;  and 

PREMISES  AFFECTED— 232-234  West  37tn  street,  Whereas,  the  petitioner  claims  there  are  safe  means  of 
Manhattan.  egress  to  the  street  from  third  story  rear  fire  escape 

APPEARANCES —  balcony; 

For  Petitioner:  William  F.  Doyle.  _  Resolved,  that  the  board  of  standards  and  appeals  does 

ACTION  OF  BOARD — Petition  granted  on  condition.  hereby  make  a  variation  from  the  requirements  of  the  la- 

CONDITIONS — As  specified  in  resolution.  bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 

THF  VOTE _  .  only  so  far  as  it  affects  egress  from  termination  of  fire 

Affirmative:  Chairman  Walsh,  Commissioners  escape,  on  condition  that  the  lowest  balcony  shall  be  con- 

Connell  Flanagan  and  Guilfoyle  .  4  nected  to  the  exterior  stairway  of  building  immediately  ad- 

Negative  . .  0  joining  to  the  west;  and  that  all  the  pivot  windows  on 

Absent:  Fire  Chief  Kenlon  .  1  course  of  this  fire  escape  shall  be  made  stationary  or 

THE  RESOLUTION:  „  self-closing  and  arranged  so  as  not  to  obstruct  passage- 

Whereas,  William  F.  Doyle,  for  Flosan  Holding  J-orP-’  way  on  fire  escapes. 

lessee,  filed.  March  25,  1925,  a  petition  with  the  Board  _ 

of  Standards  and  Appeals,  for  variation  from  the 

quirements  of  the  labor  law,  as  cited  m  a  decision  of  t  Adjourned  4.30  p.  m. 

superintendent  of  buildings,  affecting  premises  232-4  James  J.  O’Connor,  Secretary. 

West  37th  street,  Manhattan,  and  - - - -  - =  - 

— ■  minutes 

BOARD  OF  STANDARDS  AND  APPEALS 

T  at>  Aft? T?TTT|jr  For  Administration:  Inspector  Lynch  of  fire 

REGULAR  MLE TING.  ripnartmont 

TUESDAY  MORNING,  OCTOBER  20,  192j-  .  ACTION  OF  BOARD— Appeal  laid  over  to  November 

Present:  Chairman  WaUh  Commissumers  >  -  925  at  10  a-  m.,  to  file  additional  papers. 

Flanagan  and  Guilfoyle,  and  Fire  Chief  Kenlon.  ’  _ - 

TheS  minutes  of  the  special  meeting  of  the  b°ard  A 

S"  ST&^To ,  WffSS  —  str€et’  Brook- 

put-  APPEARAHC^  ^ 

lished  in  the  Bulletin,  No.  40,  \  ol.  X.  .  For  Administration:  Inspector  Lynch  of  fire 

APPEALS  FROM  ADMINISTRATIVE  ORDERS.  ACTjON  OF^OARD— Appeal  laid  over  to  November 

APPELLANT — Whitehall  Garage,  Inc.,  owner.  ll>  19~5’  at  10  - 

ciiRiFfT _ Anneal  from  order  of  fire  commissioner. 

PREMISES'  AFFECTED — 328  St.  Mark’s  avenue,  App£LLANT — Foster,  LaGuardia  &  Cutler,  for  Mario 

Brooklyn.  ‘  Baretti,  owner. 

APPEARANCES —  SUBJECT — Appeal  from  order  of  superintendent 

For  Appellant:  Alice  Baugh.  buildings 

ACTIONOF  BOARD-AppeaUa^over  to  November  pRE  s  AFFECTED  65  Skillman  avenue,  Brook- 

representative.  -  APPEA£^Tn,:  F.  LaGuardia  and  A.  S.  Baretti. 

1447-24-A  .  /-  ifTTOM  OF  BOARD — Appeal  granted  on  condition. 

APPELLANT— Keiner  Williams  Stamping  Co  owner.  CONDITIONS — As  specified  in  resolution. 

SUBJECT — Appeal  from  order  of  fire  commissionc  .  ,  VOTE _ 

PREMISES  AFFECTED— 8746  123rd  street,  Richmonc  -  Affirmative:  Chairman  Walsh*  Commission- 

Hill,  Borough  of  Queens.  crs  contien  and  Flanagan  and  Fire  Chief 

APPEARANCES—  .  „  .  Kenlon  .  4 

For  Appellant:  Frederick  A.  Fullheart. 
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Negative:  Commissioner  Guilfoyle .  1 

Absent .  0 

THE  RESOLUTION: 

(589-25-A) 

Whereas,  Foster,  LaGuardia  &  Cutler,  for  Mario  Baretti, 
owner,  filed,  June  8,  1925,  an  appeal,  with  the  board  of 
standards  and  appeals,  from  an  order  of  the  superintendent 
of  buildings,  affecting  premises  65  Skillman  avenue,  Bor¬ 
ough  of  Brooklyn ;  and 

Whereas,  the  order  of  the  superintendent  of  buildings, 
dated  May  18,  1925,  reads: 

You  will  please  take  notice  that  there  exists  a  vio¬ 
lation  of  the  Building  Code  at  the  premises  hereinafter 
described,  in  that  the  statement  regarding  the  height 
of  this  building  is  not  correct,  as  it  is  29  ft.  6  in.  in 
height  instead  of  24  ft.  8  in.,  as  stated  in  the  permit— 

in  violation  of  Art.  22,  Sec.  470  of  the  Building  Code. 

“You  are  required  to  stop  work  at  once  and  comply 
with  the  law. 

“(Frame  building  with  proposed  change  to  be  used 
in  part  as  garage,  exceeding  25  ft.  in  height  and  2 
families  above.)”; 
and 

Whereas,  the  building  is  of  frame  construction,  two 
stories  and  basement  (29 /  ft.)  in  height,  16  ft.  8  in.  by 

63  ft.  in  area  at  basement  story  and  16  ft.  8  in.  by  35  ft. 

in  area  above.  OCCUPIED:  Basement  story,  garage  for 
five  cars;  1st  story,  one  family;  2nd  story,  tine  family; 
and 

Whereas,  the  appellant  proposes  to  erect  a  brick  enclo¬ 
sure  around  interior  stairs  from  cellar  to  1st  story;  to 
fire-retard  ceiling  of  cellar  and  garage  with  ll/2  in.  ap¬ 
proved  plaster  boards  and  No.  26  U.  S.  gauge  metal;  and 

Whereas,  the  appellant  claims  the  building  is  70  per 
cent  masonry,  due  to  the  new  one-story  brick  extension, 
giving  a  greater  degree  of  fire  protection;  he  further  con¬ 
tends  the  height  of  the  building  only  exceeds  the  restricted 
height  by  4  ft.  6  in.,  and  requests  the  board  to  set  aside 
the  order  from  the  superintendent  of  buildings. 

Resolved,  that  the  order  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  the  garage  floor  shall 
be  constructed  of  reinforced  concrete;  that  the  side  walls 
throughout  1st  story  garage  area  shall  be  built  of  brick; 
that  the  ceiling  shall  be  fire-retarded  in  accordance  with 
the  rules  of  the  board  of  standards  and  appeals ;  that  the 
stairhall  shall  be  enclosed  with  not  less  than  4  in.  fireproof 
partition,  leading  directly  to  the  street,  with  not  more 
than  one  opening  therein,  at  the  rear  of  1st  story  hall,  said 
opening  to  be  provided  with  self-closing  fireproof  door,  in 
addilicn  to  a  fireproof  door  at  head  of  stairs  to  the  base¬ 
ment  story;  that  the  opening  at  rear  of  building,  1st  story, 
shall  not  exceed  a  width  of  3  ft.  6  in.  and  a  height  of 
6  ft.  6  in. ;  that  an  opening  shall  be  provided  in  fence  from 
rear  yard  to  adjoining  yard,  and  that  the  occupancy  of 
garage  shall  be  limited  to  1st  story  and  shall  not  exceed 
four  (4)  motor  vehicles,  all  the  property  of  the  owner  and 
occupant  of  the  premises,  used  in  the  conduct  of  his  busi¬ 
ness,  comprising  three  (3)  commercial  trucks  and  one  (1) 
pleasure  car ;  that  there  shall  be  no  gasoline  storage  equip¬ 
ment  installed  or  maintained  on  the  premises ;  and  granted 
only  so  long  as  use  and  occupancy  shall  be  maintained  by 
the  owner  and  occupant  of  the  premises. 


590-25-A. 

APPELLANT — Samuel  Rosenblum,  for  S.  Langsdorf 
&  Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 72-78  Spring  street,  Man¬ 
's  hattan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 


CONDIl  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  . ’’’  0 

Absent .  ’  q 

THE  RESOLUTION: 

(590-25-A) 

Whereas,  Samuel  Rosenblum,  for  S.  Langsdorf  &  Com¬ 
pany,  lessee,  filed,  June  8,  1925,  an  appeal,  with  the  board 
oi  standards  and  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  72-8  Spring  street,  Borough  of 
Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Tune 
1,  1925,  reads:  J 

“Order  No.  29750-LC— 

1.  Arrange  sprinkler  heads  with  properly  installed 
baffles  so  that  there  will  be  one  such  head  in  centre 
of  aisle  opposite  each  section  of  storage  racks  in  stock- 
room  on  12th  story.  Section  235-13-g,  Chapter  10 
Code  of  Ordinances.” ; 

and 

Whereas,  the  building  is  fireproof,  12  stories  in  height 
100  ft.  1  in.  by  99  ft.  11  in.,  irregular  in  area.  OCCUPIED 
1st  story,  vacant;  2nd  story,  salesroom,  20  persons;  3rd 
story,  celluloid  salesroom,  10  persons;  4th  story,  offices,  25 
persons;  5th  story,  wood  case  department,  24  persons;  6th 
story,  celluloid  manufacturing,  29  persons;  7th  story,  wood¬ 
working  department,  10  persons;  8th  story,  celluloid  en¬ 
graving,  paper  box  department,  28  persons;  9th  story,  cel¬ 
luloid  novelty  manufacturing,  30  persons;  10th  story /fitting 
department,  20  persons ;  11th  story,  shipping  leather  goods, 
15  persons;  12th  story,  stock  room,  7  persons;  and 
Whereas,  the  appellant  claims  the  building  is  equipped 
with  adequate  exit  facilities;  an  automatic  sprinkler  system 
with  gravity  and  pressure  tanks ;  the  premises  have  been 
operating  regularly  under  fire  department  permits;  to  com¬ 
ply  with  the  fire  department  order  would  mean  a  large 
unnecessary  expense;  the  present  arrangement  will  give 
better  service  than  that  required,  and  requests  the  board 
to  accept  the  present  sprinkler  equipment  as  adequate  with¬ 
out  change. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  far  as  it  affects  the  12th  story,  on  condition 
that  the  sprinkler  equipment,  as  now  installed,  shall  comply 
with  the  rules  in  all  respects ;  that  the  existing  stacks  shall 
not  be  increased  in  number  or  area  and  shall  not  exceed  a 
height  of  8  ft.  from  floor  level ;  that  the  shelving  shall 
be  constructed  of  open  slatting ;  that  the  stock  storage  stacks 
shall  be  open  at  the  top;  and  that  the  storage  shall  be  limited 
and  restricted  to  finished  stock,  maintained  in  packing  car¬ 
tons. 


627-25-A. 

APPELLANT — Patrick  J.  Murray,  for  Sarahann  Dela- 
mater,  owner. 

SLTBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 508-510  Broome  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Patrick  J.  Murray  and  John 
Fitzgerald. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  Oh  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  . q 

Absent .  0 
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THE  RESOLUTION: 

(627-25- A) 

Whereas,  Patrick  J.  Murray,  for  Sarshann  Delamater, 
owner,  filed,  June  17,  1925,  an  appeal,  with  the  board  of 
standards  and  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  508-510  Broome  street,  Borough 

of  Manhattan;  and  .  .  __„QO 

Whereas,  the  order  of  the  fire  commissioner,  No.  <<682- 

F,  dated  May  22,  1925,  reads: 

“Install  a  standpipe  system,  etc.’’; 

Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height,  41  ft.  5  in.  by  80  ft.,  irregular  in  area.  OCCU¬ 
PIED :  1st  story,  store,  4  persons;  2nd  story,  printer,  6 
persons;  3rd  story,  tag  manufacturing,  10  persons;  4th 
story,  embroidery  manufacturing,  15  persons;  5th  story, 
patent  medicines  and  leather  goods  manufacturing,  11  per¬ 
sons;  6th  story,  manufacturing  of  cosmetics,  10  persons; 
7th  story,  glass  cutting,  12  persons;  and  .  , 

Whereas,  the  appellant  claims  the  building  is  divided 
by  a  fire  wall  into  two  sections  of  1,368  sq.  ft.  and  782 
sci  ft  floor  area;  the  height  of  the  building  being  only 
86  ft  10  in.;  EQUIPPED  with  approved  fire  alarm  sys¬ 
tem-  required  fire  drills  are  held;  fire  extinguishers  and 
fire ’pails  are  provided;  under  such  conditions  he  requests 
the  board  to  rescind  fire  department  Order  No.  77683,  re¬ 
quiring  standpipes.  ’  .  .  ,  , 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  so  long  as  the  building  is  sub-divided  by  a  wall 
of  approved  masonry,  any  horizontal  openings  therein  to 
be  protected  with  self-closing  fireproof  door,  on  condition 
and  only  so  long  as  building  otherwise  complies  with  labor 
law  in  "all  other  respects;  and  granted  only  so  long  as  oc¬ 
cupancy  and  use  remain  substantially  unchanged. 


629-25-A.  _  „  ,  0  f 

APPELLANT— Ballard  Oil  Equipment  Co.,  tor  1  rot. 

Alex.  Haring,  owner.  . 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 2489  Sedgwick  avenue,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  James  Kearney. 

For  Administration:  Inspector  Carroll  of  fire 
department.  . 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS'— As  specified  in  resolution. 

THE  VOTE—  „  f  ,  „ 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(629-25-A) 

Whereas,  the  Ballard  Oil  Equipment  Co.,  for  Prof. 

Alex.  Haring,  owner,  filed,  June  17,  1925,  an  appeal,  with  the 
board  of  standards  and  appeals,  from  an  order  of  the  fire 
commissioner,  affecting  premises  2489  Sedgwick  avenue, 

Borough  of  The  Bronx;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  29<43- 

LC,  dated  June  1,  1925,  reads: 

“1.  Provide  a  hydrostatic  test  of  not  less  than  1>0 
pounds  per  sq.  in.  for  all  fuel  oil  carrying  piping  of  a 
normal  working  pressure  of  less  than  100  lbs.,  as  per 
Rule  8,  Sec.  3  of  the  Fuel  Oil  Rules. 

"2.  Expose  buried  fuel  oil  storage  tank  to  view  so 
that  a  proper  hydrostatic  pressure  test  may  be  made 
by  a  representative  of  the  I’ire  Commissioner  as  pei 
Rule  7,  Sec.  L,  1-A  of  the  Fuel  Oil  Rules.  ; 

Whereas,  the  building  is  of  frame  ~ / 2 

stories  in  height,  29  ft.  by  39  ft.  in  area;  OCCUPIED  as 

a  residence;  and 


Whereas,  the  appellant  claims  the  fuel  oil  installation 
was  made  under  the  rules  of  1922 ;  that  it  also  meets  the 
requirements  of  the  present  rules  except  the  tests  were 
not  made  in  the  presence  of  a  fire  department  representa¬ 
tive  ;  that  a  sworn  statement  has  been  filed  in  the  tire  de¬ 
partment  to  the  effect  “that  a  tank  shop  test  met  the  re¬ 
quirements”  ;  standard  piping  was  used,  and  he  requests  the 
board  to  accept  the  fuel  oil  installation  without  charge  as 
complying  with  the  requirements  of  the  board. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  1,  on  condition  that  an  affidavit  ot  test 
shall  be  filed  by  installer  with  the  fire  department,  and 
that  all  piping  shall  be  of  standard  wrought  iron  through¬ 
out  the  fuel  oil  equipment;  and  as  to  Item  2,  on  condition 
that  certificate  of  factory  test  shall  be  filed  with  fire  de¬ 
partment ;  and  on  further  condition  that  the  equipment  of 
fuel  oil  burning  installation  shall  comply  with  the  fuel  oil 
rules  in  all  other  respects. 

478“25-A 

APPELLANT— John  J.  Gilmartin,  for  A.  R.  Purdy 
Company,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 790-794  Greenwich  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  John  J.  Gilmartin. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . . . ;  •  . .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent .  0 

THE  RESOLUTION: 

(478-25-A) 

Whereas,  John  J.  Gilmartin,  for  A.  R.  Purdy  Com¬ 
pany,  Inc.,  owner,  filed,  May  6,  1925,  an  appeal,  with  the 
board  of  standards  and  appeals,  from  a  decision  of  the 
fire  commissioner,  affecting  premises  790-94  Greenwich 

street,  Manhattan ;  and  .  . 

Whereas,  the  decision  of  the  fire  commissioner  reads: 
“Protect  ceiling  construction,  including  vertical  open¬ 
ing,  by  fire  retarding  material  as  prescribed  by  the 
Board  of  Standards  &  Appeals.’  ; 

Whereas,  the  building  is  non-fireproof,  two  (2)  stories 
in  height  72  ft.  by  83  ft.  in  area  at  the  1st  story  and  72 
ft.  by  78*  ft.  in  area  above.  OCCUPIED :  1st  story,  stor¬ 
age  and  garage  for  two  (2)  motor  vehicles ;  2nd  story, 
storage  and  office,  5  persons  on  each  floor ;  and 

Whereas,  the  appellant  contends  that  the  building  is 
used  only  for  the  storage  of  steel  and  to  house  two  auto¬ 
mobiles  for  use  in  the  owner’s  business;  that  the  floors  are 
supported  on  10  in.  square  columns  and  20  in.  girders ; 
that  the  floor  beams  are  3  in.  by  14  in. ;  that  there  is  a  fire¬ 
proof  enclosed  stairway  leading  from  street  level  to  root, 
separate  and  apart  from  main  floor,  and  that  no  oil  or 

gas  is  stored  on  the  premises.  .  . 

Resolved  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby 

is  denied. 

519-25-A.  ^ 

APPELLANT — Alexander  Caldwell,  owner. 

SUBTECT — Appeal  from  order  of  fire  commissioner 
PREMISES  AFFECTED— 522  Timpson  place,  The 
Bronx. 

APPEARANCES—  , 

For  Appellant:  Alexander  Caldwell. 

For  Administration:  Inspector  Lynch  of  hre 
department. 

ACTION  OP  BOARD— Appeal  granted  on  condition. 
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CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle,  and 


Fire  Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(519-25-A) 

Whereas,  Alexander  Caldwell,  owner,  filed,  May  19,  1925, 
an  appeal,  with  the  board  of  standards  and  appeals,  from 
an  order  of  the  fire  commissioner,  affecting  premises  522 
Timpson  place,  The  Bronx;  and 

Whereas,  the  order  of  the  fire  commissioner  reads : 

“Discontinue  the  maintenance  of  a  garage  on  these 
premises.”  ; 

and 

Whereas,  the  building  is  of  frame  construction,  three 
(3)  stories  in  height,  22  ft.  by  50  ft.  in  area.  OCCUPIED: 
1st  story,  business  garage  for  five  (5)  cars;  2nd  story,  1 
family;  3rd  story,  1  family;  and 

Whereas,  the  board  denied  an  appeal  from  a  similar 
order  on  March  30,  1920,  on  these  premises,  under  Cal. 
No.  162-20-A ;  and 

Whereas,  the  appellant  claims  conditions  have  been 
changed  since  the  last  appeal ;  the  side  walls  and  ceiling 
of  garage  are  fire-retarded  in  accordance  with  the  rules 
of  the  board;  entrance  to  the  upper  floors  is  separated  from 
the  garage ;  exterior  stairway  at  rear  leads  to  an  alley  which 
leads  to  the  street;  doors  and  windows  of  garage  are  pro¬ 
vided  with  wire  glass ;  there  are  only  two  adults  living  on 
each  of  the  2nd  and  3rd  stories;  he  has  filed  Certificate 
of  Occupancy  No.  618  of  1924  permitting  present  occu¬ 
pancy;  and  he  requests  the  board  to  accept  the  present 
occupancy  and  rescind  fire  department  Order  No.  29676- 
LC  to  discontinue  the  use  as  a  garage. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  side  wall  and  ceiling  of  ga¬ 
rage  area  on  1st  story  shall  be  fire-retarded  in  accordance 
with  the  rules  of  the  board  of  standards  and  appeals ; 
that  the  sides  and  soffits  of  stairs,  1st  story,  shall  be  en¬ 
closed  in  fire-retarded  material  and  shall  lead  directly  to 
street  with  no  opening  between  stairhall  and  garage  area; 
that  there  shall  be  an  exit  maintained  at  the  rear  of  garage 
or  1st  story  to  the  yard,  not  exceeding  a  width  of  3  ft. 

6  in.  by  6  ft.  6  in.  in  height;  that  an  exterior  means  of 
egress  additional  to  interior  stairway  shall  be  provided  and 
maintained  on  rear  of  building  from  all  floors ;  that  there 
shall  be  no  gasoline  storage  equipment  maintained  on  the 
premises ;  that  there  shall  be  no  open  flame,  heating  ap¬ 
paratus  or  appliance  maintained  within  garage  area ;  and 
that  the  occupancy  of  the  garage  shall  be  limited  to  two 
(2)  automobiles  of  pleasure-car  type,  restricted  to  the  use 
and  ownership  of  the  owner  or  occupant  of  the  living  quar¬ 
ters  on  the  premises  above. 


547-25-A. 

APPELLANT — John  J.  Gilmartin,  for  North  Ward 
Realty  Company,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — -45-49  John  street  and  1-5 
Dutch  street,  Manhattan. 

APPEARANCES— 

For  Appellant:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE — 

Affirmative:  Chairman  Walslq  Commission¬ 
ers  Connell,  Franagan  and  Guilfoyle,  and 


Fire  Chief  Kenlon .  5 

Negative  . 0 

Absent .  0 


THE  RESOLUTION: 

(547-25-A) 

Whereas,  John  J.  Gilmartin,  for  North  Ward  -Realty 
Company,  owner,  filed,  May  27,  1925,  an  appeal,  with  the 
board  of  standards  and  appeals,  from  an  order  of  the  fire 
commissioner,  affecting  premises  45-49  John  street  and  1-5 
Dutch  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  70611- 
b,  reads: 

2.  Provide  iron  shutters  at  all  openings  in  the  ex¬ 
terior  wall  above  the  1st  story,  which  are  distant  in 
a  direct  line  less  than  30  ft.  from  any  opening  in  any 
other  building  and  not  in  the  same  plane  with  said 
openings  and  which  are  not  more  than  50  ft.  above 
a  neighboring  roof  at  north,  east  and  west  sides  of 
building,  also  at  north  and  south  walls  of  court  at 
west  side  of  building,  or  other  approved  protection,  as 
per  sec.  375,  art.  18,  ch.  5  of  Code  of  Ordinances.”; 
and 

Whereas,  the  building  is  fireproof,  12  stories  in  height 
10  ft.  by  113  ft.  in  area;  OCCUPIED  for  office  purposes, 
about  50  persons  on  each  story;  and 

Whereas,  the  appellant  claims  there  are  40  windows  in 
north  wall,.  198  windows  in  east  wall,  25  windows  in  west 
wall,  20  windows  in  south  court  wall,  40  windows  in  east 
court  wall  and  16  windows  in  north  court  wall  of  the  build¬ 
ing  affected  by  fire  department  order;  he  contends  the 
building  is  on  the  corner,  facing  two  streets;  also  that 
the  windows  in  the  side  walls  are  within  reach  of  a  fire 
stream  from  the  street  and,  in  view  of  such  facts,  he  re¬ 
quests  the  board  to  modify  the  fire  department  order, 
No.  70611-F,  requiring  iron  shutters. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  far  as  it  affects  the  openings  in  westerly 
gable  wall  more  than  two  stories  above  the  adjoining  four- 
story  structure  on  John  street,  and  so  far  as  it  affects  the 
openings,  in  northerly  gable  wall  more  than  two  stories  above 
the  adjoining  structure  to  the  north  and  openings  in  the  east¬ 
erly  wall,  on  condition  that  all  windows  in  the  northerly,  east¬ 
erly  and  southerly  walls  of  the  interior  court  within  the  re¬ 
quirements  shall  be  equipped  with  fireproof  frames  and  sash, 
glazed  with  wire  glass;  and  granted  so  long  as  occupancy 
and  use  remain  substantially  unchanged. 


1431-24-A. 

APPELLANT — Augustus  Misch,  for  W.  J.  Durr, 
owner. 

SUBJECT — Request  for  extension  of  permit — appeal 
from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 3294  Hull  avenue,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  Anthony  J.  Ware. 

ACTION  OF  BOARD — Appeal  reopened  and  another 
ninety-day  permit  granted. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PER¬ 
MIT  FOR  90  DAYS— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  .  q 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(1431-24-A) 

WRereas,  August  Misch,  for  WJlliam  J.  Durr,  owner, 
filed,  December  4,.  1924,  an  appeal,  with  the  board  of  ap¬ 
peals,  from  a  decision  of  the  fire  commissioner,  affecting 
premises  3294  Hull  avenue,  The  Bronx;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
December  2,  1924,  reads; 
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“Replying  to  your  letter  of  the  8th  inst.  in  which 
you  requested  a  temporary  permit  to  cover  a  fuel  oil 
heating  plant  at  the  mentioned  address,  we  regret  to 
advise  that  we  must  deny  your  request  in  view  of  the 
fact  that  the  plans  covering  the  installation  indicate 
that  the  burner  which  you  intend  using  is  not  a  type 
approved  by  the  Board  of  Standards  and  Appeals.”; 
and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  25  ft.  by  50  ft.  in  area.  OCCUPIED :  1st  story, 
stores;  upper  stories,  dwellings;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  200  gallon  fuel  oil  storage  tank,  a  55  gallon 
auxiliary  tank  and  a  “Universe”  oil  burner  with  necessary 
valves  and  piping ;  and 

Whereas,  appellant  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules  excepting  in  that  the  burner 
is  not  an  approved  burner,  and  requests  a  temporary  permit 
pending  approval  of  the  burner  by  the  board ;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  February  10,  1925,  for  a  temporary  period,  and  ap¬ 
pellant  requests  an  extension  of  time. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  for  a  temporary  period  of  ninety  (90)  days, 
on  condition  that  the  installation  otherwise  shall  comply  with 
the  fuel  oil  rules  of  the  board  of  standards  and  appeals, 
pending  action  on  petition  for  approval  of  burner  by  the 
board  of  standards  and  appeals. 


BUILDING  ZONE  CASES. 

638-23-BZ. 

APPLICANT — Samuel  Rosenblum,  for  Max  Notess, 
*  owner. 

SUBJECT — Application  (re:  decision  of  fire  commis¬ 
sioner)  to  permit  the  maintenance  of  a  garage 
for  three  (3)  cars,  two  spaces  to  be  rented  to 
persons  not  residing  on  the  premises.  (Pre¬ 
viously  dismissed  for  lack  of  prosecution.) 

PREMISES  AFFECTED— 2965  Valentine  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Samuel  Rosenblum. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  No¬ 
vember  24,  1925,  at  10  a.  m.,  to  substantiate  ap¬ 
peal  under  section  7-g. 


608-25-BZ. 

APPLICANT — McCooey  &  Conroy,  for  Lowlou  Cor¬ 
poration,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1095-1117  Washington  ave¬ 
nue,  Brooklyn. 

APPEARANCES— 

For  Applicant:  Murray  Riskin. 

•  For  Opposition:  Irving  Lee  Block  and  others. 

ACTION  OF  BOARD — Application  laid  over  to  No¬ 
vember  10,  1925,  at  10  a.  m.,  on  request  of  ap¬ 
plicant’s  representative  (for  final  disposition). 


APPEARANCES  - 

For  Applicant:  None. 

For  Opposition:  Mrs.  Richter,  Mr.  Lefkowiitz. 
AC  I  ION  OF  BOARD — Application  laid  over  to  No¬ 
vember  24,  1925,  at  10  a.  m.,  on  written  request 
of  applicant. 


622-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Simon  Brown, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  change  of  occupancy  of  a  building  used  as 
a  residence  to  a  business  use  on  the  first  story. 

PREMISES  AFFECTED— 131  Starr  street,  Brooklyn. 


607-25-BZ. 

APPLICANT — McCooey  &  Conroy,  for  Israel  Fein- 
berg  and  Joe  Bernstein,  owners. 

SUBJECT — Application  (  re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 2552-2556  Bedford  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Murray  Riskin. 

For  Opposition:  J.  C.  McLear  and  others. 

ACTION  OF  BOARD — Application  laid  over  to  No¬ 
vember  10,  1925,  at  10  a.  m.,  on  request  of  ap¬ 
plicant’s  representative  (for  final  disposition). 

754-25-BZ. 

APPLICANT — Robert  Tappan,  for  Cord  Meyer  Devel¬ 
opment  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  group  of 
twenty-six  (26)  one-car  attached  garages,  for 
the  storage  of  pleasure  motor  vehicles  as  an 
accessory  to  private  dwellings  located  within 
the  same  block. 

PREMISES  AFFECTED — North  side  of  Austin  street, 
bounded  by  Puritan  avenue  and  Atom  place, 
Forest  Hills,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  R.  W.  Kellog  and  A.  Alex¬ 
ander. 

For  Opposition:  None. 

ACTION  Oh  BOARD — Application  laid  over  to  Octo¬ 
ber  27,  1925,  at  10  a.  m.,  awaiting  letter  from 
sinking  fund  commission. 

364-25-BZ. 

APPLICANT — Murray  Klein,  for  Barney  Zinick,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
.  of  buildings)  to  permit  the  extension  from  an 
unrestricted  district  into  a  business  district  of 
a  proposed  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 9-17  Bainbridge  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  K.  King. 

For  Opposition:  None. 

ACTION  Oh  BOARD — Application  withdrawn  on  request 
of  owner. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 

Fire  Chief  Kenlon  .  5 

Negative  .  . ’  ’  ’  0 

Absent  . .  q 

503-25-BZ. 

APPLICANT— William  F.  Doyle,  for  John  E.  Eustis, 
owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Northeast  corner  of  West 
179th  street  and  Cedar  avenue,  The  Bronx. 
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APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  withdrawn. 
THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 

Fire  Chief  Kenlon  . 

Negative  . 

Absent . 


669-25-BZ. 

APPLICANT— Jacob  Zwerling,  lessee. 

SUBJECT — Application  (re:  decision  of  fire  commis¬ 
sioner)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline  selling  sta¬ 
tion. 

PREMISES  AFFECTED — Northwest  corner  of  Bel¬ 
mont  avenue  and  Fordham  road,  The  Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  written  request 
to  withdraw;  application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Connell  and  Guilfoyle....  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


697-25-BZ. 

APPLICANT — Roxbury  Dairy  Co.,  Inc.,  lessee. 

SUBJECT — Application  (re:  decision  of  health  commis¬ 
sioner)  to  permit  the  maintenance  of  a  milk 
depot. 

PREMISES  AFFECTED — 55  Carmine  street,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  a  written  re¬ 
quest  to  withdraw;  application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle  .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


1523-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Christine  Bot- 
tenus,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  storage  of  four 
(4)  pleasure  motor  vehicles,  four  (4)  spaces 
rented  to  persons  not  residing  on  the  premises. 
PREMISES  AFFECTED— 1665  Davidson  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 

Fire  Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(1523-24-BZ) 

Whereas,  John  J.  Dunnigan,  for  Christine  Bottenus, 
owner,  filed,  December  27,  1924,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  residence  district 
the  maintenance  of  a  garage  for  the  storage  of  four  (4) 
pleasure  motor  vehicles,  all  spaces  rented  to  persons  not 
residing  on  the  premises;  premises  1665  Davidson  avenue, 
Borough  of  The  Bronx ;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  regular  meeting, 
October  20,  1925,  after  due  notice  by  publication  in  the  Bul¬ 
letin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Davidson  avenue,  West  174th 
street  and  Featherbed  lane  are  all  in  residence  districts; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  22,  1924,  reads : 

“Your  request  of  December  15th,  for  a  certificate  of 
occupancy  for  the  existing  building  at  1665  Davidson 
Avenue,  S/W  Corner  of  174th  Street,  Bronx,  as  a 
public  garage  for  four  (4)  automobiles  is  hereby  de¬ 
nied  as  the  premises  are  located  in  a  residence  district 
in  which  such  occupancy  is  prohibited  by  the  Building 
Zone  Resolution.”  ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  40  ft. 
and  a  depth  of  20  ft.;  to  be  occupied  as  garage  for  the 
storage  of  four  (4)  pleasure  motor  vehicles,  all  spaces 
rented  to  persons  not  residing  on  the  premises ;  and 

Whereas,  applicant  filed  91.9  per  cent  of  consents  of  af¬ 
fected  property  owners  in  support  of  his  application  unde 
section  7-g  of  the  building  zone  resolution,  and  the  board 
deemed  the  variation  a  reasonable  application  of  the  law. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of.  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  capacity  of  the  garage  be  restricted  to  four  automo¬ 
biles  of  the  pleasure-car  type,  space  for  three  of  which 
may  be  rented  to  persons  not  residing  on  the  premises  ;  that 
there  shall  be  no  gasoline  storage  equipment  installed,  and 
there  shall  be  no  signs  or  advertising  of  any  nature  or 
description  displayed  on  the  premises;  and  further,  that  all 
permits  necessary  be  obtained  within  ninety  days. 


518-25-BZ. 

APPLICANT — Mary  J.  Cheeseman,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  maintenance  of  a  hairdressing  business  use 
contrary  to  section  3  of  the  building  zone  reso¬ 
lution. 

PREMISES  AFFECTED— 110  West  82nd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Mary  J.  Cheeseman. 

For  Opposition:  Harry  Jacobs,  Walter  G.  But¬ 


ler  and  Edward  Vogler. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Fire  Chief  Kenlon .  1 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle . .  4 

Absent  .  0 

THE  RESOLUTION: 

(518-25-BZ) 


Whereas,  Alary  J.  Cheeseman,  owner,  filed,  May  19, 
1925,  an  application,  under  the  building  zone  resolution,  to 
permit  in  a  residence  district  the  maintenance  of  a  hair¬ 
dressing  business,  contrary  to  section  3  of  the  zone  resolu¬ 
tion ;  premises  110  West  82nd  street,  Borough  of  Manhat¬ 
tan  ;  and 

W hereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  regular  meeting, 
October  20,  1925,  after  due  notice  by  publication  in  the  Bul¬ 
letin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  82nd  street  is  in  a  resi¬ 
dence  district,  Columbus  avenue  is  in  a  business  district 
and  West  81st  street  is  in  a  residence  district;  and 

Whereas,  the  order  of  the  superintendent  of  buildings, 
dated  Aucust  25,  1925,  reads : 


1138 


MINUTES 


“Occupancy  of  above  premises  for  business  purposes 
(a  hairdressing  parlor),  in  a  residence  district,  is  con¬ 
trary  to  Sec.  2,  Art.  3  of  the  Building  Zone  Resolu¬ 
tion.”  ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  four  stories  and  basement  in  height,  with  a  front¬ 
age  of.  17  ft.  and  a  depth  of  54  ft.,  the  1st  story  to  be 
maintained  as  a  hairdressing  parlor ;  and 

Whereas,  the  board  deemed  that  applicant  failed  to  estab¬ 
lish  her  basis  of  appeal  of  hardship  under  section  21  of 
the  building  zone  resolution,  and  that  the  business  invasion 
requested  in  this  residence  street  was  unwarranted. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  ne 
and  it  hereby  is  denied. 

— 

661-25-BZ. 

APPLICANT — George  Kindermann,  for  Manderkin  Build- 
.  ing  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  and  also  in 
a  “B”  area  district  the  omission  of  a  rear  yard, 
as  required  by  the  building  zone  resolution. 
PREMISES  AFFECTED— 1362-4-6  Webster  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant :  George  Kindermann. 

For  Oppositon :  M.  John  Silver. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . ® 

Negative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent .  0 

THE  RESOLUTION: 

(661-25-BZ) 

Whereas,  George  Kindermann,  for  Manderkin  Building 
Company,  owner,  filed,  June  25,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  and 
also  in  a  “B’  area  district  the  omission  of  a  rear  yard  as 
required  by  the  zone  resolution;  premises  1362-1366  Web¬ 
ster  avenue,  east  side,  75  ft.  north  of  Kinderman  place,  Bor¬ 
ough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  regular  meeting, 
October  20,  1925,  after  due  notice  by  publication  in  the  Bul¬ 
letin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Webster  avenue,  Kinderman 
place  and  Brook  avenue  are  in  both  a  business  and  “B  ’ 
area  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  16,  1925,  reads : 

“1.  Rear  yard  must  be  provided  above  first  story 
to  comply  with  requirements  of  Building  Zone  Resolu¬ 
tion  in  a  business  use  district  and  “B”  area  district.  ; 

}and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  eight  stories  in  height,  with  a  frontage  of  46 
ft.  and  a  depth  of  90  ft. ;  to  be  occupied  as  furniture  stor¬ 
age  warehouse;  the  building  to  occupy  the  entire  area  of 

(the  lot,  leaving  no  rear  yard;  and 

Whereas,  the  board  deemed  that  the  vigorous  opposi¬ 
tion  to  the  granting  of  this  application  was  warranted  by 
surrounding  conditions  and  circumstances  and  that  the  appli¬ 
cant  failed  to  establish  a  basis  of  appeal  under  hardship, 
section  21  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 

1072-23-BZ. 

APPLICANT— Charles  H.  Doty,  owner. 


SUBJECT — Application  for  reopening  (re  order  of  fire 
commissioner)  to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  storage  of  five 
(5)  motor  vehicles,  four  (4)  spaces  rented  to  per¬ 
sons  not  residing  on  premises. 

PREMISES  AFFECTED — 41  Richmond  street,  Brooklyn. 
APPEARANCES— 

For  Applicant:  Charles  H.  Doty. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  reopened  and  granted 
extension  of  permit  for  two  years  on  same  con¬ 
ditions. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PERMIT— 
Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle  ....  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon . . .  1. 

THE  RESOLUTION: 

(1072-23-BZ) 


Whereas,  Louis  Haubt,  for  Charles  H.  Doty,  owner, 
filed,  September  10,  1923,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of  five  (5)  motor  ve¬ 
hicles,  four  (4)  spaces  rented  to  persons  not  residing  on 
the  premises,  41  Richmond  street,  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  November 
20,  1923,  after  due  notice  by  publication  in  the  Bulletin 
of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Richmond  street  and  Chest¬ 
nut  street  are  residence  districts  and  Jamaica  avenue  is 
a  business  district;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Au¬ 
gust  21,  1923,  Order  No.  82202-LC,  reads : 

“With  reference  to  your  application  dated  June  4, 
1923,  for  a  permit  to  maintain  a  garage  at  the  above 
location,  I  regret  to  inform  you  that  I  am  without 
power  to  grant  such  a  permit  for  the  following  rea¬ 
sons  : 

“Maintenance  of  your  garage  is  a  violation  of  Sec¬ 
tion  3  of  Article  2  of  the  Building  Zone  Resolution 
of  the  Board  of  Estimate  and  Apportionment  of  the 
City  of  N.  Y.  adopted  July  25,  1916,  inasmuch  as  mo¬ 
tor  vehicles  stored  are  used  for  commercial  purposes. 

“You  are  therefore  ordered  to  remove  all  motor  ve¬ 
hicles  used  exclusively  for  business  purposes  and  dis¬ 
continue  the  use  of  premises  for  storing  other  than 
pleasure  or  touring  cars  the  property  of  the  applicant 
residing  on  the  premises.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  50  feet 
and  a  depth  of  20  feet;  occupied  as  a  garage  for  five  mo¬ 
tor  vehicles,  space  for  four  of  which  is  rented  to  persons 
not  residing  on  premises ;  and 
Whereas,  the  applicant  has  filed  the  duly  acknowledged 
consents  of  the  owners  of  92  per  cent  of  the  property  front¬ 
age  deemed  by  the  board  to  be  affected ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  November  20,  1923,  for  a  temporary  period, 
and  applicant  requests  an  extension  of  time. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution,  and  that  the 
application  be  and  it  hereby  is  c/ranted  on  condition  that 
the  conduct  of  the  garage  be  limited  to  the  storage  of  five 
(5)  automobiles  of  the  pleasure  car  type,  space  for  four 
of  which  may  be  rented  to  persons  not  residing  on  the 
premises;  and  on  further  condition  that  the  garage  shall 
be  subdivided  and  maintained  as  individual  units  and  that 
this  permit  shall  be  for  a  temporary  period  not  extending 
beyond  two  years  from  the  date  of  this  action  by  the 
board. 
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828-23-BZ. 

APPLICANT — Gloria  Finck,  for  Louise  M.  Torrance, 
lessee. 

SUBJECT — Application  for  renewal  of  permit  (re:  deci¬ 
sion  of  tenement  house  commissioner)  to  permit  in 
a  residence  district  the  display  of  a  sign  of  pro¬ 
fessional  title  on  the  front  wall,  1st  story,  of  a 
residence  building. 

PREMISES  AFFECTED- — 425  Park  avenue,  Manhattan. 

APPEARANCES— 

For  Applicant:  Gloria  Finck. 

For  Opposition:  None. 

ACTION  OF  BOARD — -Application  reopened  and  granted 
two  years’  extension  of  permit  on  same  conditions. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  EXTEND  PERMIT— 
Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle  .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(828-23-BZ) 


Whereas,  Miss  Gloria  Finck,  for  Robert  W.  Goelet, 
owner,  filed,  June  29,  1923,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  district  the 
display  of  a  sign  of  professional  title  on  the  front  wall, 
1st  story  of  a  residence  building ;  premises  425  Park  ave¬ 
nue,  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  July  31, 
1923,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Park  avenue,  East  55th 
and  East  56th  streets  are  residence  districts;  and 
Whereas,  the  decision  of  the  tenement  house  commis¬ 
sioner,  rendered  June  5,  1923,  reads: 

“4.  In  violation  of  the  building  zone  resolutions  as 
adopted  by  the  Board  of  Estimate  and  Apportionment 
on  July  25,  1916,  the  basement  at  front  is  used  for  an 
interior  decorator’s  business. 

“The  use  of  said  basement  for  business  purposes 
must  be  discontinued  forthwith  and  the  building  per¬ 
manently  used  for  residential  purposes  only.” ; 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
four  stories  in  height,  with  a  frontage  of  20  ft.  and 
a  depth  of  60  ft. ;  occupied  as  a  dwelling,  there  being  located 
on  the  front  wall  in  the  1st  story  a  _  sign  8  in.  by  14  in. 
in  area,  with  name  and  professional  title,  of  occupant ;  and 
Whereas,  there  would  be  hardship  in  compelling  ap¬ 
plicant  to  remove  from  the  building  at  this  time;  and 
Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  July  31,  1923,  for  a  temporary  period,  and 
applicant  requests  an  extension  of  time. 

Resolved,  that  the  board  of  standards  and  appeals  does 


hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  permitting  the 
display  of  flat  metal  wall  sign,  on  condition  that  said  sign 
shall  not  exceed  8  in.  by  14  in.,  restricted  to  the  name  of 
the  occupant  and  the  professional  title — “Decorator”— and 
granted  for  a  temporary  period  not  extending  beyond  Oc¬ 
tober  20,  1927. 


61-25-BZ. 

APPLICANT— Magnuson  &  Ivleinert,  for  Albert  E.  Castle, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  residence  district 
and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 3313  Tilden  avenue,  Brooklvfi. 

APPEARANCES— None. 

ACTION  OF  BOARD — Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle  .  4 

Negative  .  0 

Absent .  0 

THE  RESOLUTION  : 

(61-25-BZ) 


Whereas,  Magnuson  &  Kleinert,  for  Albert  E.  Castle, 
owner,  filed,  January  15,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  partly  in  a  residence 
district  and  partly  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than  five 
motor  vehicles;  premises  3313  Tilden  avenue,  Borough  of 
Brooklyn ;  and 

Whereas,  applicant  failed  to  complete  his  papers,  though 
duly  notified  so  to  do. 

Resolved,  that  the  application  be  and  it  hereby  is  denied 
for  lack  of  prosecution. 


AREA  FIXED. 

The  chairman  presented  and  read  a  communication  from 
John  J.  Dunnigan,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  alteration  and  extension  of  a  garage;  premises  117-119 
Carroll  street,  Brooklyn. 

The  following  area  was  approved  by  the  board : 

Both  sides  of  Carroll  street  from  a  point  100  ft.  east 
of  Henry  street  to  a  point  400  ft.  west  of  the  garage; 
east  side  of  Hicks  street  from  Carroll  street  to  a  point 
120  ft.  north  of  Carroll  street;  also  the  properties  at 
rear  and  for  a  distance  of  50  ft.  on  either  side  of  the 
side  lot  lines  of  the  premises  in  question. 


Adjourned  1  p.  m. 

James  O’Connor,  Secretary. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING.  4,  1925,  at  2  p.  m.,  on  written  request  of  appli- 


TUESDAY  AFTERNOON,  OCTOBER  20,  1925. 
Present:  Chairman  Walsh,  Commissioners  Connell, 
Flanagan,  Guilfoyle  and  Fire  Chief  Kenlon. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS- 

606-25-A.  a  ,  «...  .. 

APPELLANT— Joseph  A.  McNamara,  for  Gillette 
Camera  Stores,  Inc.,  lessee.  .  . 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 231-235  East  42nd  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  laid  over  to  November 


cant. 


810-25-A. 

APPELLANT — William  F.  Doyle,  for  Chris  Cunning¬ 
ham,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— Foot  of  Greenpoint  avenue 
and  Newtown  Creek,  Brooklyn. 
APPEARANCES— 

For  Appellant:  William  F.  Doyle. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  November 
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17,  1925,  at  2  p.  m.,  for  inspection  by  committee 
of  the  board. 

975-25- A. 

APPELLANT — Albert  E.  Kleinert,  superintendent  of 
buildings,  Borough  of  Brooklyn. 

SUBJECT — Revocation  of  certificate  of  occupancy  No. 

5336,  issued  October  27,  1924. 

PREMISES  AFFECTED— 1597  Park  place,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Asst.  Engr.  J.  R.  Smithers. 

For  Opposition:  Murray  Riskin. 

ACTION  OF  BOARD — Appeal  laid  over  to  November 
10,  1925,  at  10  a.  m.,  on  request  of  owner’s  rep¬ 
resentative. 


646-25-A. 

APPELLANT — Albert  E.  Kleinert,  superintendent  of 
buildings,  Borough  of  Brooklyn. 

SUBJECT — Revocation  of  certificates  of  occupancy  Nos. 
1358-20  and  3000-24. 

PREMISES  AFFECTED — 26  College  place,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Assistant  Engineer  J.  P.  Smith¬ 
ers. 

For  Opposition:  C.  S.  Jullien. 

ACTION  OF  BOARD— Appeal  laid  over  to  October  27, 
1925,  and  placed  on  special  order  of  business. 


549-25- A. 

APPELLANT — Arthur  Weiser,  for  Harry  Robinson, 

owner. 

SUBJECT — Appeal  from  order  of  superintendent  of 
buildings. 

PREMISES  AFFECTED— 44  West  50th  street,  Man¬ 
hattan. 

APPEARANCES— 

,  For  Appellant:  Arthur  Weiser. 

For  Administration:  Engineer  Inspector  A. 
McPhee  of  bureau  of  buildings. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  t .  5 

Absent .  0 

THE  RESOLUTION:  * 

(549-25-A) 

Whereas,  Arthur  Weiser,  for  Harry  Robinson,  owner, 
filed,  May  27,  1925,  an  appeal,  with  the  board  of  standards 
and  appeals,  from  an  order  of  the  superintendent  of  build¬ 
ings,  affecting  premises  44  West  50th  street,  Manhattan; 

and 

Whereas,  the  order  of  the  superintendent  of  buildings, 
No.  166-1924,  reads: 

“You  are  hereby  directed  to  provide  an  outside  iron 
i  fire  escape  on  the  rear  of  building  with  balconies  cov¬ 
ering  two  windows  on  each  of  the  1st,  2nd,  3rd  and 
4th  stories.  Balconies  to  be  3  ft.  6  in.  wide,  guard 
rails  36  in.  high,  balconies  connected  by  00  degree  stairs 
20  in.  wide,  a  drop  ladder  in  guides  from  lowest  bal¬ 
cony  to  ground  and  a  gooseneck  ladder  to  roof.  Safe 
egress  from  termination  of  fire  escapes  must  be  pro¬ 
vided;  unobstructed  egress  must  be  provided  to  fire 
escapes  on  each  floor.” ; 
and 

Whereas,  the  building  is  non-fireproof,  four  stories  and 
basement  in  height,  20  ft.  by  55  ft.  in  area;  OCCUPIED 
for  stores  and  dwellings,  two  apartments  on  each  of  the 
2nd  and  3rd  stories  and  one  on  the  4th  story ;  the  means 
of  egress  consisting  of  an  interior  stairway,  extending  from 
.  the  1st  story  to  the  top  story,  with  scuttle  and  iron  ladder 
to  the  roof ;  and 

Whereas,  the  appellant  contends  that  the  number  of  oc¬ 
cupants  is  small  and  the  means  of  egress  are  adequate. 
Resolved,  that  the  order  of  the  superintendent  of  build¬ 


ings  be  and  it  hereby  is  affirmed,  and  the  appeal  be  and 
it  hereby  is  denied. 


618-25-A. 

APPELLANT — Schwartz  &  Gross,  for  Broadway  & 
38th  Street,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 134-142  West  38th  street 
and  1385-1391  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  William  F.  Doyle. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS' — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(618-25-A) 

Whereas,  Schwartz  &  Gross,  for  Broadway  and  38th 
Street,  Inc.,  owner,  filed,  June  15,  1925,  an  appeal,  with 
the  board  of  standards  and  appeals,  from  a  decision  of  the 
fire  commissioner,  affecting  premises  134-142  West  38th 
street  and  1385-1391  Broadway,  Borough  of  Manhattan ; 
and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
June  10,  1925,  reads: 

“3.  1  he  height  of  the  building  being  in  excess  of 

280  feet,  a  fire  pump  with  appurtenances,  all  accord¬ 
ing  to  Rule  No.  26,  Board  of  Standards  and  Appeals, 
must  be  provided.” ; 
and 

Whereas,  the  building  is  fireprooj,  23  stories  in  height, 
104  ft.  by  174  ft.  6  in.  and  207  ft.  2  in.,  irregular  in  area; 
OCCUPIED  for  offices,  showrooms  and  25  per  cent  manu¬ 
facturing;  the  building  being  283  ft.  9  in.  in  height; 
equipped  with  two  8  in.  standpipe  risers  and  an  approved 
sprinkler  system ;  and 

Whereas,  appellant  contends  that  a  standpipe  will  be  in¬ 
stalled  in  accordance  with  the  rules  of  the  board  of  stand¬ 
ards  and  appeals  except  that  they  wish  to  omit  the  fire 
pump.  .  . 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  (j ranted ,  only  so  far  as  it  affects  the  installation  of  fire 
pump,  on  condition  that  approved  standpipe  equipment  shall 
be  installed  complete  in  all  other  respects;  and  that  an  ap¬ 
proved  wet-line  sprinkler  system  shall  be  installed  and  main¬ 
tained  throughout  entire  premises. 


658-25-A. 

APPELLANT— M.  M.  Belding,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 116  East  88th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . . .  •  \ .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  hire 

Chief  Kenlon  . ; .  5 

Absent .  0 

THE  RESOLUTION: 

(658-25-A) 

Whereas,  M.  M.  Belding,  owner,  filed,  June  25,  1925, 
an  appeal,  with  the  board  of  standards  and  appeals,  frorn^  an 
order  of  the  fire  commissioner,  affecting  premises  116  East 
88th  street,  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  June 
6,  1925,  reads  (Order  No.  29785-LC)  : 
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Separate  boiler  from  remainder  of  building  by 
unpierced  wall  of  solid  masonry  at  least  8  inches  in 
thickness.  Entrance  to  boiler  room  to  be  from  ex¬ 
terior  of  building  only.  Chapter  10,  Section  159-1,  Code 
of  Ordinances.” ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  25  ft.  6  2-3  in.  by  95  ft.  9  in.  and  25  ft.  6  2-3  in.' 
by  64  ft.  8  in.  above.  OCCUPIED :  1st  story,  private 
garage;  2nd  story,  1  bedroom;  3rd  story,  apartment;  and 

Whereas,  appellant  contends  that  to  separate  the  boiler 
room  would  involve  the  removal  of  the  present  heater 
room,  the  construction  of  another  at  the  rear  of  the  build¬ 
ing,  the  erection  of  a  smoke  flue  from  the  ground  to 
sufficient  height  to  secure  proper  draft,  and  the  reconstruc¬ 
tion  of  the  entire  heating  plant,  installed  within  the  last 
five  years. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


663-25-A. 

APPELLANT — Erwin  Rebafka,  of  Brown,  Wheelock, 
Harris,  Vought  &  Co.,  Inc.,  for  Estate  of  J.  W. 
Nichols,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 463-467  Broadway,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Erwin  Rebafka. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative':  Chairman  Walsh,  Commission¬ 
ers  Connoil,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(663-25-A) 

Whereas,  Erwin  Rebafka,  for  Brown,  Wheelock,  Harris, 
Vought  &  Co.,  Inc.,  for  Estate  of  J.  W.  Nichols,  owner, 
filed,  June  26,  1925,  an  appeal,  with  the  board  of  standards 
and  appeals,  from  an  order  of  the  fire  commissioner,  af¬ 
fecting  premises  463-7  Broadway,  Manhattan;  and 

Whereas,  the  order  of  fire  commissioner,  No.  79443-F, 
reads : 

“Install  a  standpipe  system  *  *  *.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  85  ft.  9  in.  by  100  ft.  in  area;  OCCUPIED,  offices, 
showrooms  and  stock  rooms,  95  persons  in  entire  premises ; 
the  height  of  building  being  84  ft.  5  in. ;  and 

Whereas,  the  appellant  contends  that  the  height  of  the 
building  is  less  than  85  ft.  and  that  the  area  is  less  than 
10,000  sq.  ft. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  an  approved  automatic  fire  alarm 
system,  with  central  office  connection,  shall  be  maintained; 
and  that  not  less  than  sixteen  (16)  water  buckets  shall 
be  maintained  in  the  hall  on  each  story ;  and  granted  so 
long  as  conditions  as  to  occupancy  and  use  remain  substan¬ 
tially  unchanged. 


665-25-A. 

APPELLANT — F.  P.  Keniston,  for  Spring  Products 
Corp.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 2505  Third  avenue,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  F.  P.  Keniston. 

For  Administration:  Inspector  Lynch  of  fire 
department. 


ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDIIIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  q 

Absent .  q 

THE  RESOLUTION: 

(665-25-A) 

Whereas,  F.  P.  Keniston,  for  Spring  Products  Corpo¬ 
ration,  lessee,  filed,  June  26,  1925,  an  appeal,  with  the  board 
of  standards  and  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  2505  Third  avenue,  The  Bronx- 
and 

Whereas,  the  order  of  the  fire  commissioner,  No.  29707- 
LD,  reads : 

“1.  Provide  an  approved  buried  storage  system  of 
sufficient  _  capacity  for  the  proper  storage  of  benzine. 

“2.  Discontinue  the  storage  or  use  of  benzine  in  the 
same  room  or  compartment  where  there  is  an  open 
flame.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  90  ft.  in  area;  OClUPIED  for  the  manu¬ 
facture  of  springs,  shipping  and  japanning  on  the  1st  story; 
a  total  of  58  persons  in  the  entire  building;  and 

Whereas,  appellant  contends  that  they  only  store  50  gal¬ 
lons  of  benzine,  which  is  used  to  thin  the  lacquer  in  the 
dipping  room,  which  room  is  enclosed  in  fireproof  parti¬ 
tions  and  that  this  room  is  12  ft.  from  the  gas  fire  oven 
where  the  springs  are  baked,  and  requests  permission  to 
use  a  portable  safety  tank. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  quantity  of  benzine  stored 
on  premises  shall  not  exceed  50  gallons,  stored  in  metal 
drum,  buried  in  rear  yard,  vented  to  outer  air  above  1st 
story  level ;  that  the  dipping  room  shall  be  constructed  of 
not  less  than  4  in.  fireproof  block  partition,  unpierced  with¬ 
in  the  floor  area  of  1st  story,  opening  directly  to  rear  yard 
only ;  that  the  metal  gas  fire  oven  shall  be  enclosed  with 
a  4  in.  terra  cotta  partition,  with  not  more  than  one  open¬ 
ing  on  interior  of  building,  equipped  with  fireproof  door; 
that  the  ceiling  of  dripping  room  and  metal  oven  enclosure 
shall  be  fire-retarded;  and  that  no  empty  gasoline  or  ben¬ 
zine  drum  shall  be  maintained  or  stored  in  any  part  of 
premises. 


667-25-A. 

APPELLANT — Monroe  J.  Zimmerman,  for  Frederick 
H.  Tims,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 3202  Perry  avenue,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  Monroe  J.  Zimmerman. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS' — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  . 5 

Negative  .  0 

Absent .  p 

THE  RESOLUTION: 

(667-25-A) 

Whereas,  Monroe  J.  Zimmerman,  for  Frederick  H.  Tims, 
owner,  filed,  June  29,  1925,  an  appeal,  with  the  board  of 
standards  and  appeals,  from  an  order  of  the  fire  commis¬ 
sioner  affecting  premises  3202  Perry  avenue,  Borough  of 
I  he  Bronx;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  29964- 
LC,  dated  June  13,  1925,  reads: 

You  are  hereby  notified  that  an  inspection  of  prem- 
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ises  3202  Perry  Ave.,  Bronx,  used  for  the  storage  and 
use  of  fuel  oil  in  connection  with  your  fuel  oil  burn¬ 
ing  equipment,  shows  that  the  following  must  be  done 
before  the  permit  requested  by  you  can  be  issued: 

“1.  Expose  buried  tank  to  view  so  that  a  proper 
hydrostatic  test  may  be  made  by  a  representative  of 
Fire  Commissioner  *  *  *. 

“7.  Provide  a  hydrostatic  test  of  not  less  than  one 
hundred  pounds  per  square  inch  for  all  Grade  B  Fuel 
Oil,  carrying  piping  *  * 

and 

Whereas,  the  building  is  non-fireproof  (frame),  two 
stories  in  height,  20  ft.  by  60  ft.  in  area;  OCCUPIED 
as  a  dwelling,  one  family  on  each  story ;  a  fuel  oil  burning 
equipment,  consisting  of  a  550-gallon  storage  tank  and  a 
Powerlight  oil  heat  burner  has  been  installed ;  the  tank  and 
piping  not  having  been  inspected  and  tested ;  and 

.Whereas,  appellant  contends  that  the  piping  used  is  stand¬ 
ard  wrought  iron  and  that  the  tank  complies  with  the  fuel 
oil  rules. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  1,  on  condition  that  a  factory  test  cer¬ 
tificate  shall  be  filed  with  the  fire  department;  as  to  Item 
7,  on  condition  that  an  affidavit  of  test  shall  be  filed  with 
the  fire  department  as  to  the  piping,  and  that  the  fuel  oil 
burning  installation  shall  be  equipped  with  standard  wrought 
iron  pipe  throughout;  and  further  that  the  fuel  oil  burning 
equipment  shall  comply  with  the  fuel  oil  rules  of  the  board 
of  standards  and  appeals  in  all  other  respects. 


•  BUILDING  ZONE  CASES. 

241-25-BZ. 

APPLICANT— Philip  J.  Sinnott,  for  Brolux  Corp., 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1202-1206  Lind  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  James  Duignan,  Matthew  J. 
Wheelehan,  Arthur  Kunze,  Miss  M.  E. 
Brennan,  Geo.  Schrade,  Wm.  Hoart  and 
others. 

ACTION  OF  BOARD — Application  laid  over  to  No¬ 
vember  17,  1925,  at  2  p.  m.,  to  submit  proof  as 
to  the  existence  of  a  stable. 


505-25-BZ. 

APPLICANT — John  J.  Kadel,  for  Walton  Whyte  Realty 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — East  side  of  Jerome  avenue, 
350  ft.  south  of  East  181st  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Kadel. 

For  Opposition:  William  B.  De  Lacey,  Henry 
C.  White  and  others. 

ACTION  OF  BOARD — Application  laid  over  to  Octo¬ 
ber  27,  1925,  at  10  a.  m. 

575-25-BZ. 

APPLICANT— Gardiner  Conroy,  for  O’Hara  Realty 
Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 507-511  Flatbush  avenue 
and  1118-1122  Washington  avenue,  Brooklyn. 
APPEARANCES— 


For  Applicant:  Murray  Riskin. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  laid  over  to  No¬ 
vember  4,  1925,  at  2  p.  in.,  on  request  of  appli¬ 
cant’s  representative. 


447-25-BZ. 

APPLICANT — Benjamin  Driesler,  Jr.,  for  Incorporated 
Parkway  Builders,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residence  district  extend¬ 
ing  from  an  unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicels. 

PREMISES  AFFECTED— 71-85  Caton  place,  Brook¬ 
lyn. 

APPEARANCES' — None. 

ACTION  OF  BOARD — Application  withdrawn  on  writ¬ 
ten  request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 


Negative  . . .  0 

Absent:  Fire  Chief  Kenlon .  1 


375-23-BZ 

APPLICANT — Thomas  W.  Lamb,  for  B.  F.  Keith  New 
York  Theatre  Company,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  the  erec¬ 
tion  of  a  place  of  public  assembly,  extending  into 

o  rpQirlpncp  district 

PREMISES  AFFECTED— 109  East  Fordham  road, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  J.  Henry  Walter. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened,  subject 
to  calendar  call. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


1453-24-BZ. 

APPLICANT — John  J.  Dunnigan,  for  James  Murphy, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 24  Evelyn  place,  The  Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

.For  Opposition:  Francis  J.  Carlucci,  Gertrude  I. 

Leahy,  Patrick  J.  Hogan,  John  Klemeyer 


and  G.  Artzt. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(1453-24-BZ) 


Whereas,  John  J.  Dunnigan,  for  James  Murphy,  owner, 
filed,  December  9,  1924,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles ;  premises  southeast  corner  Evelyn 
place  and  Davidson  avenue,  Borough  of  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  ?0,  1925,  after  due  notice  by.  publication  in 
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the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Evelyn  place  is  in  a  residence 
district,  that  Davidson  avenue  is  in  a  business  and  residence 
district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  5,  1924,  reads : 

“Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  residence  district  is  con¬ 
trary  to  provisions  of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  100 
ft.  on  Davidson  avenue  and  115  ft.  on  Evelyn  place;  to  be 
occupied  as  garage  for  the  storage  of  more  than  five  motor 
vehicles ;  and 

Whereas,  there  was  opposition  to  the  granting  of  this 
application  on  the  part  of  adjoining  property  owners,  and 
the  board  deemed  that,  in  view  of  the  residence  use  develop¬ 
ment  surrounding  this  plot,  it  would  be  a  hardship  and  un¬ 
warranted  invasion  to  permit  a  non-conforming  use. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


419-25-BZ. 

APPLICANT — William  Bone,  for  Hyman  Wynehouse, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  five  (5)  detached 
residence  buildings  to  be  used  for  store  purposes 
on  the  first  story. 

PREMISES  AFFECTED — 4110-4118  Ninth  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Walter  R.  Kuhn  and  Hyman 
Wynehouse. 

For  Opposition:  Frank  S.  Johnson,  Mr.  Meyer, 
Alderman  Dunn  and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  0 

Negative  :  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION: 

(419-25-BZ) 

Whereas,  William  Bone,  for  Hyman  Wynehouse,  owner, 
filed,  April  18,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  erection 
and  maintenance  of  five  detached  residence  buildings,  to  be 
used  for  store  purposes  on  the  1st  story;  premises  4110- 
4118  Ninth  avenue,  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meei- 
ing,  October  20,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Ninth  avenue,  41st  street  and 
42nd  street  are  all  in  residence  districts;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  6,  1925,  reads : 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
2,  Sec.  3.  The  erection  of  stores  in  a  residential  dis¬ 
trict  :  Application  therefore  denied.” ; 

and 

Whereas,  the  proposed  buildings  are  of  non-fireproof 
construction,  three  stories  in  height,  with  a  frontage  of  100 
ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  stores  on  the 
1st  story  and  as  dwellings  above;  and 
Whereas,  the  applicant  failed  to  substantiate  the  basis 
of  his  appeal  under  section  21,  namely,  hardship;  the  ad¬ 
joining  non-conforming  use  (a  chicken  slaughter  house)  was 
located  on  the  adjoining  premises  at  the  time  the  applicant 
purchased  the  property;  the  slaughter  house,  moreover,  is 
not  on  the  same  street  front. 


Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


640-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Kap  Realty  Co.. 
Inc.,  owner. 

SUBJECI — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  iy2  times  district 
the  erection  of  the  street  walls  of  a  building 
to  a  height  in  excess  of  the  limit  set  by  the 
zone  resolution. 

PREMISES  AFFECTED — 553-555  Eighth  avenue  and 
304  West  38th  street,  Manhattan. 
APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACIION  OF  BOARD — Application  granted  on  con¬ 
dition. 


in  icsuiuuuri. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  . *'  Q 

Absent:  Fire  Chief  Kenlon. .. .’  .  . .  i 

THE  RESOLUTION:  . 

(640-25-BZ) 

Whereas,  William  F.  Doyle,  for  Kap  Realty  Company, 
Inc  owner,  filed,  June  22,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  1  y2  times  district  the 
erection  of  the  street  walls  of  a  building  to  a  height  in 
1t^ie  Iimit  set  by  the  zone  resolution;  premises  553- 
o55  Eighth  avenue  and  304  West  38th  street,  Borough  of 
Manhattan ;  and 


Whereas  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet- 
October  20,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  acompanying  the  build¬ 
ing  zone  resolution  show  that  Eighth  avenue  to  center 
line  West  38th  street  is  in  a  lj£  times  height  district,  and 
that  Eighth  avenue,  north  of  center  line  West  38th  street 
is  m  a  2  times  height  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  June  20,  1925,  reads: 

Proposed  height  of  building  is  excessive  for  a  one 
and  a  half  times  district.  Art.  Ill,  Par.  8  of  the  Zon¬ 
ing  Resolution.”; 
and  . 


Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  25.  stories,  288  ft.,  in  height,  with  a  frontage  of 
49  ft.  4  in.  on  Eighth  avenue  and  25  ft.  on  West  38th 
street;  to  be  occupied  as  stores  and  factory;  the  height 
of  street  .wall  on  Eighth  avenue  and  on  38th  street  to  be 
198  ft.  with  setbacks  above,  in  accordance  with  the  2  times 
district,  based  on  width  of  Eighth  avenue  instead  of  a  1  y2 
times  district ;  and 

Whereas,  the  premises  in  question  face  a  two  (2)  times 
height  district  on  the  Eighth  avenue  frontage  and  for  a 
distance  of  100  ft.  on  38th  street ;  and,  in  view  of  the  con¬ 
sent  on  file  in  this  office  of  the  adjoining  and  immediately 
affected  abutting  owners ; 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  only  so  far  as 
it  affects  the  setback  requirements  for  the  street  frontages, 
and  that  the  two  (2)  times  setback  requirements  and  reg¬ 
ulations  be  granted  and  apply  for  the  street  frontages,  on 
condition  that  the  requirements  of  the  building  zone  resolu- 
lution  be  complied  with  in  all  other  respects  as  to  rear  yard, 
area,  use  and  occupancy,  and  that  the  necessary  permits 
be  obtained  within  nine  months  and  the  building  completed 
within  eighteen  months  of  the  date  of  this  action. 


Adjourned  6.20  p.  m. 
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RULES 

FIRE  RETARDING  RULES 


Adopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga¬ 
rages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed 
fire-retarding  within  the  meaning  of  §73,  subdivision  3, 
of  the  building  code,  that  resists  the  action  of  flame 
and  heat  when  subjected  to  a  continuous  fire  for  one 
hour  at  an  average  temperature  of  seventeen  hundred 
(1700)  degrees  Fahrenheit  without  the  passage  of  flame, 
and  with  a  maximum  temperature  rise  to  four  hundred 
(400)  degrees  Fahrenheit  on  the  side  away  from  the 
fire.  The  point  at  which  the  temperature  of  transmitted 
heat  is  measured  shall  be  protected  from  external  air 
and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition 
construction,  the  area  under  test  shall  be  not  less  than 
one  hundred  (100)  square  feet  and  least  dimension 
shall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
of  floor  construction,  the  area  under  test  shall  be  not 
less  than  two  hundred  (200)  square  feet  and  the  least 
dimension  shall  be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support 
the  live  load  for  which  it  is  designed,  and  after  the  fire 
shall  safely  sustain  twice  the  designed  live  load  with  a 
maximum  deflection  of  not  more  than  one  two-hun¬ 
dredth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
joisted  floor  construction  shall  be  accepted  as  fire-re¬ 
tarding  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  sta¬ 
tions  when  the  beams  are  protected  on  the  upper  and 
under  sides  with  the  fire-retarding  materials  specified 
in  rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  upper  sides  of  wood  floor  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations: 

(a)  Seven-eighths  (P/%)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not  less  than  two  and  one-half 
(2J^)  inches  of  1:2^4 :5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  (%)  of  one  (1)  per 


cent  of  steel  mesh. 

(b)  Two  and  one-half  (2J4  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  undersides  of  wood  floor  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations: 

(a)  One-half  (J4)  inch  plaster  boards  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 


inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (^4)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  furring 
strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 


(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  (^)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil'  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  (^4)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (?£)  inch  wood  sheathing, 
one-half  (^2)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (%)  inch  wood  sheathing, 
two  thicknesses  of  one-quarter  (J4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 

sheet  "’etal  with  one-inch  lapped  seams. 
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PUBLIC  HEARING 


PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES— 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Friday,  November  20,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drazmi  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  ivell  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commisr 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  zvtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
zvorkmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wPv'  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro- 
vided  in  connection  zrith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton.  D.  C. ;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago:  by  the  Associated  Factory  Mutual  Labora 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Anneals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  S,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  tvhere  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  separate  feed 
mains  from  the  basement  or  lowest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be- 
lozv  the  top  of  the  staves  in  wooden  tanks  and  one  (1) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
without  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  tzventy-four  (24)  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbozv. 

The  discharge,  heating  or  filling  pipes  zvhere  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  which  may  be  of  three  layers  of  one-inch 
(1")  hair  felt  interspersed  zvith  building  paper  well  wrapped 
and  secured  and  covered  zvith  canvas  zvell  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

IV here  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  mam  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  halt  per  cent 
( 121/2% )  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000 J  3,000  gallons  of  water  for  a  wet  pipe  system 
where  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  3,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  lias  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  beloiv  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  ( 1 Yi)  inches  in  size  [with  a  one  and  one- 
quarter  ( / %)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (i}4)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  ivitli- 
in  id"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (2) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  13  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,300  sq.  ft.,  as 
provided  in  Rule  3.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  ivater  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca1 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  Xl/2)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  *  hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  b" 
the  number  o(  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  (200)  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
Six  (6)  inch  pipe  for  three  and  one-half  (3 )4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  betzveen  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (24)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  uf  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  ivatcr  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  ivith 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  6  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Faults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (l)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  04)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

i  One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

,  (c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar- 
.  range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  (J4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
2o  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof.  rn->„  j,e  used  ;n  [jeu  0f  heads  located  in  peak  of 
roof 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (l)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint'  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  (J4)  inch  heads  are  installed 
sprinkW  A^ectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  i5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (l/2)  inch  heads — 


:  of  Pipe 

Yu  inch . 

1  “  . 

Maximum  No.  of 
Heads  Allowed 

.  2  h  ea  d  s 

114  “  . 

.  3 

a 

iy2  “  . 

.  5 

u 

2  “  . 

.  10 

M 

214  “  . 

.  20 

(1 

3  “  . 

36 

<< 

314  “  . 

.  55 

H 

4  “  . 

.  80 

a 

5  “  . 

.  140 

a 

6  “  . 

.  200 

tt 

7  “  . 

.  300 

u 

8  “  . 

.  420 

u 

(b)  For  Conran*  one  (1)  inch  heads' — 


Size  of  Pipe 

1  inch 

i'A  “ 

V/2  “ 

2  “ 

2}4  “ 

3 

4 

5 

6  “ 

7  “ 

8 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

.  2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 


<1 

U 

<1 

it 


i* 


n 


(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 


1%  inch 

IV2  “ 

2  “ 

2^4  “ 


1  head 

2  heads 


3 

4 
6 

12 

21 

40 

60 

84 


H 


it 

it 

a 


u 

it 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2j4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (l/2)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  ivhich  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following1'  number  per  floor : 

(a)  For  standard  one-half  (*4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1*4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “ dead  riser ”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser”, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threade  1  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  w  thout  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall®  3ud  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
( 1 5f )  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewar  or  house  drain,  or  if 
carried  through  the  wall  and  exposed  to  the  weather,  they 
shall  be  fitted  with  hoods  or  dozvn-turned  elboivs. 

Drains,  pitched  not  less  than  one-quarter  ()4)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank ; 

At  each  pressure  tank. 

At  each  fire  department  connection  ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  /  inch 
in  size  where  floor  valves  are  not  over  ^J4  inches  in  size 
and  1 1 4  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  dram  riser  of  not  less  than  l}/ 2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down- fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  firessure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-incli  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  ()4)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  ()4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  )4  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  1} 4  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  )4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  zvhere  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  zvater  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  %-inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  fy-inch  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4)4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank ; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  ()4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosiz’e  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply^  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (y2)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows: 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

IV hen  anti-columning  pipes  are  used,  they  shall  he  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  (y2)  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  . too 


(c)  For  Conran*  one  and  one-quarter  ( 1 %  inch  heads  64 

Where  equipped  with  an  approved  quick-opening  device 
the  following  number  of  heads  may  be  controlled  by  one 
“Type  A”  dry-pipe  valve : 

(a)  For  Standard  one-half  ( y2 )  inch  heads . 8oo 

(b)  For  Conran *  one  (/)  inch  heads  . aoo 

{c)  For  Conran*  one  and  one-quarter  (i/4)  inch  heads. 128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (y2)  inch  heads  . 500 

(b)  For  Conran*  one  (l)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads.  84 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  ()4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated^  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

AH  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  ( 1 ]/2)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch*  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
rvalls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  walls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
.the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 

ef  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  txvo  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  'sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  whei'e  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  ivith  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  IV hen  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  with 
the  Fire  Department  for  approval. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  n  solution,  desire 
copies  of  Form  13 A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 

13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 

be  supplied  by  mail. 


: 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  October  21,  1925  .  1075 

Restored  to  calendar  .  55 

Miscellaneous  Applications. 

Requests  to  reopen  .  114 

Requests  to  amend  .  5 

Requests  for  modification  .  32 

Requests  to  rescind  .  1 

Requests  for  extension  of  time  .  16 

Requests  for  extension  of  permit  . - .  24 

Requests  for  mechanical  installations  . l 

Requests  for  approval  of  plans .  11 

Administrative  requests  .  3 

Requests  for  interpretation .  1 

Total  .  1936 

Disposed  of  .  1148 

Cases  pending  October  21,  1925  .  788 


DISPOSITION  OF  CASES. 

Withdrawn  .  115 

Dismissed  .  63 

Denied  .  145 

Granted  .  7 

Granted  on  condition  .  589 

Appliances  approved  .  16 

Appliances  dismissed,  disapproved  or  withdrawn  .  5 

Rules  approved  .  0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Request  to  reopen  granted  .  108 

Requests  to  reopen  denied  .  5 

Requests  to  amend  granted  .  5 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  30 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted .  16 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted  .  24 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  *1 

Requests  to  install  denied  .  0 

Plans  approved  .  11 

Plans  disapproved  .  0 

Administrative  requests  granted  .  2 

Administrative  requests  denied  or  withdrawn  .  J 

Interpretations  .  ] 

Requests  withdrawn  or  dismissed  .  3 


Total  .  1148 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

I'irst,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  T  hat  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  ot 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


HOARD  OR  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OP  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  tc 

Name  . 

Street  .  ... 

P.  O . 

My  subscription  is  to  begin  with  th'*  issue  for  .  1925. 
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DIRECTORY 


BOARD  OF  STANDARDS  AND  APPEALS 
WILLIAM  E.  WALSH,  Chairman 
Commissioners 
Henry  L.  Connell 
Joseph  Flanagan 
John  Guilfoyle 
Fire  Chief  John  Kenlon 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 

Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


James  O’Connor,  Secretary 
Edward  V.  Barton,  Chief  Clerk 
Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — Worth  0184. 

Office  Hours — 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


CONTENTS 


Thii  issue  of  the  Bulletin  contains,  in  the  order 
given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Special  Notice. 

Minutes  of  Special  Meeting,  October  23,  1925,  at 
2  p.  m. 

Minutes  of  Meeting,  October  27,  1925,  at  10  a.  m. 
Rules. 

Notice  of  Public  Hearing. 

Second  Quarterly  Report. 

Progress  Report. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Wednesday,  November  4, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  November  10,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS. 

No  appeal/ Application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress/ mor  accepted  that  are  not  filed  within  twenty 
days  from  Werdate  of  the  action  of  the  Administrative  Of¬ 
ficial.  , 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 

New  Cases  Filed  W eek  Ending  October  28,  1925. 

Cal.  No.  Department.  Premises  Affected. 

1106-25-SA . F.D . Modern  Oil  Burner 

-  Appliance. 

1105-25-A . F.D .  884-890  Broadway,  Man. 

—  -  L.  F.  85715-F-85718. 

1104-25-A . F.D .  477-479  Broome  st.,  Man. 

- -  F-83068. 

1103-25-S . F.D . 14-16  East  38th  st.,  Man. 

—  -  L.  D.  85470. 

1102-25-BZ . B.B.B.  ..50  Avenue  U,  Bklyn. 

—  -  Applic.  19187-1925. 

1101-25-BZ . B.B.B.  ..54  Avenue  U,  Bklyn. 

-  Applic.  19589-1925. 

1100-25-A . F.D . 9  No.  Moore  st.,  Man. 

—  -  F-84973. 

1099-25-A . F.D .  820  Roosevelt  ave.,  Jackson 

—  -  Hgts.,  Q.  Alt.  2223-1925. 

1098-25-BZ . B.B.Bx.  .Northeast  cor.  White  Plains 

rd.  &  242nd  st.,  Bx. 

-  Slip  Applic.  1090-1925. 

1097-25-A . B.B.M.  ..81  W.  118th  st.,  Man. 

—  -  Viol.  2226-1925. 

1096-25-jS . F.D .  662-664  Sixth  ave.,  Man. 

—  -  L.  D.  85895. 

1095-25-S . F.D . 142  West  23rd  st.,  Man. 

-  L.  D.  78105. 

1094-25-BZ . T.H.D.  ..1178-1188  Madison  ave.,  Man. 

—  -  N.  B.  69-1925. 

1093-25-A . F.D . East  side  Outlet  st.  at  Oak- 

wood  Beach,  Rich. 

—  -  N.  B.  1719-1925. 

1092-25-A . F.D .  1261  76th  st.,  Bklyn. 

—  -  Alt.  2177-1924. 

1091-25-S . F.D . 9  No.  Moore  st.,  Man. 

—  -  L.  D.  84971. 

1090-25-S . F.D . 16  West  45th  st.,  Man. 

—  -  L.  D.  81869-81871. 

1089-25-A . F.D . 16  West  45th  st.,  Man. 

—  -  F-81872. 

1088-25-S . F.D . 221  West  37th  st.,  Man. 

—  -  L.  D.  7318-7319. 

1087-25-A . F.D . 40  East  21st  st.,  Man. 

—  -  F-84916. 

1086-25-A . F.D . 102  West  101st  st.,  Man. 

— * -  L.  C.  31365. 

1085-25-S . F.D .  404-408  East  49th  st.,  Man. 

—  -  L.  D.  83587. 

1084-25-S . B.B.M.  ..101-115  West  End  ave.,  Man. 

—  -  Alt.  2236-1925. 

1083-25-BZ . B.B.M.  ..51  West  11th  st.,  Man. 

—  -  Alt.  2669-1924. 

1082-25-S . B.B.M.  ..64-70  West  48th  st.,  Man. 

—  -  N.  B.  371-1925. 

1081-25-A . F.D . 111-119  No.  3rd  st.,  Bklyn. 

— 1 -  F-85184-85185. 

1080-25-S . F.D . 149-163  Pioneer  st.,  Bklyn. 

— * -  F-79938-79937. 


1079-25-BZ . B.B.B.  ..6418-6424  Ft.  Hamilton  Park¬ 

way,  Bklyn. 

— ' 1 -  Applic.  16684-1925. 

1078-25-S . B.B.M.  ..62-72  West  47th  st.,  Man. 

- N.  B.  268-1925. 

1077-25-BZ . F.D .  1290-1292  Rockaway  ave., 

- -  Bklyn.  Applic.  2049-1925. 

1076-25-BZ . F.D . Southwest  cor.  Church  ave.  & 

E.  93rd  st.,  Bklyn. 

Applic.  1992-1925. 


CODE. 

F-D . Fire  Department 

H'D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.M . Bureau  of  Buildings,  Manhattan 

B-B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 


B.B.Bx . Bureau  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Wednesday,  November  4,  1925,  at  2  p.  m. 

409-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  John  A.  Ternlund  ; 
and  Domenico  Centroni,  owners. 

PREMISES — 1820-1832  Nostrand  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

903-25-BZ. 

APPLICANT — McCooey  and  Conroy,  for  N.  &  H.  Build¬ 
ing  Co.,  Inc.,  owner. 

PREMISES — 823-829  Classon  avenue,  Brooklyn. 

TO  PERMIT  in  a  business  district  the  change  of  occu¬ 
pancy  of  the  2nd  story  from  auto  accessories  to 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

981-25-BZ. 

APPLICANT — Laurence  McGuire,  for  36th  Street  &  8tn 
Avenue  Corp.,  owner. 

PREMISES — 520-530  Eighth  avenue,  267-275  West  36th 
street  and  260-264  West  37th  street,  Manhattan. 

TO  PERMIT  in  a  two-times  height  district  the  erection 
and  maintenance  of  the  street  walls  to  a  hei'ght 
exceeding  the  prescribed  limit  required  by  the  zone 
resolution. 

436-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Joseph  Puglieri, 
owner. 

PREMISES — 117-119  Carroll  street,  Brooklyn. 

TO  PERMIT  in  a  residence  district  the  alteration  and  ex¬ 
tension  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

644-25-BZ. 

APPLICANT — H.  I.  Feldman,  for  Max  Ackerman, 
owner. 

PREMISES — 301-5  East  97th  street,  Manhattan. 

TO  PERMIT  in  a  business  district,  extending  from  an  un¬ 
restricted  district,  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 
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CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS. 
APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Wednesday,  November  4,  1925,  at  10  a.  m. 

177-25-A — 136  Wooster  street,  Manhattan. 

511-25-A — 810  Fourth  avenue,  Brooklyn. 

636-25- A — 142-144  Greene  street,  Manhattan. 

647-25-A — Northwest  corner  of  Twentieth  avenue  and 
Northern  boulevard  (Jackson  avenue), 
L.  I.  City,  Queens. 

655-25-A — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

678-25-A — 221-249  McKibben  street,  Brooklyn. 

685-25-A — 533-543  West  33rd  street,  Manhattan. 

756-25-A — 520-524  West  Broadway,  Manhattan. 

278-25-A — 280  Broadway,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning,  Novem¬ 
ber  4,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  495-25-BZ — Application,  May  11,  1925,  under  the 
building  zone  resolution,  of  Henry 
Nordheim,  architect,  on  behalf  of  Katie 
Staudermann,  owner,  to  permit  In  a 
residence  district  the  alteration,  exten¬ 
sion  and  change  of  occupancy  in  part 
from  a  residence  use  to  a  business  use; 
premises  722  East  175th  street,  The 
Bronx. 

cal.  no.  532-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of 
Menick  Holding  Co.,  Inc.,  owner,  to 
permit  in  a  residence  district  extend¬ 
ing  from  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  theatre 
building ;  premises  868  Flatbush  ave¬ 
nue,  Brooklyn. 

CAL.  no.  552-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Philip  J. 
Sinnott,  applicant,  on  behalf  of  Field- 
stone  Garage,  Inc.,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles 
and  also  permit  same  to  be  of  non-fire- 
proof  construction  (garage,  with  one 
street  frontage,  exceeding  7,500  sq.  ft. 
in  area)  ;  premises  east  side  of  Broad¬ 
way,  223  ft.  8  in.  north  of  West  231st 
street,  Manhattan. 

cal.  no.  598-25-BZ — Application,  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Dan¬ 
iel  Houlihan,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  2974  Jerome  avenue,  The 
Bronx. 

cal.  no.  724-25-BZ — Application,  July  9,  1925,  under  the 
building  zone  resolution,  of  Wm.  F. 
Doyle,  applicant,  on  behalf  of  Celia 
Aronofsky,  owner,  to  permit  in  a  resi¬ 
dence  district  the  change  of  occupancy 
of  an  existing  building  from  private 


garage  to  store ;  premises  1515  Bryant 
avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Wednesday,  November  4,  1925,  at  2  />.  m. 

762-25-A — 2201-2219  Grand  street,  Maspeth,  Queens. 

766-25-A — 721-725  Lenox  avenue,  Manhattan. 

768- 25-A — 1628-1648  East  9th  street,  Brooklyn. 

769- 25-A — 239  Alabama  avenue,  Brooklyn. 

773-25- A — 62  Grand  street,  Manhattan. 

1050-25-A — 321  Madison  street,  Brooklyn. 

606-25-A — 231-235  East  42nd  street,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  afternoon, 
November  4,  1925,  at  2  p.  m.,  in  Room  1013,  Municipal 
Building,  on  the  following  matter : 

cal.  no.  470-25-BZ — Application,  May  4,  1925,  under  the 

building  zone  resolution,  of  Walter  B. 
Wills,  applicant,  on  behalf  of  Frank 
Hartman,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  th*  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1219-1223  Putnam  avenue, 
Brooklyn. 

cal.  no.  575-25-BZ — Application,  June  3,  1925,  under  the 
building  zone  resolution,  of  Gardiner 
Conroy,  applicant,  on  behalf  of  O’Hara 
Realty  Co.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  507-11  Flatbush  avenue  and 
1118-22  Washington  avenue,  Brooklyn. 
cal.  no.  505-25-BZ— Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Walton 
Whyte  Realty  Corp.,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  east  side  of  Jerome 
avenue,  350  ft.  south  of  East  181st 
street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  November  10,  1925,  at  2  />.  m. 

375-23-BZ. 

APPLICANT — Thomas  W.  Lamb,  for  B.  F.  Keith  New 
York  Theatres  Company,  owner. 

PREMISES — 109  East  Fordham  road,  The  Bronx. 

TO  PERMIT  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  build¬ 
ing  for  theatre  purposes  (previously  withdrawn). 

696-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Osbruck  Realty  Co., 
Inc.,  owner. 

PREMISES — Northwest  corner  of  Grandview  avenue  and 
Ralph  street,  Ridgewood,  Borough  of  Queens. 

TO  PERMIT  in  a  business  district  the  erection  and  main- 
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tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

829-25-BZ. 

APPLICANT — Tobias  Goldstone,  for  Estate  of  Geo.  E. 
Eddy,  owner. 

PREMISES — 345-355  Classon  avenue,  Brooklyn. 

TO  PERMIT  the  erection  on  a  plot  partly  in  an  unre¬ 
stricted  and  partly  in  a  business  district  of  a  pro¬ 
posed  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  10,  1925,  at  10  o.  m. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 

63-25-A — 109-121  West  56th  street,  Manhattan. 

179-25-A — 344  West  44th  street,  Manhattan. 

742-25-A — Block  bounded  by  26th  street,  27th  street, 
Fourth  avenue  and  Madison  avenue,  Man¬ 
hattan. 

975-25-A — 1597  Park  place,  Brooklyn. 

449-25-A — 328  St.  Marks  avenue,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  November 
10,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  142-25-BZ. — Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 
Thatcher,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  northwest  corner  of 
Coney  Island  avenue  and  Avenue  N, 
Brooklyn. 

cal.  no.  11-25-BZ — Application,  January  5,  1925,  under  the 
building  zone  resolution,  of  Charles 
Schaefer,  Jr.,  architect,  on  behalf  of 
Daniel  Houlihan,  owner,  to  permit  the 
extension  from  a  business  district  into 
a  residence  district  of  a  proposed  build¬ 
ing  to  be  used  as  a  motion  picture  the¬ 
atre;  premises  southeast  corner  of  2341  h 
street  and  White  Plains  avenue,  The 
Bronx. 

cal.  no.  271-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Ray 
Barnett,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  956  Forest  avenue,  The 
Bronx. 

cal.  no.  504-25-BZ— Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  D.  Cop¬ 
persmith,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  128-144  East  98th  street, 
Brooklyn. 

cal.  no.  596-25-BZ — Application  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  on  behalf  of  Biograph  Com¬ 
pany,  Inc.,  owner,  to  permit  in  a  resi¬ 


dence  district  the  extension  of  an  ex! 
isting  business  building  (studio)  ;  prem¬ 
ises  807  East  175th  street,  The  Bronx 

cal.  no.  608-25-BZ — Application,  June  11,  1925,  under  th 
building  zone  resolution,  of  McCooe 
and  Conroy,  applicants,  on  behalf  o 
Lowlou  Corporation,  owner,  to  permi 
partly  in  a  business  district  and  parti- 
in  a  residence  district  the  erection  an< 
maintenance  of  a  garage  for  the  stor 
age  of  more  than  five  (5)  motor  ve 
hides;  premises  1095-1117  Washingtoi 
avenue,  southeast  corner  of  Sterling 
street,  Brooklyn. 

cal.  no.  607-25-BZ — Application,  June  11,  1925,  under  th* 
building  zone  resolution,  of  McCooe; 
and  Conroy,  applicants,  on  behalf  o 
Israel  Feinberg  and  Joe  Bernstein 
owners,  to  permit  in  a  residence  dis 
trict  the  erection  and  maintenance  o 
a  garage  for  the  storage  of  more  thai 
five  (5)  motor  vehicles ;  premises  2552 
2556  Bedford  avenue,  Brooklyn. 

cal.  no.  14-25-BZ — Application,  January  6,  1925,  under  tht 
building  zone  resolution,  of  I.  T.  Flatto 
applicant,  on  behalf  of  Woodwarc 
Brown  Realty  Co.,  owner,  to  permit  ii 
a  residence  district  the  erection  ant 
maintenance  of  a  garage  for  the  stor 
age  of  more  than  five  (5)  motor  ve 
hides ;  premises  west  side  of  Goodrich 
street,  100  ft.  north  of  Potter  aven  le 
L.  I.  City,  Borough  of  Queens. 

cal.  no.  15-25-BZ — Application,  January  6,  1925,  under  tht 
building  zone  resolution,  or  I.  T.  Flatto 
applicant,  on  behalf  of  Woodwarc 
Brown  Realty  Co.,  owner,  to  permii] 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor 
age  of  more  than  five  (5)  motor  ve 
hides;  premises  east  side  of  Goodrich 
street,  100  ft.  north  of  Potter  avenue  j 
L.  I.  City,  Borough  of  Queens. 

cal.  no.  626-25-BZ — Application,  June  17,  1925,  under  the! 

building  zone  resolution,  of  New  York1 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use,, 
C  and  E  area  district,  the  extension  inj 
height  and  area  of  an  existing  central 
telephone  exchange  building;  premises 
1421-1437  Ocean  avenue  and  1060-1068 
Kenmore  place,  Brooklyn. 

cal.  no.  754-25-BZ — Application,  July  20,  1925,  under  the 
building  zone  resolution,  of  Robert  j 
Tappan,  applicant,  on  behalf  of  Cord  j 
Meyer  Development  Co.,  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  group  of  twenty- 1 
six  (26)  one-car  attached  garages  for  I 
the  storage  of  pleasure  motor  vehicles  J 
as  an  accessory  to  private  dwellings  j 
located  within  the  same  block ;  prem¬ 
ises  north  side  of  Austin  street, ! 
bounded  by  Puritan  avenue  and  Atom 
place,  Forest  Hills,  Borough  of  Queens. 

William  E.  Walsh,  Chairman 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 
Tuesday,  November  10,  1925,  at  2  p.  m. 
673-25-S — 34-40  South  1st  street,  Brooklyn. 
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677-25-S — 221-249  McKibbcn  street,  Brooklyn. 

679-25-S — 5  West  30th  street,  Manhattan. 

688- 25-S — 114-116  West  56th  street,  Manhattan. 

689- 25-S — 89-91  West  3rd  street,  Manhattan. 

690- 25-S — 1252-1254  Bedford  avenue,  Brooklyn. 

693-25-S — 270-276  West  38th  street  and  554-558  Eighth 

avenue,  Manhattan. 

704-25-S — 379-385  DeKalb  avenue,  Brooklyn. 

757- 25-S — 1385-1391  Broadway,  Manhattan. 

758- 25-S — 265-267  West  37th  street  and  540-552  Eighth 

avenue,  Manhattan. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. 

514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 740-744  Broadway,  Manhattan. 

433-25-S — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

563-25-S— 263-271  West  38th  street,  Manhattan. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S — 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

274-25-S — 36  West  36th  street,  Manhattan. 

533-25-S— 369-71  State  street,  Brooklyn. 

561-25-S — 6  West  29th  street,  Manhattan. 

625-25-S— 148-150  East  28th  street,  Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

426-25-S— 22-26  Howard  street  and  5-7  Crosby  street,  Man  ■ 
hattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

535-25-SA — Universe  Automatic  Oil  Burner,  approval  of. 
242-25-SA— Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 


BOARD  OF  STANDARDS  AND  APPEALS 
APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
Tuesday,  November  17,  1925,  at  10  a.  m. 

1175-24-A— 628-642  West  45th  street,  Manhattan. 
969-24-A— 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

540-25-A— East  177th  street  and  Bronx  River,  200  ft.  from 
Devoe  avenue,  The  Bronx. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

377-25-A— 18-32  Grand  avenue,  Brooklyn. 

759-25- A — 45-49  John  street  and  1-5  Dutch  street,  Man¬ 
hattan. 

589-24- A — 43-45  Wooster  street,  Manhattan. 
1447-24-^.-8746  123rd  street,  Richmond  Hill,  Queers. 
294-25-A — 62  Stanhope  street,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  November 
17,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 

on  the  following  matters : 


cal.  no.  528-25-BZ — Application,  May  21,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  Harry 
Seldin,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  poultry  slaughter  house ;  premises  east 
side  of  Bay  37th  street,  285  ft.  north 
of  Cropsey  avenue,  Brooklyn. 

cal.  NO.  680-25-BZ — Application,  June  30,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Mollie 
Arvan,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage  for 
the  storage  of  two  pleasure  motor  ve¬ 
hicles,  two  spaces  rented  to  persons  not 
residing  on  the  premises ;  premises  2522 
Hughes  avenue,  The  Bronx. 

cal.  no.  785-25-BZ — Application,  July  29,  1925,  under  the 
building  zone  resolution,  of  William 
Kampel,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
of  a  building  to  be  occupied  for  a  busi¬ 
ness  use  (stores)  ;  premises  1893  Clinton 
avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  17,  1925,  di  2  p.  m. 

357-25-A — West  side  of  Sheridan  avenue,  200  ft.  south  of 
Mt.  Eden  avenue,  The  Bronx. 

602-25-A— 1186  Eastern  Parkway,  Brooklyn. 

645-25-A — 605-619  West  132nd  street,  Manhattan. 

687-25-A — 60  Grand  street,  Manhattan. 

694-25-A — 10  Greenway  terrace,  Forest  Hills,  Queens. 
720-25-A — 361  Wythe  avenue,  Brooklyn. 

736-25-A — Block  bounded  by  West  138th  street,  West 
139th  street,  Broadway  and  Hamilton  place, 
Manhattan. 

738-25- A — Block  bounded  by  Bedford  avenue,  Quentin 
road,  East  27th  street  and  Avenue  P, 
Brooklyn. 

810-25-A — Foot  of  Greenpoint  avenue  and  Newtown  Creek, 
Brooklyn. 

711-25- A — 657-659  Broadway,  Manhattan. 

613-25-A — 1485  Broadway,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Novem¬ 
ber  17,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 

cal.  no.  405-25-BZ — Application  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
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lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 

SPECIAL  MEETING. 

Friday,  November  20,  1925,  at  10  a.  m. 

543- 25-S — 497  Sixth  avenue,  Manhattan. 

544- 25-S — 32  East  28th  street,  Manhattan. 

545- 25-S — 120  West  25th  street,  Manhattan. 

548-25-S — 312-314  East  125th  street,  Manhattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

546- 25-S — 683-685  Broadway,  Manhattan. 

604-25-S — 61  Fulton  street,  Manhattan. 

632- 25-S— 240-246  West  35th  street,  Manhattan. 

633- 25-S — 523-527  West  42nd  street,  Manhattan. 

637-25-S — 25-27  West  3rd  street,  Manhattan. 

652-25-S — 115-117  West  45th  street,  Manhattan. 

660-25-S — 59-61  West  39th  and  680-86  Sixth  avenue,  Man¬ 
hattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

668-25-S — 6i  West  27th  street,  Manhattan. 

670-25-S — 282-284-286  Seventh  avenue,  Manhattan. 

634- 25-S — 125-127  West  31st  street,  Manhattan. 

635- 25-S — 797-799  Greenwich  street,  Manhattan. 

703-25-S — 40-42  West  17th  street,  Manhattan. 

718- 25-S — 521-527  Seventh  avenue,  Manhattan. 

719- 25-S — 260-262  West  41st  street,  Manhattan. 

444-25-S — 27-35  West  24th  street,  Manhattan. 

380-25-S — 125  Nostrand  avenue,  Brooklyn. 

406-25-S — 178-182  Sullivan  street,  Brooklyn. 

62-25-S — 24-30  West  39th  street,  Manhattan. 

265-25-S — 233-235  West  26th  street,  Manhattan. 

592-25-S — 461-467  Tenth  avenue,  Manhattan. 

614-25-S— 909  Faile  street,  The  Bronx. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  November  20,  1925,  at  2  p.  m. 

77-25-SR— Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  24,  1925,  at  10  a.  m. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

587-25-A — 9  Radde  street,  L.  I.  City,  Borough  of  Queens. 

672-25- A — 1171  President  street,  Brooklyn. 

698-25-A — 453-455  Broome  street,  Manhattan. 

714-25-A — 319-321  Bedford  avenue,  Brooklyn. 

792-25-A— Southwest  corner  of  Avenue  U  and  East  56th 
street,  Brooklyn. 

181-25-A — 9-11-13  Maiden  lane,  Manhattan. 

601-25-A — 3052  Emmons  avenue,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Novem¬ 
ber  24,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  638-23-BZ — Application,  September  8,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  Max 
Notess,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage 
for  the  storage  of  three  (3)  pleasure 
motor  vehicles,  two  (2)  spaces  rented 
to  persons  not  residing  on  the  premises 
(previously  dismissed  for  lack  of  pros¬ 
ecution)  ;  premises  2965  Valentine 
avenue,  The  Bronx. 

cal.  no.  622-25-BZ— Application,  June  16,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Simon 
Brown,  owner,  to  permit  in  a  residence 
district  the  change  of  occupancy  of  a 
building  used  as  a  residence  to  a  busi¬ 
ness  use  on  the  1st  story;  premises  131 
Starr  street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  November  24,  1925,  at  2  p.  m. 
761-25-S— 49-57  West  37th  street,  Manhattan. 

767-25-S — 114-116  East  13th  street,  Manhattan. 
770-25-S— 148  East  57th  street,  Manhattan. 

649-25-S — 155  Freeman  street,  Brooklyn. 

684-25-S — 22  Warren  street,  Manhattan. 

706- 25-S — 512-520  Grand  street,  Manhattan. 

707- 25-S— 504-510  Grand  street  and  2-12  Sheriff  street, 

Manhattan. 

708- 25-S— 34-36  Sheriff  street  and  25-35  Columbia  street, 

Manhattan. 

709- 25-S— Block  bounded  by  Grand,  Sheriff,  Broome  and 

Columbia  streets,  Manhattan. 

710- 25-S— Block  bounded  by  Broome,  Sheriff,  Delancey 

and  Columbia  streets,  Manhattan. 

730-25-S  80  Nassau  street  and  9-11  Dutch  streefc  Man¬ 
hattan. 

740-25-S— 571-583  Eighth  avenue  and  303-305  West  38th 
street,  Manhattan. 

777-25-S  248-252  West  35th  street,  Manhattan. 

784-25-S— 462-468  Seventh  avenue  and  209-211  West  35th 
street,  Manhattan. 

925-25-S  578  Madison  avenue,  Manhattan. 
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CALENDAR _ 

APPLIANCES  SUBMITTED  FOR  APPROVAL.  G71-25-SA— Allen  2l/2  in.  Angle  Hose  Valve,  approval  of. 

752-25-SA— Toro  Emergency  Gas  Shut-Off  Valve,  ap-  717-25-SA— Chlorinating  Apparatus,  approval  of. 

763-25-SA — Milwaukee  Piston  Rotating  Port  Pump,  Type  BOARD  OF  STANDARDS  AND  APPEALS. 

No.  705,  approval  of.  PETITIONS  FOR  VARIATIONS. 

G38-25-S A— American  Marsh  Duplex  Fuel  Oil  Pump,  ap-  Tuesday,  December  8,  1925,  at  2  p.  m. 

_.  ™  °fr  T7„„1  n; I  plimn  annrnval  of  743-25-S— 125-129  Sherman  street,  L.  I.  City,  Borough  of 

639-25-SA — Marsh  Simplex  ruel  Oil  Pump,  approval  ot.  Oneens 

729-25-SA — The  Hauck  Vention  Low  Pressure  Oil  Burner,  ,  ' 

approval  of.  749-25-S— 732  Broadway,  Manhattan. 

=  SPECIAL  NOTICES 

The  meeting  scheduled  for  October  9,  1925,  at  2  p.  m.  has  been  laid  over  to  Tuesday,  November  10,  1925,  at  2  p.  m. 

The  meeting  scheduled  for  October  27,  1925,  at  2  p.  m.  has  been  laid  over  to  a  special  meeting  Friday,  November  20. 

1925,  at  10  a.  m.  _ _ _ 

MINUTES 

_  _  -  — —  ■  ■  '  '  '  '  I  ■  I 

BOARD  OF  STANDARDS  AND  APPEALS 

SPECIAL  MEETING.  For  Petitioner:  William  Plummer  and  J.  G. 

FRIDAY  AFTERNOON,  OCIOBER  23,  1925.  For  Administration:  Inspectors  Maher  and  Car- 

Present:  Chairman  Walsh,  Commissioners  Connell,  roll  Q£  ^re  department  and  Inspector  Burke 

Flanagan  and  Guilfoyle.  of  department  of  water  supply,  gas  and  elec- 

- - -  •  tricity. 

PROPOSED  AMENDMENT  TO  SPRINKLER  RULES.  ACTION  OF  BOARD — Petition  laid  over  to  November 
77  25  SR  20’  1925,  at  2  P'  m'’  pending  conference  of  com- 

PETITIONER — National  Automatic  Sprinkler  Associ-  mittee. 

SUBJECT— Proposed  amendments  to  sprinkler  rules.  Adjourned,  3:40  p.  m.  0.c  Secretary 

APPEARANCES—  _ _ James  u  ion  nor,  secretary. 

™  MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 

RFGTTT  AR  MEETING.  SUBJECT — Appeal  from  order  of  fire  commissioner. 

TUESDAY  MORN*  OCTOBER  «,  m5.  PREMISES  AFFECTED  657-659  Broadway.  Manhat- 

Present:  Chairman  Walsh,  Commissioners  Flanagan  APPEARANCES— 
and  Guilfoyle  and  Fire  Chief  Kenlon.  For  Appellant:  Samuel  Rosenblum  and  Louis 

The  minutes  of  the  special  meeting  of  the  board  of  Katz. 

standards  and  appeals,  held  on  briday  afternoon,  October  por  Administration:  Inspector  Maher  of  fire  de- 

16,  1925,  and  the  minutes  of  the  regular  meetings  ot  the  partment. 

board  of  standards  and  appeals,  held  on  October  20,  ACTION  OF  BOARD— Appeal  laid  over  to  November 
1925,  morning  and  afternoon  sessions,  were  approved  as  17>  1925,  at  2  p.  m.,  on  request  of  appellant. 

printed  in  the  Bulletin,  No.  41,  \  ol.  X.  - ■ 

- -  1462-24-A.  .  „  „  . 

APPEALS  FROM  ADMINISTRATIVE  ORDERS.  APPELLANT— Croker  National  Fire  Prevention  Engi- 

.  neering  Co.,  for  Spear  &  Co.,  Inc.,  owner. 

APPELLANT-Herman  Rapp,  Jr.,  for  Louis  K.  Liggett  SUB  J  ECT-Reopening-appeal  from  order  of  fire  com- 
r.„,n,nv  i-sspp  missioner. 

SUBJECT— Appeal  froni  order  of  fire  commissioner.  PREMISES  AFFECTF.D-W6-188  Wooster  street, 

PREMISES  AFFECTED— 1485  Broadway,  Manhattan.  Manhattan^ 

APPEARANCES^^  None  -  For  Appellant:  Herman  E.  Horwood  and  H.  L. 

F°rdtda'r“,i0n:  InSP£Ct°r  LynCh  °f  Sre  ACTION  of  BOARD-Appeal  withdrawn. 

ACTION  OF  BOARD— Appeal  laid  over  to  November  THE  VOTE  TO  WITHDRAW  . 

17,  1925,  at  2  p.  m.;  no  appearances.  Affi™sat  Ffanagan.^uilfoyfe8  and  °Fire  Chief 

.  Kenlon  .  4 

71  1  -9^»-  A  .  rv 

APPELLANT— -Samuel  Rosenblum,  for  Resolute  In-  ASn”c^iMiii«ConMlV. 1 

vesting  Co.,  owner. 
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1-537-24-A. 

APPELLAN  1  John  de  Hart,  for  Morris  Perlberg, 
lessee. 

SUBJECT  Acceptance  of  appeal  (re:  decision  of  super¬ 
intendents  of  buildings). 

PREMISES  AFFECTED— 1879-1881  Cedar  avenue,  The 

Bronx. 

APPEARANCES— 

For  Appellant:  John  de  Hart. 

ACTION  OF  BOARD — Decision  on  acceptance  of  ap¬ 
peal  laid  over  to  November  17,  1925,  at  2  p.  in 
on  request  of  appellant. 

611-25-A. 

APPELLANT — John  I.  Downey,  Inc.,  for  Caroline  S. 
Read,  owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner 
PREMISES  AFFECTED — 128  East  63rd  sTree{  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  J.  Francis  Burrows. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

rnMmT'Tr?£cB(^ARD~Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  4 

Negative  . o 

Absent:  Commissioner  Connell.  '  *  i 

THE  RESOLUTION:  . 

.  (611-25-A) 

Whereas,  J.  Francis  Burrows,  representing  John  I. 

iQ9YnCy’  Inc->  f°r .  Caroline  Read,  owner,  filed,  June  12, 

1925,  an  appeal,  with  the  board  of  standards  and  appeals 

iSTfw  fiodeir  ?f  t|leDfire  commissioner,  affecting  premises 
12wEaSt  63rd  street>  Borough  of  Manhattan;  and 

Da  j16  °rder  of  the  fire  commissioner,  dated  May 

23,  1925,  reads:  J 

L  story  above  garage  is  occupied  as  a  dwell¬ 

ing  *  *  *. 

2.  Separate  boiler  from  remainder  of  building  bv 
unpierced  wall  of  solid  masonry  at  least  8  inches  in 
thickness.  Entrance  to  boiler  room  to  be  from  ex¬ 
terior  of  building  only  *  * 

(The  above  orders  were  issued  when  application  was 
made  for  a  permit  to  maintain  a  non-storage  garage 
at  these  premises.) 

and 

Whereas  the  building  is  non-fireproof,  four  stories  in 
height,  _  25  ft.  by  96  ft.  in  area  at  1st  story  and  25  ft  bv 
70  ft.  in  area  above.  OCCUPIED:  1st  story,  private' ga- 

story’  vacanU  3rd  and  4th  stories,  dwelling  of 
chauffeur  and  housekeeper;  and 

Whereas,  appellant  contends  that  the  floor  of  the  garage 
is  fireproof,-  that  the  boiler  room  is  shut  off  from  the 
garage  portion  of  the  premises  by  said  fireproof  floor  and 
a  brick  stair  enclosure,  and  it  would  be  a  hardship  to  com¬ 
ply  with  the  order. 

.  Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  1,  on  condition  that  the  dwelling  oc¬ 
cupancy  shall  be  restricted  exclusively  to  the  employees  of 
the  owner  of  the  premises  and  that  the  intermediate  or 
2nd  story  shall  be  reserved  for  the  temporary  storage  of 
household  goods,  the  personal  property  of  the  owner  of 
the  premises ;  that  the .  1st  story  stairs  within  the  garage 
area  shall  be  enclosed  in  walls  of  approved  masonry,  car¬ 
ried  directly  to  the  street,  with  no  opening  from  stairhall 
to  garage;.  that  the  opening  to  the  cellar  shall  be 
equipped  with  self-closing  fireproof  door  with  rabbeted 
jambs;  and  as  to  Item  No.  2,  on  condition  that  a  trans¬ 
verse  wall  of  approved  masonry  shall  be  erected  in  cellar, 
approximately  45  ft.  from  the  front  wall,  with  not  more 
than  one  opening  therein,  equipped  with  fireproof  door; 


that  an  engineer’s  fixed  iron  ladder  shall  be  provided  at 
the  iront  of  cellar  to  the  sidewalk  hatchway;  that  no  gaso¬ 
line  storage  equipment  shall  be  maintained  on  the  prem¬ 
ises,  and  granted  only  so  long  as  premises  remains  a  pri¬ 
vate  garage  for  the  use  and  accommodation  of  the  owner 
of  the  premises. 

657-25-A. 

^PPULLANT— Vertex  Realty  Company,  owner. 
LJECI  Appeal  from  order  of  fire  commissioner 

PREMISES  AFFECTED-27-29-31  West  street 
Manhattan. 

APPEARANCES— 

For  Appellant:  John  J.  Kenny. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

mNnTTTnvQB(lARD~^PPeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 
l-tiE  VOTE — 

Affirmative.  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  4 

Negative .  0 

Absent:  Commissioner  Connell..  .  i 

THE  RESOLUTION: 

(657-25-A) 

?^?£REAS'  VerJex  .^ea;lty  Company,  owner,  filed,  June 
2o,  1925,  an  appeal,  with  the  board  of  standards  and  appeals 

97°S  ??  wde*  -°Lthe,  fire  c°mmissioner,  affecting  premises 
27-29-31  West  5oth  street,  Borough  of  Manhattan;  and 

q  ioHofEASUthe^rd]er  °tthe  fire  commissioner,  dated  June 
9,  1925,  reads  (Order  No.  79436)  : 

1.  Install  standpipe  system  in  accordance  with  ap¬ 
proved  plan  No.  1634-23. 

“Among  the  requirements  necessary  to  comply  with 
the  above  order  are  the  following : 

A.  Provide  control  valve  on  down  side  of  check 
(as  per  plan). 

“B.  Provide  50  ft.  of  2J^  in.  approved  hose  at 
each  outlet  with  nozzle,  rack,  etc.  (as  per  plan). 

.  Lower  Siamese  connection  to  not  less  than  18 

in.  nor  more  than  24  in.  above  sidewalk  (now  34  in.). 
Sec.  20,  Ch.  12,  Code  of  Ordinances.”; 
and 

Whereas,  the  building,  is  fireproof,  nine  stories  and  pent 
house  in  height,  52  ft.  6  in.  by  85  ft.  in  area;  OCCUPIED 
as  an  apartment  house;  and 
W  hereas,  appellant  contends  that  the  water  supply  for 
the  4  in.  standpipe  line  is  from  the  roof  tank  only  that 
there  is  a  check  valve  on  the  top  story  on  the  tank  side 
o.i  check;  that  there  is  no  water  pressure  on  the  down 
si  e  ot  the  check  except  when  fire  department  connects 
to  Siamese  on  street,  and  that  the  control  valve  on  down 
side  of  check  is  not  necessary;  in  re:  Item  B,  appellant 
contends  that  a  2l/2  in.  hose  valve  has  been  installed  at 
each  story,  but  that  iy2  in.  hose  has  been  installed  in  order 
to  facilitate  handling  of  the  hose;  and  that  structural  con¬ 
ditions— a  steel  plate— made  it  necessary  to  have  the  Siamese 
34  in.  above  the  sidewalk. 

.  Resolved ',  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Item  “A,”  on  condition  that  not  less  than 
one  gate  valve  shall  be  placed  on  one  side  of  check; 
as  to  Item  B,  on  condition  that  2^  in.  hose  shall  replace 
the  present  hose  when,  in  the  judgment  of  the  fire  com¬ 
missioner,  the  same  becomes  impaired  by  wear  or  tear ; 
that  a  spanner  wrench  shall  be  provided  at  each  outlet, 
fastened  to  standpipe  with  a  chain;  as  to  Item  “C”  on 
condition  that  Siamese  shall  be  placed  on  the  front,  on 
the  outside  face  of  the  building;  and  that  the  standpipe 
installation  otherwise  shall  comply  with  the  rules  and  regu¬ 
lations  now  in  force. 

700-25-A. 

APPELLANT— Samuel  Rosenblum,  for  Benjamin  and 
Jennie  Ginsburg,  lessees. 
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SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 545  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  .and  Fire  Chief 


Kenlon  .  4 

Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(700-25-A) 


Whereas,  Samuel  Rosenblum,  for  Benjamin  and  Jennie 
Ginsburg,  lessees,  filed,  July  3,  1925,  an  appeal,  with  the 
board  of  standards  and  appeals,  from  an  order  of  the  fire 
commissioner,  affecting  premises  545  Broadway,  Manhat¬ 
tan  ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
sq.  in.  extending  from  cellar  to  roof  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof,  facing  on  two 
streets,  six  stories  in  height,  83  ft.  10  in.  high  on  the  Broad¬ 
way  front  and  89  ft.  high  on  the  Mercer  street  front  and  25 
ft.  by  200  ft.  in  area;  OCCUPIED  for  salesrooms,  show 
rooms  and  jobbers  of  wearing  apparel,  less  than  25  per  cent 
manufacturing,  approximately  15  persons  per  story ;  and 

Whereas,  applicant  contends  that  very  little  manufac¬ 
turing  is  done;  that  the  occupancy  is  very  light,  and  that 
the  building  is  slightly  over  the  85  ft.  limit  only  on  the 
Mercer  street  front. 

Resolved ,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  not  more  than  25  per  cent  of  area 
of  building  shall  be  occupied  for  manufacturing  purposes; 
and  that  the  building  shall  be  equipped  with  an  approved 
automatic  fire  alarm  system  with  central  office  connection. 


701-25-A. 

APPELLANT— Richard  J.  Malloney,  for  George  and 
Edward  Blum,  for  Parklin  Operating  Co.;  owner. 
SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 270-276  West  38th  street 
and  554-558  Eighth  avenue,  Manhattan. 

APPEARANCES— 

For  Appellant:  Richard  J.  Malloney  and  Charles 
Muller. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh.  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  .  4 

Negative  .  » 

Absent:  Commissioner  Connell .  l 

THE  RESOLUTION: 

(701-25-A) 


Whereas,  Richard  J.  Malloney,  for  George  and  Edward 
Blum,  for  Parklin  Operating  Companv,  owner,  filed,  July 
3,  1925,  an  appeal,  with  the  board  of  standards  and  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  270-276  West  38th  street  and  554-558  Eighth  ave¬ 
nue.  Borough  of  Manhattan ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  May 
28,  1925,  reads: 

“1.  As  building  is  over  250  ft.  in  height,  provide  an 
8  in.  standpipe  equipment.  Examination  continued  when 
additional  information  is  received.”; 

and 


Whereas,  the  building  is  fireproof,  20  stories  and  pent 
house  in  height,  242  ft.  8  in.  to  top  of  floor  beams  and  255 
ft.  to  the  top  of  pent  house;  133  ft.  4  in.  by  98  ft.  9  in. 
in  area.  OCCUPIED:  1st,  2nd  and  3rd  stories,  stores  and 
show  rooms ;  4th  to  20th  stories,  offices  and  factory ;  pent 
house  as  offices;  2nd  to  16th  story,  160  persons  per  story; 
17th  to  20th  story,  70  persons  per  story;  pent  Tiouse,  10 
persons ;  and 

Whereas,  appellant  requests  the  acceptance  of  the  pro¬ 
posed  6  in.  standpipe  inasmuch  as  the  pent  house  area  is 
only  1,400  sq.  ft.  over  the  allowable  4,600  sq.  ft.  (50  per 
cent  of  the  9,200  sq.  ft.  roof  area)  for  a  6  in.  standpipe, 
and  contends  further  that  the  pent  house  is  used  only  for 
offices. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and  it 
hereby  is  modified,  and  the  appeal  be  and  it  hereby  is  granted 
on  condition  that  the  occupancy  of  the  existing  top  story  or 
so-called  pent  house  shall  be  restricted  to  executive  office 
use  only ;  that  the  building  shall  be  equipped  with  an  ap¬ 
proved  sprinkler  system ;  and  that  the  standpipe  installa¬ 
tion  shall  comply  with  the  rules  in  all  other  respects. 


702-25-A. 

APPELLANT — Alexander  S.  Traub,  for  Eugene  Higgins, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 261-267  Canal  street  and 
21-23  Howard  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Alexander  S.  Traub. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  . 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  .  4 

Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(702-25-A) 


Whereas,  Alexander  S.  Traub,  for  Eugene  Higgins, 
owner,  filed,  July  3,  1925,  an  appeal,  with  the  board  of 
standards  and  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  261-267  Canal  street  and  21- 
23  Howard  street,  Borough  of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
16,  1925,  reads  (Order  No.  79813-F)  : 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  *  *  *.  ’ ; 
and 

Whereas,  the  building  is  non-fireproof,  the  Canal  street 
section  being  six  stories  (84  ft.)  in  height,  and  the  Howard 
street  section  being  five  stories  in  height;  having  a  front¬ 
age  of  100  ft.  on  Canal  street  and  49  ft.  10  in.  on  Howard 
street ;  the  easterly  section  of  the  basement  being  8,300 
sq.  ft.  and  the  westerly  section  being  7.600  sq.  ft.  in  area, 
the  1st  stories  being,  respectively,  8.000  and  7,400  sq.  ft., 
divided  in  the  cellar  and  1st  story  by  16  in.  brick  north 
and  south  cross  walls,  two  openings  therein  on  each  stor  • 
being  protected  by  fireproof  doors  in  each  side  of  the  open¬ 
ing,  the  Howard  street  section  having  an  area  of  10,200 
sq.  ft.  and  the  Canal  street  section  having  an  area  of  10,200 
sq.  ft.  above  the  1st  story:  the  Canal  street  section  of  the 
building,  above  tbe  1st  story,  is  subdivided  by  a  4  in.  terra 
cotta  partition  with  fire  doors  at  the  openings  therein,  into 
two  5.000  sq.  ft.  sections:  OCCUPIED  as  offices  and  fac- 
torv,  approximately  250  persons  in  the  entire  premises; 
EQUIPPED  with  a  two  source  sprinkler  system  and  a  fire, 
alarm  system ;  and 

Whereas,  applicant  contends  that  the  building  is  less  than 
85  ft.  in  height ;  that  no  section  exceeds  10,000  sq.  ft.  in 
area,  and  that  ample  exits  have  been  provided. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and  it 
hereby  is  modified,  and  the  appeal  be  and  it  hereby  is  grant  '■! 
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0,1  condition  that  the  structure  as  now  subdivided  with  fire¬ 
proof  or  brick  walls  shall  remain  unchanged;  that  ail  existing 
horizontal  openings  therein  shall  be  equipped  with  self-clos- 
ing  fireproof  doors ;  that  the  building  shall  be  equipped 
with  approved  two-source  sprinkler  system,  with  central  of¬ 
fice  connection,  and  that  a  fire  alarm  system  shall  be  main¬ 
tained,  and  granted  only  so  long  as  conditions  otherwise  as 
to  occupancy,  use  and  area  shall  remain  unchanged. 


705-25-A. 


PELLAN T  Lroker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  The  C.  H.  Young  Publishing 
Co.,  Inc.,  owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECT  ED — 55-57  West  Third  street, 
Manhattan. 

APPEARANCES— 

h or  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 


ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh  . 

Negative:  Commissioners  Flanagan,  Guil- 


foyle  and  Fire  Chief  Kenlon .  3 

Absent:  Commissioner  Connell .  1 


THE  RESOLUTION: 

(705-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  the  C.  H.  Young  Publishing  Company,  Inc., 
owner,  filed,  July  3,  1925,  an  appeal,  with  the  board  of 
standards  and  appeals,  from  an  order  of  the  fire  commis- 
sioner,  affecting  premises  55-7  West  3rd  street,  Borough 
of  Manhattan ;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated 
March  31,  1925,  and  April  28,  1925,  read,  respectively: 

No.  74249-LF.  “1.  Raise  standpipe  tank  twenty  feet 
above  the  outlet  in  the  highest  story.  Sec.  20,  Ch. 
12,  Code  of  Ordinances,  and  Rule  12,  ‘Standpipe’  Fire 
Line  Rules’  of  the  Board  of  Standards  and  Appeals.” 

.  No.  74248-LF.  “1.  Arrange  the  house  water  supply 

pipe  so  that  same  will  connect  with  tank  on  the  out¬ 
side  thereof  above  the  3,500  gallon  mark  only.  Sec. 
20,  Ch.  12,  Code  of  Ordinances.” ; 

and 

Whereas,  the  building  is  fireproof,  eight  stories  in  height. 
50  ft.  by  90  ft.  in  area;  OCCUPIED  as  a  tenant  factory, 
approximately  40  persons  per  story;  and 

Whereas,  appellant  contends  that  the  reserve  for  the 
standpipe  system  is  in  excess  of  7,000  gallons  of  water, 
consisting  of  two  tanks  of  over  3,500  gallon  capacity,  both 
tanks  being  connected  to  the  standpipe  system;  that  the 
house  supply  is  connected  to  three  tanks  in  such  a  man¬ 
ner  that  there  is  never  less  than  a  3,500  gallon  supply  in 
reserve ;  that  the  installation  was  accepted  by  the  fire'  de¬ 
partment  in  1915,  and  that  hardship  would  result  if  required 
to  raise  the  tanks  20  ft.  above  the  outlet  on  the  top  story. 

Resolved,  that  the  orders  of  the  fire  commissioner  be  and 
they  hereby  are  affirmed,  and  the  appeal  be  and  it  hereby 
is  denied. 


716-25-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Pennsylvania  Railroad  Co.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AbFECTED — 843  East  139th  street,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD' — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 
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Kenlon  .  1 

Negative  . .  q 

Absent:  Commissioner  Connell...  *  1 

THE  RESOLUTION:  . 

(716-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineer- 
mg  Company,  for  Pennsylvania  Railroad  Company,  owner 
tiled,  July  7,  1925,  an  appeal,  with  the  board  of  standards 
and  appeals,  from  an  order  of  the  fire  commissioner  af¬ 
fecting  premises  843  East  139th  street,  Borough  of ’The 
Bronx;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Mav 
9,  1925,  reads  (Order  No.  29451-LC)  : 

“With  reference  to  your  application  dated  January 
28,  1925,  for  a  permit  to  maintain  a  non-storage  ga- 
lage  at  the  above  location,  I  regret  to  inform  you  that 
1  am  without  power  to  grant  such  permit  because  the 
building  is  of  frame  construction. 

“You  are  therefore  ordered  to 

“.!•  Remove  all  motor  vehicles,  the  fuel  tanks  of 
which  are  not  empty  and  to  discontinue  the  use  of 
premises  as  a  non-storage  garage.” : 

and 

Whereas,  the  building  is  frame  (the  walls  in  the  inside 
covered  with  sheet  metal),  one  story  in  height,  32  ft.  6 
m.  bv  30  ft.  in  area;  OCCUPIED  as  a  garage  for  three 
motor  trucks ;  and 

Whereas,  appellant  contends  that  there  are  no  buildings 
adjoining  the  garage;  that  it  has  been  used  for  this  pur¬ 
pose  for  many  years,  and  proposes  to  cover  the  ceiling 
with  No.  26  gauge  metal  so  that  the  entire  interior  will 
be  protected. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  structure  shall  be  limited  in 
area  to  30  ft.  depth  by  32  ft.  6  in.  frontage;  that  the  in¬ 
terior  walls  and  ceiling  shall  be  covered  with  No.  26  gauge 
metal  ; .  that  there  shall  be  no  gasoline  storage  equipment 
maintained  on  the  premises;  and  granted  for  a  temporary 
period  not  exceeding  dhe  year  from  the  date  of  this  ac¬ 
tion. 

725-25-A. 

APPELLANT — Jno.  B.  Snook  Sons,  for  Estate  of 
Samuel  Insles,  owner. 

no" I? a i.rom  order  commissioner, 

i  REM  If  ES  AFFECTED — 20-26  Greene  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  John  W.  Boylston. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

rnvmTTo\ic^^ARD  Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  4 

Negative  .  ’  ^  0 

Absent:  Commissioner  Connell  1 

THE  RESOLUTION:  . 

(  725-25-A) 

Whereas,  John  B.  Snook  Sons,  for  Estate  of  Samuel 
Insles,  owner,  filed,  July  9,  1925,  an  appeal,  with  the  board 
ot  standards  and  appeals,  from  an  order  of  the  fire  com- 
missioner,  affecting  premises  20-26  Greene  street,  Borough 
of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Tune 
17,  1925,  reads  (Order  No.  80157-F)  : 

P  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof  *  *  *  "  ■ 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  (87 
it.  2  in.)  in  height,  75  ft.  by  92  ft.  in  area;  separated  into 
two  sections  by  a  fore  and  aft  wall,  with  an  opening  there¬ 
in  on  each  story,  protected  by  double  standard  fire  doors ; 


I 
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OCCUPIED  for  the  cutting  and  stamping  of  embroidery, 
160  persons  above  the  first  story ;  and 

Whereas,  appellant  contends  that  the  building  is  only 
slightly  in  excess  of  the  85  ft.  limit;  that  the  building  is 
equipped  with  a  two  source  sprinkler  system  and  amply 
provided  with  exits. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  premises  shall  be  equipped 
with  an  approved  two  source  sprinkler  system  with  central 
office  connection;  that  the  building  shall  not  be  increased  i. 
height,  area  or  dimensions ;  that  all  horizontal  openings  shall 
be  provided  with  approved  automatic  fire  doors;  and  granted 
so  long  as  conditions  as  to  occupancy  and  use  shall  remain 
substantially  unchanged. 


790-25-A. 

APPELLANT — Dr.  John  F.  Daly,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 768  Crescent  street,  Long  Island 
City,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  Dr.  John  F.  Daly. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  .  4 

Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(790-25-A) 


Whereas,  Dr.  John  F.  Daly,  owner,  filed,  July  31,  1925, 
an  appeal,  with  the  board  of  standards  and  appeals,  from 
a  decision  of  the  superintendent  of  buildings,  affecting  prem¬ 
ises  768  Crescent  street,  Long  Island  City,  Borough  of 

Queens ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  31,  1925,  reads: 

“Replying  to  your  communication  requesting  a  cer¬ 
tificate  of  occupancy  for  the  building  located  on  the 
S.  S.  Crescent  Street,  about  100  ft.  west  of  Grand  Ave¬ 
nue,  Long  Island  City,  for  use  as  a  Maternity  and 
Lying-In  Hospital,  I  would  say  that  I  have  had  an  ex¬ 
amination  made  of  the  building,  and  my  inspector  re¬ 
ports  as  follows : 

“  ‘In  reference  to  attached  communication  would  state 
that  I  have  examined  said  building,  and  find  it  to  be 
of  frame  construction,  2  stories  in  height,  about  50  ft. 
by  70  ft.  deep.  From  information  obtained  would  state 
the  lower  floor  is  intended  to  be  used  for  hospital,  the 
lower  floor  consists  of  19  rooms,  with  7  exits ;  the  upper 
floor  consisting  of  11  rooms,  are  to  be  used  by  the 
owner’s  family.  There  is  also  an  unfinished  attic.’ 

“I  am  therefore  obliged  to  decline  to  issue  the  cer¬ 
tificate  for  the  reason  that  the  building  does  not  con¬ 
form  with  the  provisions  of  Section  72,  paragraph  (a) 
of  the  Building  Code  of  the  City  of  New  York.”; 
and 

Whereas,  the  building  is  of  frame  construction,  two 
stories  and  attic  in  height  (29  ft.  6  in.),  85  ft.  6  in.  by  80 
ft.  in  area;  unoccupied.  PROPOSED  OCCUPANC\  :  1st 
story,  sanitarium,  20  persons;  2nd  story,  5  persons;  and 
Whereas,  the  superintendent  of  buildings  has  refused  tc, 
issue  a  certificate  of  occupancy  for  the  proposed  occupancy, 
upon  formal  application  by  the  appellant  on  the  ground  that 
the  building  is  not  fireproof ;  and 
Whereas,  the  first  tier  of  beams  is  but  3  ft.  above  curb 
level  and  the  mean  height  is  but  23  ft.  above  the  first  tier 
of  beafns,  and  it  appears  that  the  building  was  erected  and 
maintained  for  its  present  use  for  nine  years,  though 
under  different  ownership,  and  no  part  of  the  building  will 
be  occupied  above  the  20  ft.  height  limit,  and  appellant 
requests  the  granting  of  the  appeal  with  such  limitations 


as  will  bring  it  within  intent  of  code  applying  thereto. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  the  appeal  be  and  it 
hereby  is  granted  on  condition  that  the  house  heating  ap¬ 
paratus  enclosure  or  room  located  in  cellar  shall  be  provided 
with  direct  exit  to  the  exterior  of  premises  and  shall  be  cut 
off  from  the  remainder  of  cellar  hall  by  a  wall  of  ap¬ 
proved  masonry,  with  not  more  than  one  opening  therein 
to  interior  of  building,  said  opening  to  be  equipped  with 
a  self-closing  fireproof  door;  that  the  ceiling  and  side  walls 
of  this  boiler  room,  where  not  now  built  of  masonry,  shall 
be  fire  retarded  in  accordance  with  the  rules  of  the  board 
of  standards  and  appeals ;  that  the  medical  care  and  trea:  - 
ment  service  shall  be  confined  and  restricted  to  1st  stor.,  , 
that  all  rooms  maintained  for  the  use  and  occupancy  of  pa¬ 
tients  shall  be  provided  either  with  doors  opening  directly 
to  the  exterior  of  premises  or  with  windows  opening  di¬ 
rectly  to  the  outer  area  of  the  premises;  that  the  second 
floor  shall  be  restricted  to  dwelling  use  and  occupancy  of 
the  doctor-owner  and  operator  of  the  premises;  and  granted 
only  so  long  as  premises  are  conducted  by  the  owner  of 
the  premises — a  medical  doctor,  admitted  to  practice  ot 
medicine  in  the  State  of  New  York. 


961-25-A. 

APPELLANT — Thomas  P.  Flanagan,  Acting  Superin¬ 
tendent  of  Buildings,  Borough  of  Brooklyn. 
SUBJECT — Revocation  of  certificate  or  occupancy  No. 
21546. 

PREMISES  AFFECTED — 1490-1496  Ocean  parkway, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Mr.  Rothkrug  and  John  J. 
Flynn. 

For  Opposition:  Francis  M.  Howard,  Harold 
R.  Tullman  and  H.  Hermann. 

ACTION  OF  BOARD — Appeal  granted,  revoking  cer¬ 
tificate  of  occupancy. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  .  4 

Negative  .  o 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(961-25-A) 


Whereas,  Thomas  P.  Flanagan,  acting  superintendent  of 
buildings,  Borough  of  Brooklyn,  filed,  August  17,  1925,  an 
appeal,  with  the  board  of  standards  and  appeals,  for  revo¬ 
cation  of  the  certificate  of  occupancy,  No.  21546,  issued  fo~ 
premises  1490-1496  Ocean  parkway,  Brooklyn ;  and 

Whereas,  the  premises  consists  of  two  buildings,  each 
non-fireproof,  two  stories  in  height,  20  ft.  by  45  ft.  in 
area;  OCCUPIED  as  a  two-family  dwelling  with  a  two- 
story  enclosed  porch  at  the  front,  projecting  4  ft.  3  in. 
beyond  the  setback  line  of  Ocean  parkway  as  fixed  by 
chapter  726  of  the  Laws  of  1872  and  sections  63  and  64, 
art.  17  of  the  Code  of  Ordinances;  and 

W'hereas,  the  provisions  of  law  require  all  projections 
beyond  the  setback  line  to  be  of  open  construction;  and 
Whereas,  the  corporation  counsel  in  an  opinion  addressed 
to  the  park  commissioner  and  made  a  part  of  this  record 
advises  that  authority  and  supervision  over  courtyards  and 
encroachments  on  Ocean  parkway  was  conferred  on  the 
park  commissioner  by  chapter  726  of  the  Laws  of  1872. 

Resolved,  that  the  appeal  be  and  it  hereby  is  granted,  re¬ 
voking  certificate  of  occupancy. 


615-25-A. 

APPELLANT — Edward  P.  Doyle,  for  Queensboro 
Bridge  Loft  Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — Sunswick  street  and  Wilbur 
avenue,  Long  Island  City,  Borough  of  Queens. 
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APPEARANCES— 

For  Appellant:  Edward  P.  Doyle. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  .  4 

Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(615-25-A) 


Whereas,  Edward  P.  Doyle,  for  Queensboro  Bridge 
Loft  Corp.,  owner  (H.  S.  Karp,  president),  filed,  June 
15,  1925,  an  appeal,  with  the  board  of  appeals,  from  an 
order  of  the  fire  commissioner,  affecting  premises  north 
side  of  Wilbur  avenue,  being  the  northwest  corner  formed 
by  the  intersection  of  Sunswick  street  and  Wilbur  avenue, 
Long  Island  City,  Borough  of  Queens;  and 
Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  sq.  in.  extending  from  cellar  to  roof,  with  neces¬ 
sary  check  valves  and  2)4  inch  regulation  Fire  De¬ 
partment  outlets  on  each  story  (including  basements, 
cellars  and  roofs)  placed  within  main  stairway  enclo¬ 
sure.  Each  outlet  to  be  provided  with  sufficient  feet 
of  2)4  inch  standard  hose  attached  thereto. 

“Such  standpipe  shall  be  kept  constantly  filled  with 
water  by  means  of  an  approved  tank  or  pump  supply 
and  be  ready  for  use  at  all  times.” ; 

and 

Whereas,  the  building,  facing  on  two  street  fronts,  is 
fireproof,  five  stories  (71  ft.)  in  height,  70  ft.  by  185  ft. 
(approximately  12,900  sq.  ft.)  in  area;  OCCUPIED  as 
tenant  factory,  225  persons  above  the  1st  story;  and 
Whereas,  appellant  contends  that  the  building  is  slightly 
in  excess  of  the  permissible  area;  that  it  is  equipped  with 
a  sprinkler  system  fed  from  a  20,000  gallon  gravity  tank 
and  also  from  the  city  water  mains ;  that  it  is  accessible 
from  two  street  fronts  with  Siamese  connections  available 
on  both  streets. 

Resolved,  that  the  order  of  the  fire  commissioner  De 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  building  shall  be  equipped 
with  a  two  source  sprinkler  system;  that  the  building  shall 
not  be  increased  in  height,  area  or  dimension ;  and  granted 
only  so  long  as  present  use  and  occupancy  shall  remain 
unchanged. 


945-25-A. 

APPELLANT — Thomas  W.  Lamb,  for  Wm.  Fox 
Realty  Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 126-138  East  14th  street 
and  123-135  East  13th  street,  Manhattan. 

APPEARANCES— 

For  Appellant:  Thomas  W.  Lamb  and  Mr. 
Barasel. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Flanagan,  Guilfoyle  and  Fire  Chief  Kenlon  4 
Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(945-25-A) 

Whereas,  Thomas  W.  Lamb,  for  Wm.  Fox  Realty  Co.. 
Inc.,  owner,  filed,  September  15,  1925,  an  appeal,  with  the 
board  of  standards  and  appeals,  from  a  decision  of  the  su¬ 
perintendent  of  buildings,  affecting  premises  126-138  East 
14th  street  and  123-135  East  13th  street,  Borough  of  Man¬ 
hattan  ;  and 


Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 

H  "T'v  •  *  .  i  4^ 

o.  Distinct  and  separate  exits  should  be  provided 
for  gallery  above  1st  mezzanine. 

“7.  Proposed  auditorium  extending  over  14th  Street 
building  is  unlawful.  Storage  rooms  and  offices  with¬ 
in  the  above  auditorium  are  unlawful.” ; 

and 

Whereas,  the  appellant  has  filed  plans  and  applications 
with  the  superintendent  of  buildings,  proposing  to  erect  a 
fireproof  theatre  building,  six  stories  in  height,  45  ft.  9  in. 
by  206  ft.  6  in. ;  3,647  seats  total  capacity,  the  new  theatre 
building  to  surround  and  extend  over  the  existing  two-story 
non-fireproof  store  and  office  building  facing  14th  street, 
about  100  ft.  by  68  ft. ;  the  new  building  to  be  entireljf 
separated  by  brick  walls  and  concrete  floor  arches  12  in. 
in  thickness ;  it  is  also  proposed  to  construct  all  exits 
from  the  different  parts  of  the  theatre  separate  and  distinct, 
in  accordance  with  the  law,  except  the  northwest  stairway 
from  the  upper  gallery,  which  is  proposed  to  terminate  at 
the  inner  lobby  of  the  main  entrance  from  14th  street ; 
and 

Whereas,  the  superintendent  of  buildings  disapproved 
the  plans  and  applications  in  the  two  particulars  as  noted 
in  Items  5  and  7;  and 

W hereas,  the  appellant  admits  the  points  at  issue  are  con¬ 
trary  to  the  strict  letter  of  the  law,  but  claims  the  spirit 
of  the  law  is  complied  with,  in  that  the  buildings  are  en¬ 
tirely  separated  with  fireproofing  12  in.  in  thickness;  that 
the  northwest  stairway  is  entirely  separate  from  the  upper 
gallery  to  entrance  hall;  that  similar  conditions  have  been 
formerly  approved  for  theatre  buildings,  and  he  requests  the 
board  to  set  aside  th,e  decision  of  the  superintendent  of 
buildings  and  permit  the  construction  of  the  theatre  building 
as  proposed. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  appeal  be  and  it 
hereby  is  denied. 


6 46-25-A. 

APPELLANT — Albert  E.  Kleinert,  Superintendent  of 
Buildings,  Brooklyn. 

SUBJECT — Revocation  of  certificates  of  occupancy  No. 
1358-1920  and  No.  4825-1924. 

PREMISES  Ah  T  EC  1  ED — 26  College  place,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Assistant  Engineer  Smithers  of 
bureau  of  buildings. 

ACTION  OF  BOARD — Certificates  of  occupancy  re¬ 
voked  as  of  March  1,  1926. 

THE  VOTE  TO  REVOKE  CERTIFICATES  OF  OC¬ 
CUPANCY— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  . 4 

Negative  .  q 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(646-25-A) 


\\  hereas,  Albert  E.  Kleinert,  superintendent  of  buildings, 
Borough  of  Brooklyn,  filed,  June  23,  1925,  an  appeal  for 
revocation  of  certificates  of  occupancy  No.  1358-1920  and 
No.  4825-1924  for  premises  26  College  place,  east  side,  220 
ft.  9  in.  north  of  Love  lane,  Brooklyn;  and 
Whereas,  it  appears  that  the  building  is  non-fireproof 
stones  in  height,  33  ft.  9  in.  by  80  ft.  in  area.  OC¬ 
CUPIED:  1st  story,  assembling  heavy  machinery,  15  per¬ 
sons  ;  2nd  story,  vacant ;  and 

.  ^  hereas,  it  appears  that  a  certificate  of  occupancy  was 
issued  July  7,  1920,  for  a  work  shop  and  office,  and  that 
on  April  19,  1924,  another  certificate  was  issued  for  the 
present  occupancy,  and  it  appears  that  the  noises  coming 
from  the  building  _  constitute  a  nuisance  under  the  provi¬ 
sions  of  the  building  zone  resolution,  the  premises  being 
located  in  a  business  district  (section  4-B). 

Resolved,  that  the  appeal  be  and  it  hereby  is  granted,  and 
the  certificates  of  occupancy,  No.  1358-1920  and  No.  4825- 
1924,  be  and  they  hereby  are  revoked  as  of  March  1,  1926. 
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699-23-A. 

APPELLANT — Loening  Aero  Eng.  Corp.,  lessee. 

SUBJECT — Application  for  temporary  permit — appeal 
from  decision  of  fire  commissioner. 

PREMISES  AFFECTED— 436  East  31st  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  A.  P.  Loening. 

ACTION  OF  BOARD— Granted  temporary  permit  for 
one  year  from  date  of  this  action. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  GRANT  TEMPORARY  PERMIT— 
Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  4 

Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

( 699-23 v\) 

Whereas,  Loening  Aero.  Eng.  Corpn.,  lessee,  filed,  June 
5,  1923,  an  appeal  from  a  decision  of  the  fire  commissioner, 
affecting  premises  436  East  31st  street,  Manhattan ;  and 
Whereas,  the  decision  of  the  fire  commissioner  reads: 

“1.  Section  74,  chapter  5,  code  of  ordinances,  limits 
one  story  buildings  to  only  1,250  sq.  ft.  and  side  walls 
15  ft.  high,  building  is  therefore  classed  as  a  frame 

building.  Storage  of  gasoline  or  other  occupancy  vs 
therefore  not  permitted  in  a  frame  building.” ;  ^  _ 

and  ,  '  , 

Whereas,  the  premises  consist  of  a  plot  ot  ground  on 
the  bulkhead  line  at  the  East  River,  on  which  is  located 
a  one-story  steel  frame  and  sheet  iron  airplane  hangar,  50 
ft.  by  40  ft.  in  area,  and  an  18  ft.  by  18  ft.  shed ;  it  is  proposed 
to  install  a  550  gallon  gasoline  tank  and  pump  on  vacant 
portion  of  property;  the  entire  plot  being  covered  with  a 
concrete  floor ;  and 

Whereas,  appellant  contends  that  the  metal  structure 
with  concrete  floor  should  not  be  classified  as  a  frame 

building ;  and  -  ,  .  ,  ,  ,  .. 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  July  10.  1923,  on  certain  conditions,  and  appellant 
requested  a  modification  of  the  time  limit  imposed. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  herebv  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  gasoline,  storage  be  lim¬ 
ited  to  550  gallons,  the  tank  to  be  buried  below  grade, 
access  to  same  to  be  enclosed  and  roofed  over  with  a  cor¬ 
rugated  metal  shed ;  and  granted  for  a  temporary  period  not 
to  extend  beyond  October  27,  1926. 


APPELLANT — Socony  Burner  Corp.,  for  Harriet  B. 

Folger,  owner.  . 

SUBJECT— Application  for  temporary  permit— appeal 
from  decision  of  fire  commissioner. 

PREMISES  AFFECTED— 552  Fourth  street,  Brook¬ 
lyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  for  tem¬ 
porary  permit;  granted  90-day  permit  pending 
decision  on  petition  for  approval  of  burner. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE  TO  GRANT  90-DAY  PERMIT— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  4 

Negative . .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(439-25-A) 

Whereas,  Socony  Burner  Corporation,  for  Harriet  B. 
Folger,  owner,  filed,  April  23,  1925.  an  appeal  from  a  deci¬ 
sion  of  the  fire  commissioner,  affecting  premises  552  4th 
street,  Brooklyn ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
March  14,  1925,  reads : 


“26.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
basement  in  height,  40  ft.  by  100  ft.  in  area;  OCCUPIED 
as  a  one- family  residence;  and 

Whereas,  application  has  been  submitted  to  the  fire  com¬ 
missioner  for  approval  to  install  a  fuel  oil  burning  system 
for  heating  purposes,  in  which  it  is  proposed  to  use  the 
Socony  Arrow  Burner ;  and 

Whereas,  the  appellant  contends  the  installation  conforms 
to  law  in  all  respects  except  as  to  burner ;  that  the  burner 
proposed  to  be  used  is  now  before  the  board  for  approval ; 
he  requests  the  board  to  grant  a  90-day  permit  to  use  the 
Socony  Arrow  Burner,  pending  the  action  of  the  board ;  and 

Whereas,  a  temporary  permit  for  use  of  the  burner 
was  granted  by  the  board  July  28,  1925,  and  appellant  re¬ 
quests  an  extension  of  the  permit. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  for  a  temporary  period  of  ninety  (90)  days  from 
the  date  of  this  action,  pending  the  determination  of  the 
board  of  standards  and  appeals  on  petition  for  approval  of 
the  Socony  Arrow  Burner,  on  condition  that  the  fuel  oil 
burning  equipment  and  installation  otherwise  shall  comply 
with  fuel  oil  rules  in  all  respects. 


BUILDING  ZONE  CASES. 

423-25-BZ. 

APPLICANT — Samuel  Schlau,  for  Isabel  Burger,  owner. 

SUBJECT — Application  (re:  decision  of  tenement  house 
commissioner)  to  permit  in  an  “F”  area  district 
the  erection  of  a  building  the  area  of  which 
is  in  excess  of  that  permitted  in  such  district. 

PREMISES  AFFECTED— 123-02  and  123-08  Rocka- 
way  Beach  boulevard,  Rockaway  Park,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Edward  H.  Burger. 

For  Opposition:  Frederick  T.  Davies. 

ACTION  OF  BOARD — Application  laid  over  to  No¬ 
vember  17,  1925,  at  2  p.  m„  on  request  of  ob¬ 
jectors’  representative  (for  final  disposition). 


626-25-BZ. 

APPLICANT — New  York  Telephone  Company,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings),  to  permit  in  a  residence  use,  C  and 
E  area  districts,  the  extension  in  height  and 
area  of  an  existing  central  telephone  exchange 
building. 

PREMISES  AFFECTED— 1421-1437  Ocean  avenue 
and  T 060-1068  Kenmore  place,  Brooklyn. 
APPEARANCES— 

For  Applicant:  N.  H.  Egleston  and  A.  A.  Frank. 
For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  No¬ 
vember  10,  1925,  at  10  a.  m.,  for  inspection  by 
committee  of  board. 


754-25-BZ. 

APPLICANT— Robert  Tappan,  for  Cord  Meyer  Devel¬ 
opment  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  group  of  twenty- 
six  one-car  attached  garages,  for  the  storage  of 
pleasure  motor  vehicles  as  an  accessory  to  pri¬ 
vate  dwellings  located  within  the  same  bllock. 

PREMISES  AFFECTED— North  side  of  Austin  street, 
bounded  by  Puritan  avenue  and  Atom  place, 
Forest  Hills,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  R.  W.  Kellog  and  A.  Alexander. 
For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  No- 
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vember  10,  1925,  at  10  a.  m.,  pending  recom¬ 
mendation  by  sinking  fund  commission. 


505-25-BZ. 

APPLICANT — John  J.  Kadel,  for  Walton  Whyte 
Realty  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — East  side  of  Jerome  avenue, 
350  feet  south  of  East  181st  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  John  J.  Kadel  and  James  F. 
Meehan. 

For  Opposition:  William  B.  De  Lacey,  Alex¬ 
ander  Pfeifer,  Henry  C.  White,  Bertram  L. 
Krauss  and  Arnold  Gross. 

ACTION  OF  BOARD — Application  laid  over  to  No¬ 
vember  4,  1925,  at  2  p.  m.,  for  full  vote  of  mem¬ 
bers  of  board. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Flanagan  and  Guilfoyle .  3 

Negative:  Fire  Chief  Kenlon .  1 

Absent:  Commissioner  Connell .  1 


409-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  John  A.  Ternlund, 
owner. 

SLTBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1820-1832  Nostrand  avenue, 
Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw;  application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  .  4 

Negative  .  o 

Absent:  Commissioner  Connell .  1 


325-25-BZ. 

APPLICANT — Thomas  O’Rourke  Gallagher,  for  My- 
maud  Construction  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — Southwest  corner  of  Metro¬ 
politan  avenue  and  125th  street,  Middle  Village. 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Thomas  O’Rourke  Gallagher. 
For  Opposition:  Sidney  H.  Palmer,  Fred  C. 


Streib  and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  4 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(225-25-BZ) 


Whereas,  Thomas  Burke  Gallagher,  for  Mymaud  Con¬ 
struction  Company,  owner,  filed,  February  25,  1925,  an  ap¬ 
plication,  under  the  building  zone  resolution,  to  permit  in 
a  business  district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  motor  vehicles ;  premises 
southwest  corner  of  Metropolitan  avenue  and  125th  street, 
Middle  Village,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  .application 

ai68 


by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  October  27,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Metropolitan  avenue  is  in  a 
residence  district  and  that  125th  street  is  in  a  residence 
district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildines 
rendered  February  4,  1925,  reads: 

“The  erection  of  a  public  garage  in  a  business  dis¬ 
trict  is  prohibited  by  the  Zone  Law.”; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  183  ft.  9 
in.  on  Metropolitan  avenue  and  86  ft.  10  in.  on  125th  street ; 
to  be  occupied,  as  a  garage  for  the  storage  of  more  than 
five  motor  vehicles ;  and 

Whereas,  the  board  deemed,  notwithstanding  support  of 
basis  of  appeal  under  section  7-e,  the  existence  of  one  com¬ 
paratively  .  small  non-conforming  use  did  not  warrant  fur¬ 
ther  invasion  of  this  business  district  by  an  extensive  pub¬ 
lic  garage,  183  ft.  9  in.  by  86  ft.  10  in.,  in  view  of  new 
and  modern  private  residential  development  opposite  and 
down  both  side  streets,  together  with  overwhelming  protest 
of  affected  property  owners. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be.  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


653-25-BZ. 

APPLICANT — John  De  Hart,  for  Active  Holding  Co., 
Inc.,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  the  extension  from  an 
unrestricted  district  into  a  business  district  of  a 
proposed  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 319-323  East  148th  street, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  D.  Picciano. 

ACTION.  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  4 

Negative  .  '  q 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(653-25-BZ) 

YY  hereas,  John  De  Hart,  for  Active  Holding  Company, 
Inc  owner,  filed,  June  24,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  the  extension,  from 
an  unrestricted  district  into  a  business  district,  of  a  pro¬ 
posed  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles  ;  premises  319-323  East  148th  street,  Borough  of  The 
Bronx;  and 

Whereas  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet- 
,n§3  October  27,  1925,  after  due  notice  by  publication  m 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  148th  street  is  in  an 
unrestricted  district  and  East  149th  street  is  in  a  business 
district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  June  15,  1925,  reads: 

“1.  .  Proposed. extension  of  garage  in  unrestricted  dis¬ 
trict  into  a  business  district  is  contrary  to  provisions 
of  Building  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  50  ft. 
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and  a  depth  of  106.5  ft.;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles;  and 

Whereas,  the  board  deemed  that  the  proposed  garage, 
in  an  unrestricted  district  projecting  but  6.5  ft.  into  a  busi¬ 
ness  district  at  the  rear,  was  a  reasonable  adjustment  of  the 
zoning  resolution  specifically  implied  under  section  7,  sub¬ 
division  b. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  rear  and  gable  walls  projecting  into  the  business  area 
of  the  plot  shall  be  unpierced  throughout  their  entire  height 
and  length ;  that  there  shall  be  no  signs  or  advertising  dis¬ 
play  on  any  part  or  portion  of  the  structure  within  the 
business  area;  that  the  structure  shall  comply  with  the  re¬ 
quirements  of  the  building  zone  resolution  in  all  other  re¬ 
spects;  that  all  necessary  permits  shall  be  obtained  within 
nine  months  and  the  building  completed  within  eighteen 
months  from  the  date  of  this  action. 


51-25-BZ. 

APPLICANT — 520  Audubon  Avenue,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  tenement  house 
commissioner)  to  permit  in  a  residence  district  the 
occupancy  and  use  for  business  purposes  of  part 
of  an  existing  building  used  for  dwellings. 

PREMISES  AFFECTED — 540  Audubon  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  Norman  Denzer. 

For  Opposition:  Joseph  Nemerson. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  4 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(51-25-BZ) 


Whereas,  Norman  Denzer,  for  No.  520  Audubon  Ave¬ 
nue,  Inc.,  owner,  filed,  Jan.  12,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict  the  occupancy  and  use  for  business  purposes  of  part 
of  an  existing  building,  used  as  a  dwelling;  premises  540 
Audubon  avenue,  Borough  of  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  October  27,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Audubon  avenue  is  in  a  resi¬ 
dence  district  and  St.  Nicholas  avenue  is  in  a  business  dis¬ 
trict;  and 

_  Whereas,  the  decision  of  the  tenement  house  commis¬ 
sioner,  rendered  November  17,  1924,  reads: 

“The  use  of  a  portion  of  the  cellar  as  a  lunchroom 
cannot  be  permitted  as  the  building  is  located  within 
the  residence  district.”  ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  five  stories  in  height,  with  a  frontage  of  100  ft. 
and  a  depth  of  90  ft. ;  to  be  occupied  in  part  as  a  lunch¬ 
room  and  remainder  as  a  tenement ;  and 
Whereas,  the  board  deemed  that  no  hardship  had  been 
proved  by  the  applicant  under  section  21  of  the  zoning 
resolution,  and  that  it  would  be  an  unwarranted  invasion 
to  permit  a  business  use  in  a  residential  district,  as  yet 
otherwise  uninvaded. 

Resolved,  that  the  decision  of  the  tenement  house  com¬ 
missioner  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


609-25-BZ. 

APPLICANT— Felix  A.  Muldoon,  for  Socora  Realty 
Construction  Co.,  owner. 

SUBJECI  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECIED — West  side  of  River  avenue 
100  feet  south  of  East  167th  street,  The  Bronx’ 

APPEARANCES— 

For  Applicant:  Felix  A.  Muldoon. 

For  Opposition:  Jabez  E.  Dunningham,  W.  B. 
Kaulston,  Mr.  Kuerzi,  John  J.  Dunnigan  and 
August  F.  Schwarzler. 

AC  I  ION  Oh  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh  .  i 

Negative:  Commissioners  Flanagan,  Guil¬ 
foyle  and  Fire  Chief  Kenlon .  3 

Absent:  Commissioner  Connell .  1 


THE  RESOLUTION: 

(609-25-BZ) 

Whereas,  Felix  A.  Muldoon,  for  Socora  Realty  Con¬ 
struction  Co.  owner,  filed,  June  11,  1925,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles;  premises  west 
side  of  River  avenue,  100  ft.  south  of  East  167th  street 
Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  mcet- 
ing,  October  27,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  River  avenue  and  East  167th 
street  are  both  in  business  districts;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  June  3,  1925,  reads: 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  (5)  motor  vehicles  in  business  district  is  con¬ 
trary  to  provisions  of  Building  Zone  Resolution.”; 
and 

.  Whereas,  the  proposed  building  i^  of  fireproof  construc¬ 
tion,  two  stories  in  height,  with  a  frontage  of  100  ft.  and 
a  depth  of  135  ft. ;  to  be  occupied  as  a  garage  for  the  stor¬ 
age  of  more  than  five  motor  vehicles ;  and 
Whereas,  the  board  deemed  invasion  of  this  business 
street  by  a  non-conforming  and  prohibitive  use  unwarranted, 
irrespective  of  99  per  centum  of  consents  of  owners  of  af¬ 
fected  property  on  file  in  support  of  the  appeal  under  sec¬ 
tion  7-g  of  the  zoning  resolution. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application 
be  and  it  hereby  is  denied. 


662-25-BZ. 

APPLICANT — Charles  A.  Clayton,  for  Josephine  Pit- 
bladdo,  owner. 

SITBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  building  to  be 
used  as  a  factory. 

PREMISES  AFFECTED— 239-241-243  and  245  20th  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Charles  A.  Clayton  and  John 


J.  O’Reilly. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Commissioner  Guilfoyle .  1 

Negative:  Chairman  Walsh,  Commissioner 

Flanagan  and  Fire  Chief  Kenlon .  3 

Absent:  Commissioner  Connell .  1 
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MINUTES 


THE  RESOLUTION: 

(662-25-BZ) 

Whereas,  Charles  A.  Clayton,  for  Josephine  Pitbladdo, 
owner,  filed,  June  25,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  building  to  be  used  as  a  factory ; 
premises  239-245  26th  street,  Borough  of  Brooklyn ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  October  27,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  both  26th  street  and  Fifth 
avenue  are  in  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  24,  1925,  reads : 

“Proposition  contrary  to  Zone  Resolution,  Art.  II, 
Sec.  4 : 


“The  erection  of  a  factory  in  a  business  district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  four  stories  in  height,  with  a  frontage  of  100 
ft.  and  a  depth  of  88  ft.  6  in. ;  to  be  occupied  as  a  100 
per  cent  factory;  and 

Whereas,  the  board  deemed  that  applicant  failed  to  estab¬ 
lish  his  basis  of  appeal  under  section  21,  namely,  hardship, 
and  that  this  factory  invasion  in  this  business  street  was 
unwarranted. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


Adjourned,  5:30  p.  m. 

James  O’Connor,  Secretary. 


RULES 


SMOKING  IN  FACTORIES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
August  13,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry,  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  fire  commissioner. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stairhall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  fire  commissioner  shall 
direct,  a  notice  of  such  prohibition,  and  the  penalty  for  its 
violation 

(b)  Application.  Application  for  such  permit  shall 
be  made  only  by  the  owner  of  the  building  on  suitable 
blank  forms  to  be  furnished  by  the  fire  commLsioner. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
unon  expiration  utjtil  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factorv  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a 
conspicuous  place  in  the  factory. 

(o')  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  fire  com¬ 
missioner,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that: 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprinkler 
system,  the  floor  and  ceiling  of  such  room  shall 
be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works ; 

Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works ; 

Machine  shops ; 

Smelting ; 

Stone  or  monumental  works ; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the  fire* 
commissioner  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  $1.25 ;  by  mail,  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  30c;  by  mail,  35c. 
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FIRE  RETARDING  RULES 


Adopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga¬ 
rages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed 
fire-retarding  within  the  meaning  of  §73,  subdivision  3, 
of  the  building  code,  that  resists  the  action  of  flame 
and  heat  when  subjected  to  a  continuous  fire  for  one 
hour  at  an  average  temperature  of  seventeen  hundred 
(1700)  degrees  Fahrenheit  without  the  passage  of  flame, 
and  with  a  maximum  temperature  rise  to  four  hundred 
(400)  degrees  Fahrenheit  on  the  side  away  from  the 
fire.  The  point  at  which  the  temperature  of  transmitted 
heat  is  measured  shall  be  protected  from  external  air 
and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition 
construction,  the  area  under  test  shall  be  not  less  than 
one  hundred  (100)  square  feet  and  least  dimension 
shall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
of  floor  construction,  the  area  under  test  shall  be  not 
less  than  two  hundred  (200)  square  feet  and  the  least 
dimension  shall  be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support 
the  live  load  for  which  it  is  designed,  and  after  the  fire 
shall  safely  sustain  twice  the  designed  live  load  with  a 
maximum  deflection  of  not  more  than  one  two-hun¬ 
dredth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
joisted  floor  construction  shall  be  accepted  as  fire-re¬ 
tarding  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  sta¬ 
tions  when  the  beams  are  protected  on  the  upper  and 
under  sides  with  the  fire-retarding  materials  specified 
in  rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  upper  sides  of  wood  floor  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations:  .  ,  ,  ,  n 

(a)  Seven-eighths  (Vs)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not  less  than  two  and  one-half 
(2 y2)  inches  of  1:2^4 :5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  (Vi)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  (2l/2  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retai  ding 
for  the  covering  of  the  undersides  of  wood  floor  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations:  , 

(a)  One-half  (>4)  inch  plaster  boards,  or  three- 

eighths  (V&)  inch  gypsum  wall  boards  weighing  not 
less  than  16  pounds  per  squard  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 

inches  on  centers;  . 

(b)  Two  thicknesses  of  one-quarter  (H)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  furring 


strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 

(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  (24)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  (24)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (Vs)  inch  wood  sheathing, 
one-half  (Vi)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (Vs)  inch  wood  sheathing, 
two  thicknesses  of  one-quarter  (Vi)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  ~>*tal  with  one-inch  lapped  seams. 
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PUBLIC  HEARING 


PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCE 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREB\  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday,  November  20,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  1  he  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers 


RUile  u  n^ate,r  S"?P]y-  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank 
the  Pressure  lank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
unde/  the  provisions  of  Rule  S,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
1  ump  and  the  Fire  Department  Connection. 

„  R?]£,  5‘  Gravity  lank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  Protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
t  ie  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply . 


Upon  approval  of  preliminary  plans  such  number  of  sets  wi 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-t  ,  VV  .  re  a  tank  capacity  in  excess  of  [25,000]  50,000  gal- 

sioner  may  require,  not  exceeding  three  ( 5 ),  shall  be  filed  ions  1S  required  by  this  rule,  the  amount  of  water  to  be 

for  final  approval  of  the  Fire  Commissioner.  A  certified  Pr°vi.ded  in  excess  of  [25,000 ]  30,000  gallons  shall  be  speci- 

copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu-  hed,  by  the  B°ard  of  Standards  and  Appeals,  except  when 

reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such  tanks  of  unlimited  capacities  are  supported  on  structures  al- 

application  and  specification  forms  as  may  be  prescribed  toffether  independent  of  buildings. 


by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  w;iV>  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  with  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Anneals. 


1172 


The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
fp°U"d  the.check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute.  v 

The  filling  pxpe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  Abe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  mam  connection,  provided  that  there  are  separate  feed 
mams  from  the  basement  or  lowest  story  and  a  control 
valve  tn  each  feed  line  in  a  pump  or  engine  room. 

.  j.  overflow  pipe  shall  be  not  less  than  two  (2)  inches 
m  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 

Tit  nT  (S) ,,tnches.  in  diameter  for  larger  tanks, 

he  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be- 

tffe  toP  °f  the  staves  in  wooden  tanks  and  one  ( 1 ) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
though  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
unthout  joints  or  it  may  extend  through  side  of  tank  For 
tanks  over  roofs  overflozv  pipes  shall  terminate  not  more 
than  twenty-four  (24)  inches  above  roof  and  shall  he  fitted 
unth  a  go  degree  elbow. 

The  discharge  heating  or  filling  pipes  zvhere  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost- 
Hoof  covering  rvhich  may  be  of  three  layers  of  one-inch 
( v  hatr  fc,lt  mt/rspersed  with  building  paper  well  wrapped 
and  secured  and  covered  with  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Hoard  of 
tire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  rvhich  shall  not  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  »f  the  Building  Code  and  supporting  struc ■ 
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tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  zveatlier  shall  be 
covered  zvith  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  belozv  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12)4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
^han  [5,000]  3,000  gallons  of  zvater  for  a  wet  pipe  system 
ivhere  supplemented  by  an  auxiliary  zvater  supply,  and  not 
less  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  has  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  belozv  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  ( il/i )  inches  in  size  [with  a  one  and  one- 
quarter  (f]4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (/)4)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidezvalk  and  zvith- 
in  18"  thereof,  the  control  valve  may  be  located  in  the  zva- 
ter  supply  connection  at  a  point  not  more  than  tzvo  (2} 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  zvhich  ahozvs  free  flow  of  zvater  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  zvhicli  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connectior 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  zvater  supply  cop 
d  it  ions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pumt> 
as  an  automatic  source  of  zvater  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  deznee,  zvhich  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
belozv  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  zvater  supply  only 
from  a  direct  connection  to  the  city  zvater  main. 

As  auxiliary  sources  of  zvater  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple 
mented  by  a  public  service  break-down  switch.  Loca' 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (1/2)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  'hall  be  com¬ 
puted  proportionately  in  the  ratio  of  'cne  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  b” 
the  number  o(  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  from 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  bt 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3^4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  :n  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3J4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc;,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  tzvelve  (12)  inches  beyond  *l'e  building 
line  except  that  zvhere  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightzvay  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  (y2)  inch  pipe  connection  and  one-half  ( y2 )  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (54)  inch  drip  connection,  zvith  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  thai 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 
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ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 

sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 

pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gi  avity  tank  and  pressure  tank,  or -a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 

source  supply  may  be  considered  as  a  two-source  supply 

where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  3S,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  y/2)  inch  heads— 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (l)  inch  heads— 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1^4)  inch 
heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  (l/2)  inch  head  for  each  62^4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor. ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,.  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  (TA)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11^) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(llH)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


(  herever  the  term  “Conran  head”  is  used  in  these 
Eu'es,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  penter  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  \\  here  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (l)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  be  used  in  lieu  of  heads  located  in  peak  of 
roof ' 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
C)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lino  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one -ha  If  ()4)  inch  heads  are  installed 

sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 


Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (l/i)  inch  heads — 


Size  of  Pipe 
)4  inch 

1 

154  “ 
154  “ 

2 

2) 4  “ 

3  “ 

3) 4  “ 


(b)  For  Conran*  one  (1)  inch  heads — 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

.  2  heads 

3 

k  “ 

10  “ 

20  “ 

36  “ 

55 

80  “ 

.  140  “ 

.  200  “ 

.  300  “ 

.  420  “ 


Size  of  Pipe 

1  inch 

H4  “ 
1/2  “ 

2 

2)4  “ 

3 

4 

5 

6  “ 

7  “ 

8 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 


<< 


(I 

it 


a 

u 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads — 


Size  of  Pipe 
1)4  inch 

1)4  “ 

2 


2)4 


3 

4 

5 

6 

7 

8 


H 

a 

n 

« 

M 

it 

it 


Maximum  No.  of 
Heads  Allowed 


1  head 

2  heads 


3 

4 
6 

12 

21 

40 

60 

84 


<4 


u 

n 

<< 


u 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  ()4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  zvall,  or  one  in  which  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  ‘‘dead  riser”, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pip*;  shall  be  full-weight 
standard  wrought  iron  or  steel  threade  1  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  vv  thout  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall'  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(15( )  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  wall  and  exposed  to  the  weather,  they 
shall  be  fitted  with  hoods  or  dozvn-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  (]4)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  test*  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  n{  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1^4)  inches  in  size]  shall  be  not  less  than  I  inch 
in  size  where  floor  valves  are  not  over  zl/2  inches  in  size 
and  1 14  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  l}/2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down- fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  where 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (%)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (l/2)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvel-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Ya  inch  in  diameter 
shall  be  connected  directly  with  each  [risry]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iYa  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  ]4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  %-incli  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  Y^-inch  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4J4) 
inch  double-spring  Bourdon  pressure  gauge  shall  he  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank ; 

At  the  air  compressor; 

Above  the  alarm  valve ; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  vahe  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (%) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  W  ater  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Cont^pl  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (*/2)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

.  (a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 


ine  air  pressure  on  such  dry -pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  (*/2)  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  . ioo 

(c)  For  Conran*  one  and  one-quarter  ( 1 %  inch  heads  64 
Where  equipped  with  an  approved  quick-opening  device 

the  following  number  of  heads  may  be  controlled  by  one 
“ Type  A”  dry-pipe  valve: 

(a)  For  Standard  one-half  (*/2)  inch  heads  . 8oo 

( b )  For  Conran *  one  (i)  inch  heads . W200 

{c )  For  Conran *  one  and  one-quarter  (i%)  inch  heads. 128 
(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 

system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (*/2)  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads . 125 

(c)  For  Conran*  one  and  one-quarter  (1*4)  inch  heads.  84 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 

systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  ()4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks. shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 


Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems,  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1/4)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by.  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  nezvly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  zvriting,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  zvalls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 

cf  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 

Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  ivherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  zvhere  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  zvorking  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Undcrzvriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  Ins  own  convenience 

in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  by  mail. 
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SECOND  QUARTERLY  REPORT 


City  of  New  York 
Board  of  Standards  and  Appeals 

WILLIAM  E.  WALSH.  Chairman 
MUNICIPAL  BUILDING 


Hon.  John  F.  Hylan,  November  4,  1925. 

Mayor,  New  York  City. 

Sir :  I  have  the  honor  to  submit  for  your  information  the  second  quarterly  report  of  the  Board  of  Appeals  and 
Board  of  Standards  and  Appeals,  combined,  for  the  quarter  ending  June  30,  1925,  which  is  set  forth  as  follows: 


CASES  FILED  AND  PENDING,  1925. 


.  ,  f  ,  SECOND  QUARTER. 

Appeals  from  Administrative  Orders  . 

Applications  under  Building  Zone  Resolution  . .  ’ 

Petitions  for  Variation  of  Labor  Law  . 

Petitions  for  Approval  of  Appliances  and  Materials  . 

Petitions  for  Adoption  of  Rules  . . 

Reopened  and  Restored  to  Calendar  . 

Miscellaneous  Docket  . 


128 

98 

101 

11 

0 

21 

82 


Cases  filed,  restored,  etc.,  2nd  Quarter 
Cases  filed,  restored,  etc.,  1st  Quarter 
Cases  pending  December  31,  1924  . . . 


441 

453 

598 


Total  Cases  filed  and  pending  up  to  July  1,  1925 


1492 


SUMMARY. 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  June  30,  1925  .  G85 

Restored  to  calendar  .  49 


MlSCELLAtsEOUS  APPLICATIONS. 


Requests  to  reopen  .  90 

Requests  to  amend  .  3 

Requests  for  modification  .  28 

Requests  to  rescind  .  1 

Requests  for  extension  of  time  .  13 

Requests  for  extension  of  permit  .  13 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans  .  9 

Administrative  requests .  1 

Requests  for  interpretation  .  1 


Disposed  of  .  828 

Cases  pending  June  30,  1925  .  664 


DISPOSITION  OF  CASES. 

Withdrawn  .  75 

Dismissed  .  33 

Denied  .  409 

Granted  .  4 

Granted  on  condition  .  426 

Appliances  approved  . 44 

Appliances  dismissed,  disapproved  or  withdrawn  .  5 

Rules  approved  .  q 

Rules  disapproved  or  rescinded  .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  86 

Requests  to  reopen  denied  .  3 

Requests  to  amend  granted  .  3 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  27 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  4 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  13 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted  .  13 

Requests  for  extension  of  permit  denied  . 0 

Requests  to  install  granted  .  4 

Requests  to  install  denied  .  0 

Plans  approved  . 9 

Plans  disapproved  .  0 

Administrative  requests  granted  .  0 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  4 

Requests  withdrawn  or  dismissed  .  2 


Total  . . .  828 
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SECOND  QUARTERLY  REPORT 


MEETINGS  OF  THE  BOARDS. 

# 


BOARD  OF  APPEALS. 

BOARD  OF 

STANDARDS 

AND  APPEALS. 

First 

Second 

First 

Second 

Quarter 

Quarter 

Total 

Quarter 

Quarter  Total 

Meetings  . . 

.  21 

17 

38 

Meetings  . . . . 

....  6 

8  14 

Inspections 

.  6 

5 

11 

Inspections  .  . 

.  0 

6  6 

Combined  Total  of  Meetings  . 
Combined  Total  of  Inspections 


DISPOSITION  OF  CASES. 

Pending  from  1924. 


Cases 

Pending 

December  31,  1924  . 

Disposed  of  1st  Quarter,  1925 


Pending  April  1,  1925  . 

Disposed  of  2nd  Quarter,  1925 
Pending  July  1,  1925  . 


A 

BZ 

s 

SA 

SR 

Total 

Both  Boards 

215 

187 

86 

110 

0 

598 

127 

108 

53 

3 

0 

291 

88 

79 

33 

107 

0 

307 

39 

47 

16 

13 

0 

115 

49 

32 

17 

*94 

0 

192 

* Placed  on  1925  Reserve  Calendar.  ......  . 

Code:  A— Appeals  from  Administrative  Orders.  BZ— Applications  under  Building  Zone  Resolution.  S— Petitions  for  Variations  of 
Labor  Law.  SA — Petitions  for  Approval  of  Appliance.  SR— Petitions  for  Adoption  of  Rules. 


CASES  DISPOSED  OF  BY  BOARD  OF  APPEALS. 


Appeals  from  Administrative  Orders  ...... 

Applications  under  Building  Zone  Resolution 
Miscellaneous  Applications  . 


Total  disposed  of . 

Board  of  Appeals  cases  pending  July  1,  1925 


First 

Second 

Grand 

Quarter 

Quarter 

Total 

147 

136 

283 

130 

103 

233 

73 

67 

140 

350 

306 

656 

414 


CASES  DISPOSED  OF 

BY  BOARD  OF  STANDARDS  AND 

APPEALS. 

Petitions  for  Variation  of  Labor  Law  . . . 

Petitions  for  Approval  of  Appliances  and  Materials  . 

First 

Quarter 

68 

3 

0 

Second 

Quarter 

68 

13 

0 

Grand 

Total 

136 

16 

0 

5 

15 

20 

iil  IjLvI  IdllCUlio  i  il  1 1  v.  t-l  L 1  vJI  1  •••••••• 

76 

96 

172 

Board  of  Standards  and  Appeals  ca: 

ses  pending  July 

1  1925 

250 

CASES  PENDING 

BEGINNING 

OF  THIRD 

QUARTER  1925. 

236 

178 

Applications  under  rsuiiding  z, one  Kesoiuuon 

136 

r  CUllUUS  1UI  V  cl  I  IdllUii  LAI  J-<auui  X-JO.  w  .  113 

Petitions*  fui  Appi ov^l  of  Appliances  . .  ^ 

MONEYS  RECEIVED. 

First 

Quarter 

$305.00 

Second 

Quarter 

$300.00 

Grand 

Total 

$605.00 

18.25 

21.50 

39.75 

Total  (Paid  to  Chamberlain)  . 

$323.25 

$321.50 

$644.75 

Respectfully  submitted,  _  T T  • 

WILLIAM  E.  WALSH,  Chairman. 


JAMES  O'CONNOR,  Secretary. 


PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  October  28,  1925  .  1106 

Restored  to  calendar  .  55 

Miscellaneous  Applications. 

Requests  to  reopen  .  116 

Requests  to  amend  .  5 

Requests  for  modification  . * . . . .  32 

Requests  to  rescind  .  j 

Requests  for  extension  of  time  .  16 

Requests  for  extension  of  permit  .  26 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans .  n 

Administrative  requests  .  5 

Requests  for  interpretation .  1 

Total  .  1973 

Disposed  of  .  1174 

Cases  pending  October  28,  1925  .  799 


DISPOSITION  OF  CASES. 

Withdrawn  . 

Dismissed  . 

Denied  . 

Granted  . . . 

Granted  on  condition  . 


Appliances  approved  .  16 

Appliances  dismissed,  disapproved  or  withdrawn .  5 

Rules  approved  .  q 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  no 

Requests  to  reopen  denied  .  5 

Requests  to  amend  granted  .  5 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  30 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied  .  q 

Requests  for  extension  of  time  granted .  16 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted  .  26 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  1 

Requests  to  install  denied .  g 

Plans  approved  .  n 

Plans  disapproved  .  g 

Administrative  requests  granted  .  4 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  1 

Requests  withdrawn  or  dismissed  .  3 

Total  . ‘ .  n74 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

I'irst,  I  hat  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  ot 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


HOARD  OF  S'J'ANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL- 
i.ETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mli”  THE  BULLETIN  to 

Name  . 

Street  . 

P.  O . 

My  subscription  is  to  begin  with  the  issue  for . 
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DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
WILLIAM  E.  WALSH,  Chairman 
Commissioners 
Henry  L.  Connell 
Joseph  Flanagan 
John  Guilfoyle 
Fire  Chief  John  Kenlon 

James  O’Connor,  Secretary 
Edward  V.  Barton,  Chief  Clerk 
Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — Worth  0184. 

Office  Hours— 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


CONTENTS 

This  issue  of  the  Bulletin  contains,  in  the  order 
given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Special  Notice. 

Minutes  of  Regular  Meeting,  November  4,  1925,  at 
10  a.  m. 

Minutes  of  Regular  Meeting,  November  4,  1925,  at 
2  p.  m. 

Rules. 

Notice  of  Public  Hearing. 

Third  Quarterly  Report. 

Reserve  Calendar. 

Progress  Report. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  ra. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 
Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

,-4 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  it^  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tiiescffr $  $Qi)Pviber  10, 
1925,  at  2  o’clock.  At  this  call  eacf^fiHse  ‘*s  --set  for  hearing 
on  a  definite  day.  vAjV' 

The  next  subsequent  Call  of  the  CajepdaT  will  be  on 
Tuesday,  November  17,  1925,  at,  $y*ficfrck. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 

New  Cases  Filed,  W cek  Ending  November  4,  1925. 
Cal.  No.  Department.  Premises  Affected. 


1130-25-A. . .  , 

. F.D.  . 

1129-25-A. . . . 

. F.D.  . 

1128-25-BZ. . . 

....B.B.B. 

1127-25-BZ. . . 

....H.D.  . 

1126-25-S . . . . 

....B.B.M. 

1125-25- A. . . . 

....F.D.  . 

1124-25-S .... 

....F.D.  . 

1123-25-BZ. . . 

....B.B.B. 

1122-25-S. . . . 

....B.B.M. 

1121-25-S _ 

....F.D.  . 

1120-25-BZ. . . 

....F.D.  . 

1119-25-S . 

...F.D.  . 

1118-25-A _ 

....F.D.  . 

1117-25-S . 

...F.D.  .. 

1116-25- A . 

...F.D.  .. 

1115-25-S . 

...F.D.  .. 

1114-25- A . 

...F.D.  .. 

1113-25-BZ _ 

. . .  B.B.Bx. 

1112-25-A . 

...F.D.  .. 

1 111-25-A . 

...F.D.  .. 

1110-25-S . 

...F.D.  .. 

1109-25-A . 

...F.D.  .. 

1108-25-S . 

...F.D.  .. 

1107-25-A . . 

...F.D.  .. 

270-25-BZ. 


F-85837. 


- j  -  . 

ing  ave.,  Bklyn. 


F-81386-81388. 

...469-493  Fenimore  st.,  Bklyn. 

Applic.  18751-1925. 
. . .  79  Lott  ave.,  Bklyn. 

Decisioa 

..330  W.  34th  st.,  Man. 

N.  B.  78-1925. 
. . .  2350  Linden  st.,  Ridgewood,  Q. 

F-83661. 

. . .  2350  Linden  st.,  Ridgewood,  Q. 

L.  D.  82702-L.  D.  83660. 
...292-294  Court  st.,  Bklyn. 

Applic.  7171-25. 
..570-576  7th  ave.,  Man. 

N.  B.  319-1925. 

. .  .  130-132  W.  25th  st.,  Man. 

L.  D.  86017. 

•  •  S.  W.  C.  Atlantic  ave.  and 

Howard  st.,  Bklyn. 

Alt.  2227-1925. 

. .  56  Myrtle  ave.,  Bklyn. 

L.  D.  83835. 

.  .  56  Myrtle  ave.,  Bklyn. 

F-83833. 

..309-329  Johnson  st.,  Bklyn. 

L.  D.  83891. 

.  309-329  Johnson  st.,  Bklyn. 

F-83889. 

. .  396-400  S.  2nd  st.,  Bklyn. 

L.  D.  83462-83463-83464. 

. .  396-400  S.  2nd  st.,  Bklyn. 

F-83466. 

.  N.  E.  C.  Rogers  pi.  and  E. 
163rd  st.,  Bx. 

N.  B.  1442-1925. 
..83-101  N.  3rd  st.,  Bklyn. 

F-85864. 

. .  50-58  Boerum  pi.,  209-233  State 
st.,  Bklyn. 

Alt.  2501-1924. 

. .  602  Madison  ave.,  Man. 

L.  D.  86009. 

.  8746  123rd  st.,  Richmond  Hill, 
Qns-  F-84944-84945. 

.  160-162  Berry  st.,  Bklyn. 

L.  D.  75713. 

•  526  W.  113th  st.,  Man. 

F-85392-85391-85390. 


Restored  to  Calendar. 

.  B.B.M.  ..32-36  W.  100th  st.,  Man. 

Decisio 


F.D.  . 

H.D.  . 

B.B.B. 

B.B.M. 

B.B.Q. 

B.B.R. 

B.B.Bx 

T.H.D. 


CODE. 

. Fire  Department 

. Health  Department 

..Bureau  of  Buildings,  Brooklyn 
.Bureau  of  Buildings,  Manhattan 

- Bureau  of  Buildings,  Queens 

..Bureau  of  Buildings,  Richmond 

. Bureau  of  Buildings,  Bronx 

•  •  •  •  1  enement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  November  10,  1925,  at  2  p.  m. 

375-23-BZ. 

ARPL1  CANT— Thomas  W.  Lamb,  for  B.  F.  Keith  New 
York  Theatres  Company,  owner. 

East  Fordham  road,  The  Bronx. 

ID  FERMI!  in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  build¬ 
ing  for  theatre  purposes  (previously  withdrawn). 

696-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Osbruck  Realty  Co 
Inc.,  owner. 

PREMISES  Northwest  corner  of  Grandview  avenue  and 

mo  .streel’  RHgewood,  Borough  of  Queens. 

1U  FERMI  1  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

829-25-BZ. 

APPLICANT — Tobias  Goldstone,  for  Estate  of  Geo.  E. 
Eddy,  owner. 

PREMISES  345-355  Classon  avenue,  Brooklyn. 

TO  PERMIT  the  erection  on  a  plot  partly  in  an  unre¬ 
stricted  and  partly  in  a  business  district  of  a  pro¬ 
posed  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  10,  1925,  at  10  a.  m. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 

63-25-A — 109-121  West  56th  street,  Manhattan. 

179-25-A  344  West  44th  street,  Manhattan. 

742-25-A— Block  bounded  by  26th  street,  27th  street, 
Fourth  avenue  and  Madison  avenue,  Man¬ 
hattan. 

975-25- A — 1597  Park  place,  Brooklyn. 

449-25-A — 328  St.  Marks  avenue,  Brooklyn. 

606-25-A — 231-235  East  42nd  street,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand- 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
oi  the  building  zone  resolution,  Tuesday  morning,  November 
10,  1925  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  142-25-BZ.— Application,  February  2,  1925,  under 
the  building  zone  resolution,  of  Irene 
Thatcher,  applicant  and  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
stqrage  of  more  than  five  (5)  motor 
vehicles ;  premises  northwest  corner  of 
Coney  Island  avenue  and  Avenue  N, 
Brooklyn. 
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cal.  no.  11-25-BZ — Application,  January  5,  1925,  under  the 
building  zone  resolution,  of  Charles 
Schaefer,  Jr.,  architect,  on  behalf  of 
Daniel  Houlihan,  owner,  to  permit  the 
extension  from  a  business  district  into 
a  residence  district  of  a  proposed  build¬ 
ing  to  be  used  as  a  motion  picture  the¬ 
atre;  premises  southeast  corner  of  234‘h 
street  and  White  Plains  avenue,  The 
Bronx. 

cal.  no.  271-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Ray 
Barnett,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  956  Forest  avenue,  The 
Bronx. 

cal.  no.  504-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  D.  Cop¬ 
persmith,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  128-144  *  East  98th  street, 
Brooklyn.  • 

cal.  no.  596-25-BZ — Application  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  on  behalf  of  Biograph  Com¬ 
pany,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  district  the  extension  of  an  ex¬ 
isting  business  building  (studio)  ;  prem¬ 
ises  807  East  175th  street,  The  Bronx. 

cal.  no.  608-25-BZ — Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
Lowlou  Corporation,  owner,  to  permit 
partly  in*  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1095-1117  Washington 
avenue,  southeast  corner  of  Sterling 
street,  Brooklyn. 

cal.  no.  607-25-BZ — Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
Israel  Feinberg  and  Joe  Bernstein, 
owners,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  2552- 
2556  Bedford  avenue,  Brooklyn. 

cal.  no.  14-25-BZ — Application,  January  6,  1925,  under  the 
building  zone  resolution,  of  I.  T.  Flatto, 
applicant,  on  behalf  of  Woodward 
Brown  Realty  Co.,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  of  Goodrich 
street,  100  ft.  north  of  Potter  aven  le, 
L.  I.  City,  Borough  of  Queens. 

cal.  no.  15-25-BZ — Application,  January  6,  1925,  under  the 
building  zone  resolution,  or  I.  T.  Flatto, 
applicant,  on  behalf  of  Woodward 
Brown  Realty  Co.,  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor- 
t  age  of  more  than  five  (5)  motor  ve¬ 

hicles  ;  premises  east  side  of  Goodrich 
street,  100  ft.  north  of  Potter  avenue, 
L.  I.  City,  Borough  of  Queens. 


cal.  no.  626-25-BZ — Application,  June  17,  1925,  under  the 
building  zone  resolution,  of  New  York 
Telephone  Company,  applicant  and 
owner,  to  permit  in  a  residence  use, 
C  and  E  area  district,  the  extension  in 
height  and  area  of  an  existing  central 
telephone  exchange  building ;  premises 
1421-1437  Ocean  avenue  and  1060-1068 
Kenmore  place,  Brooklyn. 

cal.  no.  754-25-BZ — Application,  July  20,  1925,  under  the 
building  zone  resolution,  of  Robert 
Tappan,  applicant,  on  behalf  of  Cord 
Meyer  Development  Co.,  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
and  maintenance  of  a  group  of  twenty- 
six  (26)  one-car  attached  garages  for 
the  storage  of  pleasure  motor  vehicles 
as  an  accessory  to  private  dwellings 
located  within  the  same  block;  prem¬ 
ises  north  side  of  Austin  street, 
bounded  by  Puritan  avenue  and  Atom 
place,  Forest  Hills,  Borough  of  Queens. 

William  E.  Walsh,  Chairman 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  November  10,  1925,  at  2  p.  m. 

673-25-S — 34-40  South  1st  street,  Brooklyn. 

677-25-S — 221-249  McKibben  street,  Brooklyn. 

679-25-S — 5  West  30th  street,  Manhattan. 

688- 25-S — 114-116  West  56th  street,  Manhattan. 

689- 25-S — 89-91  West  3rd  street,  Manhattan. 

690- 25-S — 1252-1254  Bedford  avenue,  Brooklyn. 

693-25-S — 270-276  West  38th  street  and  554-558  Eighth 

avenue,  Manhattan. 

704-25-S — 379-385  DeKalb  avenue,  Brooklyn. 

757- 25-S — 1385-1391  Broadway,  Manhattan. 

758- 25-S— 265-267  West  37th  street  and  540-552  Eighth 

avenue,  Manhattan. 

391-25-S — 17  East  55th  street,  Manhattan. 

443-25-S — 668  Fifth  avenue,  Manhattan. 

509-25-S — 22  East  55th  street,  Manhattan. - 
514-25-S — 63  Madison  avenue,  Manhattan. 

516-25-S — 740-744  Broadway,  Manhattan. 

433-25-S — 83-101  North  3rd  street  and  209-219  Wythe  ave¬ 
nue,  Brooklyn. 

512-25-S — 470-474  Clermont  avenue  and  463  Adelphi  street, 
Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

494-25-S— 134-142  West  38th  street  and  1385-1391  Broad¬ 
way,  Manhattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

274-25-S — 36  West  36th  street,  Manhattan. 

533-25-S— 369-71  State  street,  Brooklyn. 

561-25-S — 6  West  29th  street,  Manhattan. 

625-25-S — 148-150  East  28th  street,  Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

535-25-SA — Universe  Automatic  Oil  Burner,  approval  of. 
242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
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Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

815-25-SA — New  Way  Hydrogen  Gas  Generator  Burner, 
approval  of. 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  November  17,  1925,  at  2  p.  m. 

527-25-BZ. 

^PP-^CANT  John  B.  Johnston,  for  Esther  Schwartzberg 
owner. 

^^^^SES— 1073  Willoughby  avenue,  Brooklyn. 

ArPLiLA  1  ION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occupancy 
from  a  garage  for  the  storage  of  five  (5)  motor 
vehicles  to  a  poultry  slaughter  house. 

630-25-BZ. 

APPLICANT— William  A.  Lacerenza,  for  Edward  H. 
Litchfield,  owner. 

PREMISES— 305-311  3rd  street,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and  main- 
.  tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 


751-25-BZ. 

APPLICANT— Robert  D.  Kohn,  for  Mt.  Sinai  Hospital, 
owner. 

PREMISES— 6-16  East  99th  street,  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  lJ/2  times  height  district  the  erection 
of  the  street  walls  of  a  building  to  a  height  exceed¬ 
ing  the  limit  set  by  the  zone  resolution. 

828-25-BZ.  * . .  '  1 

APPLICANT — Alfred  H.  Eccles,  for  Henry  Gerken, 
owner. 

PREMISES — Southeast  corner  of  Second  avenue  and  New¬ 
town  avenue,  Astoria,  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  of  a  garage 
for  more  than  five  (5)  motor  vehicles. 

845-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Walter  Eveletb, 
owner. 

PREMISES  Northeast  corner  Inwood  avenue  and 
Macombs  road,  The  Bronx. 

APPLICATION,  under  sections  7C  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

879-25-BZ. 

APPLICANT — McIntyre  &  O’Leary,  for  Essex  &  Shep¬ 
pard  Co.,  Inc.,  owner. 

PREMISES — 137-51  Blake  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house. 

853-25-BZ. 

APPLICANT — McCooey  &  Conroy,  for  Fogel-Hirsh 
Building  Co.,  Inc.,  owner. 

PREMISES — 8501-8511  Fourth  avenue,  Brooklyn. 


APPLICATION,  under  section  21  of  the  building  zon 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and  main; 
tenance  of  a  building  to  be  used  as  stores  on  th 
1st  story  of  the  Fourth  avenue  front  and  as  dwell 
ings  above. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
Tuesday,  November  17,  1925,  at  10  a.  m. 
1175-24-A — 628-642  West  45th  street,  Manhattan. 

069-24- A — 126  Franklin  street  and  220-224  West  Broadway 
Manhattan. 

540-25-A — East  177th  street  and  Bronx  River,  200  ft  fron 
Devoe  avenue,  The  Bronx. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventl 
avenue,  Manhattan. 

377-25-A — 18-32  Grand  avenue,  Brooklyn. 

759-25-A — 45-49  John  street  and  1-5  Dutch  street,  Man¬ 
hattan. 

589-24-A — 43-45  Wooster  street,  Manhattan. 

1447-24-A — 8746  123rd  street,  Richmond  Hill,  Queens. 

294-25-A — 62  Stanhope  street,  Brooklyn. 

% 

BUILDING  ZONE  APPLICATIONS. 

LOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  November 
17,  1925  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  528-25-BZ— Application,  May  21,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  Harry 
Seldin,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  poultry  slaughter  house ;  premises  east 
side  of  Bay  37th  street,  285  ft.  north 
of  Cropsey  avenue,  Brooklyn. 

CAL.  NO.  680-25-BZ— Application,  June  30,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Mollie 
Arvan,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage  for 
the  storage  of  two  pleasure  motor  ve¬ 
hicles,  two  spaces  rented  to  persons  not 
residing  on  the  premises;  premises  2522 
Hughes  avenue,  The  Bronx. 

cal.  no.  785-25-BZ— Application,  July  29,  1925,  under  the 
building  zone  resolution,  of  William 
Kampel,  applicant  and  owner,  to  per- 
-  mit  in  a  residence  district  the  erection 
of  a  building  to  be  occupied  for  a  busi¬ 
ness  use  (stores)  ;  premises  1893  Clinton 
avenue,  The  Bronx. 

cal.  no.  981-25-BZ — Application,  September  23,  1925,  under 
the  building  zone  resolution,  of  Laurence 
McGuire,  applicant,  on  behalf  of  36th 
Street  and  8th  Avenue  Corporation, 
owner,  to  permit  in  a  two-times  height 
district  the  erection  and  maintenance 
of  the  street  walls  to  a  height  exceed¬ 
ing  the  prescribed  limit  required  by 
the  zone  resolution;  premises  520-530 
Eighth  avenue,  267-275  West  36th 
street  and  260-264  West  37th  street, 
Borough  of  Manhattan. 

cal.  no.  436-25-BZ — Application,  April  22,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of 
Joseph  Puglieri,  owner,  to  permit  in 
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a  residence  district  the  alteration  and 
extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  117-119  Carroll  street,  Bor- 
ough  of  Brooklyn. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  17,  1925,  at  2  p.  tn. 

357-25-A — West  side  of  Sheridan  avenue,  200  ft.  south  of 
Mt.  Eden  avenue,  The  Bronx. 

602-25-A— 1186  Eastern  Parkway,  Brooklyn. 

645-25- A— 605-619  West  132nd  street,  Manhattan. 

687-25- A — 60  Grand  street,  Manhattan. 

694-25-A — 10  Greenway  terrace,  Forest  Hills,  Queens. 
720-25-A — 361  Wythe  avenue,  Brooklyn. 

736-25- A — Block  bounded  by  West  138th  street,  West 
139th  street,  Broadway  and  Hamilton  place, 
Manhattan. 

738-25-A — Block  bounded  by  Bedford  avenue,  Quentin 
road,  East  27th  street  and  Avenue  P, 
Brooklyn. 

810-25- A — Foot  of  Greenpoint  avenue  and  Newtown  Creek, 
Brooklyn. 

711-25-A— 657-659  Broadway,  Manhattan. 

613-25-A — 1485  Broadway,  Manhattan. 

773-25-A — 62  Grand  street,  Manhattan. 

1050-25-A — 321  Madison  street,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
jf  the  building  zone  resolution,  Tuesday  afternoon,  Novem¬ 
ber  17,  1925,  at  2  o’clock,  in 'Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 

CAL.  no.  405-25-BZ— Application  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  241-25-BZ— Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

cal.  no.  423-25-BZ— Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

cal.  NO.  532-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of 


Menick  Holding  Co.,  Inc.,  owner,  to 
permit  in  a  residence  district  extend¬ 
ing  from  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  theatre 
building ;  premises  868  Flatbush  ave¬ 
nue,  Brooklyn. 

cal.  no.  552-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  Philip  J. 
Sinnott,  applicant,  on  behalf  of  Field- 
stone  Garage,  Inc.,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles 
and  also  permit  same  to  be  of  non-fire- 
proof  construction  (garage,  with  one 
street  frontage,  exceeding  7,500  sq.  ft. 
in  area)  ;  premises  east  side  of  Broad¬ 
way,  223  ft.  8  in.  north  of  West  231st 
street,  Manhattan. 

cal.  no.  724-25-BZ — Application,  July  9,  1925,  under  the 
building  zone  resolution,  of  Wm.  F. 
Doyle,  applicant,  on  behalf  of  Celia 
Aronofsky,  owner,  to  permit  in  a  resi¬ 
dence  district  the  change  of  occupancy 
of  an  existing  building  from  private 
garage  to  store;  premises  1515  Bryant 
avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


BOARD  OF  STANDARDS  AND  APPEALS 

PETITIONS  FOR  VARIATIONS. 

SPECIAL  MEETING. 

Friday,  November  20,  1925,  at  10  a.  m. 

543- 25-S — 497  Sixth  avenue,  Manhattan. 

544- 25-S — 32  East  28th  street,  Manhattan. 

545- 25-S— 120  West  25th  street,  Manhattan. 

548-25-S — 312-314  East  125th  street,  Manhattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

546- 25-S — 683-685  Broadway,  Manhattan. 

604-25-S — 61  Fulton  street,  Manhattan. 

632- 25-S — 240-246  West  35th  street,  Manhattan. 

633- 25-S — 523-527  West  42nd  street,  Manhattan. 

637-25-S — 25-27  West  3rd  street,  Manhattan. 

652-25-S — 115-117  West  45th  street,  Manhattan. 

660-25-S— 59-61  West  39th  and  680-86  Sixth  avenue,  Man¬ 
hattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

668-25-S — 61  West  27th  street,  Manhattan. 

670-25-S— 282-284-286  Seventh  avenue,  Manhattan. 

634- 25-S— 125-127  West  31st  street,  Manhattan. 

635- 25-S — 797-799  Greenwich  street,  Manhattan. 

703-25-S— 40-42  West  17th  street,  Manhattan. 

718- 25-S — 521-527  Seventh  avenue,  Manhattan. 

719- 25-S— 260-262  West  41st  street,  Manhattan. 

444-25-S— 27-35  West  24th  street,  Manhattan. 

380-25-S — 125  Nostrand  avenue,  Brooklyn. 

406-25-S — 178-182  Sullivan  street,  Brooklyn. 

62-25-S— 24-30  West  39th  street,  Manhattan. 

265-25-S— 233-235  West  26th  street,  Manhattan. 

592-25-S — 461-467  Tenth  avenue,  Manhattan. 

614-25-S — 909  Fade  street,  The  Bronx. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

SPECIAL  MEETING. 

Friday,  November  20,  1925,  at  2  p.  m. 

77-25-SR— Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BOARD  OF  STANDARDS  AND  APPEALS 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  24,  1925,  at  10  a.  m. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

587-25-A — 9  Radde  street,  L.  I.  City,  Borough  of  Queens. 

672-25-A — 1171  President  street,  Brooklyn. 

698-25-A — 453-455  Broome  street,  Manhattan.  * 

714-25-A — 319-321  Bedford  avenue,  Brooklyn. 

792-25-A— Southwest  corner  of  Avenue  U  and  East  56th 
street,  Brooklyn. 

181-25-A — 9-11-13  Maiden  lane,  Manhattan. 

601-25- A — 3052  Emmons  avenue,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Novem¬ 
ber  24,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  638-23-BZ — Application,  September  8,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  Max 
Notess,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage 
for  the  storage  of  three  (3)  pleasure 
motor  vehicles,  two  (2)  spaces  rented 
to  persons  not  residing  on  the  premises 
(previously  dismissed  for  lack  of  pros¬ 
ecution)  ;  premises  2965  Valentine 
avenue,  The  Bronx. 

cal.  no.  622-25-BZ— Application,  June  16,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Simon 
Brown,  owner,  to  permit  in  a  residence 
district  the  change  of  occupancy  of  a 
building  used  as  a  residence  to  a  busi¬ 
ness  use  on  the  1st  story;  premises  131 
Starr  street,  Brooklyn. 

cal.  no.  903-25-BZ — Application,  September  4,  1925,  undei 
the  building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
N.  &  H.  Building  Company,  Inc.,  owner, 
to  permit  in  a  business  district  the 
change  of  occupancy  of  the  2nd  story 
from  auto  accessories  to  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  823-829  Classon 
avenue,  Borough  of  Brooklyn. 
cal.  no.  644-25-BZ — Application,  June  22,  1925,  under  the 
building  zone  resolution,  of  H.  I. 
Feldman,  applicant,  on  behalf  of  Max 
Ackerman,  owner,  to  permit  in  a  busi¬ 
ness  district,  extending  from  an  unre¬ 
stricted  district,  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  301-5  East  97th  street,  Bor¬ 
ough  of  Manhattan. 

William  E.  Walsh,  Chairman. 

1188 


BOARD  OF  STANDARDS  AND  APPEALS. 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  November  24,  1925,  at  2  p.  m. 

761-25-S — 49-57  West  37th  street,  Manhattan. 

767-25-S — 114-116  East  13th  street,  Manhattan. 

770-25-S — 148  East  57th  street,  Manhattan. 

649-25-S — 155  Freeman  street,  Brooklyn. 

684-25-S — 22  Warren  street,  Manhattan. 

706- 25-S — 512-520  Grand  street,  Manhattan. 

707- 25-S— 504-510  Grand  street  and  2-12  Sheriff  street 

Manhattan. 

708- 25-S— 34-36  Sheriff  street  and  25-35  Columbia  street 

Manhattan. 

709- 25-S— Block  bounded  by  Grand,  Sheriff,  Broome  and 

Columbia  streets,  Manhattan. 

710- 25-S— Block  bounded  by  Broome,  Sheriff,  Delancey 

and  Columbia  streets,  Manhattan. 

730-25-S  80  Nassau  street  and  9-11  Dutch  street,  Man¬ 
hattan. 

740-25-S— 571-583  Eighth  avenue  and  303-305  West  38th 
street,  Manhattan. 

777-25-S  248-252  West  35th  street,  Manhattan. 

784-25-S — 462-468  Seventh  avenue  and  209-211  West  35th 
street,  Manhattan. 

925-25-S — 578  Madison  avenue,  Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 
752-25-SA— Toro  Emergency  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

763-25-SA— Milwaukee  Piston  Rotating  Port  Pump  Type 
No.  705,  approval  of. 

638- 25-S A— American  Marsh  Duplex  Fuel  Oil  Pump  ap¬ 

proval  of.  ’ 

639- 25-SA— Marsh  Simplex  Fuel  Oil  Pump,  approval  of. 

729-25-SA  The  Hauck  Vention  Low  Pressure  Oil  Burner, 
approval  of. 

671-25-SA— Allen  2 in.  Angle  Hose  Valve,  approval  of. 
717-25-SA— Chlorinating  Apparatus,  approval  of. 

BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
Tuesday,  December  1,  1925,  at  10  a.  m. 

230-25-A  1377  Washington  avenue,  Bronx. 

267-25-A — 34-36  Pine  street,  Manhattan. 

674-25-A — 48  John  street,  Manhattan. 

686-25-A — 477  Clermont  avenue,  Brooklyn. 

783-25-A — 654  Broadway,  Manhattan. 

788- 25-A — 28  Buckingham  road,  Brooklyn. 

789- 25-A — 29-45  Rodney  street,  Brooklyn. 

BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  1,  1925,  at  2  p.  m. 

801-25- A — 49-61  Clymer  street,  Brooklyn. 

803-25-A— 514-16  Broadway  through  to  60-66  Crosby  street, 
Manhattan. 

806-25-A — 133-135  Greene  street.  Manhattan. 

831-25-A  3140  Kingsbridge  terrace,  Bronx. 

834-25-A — 390-96  Berry  street,  Brooklyn. 

841-25-A — 449-459  Seventh  avenue,  163-167  West  34th 
street,  160-166  West  35th  street,  Manhat¬ 
tan. 

850-25- A  32-&A  \\  est  39th  street,  Manhattan. 


CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
Tuesday,  December  8,  1925,  at  10  a.  m. 
278-25-A — 280  Broadway,  Manhattan. 

699-25-A — 212-214  East  6th  street,  Manhattan. 

727-25-A — 28-30  Greene  street,  Manhattan. 

798-25-A — 241-255  Haven  avenue,  Manhattan. 

1061- 25- A — 441  West  End  avenue,  Manhattan. 

1062- 25-A — 451  West  End  avenue,  Manhattan. 


BOARD  OF  STANDARDS  AND  APPEALS. 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  8,  1925,  at  2  />.  w. 

743-25-S — 125-129  Sherman  street,  L.  I.  City,  Borough  of 
Queens. 

749-25-S — 732  Broadway,  Manhattan. 

675-25-S — 48  John  street,  Manhattan. 

728-25-S — 48  West  22nd  street,  Manhattan. 

734-25-S— 87-9  Nassau  street,  130  Fulton  street,  Manhat¬ 
tan. 


774-25-S — 501  Seventh  avenue,  Manhattan. 

794-25-S — 79-87  Madison  avenue,  23-27  East  28th  street. 
"  Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

813- 25-SA — Hardinge  Oil  Burner,  approval  of. 

814- 25-SA — Aetna  Automatic  Syphone  Breaker,  approval 

of. 

846-25-SA — K.F.C.  Fuel  Oil  Burner,  approval  ot. 
683-25-SA — Billow'  Fuel  Oil  Burner,  approval  of. 


BOARD  OF  STANDARDS  AND  APPEALS. 

PETITIONS  FOR  VARIATIONS. 
Tuesday,  December  22,  1925,  at  2  />.  m. 
800-25-S — 15-19  West  39th  street,  Manhattan. 
837-25-S — 184  Boerum  street,  Brooklyn. 

368-25-S — 582  Fifth  avenue,  Manhattan 
582-25-S — 113  Nassau  street,  Manhattan. 

747-25-S — 236-238  West  30th  street,  Manhattan. 


SPECIAL  NOTICE 


The  meeting  scheduled  for  October  27,  1925,  at  2  p.  m.  has  been  laid  over  to  a  special  meeting  Friday,  November  20. 

1925,  at  10  a.  m. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

WEDNESDAY  MORNING,  NOVEMBER  4,  1925. 

Present:  Chairman  Walsh,  Commissioners  Connell,  Flan¬ 
agan,  Guilfoyle  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of  stand¬ 
ards  and  appeals,  held  on  October  27,  1925,  morning  and 
afternoon  sessions,  were  approved  as  printed  in  the  Bulletin, 
No.  42,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 
278-25-A 

APPELLANT— The  Frank  A.  Munsey  Company,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 280  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  James  F.  Conway,  Jr. 

ACTION  OF  BOARD— Appeal  laid  over  to  December  8, 
1925,  at  10  a.  m. 


APPELLANT— R.  F.  Jacobus,  executor  of  the  Estate  of 
Nicholas  Jacobus,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 136  Wooster  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  R.  F.  Jacobus. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  withdrawn  on  request  of 
appellant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Negative  .  ® 

Absent  .  0 


511-25-A. 

APPELLANT — Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Empire  Switchboard  Co.,  Inc., 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 810  Fourth  avenue,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Fire  Chief  Kenlon..  4 

Negative:  Commissioner  Guilfoyle  .  1 

Absent  .  0 

THE  RESOLUTION : 

(511-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Empire  Switchboard  Co.,  Inc.,  owner,  filed,  May 
15,  1925,  an  appeal,  from  an  order  of  the  fire  commissioner, 
affecting  premises  810  Fourth  avenue,  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads 
(Order  No.  61228-F)  : 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  ^300  lbs.  per 
sq.  in.  extending  from  cellar  to  roof  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  having  a  frontage  of  150  ft.  on  28th  street  and  a 
frontage  of  99  ft.  on  Fourth  avenue,  an  area  of  approxi¬ 
mately  15,000  sq.  ft.;  OCCUPIED  for  manufacturing  elec¬ 
trical  switchboards,  75  persons ;  and 

Whereas,  appellant  contends  that  the  building  is  low 
in  height,  faces  on  two  streets  and  is  accessible  to  the  fire 
department  on  one  side  by  means  of  a  10  ft.  driveway , 
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that  there  are  city  fire  hydrants  in  the  immediate  vicinity, 

and  that  the  materials  used  in  the  business  are  incom¬ 
bustible,  being  iron,  slate  and  copper. 

.  Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  building  shall  not  be  increased 
in  height,  area  or  dimension  ;  that  an  open  10  ft.  alleyway 
shall  be  maintained  at  the  westerly  end  of  the  structure  for 
the  entire  depth  of  the  premises;  and  that  the  manufac¬ 
turing  conducted  on  the  premises  shall  be  restricted  to 
incombustible  material — iron,  slate  and  copper. 


636-25-A. 

APPELLANT — Samuel  Rosenblum,  for  Carl  Rosenbaum, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 142-144  Greene  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Fire  Chief  Kenlon  4 


Negative:  Commissioner  Guilfoyle  .  l 

Absent  .  0 

THE  RESOLUTION: 

(636-25-A) 


Whereas,  Samuel  Rosenblum,  for  Carl  Rosenbaum, 
owner,  filed,  June  18,  1925,  an  appeal,  from  an  order  of  the 
fire  commissioner,  affecting  premises  142-144  Greene  street, 
Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  77699- 
F,  dated  May  25,  1925,  reads: 

“1.  Install  an  automatic  dry  pipe  sprinkler  system 
on  the  3rd  story,  used  for  the  storage  and  manufac¬ 
turing  of  paper  boxes,  having  at  least  one  source  of 
water  supply  as  provided  in  the  Rules  for  Fire  Ex¬ 
tinguishing  Appliances  adopted  by  the  Board  of  Stand¬ 
ards  and  Appeals,  May  24,  1917,  as  amended  May  2, 

1918,  and  January  21,  1919,  effective  February  17, 

1919. ”; 
and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  50  ft.  10  in.  by  100  ft.  in  area  at  1st  story  and 
50  ft.  10  in.  by  96  ft.  in  area  above.  OCCUPIED:  1st 
story,  paper  box  manufacturing;  2nd  story,  vacant,  normal 
occupancy,  15  persons;  3rd  story,  paper  box  manufacturing, 
14  persons;  4th  story,  spinning  silk,  15  persons;  5th  story, 
manufacturing  trimmings,  20  persons;  and 

Whereas,  the  appellant  claims  the  building  is  now 
equipped  with  a  sprinkler  system,  connected  directly  with 
the  street  water  main,  covering  the  sub-cellar,  cellar  and 
1st  story ;  that  the  exit  facilities  are  adequate  and  that 
also  a  fire  alarm  system  is  installed;  in  view  of  the  light 
occupancy  of  the  building  and  the  small  amount  of  paper 
stock  carried  on  the  3rd  story,  he  requests  the  board  to  set 
aside  the  fire  department  Order  No.  77699-F  and  permit 
the  present  occupancy  without  change. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  existing  wet  sprinkler  system 
shall  be  extended  to  cover  the  2nd  and  3rd  stories ;  and 
granted  so  long  as  the  use  and  occupancy  on  the  4th  and 
5th  stories  shall  remain  substantially  unchanged. 


647-25- A. 

APPELLANT — Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Taft’s  Garage,  owner. 
SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — Northwest  corner  of  Twentieth 
avenue  and  Northern  boulevard  (Jackson  avenue), 
Long  Island  City,  Borough  of  Queens. 


APPEARANCES— 

bor  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

^TIONtOF  BOARD-Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  WLlsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Negative  .  ’  0 

Absent  . o 


THE  RESOLUTION: 

(647-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Taft’s  Garage,  filed,  June  23,  1925,  an  appeal,  from 
a  decision  of  the  fire  commissioner,  affecting  premises 
northwest  corner  Twentieth  avenue  and  Northern  avenue, 
L.  I.  City,  Borough  of  Queens;  and 
Whereas,  the  decision  of  the  fire  commissioner,  dated 
January  27,  1925,  re  Applic.  2771-1924,  reads: 

“11.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.”; 
and 


Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  75  ft.  by  116  ft.  in  area;  OCCUPIED  as  a  garage 
and  stores;  and 

Whereas,  the  appellant  claims  the  fuel  oil  equipment 
complied  with  the  rules  of  the  board  except  as  to  an  ap¬ 
proved  burner;  that  the  system  is  provided  with  the  Hart 
Burner,  which  is  now  before  the  board,  and  requests  a 
temporary  permit  to  operate,  pending  the  decision  of  the 
board. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  for  a  temporary  period  of  ninety  (90)  days, 
at  the  owner’s  risk,  pending  the  determination  of  the  board 
on  the  petition  for  approval  of  the  Hart  Burner,  on  con¬ 
dition  that  the  fuel  oil  installation  shall  comply  with  the 
rules  in  all  other  respects. 


655-25-A. 

APPELLANT — The  United  States  Printing  and  Litho¬ 
graph  Company,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 83-101  North  3rd  street  and 
209-219  Wythe  avenue,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Manfred  Ehrech. 

For  Administraiton :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Fire  Chief  Kenlon  4 


Negative:  Commissioner  Guilfoyle  .  1 

Absent  .  o 

THE  RESOLUTION: 

(655-25-A) 


Whereas,  The  United  States  Printing  and  Lithograph 
Company,  owner,  filed,  June  24,  1925,  an  appeal,  from  an 
order  of  the  fire  commissioner,  affecting  premises  83-101 
North  3rd  street  and  209-219  Wythe  avenue,  Borough  of 
Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
28,  1925,  reads : 

“1.  Provide  iron  shutters  at  all  openings  in  the  ex¬ 
terior  wall  above  1st  story  which  are  distant  in  a  direct 
line  less  than  30  ft.  from  any  opening  in  any  other 
building  and  not  in  the  same  plane  with  said  open¬ 
ings  and  which  are  not  more  than  50  ft.  above  a  neigh¬ 
boring  roof  at  north  side  of  building,  or  other  ap¬ 
proved  protection,  as  per  Sec.  375,  Article  18,  Chapter 
5  of  the  Code  of  Ordinances.” ; 
and 
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Whereas,  the  premises  consists  of  three  buildings  of 
non-fireproof  construction,  one  six  stories  in  height  and 
the  others  five  stories  in  height,  with  a  total  area  of  236 
ft.  by  126.  ft.;  OCCUPIED  for  printing  and  lithographing, 
Building  No.  1  having  an  occupancy  of  159  persons;  Build 
ing  No.  2,  99  persons,  and  Building  No.  3,  44  persons ;  the 
means  of  EGRESS  in  Building  No.  1  consisting  of  an  in¬ 
terior  fireproof  enclosed  stairway  extending  from  1st  story 
to  roof,  and  an  exterior  iron  stairway  in  the  rear  and 
a  fire  escape  on  the  Wythe  avenue  front;  in  Building  No. 
2,  an  interior  stairway  at  center  extending  from  1st  story 
to  top  story,  a  fire  escape  unenclosed  on  rear  and  hori¬ 
zontal  exits  protected  with  fire  doors  leading  to  Buildings 
1  and  3;  in  Building  No.  3,  an  interior  stairway  extending 
from  1st  story  to  top  story  unenclosed;  a  party  wall  fire 
escape  at  front  and  rear  and  horizontal  exit  leading  to 
Building  No.  2,  the  building  being  equipped  with  a  two 
source  sprinkler  system  and  a  fire  alarm  signal  system ;  and 

Whereas,  there  are  windows  at  rear  which  are  within 
50  ft.  of  the  roof  of  adjoining  one-story  building  which 
are  part  of  the  same  premises  and  used  for  shipping,  stor¬ 
age  and  pump  house;  and 

Whereas,  appellant  contends  that  the  means  of  egress 
are  adequate  for  the  small  occupancy  and  that  there  was 
an  action  of  the  board  of  review  of  the  fire  department 
accepting  existing  conditions. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  premises  shall  remain  in  one 
ownership  and  for  the  operation  of  the  business  conducted 
on  the  premises. 


678-25-A. 

APPELLANT— Croker  National  Fire  Prevention  En¬ 
gineering  Co.,  for  Mential  Realty  Co.,  owner. 
SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 221-249  McKibben  street, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  .  . 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Negative  .  0 

Absent  .  ® 

THE  RESOLUTION: 

(678-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Mential  Realty  Co.,  owner,  from  an  order  of  the 

fire  commissioner,  affecting  premises  221-249  McKibben 

street,  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  64926- 
F,  dated  October  B4,  1924,  reads : 

“Install  a  standpipe  system  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  40  ft.  by  200  ft.,  and  a  one-story  extension  55  ft. 

6  in.  by  71  ft.,  about  11,500  sq.  ft.  in  area.  OCCUPIED: 

1st  story,  stock  and  shipping  rooms,  16  persons;  2nd  story, 
cutting  rooms,  33  persons ;  3rd  story,  assembling  room,  23 

persons;  and  ....  . 

Whereas,  the  appellant  claims  that  the  building  is  but 
40  ft.  in  height;  that  the  2nd  and  3rd  stories  each  have 
less  than  10,000  sq.  ft.  floor  area;  that  the  1st  story  floor 
area  is  divided  by  a  fire  wall  with  automatic  fire  doors 
on  each  side  into  areas  less  than  10,000  sq.  ft.  each,  and 
that  the  combined  area  is  less  than  15,000  sq.  ft. ;  and 
Whereas,  the  area  of  1st  story  only  exceeds  the  10,000 
sq.  ft.  area  requirement,  the  two  upper  floors  being  less 

than  10,000  sq.  ft.  ,  , 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
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granted  on  condition  and  only  so  long  as  the  present  build¬ 
ing  as  to  height,  area  and  dimensions  shall  remain  un¬ 
changed;  that  the  floor  area  of  the  1st  story  as  now  sub¬ 
divided  shall  not  be  increased  in  any  area ;  that  all  the 
horizontal  exits  on  1st  story  except  those  leading  to  stair 
enclosure  shall  be  equipped  with  approved  automatic  fire¬ 
proof  doors;  and  granted  so  long  as  occupancy  and  use 
shall  remain  unchanged. 


685-25-A 

APPELLANT — David  M.  Jones,  for  Edward  C.  White, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 533-543  West  33rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  David  M.  Jones. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(685-25-A) 

Whereas,  David  M.  Jones,  for  Edward  C.  White,  owner, 
filed,  June  30,  1925,  an  appeal,  from  an  order  of  the  fire 
commissioner,  affecting  premises  533-43  West  33rd  street, 
Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  79119- 
F,  dated  June  11,  1925,  reads: 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter,  tested  to  withstand  a  pressure  of  300  lbs. 
per  sq.  in.,  extending  from  cellar  to  roof  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
attic  (46  ft.)  in  height,  140  ft.  by  118  ft.  10  in.,  irregular, 
about  13.888  sq.  ft.  in  area  at  1st  story,  60  ft.  by  100  ft. 
in  area  above.  OCCUPIED :  1st  story,  machine  shop,  12 
persons;  2nd  story,  D.  W.  factory,  5  persons;  3rd  story, 
pattern  maker,  7  persons ;  and 

Whereas,  the  appellant  proposes  to  employ  not  more 
than  18  persons  on  1st  story,  10  persons  on  2nd  story,  10 
persons  on  3rd  story;  to  brick  up  all  openings  in  the  divid¬ 
ing  brick  walls,  at  1st  story,  except  the  doorways  leading 
from  boiler  room  to  the  front  and  rear  machine  shops; 
to  provide  a  self-closing  fireproof  door  to  the  front  ma¬ 
chine  shop;  he  claims  there  is  a  self-closing  iron  door  to 
the  rear  machine  shop;  that  each  area  will  then  be  less 
than  10,000  sq.  ft.  and  the  combined  area  less  than  14,000 
sq.  ft.;  in  view  of  the  fact  that  every  part  of  the  floor 
area  may  be  covered  by  fire  streams  from  33rd  street  and 
open  driveway  at  west,  he  requests  the  board  to  accept 
the  above  proposition  in  lieu  of  complying  with  fire  depart¬ 
ment  Order  No.  79119-F. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby,  is 
granted  on  condition  that  the  structure  shall  not  be  in¬ 
creased  in  height,  area  or  dimension;  that  a  driveway  of 
approximately  not  less  than  20  ft.  in  width,  running  from 
33rd  to  34th  streets,  shall  be  maintained,  open  and  unen¬ 
cumbered;  and  granted  so  long  as  occupancy  and  use  re¬ 
main  substantially  unchanged. 


APPELLANT— Edward  P.  Doyle,  for  Jacob  J.  Tabolt, 
owner.  .  . 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES— 520-524  West  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  Edward  P.  Doyle. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 


CONDITIONS — As  specified  in  resolution  c  A  •  , 

THE  VOTE—  esolution.  manufacturing  plant,  12  persons  in  entire  building;  and 

Affirmative:  Chairman  Walsh  Commissions  „  W.HEREAS'  a  ^  oil  burning  system  has  been  installed 

Connell,  Flanagan  and  Fire  Chief  Kenlon  4  ,°/1Stmg  a  ,2’.2150'^aI  °/1  .,f,u.el  ol1  storage  tank,  buried 

Negative:  Commissioner  Guilfoyle  ....  1  hnrnefTnrMt,  °UtSlde  the  bmlding> ■  a .  Pump,  a  “Newport” 

Absent  ...  n  burner  and  the  necessary  valves  and  piping  to  make  a  com- 

THE  RESOLUTION: .  pl^e,  mstallation;  and 

(75Q-25-A.)  ,  Whereas,  appellant  contends  that  the  tank  and  piping  are 

Whereas,  Edward  P.  Doyle,  for  Jacob  J  Tabolt  owner  ban.ed  m  concrete  and  that  they  were  tested  at  the  time 

filed,  July  20,  1925,  an  appeal,  from  an  order  of  ’the  fire  to  thif  T*  requfst*i  thf  accePta£ce  of  an  affidavit 

commissioner,  affecting  premises  520-524  West  Broadwav  ^i  effect>  and  contends  further  that  an  application 

Manhattan;  and  roadway,  for  the  approval  of  the  “Newport”  burner  is  on  file  with 

WH(?9445-F)  °r  Install  system^ '  •  ‘  WhSeas.^s  appeal  was  granted  by  the  board  at  its 

4  L  in  diainete1;  tesTed' U  fflSS  an’ .Ssio” o*  ST”1  ^  a"d  a^'- 

a„d  lbs.  per  sq.  extending  front  cellar  roof.” ;  "LS'fthat  thfoTer  ol  £%.  commissioner  be  and 

Whereas,  the  building  is  non-fireproof  seven  stories  88  ^  he,re,by  1S  ^  modified,  and  the  appeal  be  and  it  hereby  is 

ft.  1  in.  in  height,  having  a  frontage  of  100  ft  on  We4  S  u  ***?  Ite”{  2  and  .?»  on  c™dltlon  that  an  air  test 

Broadway  and  32  ft.  6  in.  on  Bleecker  street-  OCCUPIED  J  b  d  rind,er  |xlstmg  conditions  in  the  presence 

as  a  tenant  factory,  approximately  90  persons  above  the  t/  &  ?“;™beE  °f  tbe  bre  Prevention  bureau,  said  test  to 

1st  story;  and  P  tlie  be  maintained  for  not  less  than  6  hours  without  loss  of 

Whereas,  appellant  contends  that  the  building  is  small  S’Swon?  ^  gra/?ted.\ior  a  temporary  period  of 
in  area;  only  3  ft.  over  the  required  height-  that  there  u  f°°l  da,y\  1  °™er  s  risk>  subject  to  action  of  the 

are  city  high  pressure  hydrants  in  the  immediate  vicinity  aonl-ova/  n'f  Tk  aPPea  *  °n  Pe£?.°“  p^nding  as£  to 

and  that  the  building,  facing  on  two  streets  is  accessible  aPp™val.  of  Newport  burner,  on  condition  that  the  fuel 
to  the  fire  department.  &  ’  accessible  oil  burning  equipment  otherwise  complies  with  the  fuel  oil 

Resolved ,  that  the  order  of  the  fire  commissioner  be  and  ™  CS  m  ad  respects- 

it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is  - 

granted  on  condition  that  the  building  shall  not  be  increased 

in  height  or  area;  that  the  building  shall  be  equipped  BUILDING  ZONE  CASES, 

throughout  with  a  thermostatic  fire  alarm  control,  with  532-25-BZ. 

central  office  connection;  and  granted  so  long  as  conditions  APPLICANT — William  F.  Doyle,  for  Menick  Holding 

as  to  use  and  occupancy  shall  remain  unchanged.  Co.,  Inc.,  owner. 

-  SUBJECT — Application  (re:  decision  of  superintendent 

239-25-A.  of  buildings)  to  permit  in  a  residence  district 

APPELLANT — Empire  State  Ice  Company,  owner.  extending  from  a  business  district  the  erection 

SUBJECT — Application  for  reopening  —  appeal  from  and  maintenance  of  a  theatre  building. 

order  of  fire  commissioner.  PREMISES  AFFECTED— 868  Flatbush  avenue,  Brook- 

PREMISES  AFFECTED— 890  Grant  avenue  The  Jyn. 

Bronx.  APPEARANCES— 

APPEARANCES —  For  Applicant:  Martin  Ort. 

For  Appellant:  D.  B.  Morrow.  For  Opposition:  J.  K.  Ryan  and  Alex  Kellegrew. 

ACTION  OF  BOARD — Extension  of  time  granted  for  ACTION  OF  BOARD — Application  laid  over  to  No¬ 
ninety  days.  vember  17,  1925,  at  2  p.  m.,  on  request  of  appli- 

CONDITIONS — As  specified  in  resolution  cant’s  representative. 

THE  VOTE  TO  GRANT  EXTENSION  OF  TIME—  - 

Affirmative:  Chairman  W^alsh,  Commission-  552-25-BZ. 

ers  Connell,  Flanagan  and  Guilfoyle .  4  APPLICANT — Philip  J.  Sinnott,  for  Fieldstone  Garage, 

Negative  .  0  Inc.,  owner. 

Absent:  Fire  Chief  Kenlon .  \  SUBJECT — Application  (re:  decision  of  superintendent 

THE  RESOLUTION :  of  buildings)  to  permit  in  a  business  district 

(239-25-A)  the  erection  and  maintenance  of  a  garage  for  the 

Whereas,  Han  A.  Kunitz,  for  Empire  State  Ice  Com-  storage  of  more  than  five  (5)  motor  vehicles 

pany,  owner,  filled,  February  24,  1925,  an  appeal,  from  an  and  also  to  permit  same  to  be  of  non-fireproof 

order  of  the  fire  commissioner,  affecting  premises  No.  890  construction  (garage,  with  one  street  frontage 

Crant  avenue,  Borough  of  The  Bronx;  and  exceeding  7,500  square  feet  in  area). 

Whereas,  the  order  of  the  fire  commissioner,  dated  No-  PREMISES  AFFECTED — East  side  of  Broadway  223 
venter  28  1924  reads:  ft.  8  in.  north  of  231st  street,  The  Bronx 

(Order  No.  26571-LC:  APPEARANCES _ 

1.  Provide  easy  access  to  outside  of  each  fuel  oil  For  Applicant:  Philip  J.  Sinnott 

storage  tank  for  inspection,  as  per  Rule  7,  Sec.  3  of  For  Opposition:  Robert  W.  Maloney  and  A.  A. 

tnc  u  U6i  Oil  Rules.  Kremer 

bydr<Psta^c  ^st  for  tank  as  required  ACTION  OF  BOARD-Application  laid  over  to  No- 
by  the  Board  of  Standards  and  Appeals  in  the  pres-  vember  17,  1925,  at  2  p.  m  for  inspection  bv 

ence  of  an  inspector  of  this  department.  the  board.  inspection  by 

5.  Provide  a  hydrostatic  test  of  not  less  than  150  _ 

pounds  per  square  inch  for  all  fuel  oil  carrying  piping  724-25-BZ. 

asf  ^TrLTS.  roTSeluirbiX/e0,0  POUndS’  APPLICotneT-Wi,Ham  *  D°y,e'  f°r  Ce”a  A™f^, 

~  -  SUBJE.oIwfdtaS)7o  S 

and  ’  j.he  chan,ge  of  occupancy  of  an  existing  building 

Whereas,  the  building  is  fireproof,  one  story  in  height,  PREMISE'S*  VRFFrT^FTq6  i?i^t0Re'  T, 

136  ft.  by  109  ft.  6  in.  in  area;  OCCUPIED  as  an  ice  ~  BronXAFrECTED  5  Bryant  avenue’  The 
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appearances— 

For  Applicant:  Martin  Ort. 

For  Opposition:  Joseph  P.  Burke,  M.  Blank- 
feim  and  others. 

ACTION  OF  BOARD — Application  laid  over  to  No¬ 
vember  17,  1925,  at  2  p.  m.,  on  request  of  appli¬ 
cant’s  representative. 


270-25-BZ.  . 

APPLICANT— John  J.  Dunnigan,  for  Schinasi  Com¬ 
mercial  Corp.,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  busi¬ 
ness  district  and  also  within  200  feet  of  a  hos¬ 
pital,  the  use  of  an  existing  building  as  a  garage 
for  the  storage  of  more  than  five  (5)  motor  velii- 

clcs. 

PREMISES  AFFECTED— 32-36  West  100th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Lester  M.  Rosenblum. 

ACTION  OF  BOARD— Application  reopened  as  a  new 
application  under  changed  condition,  subject  to 
calendar  call. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 


313-25-BZ. 

APPLICANT — Emil  Guterman,  for  Edward  W.  Kee¬ 
gan,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED -521-523  Bergen  street, 
Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


495-25-BZ. 

APPLICANT — Henry  Nordheim,  for  Katie  Stauder- 
mann,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration,  extension  and  change  of  occu¬ 
pancy  in  part  from  a  residence  use  to  a  business 
use. 

PREMISES  AFFECTED— 722  East  175th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Henry  Nordheim. 

For  Opposition:  Charles  J.  Herson. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  . 

Absent . 

THE  RESOLUTION: 

(495-25-BZ) 

Whereas,  Henry  Nordheim,  for  Katie  Staudermann, 

owner,  filed,  May  11,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  district  the 


alteration,  extension  and  change  of  occupancy  in  part  from 
a  residence  use  to  a  business  use;  premises  722  East  175th 
street,  south  side,  24.62  ft.  west  of  Clinton  avenue,  Bor¬ 
ough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  4,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  175th  street  is  in  both 
a  residence  district  and  a  business  district;  that  Clinton 
avenue  is  in  a  residence  district  and  Crotona  Park  North 
is  in  a  residence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  8,  1925,  reads : 

“1.  Proposed  alteration  and  change  of  occupancy  of 
dwelling  in  residence  district  to  be  used  partly  for  busi¬ 
ness  purposes  is  contrary  to  provisions  of  Building  Zone 
Resolution.” ; 
and 

Whereas,  the  existing  building  is  of  frame  construction, 
two  stories  and  attic  in  height,  with  a  frontage  of  18  ft.  2 
in.  and  a  depth  pf  56  ft.;  to  be  occupied  for  store  purposes 
on  1st  story  and  the  2nd  story  as  a  residence;  and 

Whereas,  the  board  deemed  that  the  applicant  did  not 
support  his  basis  of  appeal,  namely,  that  of  hardship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


598-25-BZ. 

APPLICANT— John  J.  Dunnigan,  for  Daniel  Houlihan, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 2974  Jerome  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(598-25-BZ) 


Whereas,  John  J.  Dunnigan,  for  Daniel  Houlihan,  owner, 
filed,  June  10,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles;  premises  2974  Jerome  avenue,  east 
side  Jerome  avenue,  250  ft.  north  of  Bedford  Park  boule¬ 
vard,  Borough  of  The  Bronx;  and 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  4,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  in  a  busi¬ 
ness  district;  that  Bedford  Park  boulevard  is  in  a  business 
district,  and  that  Villa  avenue  is  in  a  residence  district; 
and 

Whereas,  the  decision  of  the  superintendent  oi  buildings, 
rendered  May  20,  1925,  reads: 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.”; 

and 
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Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  75  ft. 
and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles;  and 

Whereas,  the  board  deemed  that  in  view’ of  the  sur¬ 
rounding  and  abutting  garages,  affected  properties  on  same 
street  front  will  not  be  adversely  impaired  and  the  denial 
of  this  appeal  would  be  a  hardship  within  the  meaning  of 
the  zoning  resolution. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  structure  shall  not  exceed  two  (2)  stories  above  grade 
in  height ;  that  the  rear  and  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length;  that  the  require¬ 
ments  of  the  zoning  law,  as  to  rear  yard  area  and  court, 
shall  be  complied  with  in  all  other  respects;  that  the  front 
elevation  shall  be  finished  in  face  brick,  panel  design,  with 
architectural  terra  cotta  or  stone  trimmings;  that  no  roof, 
or  advertising  signs,  other  than  the  title  of  the  garage, 


shall  be  displayed  on  the  front  of  the  building;  and  that 
all  permits  necessary  for  the  prosecution  of  the  work  shall 
be  obtained  within  nine  (9)  months  and  the  building  com¬ 
pleted  within  eighteen  (18)  months  from  the  date  of  this 
action. 


AREA  FIXED. 

,  The  chairman  presented  and  read  a  communication 
trom  Max  Cohn,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents 

So  ^eS10n  rnd  maintenance  of  a  garage;  premises 
8 < 0-8 <2  Metropolitan  avenue,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Metropolitan  avenue  from  Olive 
street  to  Bushwick  avenue  and  also  the  premises  to 
the  rear  and  for  a  distance  of  50  feet  on  each  side 
of  the  side  lot  lines  of  the  premises  in  question. 


Adjourned,  1:00  p.  m. 


James  O’Connor,  Secretary. 
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BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING.  ACTION  OF  BOARD— Appeal  laid  over  to  Novemher 

™,?S1 DAY  . AFTERNOON  NOVEMBER  4  1925  10,  1925,  a,  10  a.  nffon  request  of  appellant 

Present.  Chairman  Walsh,  Commissioners  Connell,  _ 

Flanagan,  Guilfoyle  and  Fire  Chief  Kenlon.  762-25-A. 

7^EAALS  FR0M  ADMINISTRATIVE  ORDERS.  SUBJEECL^A^irfrorm' OTdwoffire  commTsToner. 

APPELLANT— Samuel  Rosenblum,  for  Max  Goebel,  PREMIp^  BOTough^^eens1"2219  ^aS’ 

CTTDTC™ner'  APPEARANCES— 

PDEMSTAArcairTTn0rder^f  firf  commissioner'  For  Appellant:  John  R.  Voorhees. 

APPFARAwrE^CrED  62  Grand  street>  Manhattan.  For  Administration:  Inspector  Maher  of  fire 

APPPAKAN  CES  department 

For  Appellant:  Samuel  Rosenblum.  ACTION  OF  BOARD-Appeal  granted  on  condition 

For  Administration:  Inspector  Maher  of  fire  CONDITIONS— As  specified  in  resolution 

department.  THE  VOTE _ 

ACTION  OF  BOARD— Appeal  laid  over  to  November  Affirmative:  Chairman  Walsh,  Commission- 

17,  1925  at  2  p.  m.,  for  final  disposition,  on  re-  ers  Connell,  Guilfoyle,  Flanagan  and  Fire 

quest  of  appellant.  Chief  Kenlon  . . .  . .  5 

.  -  Negative  .  ’ 

1050-25-A.  Absent .  ° 

APPELLANT  Albert  E.  Kleinert,  Superintendent  of  THF  DRcni  ttttom 
Buildings,  Borough  of  Brooklyn.  RESOLUTION : 

SUBJECT— Revocation  of  certificate  of  occupancy  “No.  (762-25-A) 

1114  Existing  Building,”  issued  June  4,  1925.  Whereas,  Turner  Construction  Co.,  owner,  filed,  July 

I  REMISES  AFFECTED — 321  Madison  street,  Brook-  J  an  aPPeal>  from  an  order  of  the  fire  commissioner 
lyn.  affecting  premises  2201-2219  Grand  street,  Maspeth,  Bor- 

APPEARANCES —  ough  of  Queens;  and 

For  Appellant:  J.  P.  Smithers,  Assistant  Engi-  c  Whereas,  }he  order  of  the  fire  commissioner,  dated  April 
neer.  6>  1925,  reads: 

For  Appeal:  W.  C.  Higgins,  Alderman  Webber  .  ‘.<74,588‘F-  Insta11  a  standpipe  system  with  risers 

and  others.  ^  inches  m  diameter  tested  to  withstand  a  pressure  of 

For  Opposition:  Frank  J.  Irving  and  Frank  300  ]bs.  per  sq.  in.  extending  from  cellar  to  roof  ** 

Canberg.  an“ 

ACTION  OF  BOARD — Appeal  laid  over  to  November  •  ^YHEREAifi  die  building  is  fireproof,  two  stories,  29  ft.  5 

17,  1925,  at  2  p.  m.,  on  request  of  owner’s  rep-  nrrnDi'In’  250  (18,000  sq.  ft.)  in  area, 

resentative.  uupu riHD :  1st  story,  machine  shop,  20  persons;  2nd 

- -  story>  offices,  canvas  storage  and  as  a  wood  mill,  6  per- 

606-25-A.  sons i  and 

APPELLANT — Joseph  A.  McNamara,  for  Gillette  Cam-  „  ^Vhereas'  appellant,  .in  lieu  of  a  standpipe  system,  pro- 
era  Stores,  Inc.,  lessee.  poses  to  install  a  sprinkler  system  having  two  standard 

SUBJECT-Appeal  from  order  of  fire  commissioner.  °S  ,  r 

PREMISES  AFFECTED — 231-235  East  42nd  street  •+  ,eso^e^:  that  the  order  of  the  fire  commissioner  be  and 

Manhattan.  Street’  Jt  herej>y  13  modified,  and  the  appeal  be  and  it  nereby  is 

APPEARANCES—  granted  on  condition  that  the  structure  shall  be  equipped 

For  Appellant:  Joseph  A.  McNamara  ™lth  an  aPPr°ved  two  source  wet  sprinkler  system,  installed 

For  Administration:  Inspector  Maher  of  fire  ac<:ordanEe  with  the  rules  of  the  board  of  standards  and 
department  P  Maher  of  fire  appeals;  and  that  the  building  shall  not  be  increased  in 

height  or  area. 


= 
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766-25-A. 

APPELLANT— New  York  Railways  Corp.,  owner. 
SUBJECT— Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED  —  721-725  Lenox  avenue, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Eugene  J.  Mayes  and  Anthony 
McQuade. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Guilfoyle,  Flanagan  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(766-25-A) 

Whereas,  New  York  Railways  Corp.,  owner,  filed,  July 
24,  1925,  an  appeal,  from  an  order  of  the  fire  commissioner, 
affecting  premises  721-725  Lenox  avenue,  Borough  of  Man¬ 
hattan;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“Re  Applic.  No.  395-1925— 

“6.  The  entire  area  of  premises  must  be  equipped 
with  a  regulation  standpipe,  independent  of  the  sprin¬ 
kler  system,  supplied  from  a  gravity  tank  20  ft.  above 
the  roof  with  at  least  5000  gallons  reserve.  Siamese 
connections  for  every  200  ft.  of  frontage,  5  in.  cross- 
connection,  4  in.  risers,  with  2J4  in.  outlets  and  2/  in. 
unlined  linen  hose,  etc.” ; 

Whereas,  the  premises  consist  of  a  plot  of  ground, 
facing  on  three  street  fronts,  upon  which  is  located  the 
car.  house,  a  two  and  four-story  fireproof  building,  includ¬ 
ing  a  portion  of  the  1st  story  (50  ft.  by  232  ft.  in  area)  ; 
OCCUPIED  as  a  garage;  and 
Whereas,  appellant  contends  that  the  garage  portion  of 
the  premises  is  entirely  separated  by  brick  walls  from  the 
remainder  of  the  premises ;  that  the  buildings  are  protected 
by  a  sprinkler  system ;  the  source  of  supply  being  a  60,000- 
gallon  gravity  tank  (located  75  ft.  above  the  ceiling  of  the 
garage)  and  five  (5)  25,000-gallon  pressure  tanks  with  75 
lbs.  air  pressure  maintained. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  far  as  it  affects  the  omission  of  5, OOO-gal- 
'lon  gravity  tank,  on  condition  that  the  standpipe  equipment 
shall  comply  with  the  rules  in  all  other  respects. 


APPELLANT— Fred  Von  Rodeck,  for  Anna  Von  Rodeck, 

owner.  . 

SUBJECT— Appeal  from  order  of  superintendent  of 

buildings. 

PREMISES  AFFECTED— 1628-1648  East  Ninth  street, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Charles  Garside. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  .  . 

Affirmative:  Chairman  Walsh.  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 

Kenlon  . . 4 

Negative:  Commissioner  Guilfoyle .  1 

Absent  .  ® 

THE  RESOLUTION: 

(768-25-A) 

Whereas,  Fred  von  Rodeck,  for  Anna  von  Rodeck, 

owner,  filed,  July  24,  1925,  an  appeal,  from  an  order  of  the 
superintendent  of  buildings,  affecting  premises  1628-48  East 
9th  street,  Brooklyn;  and 


Whereas,  the  order  of  the  superintendent  of  buildings 
(Violation  No.  4314),  dated  June  25,  1925,  reads: 

“You  will  please  take  notice  that  there  exists  a  vio¬ 
lation  of  the  Building  Code  at  the  premises  hereinafter 
described,  in  that  of  occupying  and  advertising  this 
business.  In  violation  of  art.  2,  sec.  3  of  the  Build¬ 
ing  Zone  Resolution. 

“You  are  required  to  discontinue  this  advertising 
sign,  also  business  if  not  existing  prior  to  the  zoning 
law.”; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  180 
ft.  bv  186  ft.  and  is  OCCUPIED  as  a  nursery  for  the 
growth  of  flowers ;  and 

Whereas,  appellant  contends  that  the  sign,  located  30 
ft.  from  the  sidewalk  and  3  ft.  by  5  ft.  in  area,  is  not  an 
advertising  sign  in  the  usual  sense  of  the  word,  but  is  an 
accessory  to  the  conduct  of  a  use  permissible  in  a  resi¬ 
dence  district. 

Resolved,  that  the  order  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  there  shall  be  no 
commercial  advertising  or  display  on  the  premises  other 
than  one  sign,  not  exceeding  in  dimensions  a  height  of  3 
ft.  and  a  width  of  5  ft.,  the  lettering  thereon  restricted  to 
the  name  and  title  of  the  conforming  use  conducted  on 
these  premises. 


769-25-A. 

APPELLANT — Abraham  Farber,  for  Samuel  Lemberg, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 239  Alabama  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Abraham  Farber  and  Samuel 
Lemberg. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(769-25-A) 

Whereas,  Abraham  Farber,  for  Samuel  Lemberg,  owner, 
filed,  July  24,  1925,  an  appeal,  from  an  order  of  the  fire 
commissioner,  affecting  premises  239  Alabama  avenue, 
Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  81338- 
F,  dated  July  9,  1925,  reads: 

“Install  an  automatic  dry  pipe  sprinkler  system 
throughout  building  used  for  the  storage  and  manu¬ 
facture  of  paper  boxes,  having  at  least  one  source  of 
water  supply  *  * 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100  ft.  on  Alabama  avenue  and  100  ft.  on 
Belmont  avenue,  upon  which  is  located  nine  (9)  Individual 
brick  garages,  a  gasoline  selling  station  and  a  non-fireproof 
one-story  paper  box  factory,  approximately  65  ft.  T>y  95  ft., 
irregular  in  area;  and 

Whereas,  appellant  contend^  that  the  box  factory  is  sep¬ 
arated  from  the  remainder  of  the  premises  by  unpierced 
8  in.  brick  walls;  that  the  factory  is  but  6,000  sq.  ft.  in 
area,  one  story  in  height,  and  amply  provided  with  exits 

Resolved,  that  the  order  of  the  fire  commissioner  b" 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereb' 
is  granted  on  condition  that  an  approved  wet  sprinkler  sya 
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tern,  with  not  less  than  a  4  in.  street  connection  to  city 
main,  shall  be  installed;  and  granted  only  so  long  as  the 
building  shall  not  be  increased  in  area,  height  or  dimen¬ 
sion. 


BUILDING  ZONE  CASES. 

470-25-BZ. 

APPLICANT  Walter  B.  Wills,  for  Frank  Hartman, 
owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1219-1223  Putnam  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Clifford  Wills. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  withdrawn  with¬ 
out  prejudice,  on  request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 

Kenlon  .  4 

Negative:  Commissioner  Guilfoyle .  1 

Absent  .  '  q 


avenue;  to  be  occupied  as  a  garage  for  the  storage  of 
more  than  five  motor  vehicles ;  and 

Whereas,  there  was  documentary  proof  submitted  in 
support  of  section  7  E,  from  the  health  department,  ’and 
supporting  affidavits  as  to  the  existence  of  a  public  stable 
on  this  street  prior  to  the  adoption  of  the  zoning  resolu¬ 
tion  and  still  existing.  s 

Resolved  that  the  board  of  standards  and  appeals  does 
ereby  make  a  variation  in  the  application  of  the  use  A' 
trict  regulations  of  the  building  zone  resolution,  and  that 
J  e  application  be  and  it  hereby  is  granted  on  condition  that 

S-ha  •  bv  C(?nstrLucted  ^reproof,  not  exceeding 
three  (3)  stories  in  height  above  grade  and  that  there  shall 

m  ,no.  ramPs  ^stalled  or  incorporated  on  these  premises ; 

rat  the  center  of  any  vehicular  exit  or  entrance  shall 
not  be  within  25  ft.  of  the  intersection  of  any  corner 
of  the  street  fronts;  that  the  northerly  gable  wall  shall 
be  unpierced  throughout  its  entire  height  and  length-  am- 
gasoline  storage  equipment  installed  shall  be  located  at  the 
extreme  northerly  end  of  the  building  on  either  street  front- 

Tu  ?aVhe,  facades  of  the  building  on  the  street  fronts 
shall  be  finished  with  face  brick,  architectural  terra  cotta 
or  natural  stone  of  ornamental  design;  a  return  drawing 
to  be  made  to  this  board  for  indorsement  before  submitting 
same,  for  approval  to  the  superintendent  of  buildings-  all 
permits  necessary  for  the  prosecution  of  the  work  shall  be 
obtained  within  nine  (9)  months  and  the  building  completed 
within  eighteen  (18)  months  from  the  date  of  this  action. 


575-25-BZ. 

APPLICANT— Gardiner  Conroy,  for  O’Hara  Realty 
Co.,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  inore  than  five  (5)  motor  vehicles 
PREMISES  AFFECTED— 507-511  Flatbush  avenue 

APPEARANCES— 22  Washington  avenue-  Brooklyn. 

For  Applicant:  John  H.  McCooey,  Jr. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

TurDvnlpNS-As  specified  in  resolution. 

±  tltL  VOT E — 

Affirmative:  Chairman  Walsh,  Commission¬ 
's  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  - 

Negative  . .  .  .  .  .  .  .  .  . .  n 

Absent  . . 

THE  RESOLUTION: 
w  „  (575-25-BZ) 

Whereas,  Gardiner  Conroy,  for  O’Hara  Realty  Com- 

hnilHWWner’  fiIed’  ,June  3’  1925’  an  aPPhcation,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 

le*re.?10Vnd  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles;  premises  507-511  Flatbush 

rooU^and  18‘1132  WaSWnE,°n  — '  of 

a  public  hearing  was  held  on  this  application 

i„y„  \i“°ar?  °f  s<andards  and  appeals,  at  its  regular  meet¬ 
s'  bcr,  *:  "g5.  “ter  due  notice  by  publication  in 

Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

V  hereas,  the  use  district  maps  accompanying  the  build- 
mg  zone  resolution  show  that  both  Flatbush  avenue  and 
Washington  avenue  are  in  business  districts;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  May  27,  1925,  reads: 

Proposition  contrary  to  the  Zone  Resolution,  Art. 

1,  Sec.  4a  15.  The  erection  of  a  garage  for  more 
than  five  motor  vehicles.” ; 

and 

Whereas,  the  proposed  building  is  of  fireproof  construc¬ 
tion,  three  stories  in  height,  with  a  frontage  of  56  ft.  9l * * * V/2 
in.  on  Flatbush  avenue  and  109  ft.  11  in.  on  Washington 


505-25-BZ. 

APPLICANT— John  J.  Kadel,  for  Walton  Whyte  Realty 
Corp.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
or  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles 
REMISES  AFFECTED — East  side  of  Jerome  avenue, 

APPEARANCES-  EaSt  18’St  S‘reet'  The  Br0"’‘- 
For  Applicant:  John  J.  Kadel. 

For  Opposition:  Henry  C.  White,  William  B 
ArTTn„  Jw  ^a£ey>  Arnold  Gross  and  others. 

ACTION  OF  BOARD— Application  granted  on  con¬ 

dition. 

Tuu^vniONS  As  specified  in  resolution. 

THE  VOTE — 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 
Kenlon  .  4 

Negative.  Commissioner  Guilfoyle .  i 

Absent  .  q 

THE  RESOLUTION: 

...  (505-25-BZ) 

Whereas,  John  J.  Kadel,  for  Walton  Whyte  Realty  Cor- 

tPh°,ra^-OWner’  fiIed’  ,M?y  13’  1925'  an  aPPfication,‘ under 
the  buildmg  zone  resolution,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles;  premises  east 
side  of  Jerome  avenue,  350  ft.  south  of  East  181st  street, 
Borough  of  The  Bronx;  and 

Whereas  a  public  hearing  was  held  on  this  application 
y  the  board  of  standards  and  appeals,  at  its  regular  meet- 
mg,  November  4,  1925,  after  due  notice  by  publication  in 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the.  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  in  a  busi- 
ness  district;  East  181st.  street  is  in  a  business  district, 
and  that  Walton  avenue  is  in  a  residence  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  May  9,  1925,  reads: 

1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.”; 

and 
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Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  150  ft. 
ana  a  depth  of  100.94  ft. ;  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  the  applicant,  having  complied  with  specific 
rules  and  regulations  as  laid  down  by  the  zoning  regula¬ 
tions  under  rules  of  exceptions  affecting  an  application 
under  section  7  G  and  in  support  of  this  application  on 
the  theory  of  hardship,  section  21  (being  the  fee  owner 
of  the  property),  irrespective  of  the  subsequent  withdrawal 
of  consents  after  the  presentation  of  the  appeal. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  building  shall  not  exceed  a  two  (2)  story  structure  in 
height  above  grade;  that  the  rear  and  gable  walls,  unless 
opening  within  the  property  of  the  same  lot  or  plot  and 
in  the  same  ownership,  shall  be  unpierced  throughout  their 
entire  height  and  length ;  that  any  runway  ramp  installed 


or  maintained  in  this  building  shall  be  set  back  at  a  street 
grade  level  not  less  than  10  ft.  from  the  front  wall  of  the 
building;  that  the  front  elevation  shall  be  finished  with 
face  brick,  architectural  terra  cotta  or  stone  trimmings, 
panel  design,  other  than  store  front  show  windows  if  in¬ 
stalled;  that  there  shall  be  no  roof  signs  erected;  no  signs 
or  advertising  display  shall  be  exposed  on  the  front  of  the 
structure,  other  than  one  projecting  electric  sign,  indicat¬ 
ing  the  title  and  conduct  of  business  conducted  on  the  prem¬ 
ises  ;  any  other  advertising  to  be  confined  to  fixed  letters 
on  plate  glass  show  windows ;  all  permits  necessary  for 
the  prosecution  of  the  work  shall  be  obtained  within  nine 
(9)  months  and  the  building  shall  be  completed  within 
eighteen  (18)  months  from  the  date  of  this  action,  and 
that  the  building  zone  regulations  and  requirements  shall 
be  complied  with  in  all  other  respects. 


Adjourned,  4:45  p.  m. 

James  O’Connor,  Secretary. 


RULES 


SMOKING  IN  FACTORIES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
August  13,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  fire  commissioner. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stairhall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  fire  commissioner  shall 
direct,  a  notice  of  such  prohibition,  and  the  penalty  for  its 
violation, 

(b)  Application.  Application  for  such  permit  shall 
be  made  only  by  the  owner  of  the  building  on  suitable 
blank  forms  to  be  furnished  by  the  fire  comrm'csioner. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 

'  upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a 
conspicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
|  specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law.  shall  he  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  fire  com¬ 
missioner.  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in : — 

,  (a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that: 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprinkler 
system,  the  floor  and  ceiling  of  such  room  shall 
be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making ; 

Brick,  terra  cotta  or  artificial  stone  works; 

Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops ; 

Smelting ; 

Stone  or  monumental  works ; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVER  NING  FIRE  EXTINGUISHING  APPLIANCES— 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday,  November  20,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  shozv  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  platus  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-i 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forzvarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line)  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  coznpleted  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad- 
znsed  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wi‘v'  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Anneals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  proznsions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  zvhere  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (3) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extetid  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  proznded  that  there  are  separate  feed 
mains  from  the  basement  or  lozvest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be- 
lozv  the  top  of  the  staves  in  zvooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
zvithout  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  tzventy-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
zvith  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  where  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  zvhich  may  be  of  three  layers  of  one-inch 
(/")  hair  felt  interspersed  zvith  building  paper  well  zvrapped 
and  secured  and  covered  zvith  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  not  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  ivcathcr  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  73  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12 K%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (.20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  water  for  a  ivet  pipe  system 
where  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  has  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (i'A)  inches  in  size  [with  a  one  and  one- 
quarter  (fj 4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (1^3)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(l)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  id"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (2) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  ivater  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connectior 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  13  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,300  sq.  ft.,  as 
provided  in  Rule  3.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  of?  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca' 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  D/f)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  'hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  of  sprinklered  stories  in  such  section.  In 


1199 


PUBLIC  HEARING 


determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  bt 
provided  with  at  least  two  Siamese  connections  whet 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  (200)  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
Six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *l,e  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornaynental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  ( 15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (M)  inch  drip  connection,  ivith  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  dram 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  thal 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  uf  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street ;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  39  and  40  hereitiafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be. taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters(<  but  less  than  five  (5)  feet  on  centers,  will  requin 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  wiP 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines 

(a)  For  Standard  one-half  (j4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


(  *  Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads, 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

► 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  (J4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads.  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ( )4  )  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  wav  be  used  in  lieu  of  heads  located  in  peak  of 
roof  • 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (l)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint'  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  i5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (l/2)  inch  heads — 


:  of  Pipe 

24  inch  . 

1  “  . 

Maximum  No.  of 
Heads  Allowed 

.  2  heads 

i)4  “  . 

.  3 

<< 

w2  “  . 

.  5 

<< 

2  “  . 

.  10 

a 

2  y2  “  . 

.  20 

tt 

3  “  . 

.  36 

4< 

3)4  “  . 

.  55 

u 

4  “  . 

.  80 

a 

5  “  . 

.  140 

u 

6  “  . 

.  200 

<< 

7  “  . 

.  300 

u 

8  “  . 

.  420 

u 

(b)  For  Conran*  one  (1)  inch  heads- — 


Size  of  Pipe 

1  inch 

iH  “ 

v/2  “ 

2 

2J/2  “ 

3 

4 

5 

6 

7 

8  “ 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 


<1 


it 

U 


<1 


(c)  For  Conran*  one  and  one-quarter  ( 1 %)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1%  inch  .  1  head 

1) 4  “  2  heads 

2  “  3 

2) 4  “  4  “ 

3  “  6  “ 

4  “  12  “ 

5  “  21  “ 

6  “  40  “ 

7  “  60  “ 

8  “  84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  Jine  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2 1/2)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  ()4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  ivall,  or  one  in  ivhich  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  (]/2)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  zvith  the  discharge  pipe,  or  “dead  riser”, 
forty  (40)  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pip"  shall  be  full-weight 
standard  wrought  iron  or  steel  threads  1  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  w  1 1  flout  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall®  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron,  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(15f )  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cm- 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating.  > 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained, _  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overfloiv  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  tf 
carried  through  the  wall  and  exposed  to  the  weather,  they 
shall  be  fitted  with  hoods  or  doivn-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  ( J4 )  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains,  buch 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  the  build- 
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ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1J4)  inches  in  size]  shall  be  not  less  than  i  inch 
in  size  where  floor  valves  are  not  over  2l/2  inches  in  size 
and  I 54  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i}/2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  where 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (J4)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (54)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe,  [pn]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Y  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iYx  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  54-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  ivhere  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  Yi-inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  Y^-inch  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (454) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve ; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  doivn-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (54) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  ot  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut- 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  ($£)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
prptected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

.  (a)  When  Type  A  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor.  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


me  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
ot  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  (J4)  inch  heads  .  400 

(b)  bor  Conran*  one  (1)  inch  heads  .  ioo 

(c)  For  Conran*  one  and  one-quarter  (1%  inch  heads  64 

11  ^ef.e  equipped  with  an  approved  quick-opening  device 
the  following  number  of  heads  may  be  controlled  by  one 
1  ype  A  dry-pipe  valve : 

(?)  For  Standard  one-half  (y2)  inch  heads . 8oo 

(b)  tor  Conran*  one  (/)  inch  heads . . 

{c)  For  Conran*  one  and  one-quarter  (i%)  inch  heads. 128 
(b)  When  Type  B’  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con- 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(?)  r^°r  Standard  one-half  (]4)  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads  . 125 

(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads.  84 
mile  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 

systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (l/2)  jnch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  m  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

.  RuIe  j*2-  ,  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 


All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  times  the  working  pres¬ 

sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  zvriting,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  walls,  partitions  or  beams. 


Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 


Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 

of  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 


i 


Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  proznded  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  ia 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  IVhen  a  building 
fully  equipped  until  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  ivith  the  rules  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  unth 
the  Fire  Department  for  approval. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWN  ERS 


If  ipplicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

PIER  CASES. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19-A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19-A — .Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 
981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — (Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — .Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20- A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20- A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A — .Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

383-20-A — Pier  20,  East  River  Manhattan. 

420- 20-A — Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue,  Brooklyn. 

422- 20 -A — Pier  29,  foot  of  Harrison  street.  D-ooklyn. 


423-20-A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A— Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 

907-21-A — East  side  South  street,  foot  of  Dover  street, 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A — Pier  3,  between  Main  and  Dock  streets  Brook¬ 

lyn. 

1542- 21-A — Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1544- 21- A  Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1545- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 
53-21-S — Angle  Hose  Valve. 

1372-21-S— hord  Fire  Line  Reducing  Valve,  approval  of. 
1636-21-SA — Gilbert  &  Barker  Oil  Burner. 

337-22-S  Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S  Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S  The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S— Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S— Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burn  well  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S— Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-S A — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23- S A — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA — “Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — ‘Cornell  Falat  Oil  Burner,  approval  of. 
392-23-SA — “Billow”  Class  G.  R.  Oil  Burner,  aoproval  of. 
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393-23-SA— “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 
of. 

397-23-SA— Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 

525-23- S A — Tilman- White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA — Domestic  Fuel  Oil  Burner,  approval  of. 

888-23-SA — Lewis  Oil  Burner,  approval  of. 

898-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA— Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-SA — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-SA— Frankfort  Type  “P”  Low  Pressure  Oil  Burner, 
approval  of. 

1 050-23- S A — Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

1146-23-SA— Pennsylvania  Globe  Oil  Burner,  approval  of. 

1169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA— Ziegler  Oil  Burner,  approval  of. 

1246-23-SA— Ludlow  Gas  Cut-Off  Valve,  approval  of. 

1339-23-SA— National  Light  Service  Oil  Pump,  approval  of. 

1 346-23- S A — Heatiator  Oil  Burner,  approval  of. 

1358-23-SA — Worthington  Oil  Burner,  approval  of. 

1361-23-SA-— Todd  Residence  Fuel  Oil  Burner,  approval  of. 

1364-23-S A — Staples  &  Pfeiffer  Oil  Burner,  appeal  of. 

1415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1 429-23- S  A — Kerri  hard  Oil  Burner,  approval  of. 

1444-23- S A — Tate- Jones  No.  6  Oil  Burner,  approval  of. 

1484-23-SA— Universal  G.  P.  O.  Burner,  approval  of. 

1493-23-SA— Newport  Rotary  Oil  Burner,  approval  of. 

1538-23-SA— Lillibridge  Oil  Vapor  Burner,  approval  of. 

1550-23-SA— Apex  Gas  Cut-Off  Valve,  approval  of. 

254-24-SA— Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365-24- S A — Koaless  Oil  Burner,  approval  of. 

379-24-SA— Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-S A — Faultless  Oil  Burner,  approval  of. 

501-24-S A — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA— Kinney  Rotating  Plunger  Pump,  approval  of. 

536-24-SA — Climax  Oil  Burner,  approval  of. 

654-24-SA— Marvel  Oil  Burner,  approval  of. 

702-24-SA — Simplex  Mechanical  Oil  Burner,  approval  of. 

735-24-S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 


755-24-SA — Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 
860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

1016-24-SA — Milnes  Oil  Burner,  approval  of. 

1108-24-SA — Simplicity  Fuel  Oil  Burner,  approval  of. 
1134-24-SA — Peerless  Automatic  Oil  Burner,  approval  of 
1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 
1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 
1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-S A — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1305-24-S A — International  Furnace  Burner,  approval  of. 
1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 
1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 
1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 
1395-24-SA — Deming  Power  Rotary  Force  Pump,  approval 

of. 

1500-24-SA — Smolensky  Check  Valve,  approval  of. 

19-25-S A — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan  Brilliant  Burner,  approval  of. 

228-25-S A — Silent  Glow  Oil  Burner,  approval  of. 
242-25-SA — Derby  Closed  Circuit  Automatic  Sprinkler  and 
Standpipe  Supervisory  Alarm  Panel,  ap¬ 
proval  of. 

259-25-SA — Electrol  Automatic  Oil  Burner. 

340-25-SA — McCann-Harrison  Low  Pressure  Oil 

Burner,  approval  of. 

513-25-SA — Rotary  Vacuum  Pumps,  approval  of. 
558-25-’SA— Globe  Dry  Pipe  Valve  Accelerator,  ap¬ 
proval  of. 

603-25-SA — Cook  Automatic  Electric  Fuel  Oil  Pump,  ap¬ 
proval  of. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  ivill  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  W  orth 
street.  Price,  $1.25;  by  mail,  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  30c;  by  mail,  35c. 


I 
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THIRD  QUARTERLY  REPORT 

City  of  New  York 
Board  of  Standards  and  Appeals 

WILLIAM  E.  WALSH.  Chairman 
MUNICIPAL  BUILDING 


Hon.  John  F.  Hylan, 
Mayor,  New  York  City. 


November  10,  1925. 


Sir :  I  have  the  honor  to  submit  for  your  information  the  third  quarterly  report  of  the  Board  of  Appeals  and 
Board  of  Standards  and  Appeals,  combined,  for  the  quarter  ending  September  30,  1925,  which  is  set  forth  as  follows: 


CASES  FILED  AND  PENDING,  1925. 


.  ,  ,  THIRD  QUARTER. 

Appeals  from  Administrative  Orders  . 

Applications  under  Building  Zone  Resolution  . . * . 

Petitions  for  Variation  of  Labor  Law  . 

Petitions  for  Approval  of  Appliances  and  Materials  . 

Petitions  for  Adoption  of  Rules  . 

Reopened  and  Restored  to  Calendar  . ’  [  *  * . 

Miscellaneous  Docket  .  . 


art 


105 

75 

120 

17 

0 

3 

21 


Cases  filed,  restored,  etc.,  3rd  Quarter 
Cases  filed,  restored,  etc.,  2nd  Quarter 
Cases  filed,  restored,  etc.,  1st  Quarter 
Cases  pending  December  31,  1924 


341 

441 

453 

598 


Total  Cases  filed  and  pending  up  to  October  1,  1925 
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SUMMARY. 


DOCKET. 

Cases  pending  December  31.  1924  .  598 

Cases  filed  up  to  and  including  September  30,  1925  . . .  1002 
Restored  to  calendar  .  52 

Miscellaneous  Applications. 


Requests  to  reopen  .  98 

Requests  to  amend  .  3 

Requests  for  modification  .  32 

Requests  to  rescind  .  1 

Requests  for  extension  of  time  .  14 

Requests  for  extension  of  permit .  17 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans  .  n 

Administrative  requests  .  3 

Requests  for  interpretation  .  1 


. 1833 

Disposed  of  .  g8i 

Cases  pending  September  30,  1925  .  852 

120S 


DISPOSITION  OF  CASES. 

Withdrawn  .  93 

Dismissed  .  45 

Denied  . !!!!!'.!!!!  126 

Granted  .  7 

Granted  on  condition  .  508 

Appliances  approved  .  45 

Appliances  dismissed,  disapproved  or  withdrawn  .  5 

Rules  approved  .  0 

Rules  disapproved  or  rescinded  .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  94 

Requests  to  reopen  denied  .  3 

Requests  to  amend  granted  .  3 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  30 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  14 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted  .  17 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  1 

Requests  to  install  denied  .  0 

Plans  approved  . n 

Plans  disapproved  .  0 

Administrative  requests  granted  .  2 

Administrative  requests  denied  or  withdrawn .  1 

Interpretations  .  1 

Requests  withdrawn  or  dismissed  .  3 

Total  .  981 

,3 


THIRD  QUARTERLY  REPORT 

MEETINGS  OF  THE  BOARDS. 


BOARD  OF  APPEALS. 

BOARD  OF 

STANDARDS  AND 

APPEALS. 

Meetings 

First  Second  Third 

Quarter  Quarter  Quarter  Total 
.  21  17  9  47 

Meetings  . . . . 

First 

Quarter 

6 

Second 

Quarter 

8 

Third 

Quarter 

4 

Total 

18 

Inspections 

.  6  5  2  13 

Inspections  . . 

0 

6 

2 

8 

Combined 

Total  of  Meetings  . 

65 

Combined 

Total  of  Inspections  . 

21 

DISPOSITION  OF  CASES. 

Pending  from  1924. 


Cases 

Pending 

December  31,  1924  . 

Disposed  of  1st  and  2d  Quarters,  1925 


Pending  July  1,  1925 
Disposed  of  3rd  Quarter,  1925 
Pending  October  1,  1925  . 


A 

BZ 

s 

SA 

SR 

Total 

Both  Boards 

215 

187 

86 

110 

0 

598 

166 

155 

69 

16 

0 

406 

49 

32 

17 

94 

0 

192 

5 

13 

2 

2 

0 

22 

44 

19 

15 

*92 

0 

170 

*Placed  on  1925  Reserve  Calendar. 

Code:  A — Appeals  from  Administrative  Orders.  BZ — Applications  under  Building  Zone  Resolution.  S — Petitions  for  Variation  of 

Labor  Law.  SA — Petitions  for  Approval  of  Appliance.  SR — Petitions  for  Adoption  of  Rules. 


CASES  DISPOSED  OF  BY  BOARD  OF  APPEALS.  * 


Appeals  from  Administrative  Orders  ...... 

Applications  under  Building  Zone  Resolution 
Miscellaneous  Applications  . 


Total  disposed  of . 

Board  of  Appeals  cases  pending  October  1,  1925 


First 

Second 

Third 

Grand 

Quarter 

Quarter 

Quarter 

Total 

147 

136 

52 

335 

130 

103 

56 

289 

73 

67 

17 

157 

350 

306 

125 

781 

488 


CASES  DISPOSED  OF  BY  BOARD  OF  STANDARDS  AND  APPEALS. 


Petitions  for  Variation  of  Labor  Law . . 

Petitions  for  Approval  of  Appliances  and  Materials 

Petitions  for  Adoption  of  Rules  . 

Miscellaneous  Applications  . 


Total  disposed  of  . . . 

Board  of  Standards  and  Appeals  cases  pending  October  1,  1925 


First 

Second 

Third 

Grand 

Quarter 

Quarter 

Quarter 

Total 

68 

68 

19 

155 

3 

13 

5 

21 

0 

0 

0 

0 

5 

15 

4 

24 

76 

96 

28 

200 

CASES  PENDING  BEGINNING  OF  FOURTH  QUARTER,  1925 


Appeals  from  Administrative  Orders  ...... 

Applications  under  Building  Zone  Resolution 

Petitions  for  Variation  of  Labor  Law  . 

Petitions  for  Approval  of  Appliances . 

Petitions  for  Adoption  of  Rules . 


Total 


MONEYS  RECEIVED. 


;  I  i. 


....  v  'rtVV 


Subscriptions  to  Bulletin 
Cash  Sales  of  Bulletin  . 


Total  (Paid  to  Chamberlain) 


364 


289 

199 

237 

126 

1 

852 


First 

Second 

Third 

Grand 

Quarter 

Quarter 

Quarter 

Total 

$305.00 

$300.00 

$147.50 

$752.50 

18.25 

21.50 

10.43 

50.18 

$323.75 

$321.50 

$157.93 

$802.68 

JAMES  O’CONNOR,  Secretary. 


Respectfully  submitted,  _ _ 

WILLIAM  E.  WALSH,  Chairman. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . . . 

Cases  filed  up  to  and  including  November  4,  1925.... 

Restored  to  calendar  . 

Miscellaneous  Applications. 

Requests  to  reopen  . . 

Requests  to  amend  . 

Requests  for  modification  . 

Requests  to  rescind  . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans . 

Administrative  requests  . 

Requests  for  interpretation . 


DISPOSITION  OF  CASES. 

598  Withdrawn  . . . . 

Dismissed  . 

Denied  . 

1130  Granted  . 

Granted  on  condition  . 

Appliances  approved  . 

56  Appliances  dismissed,  disapproved  or  withdrawn 

Rules  approved  . 

Rules  disapproved  or  rescinded . 

Miscellaneous  Actions. 

118  Requests  to  reopen  granted . 

Requests  to  reopen  denied  . 

5  Requests  to  amend  granted  . 

Requests  to  amend  denied  . . 

32  Requests  for  modification  granted  . 

Requests  for  modification  denied  . 

1  Requests  to  rescind  granted  . 

Requests  to  rescind  denied  . . 

I?  Requests  for  extension  of  time  granted . 

Requests  for  extension  of  time  denied  . 

26  Requests  for  extension  of  permit  granted  . . . . 

Requests  for  extension  of  permit  denied  . 

1  Requests  to  install  granted  . 

Requests  to  install  denied . 

11  Plans  approved  . 

Plans  disapproved  . 

5  Administrative  requests  granted  . 

Administrative  requests  denied  or  withdrawn  . 

1  Interpretations  . . 

Requests  withdrawn  or  dismissed  . 


120 

63 

152 

8 

614 

16 

5 

0 

0 


112 

5 

5 

0 

30 

0 

1 

0 

17 

0 

26 

0 

1 

0 

11 

0 

4 

1 

1 

3 


Total  .  2001  Total 

Disposed  of  .  H95 

Cases  pending  November  4,  1925 .  806 
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WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 


Fifth,  That  the  business  of  the  board  is  to  dispose  ot 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


HOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name  . . . 
Street 


P.  O. 


My  subscription  is  to  begin  with  the  issue  for 


> 


1926. 


/N  E  W 


BULLETIN 


OF  THE 

BOARD  OF  STANDARDS  AND  APPEALS 

CITY  OF  NEW  YORK 

Issued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  Chap.  503,  Laws  of  1910,  and  the 

Municipal  Assembly,  Local  Law  No.  13,  of  1925. 

Published  weekly  by  the  Board  of  Standards  and  Appeals  at  its  office,  Rooms  1001  to  1015,  Municipal  Building, 

New  York  City. 


Vol.  X 


Subscription 
$2.50  a  year 


NOVEMBER  17,  1925 


Single  Copies,  5  cents  No.  44 
By  mail,  7  cents 


DIRECTORY 


BOARD  OF  STANDARDS  AND  APPEALS 
WILLIAM  E.  WALSH,  Chairman 
Commissioners 
Henry  L.  Connell 
Joseph  Flanagan 
John  Guilfoyle 
Fire  Chief  John  Kenlon 

James  O’Connor,  Secretary 
Edward  V.  Barton,  Chief  Clerk 
Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — Worth  0184. 

Office  Hours— 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a:  m.1  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  ns. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 
Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 

— 

CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  November  17, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  November  24,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 
given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Special  Notice. 

Minutes  of  Regular  Meeting,  November  10,  1925,  at 
10  a.  m. 

Minutes  of  Regular  Meeting,  November  10,  1925,  at 
2  p.  m. 

Rules. 

Notice  of  Public  Hearing. 

Progress  Report. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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DOCKET. 

New  Cases  Filed  Week  Ending  November  11,  1925. 

Cal.  No.  Department.  Premises  Affected. 

1162-25-S . F.D .  848-852  Washington  st.,  Man. 


- -  L.  D.  83803. 

1161-25-A . F.D .  848,-852  Washington  st.,  Man. 

-  F-83804. 

1160-25-S . F.D .  1337  Gates  ave.,  Brooklyn, 

-  L.  D.  83818-L.  D.  83819 

1159-25-A . F.D .  43-47  West  16th  st.,  Man. 


-  L.  C.  31352. 

1158-25-A . F.D . South  side  Jackson  ave.,  bet. 

Hulst  st.  &  Harold  ave.,  L. 

-  I.  City,  Q.  Alt.  1017-1925. 

1157'25-BZ . B.B.M.  ..306-308  West  38th  st.,  Man. 


-  N.  B.  551-1925. 

1156-25-S . F.D .  401-405  E.  91st  st.,  Man. 


-  L.  D.  75623. 

1155-25-SA . F.D . Wayne  Model  W,  Type  N. 

Oil  Burner  and  Pump, 

Appliance. 

1154-25-BZ . B.B.B.  ..8502-8512  Bay  Parkway, 

-  Bklyn.  N.  B.  19934-1925. 

1153-25-BZ . B.B.M.  ..341  to  351  Park  ave..  Man. 


- -  Zone  Viol.  20-1925. 

1152-25-S . F.D . 5  Great  Jones  st.,  Man. 

-  L.  D.  79133. 

1151-25-SA . F.D . Florence  Garage  Fuel  Oil 

—  Heater.  Appliance. 

1150-25-A . F.D . Beach  80th  st.  &  Rockaway 

blvd.,  L.  I.  R.  R.,  Hammels 

-  Queens.  F-85981. 

1149-25-BZ . B.B.Q.  ..Northeast  cor.  214th  st.  & 


89th  ave.,  Queens  Vil.  Q. 

- -  N.  B.  10115-1925. 

1148-25-A . F.D . 98-116  Second  ave.,  Bklyn. 

- -  N.  B.  902-1925. 

1147-25-BZ . B.B.B.  ..436-446  N.  Y.  ave.,  Bklyn. 

-  N.  B.  18583-1925. 

1146-25-S . F.D . 414-416  W.  Broadway,  Man. 


L.  D.  76537. 

1145-25-iS . B.B.M.  ..8-10  West  37th  st.,  Man. 

'  N.  B.  671-1923. 

1144-25-BZ . B.B.B.  ...  East  side  Kings  Highway, 

238  ft.  6  in.  south  of  Foster 
ave.,  Bklyn. 

‘  Applic.  15193-1925. 

1143-25-BZ . B.B.M.  ..41  West  52nd  st.,  Man. 

Viol.  4468-1925. 

H42j25-S . F.D .  1708-1716  Atlantic  ave., 

■  Bklyn.  L.  D.  60647 

1141-25‘A . F.D .  217-223  E.  43rd  st.,  Man., 

218-226  E.  44th  st.,  Man. 


F-77464. 

114°-25-S . F-D .  217-223  E.  43rd  st.,  Man.. 

218-226  E.  44th  st.,  Man. 

L.  D.  77460. 

1139-25-BZ . B.B.Bx.  .2159-2165  Gr.  Concourse,  Bx. 


Alt.  641-1925. 

1138-25-A . F-D .  5401-5405  First  ave.,  Bklyn. 


F-85410. 


1137-25-BZ . B.B.M.  ..53  E.  60th  st.,  Man. 

-  Alt.  2234-1925. 

1136-25-A . F.D .  350  Waverly  ave.,  Bklyn. 

-  L.  C.  98775. 

1135-25-BZ . H.D . 541  Snediker  ave.,  Bklyn. 

■  Decision. 

1134-25-BZ . B.B.B.  ..290-1292  Ellery  st.,  S361/-863 

Park  ave.,  Bklyn. 

-  N.  B.  20281-1925. 

1133-25-SA . F.D . Goulds  Hand  Rotary  Pump 

Appliai.ee. 

1132-25-A . F.D .  1687  Broadway,  Man. 

-  C-75453. 

1131-25-S . B.B.B.  ..135-137  E.  12th  st.,  Man. 

-  Alt.  1237-1925 


F.D.  . 

H.D.  . 

B.B.B. 

B.B.M. 

B.B.Q. 

B.B.R. 

B.B.Bx 

T.H.D. 


CODE. 


. Fire  Department 

. Plealth  Department 

..Bureau  of  Buildings,  Brooklyn 
.Bureau  of  Buildings,  Manhattan 
....Bureau  of  Buildings,  Queens 
.Bureau  of  Buildings,  Richmond 

. Bureau  of  Buildings,  Bronx 

....Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  November  17,  1925,  at  2  p.  m. 

527-25-BZ. 

APPLICANT  John  B.  Johnston,  for  Esther  Schwartzberg 
owner. 

PREMISES — 1073  Willoughby  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occupancy 
from  a  garage  for  the  storage  of  five  (5)  motor 
vehicles  to  a  poultry  slaughter  house. 

630-25-BZ. 

APPLICANT— William  A.  Lacerenza,  for  Edward  H. 
Litchfield,  owner. 

PREMISES— 305-311  3rd  street,  Brooklyn. 

/APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

751-25-BZ. 

/APPLICANT  Robert  D.  Kohn,  for  Mt.  Sinai  Hospital, 
owner. 

PREMISES — 6-16  East  99th  street,  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  ll/2  times  height  district  the  erection 
of  the  street  walls  of  a  building  to  a  height  exceed¬ 
ing  the  limit  set  by  the  zone  resolution. 

828-25-BZ. 

APPLICANT — Alfred  H.  Eccles,  for  Henry  Gerken, 
owner. 

PREMISES — Southeast  corner  of  Second  avenue  and  New¬ 
town  avenue,  Astoria,  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 
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TO  PERMIT  in  a  business  district  the  erection  of  a  garage 
for  more  than  five  (5)  motor  vehicles. 

845-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Walter  Eveleth, 
owner. 

PREMISES — Northeast  corner  Inwood  avenue  and 
Macombs  road,  The  Bronx. 

APPLICATION,  under  sections  7C  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  extending  from  an  un¬ 
restricted  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

879-25-BZ. 

APPLICANT — McIntyre  &  O’Leary,  for  Essex  &  Shep¬ 
pard  Co.,  Inc.,  owner. 

PREMISES — 137-51  Blake  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house. 

853-25-BZ. 

APPLICANT — McCooey  &  Conroy,  for  Fogel-Hirsh 
Building  Co.,  Inc.,  owner. 

PREMISES — 8501-8511  Fourth  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  stores  on  the 
1st  story  of  the  Fourth  avenue  front  and  as  dwell¬ 
ings  above. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  17,  1925,  at  10  a.  m. 

1175-24-A— 628-642  West  45th  street,  Manhattan. 
969-24-A— 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

540-25-A — East  177th  street  and  Bronx  River,  200  ft.  from 
Devoe  avenue,  The  Bronx. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

377-25-A — 18-32  Grand  avenue,  Brooklyn. 

759-25-A — 45-49  John  street  and  1-5  Dutch  street,  Man¬ 
hattan. 

589-24- A — 43-45  Wooster  street,  Manhattan. 

1447-24-A— 8746  123rd  street,  Richmond  Hill,  Queers. 
294-25-A — 62  Stanhope  street,  Brooklyn. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 


BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  November 
17,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 

on  the  following  matters : 

CAL.  NO.  528-25-BZ— Application,  May  21,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  Harry 
Seldin,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  poultry  slaughter  house ;  premises  east 
side  of  Bay  37th  street,  285  ft.  north 
of  Cropsey  avenue,  Brooklyn. 

cal.  no.  680-25-BZ — Application,  June  30,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Mollie 
Arvan,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage  for 

I 


the  storage  of  two  pleasure  motor  ve¬ 
hicles,  two  spaces  rented  to  persons  not 
residing  on  the  premises ;  premises  2522 
Hughes  avenue,  The  Bronx. 

cal.  no.  785-25-BZ — Application,  July  29,  1925,  under  the 
building  zone  resolution,  of  William 
Kampel,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
of  a  building  to  be  occupied  for  a  busi¬ 
ness  use  (stores)  ;  premises  1893  Clinton 
avenue,  The  Bronx. 

cal.  no.  981-25-BZ — Application,  September  23,  1925,  under 
the  building  zone  resolution,  of  Laurence 
McGuire,  applicant,  on  behalf  of  36th 
Street  and  8th  Avenue  Corporation, 
owner,  to  permit  in  a  two-times  height 
district  the  erection  and  maintenance 
of  the  street  walls  to  a  height  exceed¬ 
ing  the  prescribed  limit  required  by 
the  zone  resolution;  premises  520-530 
Eighth  avenue,  267-275  West  36th 
street  and  260-264  West  37th  street, 
Borough  of  Manhattan. 

cal.  no.  436-25-BZ — Application,  April  22,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of 
Joseph  Puglieri,  owner,  to  permit  in 
a  residence  district  the  alteration  and 
extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  117-119  Carroll  street,  Bor' 
ough  of  Brooklyn. 

cal.  no.  596-25-BZ — Application  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  on  behalf  of  Biograph  Com¬ 
pany,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  district  the  extension  of  an  ex¬ 
isting  business  building  (studio)  ;  prem¬ 
ises  807  East  175th  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  17,  1925,  at  2  p.  m. 

357-25-A — West  side  of  Sheridan  avenue,  200  ft.  south  of 
Mt.  Eden  avenue,  The  Bronx. 

602-25-A — 1186  Eastern  Parkway,  Brooklyn. 

645-25-A — 605-619  West  132nd  street,  Manhattan. 

687-25-A — 60  Grand  street,  Manhattan. 

694-25-A — 10  Greenway  terrace,  Forest  Hills,  Queens. 
720-25-A — 361  Wythe  avenue,  Brooklyn. 

736-25-A — Block  bounded  by  West  138th  street,  West 
139th  street,  Broadway  and  Hamilton  place, 
Manhattan. 

738-25- A — Block  bounded  by  Bedford  avenue,  Quentin 
road,  East  27th  street  and  Avenue  P. 
Brooklyn. 

810-25-A — Foot  of  Greenpoint  avenue  and  Newtown  Creek, 
Brooklyn. 

711-25-A — 657-659  Broadway,  Manhattan. 

613-25-A — 1485  Broadway,  Manhattan. 

773-25-A — 62  Grand  street,  Manhattan. 

1050-25-A — 321  Madison  street,  Brooklyn. 

449-25-A — 328  St.  Marks  avenue,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Novem¬ 
ber  17,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 


1213 


CALENDAR 


cal.  no.  405-25-BZ — Application  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

cal.  no.  241-25-BZ — Application,  February  28,  1925,  under 
the  building  zone  resolution,  of  Philip 
J.  Sinnott,  applicant,  on  behalf  of  Bro- 
lux  Corp.,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  1202-1206  Lind  avenue,  The 
Bronx. 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district ;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

cal.  no.  532-25-BZ — Application,  May  27,  1925,  under  the 
building  zone  resolution,  of  William 
F.  Doyle,  applicant,  on  behalf  of 
Menick  Holding  Co.,  Inc.,  owner,  to 
permit  in  a  residence  district  extend¬ 
ing  from  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  theatre 
building;  premises  868  Flatbush  ave¬ 
nue,  Brooklyn. 

CAL.  NO.  552-25-BZ— Application,  May  27.,  1925,  under  the 
building  zone  resolution,  of  Philip  J. 
Sinnott,  applicant,  on  behalf  of  Field- 
stone  Garage,  Inc.,  owner,  to  permit  in 
a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles 
and  also  permit  same  to  be  of  non-fire- 
proof  construction  (garage,  with  one 
street  frontage,  exceeding  7,500  sq.  ft. 
in  area)  ;  premises  east  side  of  Broad¬ 
way,  223  ft.  8  in.  north  of  West  231st 
street,  Manhattan. 

cal.  no.  724-25-BZ — Application,  July  9,  1925,  under  the 
building  zone  resolution,  of  Wm.  F. 
Doyle,  applicant,  on  behalf  of  Celia 
Aronofsky,  owner,  to  permit  in  a  resi¬ 
dence  district  the  change  of  occupancy 
of  an  existing  building  from  private 
garage  to  store;  premises  1515  Bryant 
avenue,  The  Bronx. 

CAL.  NO.  11-25-BZ— Application,  January  5,  1925,  under  the 
building  zone  resolution,  of  Charles 
Schaefer,  Jr.,  architect,  on  behalf  of 
Daniel  Houlihan,  owner,  to  permit  the 
extension  from  a  business  district  into 
a  residence  district  of  a  proposed  build¬ 
ing  to  be  used  as  a  motion  picture  the¬ 
atre ;  premises  southeast  corner  of  2341h 
street  and  White  Plains  avenue,  The 
Bronx. 

William  E.  Walsh.  Chairman. 


PETITIONS  FOR  VARIATIONS. 
SPECIAL  MEETING. 

Friday,  November  20,  1925,  at  10  a.  m. 

543- 25-S — 497  Sixth  avenue,  Manhattan. 

544- 25-S — 32  East  28th  street,  Manhattan. 

545- 25-S — 120  West  25th  street,  Manhattan. 

548-25-S — 312-314  East  125th  street,  Manhattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

546- 25-S — 683-685  Broadway,  Manhattan. 

604-25-S — 61  Fulton  street,  Manhattan. 

632- 25-S — 240-246  West  35th  street,  Manhattan. 

633- 25-S — 523-527  West  42nd  street,  Manhattan. 

637-25-S — 25-27  West  3rd  street,  Manhattan. 

652-25-S — 115-117  West  45th  street,  Manhattan. 

660-25-S — 59-61  West  39th  and  680-86  Sixth  avenue,  Man¬ 
hattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

668-25-S — 6i  West  27th  street,  Manhattan. 

670-25-S — 282-284-286  Seventh  avenue,  Manhattan. 

634- 25-S — 125-127  West  31st  street,  Manhattan. 

635- 25-S — 797-799  Greenwich  street,  Manhattan. 

703-25-S — 40-42  West  17th  street,  Manhattan. 

718- 25-S — 521-527  Seventh  avenue,  Manhattan. 

719- 25-S — 260-262  West  41st  street,  Manhattan. 

444-25-S — 27-35  West  24th  street,  Manhattan. 

380-25-S — 125  Nostrand  avenue,  Brooklyn. 

406-25-S — 178-182  Sullivan  street,  Brooklyn. 

62-25-S — 24-30  West  39th  street,  Manhattan. 

265-25-S — 233-235  West  26th  street,  Manhattan. 

592-25-S — 461-467  Tenth  avenue,  Manhattan. 

614-25-S — 909  Faile  street,  The  Bronx. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

1418-24-S — 20  East  31st  street,  Manhattan. 


SPECIAL  MEETING. 

Friday,  November  20,  1925,  at  2  p.  m. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  November  24,  1925,  at  2  p.  m. 

270-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Schinasi  Commer¬ 
cial  Corp.,  owner. 

PREMISES — 32-36  West  100th  street,  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  and  within  200  feet  of  a 
hospital  the  use  and  occupancy  of  an  existing  build¬ 
ing  as  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

523-25-BZ. 

APPLICANT — Park  Avenue  Improvement  Co.,  Inc.,  les¬ 
see. 

PREMISES — 320-330  Park  avenue,  Manhattan. 

APPLICATION,  under  section  7,  subdivisions  b  and  c  of 
the  building  zone  resolution. 

TO  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  maintenance  of  a  business  use. 
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791-25-BZ. 

APPLICANT— McCombs  &  Ryan,  for  George  C.  Schwalb, 
owner. 

PREMISES— 619-625  Hancock  street,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution. 

TO  PERMIT  in  a  residence  district  the  alteration  and  en¬ 
largement  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

796-25-BZ. 

APPLICANT— Thomas  O’Rourke  Gallagher,  for  Wieser, 
et  al.,  owners. 

PREMISES— 7114-7124  Bay  parkway,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  five  (5)  attached  residence  buildings, 
the  first  story  to  be  used  for  store  purposes. 

818-25-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Samuel  Kessler  and 
Jacob  Kavoit,  owners. 

PREMISES — East  side  of  Prospect  avenue,  77.79  feet 
south  of  East  182nd  street,  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

824-25-BZ. 

APPLICANT— Charles  D.  Cords,  for  Hedwiene  M.  Pope, 
owner. 

PREMISES— 25-41  Jamaica  avenue,  Brooklyn. 

APPLICATION,  under  sections  7E  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

873-25-BZ. 

APPLICANT— John  J.  McCormack,  owner. 

PREMISES— Northeast  corner  of  113th  avenue  and  Spring- 
field  boulevard,  Springfield  Heights,  Borough  of 
Queens. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  business  district  a  gasoline  selling  sta¬ 
tion. 

891-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Bertha  A.  Wilkus, 
owner. 

PREMISES— Northeast  corner  of  Beach  34th  street  and 
Edgemere  avenue,  Edgemere,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  stores  on  the 
first  story  and  dwellings  above. 

900-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Dornhage  Realty 
Corp.,  owner. 

PREMISES— Southeast  corner  of  Jerome  avenue  and  East 
199th  street,  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  the  extension  from  a  business  district  into  a 
residence  district  of  a  proposed  building  to  be  used 
as  a  theatre  and  also  as  stores. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  24,  1925,  at  10  o.  m. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

587-25-A — 9  Radde  street,  L.  I.  City,  Borough  of  Queens. 
672-25-A — 1171  President  street,  Brooklyn. 

698-25-A — 453-455  Broome  street,  Manhattan. 

714-25-A — 319-321  Bedford  avenue,  Brooklyn. 

792-25-A — Southwest  corner  of  Avenue  U  and  East  56th 
street,  Brooklyn. 

181-25- A — 9-11-13  Maiden  lane,  Manhattan. 

601-25- A — 3052  Emmons  avenue,  Brooklyn. 

975-25-A — 1597  Park  place,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Novem¬ 
ber  24,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 

cal.  no.  638-23-BZ — Application,  September  8,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  Max 
Notess,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage 
for  the  storage  of  three  (3)  pleasure 
motor  vehicles,  two  (2)  spaces  rented 
to  persons  not  residing  on  the  premises 
(previously  dismissed  for  lack  of  pros¬ 
ecution)  ;  premises  2965  Valentine 
avenue,  The  Bronx. 

CAL.  NO.  622-25-BZ— Application,  June  16,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Simon 
Brown,  owner,  to  permit  in  a  residence 
district  the  change  of  occupancy  of  a 
building  used  as  a  residence  to  a  busi¬ 
ness  use  on  the  1st  story;  premises  131 
Starr  street,  Brooklyn. 

cal.  no.  903-25-BZ — Application,  September  4,  1925,  under 
the  building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
N.  &  PI.  Building  Company,  Inc.,  owner, 
to  permit  in  a  business  district  the 
change  of  occupancy  of  the  2nd  story 
from  auto  accessories  to  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  823-829  Classon 
avenue,  Borough  of  Brooklyn. 

cal.  no.  644-25-BZ — Application,  June  22,  1925,  under  the 
building  zone  resolution,  of  H.  I. 
Feldman,  applicant,  on  behalf  of  Max 
Ackerman,  owner,  to  permit  in  a  busi¬ 
ness  district,  extending  from  an  unre¬ 
stricted  district,  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  301-5  East  97th  street,  Bor¬ 
ough  of  Manhattan. 

cal.  no.  271-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Ray 
Barnett,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  956  Forest  avenue,  The 
Bronx. 

cal.  no.  504-25-BZ — Application,  May  13,  1925  under  the 
building  zone  resolution,  of  William  h. 
Doyle,  applicant,  on  behalf  of  D.  Cop- 
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persmith,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  128-144  East  98th  street, 
Brooklyn. 

cal.  no.  608-25-BZ— Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  McCooev 
and  Conroy,  applicants,  on  behalf  of 
Lowlou  Corporation,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1095-1117  Washington 
avenue,  southeast  corner  of  Sterling 
street,  Brooklyn. 

cal.  no.  14-25-BZ— Application,  January  6,  1925,  under  the 
building  zone  resolution,  of  I.  T.  Flatto, 
applicant,  on  behalf  of  Woodward 
Brown  Realty  Co.,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  west  side  of  Goodrich 
street,  100  ft.  north  of  Potter  avenue, 
L.  I.  City,  Borough  of  Queens. 

cal.  no.  15-25-BZ— Application,  January  6,  1925,  under  the 
building  zone  resolution,  or  I.  T.  Flatto, 
applicant,  on  behalf  of  Woodward 
Brown  Realty  Co.,  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  east  side  of  Goodrich 
street,  100  ft.  north  of  Potter  avenue, 
L.  I.  City,  Borough  of  Queens. 
cal.  no.  696-25-BZ — Application,  July  3,  1925,  under  section 
21  of  the  building  zone  resolution,  of 
William  F.  Doyle,  applicant,  on  behalf 
of  Osbruck  Realty  Co.,  Inc.,  owner,  to 
permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  northwest  corner  of 
Grandview  avenue  and  Ralph  street, 
Ridgewood,  Borough  of  Queens. 
cal.  no.  829-25-BZ — Application,  August  13,  1925,  under 
section  7b  of  the  building  zone  resolu¬ 
tion,  of  Tobias  Goldstone,  architect,  on 
behalf  of  Estate  of  George  E.  Eddy, 
owner,  to  permit  the  erection  on  a  plot 
partly  in  an  unrestricted  and  partly  in 
a  business  district  of  a  proposed  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  345-355  Clas- 
son  avenue,  Brooklyn. 

cal.  no.  375-23-BZ — Application,  October  20,  1925,  under 
section  7c  of  the  building  zone  resolu¬ 
tion,  of  Thomas  W.  Lamb,  architect, 
on  behalf  of  B.  F.  Keith  New  York 
Theatres  Company,  owner,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  for  theatre  pur¬ 
poses  (previously  withdrawn)  ;  prem¬ 
ises  109  East  Fordham  road,  The 
Bronx. 

William  E.  Walsh,  Chairman. 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  November  24,  1925,  at  2  p.  m. 

761-25-S — 49-57  West  37th  street,  Manhattan. 

767-25-S — 114-116  East  13th  street,  Manhattan. 


770-25-S — 148  East  57th  street,  Manhattan. 

649-25-S — 155  Freeman  street,  Brooklyn. 

684-25-S — 22  Warren  street,  Manhattan. 

706- 25-S — 512-520  Grand  street,  Manhattan. 

707- 25-S— 504-510  Grand  street  and  2-12  Sheriff  street 

Manhattan. 

708- 25-S— 34-36  Sheriff  street  and  25-35  Columbia  street 

Manhattan. 

709- 25-S— Block  bounded  by  Grand,  Sheriff,  Broome  and 

Columbia  streets,  Manhattan. 

710- 25-S— Block  bounded  by  Broome,  Sheriff,  Delancey 

and  Columbia  streets,  Manhattan. 

730-25-S  80  Nassau  street  and  9-11  Dutch  street,  Man¬ 
hattan. 

740-25-S— 571-583  Eighth  avenue  and  303-305  West  38th 
street,  Manhattan. 

777-25-S  248-252  West  35th  street,  Manhattan. 

784-25-S — 462-468  Seventh  avenue  and  209-211  West  35th 
street,  Manhattan. 

925-25-S — 578  Madison  avenue,  Manhattan. 

625-25-S — 148-150  East  28th  street,  Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S  251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

533-25-S — 369-71  State  street,  Brooklyn. 

673-25-S — 34-40  South  1st  street,  Brooklyn. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

752-25-SA— Toro  Emergency  Gas  Shut-Off  Valve  ap¬ 
proval  of. 

763-25-SA— Milwaukee  Piston  Rotating  Port  Pump  Tvoe 
No.  705,  approval  of. 

638- 25-S A— American  Marsh  Duplex  Fuel  Oil  Pump  ap¬ 

proval  of. 

639- 25-SA— Marsh  Simplex  Fuel  Oil  Pump,  approval  of. 

729-25-SA— The  Hauck  Vention  Low  Pressure  Oil  Burner 
approval  of. 

671-25-SA— Allen  2]/2  in.  Angle  Hose  Valve,  approval  of. 
717-25-SA— Chlorinating  Apparatus,  approval  of. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  1,  1925,  at  10  a.  m. 

230-25-A — 1377  Washington  avenue,  Bronx. 

267-25-A— 34-36  Pine  street,  Manhattan. 

674-25-A — 18  John  street,  Manhattan. 

686-25-A — 477  Clermont  avenue,  Brooklyn. 

783-25-A — 654  Broadway,  Manhattan. 

788- 25-A — 28  Buckingham  road,  Brooklyn. 

789- 25-A — 29-45  Rodney  street,  Brooklyn. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

•  Tuesday,  December  1,  1925,  at  2  p.  m. 

801-25-A — 49-61  Clymer  street,  Brooklyn. 

803-25-A— 514-16  Broadway  through  to  60-66  Crosby  street, 
Manhattan. 

806-25-A— 133-135  Greene  street,  Manhattan. 

831-25-A  3140  Kingsbridge  terrace,  Bronx. 

834-25-A — 390-96  Berry  street,  Brooklyn. 

841-25-A— 449-459  Seventh  avenue,  163-167  West  34th 
street,  160-166  West  35th  street,  Manhat¬ 
tan. 

850-25-A— 32-34  West  39th  street,  Manhattan. 
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APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  8,  1925,  at  10  a.  m. 

278-25-A — 280  Broadway,  Manhattan. 

699-25-A — 212-214  East  6th  street,  Manhattan. 

727-25-A — 28-30  Greene  street,  Manhattan. 

798-25-A — 241-255  Haven  avenue,  Manhattan. 

1061- 25- A — 441  West  End  avenue,  Manhattan. 

1062- 25-A — 451  West  End  avenue,  Manhattan. 

63-25-A — 109-21  West  56th  street,  Manhattan. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  8,  1925,  at  2  p.  m. 

743-25-S — 125-129  Sherman  street,  L.  I.  City,  Borough  of 
Queens. 

749-25-S — 732  Broadway,  Manhattan. 

675-25-S — 48  John  street,  Manhattan. 

728-25-S — 48  West  22nd  street,  Manhattan. 

734-25-S — 87-9  Nassau  street,  130  Fulton  street,  Manhat¬ 
tan. 

774-25-S — 501  Seventh  avenue,  Manhattan. 

794-25-S — 79-87  Madison  avenue,  23-27  East  28th  street, 
Manhattan. 

426-25-S— 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

537-25-S— 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

693-25-S _ 270-276  West  38th  street  and  554-558  Eighth 

avenue,  Manhattan. 

688-25-S — 114-116  West  56th  street,  Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

813- 25-SA — Hardinge  Oil  Burner,  approval  of. 

814- 25-SA— Aetna  Automatic  Syphone  Breaker,  approval 

of. 


846-25-SA — K.F.C.  Fuel  Oil  Burner,  approval  ot. 
683-25-SA — Billow  Fuel  Oil  Burner,  approval  of. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  15,  1925,  at  10  a.  m. 

152-25-A — 15-19  Amsterdam  avenue,  427-37  West  59th 
street  and  134-38  West  60th  street,  Man¬ 
hattan. 

780- 25- A — 148-172  West  12th  street,  Manhattan. 

781- 25-A — 187  Lafayette  street,  Manhattan. 

804-25-A — 149  Spring  street,  Manhattan. 

874-25-A — Bronx  River,  between  Lafayette  street  and 
Spofford  avenue,  The  Bronx. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  22,  1925,  at  2  p.  m. 

800-25-S — 15-19  West  39th  street,  Manhattan. 

837-25-S — 184  Boerum  street,  Brooklyn. 

368-25-S — 582  Fifth  avenue,  Manhattan 
582-25-S — 113  Nassau  street,  Manhattan. 

747-25-S — 236-238  West  30th  street,  Manhattan. 

421-25-S — 136-40  West  23rd  street,  Manhattan. 

745- 25-S — 214-226  West  29th  street,  Manhattan. 

746- 25-S — 242-46  West  30th  street,  Manhattan. 

779-25-S — 164-6  East  86th  street  and  1542  Third  avenue, 

Manhattan. 

I 

797-25-S — 476-478  Broome  street,  Manhattan. 

819-25-S — 1104-1106  Fulton  street,  Brooklyn. 

840-25-S — 1239  Broadway,  Manhattan. 

854-25-S — 2148-50  Third  avenue,  Manhattan. 

859-25-S — 142  West  32nd  street,  Manhattan. 

869-25-S — 306-310  Penn  street,  Brooklyn. 

867-25-S — 174  Wooster  street,  Manhattan. 


SPECIAL  NOTICE 


The  meeting  scheduled  for  October  27,  1925,  at  2  p.  m.  has  been  laid  over  to  a  special  meeting  Friday,  November  20, 

1925,  at  10  a.  m. 


CONCRETE  RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE 


Adopted  by  the  Bond  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  c  i  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement. 


1-1J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  i* 
to  be  deposited  under  water. 
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BUAKD  Ut  STANDARDS  AND  APPEALS 

REGULAR  MEETING.  THE  VOTE  TO  WlTWni?  a  w 

TUESDAY  MORNING  NOVEMBER  10,  1W  Atoa^e  ^Sataan  ^Ilsh,  Commissioners 

JL Gtfiifotfe^Fffie 'ShwT  COnne“'  FIan‘  K™on  - 

The  minutes  of  the  regular  meeting  of  the  board,  held  on  Negative  .  .  n 

Wednesday  morning,  November  4,  1925,  and  of  the  reg-  Absent  .  .  o 

ular  meeting  of  the  board,  held  on  Wednesday  after-  . .  . 

noon,  November  4,  1925,  were  approved  as  printed  in  the  179-25- A. 

Bulletin,  No.  43,  Vol.  X.  APPELLANT-Croker  National  Fire  Prevention  Engi- 

-  CTTT3TT7^eniig  Co;’  for  Tec-Art  Studios,  Inc.,  lessee. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS.  pp5mtct?c  A?uplrTpn0rder  of  fire  comi™ssioner. 
583-25-A.  PREMISES  AFFECTED — 344  West  44th  street,  Man- 

APPELLANT  Ferdinand  Tannenbaum,  for  General  Box  APPEARANCES _ 

SUBJECT-Appeal  Tom  order  of  fire  commissioner.  £“  Idmfaistration™?^^'  tHoi7ood/,  .  ,  J 

^ISK  AFFECTE^-m-l..  Kent  avenue,  Brooklyn.  ^  ^  °f  fire  de' 

For  Appellant:  None.  COND0ITIONS^?AsR?r,7TPHea‘  ^““f1  •on  condition- 

For  Administration:  Inspector  Maher  of  fire  de-  THE  VOTE—  P  0  ^  m  resolutlon- 

ACTION  OFrtBOARD-Appeal  laid  over  to  November  ^Connell  Fhnaean  aS? S’  Commissioners  „ 

ir,  1925,  at  10  a.  m. ;  no  appearances.  1 

APPELLANT  C  A  *  H  R  h  ,  r  „  THE  RESOLUTION': .  ° 

ArrkLLAW  1— G.  A.  &  H.  Boehm,  for  Great  Northern  (179-25-A) 

SUBJECT-Appeal  from  orders  of  fire  commissioner  Co^o^Ter  ^tionTal  FFe  Prevention  Engineering 

PREMIShSLAFFECTED-109-121  w“* "* 

APPEARANCES _  mg  premises  344  West  44th  street,  Manhattan;  and 

For  Appellant :  George  A.  Boehm  26wff^ASrlatt^  °f  o  the  fire  commissi°ner,  No. 

ACTION  OF  BOARD-Appeal  laid  over  to  December  8  No  ’  1924’  readS:  • 

1925,  at  10  a.  m.,  on  condition  that  certain  specified  of  automata  sprinkkrs  throSoiU  ®ystem 

orders  of  fire  department  are  comolied  with  and  cm  C  ®prin"-lers  throughout  the  building,  having 

maintained  in  meantime.  P  ^  “d  t°h  ^  S<UpplI’  arranged  and  e(iuipped  as 

_  +d?u  n  uheurule,S  f°r  fire  extinguishing  appliances 

975-25-A.  hPQnd  ioo  tbe.  b°ard  °f  standards  and  appeals,  Decem- 

APPELLANT — Albert  E.  Kleinert,  Superintendent  of  and 

SUBJECT-Rnevocah0onOUof  certifirate^f  occupancy  No  heShP ^fe^  If  non-fi/eproof,  3  and  4  stories  in 

5336,  issued  October  27,  1924  P  7  Wo-  ^  ,148  feet  2  inches  by  101  feet  8  inches  in  area,  OC- 

PREMISES  AFFECTED — 1597  Park  place,  Brooklyn  and  *  ^  PICtUre  StUdl°’  47  perSOns  empl°yed; 

APPEARANCES—  y 

is  " 

FOrMr<Phufpb2,WnerS:  J°hn  Reye,tS  and  CharkS  “y  h  °hethapperae, 

ACTIOl°^f?zA^' laid  -  *°  “ 

_  c™dltlon  that  a  sprinkler  system,  with  direct  connection 

449-25-A.  *  •  wat.er  mail?>  shall  he  installed  complying  with  the 

APPELLANT — Whitehall  Garage,  Inc  owner  onlv snwL0*  th^,b.oard  in  aI1  other  respects,  and  granted 

from  order  °f  *«  commissioner.  unihangid  g  C°nd'"ons  as  ,0  occupancy  and  use  remains  • 

PREMISES  AFFECTED— 328  St.  Marks  avenue,  Brook-  g  '  _ _ 

a  ppp  ad  a  \jrrc  742-25-A. 

ACTIONo/igtSD  A  ”  ft'f  N  APPELLANT-— Cass  Gilbert,  Inc,  for  New  York  Life 

0^Faf3ApRVoPnP^uli,TfT«oT0^Xr1e-'  dedSi°n  °‘  <* 

~  PREMISES  AFFECTED — 26th  to  27th  streets,  4th  to 

606-25- A.  APPFAP  Aypr  avenues,  Manhattan. 

APPELLANT— Joseph  A  McNamara,  for  Gillette  Cam-  For  Appellant-  J  R  Rockart 

era  Stores  Inc.,  lessee.  ACTION  OF  BOARD-Appeal  denied 

PRFMUFq  ^Plpi7rTTn0rfor  °f  fi£e  commissioner-  THE  VOTE  TO  GRANT— 

hatL  2  ■  35&St42ndSlree,’Man-  Affirmative:  Chairman  Walsh,  Commissioner 

APPEARANCES—  , ,  FI.anagan  and  Fire  Chief  Kenlon .  3 

For  Appellant:  Murray  Hulbert.  Absent^''  ^ommissioners  Guilfoyle  and  Connell  2 

For  Administration:  Inspector  Lynch  of  fire  de-  THE  RESOLUTION- .  0 

partment. 

ACTI°  app0eLL0ARD_APPea,  withdra'™  »"  "^“cst  °«  Whereas,  Cass  Gilbe^TclTor  New  York  Life  In- 

surance  Co.,  owner,  filed,  July  24,  1925,  an  appeal,  from  a 
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decision  of  the  superintendent  of  buildings,  affecting  prem¬ 
ises  on  the  block  bounded  by  2Gth  to  27th  streets,  from  4th 
to  Madison  avenue,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
App.  No.  295-1924,  rendered  June  30,  1925,  reads: 

“10.  Not  more  than  two  elevators  may  be  placed 
in  any  one  shaft. — Section  373,  par.  13.” ; 
and  . 

Whereas,  the  proposed  building  is  fireproof,  23  stories  in 
height,  184  ft.  by  388  ft.,  OCCUPIED  by  offices,  about 
350  persons  on  each  story ;  and 

Whereas,  plans  and  application,  in  part,  proposing  12 
separate  shafts,  each  shaft  to  contain  three  elevators  in 
common,  were  submitted  to  and  disapproved  by  the  super¬ 
intendent  of  buildings ;  and 

Whereas,  the  appellant  claims  that  this  is  an  exceptional 
case;  that  the  proposed  elevator  system  is  most  efficient  in 
case  of  accident  or  panic;  he  further  contends  the  system 
is  safe. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  the  appeal  be  and  it 
hereby  is  denied. 


BUILDING  ZONE  CASES. 

11-25-BZ. 

APPLICANT — Charles  Schaefer,  Jr.,  for  Daniel  Houlihan, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  the  extension  from  a  business 
district  into  a  residence  district  of  a  proposed 
building  to  be  used  for  a  motion  picture  theatre. 

PREMISES  AFFECTED — Southeast  corner  of  234th 
street  and  White  Plains  avenue,  The  Bronx. 
APPEARANCES— 

For  Applicant:  Charles  Schaefer,  Jr. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  No¬ 
vember  17,  1925,  at  2  p.  m.,  to  ascertain  neces¬ 
sary  facts. 


271-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Ray  Barnett,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 956  Forest  avenue,  The  Bronx. 
APPEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  Jesse  Siskind. 

ACTION  OF  BOARD — Application  laid  over  to  Novem¬ 
ber  24,  1925,  at  10  a.  m.,  on  request  of  applicant’s 
representative. 


504-25-BZ. 

APPLICANT— William  F.  Doyle,  for  D.  Coppersmith, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 128-144  East  98th  street. 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Martin  Ort. 

For  Opposition :  Stanley  S.  Smith. 

ACTION  OF  BOARD — Application  laid  over  to  Novem¬ 
ber  24,  1925,  at  10  a.  m.,  on  request  of  applicant’s 
representative. 

596-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Biograph  Company, 
Inc.,  owner. 


SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  ex¬ 
tension  of  an  existing  business  building  (studio). 

PREMISES  AFFECTED — 807  East  175th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition :  Charles  V.  Halley. 

ACTION  OF  BOARD — Application  laid  over  to  Novem¬ 
ber  17,  1925,  at  10  a.  m.,  on  request  of  applicant’s 
representative. 


608-25-BZ. 

APPLICANT — McCooey  &  Conroy,  for  Lowlou  Corpora¬ 
tion,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles. 

PREMISES  AFFECTED — 1095-1117  Washington  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  John  H.  McCooey,  Jr. 

For  Opposition:  George  H.  Burtis,  Irving  Lee 
Bloch  and  K.  Karl  Klein. 

ACTION  OF  BOARD — Application  laid  over  to  Novem¬ 
ber  24,  1925,  at  10  a.  m.,  pending  inspection  by  com¬ 
mittee  of  the  board. 


14-25-BZ. 

APPLICANT — I.  T.  Flatto,  for  Woodward  Brown  Realty 
Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — West  side  of  Goodrich  street, 
100  feet  north  of  Potter  avenue,  L.  I.  City,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant :  None. 

For  Opposition :  John  J.  Dunningham  and  others. 

ACTION  OF  BOARD — Application  laid  over  to  Novem¬ 
ber  24,  1925,  at  10  a.  m.,  on  request  of  objector’s 
representative. 


15-25-BZ. 

APPLICANT — I.  T.  Flatto,  for  Woodward  Brown  Realty 
Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — East  side  of  Goodrich  street, 
100  ft.  north  of  Potter  avenue,  L.  I.  City,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant :  None. 

For  Opposition:  John  J.  Dunningham  and  others. 

ACTION  OF  BOARD — Application  laid  over  to  Novem¬ 
ber  24,  1925,  at  10  a.  m.,  on  request  of  objectors’ 
representatives.- 


292-25-BZ. 

APPLICANT — Maurice  Deiches,  for  Samuel  Marer,  owner. 

SUBJECT — Application  for  approval  of  drawings  (re:  de¬ 
cision  of  superintendent  of  buildings)  to  permit 
partly  in  a  residence  district  and  partly  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 2621-2631  Aqueduct  avenue, 
The  Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  engineer’s  report; 
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return  drawings  approved  as  being  in  accordance 
with  conditions  of  resolution. 

THE  VOTE  TO  APPROVE  DRAWINGS— 

Affirmative:  Chairman  Walsh,  Commissioners 


Connell,  Flanagan  and  Guilfoyle .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  l 


458-25-BZ. 

APPLICANT — Magnuson  &  Kleinert,  for  William  Kolle, 
owner. 

SUBJECT — Application  for  approval  of  drawings  (re:  de¬ 
cision  of  superintendent  of  buildings)  to  permit  in  a 
business  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 198-210  16th  street,  Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  engineer’s  report; 
drawings  approved  as  being  in  compliance  with 
.  conditions  of  resolution. 

THE  VOTE  TO  APPROVE  DRAWINGS— 

Affirmative:  Chairman  Walsh,  Commissioners 


Connell,  Flanagan  and  Guilfoyle .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  l 


142-25-BZ. 

APPLICANT — Irene  Thatcher,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1720-1730  Coney  Island  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Jacob  W.  Kahn. 

For  Opposition:  Samuel  Miner  and  Rev.  John  Gil¬ 
more  Ady. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Comm’ssioner  Guilfoyle .  1 

Negative:  Chairman  Walsh,  Commissioners 

Connell  and  Flanagan  and  Fire  Chief  Kenlon  4 

Absent  .  0 

THE  RESOLUTION: 

(142-25-BZ) 

Whereas,  Irene  Thatcher,  owner,  filed,  February  2, 
1925,  an  application,  under  the  building  zone  resolution,  to 
permit  in  a  business  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5)  motor 
vehicles;  PREMISES  1728-1730  Coney  Island  avenue,  Bor¬ 
ough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  10,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  board  of  standards  and  appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Coney  Island  avenue  is  in  a 
business  district ;  that  Avenue  N  is  in  a  residence  dis¬ 
trict  and  that  East  10th  street  is  in  a  residence  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  January  31,  1925,  reads: 

‘‘Contrary  to  Art.  II,  Sec.  4,  Zone  Resolution. 

“A  public  garage  for  more  than  five  motor  vehicles 
in  a  business  district.” ; 
and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  100  feet 
and  a  depth  of  100  feet,  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles;  and 
.  Whereas,  the  board  deemed  that  applicant  did  not  estab¬ 
lish  his  basis  of  appeal  under  section  21  of  the  building 
zone  resolution  on  the  ground  of  unnecessary  hardship. 


Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 

607-25-BZ. 

APPLICANT — McCooey  &  Conroy,  for  Israel  Feinberg 
and  Joe  Bernstein,  owners. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 2552-2556  Bedford  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Gardiner  Conroy. 

For  Opposition:  J.  C.  McLeer,  Chas.  F.  Kar- 
watzki  and  John  H.  Foote. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Commissioner  Guilfoyle .  i 

Negative:  Chairman  Walsh,  Commissioners 
Connell  and  Flanagan  and  Fire  Chief 

Kenlon  .  ^ 

Absent  .  q 

THE  RESOLUTION: 

(607-25-BZ) 

Whereas,  McCooey  &  Conroy,  for  Israel  Feinberg 
owner,  filed,  June  11,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles;  PREMISES  2552-2556 
Bedford  avenue,  west  side,  160  feet  north  of  Avenue  D 
Borough  of  Brooklyn;  and 

Whereas  a  public  hearing  was  held  on  this  application  by 
t  le  board  of  standards  and  appeals,  at  its  regular  meeting, 
November  10  1925,  after  due  notice  by  publication  in  the 
e*in  °*  the  board  of  standards  and  appeals;  and 
hereas,  the  use  district  maps  accompanying  the  building 
zone  resolution  show  that  Bedford  avenue  is  in  both  a  resi¬ 
dence  and  a  business  district;  that  Avenue  D  is  in  both  a 
residence  and  business  district,  and  East  23rd  street  is  in  a 
residence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  August  16,  1925,  reads: 

“Proposed  two  story  public  garage,  to  be  located  in 
a  residence  district  is  contrary  to  Art.  II,  Sec  3  of 
the  zone  resolution.”  ; 
and 

Whereas,  the  proposed  building  is  of  fireproof  construc- 
tion  2  stories  in  height,  with  a  frontage  of  60  feet  and  a 
depth  of  100  feet ;  to  be  occupied  as  a  garage  for  the  storage 
ot  more  than  five  motor  vehicles ;  and 
Whereas,  section  7-e  of  the  building  zone  resolution  does 
not  apply  m  this  application,  as  proposed  garage  is  entirely 
within  a  residence  district  and  applicant  failed  to  establish 
his  basis  of  appeal  under  section  21  on  the  ground  of  un¬ 
necessary  hardship  and  practical  difficulties,  property  having 

been  purchased  since  the  adoption  of  the  zoning  resolution 
July  25,  1916. 

.  that  the  decision  of  the  superintendent  of  build- 

mgs  be  and  it  hereby  is  affirmed  and  that  the  application  be 
and  it  hereby  is  denied. 

626-25-BZ. 

SnRTPrTNI~?eW-  Y°rk  TelePhone  Company,  owner, 
o L  rJJ LL1  —Application  (re:  decision  of  superintendent  of 

buildings).  to  permit  in  a  residence  use,  C  and  E 
area  districts,  the  extension  in  height  and  area  of 

PREMISFRX1AFPP-Crm^  teIephone  exchange  building. 
PREMISES  AFFECTED-1421-1437  Ocean  avenue  and 

APPEARANCES-6""10"  P  '  Br°°Hyn- 

For  Applicant:  N.  H.  Egleston  and  A.  A.  Frank. 
a  Opposition :  Herman  W.  Fedar. 

-  CTION  OF  BOARD— Application  granted  on  condition. 
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CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  .  . 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Negative  .  0 

Absent  .  ® 

THE  RESOLUTION: 

(626-25-BZ) 

Whereas,  New  York  Telephone  Co.,  owner,  filed,  June 
17,  1925,  an  application,  under  the  building  zone  resolu¬ 
tion,  to  permit  in  a  residence  use  C  and  E  area  district 
the  extension  in  height  and  also  area  of  an  existing  tele¬ 
phone  exchange  building;  PREMISES  1421-1437  Ocean 
avenue  and  1060-1068  Kenmore  place,  Borough  of  Brook¬ 
lyn  ;  and 

"  Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  10,  1925,  after  due  notice  by  publication  in 
the’  Bulletin  of  the  bo^rd  of  standards  and  appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Ocean  avenue  is  in  a  residence 
and  C  area  district  and  that  Kenmore  place  is  in  a  resi¬ 
dence  and  E  area  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  26,  1925,  reads : 

“Proposition  contrary  to  the  zone  resolution,  Art. 
II,  Sec.  3,  and  Art.  IV,  Sec.  15c.  The  erection  or 
extension  of  a  business  building  in  a  residence  district 
occupying  excessive  area  in  a  residence  E  area.’  ; 

and  • 

Whereas,  the  existing  central  telephone  exchange  build¬ 
ing  is  fireproof,  2  stories  in  height,  approximately  66  ft.  by 
120  ft.  in  area,  located  on  a  lot  fronting  157  ft.  2)4  in-  on 
Ocean  avenue  and  117  ft.  2J4  in.  on  Kenmore  place,  run¬ 
ning  through  from  street  to  street  (depth  210  ft.),  it  is  pro¬ 
posed  to  enlarge  the  building  by  adding  an  additional  story, 
making  the  structure  3  stories  in  height  above  grade  and 
increasing  area  to  146  ft.  11  in.  by  179  ft.  10  in.,  occupy¬ 
ing  72  per  cent,  of  the  entire  lot  and  59  per  cent,  of  the 
portion  in  the  E  district;  and 

Whereas,  applicant  established  his  basis  of  appeal  under 
sections  7-a  and  7-d  of  the  building  zone  resolution,  and  the 
board  deemed  it  would  be  an  unnecessary  hardship,  within 
the  meaning  of  section  21,  to  deprive  applicant  of  the  pro¬ 
posed  use  of  the  premises,  under  such  conditions  as  would 
safeguard  adjacent  properties. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  building  be  restricted  in  height  to  a  three-story  struc¬ 
ture  above  grade;  that  the  exterior  of  all  walls,  including 
the  gable  and  side  wall,  shall  be  finished  of  the  same  mate¬ 
rial  and  of  the  same  texture  and  design  as  the  existing 
building  on  Ocean  avenue,  namely,  limestone  and  face  brick, 
with  limestone  trimming  and  limestone  balustrade;  that  the 
Kenmore  avenue  frontage  shall  set  back  not  less  than  25 
feet  from  the  established  municipal  building  line;  that  a 
side  court  to  the  north,  not  less  than  10  ft.  wide,  running 
from  street  to  street,  shall  be  maintained  open;  that  a 
side  court  of  not  less  than  14  feet  shall  be  maintained  at 
the  south,  for  a  depth  of  not  less  than  100  ft. ;  that  there 
shall  be  no  exit  or  entrance  on  the  Kenmore  avenue  front, 
nor  on  the  side  courts,  other  than  one  mergency  exit,  opening 
to  the  south  side  court  and  not  less  than  25  feet  from  the 
Kenmore  avenue  frontage;  that  the  use  and  occupancy  of 
this  proposed  structure  shall  be  restricted  and  limited  to 
the  conduct  of  a  central  telephone  exchange,  and  that  there 
shall  be  no  storage  of  any  material  on  the  unoccupied  land 
forming  part  of  this  premises;  that  the  unoccupied  space 
on  the  Kenmore  avenue  front  shall  be  seeded  and  maintained 
as  a  grass  lawn,  other  than  one  cement  pedestrian  pathway, 
not  exceeding  five  (5)  feet  in  width,  from  the  southerly 


court  to  the  Kenmore  avenue  sidewall ;  that  no  signs  or 
advertising  of  any  nature  or  description  shall  be  exposed  or 
displayed  on  the  exterior  of  the  building;  that  all  permits 
necessary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  building  completed  within  eight¬ 
een  months  from  the  date  of  this  action. 


754-25-BZ. 

APPLICANT — Robert  Tappan,  for  Cord  Meyer  Devel¬ 
opment  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  group  of  twenty-six 
one-car  attached  garages,  for  the  storage  of  pleas¬ 
ure  motor  vehicles  as  an  accessory  to  private  dwell¬ 
ings  located  within  the  same  block. 

PREMISES  AFFECTED — North  side  of  Austin  street, 
bounded  by  Puritan  avenue  and  Atom  place,  For¬ 
est  Hills,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  R.  W.  Kellogg  and  A.  Alexander. 
For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 


Connell,  Flanagan  and  Guilfoyle .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(754-25-BZ) 


Whereas,  Robert  Tappan,  for  Cord  Meyer  Development 
Company,  owner,  filed,  July  20,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  group  of  26  one-car  at¬ 
tached  garages,  for  the  storage  of  pleasure  motor  vehicles, 
as  an  accessory  to  private  dwellings  located  within  the 
same  block;  PREMISES  north  side  of  Austin  street, 
bounded  by  Puritan  avenue  and  Atom  place,  Forest  Hills, 
Borough  of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  10,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  board  of  standards  and  appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Austin  street,  Atom  place  and 
Puritan  avenue  are  in  residence  districts,  and  that  Queens 
boulevard  is  in  a  business  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  30,  1925,  reads : 

“Erection  of  these  buildings  is  contrary  to  the  zone 
law,  Art.  2,  Sec.  3. 

“Building  proposed  is  for  use  not  allowed  except  when 
same  is  accessory  to  dwelling  on  same  lot. 

“The  number  of  cars  to  be  provided  is  greater  than 
allowed  for  an  accessory  use.” ; 
and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  10  feet 
and  a  depth  of  20  feet,  to  be  occupied  as  group  of  26  one- 
car  attached  garages,  for  the  storage  of  pleasure  cars,  as 
an  accessory  to  private  dwellings  located  within  the  same 
block ;  and 

Whereas,  applicant  filed  94.5  per  cent,  of  consents  in  sup¬ 
port  of  his  basis  of  appeal  under  rules  of  exception,  section 
7-g  of  the  building  zone  resolution,  and  the  board  deemed 
it  would  be  an  unnecessary  hardship,  within  the  meaning 
of  section  21,  to  deprive  applicant  of  the  privilege  of  devel¬ 
oping  his  property  as  proposed  for  the  accommodation  of 
the  fee  owners  and  as  accessory  use  thereto,  under  condi¬ 
tions  which  would  safeguard  and  protect  adjacent  or  af¬ 
fected  properties. 
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Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  garage  use  shall  be  limited  to  twenty-six  (26)  individ¬ 
ual  garages  united,  not  exceeding  a  width  of  8  ft.  4  inches 
each,  interior  dimensions,  and  a  depth  of  20  ft.,  subdivided 
by  walls  of  approved  masonry,  the  use  and  occupancy  to 
be  maintained  as  accessory  to  private  residences  in  fee  own¬ 
ership,  located  within  the  block  bounded  by  Austin  street, 
Atom  place,  Puritan  avenue  and  Queens  boulevard;  that 
there  shall  be  no  signs  of  any  nature  or  descrip¬ 
tion  exposed  or  maintained  on  the  premises ;  that  there  shall 
be  no  gasoline  storage  equipment  installed  on  any  part  of 


the  square  block  within  the  residence  area;  the  garage  use 
be  restricted  to  storage  of  automobiles  of  the  pleasure  car 
type,  the  property  of  owners  or  occupants  of  the  residences 
within  the  block  above  described  and  accessory  thereto;  that 
the  exterior  of  the  buildings  shall  be  finished  in  face  brick 
in  general  harmony  with  the  exterior  of  the  private  resi¬ 
dences  on  the  street  frontages  within  the  square  block  afore¬ 
said;  that  all  permits  necessary  for  the  prosecution  of  the 
work  shall  be  obtained  within  nine  months  and  the  build¬ 
ings  completed  within  eighteen  months  from  the  date  of 
this  action. 


Adjourned,  1:45  p.  m. 

James  O’Connor,  Secretary 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  NOVEMBER  10,  1925. 

Present:  Chairman  Walsh,  Commissioners  Connell, 
Flanagan,  Guilfoyle  and  Fire  Chief  Kenlon. 


PETITIONS  FOR  VARIATIONS. 

673-25-S. 

PETITIONER — James  W.  Byrnes,  for  S.  Monday  & 
Sons,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED— 34-40  South  First  street, 
Brooklyn. 

APPEARANCES— 

For  Petitioner:  James  W.  Byrnes. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  November 
24,  1925,  at  2  p.  m.,  on  request  of  petitioner. 


688-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Great  North¬ 
ern  Garage,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 114-116  West  56th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
8,  1925,  at  2  p.  m.,  to  submit  proof. 

693-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Fairchild 

Aerial  Camera  Cprp.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 270-276  West  38th  street 
and  554-568  Eighth  avenue,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
8,  1925,  at  2  p.  m.,  on  request  of  petitioner. 

537-25-S. 

PETITIONER — Samuel  Rosenblum,  for  105-107  Fulton 
Street  Co.,  Inc.,  owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 


PREMISES  AFF ECTED — 105-107  Fulton  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
8,  1925,  at  2  p.  m.,  on  request  of  petitioner. 

550-25-S'. 

PETITIONER — Samuel  Rosenblum,  for  R.  A.  Ruther¬ 
ford  Co.,  Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 225  Mercer  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
8,  1925,  at  2  p.  m.,  on  request  of  petitioner. 

557-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Duman  Textile 
Mills,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 464  Liberty  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
8,  1925,  at  2p*  m.,  on  request  of  petitioner. 

533-25-S. 

PETITIONER — Frank  H.  Quinby,  for  Goodwill  Indus¬ 
tries,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 269-271  State  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  Novem¬ 
ber  24,  1925,  at  2  p.  m. 

625-25-S. 

PETITIONER — Philip  Markowitz,  for  Max  Seitelbach, 
owner. 


1222 


MINUTES 


SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED— 148-150  East  28th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  J.  I.  Goodstem. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  Novem¬ 
ber  24,  1925,  at  2  p.  m.,  on  request  of  petitioner. 


PETITIONER— Emery  Roth,  for  Greenwill  Construc¬ 
tion  Co.,  owner.  ...  ,  .  . 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 14-16  East  38th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  John  F.  Keating. 

ACTION  OF  BOARD — Petition  laid  over  to  Novem¬ 
ber  24,  1925,  at  2  p.  m.,  on  request  of  petitioner. 


PETITIONER — Arthur  Greenbaum,  for  Abram  I.  Kap- 
lan  lessee. 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 251  Fifth  avenue  and  1  East 
28th  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  John  F.  Keating. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  laid  over  to  Novem¬ 
ber  24,  1925,  at  2  p.  m.,  on  request  of  petitioner. 


♦ 


PETITIONER — Samuel  Rosenblum,  for  Charles  E. 

Weyand  &  Co.,  Inc.,  owner.  . 

SUBJECT — Variation  of  labor  law  as  cited  in  order  ot 
fire  commissioner. 

PREMISES  AFFECTED— 22-26  Howard  street  and 
5-7  Crosby  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
8,  1925,  at  2  p.  m.,  on  request  of  petitioner. 


PETITIONER — Daniel  Adelman,  for  29  West  17th 
Street  Corp.,  owner. 

SUBJECT— Application  for  reopening— petition  tor  va¬ 
riation  of  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED— 29  West  17th  street,  Man¬ 


hattan. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  hre 
department. 

ACTION  OF  BOARD— Petition  to  reopen  denied  on 
report  of  representative  of  the  fire  prevention 
bureau  and  the  engineer  of  the  board. 

THE  VOTE  TO  REOPEN— 

Affirmative . •  •  •  •  • - ;  •  •. .  0 

Negative:  Chairman  Walsh.  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Absent:  Fire  Chief  Kenlon .  1 


PETITIONER— Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Memtial  Realty  Co-  owner. 


SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 221-249  McKibben  street, 
Brooklyn. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


THE  RESOLUTION: 


(677-25-S) 


Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Memtial  Realty  Co.,  owner,  filed,  June  30,  1925, 
a  petition,  with  the  board  of  standards  and  appeals,  for 
variation  from  the  requirements  of  the  labor  law,  as  cited 
in  order  of  the  fire  commissioner,  affecting  premises  221- 
249  McKibben  street,  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  64925- 
LD,  dated  September  24,  1925,  reads : 

“1.  Remove  the  sub-standard  fire  escapes  on  the 
front  and  rear  or  reconstruct  same  in  accordance  with 
section  274  of  labor  law,  except  that  in  lieu  of  a  coun¬ 
terbalanced  stairs  a  drop  ladder  in  guides  from  the  low¬ 
est  balcony  to  the  ground  may  be  provided. 

“2.  Enclose  the  interior  stairway  at  east  end  of  build¬ 
ing  serving  as  a  required  means  of  exit.  *  *  *. 

“3.  Enclose  the  interior  stairway  at  center  of  build¬ 
ing  serving  as  a  required  means  of  exit,  *  * 


and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  200  ft.  by  40  ft.  in  area,  with  one-story  extension, 
71  ft.  by  55  ft.  6  in.  in  area;  OCCUPIED  as  a  factory 
building ;  1st  story,  stock  and  shipping,  16  persons ;  2nd  story, 
cutting  rooms,  33  persons;  3rd  story,  assembling,  23  per¬ 
sons;  EQUIPPED  with  a  fire  alarm  signal  system.  EX¬ 
ITS  :  An  interior  iron  stairway  at  center,  extending  from 
the  1st  story  to  top  story,  with  fireproof  sliding  doors  at 
2nd  story  openings;  an  open  wooden  stairway  at  east  end, 
extending  from  1st  to  2nd  story;  six  sub-standard  fire 
escapes;  three  on  the  front  and  three  on  the  rear  of  the 
building,  having  non-fireproof  openings  along  the  course 
thereof,  extending  from  the  2nd  to  the  3rd  story,  no  egress 
from  termination  of  rear  fire  escapes;  there  are  no  adjoin¬ 
ing  buildings;  and 

Whereas,  the  petitioner  proposes  to  provide  fireproot 
self-closing  doors  to  center  stairway  at  1st  and  3rd  stories; 
to  rearrange  the  front  east  fire  escape  so  as  to  meet  with 
all  requirements  of  a  standard  fire  escape;  to  remove  all 
other  sub-standard  fire  escapes ;  he  contends  the  building 
will  then  be  provided  with  two  means  of  egress,  and  requests 
the  board  to  accept  the  proposed  work  in  lieu  of  complying 
with  Items  1,  2  and  3  of  fire  department  Order  No. 

64925-LD.  ,  ,  ,  .  . 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted  as 
to  Item  No.  2,  on  condition  that  the  existing  staircase  shall 
be  enclosed  with  fire-retarding  material  in  accordance  with 
the  rules  of  the  board  of  standards  and  appeals,  with  self- 
closing  fireproof  doors  at  the  foot  of  stairs  on  each  story ; 
granted,  as  to  Item  No.  3,  on  condition  that  the  entrance 
on  each  side  of  the  stairs  shall  be  provided  with  vestibuled 
enclosures,  fire-retarded,  with  self-closing  fireproof  doors  at 
all  openings,  and  that  a  60-degree  fire  escape  shall  be  pro¬ 
vided  on  the  east  end  of  the  building,  with  counterbalanced 
stairway  to  the  street,  with  fireproof  casement  doors  to  each 
balcony,  with  steps  to  sills,  and  that  the  occupancy  and 
use  shall  remain  unchanged;  and  denied  as  to  Item  No.  1. 


1223 


MINUTES 


679-25-S. 

PETITIONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  No.  5  West  30th  St.  Corp., 
owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 5  West  30th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  '  0 

Absent  . '  q 

THE  RESOLUTION: 

(679-25-S) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  5  West  30th  Street  Corporation,  owner,  filed 
June  30,  1925,  a  petition,  with  the  board  of  standards  and 
appeals,  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  an  order  of  the  fire  commissioner,  affecting 
premises  5  West  30th  street,  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Tan- 
uary  21,  1925,  reads  (Order  No.  70958-LD)  : 

L  Provide  an  additional  means  of  exit  from  the  1st 
story,  said  exit  to  be  located  at  the  north  side  of  build¬ 
ing,  in  accordance  with  the  provisions  of  Section  271 
of  the  Labor  Law. 

“2.  Provide  safe  and  unobstructed  egress  from  the 
lower  termination  of  the  Ere  escape  at  the  north  side 
of  the  building  by  constructing  a  fireproof  passageway 
with  an  unobstructed  width  of  at  least  3  feet  through¬ 
out,  leading  to  the  street,  adequately  lighted  at  all  times 
during  working  hours,  or  by  means  of  providing  access 
to  an  open  area  havirg  communication  with  the  street, 
as  per  Section  373  c  the  Labor  Law.”; 
and 

Whereas,  the  buildinj  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  98  ft.  9  in.  in  area  at  1st  story  and  25  ft. 
by  89  ft.  2  in.  in  area  above;  OCCUPIED  as  a  factory 
building ;  1st  story,  store ;  2nd  story,  sample  room,  3  per¬ 
sons;  3rd  story,  vacant;  4th  story,  showroom,  2  persons; 
5th  story,  manufacturing  dresses,  14  persons;  EQUIPPED 
with  a  fire  alarm  signal  system.  EXITS :  An  interior 
wooden  stairway,  extending  from  the  1st  story  to  roof;  en¬ 
closed  in  fire-retarding  partitions  with  fireproof  doors  at 
openings;  a  fire  escape  on  the  rear  of  the  building,  having 
fireproof  openings  along  the  course  thereof,  extending  from 
top  story  to  the  2nd  story;  with  EGRESS  from  the  ter¬ 
mination  of  the  fire  escape  by  means  of  a  passageway  lead¬ 
ing  to  entrance  hall,  thence  to  the  street;  ROOFS  of  ad¬ 
joining  buildings  7  stories  higher  at  west,  6  stories  higher 
at  east;  and 

Whereas,  the  petitioner  proposes,  with  regard  to  Item  1, 
to  cut  a  doorway  in  the  partition  separating  the  front  part 
of  1st  story  from  the  rear  partition;  he  claims,  with  regard 
to  Item  2,  that  the  passageway  is  enclosed  by  brick  wall 
on  one  side  and  fire-retarding  partition  on  the  other  side; 
due  to  the  light  occupancy  and  the  fact  that  no  manufac¬ 
turing  is  done  in  the  buildin  ;,  except  on  the  5th  story,  he 
requests  the  board  to  accept  the  proposed  exits. 

Resolved,  that  the  board  *  f  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  1,  on  condition  that  a  doorway  shall  be 
provided  in  the  partition  separating  the  front  and  rear  por¬ 
tions  of  the  1st  story  and  equipped  with  self-closing  fireproof 
door;  granted,  as  to  Item  No.  2,  on  condition  that  a  stand¬ 
ard  fire  jscape  shall  be  provided  on  the  rear  of  the  building 
to  the  2nd  story  level  with  stairway  therefrom  to  main  hall, 


1st  story,  with  egress  direct  to  street,  stairway  and  pas¬ 
sageway  to  be  enclosed  with  fire-retarded  partitions  all 
openings  therein  equipped  with  fireproof  self-closing  doors 
and  on  condition  that  the  manufacturing  occupancy  shall 
be  restricted  to  the  top  story. 


689-25-S. 

PETITIONER— Samuel  Rosenblum,  for  Emil  T  Palm- 
enburg,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of 
hre  commissioner. 

PREMISES  AFFECTED-89-91  West  Third  street 
Manhattan.  Cl> 

APPEARANCES— 

Tor  Petitioner;  Samuel  Rosenblum  and  R  T 
Palmenberg. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  denied 
THE  VOTE  TO  GRANT- 

Affirmative:  Chairman  Walsh  and  Commis¬ 
sioner  Connell  . 

Negative :  Commissioners  Flanagan  and  Guil- 
foyle  and  Fire  Chief  Kenlon...  3 

THE  RESOLUTION: .  0 

w  (689-25-S) 

Whereas,  Samuel  Rosenblum,  for  Emil  T 
owner,  filed  July  l,  1925,  a  petition with  the 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  orders  of  the  fire  commi. 

ta°nn;erand  lg  PremiSCS  89~91  WeSt  3rd  street-  Manhat- 

W  here  as,  the  orders  of  the  fire  commissioner  read : 

Order  No.  79655-LD.  1.  Arrange  the  doors  lead- 

mg  to  stairway  on  all  stories,  so  as  to  open  outwardly 

Hbortawt”  Ctmg  Stairway>  as  Per  sec.  271  of 

Order  No.  79654-LD.  1.  Provide  safe  and  unob¬ 

structed  egress  from  the  lower  termination  of  the  fire 

firenrnnf*  ^  ^  °f  buiIding  bY  constructing  a 
‘  Passageway  with  an  unobstructed  width  of 

at  least  3  ft.  throughout,  leading  to  the  street  ade¬ 
quately  lighted  at  all  times  during  working  hours,  or 
by  means  of  providing  access  to  an  open  area  having 

fabo^law3”'-011  ^  Street’  as  per  sec-  273  of  the 

and 

heShfE^nAft  VhC  bmJdin.g  is  non-fireproof,  five  stories  in 
height,  50  ft.  by  95  ft.  in  area;  OCCUPIED  as  a  factory 

building,  on  the  1st  story,  .  shipping ;  2nd  story,  carpenter, 
14  persons;  3rd  story,  shaping  wire,  13  persons;  4th  story’ 

EOUIPPFD’  Yh  persons. :  5th  story,  plating,  41  persons; 
EQUIPPED  with  a  sprinkler  system.  EXITS :  An  interior 

fireproof  stairway,  extending  from  the  1st  story  to  roof 
separated  from  each,  floor  by  brick  walls,  with  fireproof 
sliding  doors  at  openings;  a  fire  escape  on  the  rear  of  the 
building,  having  fireproof  openings  along  the  course  there¬ 
of,  extending,  from  roof  to  yard  level,  with  EGRESS  from 
the  termination  of  the  fire  escape  by  means  of  gate  in  fence 
to  adjoining  yard  af  north,  which  yard  opens  directly  to 
the  street,  ROOFS  of  adjoining  buildings,  one  story  lower 
at  the  east,  two  stories  lower  at  the  west;  and 

Whereas,  the  petitioner  claims  the  fireproof  sliding  door 
at  openings  to  stairhall  are  similar  to  those  used  at  hori¬ 
zontal  exits ;  that  the  egress  from  rear  fire  escapes  is  main¬ 
tained;  that  consents  to  use  the  adjoining  properties  at 
north  from  exit  have  been  obtained  from  the  lessees;  and 
in  view  of  the  above  facts,  the  petitioner  requests  the  board 
to  accept  the  present  exits  without  change. 

Resolved,  that  the  orders  of  the  fire  commissioner  be  and 
they  hereby  are  affirmed,  and  the  petition  be  and  it  hereby 
is  denied. 
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690-25-S. 

PET  I  TIONER — Samuel  Rosenblum,  for  Sutter  Avenue 
Realty  Co.,  Inc.,  owner. 


MINUTES 


SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 1252-1254  Bedford  avenue, 
Brooklyn. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 

department. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 

Kenlon  . 4 

Negative:  Commissioner  Guilfoyle .  1 

Absent .  0 


THE  RESOLUTION: 

(690-25-S) 

Whereas,  Samuel  Rosenblum,  for  the  Sutter  Ave.  Realty 
Co.,  Inc.,  filed,  July  1,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  order  of  the  fire  commis¬ 
sioner,  affecting  premises  1252-4  Bedford  avenue,  Borough 
of  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
1  1925  reads . 

“1.  Extend  the  interior  stairway  at  east  side  of  build¬ 
ing  from  3rd  story  to  the  roof. 

“2.  Enclose  the  interior  stairway  at  the  east  siae 
of  the  building  in  partitions  of  fire  resisting  material 
extending  from  the  1st  story  to  and  including  the  bulk¬ 
head  on  the  roof. 

“3.  Arrange  the  fire  escape  on  the  west  side  of  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof,  so  that  same  are  in 
compliance  with  the  provisions  of  Sec.  273  and  274, 
etc.,  or  carry  out  the  proper  alternative  method  of 
complying  with  the  requirements  of  Labor  Law.  Among 
defects  noted  on  this  fire  escape  are  the  following: 

“Counter-balanced  stairs  from  lowest  balcony  to 

ground.  .  .  ..  . 

“No  fireproof  passageway  from  termination  to 

street.” ; 


and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  45  ft.  V/z  in.  by  90  ft.  in  area;  OCCUPIED  as  a 
tenant  factory;  1st  story,  stores;  2nd  story,  dancing  school 
and  hall;  3rd  story,  manufacturing  cloaks,  20  persons;  4th 
story,  manufacturing  dresses,  35  persons.  EX1 1  S  :  An  in¬ 
terior  wooden  stairway  at  east  side,  extending  from  1st  story 
to  3rd  story,  thence  at  south  side  from  3rd  story  to  4th 
story,  enclosed  in  wooden  partitions  with  wooden  doors  at 
openings;  a  horizontal  exit  on  each  of  the  2nd  and  3rd 
stories  to  building  at  south ;  a  sub-standard  fire  escape  on 
the  front  of  the  building;  a  60-degree  fire  escape  on  the 
west  (rear)  side  of  the  building,  having  fireproof  openings 
on  the  course  thereof,  extending  from  the  top  story  to  the 
1st  story,  with  no  means  of  egress  from  the  termination 
of  same;  ROOFS  of  adjoining  buildings,  10  ft.  lower  at 

north,  11  ft.  lower  at  south;  and 

Whereas,  the  petitioner  proposes  to  enclose  the  stairway 
at  east  with  fire-resisting  partitions  up  to  the  ceiling  o 
3rd  story;  to  remove  the  60  degree  fire  escape  at  west 
(rear)  and  reconstruct  them  on  north  side  at  rear,  ex¬ 
tending  from  the  top  story  to  roof  of  adjoining  1st  story 
extension,  the  openings  along  the  course  thereof  to  be  fire- 
self-closing;  he  claims  the  adjommg  bmldmgs  on 
both  sides  are  under  the  same  ownership ,  that  the  exit 
and  entrance  to  the  4th  story  of  the  building  under  this 
netition  are  through  the  adjoining  building  at  south,  he 
taS  contends  That  the  exits  would  be  adequate,  and 
requests  the  board  to  accept  the  proposed  exits  in  lieu  of 
complying  with  Items  1,  2  and  3  of  fire  department  Order 

No.  74975-LD. 


Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  3,  on  condition  that  a  standard  fire  escape 
shall  be  provided  from  the  rear  at  the  northerly  gable 
wall  terminating  on  the  roof  of  the  extension  of  the  build¬ 
ing  to  the  north  in  the  same  ownership,  with  egress  through 
plain  glass  windows ;  and  that  a  counterbalanced  drop  ladder 
in  guides  shall  be  provided  from  the  rear  of  the  fire  escape 
at  the  south  side  from  lowest  balcony  to  the  yard,  with 
egress  in  the  rear  to  Fulton  street;  and  granted  only  so 
long  as  both  buildings  (one  to  north)  remain  in  a  single 
ownership,  and  the  conditions  as  to  occupancy  and  use  re¬ 
main  substantially  unchanged;  and  denied  as  to  Items  No. 
1  and  2. 


704-25-S.  „  .  _  . 

PETITIONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  S.  Weil  &  Co.,  Inc.,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 379-385  DeKalb  avenue, 
Brooklyn. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  . 0 

Absent  .  0 


THE  RESOLUTION: 

(704-25-S) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  S.  Weil  &  Co.,  Inc.,  owner,  filed,  July  3,  1925, 
a  petition,  with  the  board  of  standards  and  appeals,  for 
a  variation  from  the  requirements  of  the  labor  law,  as 
cited  in  order  of  the  fire  commissioner,  affecting  premises 
379-385  De  Kalb  avenue,  Borough  of  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Oc¬ 
tober  3,  1925,  reads : 

“1.  Arrange  bars  on  windows  on  east,  west  and 
south  sides  of  basement  so  as  to  be  readily  movable 
or  removable  from  both  sides  in  such  a  manner  as  to 
afford  the  free  and  unobstructed  use  of  such  windows 
for  purpose  of  egress  as  per  Sec.  272  of  the  Labor 
Law.” ; 

and  . 

Whereas,  the  building  is  non-fireproof,  four  stones  and 
basement  in  height,  60  ft.  by  157  ft.  6  in.  in  area.  OCCU¬ 
PIED :  Basement,  shoe  factory,  30  persons;  1st,  2nd  and 
3rd  stories,  shoe  factory,  280  persons ;  4th  story,  wool  knit 
goods,  70  persons;  EQUIPPED  with  a  sprinkler  system 
and  a  fire  alarm  signal  system;  and 

Whereas,  there  are  barred  windows  in  the  east,  west 
and  south  walls  of  basement  story ;  and 

Whereas,  the  petitioner  contends  that  the  basement  is 
amply  provided  with  exits;  two  stairways  and  fire  openings 
leading  to  the  open  areaway  running  around  the  entire  prem¬ 
ises  exit  from  areaway  being  by  means  of  iron  ladders, 
located  at  each  opening  to  street;  petitioner  contends  fur¬ 
ther  that  the  fire  alarm  signal  would  afford  ample  oppor¬ 
tunity  for  the  occupants  of  this  story  to  escape  in  the 
event  of  fire  in  any  other  portion  of  the  premises. 

Resolved,  that  the  board  of  standards  and  appeals  does 
herebv  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  casement  doors  shall  be  provided  on  every 
third  opening,  with  egress  to  open  areaway,  and  vertical 
ladders  from  said  area  at  each  opening  to  sidewalk ,  and 
that  a  legal  enclosed  stairway  shall  be  provided  and  main¬ 
tained  on  the  interior  of  the  building. 
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757-25-S. 

PETITIONER  William  F.  Doyle,  for  Broadway  and 
38th  Street  Corp.,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of 
superintendent  of  buildings. 

PREMISES  AFFECTED— 134-142  West  38th  street 
and  1385-1391  Broadway,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Martin  Ort. 

For  Administration:  Inspector  Maher  of  fire 
department. 

tRxtc'B(^'RD  ■Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Whlsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 

Kenlon  .  4 

Negative:  Commissioner  Guilfoyle .  l 

Absent .  q 

THE  RESOLUTION: 


(757-25-S) 

Whereas,  William  F.  Doyle,  for  Broadway  and  38th 
Street  Corporation,  owner,  filed,  July  20,  1925,  a  petition, 
with  the  board  of  standards  and  appeals,  for  variation  from 
the  requirements  of  the  labor  law,  as  cited  in  a  decision 
of  the  superintendent  of  buildings,  affecting  premises  134- 
42  West  38th  street  and  1385-91  Broadway,  Borough  of 
Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  July  8,  1925,  reads: 

“No.  19 — All  exterior  openings,  including  at  1st,  2nd 
and  3rd  stories  at  front,  should  comply  with  Section 
264  of  the  Labor  Law  and  Rule  503  of  the  Industrial 
Code.” ; 
and 

Whereas,  the  building  is  fireproof,  23  stories  in  height, 
104  ft.  by  174  ft.  (irregular)  in  area.  OCCUPIED:  1st 
story,  stores ;  upper  stories,  lofts,  offices  and  showrooms ; 
EQUIPPED  with  a  sprinkler  system.  EXITS  :  Two  in¬ 
terior  fireproof  stairways  extending  from  the  1st  story  to 
roof,  enclosed  in  fireproof  partitions  with  fire  doors  at  open¬ 
ings;  and 

Whereas,  petitioner  proposes  to  omit  the  self-closing 
devices  on  all  windows  other  than  those  within  30  ft.  of 
openings  in  an  adjoining  building  or  within  50  ft.  of  a 
neighboring  roof. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  omission  of  the  automatic  device 
on  windows  other  than  those  within  the  30  ft.  horizontally 
or  50  ft.  vertically  of  any  adjoining  exposures,  on  condition 
that  the  labor  law  requirements  shall  be  complied  with  in 
all  other  respects. 


758-25-S. 

PETITIONER — William  F.  Doyle,  for  251  West  37th 
Street,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 265-267  West  37th  street 
and  540-552  Eighth  avenue,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Martin  Ort. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 


Kenlon  .  4 

Negative:  Commissioner  Guilfoyle .  1 

Absent  .  0 


THE  RESOLUTION: 

(758-25-S) 

Whereas,  William  F.  Doyle,  for  251  West  37th  Street 
Inc.,  owner  filed,  July  20,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  a  decision  of  the  su- 
penntendent  of  buildings,  affecting  premises  No.  265-67 
West  37th  street  and  540-52  Eighth  avenue,  Borough  of 
Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  July  2,  1925,  reads: 

“12.  Windows  should  be  constructed  to  conform  to 
Section  264  of  the  Labor  Law.”; 

and 

Whereas,  the  building  is  fireproof,  23  stories  in  height 
98  ft.  by  100  ft.  in  area.  OCCUPIED:  1st  story,  stores; 
upper  stories,  lofts,  offices  and  showrooms;  EQUIPPED 
with  a  sprinkler  system.  EXITS :  Two  interior  fireproof 
stairways  extending  from  the  1st  story  to  the  roof,  enclosed 
in  fireproof  partitions  with  fire  doors  at  openings ;  and 

Whereas,  petitioner  proposes  to  omit  the  self-closing  de¬ 
vices  on  all  windows  other  than  those  within  30  ft.  of  open¬ 
ings  in  an  adjoining  building  or  within  50  ft.  of  a  neigh¬ 
boring  roof. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  omission  of  the  automatic  de¬ 
vice  on  windows  other  than  those  within  the  30  ft.  hori¬ 
zontally  or  50  ft.  vertically  of  any  adjoining  exposures, 
on  condition  that  the  labor  law  requirements  shall  be  com¬ 
plied  with  in  all  other  respects. 


391-25-S. 

PETITIONER — A.  E.  Nast,  for  Mary  C.  Morrison, 
owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings  and  order  of  fire 
commissioner. 

PREMISES  AFFECTED— 17  East  55th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

ffranted  on  condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  W^alsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 

Kenlon  .  4 

Negative:  Commissioner  Guilfoyle .  1 

Absent  .  .  .  0 

THE  RESOLUTION: 

(391-25-S) 

fli^YHAREuSi  A'  ^ast’  f°r  Mary  C.  Morrison,  owner, 
filed,  April  11,  1925,  a  petition,  with  the  board  of  standards 
and  appeals,  from  a  decision  of  the  superintendent  of  build¬ 
ings  and  from  an  order  of  the  fire  commissioner,  affecting 
premises  17  East  55th  street,  Borough  of  Manhattan;  and 
WHEREAS  the  decision  of  the  superintendent  of  buildings 
dated  March  28,  1925,  reads :  ’ 

“Relative  to  your  application  of  March  27th,  for  a 
Certificate  of  Occupancy  of  the  above  premises,  you 
are  advised  before  the  aforesaid  certificate  can  be  is¬ 
sued  a  second  means  of  egress  must  be  provided  in  ac¬ 
cordance  with  the  Labor  Law.”  • 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Mav 
20,  1925,  reads:  J 

‘1.  Arrange  iron  bars  on  windows  on  north,  east 
and  west  sides  of  building  so  as  to  be  readily  movable 
or  removable  from  both  sides  in  such  a  manner  as 
to  afford  the  free  and  unobstructed  use  of  such  win¬ 
dows  for  purposes  of  egress,  as  per  Section  272  of  the 
Labor  Law.”; 
and 
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Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  17  ft.  by  95  ft.  in  area.  OCCUPIED:  1st  story, 
dressmaking,  25  persons  (15  engaged  in  manufacturing;  2nd 
story,  showroom  (dresses)  and  offices,  15  persons;  upper 
stories,  dwellings.  EXITS :  An  interior  wooden  stairway, 
extending  from  the  1st  stqry  to  top  story,  enclosed  in  fire- 
resisting  partitions  with  fire  doors  at  openings ;  a  fire  escape 
on  the  westerly  rear  of  the  building,  having  unprotected 
openings  along  the  course  thereof,  extending  from  the  top 
story  to  the  1st  story  balcony,  with  drop  ladder  to  yard ; 
with  EGRESS  from  the  termination  of  the  fire  escape  by 
means  of  door  in  fence  to  the  premises  at  rear ;  ROOFS  of 
adjoining  buildings,  to  east  6  ft.  higher,  to  west  4  ft.  higher; 
and 

Whereas,  there  are  three  barred  windows  at  the  rear 
of  the  premises  on  the  1st  story ;  and 

Whereas,  the  petitioner  contends  that  a  certificate  of 
occupancy  was  issued  by  the  bureau  of  buildings  for  35 
persons  on  the  1st  story,  5  of  whom  to  be  engaged  at 
manufacturing,  and  proposes  to  reduce  the  occupancy  of 
the  1st  story  to  25  persons,  15  to  be  engaged  in  dressmak¬ 
ing,  and  contends  further  that  the  existing  means  of  egress 
are  adequate  for  the  occupancy ;  re  barred  windows,  pe¬ 
titioner  contends  that  the  bars  are  necessary  as  a  protec¬ 
tion  against  burglary  and  that  there  are  other  means  of 
exit  from  the  rear  of  the  premises. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
re  the  decision  of  superintendent  of  buildings,  as  to  second 
means  of  egress,  on  condition  that  the  factory  shall  be  re¬ 
stricted  to  1st  story;  that  egress  shall  be  provided  from  the 
rear  to  the  yard  of  the  adjoining  premises  to  the  north, 
with  egress  therefrom  through  plain  glass  door  to  56th 
street,  and  also  that  egress  shall  be  provided  from  1st  story 
by  door  at  the  rear  to  the  yard,  with  egress  from  yard  to 
yard  at  west ;  and  as  to  Item  1  of  fire  commissioner’s  order, 
the  petition  as  to  barred  windows,  be  and  it  hereby  is  denied. 


443-25-S. 

PETITIONER— William  F.  Doyle,  for  Revillon  Freres, 
lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 668  Fifth  avenue,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  Martin  Ort. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(443-25-S) 

Whereas,  William  F.  Doyle,  for  Revillon  Freres,  les¬ 
see,  filed,  April  24,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  668  Fifth  avenue,  Borough  of  Manhattan ; 

and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  26,  1924,  reads : 

“Provide  an  outside  iron  balcony  fire  escape  on  the 
rear  of  the  building  with  balconies  4  ft.  in  width,  con¬ 
nected  by  stairways  not  less  than  22  in.  wide,  placed 
at  an  incline  of  not  more  than  45  degrees,  extending 
from  ground  to  roof,  constructed  as  per  Section  273 
of  the  Labor  Law  and  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals,  or  carry  out  a  proper  alternative 
method  of  complying  with  Section  271  of  the  Labor 
Law.” 


Whereas,  the  building  is  fireproof,  six  stories  in  height, 
25  ft.  by  100  ft.  in  area  at  1st  story  and  25  ft.  by  90  ft! 
in  area  above.  OCCUPIED:  1st  story,  store;  2nd  story, 
salesroom,  5  persons ;  3rd,  4th  and  5th  stories,  showrooms, 
5  persons  on  each  floor ;  6th  story,  manufacturing  furs, 
L>  persons.  EXITS:  An  interior  fireproof  stairway,  extend¬ 
ing  from  the  1st  story  to  roof,  enclosed  in  fireproof  par¬ 
titions  with  fire  doors  at  openings;  ROOFS  of  adjoining 
buildings,  at  north  6  in.  higher,  at  south  20  ft.  lower,  at  west 
50  ft.  lower;  and 

Whereas,  the  petitioner  claims  the  board  of  standards 
and  appeals  in  granting  a  petition  February  27,  1923,  under 
Cal.  No.  101-23-S  for  a  similar  order  on  No.  670  Fifth 
avenue,  imposed  the  condition  of  providing  horizontal  exits 
at  2nd  and  6th  stories,  connecting  with  this  building  under 
this  petition;  that  this  condition  has  been  complied  with; 
that  as  an  entrance  or  exit  the  occupants  always  use  the 
building  No.  670  Fifth  avenue;  under  such  conditions  he 
requests  the  board  to  waive  fire  department  Order  No. 
68744-LD,  calling  for  fire  escapes. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  long  as  both  floor  areas  on  either  side  of  division 
wall  are  used,  occupied  and  maintained  by  the  same  and 
single  tenant,  on  condition  that  a  horizontal  exit  shall  be 
maintained  in  the  division  wall  on  the  top  story  in  addition 
to  two  enclosed  stairways,  and  granted  only  so  long  as  fac¬ 
tory  use  and  occupancy  are  confined  to  6th  story. 


509-25-S. 

PETITIONER— -Samuel  Rosenblum,  for  Broadway  30th 
Street  Corp.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner  and  decision  of  superintendent 
of  buildings. 

PREMISES  AFFECTED— 22  East  55th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 

department. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION: 

(509-25-S) 

Whereas,  Samuel  Rosenblum,  for  Broadway  30th  Street 
Corporation,  lessee,  filed,  May  14,  a  petition,  with  the  board 
of  standards  and  appeals,  from  an  order  of  the  fire  com¬ 
missioner  and  a  decision  of  the  superintendent  of  buildings, 
affecting  premises  22  East  55th  street,  Borough  of  Manhat¬ 
tan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
May  14,  1925,  reads : 

“Cease  manufacturing  on  these  premises  for  the  rea¬ 
son  that  said  premises  were  erected  after  October  1st, 
1913,  and  building  is  of  non-fireproof  construction,  and 
is  not  provided  with  two  legal  required  means  of  exit, 
conforming  with  the  requirements  of  Section  270  of  the 
Labor  Law.”; 

and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
dated  March  30,  1925,  reads : 

“This  building  was  constructed  under  N.  B.  116-1920 
as  non-fireproof  building,  the  Labor  Law  requires  since 
1913  that  all  factory  buildings  over  40  ft.  high  must 
be  fireproof  buildings.” ; 
and 

Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height,  20  ft.  by  80  ft.  in  area.  OCCUPIED :  1st  fl., 

1227 


and 


MINUTES 


trunk  and  luggage  store,  4  persons;  2nd  fl.,  beauty  parlor, 

7  persons ;  3rd  fl.,  dressmaking,  18  persons ;  4th  fl.,  salesroom, 

8  persons;  5th  fl.,  furriers,  6  persons ;  6th  fl.,  dressmaking,  10 
persons;  7th  fl.,  showroom,  4  persons.  EXITS:  An  interior 
fireproof  stairway,  extending  from  the  1st  story  to  roof,  en¬ 
closed  in  fireproof  partitions  with  fire  doors  at  openings ; 
a  proposed  45  degree  fire  escape  on  the  rear  of  the  build¬ 
ing,  having  fireproof  openings  along  the  course  thereof, 
extending  from  the  main  roof  to  the  2nd  story  balcony, 
with  EGRESS  from  the  termination  of  the  fire  escape  by 
means  of  connecting  balconies  on  the  3rd  and  2nd  stories 
to  the  fire  escapes  on  the  rear  of  No.  20  East  55th  street; 
ROOFS  of  adjoining  buildings,  to  west  same  height,  to 
east  two  stories  lower;  and 

Whereas,  petitioner  proposes  to  reduce  the  number  of  oc¬ 
cupants  on  the  3rd  story  on  September  30,  1925  (the  date 
of  the  expiration  of  lease  on  said  story),  and  requests  the 
acceptance  of  the  fireproof  means  of  exit. 

Resolved,  that  the  order  of  the  fire  commissioner  and 
the  decision  of  the  superintendent  of  buildings  be  and  they 
hereby  are  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


514-25-S. 

PETITIONER — Rudolf  C.  P.  Boehler,  for  Frederic  D. 
Fricke,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  fire  commissioner. 

PREMISES  AFFECTED — 63  Madison  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(514-25-S) 


Whereas,  Rudolf  C.  P.  Boehler,  for  Frederic  D.  Fricke, 
owner,  filed,  May  18,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  a  letter  from  the  fire  com¬ 
missioner,  affecting  premises  63  Madison  avenue,  Manhat¬ 
tan;  and 

Whereas,  the  letter  of  the  fire  commissioner,  dated  May 
18,  1925,  reads : 

“In  reply  to  your  inquiry  at  this  office,  you  are  ad¬ 
vised  that  the  fire  escape  in  the  above  premises  cannot 
be  accepted  due  to  the  fact  that  it  is  located  too  close 
to  the  stairway.”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  24  ft.  9  in.  by  71  ft.  1  in.  in  area;  OCCUPIED  as 
a  tenant  factory,  48  persons  above  the  2nd  story.  EXITS  : 
An  interior  fireproof  stairway,  extending  from  the  1st  story 
to  roof,  enclosed  in  fireproof  partitions  with  fire  doors  at 
openings ;  a  fire  escape  on  the  27th  street  front  of  the 
building,  having  fireproof  openings  along  the  course  there¬ 
of,  extending  from  the  top  story  to  the  2nd  story  balcony; 
with  EGRESS  from  the  termination  of  the  fire  escape 
by  means  of  a  counterbalanced  stairs  to  the  street;  ROOFS 
of  adjoining  buildings  are  three  stories  higher ;  and 

Whereas,  petitioner  contends  that  no  hazardous  occu¬ 
pancy  exists  in  the  premises  and  that  the  plans  for  the 
stairway,  as  a  secondary  means  of  egress,  were  approved  bv 
and  the  work  accepted  by  the  bureau  of  buildings,  and 
a  final  certificate  for  occupancy  as  a  factory  was  issued. 

Resolved,  that  the  board  of  standards  and  appeals  does 


hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
on  condition  that  a  standard  labor  law  fire  escape  shall  be 
provided  on  the  27th  street  side,  embracing  all  windows  on 
the  27th  street  side  other  than  the  first  row  from  the  Madi¬ 
son  avenue  front;  and  that  all  other  windows  on  the  course 
of  fire  escapes  shall  be  made  fireproof  and  self-closing, 
and  that  the  labor  law  requirements  shall  be  complied  with 
in  all  other  respects. 


516-25-S. 

PETITIONER— David  M.  Jones,  for  the  O.  B.  Pot¬ 
ter  Properties,  Inc.,  owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED— 740-744  Broadway,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  David  M.  Jones. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Absent:  Fire  Chief  Kenlon .  l 

THE  RESOLUTION: 

(516-25-S) 


Whereas,  David  M.  Jones,  for  The  O.  B.  Potter  Prop¬ 
erties,  Inc.,  owner,  filed,  May  18,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  from  an  order  of  the  fire 
commissioner,  affecting  premises  740-744  Broadway,  Bor¬ 
ough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  affecting 
the  6th,  7th,  8th,  9th,  11th  and  12th  floors,  dated  March 
18,  1925,  reads: 

“Arrange  iron  bars  on  windows  on  course  of  fire 
escape  at  east  side  of  building,  so  as  to  be  readily 
movable  or  removable  from  both  sides  in  such  a  man¬ 
ner  as  to  afford  the  free  and  unobstructed  use  of  such 
windows  for  purposes  of  egress,  as  per  Section  272  of 
the  Labor  Law.” ; 
and 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
92  ft.  ljf$  in.  by  113  ft.  7  in.,  irregular  in  area;  OCCU¬ 
PIED  as  a  factory  building,  about  58  persons  on  an  aver¬ 
age  to  each  story;  EQUIPPED  with  a  sprinkler  system 
and  a  fire  alarm  signal  system.  EXITS  :  Two  interior  fire¬ 
proof  stairways,  extending  from  the  1st  story  to  roof,  en¬ 
closed  in  fireproof  partitions,  with  fire  doors  at  openings; 
an  exterior  fireproof  stairway  on  the  rear  of  the  building, 
having  fireproof  openings  along  the  course  thereof,  extend¬ 
ing  from  main  roof  to  the  2nd  story;  with  EGRESS  from 
the  termination  of  the  fire  escape  by  means  of  fireproof 
hallway  to  the  street;  ROOFS  of  adjoining  buildings,  eight 
stories  lower  at  south,  four  stories  lower  at  east ;  and 

Whereas,  the  petitioner  claims  there  is  one  window  open¬ 
ing  at  east  on  each  of  the  6th,  7th,  8th,  9th,  11th  and  12th 
stories,  which  has  been  barred  by  each  lessee  for  protection 
against  burglary ;  each  lessee  has  received  a  fire  department 
order  to  remove  the  bars  and  in  turn  called  upon  the  owner 
for  relief ;  he  further  contends  that  the  windows  in  ques¬ 
tion  are  not  called  for  by  law ;  they  could  be  built  up 
solid  with  brick  without  violating  any  law ;  that  the  vio¬ 
lations  are  technical,  and  requests  the  board  to  take  a  sen¬ 
sible  view  of  the  matter  and  waive  the  requirements  of 
the  fire  commissioner  in  this  case. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


433-25-S'. 

PETITIONER — United  States  Printing  &  Lithograph 
Company. 
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SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 83-101  North  Third  street 
and  200-219  Wythe  avenue,  Brooklyn. 
APPEARANCES— 

For  Petitioner:  M.  W.  Ehrich. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  F'lanagan  and  Guilfoyle .  . . .  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(433-25-S) 


Whereas,  United  States  Printing  and  Lithograph  Com¬ 
pany,  owner,  filed,  April  21,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law)  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  83-101  North  3rd  street 
and  209-219  Wythe  avenue,  Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 

April  1,  1925,  reads : 

“1.  Extend  the  interior  stairway  to  roof  and  enclose 
said  stairway  with  partitions  of  fire  resisting  mate¬ 

rial  *  *  *. 

“2.  Remove  the  sub-standard  fire  escapes  on  the 

north  and  south  sides  of  building  No.  2  or  reconstruct 
same  as  per  Section  274  of  the  Labor  Law  *  *  *. 

“3.  Enclose  the  interior  stairway  at  the  east  side  of 
building  No.  3  in  partitions  of  fire  resisting  mate¬ 

rial  *  *  *. 

“4.  Remove  the  party  wall  balcony  between  build¬ 
ings  No.  2  and  No.  3  or  maintain  same  structurally 
safe,  properly  painted  and  unobstructed  *  * 

and 

Whereas,  the  premises  consist  of  three  buildings  of  non- 
fireproof  construction;  building  No.  1  being  six  stories  in 
height  and  buildings  No.  2  and  No.  3,  five  stories  in  height, 
with  a  total  area  of  126  ft.  by  236  ft.;  OCCUPIED  as  a 
printing  and  lithographing  establishment  with  a  total  of 
143  persons  in  buildings  No.  2  and  No.  3  and  140  persons 
in  building  No.  1;  the  means  of  EGRESS  consisting  of  an 
interior  enclosed  fireproof  stairway  in  building  No.  1  ex¬ 
tending  from  1st  story  to  the  roof,  a  non-fireproof  stairway 
at  the  rear  also  extending  from  1st  story  to  the  roof ;  a 
fire  escape  on  the  rear  of  the  building  and  one  on  the 
Wythe  avenue  front;  horizontal  exits  on  each  story  lead¬ 
ing  to  building  No.  2;  the  means  of  EGRESS  in  building 
No.  2  consisting  of  an  interior  stairway  extending  from 
1st  story  to  top  story  with  scuttle  and  ladder  to  roof,  an 
exterior  iron  stairway  at  rear  centre  and  a  party  wall  fire 
escape  at  rear  and  front  connecting  with  building  No.  3, 
horizontal  exits  in  each  story  connecting  with  buildings  No. 

1  and  No.  3;  the  means  of  EGRESS  in  building  No.  3 
consisting  of  an  interior  stairway  extending  from  1st  story 
to  roof,  a  party  wall  fire  escape  on  the  rear  and  front 
connecting  with  building  No.  2 ;  horizontal  exits  in  each 
story  connecting  with  building  No.  2;  the  building  being 
equipped  with  a  two-source  sprinkler  system,  and  a  fire 
alarm  signal  system ;  and 

Whereas,  petitioner  contends  that  the  means  of  egress 
are  adequate  and  that  building  No.  1  was  acted  upon  by 
the  board  of  standards  and  appeals.  Cal.  No.  1406-21-S, 
and  that  there  has  been  an  action  of  the  board  of  review 
of  the  fire  department  on  these  premises. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  dented, 
as  to  Items  1,  3  and  4 ;  granted,  as  to  Item  2,  on  condition 
that  this  fire  escape  shall  be  maintained  structurally  sate, 
that  the  present  frames  and  sash  of  windows  on  fire  escape 
be  covered  with  metal,  permitting  the  existing  65  degrees 
connecting  stairs  to  remain;  and  that  a  counterbalanced  drop 
ladder  in  guides  shall  be  provided  from  lowest  balcony  to 
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ground ;  and  that  the  above  conditions  are  granted  only  so 
long  as  use  and  occupancy  of  building  remains  substantially 
unchanged 


512-25-S. 

PETITIONER — Brooklyn  Commercial  Body  Co.,  lessee. 
SUBJECT— Variation,  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

1  REMISES  Ah  F EC  I  ED — 470-474  Clermont  avenue 
and  463  Adelphi  street,  Brooklyn. 
APPEARANCES— 

For  Petitioner:  Lewis  F.  Wood. 

For  Administration:  Inspector  Maher  of  fire 

department. 

ACTION  Oh  BOARD — Petition  granted  on  condition. 
CONDI  I  IONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle .  4 

Negative  .  q 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION: 

(512-25-S) 

Whereas,  Brooklyn  Commercial  Body  Co.,  lessee,  filed, 
May  15,  1925,  a  petition,  with  the  board  of  standards  and 
appeals,  from  an  order  of  the  fire  commissioner,  affecting 
premises  470-474  Clermont  avenue  and  463  Adelphi  street, 
Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
11,  1925,  reads: 

“2.  Arrange  the  entrance  doors  at  street  so  as  to 
open  outwardly,  as  per  Section  271  of  the  Labor  Law.”; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  having  a  frontage  of  75  ft.  on  Clermont  avenue 
and  a  frontage  of  25  ft.  on  Adelphi  street.  EXITS  :  Three 
interior  wooden  stairways,  two  extending  from  the  1st  to 
top  story,  and  the  fire  tower  extending  from  the  1st  story 
to  the  roof ;  two  enclosed  in  fire-resisting  partitions  and 
the  fire  tower  enclosed  in  fireproof  partitions,  with  fire¬ 
proof  doors  at  all  openings ;  a  fire  escape  on  each  street 
front,  extending  from  the  top  story  balcony  to  the  street; 
and 

Whereas,  there  are  two  12  ft.  doors  on  the  Clermont 
avenue  front  and  two  10  ft.  doors  on  the  Adelphi  street 
front,  used  for  the  purpose  of  taking  in  and  out  automobile 
bodies,  these  doors  opening  inwardly;  and 
Whereas,  petitioner  contends  that  the  doors  in  question 
are  not  used  as  exits,  other  means  having  been  provided, 
and  that  to  arrange  these  doors  to  swing  outwardly  would 
jeopardize  pedestrians,  and  contends  further  that,  owing 
to  the  size  of  the  doors,  it  would  be  a  hardship  to  comply 
with  the  orders. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  two  doors  additional  to  existing  vehicular 
door  on  street  front  shall  be  provided,  opening  out. 


494-25-S. 

PETITIONER — Schwartz  &  Gross,  for  Broadway  & 
38th  Street,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED— 134-142  West  38th  street 
and  1385-1391  Broadway,  Manhattan. 
APPEARANCES' — None. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle .  4 

Negative  .  0 

Absent:  F'ire  Chief  Kenlon .  1 
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THE  RESOLUTION: 

(494-25-S) 

Whereas,  Schwartz  &  Gross,  for  Broadway  and  38th 
Street,  Inc.,  owner  (Abraham  Bricken,  president),  filed, 
May  11,  1925,  a  petition,  with  the  board  of  standards  and 
appeals,  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  decision  of  superintendent  of  buildings,  af¬ 
fecting  premises  134-142  West  38th  street  and  1385-1391 
Broadway,  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 

“19.  All  exterior  openings,  including  those  at  1st, 
2nd  and  3rd  stories  at  front,  should  comply  with  ^sec¬ 
tion  264  of  labor  law  and  rule  503  of  industrial  code. 

“20.  Partitions  in  entrance  hallways  should  comply 
with  section  263  of  labor  law.  Wire  glass  not  per¬ 
mitted.”  ; 
and 

Whereas,  the  building  is  fireproof,  23  stories  in  height, 
104  ft.  by  174  ft.  6  in.  and  207  ft.  2  in.,  irregular  in  area. 
OCCUPIED,  25  per  cent  manufacturing,  150  persons  on 
each  story;  EQUIPPED  with  a  sprinkler  system,  fire  alarm 
signal  system  and  lawful  exits;  and 

Whereas,  the  petitioner  proposes  to  arrange  front  win¬ 
dows  on  the  1st,  2nd  and  3rd  stories  so  as  to  be  part  sta¬ 
tionary  and  part  pivoted;  the  maximum  size  of  l/$  in.  plate 
glass  on  2nd  and  3rd  stories  will  be  8  ft.  by  8  ft.  and 
on  the  1st  story  will  be  6  ft.  by  12  ft.;  he  also  proposes 
to  install  stores  on  the  1st  story  with  show  windows  open¬ 
ing  on  to  th,e  entrance  hall ;  he  requests  the  board  to  per¬ 
mit  the  construction  as  proposed,  provided  the  stores  will 
be  located  within  the  entrance  hall  enclosure;  that  the  store 
fronts  will  be  constructed  of  metal  and  plate  wire  glass 
in  lights  not  exceeding  720  sq.  in.,  including  doors  leading 
to  same. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  as 
to  Objection  19,  only  so  far  as  it  affects  the  windows  of 
1st,  2nd  and  3rd  stories  at  street  front,  on  condition  that 
the  openings  shall  be  equipped  with  metal  frames,  glazed 
with  polished  plate  glass  not  less  than  Yt  in.  in  thickness ; 
and  that  the  labor  law  requirements  shall  be  complied  with 
in  all  other  respects;  as  to  Item  20,  the  petition  be  and  it 
hereby  is  denied. 


i  kJ • 

PETITIONER— Henry  I.  Oser,  for  Roth  Picket  Realty 
Co.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  oi 
fire  commissioner. 

PREMISES  AFFECTED— 36  West  36th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Henry  C.  Oser. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(274-25-S) 


Whereas,  Henry  I.  Oser,  for  Roth  Picket  Realty  Co., 
lessee,  filed,  March  10,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  36  West  36th  street,  Borough 
of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  March 
10,  1925,  reads : 

“1.  Provide  a  safe  and  unobstructed  passageway 
from  the  termination  of  the  fire  escape  at  the  rear  of 
building  leading  to  the  street,  as  per  Section  273  of 
the  Labor  Law.” ; 
and 
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Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height,  20  ft.  by  94  ft.  9  in.  in  area  at  1st  story  and  20 
ft.  by  86  ft.  9  in.  in  area  above.  OCCUPIED :  25  per 
cent  manufacturing,  15  persons  on  each  story.  EXITS: 
An  interior,  non-fireproof  stairway,  extending  from  the  1st 
story  to  roof,  enclosed  in  fire-retarding  partitions  with  fire 
doors  at  openings;  horizontal  exits  on  2nd,  3rd  and  4th 
stories  to  building  No.  38;  a  party-wall  fire  escape  on 
rear  of  building,  having  fireproof  openings  along  tne  course 
thereof,  extending  from  main  roof  to  the  yard  level,  with 
no  means  of  egress  from  the  termination  of  the  fire  escape 
to  the  street;  ROOFS  of  adjoining  buildings,  at  east  20  ft. 
lower,  at  west  30  ft.  lower;  and 

Whereas,  the  same  subject  matter  was  denied  by  the 
board  of  standards  and  appeals,  July  17,  1923,  under  Cal. 
No.  641-23-S,  and  under  certain  propositions  then  made; 
and 

Whereas,  the  petitioner  now  proposes  to  entirely  remove 
the  rear  fire  escape,  except  party-wall  balcony,  at  the  5th 
story,  connecting  with  building  at  east  (No.  34)  ;  to  pro¬ 
vide  a  45  degree  fire  escape  on  east  sidewalk  at  6th  and 
7th  stories  and  terminating  on  roof  of  building  at  east 
(No.  34),  thence  by  means  of  approved  stairs  to  street. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


561-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Farmers  Loan 
&  Trust  Co.,  trustee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 6  West  29th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  o 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(561-25-S) 


Whereas,  Samuel  Rosenblum,  for  Farmers  Loan  and 
Trust  Company,  trustee,  filed,  June  1,  1925,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from 
the  requirements  of  the  labor  law,  as  cited  in  order  of 
the  fire  commissioner,  affecting  premises  6  West  29tn  street, 
Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Arrange  the  fire  escape  on  rear  of  the  building 
and  openings  leading  thereto  and  the  windows  opening 
on  the  course  thereof  so  that  same  are  in  compliance 
with  the  provisions  of  sec.  273  and  274  of  the  labor 
law  and  the  rules  of  the  Board  of  Standards  and  Ap¬ 
peals  or  carry  out  a  proper  alternative  method  of  com¬ 
plying  with  the  requirements  of  section  271  of  labor 
law. 

“Among  the  defects  noted  are  the  following : 

“(A)  Windows  on  course  not  fireproof,  self-closing. 

“(C)  No  fireproof  passageway  from  termination  to 
street. 

“2.  Extend  the  interior  stairway  at  the  west  side 
of  building  to  the  roof,  as  per  section  271  of  labor 
law”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  98  ft.  9  in.  in  area  at  the  1st  and  2nd 
stories  and  25  ft.  by  50  ft.  in  area  above.  OCCUPIED: 
1st  story,  stores,  3  persons ;  2nd  story,  furrier,  10  persons : 
3rd  story,  furrier,  3  persons ;  4th  story,  manufacture  of 
dresses,  7  persons;  5th  story,  manufacture  of  fur  coats,  6 
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persons;  EQUIPPED  with  a  fire  alarm  signal  system. 
EXITS:  An  interior  wooden  stairway,  extending  from  the 
1st  story  to  the  top  story,  with  iron  stair  to  roof,  enclosed 
in  wood  lath  and  plaster  partitions  with  wooden  doors  at 
openings ;  a  fire  escape  on  the  rear  of  the  building,  hav¬ 
ing  fireproof  openings  along  the  course  thereof,  excepting 
on  the  top  story,  extending  from  the  top  story  to  the 
roof  of  the  2nd  story  extension,  with  gooseneck  ladder  to 
main  roof ;  with  EGRESS  from  the  termination  of  the 
fire  escape  by  means  of  extension  roofs  of  adjoining  build¬ 
ings;  ROOFS  of  adjoining  buildings  to  e^st  same  height, 
to  west  8  ft.  lower ;  and 

Whereas,  petitioner  contends  that  the  occupancy  is  light 
and  that  similar  orders  were  issued  in  1917,  and  that  a 
modification  was  granted  and  certain  work  was  to  be  done; 
that  this  work  has  been  done  and,  in  view  of  the  facts, 
requests  that  the  existing  means  of  exit  be  accepted. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
ratifying  the  action  of  the  board  of  review  of  the  fire 
department  of  October  23,  1919,  on  condition  that  stipula¬ 
tions  of  said  action  shall  be  complied  with  in  all  respects; 
and  that  a  double-rung  fixed  iron  ladder  shall  be  provided 
in  top  story  hall  to  scuttle  in  roof ;  and  granted  so  long 
as  conditions  as  to  occupancy  and  use  remain  substantially 
unchanged. 


1477-24-S. 

PETITIONER — Samuel  Rosenblum,  for  132  West  36th 
Street  Corp.,  owner. 

SUBJECT — Application  for  modification  of  resolution- 
re:  order  of  fire  commissioner. 

PREMISES  AFFECTED— 132-8  West  36th  street  and  139- 
45  West  35th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  reopened;  granted  on 
condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  GRANT  ON  CON¬ 
DITION— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(1477-24-S) 


Whereas,  Samuel  Rosenblum,  for  132  West  36th  Street 
Corp.,  owner,  filed,  December  16,  1924,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  an  order  of  the 
fire  commissioner,  affecting  premises  132-138  West  36th 
street  and  139-45  West  35th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  59254- 
LD,  dated  May  8,  1924,  reads : 

“1.  Replace  all  wood  partitions  on  all  stories  with 
partitions  of  incombustible  material  as  per  Sections  263 
and  270  of  the  labor  law.”; 

and  ... 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
facing  on  two  streets,  75  ft.  by  187  ft.  ("irregular)  in  area; 
OCCUPIED  as  furniture  show  room,  offices  and  25  per  cent 
of  the  5th,  7th,  10th,  11th  and  12th  stories  (only)  for  the 
manufacture  of  clothing,  298  persons  above  the  1st  story; 
EQUIPPED  with  a  sprinkler  system.  EXITS :  An  interior 
fireproof  stairway  extending  from  1st  story  to  roof,  en¬ 
closed  in  fireproof  partitions  with  fireproof  doors  at  open¬ 
ings;  ROOFS  of  adjoining  buildings  to  east  and  west  six 
stories  lower;  and 

Whereas,  petitioner  contends  that  all  of  the  permanent 
partitions  on  the  premises  are  fireproof  and  that  the  par¬ 
titions  in  question  do  not  obstruct  any  means  oi  egress 
and  are,  in  most  cases,  dwarf  partitions  enclosing  offices 

and  show  rooms ;  and  ...  . 

Whereas,  this  petition  was  denied  by  the  board  at  its 


meeting  February  24,  1925,  and  petitioner  requested  a  re¬ 
opening  of  the  case,  proposing  to  provide  additional  means 
of  egress. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  an  exterior  screened  stairway  shall  be 
erected  on  westerly  wall  at  junction  of  two  sections,  ex¬ 
tending  from  rear  of  public  hall  on  1st  story  to  roof, 
screened  to  a  height  of  5  ft.,  standard  in  all  other  respects ; 
all  doors  and  openings  to  be  made  fireproof  and  self- 
closing ;  the  interior  wooden  partitions  other  than  those 
enclosing  showrooms  and  offices  to  be  removed ;  the  upper¬ 
most  18  in.  of  partitions  shall  be  of  plain  glass;  and  granted 
so  long  as  conditions  as  to  occupancy  and  use  remain  sub¬ 
stantially  unchanged. 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 

815-25-SA. 

PETITIONER — New  Way  Hydrogen  Gas  Generator 
Burner  Co.,  Inc. 

SUBJECT — Approval  of  New  Way  Hydrogen  Gas 
Generator  Burner. 

APPEARANCES— 

For  Petitioner:  William  J.  O’Gorman. 
ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  pending  report  of  committee  of  inspection. 


535-25-SA. 

PETITIONER — The  Universal  Machinery  Mfg.  Co. 
SUBJECT  —  Approval  of  Universe  Automatic  Oil 
Burner. 

APPEARANCES— None. 

ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  pending  report  of  committee  of  inspection. 


242-25-SA. 

PETITIONER — American  Fire  Prevention  Bureau,  Inc. 
SUBJECT — Approval  of  Derby  Closed  Circuit  Auto¬ 
matic  Sprinkler  and  Standpipe  Supervisory 
Alarm  Panel. 

APPEARANCES' — None. 

ACTION  OF  BOARD — -Appliance  approved. 

THE  VOTE  Tp  APPROVE— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle  .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(242-25-SA) 


Whereas,  the  American  Fire  Prevention  Bureau,  Inc., 
filed,  February  27,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  approval  of  their  device,  known  as 
the  Derby  Automatic  Sprinkler  and  Standpipe  Supervisory 
Alarm  Panel ;  and 

Whereas,  this  matter  was  referred  to  the  fire  depart¬ 
ment  for  test  and  report,  and  a  report  of  the  chief  of 
the  bureau  of  fire  prevention  dated  August  14,  1925,  rec¬ 
ommends  the  approval  of  the  device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device,  known  as  the  Derby  Automatic 
Sprinkler  and  Standpipe  Supervisory  Alarm  Panel,  when 
installed  and  operated  in  accordance  with  the  stipulations 
set  forth  in  the  report  of  the  chief  of  the  bureau  of  fire 
prevention,  dated  August  14,  1925. 


CASES  DISMISSED. 

Variations  of  the  Labor  Law. 

The  chairman  called  attention  to  the  following  cases, 
where  notices  of  intention  to  petition  were  offered  for  filing: 
but  where,  despite  notices  from  this  office,  papers  have  not 
been  completed,  thus  tying  the  hands  of  the  administrative 
official  in  the  performance  of  his  duty : 

(3-25-S) 

Filed  January  2. — Premises  635-641  West  49th  street,  Man¬ 
hattan.  Order  of  the  fire  commissioner,  la¬ 
bor  law.  Petitioner,  Brambach  Piano  Com¬ 
pany.  Dismissed  for  lack  of  prosecution. 
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(17-25-S) 

Filed  January  6. — Premises  480  Bergen  street,  Brooklyn. 

Order  of  the  fire  commissioner,  labor  law. 
Petitioner,  Frederick  A.  Gabb.  Dismissed 
for  lack  of  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commissioners 


Connell,  Flanagan  and  Guilfoyle .  4 

Negative  .  o 

Absent :  Fire  Chief  Kenlon  .  l 


THE  RESOLUTION: 

Whereas,  the  foregoing  petitioners  have  failed  to  com¬ 
plete  their  papers,  though  duly  notified  to  do  so. 

Resolved,  that  the  foregoing  petitions  be  and  they  here¬ 
by  are  dismissed  for  lack  of  prosecution. 


Adjourned  6.35  p.  m. 

_  James  O’Connor,  Secretary. 
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BOARD  OF  STANDARDS  AND  APPEALS 

^CORRECTION. 


The  minutes  of  the  meeting  of  the  board  of  standards  and 
appeals,  held  Wednesday,  November  4,  1925,  as  they  ap¬ 
peared  in  Bulletin  No.  43,  Vol.  X,  are  hereby  corrected  to 
read  as  follows : 

505-25-BZ. 

APPLICANT — John  J.  Kadel,  for  Walton  Whyte  Realty 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — East  side  of  Jerome  avenue, 
350  ft.  south  of  East  181st  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  John  J.  Kadel. 

For  Opposition:  Henry  C.  White,  William  B. 
De  Lacey,  Arnold  Gross  and  others. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle  .  4 

Negative:  Eire  Chief  Kenlon  .  l 

Absent  . . .  0 

THE  RESOLUTION: 

(505-25-BZ) 


Whereas,  John  J.  Kadel,  for  Walton  Whyte  Realty  Cor¬ 
poration,  owner,  filed,  May  13,  1925,  an  application,  undei 
the  building  zone  resolution,  to  permit  in  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  premises  east 
side  of  Jerome  avenue,  350  ft.  south  of  East  181st  street, 
Borough  of  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  4,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 


*Correction — Words  “Fire  Chief  Kenlon ”  changed  to 
“Guilfoyle”  in  lines  20  and  21  of  minutes  and  “Commis¬ 
sioner  Guilfoyle”  changed  to  “Fire  Chief  Kenlon”  in  line 
22  of  minutes. 


ing  zone  resolution  show  that  Jerome  avenue  is  in  a  busi¬ 
ness  district;  East  181st.  street  is  in  a  business  district, 
and  that  W  alton  avenue  is  in  a  residence  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildines 
rendered  May  9,  1925,  reads: 

Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.”- 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  150  ft. 
and  a  depth  of  100.94  ft. ;  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  five  motor  vehicles;  and 
Whereas,  the  applicant,  having  complied  with  specific 
rules  and  regulations  as  laid  down  by  the  zoning  regula¬ 
tions  under  rules  of  exceptions  affecting  an  application 
under  section  t  G  and  in  support  of  this  application  on 
the  theory  of  hardship,  section  21  (being  the  fee  owner 
of  the  property),  irrespective  of  the  subsequent  withdrawal 
of  consents  after  the  presentation  of  the  appeal. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make.  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  building  shall  not  exceed  a  two  (2)  story  structure  in 
height  above  grade;  that  the  rear  and  gable  walls,  unless 
opening  within  the  property  of  the  same  lot  or  plot  and 
m  the  same  ownership,  shall  be  unpierced  throughout  their 
entire  height  and  length ;  that  any  runway  ramp  installed 
or  maintained  in  this  building  shall  be  set  back  at  a  street 
grade  level  not  less  than  10  ft.  from  the  front  wall  of  the 
building ;  that  the  front  elevation  shall  be  finished  with 
face  brick,  architectural  terra  cotta  or  stone  trimmings, 
panel  design,  other  than  store  front  show  windows  if  in¬ 
stalled;  that  there  shall  be  no  roof  signs  erected;  no  signs 
or  advertising  display  shall  be  exposed  on  the  front  of  the 
structure,  other  than  one  projecting  electric  sign,  indicat¬ 
ing  the  title  and  conduct  of  business  conducted  on  the  prem¬ 
ises ;  any  other  advertising  to  be  confined  to  fixed  letters 
on  plate  glass  show  windows ;  all  permits  necessary  for 
the  prosecution  of  the  work  shall  be  obtained  within  nine 
(9)  months  and  the  building  shall  be  completed  within 
eighteen  (18)  months  from  the  date  of  this  action,  and 
that  the  building  zone  regulations  and  requirements  shall 
be  complied  with  in  all  other  respects. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


^CORRECTION. 

The  minutes  of  the  meeting  of  the  board  of  standards  and 
appeals,  held  Wednesday,  November  4,  1925,  as  they  ap¬ 
peared  in  Bulletin  No.  43,  Vol.  X,  are  hereby  corrected  to 
read  as  follows : 

AREA  FIXED. 

(755-25-BZ) 

The  chairman  presented  and  read  a  communication 


*Correction — Cal.  number  added  to  resolution. 


from  Max  Cohn,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents 
for  the  erection  and  maintenance  of  a  garage;  premises 
870-872  Metropolitan  avenue,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Metropolitan  avenue  from  Olive 
street  to  Bushwick  avenue  and  also  the  premises  to 
the  rear  and  for  a  distance  of  50  feet  on  each  side 
of  the  side  lot  lines  of  the  premises  in  question. 
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RULES 


FIRE  RETARDING  RULES 


: 


Adopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga¬ 
rages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed 
fire-retarding  within  the  meaning  of  §73,  subdivision  3, 
of  the  building  code,  that  resists  the  action  of  flame 
and  heat  when  subjected  to  a  continuous  fire  for  one 
hour  at  an  average  temperature  of  seventeen  hundred 
(1700)  degrees  Fahrenheit  without  the  passage  of  flame, 
and  with  a  maximum  temperature  rise  to  four  hundred 
(400)  degrees  Fahrenheit  on  the  side  away  from  the 
fire.  The  point  at  which  the  temperature  of  transmitted 
heat  is  measured  shall  be  protected  from  external  air 
and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition 
construction,  the  area  under  test  shall  be  not  less  than 
one  hundred  (100)  square  feet  and  least  dimension 
shall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
of  floor  construction,  the  area  under  test  shall  be  not 
less  than  two  hundred  (200)  square  feet  and  the  least 
dimension  shall  be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support 
the  live  load  for  which  it  is  designed,  and  after  the  fire 
shall  safely  sustain  twice  the  designed  live  load  with  a 
maximum  deflection  of  not  more  than  one  two-hun¬ 
dredth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
joisted  floor  construction  shall  be  accepted  as  fire-re¬ 
tarding  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  sta¬ 
tions  when  the  beams  are  protected  on  the  upper  and 
under  sides  with  the  fire-retarding  materials  specified 
in  rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  upper  sides  of  wood  floor  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations: 

(a)  Seven-eighths  (26)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not  less  than  two  and  one-half 
(2)4)  inches  of  1:224:5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  (24)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  (224  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  undersides  of  wood  floor  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations: 

(a)  One-half  (24)  inch  plaster  boards,  or  three- 
eighths  (26)  inch  gypsum  wall  boards  weighing  not 
less  than  16  pounds  per  squard  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (24)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  furring 


strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 

(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  (24)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  (24)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (26)  inch  wood  sheathing, 
one-half  (24)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metaT  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (24)  inch  wood  sheathing, 
two  thicknesses  of  one-quarter  (24)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  •’’Ptal  with  one-inch  lapped  seams. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES— 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 
on  Friday,  November  20,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
reznodclcd,  complete  zvorking  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drazm  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  foists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  ivater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-i 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line)  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad- 
znsed  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  w;’*1'  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  -beads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago:  by  the  Associated  Factory  Mutual  Labora 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Anneals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure.  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  S,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  zvhere  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  prozrided  that  there  are  separate  feed 
mains  from  the  basement  or  lowest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  tzvo  (2)  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be- 
lozv  the  top  of  the  staves  in  zvooden  tanks  and  one  (i) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
without  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  twenty-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  where  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  which  may  be  of  three  layers  of  one-inch 
(/")  hair  felt  interspersed  with  building  paper  zvell  zvrapped 
and  secured  and  covered  zvith  canvas  zvell  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  nf  the  Building  Code  and  supporting  struc- 
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tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12 Vi°/o)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  system 
where  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  5,000  gallons  of  water  for  a  dry -pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  has  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  ( / }4)  inches  in  size  [with  a  one  and  one- 
quarter  (rj 4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  ( D/2 )  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(l)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the ?  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  id  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (2} 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  tyge  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  hire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  ni  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  of?  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (j/2)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  ? hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  o(  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
Six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr/’ 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
ext  etuis  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (54)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
ia  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  ef  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  ( l/2 )  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows: 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings ;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  (*4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (l)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1*4)  inch  heads 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1*4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  (*4)  inch  heads,  3*4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1*4)  inch  heads, 
8*4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  n^v  be  used  in  lieu  of  heads  located  in  peak  of 
roof ' 

(a)  For  standard  one-half  (*4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6*4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint’  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ( l/2 )  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6*4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 

sprinkler  deflectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  i5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (A)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

H  inch .  1  head 

1  “  2  heads 

I'A  “  3  “ 

1) 4  “  5  “ 

2  “  .  10  “ 

2) 4  “  20  “ 

3  “  36  “ 

d'A  “  55  “ 

4  "  80  “ 

5  “  140  “ 

6  “  . ' .  200  “ 

7  “  300  “ 

8  “  420 

(b)  For  Conran*  one  (1)  inch  heads — 


Size  of  Pipe 

1  inch 

V/4  “ 

l'A  “ 

2 

2A  “ 

3 

4 

5 

6 

7  “ 

8 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 


44 


44 

(4 


44 


(c)  For  Conran*  one  and  one-quarter  (1  A)  inch  heads— 


Size  of  Pipe 
1 A  inch 
lA  “ 

2 


&A 


3 

4 

5 

« 

7 

8 


44 

44 

41 

44 

44 

44 

44 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 


3 

4 
6 

12 

21 

40 

60 

84 


44 


44 

44 

44 


44 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (A)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  ivhich  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  (A)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1  A)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

IV here  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  rise r”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “ dead  riser”, 
forty  (40)  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threade  1  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  w  ihout  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall'  =nd  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal- 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1*4)  inches  in  size]  shall  be  not  less  than  I  inch 
in  size  where  floor  valves  are  not  over  2l/2  inches  in  size 
and  i Vi,  inches  ivhere  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i)/ 2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 


leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin- 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating.  _ 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  cliain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  wall  aud  exposed  to  the  weather,  they 
shall  be  fitted  with  hoods  or  down-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used  ; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains,  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  nf  the  build¬ 


At  an  alarm  valve  at  the  top  of  a  riser  in  a  down- fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  where 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (*4)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (*4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Y  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iY\  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  J4- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  pne  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  ivhere  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  Yt-inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  24-tnc/i  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4*4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  04) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Vahes  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  amounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind- 
in£  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,.  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies,  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (]/2)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

^r.}l~P'Pe  va^ves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows: 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

.Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system,  in  an  enclosed  and  accessible  place 
protected  from  mechsnicsl  injury  and  freezing-. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  luted  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen- 
ty. -five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  Type  A  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve ‘control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
ot  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  (y2)  inch  heads  ....  400 

(b)  For  Conran*  one  (1)  inch  heads  . ioo 

(c)  For  Conran*  one  and  one-quarter  ( 1 %  inch  heads  64 
Where  equipped  with  an  approved  quick-opening  device 

the  following  number  of  heads  may  be  controlled  by  one 
1  ype  A  dry -pipe  valve : 

(o)  For  Standard  one-half  (y2)  inch  heads . 8oo 

( b )  For  Conran *  one  (/)  inch  heads . . 200 

{c)  For  Conran*  one  and  one-quarter  (i%)  inch  heads. 128 
(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than,  that  required  to  open  the  sprinkler  heads,  and  all  con- 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (y2)  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads  . 125 

(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads.  84 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 

systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (y2)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  m  ducts,  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

.  Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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PUBLIC  HEARING 


Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (lpa)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A’’  valve  con¬ 
trol.  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  zvalls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherzvise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 

of  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  proznded  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  zvhere  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  >> 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  zvith  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  zvhich  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  eznployed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  zvorking  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  hire 
Undcrzvriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 

13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O'Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 
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DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  November  11,  1925 _  1162 

Restored  to  calendar  .  56 

Miscellaneous  Applications. 

Requests  to  reopen  .  120 

Requests  to  amend  .  5 

Requests  for  modification  .  33 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  17 

Requests  for  extension  of  permit .  26 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans .  13 

Administrative  requests  .  5 

Requests  for  interpretation  . .  1 

Total  .  2038 

Disposed  of  .  1227 

Cases  pending  November  11,  1925 .  811 


DISPOSITION  OF  CASES. 

Withdrawn  .  121 

Dismissed  .  65 

Denied  .  159 

Granted  .  3 

Granted  on  condition  .  630 

Appliances  approved  .  17 

Appliances  dismissed,  disapproved  or  withdrawn .  5 

Rules  approved  .  q 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted .  113 

Requests  to  reopen  denied .  6 

Requests  to  amend  granted  .  5 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted .  31 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted .  17 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted  .  26 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  1 

Requests  to  install  denied  .  0 

Plans  approved  .  13 

Plans  disapproved  .  0 

Administrative  requests  granted  .  4 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  1 

Requests  withdrawn  or  dismissed  .  3 

Total  .  1227 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

hirst,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

7  bird.  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  ot 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 
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Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Regular  Meeting,  November  17,  1925,  at 
10  a.  m. 

Minutes  of  Regular  Meeting,  November  17,  1925,  at 
2  p.  m. 

Rules. 

Notice  of  Public  Hearing. 

Progress  Report. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

All  hearings  are  held  in  Room  J0I3.  .MiyuqipaJ  Building. 
Manhattan.  -  ?"f  fh£ 


HOURS  FOR  CONSULT^rp^. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  -chairman  or  the.  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be*‘ 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  November  24, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  he  on 
Tuesday,  December  1,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

_  Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ing*  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 


CALENDAR 


DOCKET. 

New  Cases  Filed,  Week  Ending  November  18,  1925. 
Cal.  No.  Department.  Premises  Affected. 


N.  B.  21571-1925. 
:  Fuel  Oil  Burner 
Appliance. 


1194-25-BZ _ 

..B.B.B. 

1193-25-SA _ 

..F.D.  . 

1192-25-BZ. . . . 

..B.B.Q. 

1191-25-S . 

..F.D.  . 

1190-B5-S . 

..H.D. 

1189-25- A . 

..F.D.  . 

1188-25-A . 

..F.D.  . 

1187-25-BZ . 

..B.B.M. 

1186-25-S . 

..F.D.  . 

1185-25-S . 

..F.D.  . 

1184-25- A . 

..F.D.  . 

1183-25-BZ . . . . 

..B.B.M. 

1182-25-A . 

..F.D.  . 

1181-25-S . 

..F.D.  . 

1180-25-A . 

..F.D.  . 

11 79-25- S . 

..F.D.  . 

1178-23-S . 

..F.D.  . 

1177-25-A . 

..F.D.  . 

1176-25-A . 

..F.D.  . 

11 75-25- A . 

..F.D.  . 

1174-25-S . 

..F.D.  . 

1173-25-A . 

..F.D.  . 

1172-25-A . 

..F.D.  . 

1171-25-A . 

..F.D.  . 

1170-25-S . 

..H.D.  . 

1169-25-BZ. . .  . 

..F.D.  . 

90th  ave.,  Jamaica,  Q. 

N.  B.  21169-1925. 
. .  299  Wallabout  st.,  Bklyn. 

L.  D.  69076. 
...449  Union  st.,  Bklyn. 

Sanitary  Certificate. 
..17  West  45th  st.,  Man. 

L.  C.  31573. 

. .  61  Beekman  st.,  Man. 

L.  C.  31392. 
..478-490  West  185th  st.,  Man. 

N.  B.  671-1925. 
. .  41-45  Washington  ave., 

Bklyn.  L.  D.  76801. 

. .  121  Chambers  st.,  Man. 

L.  D.  73901. 
. .  35  Sixth  ave.,  Man. 

L.  C.  31350. 

..1842-44  Seventh  ave.,  Man. 

Alt.  2402-1925. 
..147  Twelfth  ave.,  L.  I.  City, 
Queens.  Alt.  2437-1925. 
. .  186-88  Franklin  st.,  Man. 

L.  D.  86020. 

.  .  450-458  19th  st.,  Bklyn. 

F-84929. 

. .  1459  Third  ave.,  Bklyn. 

L.  D.  85838. 
. .  17  East  10th  st.,  Whitestone, 
Q.  L.  D.  85767. 

. .  17  E.  10th  st.,  Whitestone, 
Q.  L.  F.  85772. 

. .  35-43  Meserole  ave.,  Bklyn. 

E-81311,  F-81312,  L.  F.-82793. 
. .  622-640  W.  57th  st.,  Man. 

L.  C.  30398. 
. .  Southeast  cor.  94th  ave.  & 
100th  st.,  Woodhaven,  Q. 

L.  D.  80410. 
. .  Southeast  cor.  94th  ave.  & 
100th  st.,  Woodhaven,  Q. 

F-80414. 

. .  4401  B|ronx  blvd.,  Bronx 

L.  C.  29544. 
. .  35  Sixth  ave.,  Man. 

L.  C.  31363. 

. .  2515  Amsterdam  ave.,  Man. 

Sanitary  Certificate. 
..Northeast  cor.  Hillside ”ave. 
&  Springfield  blvd.,  Spring- 
field  Heights,  Q. 

Alt.  1883-1925. 


1168-25-BZ . B.B.B.  ..140-44  Devoe  st.,  Bklyn. 

-  N.  B.  19324-1925. 

1167-25-BZ . B.B.M.  ..452-460  West  167th  st.,  Man. 

-  N.  B.  672-1925. 

1166-25-A . F'.D .  374-86  Winthrop  st.,  Bklyn. 

-  N.  B.  1301-1925. 

1165-25-A . F.D . 35  Sixth  ave.,  Man. 

-  L.  C.  31361. 

1164-25-BZ . B.B.Bx.  .West  side  Jerome  ave.,  144  ft. 

north  176th  st.,  Bronx 

-  N.  B.  2423-1925. 

1163-25-BZ . B.B.Bx.  .Southeast  cor.  Fordham  rd. 

&  Lorillard  pi.  and  Bath¬ 
gate  ave.,  Bronx. 

-  N.  B.  2558-1925. 


CODE. 


F.D.  . 

H.D.  . 

B.B.B. 

B.B.M. 

B.B.Q. 

B.B.R. 

B.B.Bx 

T.H.D. 


..Fire  Department 
Health  Department 
..Bureau  of  Buildings,  Brooklyn 
Bureau  of  Buildings,  Manhattan 
....Bureau  of  Buildings,  Queens 
.Bureau  of  Buildings,  Richmond 

. Bureau  of  Buildings,  Bronx 

...Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  November  24,  1925,  at  2  p.  m. 

270-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Schinasi  Commer¬ 
cial  Corp.,  owner. 

PREMISES — 32-36  West  100th  street,  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  and  within  200  feet  of  a 
hospital  the  use  and  occupancy  of  an  existing  build¬ 
ing  as  a  garage  for  the  storage  of  more  than  five 
(5)  motor  vehicles. 

523-25-BZ. 

APPLICANT — Park  Avenue  Improvement  Co.,  Inc.,  les¬ 
see. 

PREMISES — 320-330  Park  avenue,  Manhattan. 

APPLICATION,  under  section  7,  subdivisions  b  and  c  of 
the  building  zone  resolution. 

TO  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  maintenance  of  a  business  use. 

791-25-BZ. 

APPLICANT — McCombs  &  Ryan,  for  George  C.  Schwalb, 
owner. 

PREMISES — 619-625  Hancock  street,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution. 

TO  PERMIT  in  a  residence  district  the  alteration  and  en¬ 
largement  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

796-25-BZ. 

APPLICANT — Thomas  O’Rourke  Gallagher,  for  Wieser, 
et  al.,  owners. 

PREMISES — 7114-7124  Bay  parkway,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution. 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  five  (5)  attached  residence  buildings, 
the  first  story  to  be  used  for  store  purposes. 
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818-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Samuel  Kessler  and 
Jacob  Kavoit,  owners. 

PREMISES — East  side  of  Prospect  avenue,  77.79  feet 
south  of  East  182nd  street,  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

824-25-BZ. 

APPLICANT — Charles  D.  Cords,  for  Hedwiene  M.  Pope, 
owner. 

PREMISES — 25-41  Jamaica  avenue,  Brooklyn. 

APPLICATION,  under  sections  7E  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

873-25-BZ. 

APPLICANT — John  J.  McCormack,  owner. 

PREMISES — Northeast  corner  of  113th  avenue  and  Spring- 
field  boulevard,  Springfield  Heights,  Borough  of 
Queens. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  business  district  a  gasoline  selling  sta¬ 
tion. 

891-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Bertha  A.  Wilkus, 
owner. 

PREMISES — Northeast  corner  of  Beach  34th  street  and 
Edgemere  avenue,  Edgemere,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  stores  on  the 
first  story  and  dwellings  above. 

900-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Dornhage  Realty 
Corp.,  owner. 

PREMISES — Southeast  corner  of  Jerome  avenue  and  East 
199th  street,  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  the  extension  from  a  business  district  into  a 
residence  district  of  a  proposed  building  to  be  used 
as  a  theatre  and  also  as  stores. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  November  24,  1925,  at  10  a.  m. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

587-25-A — 9  Radde  street,  L.  I.  City,  Borough  of  Queens. 
672-25-A — 1171  President  street,  Brooklyn. 

698-25-A — 453-455  Broome  street,  Manhattan. 

714-25-A — 319-321  Bedford  avenue,  Brooklyn. 

792-25-A — Southwest  corner  of  Avenue  U  and  East  56th 
street,  Brooklyn. 

181-25-A — 9-11-13  Maiden  lane,  Manhattan. 

601-25-A — 3052  Emmons  avenue,  Brooklyn. 

975-25-A — 1597  Park  place,  Brooklyn. 

377-25-A — 18-32  Grand  avenue,  Brooklyn. 


BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  7  uesday  morning,  Novem¬ 
ber  24,  1925,  at  10  o  clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  638-23-BZ — Application,  September  8,  1925,  under 
the  building  zone  resolution,  of  Samuel 
Rosenblum,  architect,  on  behalf  of  Max 
Notess,  owner,  to  permit  in  a  residence 
district  the  maintenance  of  a  garage 
for  the  storage  of  three  (3)  pleasure 
motor  vehicles,  two  (2)  spaces  rented 
to  persons  not  residing  on  the  premises 
(previously  dismissed  for  lack  of  pros¬ 
ecution)  ;  premises  2965  Valentine 
avenue,  The  Bronx. 

cal.  no.  622-25-BZ — Application,  June  16,  1925,  under  the 
building  zone  resolution,  of  Edward  P. 
Doyle,  applicant,  on  behalf  of  Simon 
Brown,  owner,  to  permit  in  a  residence 
district  the  change  of  occupancy  of  a 
building  used  as  a  residence  to  a  busi¬ 
ness  use  on  the  1st  story;  premises  131 
Starr  street,  Brooklyn. 

cal.  no.  903-25-BZ — Application,  September  4,  1925,  unde! 

the  building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
N.  &  H.  Building  Company,  Inc.,  owner, 
to  permit  in  a  business  district  the 
change  of  occupancy  of  the  2nd  story 
from  auto  accessories  to  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  823-829  Classon 
avenue,  Borough  of  Brooklyn. 
cal.  no.  644-25-BZ — Application,  June  22,  1925,  under  the 
building  zone  resolution,  of  H.  I. 
Feldman,  applicant,  on  behalf  of  Max 
Ackerman,  owner,  to  permit  in  a  busi¬ 
ness  district,  extending  from  an  unre¬ 
stricted  district,  the  erection  and  main- 
•  tenance  of  a  garage  for  the  storage 

of  more  than  five  (5)  motor  vehicles; 
premises  301-5  East  97th  street,  Bor¬ 
ough  of  Manhattan. 

CAL.  NO.  271-25-BZ— Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Ray 
Barnett,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  956  Forest  avenue,  The 
Bronx. 

cal.  wo.  504-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  D.  Cop¬ 
persmith,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  128-144  East  98th  street, 
Brooklyn. 

cal.  no.  608-25-BZ — Application,  June  11,  1925,  under  the 
building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
Lowlou  Corporation,  owner,  to  permit 
partly  in  a  business  district  and  partly 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  1095-1117  Washington 
avenue,  southeast  corner  of  Sterling 
street,  Brooklyn. 
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cal.  no.  14-25-BZ — Application,  January  6,  1925,  under  the 
building  zone  resolution,  of  I.  T.  Flatto, 
applicant,  on  behalf  of  Woodward 
Brown  Realty  Co.,  owner,  to  permit  in 
a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  west  side  of  Goodrich 
street,  100  ft.  north  of  Potter  aven  le, 
L.  I.  City,  Borough  of  Queens. 

cal.  no.  15-25-BZ — Application,  January  6,  1925,  under  the 
building  zone  resolution,  or  I.  T.  Flatto, 
applicant,  on  behalf  of  Woodward 
Brown  Realty  Co.,  owner,  to  permit 
in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  ve¬ 
hicles;  premises  east  side  of  Goodrich 
street,  100  ft.  north  of  Potter  avenue, 
L.  I.  City,  Borough  of  Queens. 

CAL.  NO.  696-25-BZ — Application,  July  3,  1925,  under  section 
21  of  the  building  zone  resolution,  of 
William  F.  Doyle,  applicant,  on  behalf 
of  Osbruck  Realty  Co.,  Inc.,  owner,  to 
permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  th$ 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  northwest  corner  of 
Grandview  avenue  and  Ralph  street, 
Ridgewood,  Borough  of  Queens. 

cal.  no.  829-25-BZ — Application,  August  13,  1925,  under 
section  7b  of  the  building  zone  resolu¬ 
tion,  of  Tobias  Goldstone,  architect,  on 
behalf  of  Estate  of  George  E.  Eddy, 
owner,  to  permit  the  erection  on  a  plot 
partly  in  an  unrestricted  and  partly  in 
a  business  district  of  a  proposed  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  345-355  Clas- 
son  avenue,  Brooklyn. 

cal.  no.  375-23-BZ — Application,  October  20,  1925,  under 
section  7c  of  the  building  zone  resolu¬ 
tion,  of  Thomas  W.  Lamb,  architect, 
on  behalf  of  B.  F.  Keith  New  York 
Theatres  Company,  owner,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  for  theatre  pur¬ 
poses  (previously  withdrawn)  ;  prem¬ 
ises  109  East  Fordham  road,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  November  24,  1925,  at  2  p.  m. 

761-25-S — 49-57  West  37th  street,  Manhattan. 

767-25-S— 114-116  East  13th  street,  Manhattan. 

770-25-S— 148  East  57th  street,  Manhattan. 

649-25-S — 155  Freeman  street,  Brooklyn. 

684-25-S — 22  Warren  street,  Manhattan. 

706- 25-S — 512-520  Grand  street,  Manhattan. 

707- 25-S — 504-510  Grand  street  and  2-12  Sheriff  street, 

Manhattan. 

708- 25-S — 34-36  Sheriff  street  and  25-35  Columbia  street, 

Manhattan. 

709- 25-S — Block  bounded  by  Grand,  Sheriff,  Broome  and 

Columbia  streets,  Manhattan. 

710- 25-S — Block  bounded  by  Broome,  Sheriff,  Delancey 

and  Columbia  streets,  Manhattan. 

730-25-S — 80  Nassau  street  and  9-11  Dutch  street,  Man¬ 
hattan. 


740-25-S — 571-583  Eighth  avenue  and  303-305  West  38th 
street,  Manhattan. 

777-25-S — 248-252  West  35th  street,  Manhattan. 

784-25-S — 462-468  Seventh  avenue  and  209-211  West  35th 
street,  Manhattan. 

925-25-S — 578  Madison  avenue,  Manhattan. 

625-2-5-S — 148-150  East  28th  street,  Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

533-25-S — 369-71  State  street,  Brooklyn. 

673-25-S — 34-40  South  1st  street,  Brooklyn. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

752-25-SA — Toro  Emergency  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

763-25-SA — Milwaukee  Piston  Rotating  Port  Pump,  Type 
No.  705,  approval  of. 

638- 25-SA — American  Marsh  Duplex  Fuel  Oil  Pump,  ap¬ 

proval  of. 

639- 25-SA — Marsh  Simplex  Fuel  Oil  Pump,  approval  of. 

729-25-SA — The  Hauck  Vention  Low  Pressure  Oil  Burner, 

approval  of. 

671-25-SA — Allen  2)4  in.  Angle  Hose  Valve,  approval  of. 

717-25-SA — Chlorinating  Apparatus,  approval  of. 

CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  December  1,  1925,  at  2  p.  m. 

114-25-BZ. 

APPLICANT — Jenks  and  Rogers,  for  Kennor  Realty  Corp., 
owner. 

PREMISES — 342-352  Coney  Island  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  business  district,  extending  from  an  un¬ 
restricted  district,  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles. 

599-25-BZ. 

APPLICANT — Eugene  De  Rosa,  for  Maxlan  Theatre 
Corp.,  owner. 

PREMISES — Southeast  corner  of  Sheridan  avenue  and  East 
167th  street,  The  Bronx. 

APPLICATION,  under  section  7c  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  residence  district,  extending  from  a  busi¬ 
ness  district,  the  erection  and  maintenance  of  a  build¬ 
ing  to  be  used  for  business  and  theatre  purposes. 

802-25-BZ. 

APPLICANT — Morris  Whinston,  for  Harry  Greenberg, 
owner. 

PREMISES — 823  Bedford  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  business  district  the  conversion  of  occu¬ 
pancy  from  a  paint  shop  to  a  motor  vehicle  repair 
shop. 

876-25-BZ. 

APPLICANT — Charles  Kuhner,  for  Henrietta  A.  Stoll, 
owner. 

PREMISES — 1665  Jerome  avenue,  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  motor  vehicle  repair  shop. 

901-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Hyman  Morgenstern, 
owner. 
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PREMISES — 1305-1309  Gates  avenue,  Brooklyn. 
APPLICATION,  under  section  21  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

877-25-BZ. 

APPLICANT — George  and  Edward  Blum,  for  1412  Broad¬ 
way,  Inc.,  owner. 

PREMISES — 1410-12  Broadway  and  123  West  39th  street, 
Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  two-times  height  district  the  erection  and 
maintenance  of  the  street  wall  to  a  height  exceeding 
the  prescribed  limit  required  by  the  zone  resolution. 

879-25-BZ. 

APPLICANT — McIntyre  &  O’Leary,  for  Essex  &  Shep¬ 
pard  Co.,  Inc.,  owner. 

PREMISES— 137-51  East  98th  street,  Brooklyn. 
APPLICATION,  under  section  21  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  1,  1925,  at  10  a.  m. 

230-25-A — 1377  Washington  avenue,  Bronx. 

267-25-A— 34-36  Pine  street,  Manhattan. 

674-25- A — 48  John  street,  Manhattan. 

686-25-A — 477  Clermont  avenue,  Brooklyn. 

783-25-A — 654  Broadway,  Manhattan. 

788- 25-A — 28  Buckingham  road,  Brooklyn. 

789- 25-A — 29-45  Rodney  street,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  December 
1,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

CAL.  NO.  528-25-BZ— Application,  May  21,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  Harry 
Seldin,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  poultry  slaughter  house ;  premises  east 
side  of  Bay  37th  street,  285  ft.  north 
of  Cropsey  avenue,  Brooklyn. 

cal.  no.  527-25-BZ— Application,  May  21,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  B.  Johnston,  applicant,  Esther 
Schwartzberg,  owner,  Israel  Farbman, 
lessee,  to  permit  in  a  business  district 
the  change  of  occupancy  from  a  ga¬ 
rage  of  five  (5)  motor  vehicles  to  a 
poultry  slaughter  house;  premises  1073 
Willoughby  avenue,  Brooklyn. 

cal.  no.  630-25-BZ — Application,  June  17,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  William  A.  Lacerenza,  architect,  on 
behalf  of  Edward  H.  Litchfield,  owner, 
to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  305-311  3rd 
street,  Brooklyn. 

CAL.  no.  751-25-BZ— Application,  July  17,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Robert  D.  Kohn,  applicant,  on  be¬ 


half  of  Mt.  Sinai  Hospital,  owner,  to 
permit  in  a  one  and  one-half  times 
height  district  the  erection  of  the  street 
walls  of  a  building  to  a  height  exceed¬ 
ing  the  limit  set  by  the  zone  resolu¬ 
tion;  premises  6-16  East  99th  street 
and  5-17  East  98th  street,  Manhattan. 

cal.  no.  828-25-BZ — Application,  August  13,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Alfred  H.  Eccles,  applicant,  on  be¬ 
half  of  Henry  Gerken,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
of  a  garage  for  more  than  five  (5) 
motor  vehicles ;  premises  southeast  cor¬ 
ner  of  Second  avenue  and  Newtown 
avenue,  Long  Island  City,  Borough  of 
Queens. 

cal.  no.  845-25-BZ — Application,  August  19,  1925,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  John  J.  Dunnigan,  appli¬ 
cant,  on  behalf  of  Walter  Eveleth, 
owner,  to  permit  in  a  business  district 
extending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  northeast 
corner  of  Inwood  avenue  and  Macombs 
road,  The  Bronx. 

cal.  no.  853-25-BZ — Application,  August  21,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  McCooey  and  Conroy,  applicants, 
on  behalf  of  Fogel-Hirsh  Building  Co., 
Inc.,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  building  to  be  used  as  stores  on 
the  first  story  of  the  Fourth  avenue 
front  and  as  dwellings  above ;  premises 
8501-8511  Fourth  avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  1,  1925,  at  2  p.  m. 

801-25-A — 49-61  Clymer  street,  Brooklyn. 

803-25-A — 514-16  Broadway  through  to  60-66  Crosby  street, 
Manhattan. 

806-25-A — 133-135  Greene  street.  Manhattan. 

831-25-A — 3140  Kingsbridge  terrace,  Bronx. 

834-25-A — 390-96  Berry  street,  Brooklyn. 

841-25-A — 449-459  Seventh  avenue,  163-167  West  34th 
street,  160-166  West  35th  street,  Manhat¬ 
tan. 

850-25-A — 32-34  West  39th  street,  Manhattan. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A — '126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

736-25-A — Block  bounded  by  West  138th  street,  West 
139th  street,  Broadway  and  Hamilton  place, 
Manhattan. 

810-25-A — Foot  of  Greenpoint  avenue  and  Newtown  Creek, 
Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Decem¬ 
ber  1,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters  : 

CAL.  NO.  785-25-BZ— Application,  July  29,  1925,  under  the 
building  zone  resolution,  of  William 
Kampel,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
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of  a  building  to  be  occupied  for  a  busi¬ 
ness  use  (stores)  ;  premises  1893  Clinton 
avenue,  The  Bronx. 

cal.  no.  436-25-BZ — Application,  April  22,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of 
Joseph  Puglieri,  owner,  to  permit  in 
a  residence  district  the  alteration  and 
extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  117-119  Carroll  street,  Bor* 
ough  of  Brooklyn. 

cal.  no.  596-25-BZ — Application  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  on  behalf  of  Biograph  Com¬ 
pany,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  district  the  extension  of  an  ex¬ 
isting  business  building  (studio)  ;  prem¬ 
ises  807  East  175th  street,  The  Bronx. 

cal.  no.  405-25-BZ — Application  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

William  E.  Walsh.  Chairman. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  8,  1925,  at  10  a.  m. 

278-25-A — 280  Broadway,  Manhattan. 

699-25-A — 212-214  East  6th  street,  Manhattan. 

727-25-A — 28-30  Greene  street,  Manhattan. 

798-25-A — 241-255  Haven  avenue,  Manhattan. 

1061- 25- A — 441  West  End  avenue,  Manhattan. 

1062- 25- A — 451  West  End  avenue,  Manhattan. 

63-25-A — 109-21  West  56th  street,  Manhattan. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  8,  1925,  at  2  p.  m. 

743-25-S — 125-129  Sherman  street,  L.  I.  City,  Borough  of 
Queens. 

749-25-S — 732  Broadway,  Manhattan. 

675-25-S — 48  John  street,  Manhattan. 

728-25-S — 48  West  22nd  street,  Manhattan. 

734-25-S — 87-9  Nassau  street,  130  Fulton  street,  Manhat¬ 
tan. 

774-25-S — 501  Seventh  avenue,  Manhattan. 

794-25-S — 79-87  Madison  avenue,  23-27  East  28th  street, 
Manhattan. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

693-25-S— 270-276  West  38th  street  and  554-558  Eighth 
avenue,  Manhattan. 

688-25-S — 114-116  West  56th  street,  Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

813- 25-SA — Hardinge  Oil  Burner,  approval  of. 

814- 25-SA — Aetna  Automatic  Syphone  Breaker,  approval 

of. 


846-25-SA — K.F.C.  Fuel  Oil  Burner,  approval  ot. 
683-25-SA — Billow  Fuel  Oil  Burner,  approval  of. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  15,  1925,  at  10  a.  m. 

152-25-A — 15-19  Amsterdam  avenue,  427-37  West  59th 
street  and  134-38  West  60th  street,  Man¬ 
hattan. 

780- 25-A — 148-172  West  12th  street,  Manhattan. 

781- 25-A — 187  Lafayette  street,  Manhattan. 

804-25-A — 149  Spring  street,  Manhattan. 

874-25-A — Bronx  River,  between  Lafayette  street  and 
Spofford  avenue,  The  Bronx. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  15,  1925,  at  2  p.  m. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

793-25-A — 138-140  Greene  street,  Manhattan. 

823-25-A — 1979  Metropolitan  avenue,  Ridgewood,  Borough 
of  Queens. 

827-25-A — 326-328  Third  avenue,  Manhattan. 

882-25-A — 360  Bowery,  Manhattan. 

889-25-A — South  side  of  Dry  Harbor  road  and  L.  I.  R.  R., 
Glendale,  Borough  of  Queens. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  22,  1925,  at  2  p.  m. 

800-25-S — 15-19  West  39th  street,  Manhattan. 

837-25-S — 184  Boerum  street,  Brooklyn. 

368-25-S — 582  Fifth  avenue,  Manhattan 
582-25-S — 113  Nassau  street,  Manhattan. 

747-25-S — 236-238  West  30th  street,  Manhattan. 

421-25-S — 136-40  West  23rd  street,  Manhattan. 

745- 25-S — 214-226  West  29th  street,  Manhattan. 

746- 25-S — 242-46  West  30th  street,  Manhattan. 

779-25-S — 164-6  East  86th  street  and  1542  Third  avenue, 
Manhattan. 

797-25-S — 476-478  Broome  street,  Manhattan. 

819-25-S — 1104-1106  Fulton  street,  Brooklyn. 

840-25-S — 1239  Broadway,  Manhattan. 

854-25-S — 2148-50  Third  avenue,  Manhattan. 

859-25-S — 142  West  32nd  street,  Manhattan. 

869-25-S — 306-310  Penn  street,  Brooklyn. 

867-25-S — 174  Wooster  street,  Manhattan. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


Tuesday,  December  29,  1925,  at  2  p.  m. 

BUILDING  ZONE  APPLICATION. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Decem¬ 
ber  29,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build- 
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ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  January  5,  1926,  at  2  p.  m. 

365-25-S — 2139  Third  avenue,  Manhattan. 

456-25-S — 320-330  Van  Buren  street,  Brooklyn. 


489-25-S — 686-688  Lexington  avenue,  Manhattan. 

775-25-S — 501  Seventh  avenue,  Manhattan. 

856-25-S — 1968  Prospect  avenue,  rear,  The  Bronx. 

862-25-S — 197-199-201  Greene  street,  Manhattan. 

878-25-S — 1410-1412  Broadway,  Manhattan. 

885-25-S — 570-576  Seventh  avenue,  Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

865-25-SA — Kennan  High  Pressure  Brilliant  Gas  Oil 
Burner,  approval  of. 

887-25-SA — Moussette  Oil  Burner,  approval  of. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  NOVEMBER  17,  1925. 
Present:  Chairman  Walsh,  Commissioners  Connell,  Flan¬ 
agan  and  Guilfoyle  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board  of  stand¬ 
ards  and  appeals,  held  on  Tuesday  morning,  November  10, 
1925,  and  the  minutes  of  the  regular  meeting  of  the  board, 
held  on  Tuesday  afternoon,  November  10,  1925,  were  ap¬ 
proved  as  printed  in  the  Bulletin,  No.  44,  Vol.  X. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

1175-24-A. 

APPELLANT— Wm.  R.  Heins,  for  Republic  Storage 
Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 628-642  West  45th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
1,  1925,  at  2  p.  m.,  on  written  request. 


969-24- A. 

APPELLANT— Crinnell  Co.,  Inc.,  for  Walter  Shuttle- 
worth,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 126  Franklin  street  and 
200-224  West  Broadway,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
1,  1925,  at  2  p.  m.;  no  appearances. 


764-25-A. 

APPELLANT — George  Keister,  for  Earl  Carroll  Realty 
Corp.,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings  and  order  of  fire  commissioner. 

PREMISES  AFFECTED— 158-166  West  50th  street 
and  753-759  Seventh  avenue,  Manhattan. 

APPEARANCES— 

For  Appellant:  Janies  J.  Munro. 

For  Administration:  Inspector  Alexander  Mc- 
Phee  of  bureau  of  buildings. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
15,  1925,  at  2  p.  m.,  on  request  of  appellant’s 
representative. 


377-25- A 

APPELLANT — Kaye,  McDavitt  &  Scholer,  for  Pathe 
Phonograph  &  Radio  Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 18-32  Grand  avenue,  Brook¬ 
lyn. 


APPEARANCES— 

For  Appellant:  S.  M.  Chapin. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  November 
24,  1925,  at  10  a.  m.,  on  request  of  appellant’s 
representative. 


583-25-A. 

APPELLANT — Ferdinand  Tannenbaum,  for  General 
Box  Company,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED  — 151-165  Kent  avenue, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Thomas  J.  Donovan. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
15,  1925,  at  2  p.  m.,  on  request  of  appellant’s 
representative. 


540-25-A. 

APPELLANT — Edward  Whitwell,  for  Starlight  Amuse¬ 
ment  Park,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — East  177th  street  and  Bronx 
River,  200  ft.  from  Devoe  avenue,  The  Bronx. 
APPEARANCES— 

For  Appellant:  Edward  Whitwell. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  . ; .  0 

THE  RESOLUTION: 


(540-25-A) 

Whereas,  Edward  Whitwell,  secretary  and  treasurer  for 
Starlight  Amusement  Park,  Inc.,  owner,  filed,  May  26,  1925, 
an  appeal,  with  the  board  of  standards  and  appeals,  from 
an  order  of  the  fire  commissioner,  affecting  premises  177th 
street  and  Bronx  River,  200  ft.  from  Devoe  avenue,  The 
Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“9.  Provide  standpipe  fire  line  system,  in  accordance 
with  the  regulations  of  the  Board  of  Standards  and 
Appeals  in  bathing  pavilion.”; 

and 

Whereas,  the  building  is  stucco  on  frame,  two  (2)  stories 
in  height,  309  ft.  by  109  ft.,  irregular  (approximately  20,000 
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sq.  ft.)  in  area;  divided  by  6  in.  masonry  walls  with  single 
fireproof  doors  at  the  openings  therein,  into  six  subdivisions ; 
OCCUPIED  as  a  bathing  pavilion  for  1,045  persons;  and 

Whereas,  appellant  contends  that  the  existing  six  (6) 
inch  walls  are  fire  walls  within  the  meaning  of  the  code. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  a  4  in.  standpipe  line  shall  be  in¬ 
stalled,  extended  from  the  existing  yard  fire  hydrants  sys¬ 
tem  ;  the  standpipe  system  otherwise  shall  comply  with 
the  rules  in  all  other  respects;  and  this  modification  is 
granted  on  the  further  condition  that  the  yard  hydrant  sys¬ 
tem  shall  show  and  maintain  an  average  pressure  of  not 
less  than  25  pounds ;  and  granted  only  so  far  as  it  affects 
the  bathing  pavilion. 


759-25-A. 

APPELLANT — John  J.  Gilmartin,  for  North  Ward 
Realty,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 45-49  John  street  and  1-5 
Dutch  street,  Manhattan. 

APPEARANCES— 

For  Appellant:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(759-25-A) 

Whereas,  John  J.  Gilmartin,  for  North  Ward  Realty, 
owner,  filed,  July  20,  1925,  an  appeal,  from  an  order  of 
the  fire  commissioner,  affecting  premises  45-49  John  street 
and  1-5  Dutch  street,  Hanhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  70610- 
F,  dated  January  13,  1925,  reads: 

“1.  Raise  standpipe  tank  to  not  less  than  20  ft. 
above  the  outlet  in  the  highest  story  and  properly  sup¬ 
port  the  same,  also  arrange  the  house  water  supply 
pipe  so  that  the  same  will  connect  with  tank  on  the 
outside  thereof  above  the  3500  gallon  mark,  sec.  20, 
ch.  12,  Code  of  Ordinances.”; 
and 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
75  ft.  by  113  ft.  in  area;  OCCUPIED  for  salesrooms  and 
offices ;  equipped  with  a  9,000  gallon  tank  for  the  stand¬ 
pipe  and  also  the  house  supply,  the  distance  between  the 
bottom  of  the  tank  and  the  outlet  on  the  highest  story 
being  10  ft. ;  and 

Whereas,  the  appellant  contends  that  the  tank  and  the 
location  were  approved  by  the  fire  department  and  other 
departments  having  jurisdiction,  at  the  time  of  its  installa¬ 
tion  ;  that  there  is  no  hazardous  occupancy  in  the  premises, 
and  proposes  to  comply  with  the  orders  as  to  the  location 
of  the  house  supply  pipe. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  existing  roof  tank  shall  be 
subdivided  by  steel  partition,  providing  independent  supply 
of  not  lqss  than  3500  gallons  for  the  standpipe  system;  that 
the  standpipe  system  shall  comply  with  the  rules  and  regu¬ 
lations  in  all  other  respects ;  that  the  entire  top  story  use 
and  occupancy  shall  be  restricted  to  executive  offices ;  that 
not  less  than  three  (3)  additional  approved  2)4  gallon  chem¬ 
ical  fire  extinguishers  shall  be  installed  on  the  top  story, 
located  as  directed  by  the  fire  commissioner. 


589-24- A. 

APPELLANT — Corona  Chemical  Co.,  Inc.,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
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PREMISES  AFFECTED — 43-45  Wooster  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  N.  Seamen. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 

Kenlon  .  4 

Negative:  Commissioner  Guilfoyle .  1 

Absent  .  0 

THE  RESOLUTION: 

(589-24-A) 

Whereas,  Corona  Chemical  Co.,  Inc.,  lessee,  filed,  April 
25,  1924,  an  appeal,  from  an  order  of  the  fire  commissioner, 
affecting  premises  43-45  Wooster  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  21266- 
LC,  dated  November  22,  1923,  reads: 

‘‘Section  272-G,  Ch.  10,  Code  <?f  Ordinances,  prohibits 
the  issuance  of  a  permit  for  a  wholesale  drug  store  or 
chemical  supply  house  in  a  building  having  a  factory 
or  workshop  where  the  applicant’s  business  is  not  sep¬ 
arated  from  the  rest  of  the  building  by  fireproof  walls 
and  floors. 

“You  are,  therefore,  hereby  ordered  to: 

“1.  Discontinue  the  maintenance  of  a  wholesale  drug 
store  or  chemical  supply  house  in  this  building.”; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  50  ft.  by  94  ft.  in  area;  OCCUPIED  tenant  fac¬ 
tory,  appellant  occupying  the  4th  and  5th  stories  as  a  chem¬ 
ical  supply  house,  63  persons  above  the  1st  story;  and 
Whereas,  appellant  contends  that  the  stairways  and  stair¬ 
way  enclosures  are  fireproof  and  that  the  building  is  amply 
provided  with  exits ;  and 

Whereas,  this  appeal  was  dismissed  for  lack  of  prose¬ 
cution  June  9,  1925,  and  reopened  by  vote  of  the  board. 

Resolved,  that  thq  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  quantity  of  alcohol  maintained 
on  the  premises  shall  not  exceed  ten  (10)  barrels,  stored 
in  an  approved  enclosure ;  that  any  factory  occupancy,  other 
than  that  incidental  to  the  conduct  and  operation  of  the 
Corona  Chemical  Co.’s  business,  shall  be  restricted  to  the 
1st  story,  on  which  story  not  more  than  four  (4)  people 
shall  be  engaged  in  manufacturing,  restricted  to  non-haz- 
ardous  use  and  occupancy. 


1447-24-A. 

APPELLANT — Keiner  Williams  Stamping  Co.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — $746  123rd  street,  Richmond 
Hill,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  Frederick  A.  Fullhardt. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(1447-24-A) 

Whereas,  Keiner  Williams  Stamping  Co.,  owner,  filed, 
December  8,  1924,  an  appeal,  with  the  board  of  appeals, 
from  an  order  of  the  fire  commissioner,  affecting  premises 
8746  123rd  street,  Richmond  Hill,  Borough  of  Queens;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  91204- 
LC,  dated  N««ember  18,  1924,  reads : 
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“With  reference  to  your  application  for  a  permit  to 
store  fuel  oil  at  the  above  location,  I  regret  to  inform 
you  that  I  am  without  power  to  grant  such  a  permit 
for  the  reason  that  the  storage  of  fuel  oil  at  the  above 
location  is  not  in  accordance  with  the  rules  adopted 
by  the  Board  of  Standards  &  Appeals  on  November  6th, 
1919,  amended  January  18th,  1924. 

“No  fuel  oil  system,  shall  be  operated  or  oil  placed 
in  the  system  until  after  a  permit  has  been  issued  by 
the  Fire  Commissioner.  Plans  for  each  fuel  oil  sys¬ 
tem  shall  be  submitted  to  the  Fire  Commissioner,  to¬ 
gether  with  a  Certificate  from  the  Superintendent  of 
Buildings,  indicating  that  the  proposed  construction  of 
the  enclosure  and  the  location  of  the  tanks  is  in  ac¬ 
cordance  with  the  requirements  of  the  building  code 
and  Rules  16  and  32. 

“You  are  therefore  ordered  to  remove  all  fuel  oil 
from  the  storage  tank  and  discontinue  the  further  stor¬ 
age  and  use  of  fuel  oil  at  the  above  location.’; 

and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  35  ft.  by  104  ft.  in  area;  OCCUPIED  for  sheet 
steel  stamping,  7  persons ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  1,500  gallon  fuel  oil  storage  tank,  a  No;  2 
Goulds  Manufacturing  Co.  pump  and  Rockwell  Engineering 
Co.  burners  with  the  necessary  valves  and  piping;  and 
Whereas,  appellant  contends  that  the  fuel  oil  burning 
system  was  installed  in  1911  and  that  permits  for  the  use 
of  the  system  have  been  issued  subsequent  to  that  date. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  fuel  oil  burning  system  shall 
be  installed  in  accordance  with  the  rules  of  the  board  of 
standards  and  appeals  in  all  respects  other  than  the  hydro¬ 
static  test  on  tank  and  piping,  on  condition  that  a  certificate 
of  factory  test  shall  be  filed  with  the  fire  commissioner 
as  to  tank;  and  that  standard  wrought-iron  piping  or  its 
equal  shall  be  used  throughout  the  fuel  oil  burning  equip¬ 
ment. 


294-25-A. 

APPELLANT— Dingwell  Bros.,  ,Inc.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 62  Stanhope  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Lynch  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent  .  0 

THE  RESOLUTION: 

(294-25-A) 

Whereas,  Dingwell  Bros.,  Inc.,  owner,  filed,  March  16, 
1925,  an  appeal,  with  the  board  of  appeals,  from  an  order 
of  the  fire  commissioner,  affecting  premises  62  Stanhope 
street,  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
15,  1924,  reads: 

“Order  No.  88215-LC: 

“1.  Provide  a  covering  of  approved  fire  retarding 
material  on  ceiling  of  1st  story  in  garage,  as  prescribed 
by  the  rules  of  the  Board  of  Standards  and  Appeals. 
(See  Vol.  2,  No.  36,  page  620,  Bulletin  of  the  Board 
of  Standards  and  Appeals,  Sept.  6,  1917,  and  Vol.  2, 
No.  45,  page  795,  Nov.  8,  1917.) 

“2.  Separate  boiler  from  remainder  of  building  by 
unpierced  wall  of  solid  masonry  at  least  8  in.  in  thick¬ 
ness.  Entrance  to  boiler  room  to  be  from  exterior 
of  building  only.  Chap.  10,  Sec.  159-1,  Code  of  Ord.  , 
and 


W hereas,  the  building  is  non-fireproof,  two  stories  in 
height,  25  ft.  by  126  ft.  5J^  in.,  irregular  in  area;  with  a  one- 
story  extension  at  the  side.  OCCUPIED:  1st  story,  ga¬ 
rage  for  five  automobiles  and  manufacture  of  carbonated 
beverages ;  2nd  story  loft,  the  ceiling  of  1st  story  being  open 
joist  construction  ;  the  boiler  room  being  located  in  the  one- 
story  extension  and  enclosed  in  brick  walls  with  one  door 
opening ;  and 

Whereas,  appellant  contends  that  no  oils  or  greases  are 
stored  in  the  garage  portion  of  structure. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


CASE  DISMISSED 

APPEAL  FROM  ADMINISTRATIVE  ORDER. 

The  chairman  called  attention  to  the  following  case, 
where  notice  of  intention  to  appeal  was  offered  for 
filing;  but  where,  despite  notices  from  this  office,  papers 
have  not  been  completed,  thus  tying  the  hands  of  the 
administrative  official  in  the  performance  of  his  duty: 
1042-24-A. 

APPELLANT — Samuel  Bloch,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 412-416  East  23rd  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoylye. ...  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(1042-24-A) 


Whereas,  the  foregoing  appellant  has  filed  with  the 
board  of  standards  and  appeals,  from  order  affecting  the 
premises  in  question ;  and 

Whereas,  the  appellant  has  failed  to  complete  the  pa¬ 
pers,  though  duly  notified  to  do  so. 

Resolved,  that  the  foregoing  appeal  be  and  it  hereby  is 
dismissed  for  lack  of  prosecution. 


BUILDING  ZONE  CASES. 

528-25-BZ. 

APPLICANT — Alfred  J.  Boulton,  for  Harry  Seldin, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  poultry  slaughter 
house. 

PREMISES  AFFECTED — East  side  of  Bay  37th  street, 
285  feet  north  of  Cropsey  avenue,  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  J.  Boulton. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  1,  1925,  at  10  a.  m.,  for  inspection  and 
report  by  a  committee  of  board. 


785-25-BZ. 

APPLICANT — William  Kampel,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  of  a  building  to  be  occupied  for  a 
business  use  (stores). 

PREMISES  AFFECTED — 1893  Clinton  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Timothy  J.  Healy. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  1,  1925,  at  2  p.  in.,  on  request  of  appli¬ 
cant’s  representative. 
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436-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Joseph  Pugliesi, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration  and  extension  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED  — 117-119  Carroll  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  1,  1925,  at  2  p.  m.,  on  request  of  appli¬ 
cant’s  representative  (for  final  disposition). 


596-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Biograph  Com¬ 
pany,  Inc.,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
extension  of  an  existing  business  building 
(studio). 

PREMISES  AFFECTED— 807  East  175th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  Charles  V.  Halley,  Jr. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  1,  1925,  at  2  p.  m.,  on  request  of  appli¬ 
cant’s  representative  (for  final  disposition). 


680-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Mollie  Arvan, 
owner. 

SUBJECT — Application  (re:  decision  of  fire  commis¬ 
sioner)  to  permit  in  a  residence  district  the  main¬ 
tenance  of  a  garage  for  the  storage  of  two 
pleasure  motor  vehicles,  two  spaces  rented  to 
persons  not  residing  on  the  premises. 
PREMISES  AFFECTED — 2522  Hughes  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 

dition. 

CONDITIONS' — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers.  Connell  and  Flanagan  and  Fire 

Chief  Kenlon  .  4 

Negative:  Commissioner  Guilfoyle .  l 

Absent  .  q 

THE  RESOLUTION: 

(680-25-BZ) 

Whereas,  Edward  P.  Doyle,  for  Mollie  Arvan,  owner 
filed,  June  30,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  two  pleasure  motor  ve¬ 
hicles,  two  spaces  rented  to  persons  not  residing  on  the 
premises;  premises  2522  Hughes  avenue,  Borough  of  The 
Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet- 
November  17,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Hughes  avenue  is  in  a  resi¬ 
dence  district,  that  East  191st  street  is  in  a  residence  dis¬ 
trict  and  that  Fordham  road  is  in  a  business  district;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Tune 
13,  1925,  reads : 

“With  reference. to  your  application  dated  March  16, 
1925,  for  a  permit  to  conduct  business  as  above  at 


2522  Hughes  Ave.,  Rear,  this  location  appears  to  be 
shown  on  the  use  district  map  accompanying  the  build¬ 
ing  zone  resolution  of  the  Board  of  Estimate  and  Ap¬ 
portionment  as  a  RESIDENCE  district.  Inasmuch  as 
you  are  conducting  or  propose  to  conduct  a  business 
which  is  a  prohibited  use  at  this  location,  your  applica¬ 
tion  is  denied. 

“No  further  consideration  can  be  given  unless  the 
Superintendent  of  Buildings  having  jurisdiction  advises 
or  certifies  that  the  business  conducted  or  to  be  con¬ 
ducted  is  a  lawful  one  at  this  location. 

“Be  further  advised  that  the  occupancy  as  above  noted 
without  a  permit  from  the  Fire  Commissioner  is  in 
violation  of  the  Code  of  Ordinances  and  subject  to 
penalty.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  18  ft. 
and  a  depth  of  17  ft. ;  to  be  occupied  as  a  garage  for  the 
storage  of  two  pleasure  motor  vehicles,  two  spaces  rented 
to  persons  not  residing  on  the  premises ;  and 

Whereas,  the  board  deemed  this  application,  under  sec¬ 
tion  21,  “practical  difficulty  and  unnecessary  hardship,”  to 
be  a  case  where,  in  its  discretion,  temporary  relief  should 
be  granted. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  for  a  temporary 
period  of  two  years,  on  condition  that  the  capacity  of  the 
garage  be  limited  to  two  automobiles  of  the  pleasure  car 
type,  space  for  one  of  which  may  be  rented  to  persons  not 
residing  on  the  premises;  that  egress  and  entrance  from  this 
garage  to  a  public  highway  shall  be  through  a  private  right- 
of-way  within  the  business  area  to  Fordham  road ;  that 
there  shall  be  no  sign  exposed  or  displayed  on  the  prem¬ 
ises  ;  and  there  shall  be  no  gasoline  storage  equipment  on 
the  premises. 


981-25-BZ. 

APPLICANT — Laurence  McGuire,  for  36th  Street  & 
Eighth  Avenue  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to'  permit  in  a  two  times  height 
district  the  erection  and  maintenance  of  the 
street  walls  to  a  height  exceeding  the  prescribed 
limit  required  by  the  zone  resolution. 
PREMISES  AFFECTED — 52&-530  Eighth  avenue,  267- 
275  West  36th  street  and  260-264  West  37th 
street,  Manhattan. 

APPEARANCES— 

For  Applicant:  Laurence  McGuire. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 


Fire  Chief  Kenlon  .  5 

Negative  .  o 

Absent  . o 

THE  RESOLUTION: 


(981-25-BZ) 

Whereas,  Laurence  McGuire,  for  36th  Street  and  8th 
Avenue  Corporation,  owner,  filed,  September  23,  1925,  an 
application,  under  the  building  zone  resolution,  to  permit 
in  a  two-times  height  district  the  erection  and  maintenance 
of  the  street  walls  to  a  height  exceeding  the  prescribed 
limit  required  by  the  zone  resolution ;  premises  260-264 
West  37th  street,  267-275  West  36th  street  and  520-530 
Eighth'  averse,  Borough  of  Manhattan ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  17,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
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Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  37th  street  is  in  a  2 
times  district  east  of  Eighth  avenue;  that  it  is  in  a  iy2 
times  district  west  of  Eighth  avenue;  that  Eighth  avenue 
is  in  a  2  times  district  on  east  side  and  in  a  iy2  times 
district  on  the  west  side;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  16,  1925,  reads : 

“Front  on  37th  St.  is  of  excessive  height.  Section 
8  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  of  fireproof  construc¬ 
tion,  24  stories  in  height,  with  a  frontage  of  150  ft.  11  in. 
and  a  depth  of  197  ft.  6  in.  (irregular)  ;  to  be  occupied  as 
a  manufacturing  building;  and 

Whereas,  the  board  deemed  that  the  applicant  established 
his  basis  of  appeal  under  section  21  on  the  ground  of  un¬ 
necessary  hardship,  and  that  in  the  exercise  of  its  discretion 
the  application  should  be  granted  under  safeguarding  condi¬ 
tions. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  height  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  thai 
the  application  be  and  it  hereby  is  granted,  so  far  as  it  af¬ 
fects  the  forty-nine  (49)  ft.  return  on  the  37th  street  front¬ 
age,  subject  to  the  2  times  height  district  regulation  of  the 
Eighth  avenue  frontage,  on  condition  that  the  erection,  use 
and  occupancy  of  the  entire  structure  shall  comply  with  the 
zoning  regulations  in  all  other  respects ;  that  all  permits 
necessary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  building  completed  within  eigh¬ 
teen  months  from  the  date  of  this  action. 


377-20-BZ. 

APPLICANT— Barnet  Budoff,  present  lessee,  for  Transit 
Construction  Commissioner  for  the  City  of  New 
York,  owner. 

SUBJECT — Application  for  extension  of  permit  (re: 

decision  of  fire  commissioner)  to  permit  in  a 
business  district  the  maintenance  of  an  open-air 
parking  space  for  more  than  five  motor  vehicles. 

PREMISES  AFFECTED  —  580-598  Fulton  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Elmer  Blake. 

For  Opposition:  None. 

ACTION  OF  BOARD — Extension  of  temporary  permit 
granted  for  one  year  from  October  28,  1925,  on 
same  conditions. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(377-20-BZ) 


Whereas,  Chas.  E.  Henderson,  for  the  Transit  Construc¬ 
tion  Commissioner  for  the  City  of  New  \ork,  owner, 
filed,  June  4,  1920,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  maintenance 
of  an  open-air  parking  station  for  more  than  five  motor 
vehicles;  premises  580-598  Fulton  street,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  July  7,  1920,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fulton  street  is  a  business 
district;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
May  13,  1920,  in  acting  on  application  for  a  permit,  reads: 

“Maintenance  of  your  garage  (parking  station)  is  a 
violation  of  section  4,  of  article  2,  of  the  building  zone 
resolution  of  the  Board  of  Estimate  and  Apportionment 
of  the  City  of  New  York,  adopted  July  25,  1916,  inas¬ 


much  as  garage  (parking  station)  is  used  for  the 
storage  of  more  than  five  motor  vehicles. 

“You  are,  therefore,  ordered  to  reduce  the  number 
or  automobiles,  the  fuel  tanks  of  which  are  not  empty, 
stored  at  the  above  location,  to  five,  for  the  reason 
that  the  storage  of  a  greater  number  is  prohibited  in 
a  garage  (parking  space)  located  in  a  business  zone.”; 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  facing  on  Fulton  street  and  Ashland  place, 
which  the  applicant  has  leased  from  the  City  of  New  York 
with  the  understanding  that  he  could  use  it  for  a  parking 
station  for  more  than  five  motor  vehicles  and  has  spent  a 
large  amount  of  money  improving  site  for  such  purpose ; 
and 

Whereas,  there  would  be  unnecessary  hardship  in  pre¬ 
venting  applicant  from  maintaining  the  station;  and 

Whereas,  this  application  was  granted  by  the  board  of 
appeals  at  its  meetings,  July  7,  1920,  January  24,  1922, 
November  8,  1922,  October  30,  1923,  and  October  28,  1924, 
for  a  temporary  period,  and  applicant  requested  a  further 
extension  of  time  for  the  maintenance  of  this  parking  sta¬ 
tion. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  for  a  temporary 
period  of  one  year  from  October  28,  1925. 


CASE  DISMISSED. 

BUILDING  ZONE  APPLICATION. 

The  chairman  called  attention  to  the  following  case, 
where  notice  of  intention  to  appeal  was  Offered  for 
filing;  but  where,  despite  notices  from  this  office,  papers 
have  not  been  completed,  thus  tying  the  hands  of  the 
administrative  official  in  the  performance  of  his  duty: 
881-24-BZ. 

APPLICANT — Ottilia  Cheronnet,  owner. 

SUBJECT — Application  (re:  order  of  fire  commis¬ 
sioner)  to  permit  in  a  residence  district  the 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1292  Shakespeare  avenue, 
The  Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Application  dismissed  for  lack 
of  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(881-24-BZ) 


Whereas,  the  foregoing  applicant  has  filed  with  the  board 
of  standards  and  appeals  an  application  under  the  building 
zone  resolution,  affecting  the  premises  in  question ;  and 
Whereas,  the  applicant  has  failed  to  complete  his  pa¬ 
pers,  though  duly  notified  to  do  so. 

Resolved,  that  the  application  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


AREA  FIXED. 

(861-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
Denis  M.  Hurley,  requesting  the  board  to  fix  the  area  deemed 
affected  and  within  which  to  obtain  consents  for  the  erec¬ 
tion  and  maintenance  of  a  garage;  premises  168-170  De¬ 
catur  street,  Brooklyn. 

The  following  area  was  approved  by  the  board  : 

Both  sides  of  Decatur  street  from  Lewis  avenue  to 
Sumner  avenue. 


Adjourned  1  p.  in. 

James  O’Connor,  Secretary. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  NOVEMBER  17,  1925. 
Present:  Chairman  Walsh,  Commissioners  Connell, 
Flanagan,  Guilfoyle  and  Fire  Chief  Kenlon. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

736-25-A. 

APPELLANT — Herbert  J.  Krapp,  for  Broadway  & 
Hamilton  Place  Corp.,  owner. 

SUBJECT  Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 138th  street,  139th  street, 
Broadway  and  Hamilton  place,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
1,  1925,  at  2  p.  m.;  no  appearances. 


810-25-A. 

APPELLANT — William  F.  Doyle,  for  Chris  Cunning¬ 
ham,  owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — Foot  of  Greenpoint  avenue 
and  Newtown  Creek,  Brooklyn. 
APPEARANCES— 

For  Appellant:  William  F.  Doyle. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
1,  1925,  at  2  p.  m.,  pending  inspection  by  com¬ 
mittee  of  the  board. 


1537-24- A. 

APPELLANT— John  De  Hart,  for  Jacob  Tobak, 
owner. 

SUBJECT — Request  for  acceptance  of  appeal — appeal 
from  decision  of  superintendent  of  building's 

PREMISES  AFFECTED— 1879-1883  Cedar  avenue 
rear,  The  Bronx. 

APPEARANCES— 

For  Appellant:  John  De  Hart. 

ACTION  OF  BOARD — Appeal  accepted. 

THE  VOTE  TO  ACCEPT  APPEAL— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon . .  l 


357-25-A. 

APPELLANT — Hugo  Sippel,  owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner 
PREMISES  AFFECTED-West  side  of  Sheridan  ave¬ 
nue,  200  feet  south  of  Mt.  Eden  avenue  The 
Bronx. 

APPEARANCES— 

For  Appellant:  Hugo  Sippel. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

rnMT?T?TSEcB°AARD~ftppeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  WMsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  . o 

Absent .  n 

THE  RESOLUTION:  . 

(357-25-A) 

Whereas,  Hugo  Sippel,  owner,  filed,  March  6,  1925,  an 
appeal  from  an  order  of  the  fire  commissioner,  affecting 
premises  west  side  of  Sheridan  avenue,  200  ft.  south  of 
Mt.  Eden  avenue,  The  Bronx;  and 
Whereas,  the  order  of  the  fire  commissioner.  No  28237- 
LC,  dated  February  21,  1925,  reads: 

“With  reference  to  your  application,  dated  Dec.  3rd, 
1924,  for  a  permit  to  maintain  a  non-stora.gc  garage 


at  the  above  location,  I  regret  to  inform  you  that  I 
am  without  power  to  grant  such  permit  because  the 
building  is  of  frame  construction. 

Sec.  90,  Chapter  5,  Code  of  Ordinances,  provides 
that  no  frame  *  *  *  structure  shall  be  hereafter  built 
*  *  *  within  *  *  *  the  fire  limits.’ 

“You  are  therefore  ordered  to  *  *  * 

“Remove  all  motor  vehicles,  the  fuel  tanks  of  which 
are  not  empty  and  to  discontinue  the  use  of  premises 
as  a  garage.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  50  ft.  on  Sheridan  avenue,  upon  which 
is  located  a  dwelling  and  also  a  one-story  frame  garage 
10  ft.  by  18  ft.  in  area;  OCCUPIED  for  the  storage  of 
one  automobile,  the  property  of  the  owner  of  the  premises  • 
and 

Whereas,  appellant  contends  that  the  garage  is  located 
65  ft.  from  the  nearest  building,  and  proposes  to  line  the 
interior  of  the  garage  with  sheet  rock  or  a  fireproof  ma¬ 
terial. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  interior  walls  shall  be  lined 
with  plaster  board  and  metal;  that  the  occupancy  shall  be 
restricted  to  one  automobile,  the  property  of  the  owner  and 
occupant  of  the  premises ;  and  on  condition  that  no  gaso¬ 
line  storage  equipment  shall  be  maintained  on  the  premises. 

602-25-A. 

APPELLANT — Edward  P.  Doyle,  for  Abraham  Kap¬ 
lan,  owner. 

SUBJEC 1  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1186  Eastern  parkway 

Brooklyn. 

APPEARANCES— 

For  Appellant:  Edward  P.  Doyle. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

mNmTrnv?B°AARD~^Pp.al  granted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affiimatiye.  Chairman  Walsh,  Commission¬ 
ers  Connell,  Tlanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  . ....'. .  n 

Absent . . 

THE  RESOLUTION: 

(602-25-A) 

Whereas,  Edward  P.  Doyle,  for  Abraham  Kaplan. 

°v'vn^r’  ed’  JuPe  10’  1925>  an  appeal  from  an  order  of 
the  fire  commissioner,  affecting  premises  1186  Eastern  park- 
way,  Jorooklyn ;  and 

T  rV?E4-R^AAVtheu°rder  of  ^re  commissioner,  No.  94687- 
LC,  dated  March  9,  1925,  reads : 

1.  Install  an  approved  4  in.  standpipe  equipment  in 
accordance  with  sec.  581,  art.  28,  ch.  5,  Code  of  Ordi¬ 
nances. 

nSipC  e£ui?ment  is  required  in  buildings  exceed- 
mg  10,000  sq.  ft.  in  area. 

“2.  You  are  therefore  ordered  to  remove  all  fuel  oil 
trom  the  premises  and  discontinue  the  storage  and  use 
oi  iuel  oil  until  compliance  with  said  order  ”  • 
and  *  ’ 

5tldAng.  ’S  non-fireproof,  four  stories  in 
men?  hcmse  f ’and  "8  ft  “  0CCUPIED  as  an  apart- 

Whereas,  appellant  contends  that  plans  for  the  building 
were  approved  by  the  tenement  house  department  and  the 
bureau  of  buildings  issued  a  certificate  of  occupancv  in 
October,  1924  for  the  tenement  house  after  the  construc¬ 
tion  plans  had  been  approved  showing  the  omission  of  the 
standpipes. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 


MINUTES 


it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
denied,  as  to  Item  1;  and  the  appeal,  as  to  Item  2  be  and 
it  hereby  is  granted,  on  condition  that  the  fuel  oil  burning 
equipment  shall  be  installed  in  accordance  with  the  fuel 
oil  rules  of  the  board  of  standards  and  appeals  in  all  respects. 


645-25-A. 

APPELLANT — James  C.  McGuire,  for  Fifth  Avenue 
Coach  Company,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 605-619  West  132nd  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Francis  Seaman. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(645-25-A) 

Whereas,  James  McGuire,  for  the  Fifth  Avenue  Coach 
Company,  owner,  filed,  July  23,  1925,  an  appeal  from  a 
decision  of  the  fire  commissioner,  affecting  premises  605- 
619  West  132nd  street,  Manhattan :  and 

Whereas,  the  decision  of  the  fire  commissioner,  App.  No. 
1212-22,  dated  June  11,  1925,  reads: 

“The  amount  of  water  in  the  gravity  in  excess  of 
25,000  gallons  shall  have  to  be  specified  by  the  Board 
of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  fireproof,  with  stone  concrete 
floor  arches,  three  stories  and  basement  in  height,  400  ft. 
by  199  ft.  10  in.  in  area;  OCCUPIED  as  a  garage  and 
factory  (the  3rd  story  being  in  process  of  construction  at 
the  present  time),  basement,  75  persons;  1st  story,  100  per¬ 
sons;  2nd  story,  100  persons;  3rd  story,  400  persons;  and 

W hf.reas,  the  appellant  proposes  to  install  a  40,000  gal¬ 
lon  gravity  tank  connected  by  an  8  in.  dead  riser  to  the 
underground  cross  connections,  which  in  turn  are  connected 
with  sprinkler  risers  and  to  four  6  in.  header  lines  direct 
to  the  6  in.  street  mains,  properly  metered  and  checked ; 
there  is  also  a  100,000  gallon  underground  reserve  reservoir, 
separately  water  supplied,  connected  with  the  sprinkler  sys¬ 
tem  through  a  1,000  gallon  per  minute  fire  pump,  and  ap¬ 
pellant  requests  the  board  to  approve  the  40,000  gallon 
gravity  tank  as  adequate  in  accordance  with  section  5  of  the 
sprinkler  rules. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  granted,  only  so  far  as  it  affects  the  ca¬ 
pacity  of  the  sprinkler  supply  tank  in  excess  of  25,000  gal¬ 
lons,  on  condition  that  the  "total  capacity  shall  not  exceed 
40,000  gallons;  that  in  addition  to  any  other  requirement 
an  independent  6  in.  discharge  line  shall  be  provided  from 
the  bottom  of  the  tank  direct  to  the  house  sewer,  equipped 
with  a  quick-opening  valve  located  inside  the  center  or 
main  entrance  on  the  132nd  street  front,  identified  with  a 
metal  sign,  affixed  to  the  wall,  directly  below  the  quick¬ 
opening  valve,  indicating  the  use  and  purpose  of  the  valve, 
with  letters  not  less  than  1J4  in.  in  height. 


687-25-A. 

APPELLANT— Francis  D.  Bailey,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 60  Grand  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Francis  H.  Dike. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  q 

Absent .  a 

THE  RESOLUTION: 

(687-25-A) 

V  hereas,  I' rancis  H.  Dike,  for  Francis  D.  Bailey,  owner, 
filed,  July  1,  1925,  an  appeal,  from  an  order  of"  the  fire 
commissioner,  affecting  premises  60  Grand  street,  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No. 

79437-F,  dated  June  9,  1925,  reads: 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
sq.  in.,  extending  from  cellar  to  roof,  with  necessary 
check  valves  and  2J4  in.  regulation  Fire  Department 
outlets  on  each  story  (including  basements,  cellars  and 
roofs),  placed  within  main  stairway  enclosure,  each 
outlet  to  be  provided  with  sufficient  feet  of  2l/2  in. 

standard  hose  attached  thereto.”; 

and 

W hereas,  the  building  is  non-fireproof,  seven  stories  in 
height,  25  ft.  by  92  ft.  in  area;  OCCUPIED  as  a  factory 
building,  about  10  persons  on  each  story ;  and 

Whereas,  the  appellant  claims  the  conditions  in  this 
building  are  the  same  as  those  of  No.  64  Grand  street, 
appealed  under  Cal.  No.  1523-22-A,  i.  e.,  equipped  with  a 
sprinkler  system,  and  requests  the  board  to  grant  a  similar 
modification  in  this  case ;  and 

Whereas,  appellant  contends  the  building  as  constructed 
did  not  come  within  the  purview  of  the  regulation  as  to  stand¬ 
pipe  requirement  but,  due  to  the  grading  and  repaving  of 
the  street,  the  building  is  now  86  ft.  in  height. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  existing  sprinkler  system  shall 
be  maintained,  and  granted  only  so  long  as  conditions  as  to 
use  and  occupancy  shall  remain  substantially  unchanged. 


694-25-A. 

APPELLANT — S.  W.  Eckman,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 10  Greenwav  terrace,  For¬ 
est  Hills,  Borough  of  Queens. 
APPEARANCES— 

For  Appellant:  S.  W.  Eckman  and  Mr.  La 
Blanc.  _ 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(694-25-A) 

Whereas,  S.  W.  Eckman,  owner,  filed,  July  3,  1925,  an 
appeal,  from  an  order  of  the  fire  commissioner,  affecting 
premises  10  Greenway  terrace,  Forest  Hills,  Borough  of 
Queens ;  and 

Whereas,  the  order  of  the  fire  commissioner.  No.  95610- 
LC,  dated  April  6,  1925,  reads : 

“1.  Uncover  storage  tank  so  that  an  inspection  may 
be  made  to  ascertain  if  tank  is  constructed  in  accord¬ 
ance  with  the  requirements  of  rule  5  and  rule  20  of 
the  Fuel  Oil  Rules. 

“2.  Place  fuel  oil  storage  tank  or  tanks  in  perma¬ 
nent  position  and  make  hydrostatic  test  in  the  presence 
of  an  inspector  from  the  Fire  Department,  as  per  rule 
7,  sec.  1-a  of  the  Fuel  Oil  Rules. 

“3.  Provide  a  hydrostatic  test  of  not  less  than  one 
hundred  pounds  per  sq.  in.  for  all  Grade  B  fuel  oil  car¬ 
rying  piping,  as  per  rule  25,  sec.  3  of  the  Fuel  Oil 


1255 


MINUTES 


Rules. 

“10.  Provide  an  easily  accessible  valve  to  shut  off 
the  supply  in  the  discharge  line  from  each  storage 
tank,  as  per  rule  26-a  of  the  Fuel  Oil  Rules. 

“15.  Remove  all  fuel  oil  from  the  premises  until 
a  permit  has  been  issued  by  the  Fire  Commissioner, 
as  per  rule  16  of  the  Fuel  Oil  Rules. 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  and 
attic  in  height,  25  ft.  by  35  ft.  in  area;  OCCUPIED  as  a 
dwelling  for  one  family;  having  installed  a  fuel  oil  heat¬ 
ing  system  which  does  not  fully  meet  with  the  requirements 
of  the  fuel  oil  rules  adopted  by  the  board;  and 

Whereas,  the  appellant  claims  the  system  has  been  in¬ 
stalled  over  three  years,  using  the  Baker  oil  burner ;  that 
it  would  be  an  undue  hardship  if  compelled  to  dig  up  the 
tank  and  piping  to  permit  a  test  re :  Items  1,  2  and  3 ; 
that  the  supply  pipe  is  a  suction  line,  all  points  of  which 
are  above  the  tank;  no  oil  can  run  from  tank,  except  when 
the  system  is  properly  working;  re:  to  Item  15,  he  re¬ 
quests  the  board  to  permit  the  storage  of  fuel  oil  neces¬ 
sary  for  the  operation  of  the  system. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  here¬ 
by  is  granted,  as  to  Items  1  and  2,  on  condition  that 
proof  satisfactory  to  the  fire  commissioner  shall  be  sub¬ 
mitted  in  lieu  of  the  hydrostatic  test  requirement  for  tanks ; 
as  to  Item  3,  on  condition  that  an  affidavit  of  test  shall 
be  filed  with  the  fire  commissioner ;  as  to  Item  10,  on  con¬ 
dition  that  an  automatic  trip  valve  shall  be  installed  on 
the  fuel  oil  burning  equipment;  and  as  to  Item  15,  on  con¬ 
dition  that  the  foregoing  conditions  shall  be  complied  with 
and  that  the  installation  otherwise  shall  comply  with  the 
fuel  oil  rules  in  all  respects. 


720-25-A. 

APPELLANT— Michael  B.  Rauert. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 361  Wythe  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Julia  Rauert. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(720-25-A) 

Whereas,  Michael  B.  Rauert  filed,  July  8,  1925,  an  ap¬ 
peal  from  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  361  Wythe  avenue,  Brooklyn ;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  96987- 
LC,  dated  June  18,  1925,  reads: 

“Discontinue  maintenance  of  a  garage  m  the  above 

premises  as  same  is  of  frame  construction.  Sec.  5, 

Ch.  5,  Par.  4,  and  Sec.  90.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  40  ft.  on  Wythe  avenue  and  a  depth 
of  109  ft.,  upon  which  is  located  a  two-story  frame  dwell¬ 
ing;  to  the  north  of  which  is  located  a  one-storv  frame 
open  shed  (14  ft.  in  height),  used  as  a  garage  for  the  stor¬ 
age  of  two  (2)  motor  trucks:  and 

Whereas,  appellant  contends  that  the  trucks  are.  used 
in  the  conduct  of  his  business  and  that  “no  smoking  siens,” 
a  waste  can  and  four  (4)  sand  pails  have  been  provided. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  not  more  than  two  (2)  motor 
vehicle  trucks  shall  be  maintained  on  the  premises  in  the 
open  shed  not  exceeding  in  area  20.  ft.  by  34  ft.  deep;  . and 
fhat  no  gasoline  storage  shall  be  maintained  on  the  premises 


738-25-A. 

APPELLANT — William  H.  Gompert,  for  City  of  New 
York,  Board  of  Education,  owner. 

SUBJECT  Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — Bedford  avenue,  Quentin 
road,  East  27th  street  and  Avenue  P,  Brooklyn 
APPEARANCES— 

For  Appellant:  James  J.  Sheridan. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Wfilsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  . 0 

Absent  . . "  ’  q 

THE  RESOLUTION: 

(738-25-A) 

Whereas,  William  H.  Gompert,  for  the  City  of  New 

York,  filed,  July  15,  1925,  an  appeal,  with  the  board  of 
standards  and  appeals,  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  on  the  block  Bedford  avenue 
Quentin  road,  East  27th  street  and  Avenue  P,  Brooklyn  • 
and  ’ 

Whereas,  the  order  of  the  fire  commissioner,  No  97241- 

LC,  dated  July  14,  1925,  reads: 

“With  reference  to  your  application  dated  January 
8th,  1925,  for  a  permit  to  store  liquified  chlorine  at  the 
above  location,  I  regret  to  inform  you  that  I  am  without 
power  to  grant  such  a  permit  for  die  reason  that  Sec. 
214- A,  Chap.  10,  C.  O.,  N.  Y.,  provides  that  no  permit 
shall  be  issued  for  the  storage  of  liquified  chlorine  in 
any  building  used  for  a  hotel  lodging  house,  tenement 
house  or  dwelling  in  any  building  lot  or  enclosure  lo¬ 
cated  within  50  ft.  of  the  nearest  wall  of  a  building  oc¬ 
cupied  as  a  hospital,  school,  theatre  or  other  place  of 
public  amusement  or  assembly.”; 

and 

Whereas,  the  building  is  fireproof,  five  stories  in  height, 
216  ft.  8  in.  by  70  ft.  10  in.  in  area;  OCCUPIED  as  a  pub¬ 
lic  school,  650  pupils  on  each  story;  and 

W hereas,  the  appellant  claims  that  the  quantity  of  liqui¬ 
fied  chlorine  gas  stored  in  the  pump  room  of  basement  is 
limited  to  20  pounds;  that  it  is  automatically  controlled, 
placed  in  a  wooden  cabinet  with  glass  door,  which  in  turn 
is  encased  in  a  gas-tight  metal  cabinet  having  a  vent  to 
outer  air ;  the  steel  bottle  of  liquified  chlorine  gas  in  a  steel 
jacket  which  is  kept  filled  with  water  by  means  of  a  per¬ 
manent  connection  and  overflow. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  quantity  of  chlorine  stored  on 
the  premises  shall  be  restricted  to  one  20-pound  cylinder, 
said  cylinder  to  be  submerged  in  water  in  a  metal  reservoir 
of  not  less  than  55  gallon  capacity,  equipped  with  a  trip 
releasing  valve  on  water  supply  line ;  said  reservoir  shall 
be  enclosed  in  a  4  in.  terra  cotta  partition  with  not  more 
than  one  opening  thereto,  equipped  with  rabbetted  door ;  and 
that  the  enclosure  shall  be  vented  direct  to  the  outer  air 
by  a  duct  of  not  less  than  24  sq.  in.,  protected  with  a  mesh 
or  register  at  both  intake  and  outlet. 


71 1-25-A. 

APPELLANT — Samuel  Rosenblum,  for  Resolute  In- 
,  vesting,  Co.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 657-659  Broadway,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 
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THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(711-25-A) 

Whereas,  Samuel  Rosenblum,  for  Resolute  Investing 

Company,  owner,  filed,  July  6,  1925,  an  appeal,  with  the 
board  of  standards  and  appeals,  from  an  order  of  the  fire 
commissioner,  affecting  premises  657-9  Broadway,  Borough 
of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
14,  1925,  reads  (Order  No.  76415-F)  : 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  *  *  *.”: 
and 

Whereas,  the  building  is  non-fireproof,  faces  on  two 
streets,  six  stories  in  height;  the  Broadway  front  wall  be¬ 
ing  90  ft.  8  in.  in  height  and  the  Mercer  street  front  being 
93  ft.  in  height,  45  ft.  by  200  ft.  in  area;  OCCUPIED  as 
a  tenant  factory,  approximately  20  persons  per  story;  and 

Whereas,  appellant  contends  that  the  height  is  only 
slightly  in  excess  of  the  85  foot  limit  and  that  the  premises 
are  amply  supplied  with  exits  as  well  as  a  sprinkler  sys¬ 
tem  and  an  automatiq  fire  alarm  system. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  a  standard  two-source  sprinkler 
system  shall  be  installed,  equipped  with  central  office  con¬ 
nection  ;  that  the  building  shall  not  be  increased  in  area, 
height  or  dimensions ;  and  that  conditions  as  to  occupancy 
and  use  shall  remain  unchanged. 


613-25-A. 

APPELLANT — Herman  Rapp,  Jr.,  for  Louis  K.  Liggett 
Company,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1485  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  Herman  Rapp,  Jr.,  and  Mr. 
Simmers. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 


Kenlon  .  4 

Negative:  Commissioner  Guilfoyle .  1 

Absent .  0 

THE  RESOLUTION: 

(613-25-A) 


Whereas,  Herman  Rapp,  Jr.,  for  Louis  K.  Liggett  Com¬ 
pany,  lessee,  fifed,  June  10,  1925,  an  appeal,  with  the  board 
of  standards  and  appeals,  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  1485  Broadway,  Borough  of 
Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
5,  1925,  reads : 

“1.  Install  required  number  of  safety  valves  of  al¬ 
lowable  size,  properly  connected  and  set  so  that  they  will 
discharge  within  the  maximum  allowable  pressure  *  *  * 

“2.  Seal  all  openings  in  wall  separating  refrigerating 
machinery  room  from  other  parts  of  the  building  ex¬ 
cept  such  openings  that  are  now  protected  by  tight, 
self-closing  doors  *  *  *. 

“3.  Provide  a  suitable  method  of  ventilating  refriger¬ 
ating  machinery  room  to  outer  air  *  *  *. 

“6.  Have  person  in  charge  of  operation  of  refriger¬ 
ating  plant  during  each  shift  secure  a  Certificate  of 
Qualification  from  Police  Department  *  * 
and 


Whereas,  the  building  is  fireproof,  18  stories  in  height, 
143  ft.  by  58  ft.  in  area.  OCCUPIED:  1st  story,  stores; 
upper  stories  as  an  office  building;  and 

Whereas, .  in  the  store  and  in  the  sub-basement  portion 
of  the  premises  there  are  refrigerating  machines  installed. 
Three  of  these  machines  are  located  on  top  of  the  large  re¬ 
frigerator  in  the  sub-basement  soda  room,  which  room  is  en¬ 
closed  with  fireproof  partitions  and  fireproof  self-closing 
doors.  One  of  them  is  located  in  the  electric  motor  room  of 
the  dumbwaiter,  which  is  enclosed  with  fireproof  partitions 
and  fireproof  self-closing  doors,  all  of  which  motor  room 
is  located  within  the  soda  room  mentioned.  Two  of  these 
machines  are  on  the  store  floor  in  the  soda  room,  which 
is  enclosed  with  fireproof  partitions.  One  is  under  the  soda 
fountain  counter  on  the  first  floor  in  the  store  proper. 
These  machines  have  a  capacity  of  1-10  ton;  are  operated 
by  a  ^  horsepower  motor ;  the  refrigerator  is  sulphur  di¬ 
oxide,  11  pounds  in  each  unit ;  and 

Whereas,  appellant  contends  that  the  proposed  new  code 
eliminates  the  necessity  of  the  required  safety  valves;  that 
the  sub-basement  and  the  soda  room  on  the  1st  floor  ven¬ 
tilate  directly  to  the  outer  air ;  that  the  location  of  the 
machines  make  it  impossible  to  comply  with  Item  3  of  the 
order,  and  in  re :  Item  6,  contends  that  under  the  proposed 
code  the  certificate  of  qualification  will  not  be  necessary 
for  this  type  of  installation. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  for  a  temporary  period  of  six  months  from  this 
date,  on  condition  that  no  individual  refrigerating  unit  shall 
be  charged  with  more  than  10  pounds  of  sulphur  dioxide. 


773-25-A. 

APPELLANT — Samuel  Rosenblum,  for  Max  Goebel, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 62  Grand  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(773-25-A) 

Whereas,  Samuel  Rosenblum,  for  Max  Goebel,  owner, 
filed,  July  27,  1925,  an  appeal,  from  an  order  of  the  fire 
commissioner,  affecting  premises  62  Grand  street,  Borough 
of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  80158- 
F,  dated  June  17,  1925,  reads: 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  sq.  in.,  extending  from  cellar  to  roof  *  * 

and 

Whereas,  the  building  is  non-fireproof,  seven  stories  (86 
ft.)  in  height,  25  ft.  by  96  ft.  in  area  at  the  1st  story  and 
25  ft.  by  90  ft.  above ;  OCCUPIED  as  a  tenant  factory ; 
53  persons  above  the  1st  story ;  proposes  to  have  20  persons 
on  each  story.  EXITS :  An  interior  wooden  stairway,  ex¬ 
tending  from  1st  story  to  roof;  enclosed  in  fire-resisting 
partitions  with  fireproof  doors  at  openings ;  a  party  wall 
fire  escape  balcony  on  the  rear  of  the  building  connecting 
the  buildings  adjoining  at  east,  also  at  west  on  each  story; 
a  fire  escape  on  the  front  of  the  building,  extending  from 
street  to  top  story ;  and 

Whereas,  the  appellant  claims  the  building  is  provided 
with  fire  alarm  signal  system;  that  the  grade  of  the  street 
was  lowered  a  couple  of  years  ago;  that  the  building  is 
small  and  has  a  light  occupancy. 
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Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  building  shall  be  equipped 
with  a  one-source  sprinkler  system ;  that  the  legal  required 
exits  shall  be  installed  and  maintained;  and  granted  only 
so  long  as  conditions  as  to  occupancy  and  use  remain  un¬ 
changed. 


1050-25-A. 

APPELLANT — Albert  E.  Kleinert,  superintendent  of  build¬ 
ings,  Borough  of  Brooklyn. 

SUBJECT — Revocation  of  certificate  of  occupancy  No. 

1114,  existing  building,  issued  June  4,  1925. 
PREMISES  AFFECTED— 321  Madison  street,  Brook¬ 
lyn. 

APPEARANCES— 

•  For  Appellant:  J.  P.  Smithers,  assistant  engineer, 
bureau  of  buildings,  Brooklyn. 

For  Appeal:  W.  C.  Higgins,  Alderman  Webber, 
Edward  Downes,  and  others. 

For  Opposition:  Frank  J.  Irving  and  Frank 
Canberg. 

ACTION  OF  BOARD — Appeal  granted,  revoking  certifi¬ 
cate  of  occupancy. 

THE  VOTE  TO  GRANT  AND  REVOKE  CERTIFI¬ 
CATE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 


Fire  Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(1050-25-A) 

Whereas,  Albert  E.  Kleinert,  superintendent  of  build¬ 
ings,  filed,  October  15,  1925,  an  appeal  for  revocation  of 
Certificate  of  Occupancy  No.  1114,  existing  building,  issued 
June  4,  1925,  premises  321  Madison  street,  Brooklyn,  on  the 
ground  that  “it  now  appears  from  a  preponderance  of  ma¬ 
terial  evidence  that  the  change  in  occupancy  from  ‘private 
garage  for  five  cars’  to  ‘garage  for  five  business  cars, 
space  rented,’  was  in  violation  of  article  2,  section  4,  zone 
resolution,  as  to  use” ;  and 

Whereas,  the  premises  consists  of  a  plot  of  ground  25 
ft.  by  100  ft.  in  a  residence  district  under  the  building  zone 
resolution,  on  which  is  located  a  two-story  brick  structure, 
25  ft.  by  60  ft.  in  area.  OCCUPIED  (for  about  30  years 
prior  to  1924)  on  the  1st  story,  private  stable  or  garage;  on 
the  2nd  story,  dwelling,  one  family ;  and 

Whereas,  it  appears  by  affidavits  of  adjacent  property 
owners  and  affidavit  of  former  occupant  and  custodian  of  the 
building  that  said  building  was  used,  until  May,  1924,  as  a 
private  stable  or  private  garage  for  not  more  than  two  horses 
nor  more  than  two  automobiles,  the  private  property  of  the 
owner  of  the  premises,  and  that  up  to  that  time,  no  space 
was  rented  in  said  premises ;  and 

Whereas,  it  appears  from  testimony  adduced  at  the  hear¬ 
ing  that,  on  July  25,  1916,  the  building  was  used  as  a  private 
stable  for  not  more  than  two  horses,  on  the  1st  story  there¬ 
of,  and  as  the  coachman’s  dwelling,  on  the  2nd  story  there¬ 
of  ;  and 

Whereas,  the  board  deemed  that  the  superintendent  of 
buildings  under  misapprehension  issued  a  certificate  of  oc¬ 
cupancy,  No.  1114,  for  five  business  cars  or  space  rented, 
in  violation  of  the  residence  use  district  regulations  of  the 
building  zone  resolution. 

Resolved,  that  the  appeal  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  granted,  and  that  the  certificate  of 
occupancy,  No.  1114,  for  No.  321  Madison  street,  Brooklyn, 
be  and  it  hereby  is  revoked. 


449-25-A. 

APPELLANT — Whitehall  Garage,  Inc.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 328  St.  Marks  avenue, 
Brooklyn. 


APPEARANCES— 

For  Appellant:  Alice  Bough. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 

Kenlon  .  4 

Negative:  Commissioner  Guilfoyle .  1 

Absent .  q 

THE  RESOLUTION: 

(449-25  A) 

Whereas,  Whitehall  Garage,  Inc.,  owner,  filed,  April 
27,  1925,  an  appeal,  with  the  board  of  standards  and  ap¬ 
peals,  from  an  order  of  the  fire  commissioner,  affecting 

premises  328  St.  Marks  avenue,  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  87194- 
LC,  reads : 

“!•  Discontinue  the  use  of  the  premises  for  dwelling 
purposes  for  the  reason  that  Sec.  154,  Ch.  10,  Code  of 
Ordinances,  provides  that  a  permit  shall  not  be  issued 
for  a  garage  in  a  building  occupied  as  a  dwelling  un¬ 
less  the  ground  floor  area  of  the  garage  does  not  ex¬ 
ceed  5000  sq.  ft.  in  area. 

“In  addition  to  the  above,  Sec.  154,  Ch.  10,  provides 
that  no  permit  shall  be  issued  for  a  garage  in  a  building 
occupied  as  a  dwelling  unless  the  entrance  to  living 
apartments  is  direct  from  the  street  without  passing 
the  garage.”; 
and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  on  an  average  of  42  ft.  by  172  ft.  (7,300  sq.  ft.) 
in  area  at  the  1st  story.  OCCUPIED :  1st  story,  public 
garage;  2nd  story,  one  family;  and 

Whereas,  the  appellant  claims  the  persons  living  on  the 
2nd  story  are  interested  in  the  maintenance  of  the  garage; 
the  stairway  leads  directly  to  the  living  apartment  with¬ 
out  passing  through  any  other  portion  of  the  building;  and 
he  has  filed  Certificate  of  Occupancy  No.  4530  of  1924, 
permitting  the  present  occupancy,  and  requests  the  board 
to  rescind  fire  department  Order  No.  87194-LC  to  discon¬ 
tinue  the  present  garage. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  living  quarters  above  garage 
shall  be  restricted  to  the  front  of  the  structure  (the  St. 
Marks  avenue  front),  the  area  being  25  ft.  and  the  depth 
50  ft.,  with  egress  direct  to  the  street;  that  the  stairway 
shall  be  enclosed  in  fire-retarding  material,  with  no  open¬ 
ing  therein  to  the  garage  area;  that  the  ceiling  of  the  1st 
story,  directly  under  the  living  quarters,  shall  be  fire-re¬ 
tarded  in  accordance  with  the  rules  of  the  board  of  stand¬ 
ards  and  appeals ;  that  the  occupancy  of  living  quarters 
shall  be  restricted  to  the  use  of  the  owner  of  the  premises 
or  persons  in  his  employ  engaged  in  the  operation  of  the. 
garage. 


BUILDING  ZONE  CASES. 

405-25-BZ. 

APPLICANT — Magnuson  &  Kleinert,  for  15th  Street 
Amusement  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  building  to  be 
used  for  theatre  and  store  purposes. 
PREMISES  AFFECTED — 187-8-9  Prospect  Park  West, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Michael  F.  Dee  and  Hugo 
Magnuson. 

For  Opposition:  David  O.  Kuh,  Wm.  A.  Moore 
and  others. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  1,  1915,  at  2  p.  m.,  for  discussion. 
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423-25-BZ. 

APPLICANT — Samuel  Schlau,  for  Isabel  Burger, 
owner. 

SUBJECT — Application  (re:  decision  of  tenement  house 
commissioner)  to  permit  in  an  “F”  area  district 
the  erection  of  a  building  the  area  of  which  is 
in  excess  of  that  permitted  in  such  district. 

PREMISES  AFFECTED — 123-02  and  123-08  Rockaway 
Beach  boulevard,  Rockaway  Park,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Edward  H.  Burger. 

For  Opposition:  A.  V.  Mischlich  and  others. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  29,  1925,  at  10  a.  m.,  on  request  of  appli¬ 
cant. 


532-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Menick  Holding 
Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  theatre  building. 

PREMISES  AFFECTED — 868  Flatbush  avenue,  Brook¬ 

lyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Appplication  withdrawn. 

THE  VOTE  (TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent . , .  0 


241-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Brolux  Corp.. 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1202-1206  Lind  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  Benjamin  Antin,  Patrick  A. 


Bolger  and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Absent:  Fire  Chief  Kenlon .  1 


THE  RESOLUTION: 

(241-25-BZ) 

Whereas,  Philip  J.  Sinnott,  for  Brolux  Corp.,  Alfred 
Lockwood  Brown,  president,  owner,  filed,  February  28,  1925, 
an  application,  under  the  building  zone  resolution,  to  permit 
in  a  business  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  motor  vehicles ; 
premises  1202-1206  Lind  avenue,  east  side,  93  ft.  south  of 
West  168th  street,  Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  17,  1925,  after  due  notice  by  publication- m 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Lind  avenue,  V  est  167th 
street  and  West  168th  street  are  all  in  business  districts; 

Whereas,  the  decision  of  the  superintendent  of  building  ', 
rendered  January  30,  1925,  reads: 


1.  Erection  of  proposed  garage  for  the  storage  of 
more  than  five  motor  vehicles  in  business  district  is 
contrary  to  provisions  of  Building  Zone  Resolution.”; 
and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  100  ft. 
and  a  depth  of  90  ft.  8  in. ;  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  live  motor  vehicles;  and 
Whereas,  there  was  opposition  to  the  granting  of  this 
application  on  the  part  of  adjoining  property  owners, 
and  the  board  deemed  that  the  applicant  did  not  sub¬ 
stantiate  the  basis  of  his  application  under  section  21, 
Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


552-25-BZ. 

APPLICANT — Philip  J.  Sinnott,  for  Fieldstone  Garage, 
Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles 
and  also  to  permit  same  to  be  of  non-fireproof 
construction  (garage,  with  one  street  frontage, 
exceeding  7,500  sq.  ft.  in  area). 

PREMISES  AFFECTED — East  side  of  Broadway,  224 
ft.  north  of  231st  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  Philip  J.  Sinnott. 

For  Opposition:  Robert  W.  Maloney  and  Abra¬ 
ham  A.  Wagner. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  i 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  o 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(552-25-BZ) 


Whereas,  Philip  J.  Sinnott,  for  Fieldstone  Garage,  Inc., 
owner,  filed,  May  27,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles ;  and  also  to  permit  same  to  be 
of  non-fireproof  construction  (garage,  with  one  street  front¬ 
age,  exceeding  7,500  sq.  ft.  in  area)  ;  premises  east  side 
of  Broadway,  224  ft.  north  of  231st  street,  Borough  of  The 
Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet 
ing,  November  17,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build 
ing  zone  resolution  show  that  both  Broadway  and  West 
233rd  street  are  in  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  17,  1925,  reads : 

“1.  Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution. 

“2.  Garage  with  one  street  frontage  exceeding  7500 
square  feet  in  area  must  be  of  fireproof  construction.”; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  225  ft. 
and  a  depth  of  97  ft.;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  and 
Whereas,  the  board  deemed  that  the  applicant  substan¬ 
tiated  the  basis  of  his  application  under  section  21,  in  that 
the  property,  an  interior  plot  situated  in  the  rear  of  prop¬ 
erty  fronting  on  a  highway  of  business  use  skirting  a  rail¬ 
road  right-of-way  cannot  be  used  for  dwelling  purposes; 
and  it  would  be  a  hardship  to  deprive  applicant  of  the  use 
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of  the  property  as  proposed,  with  such  conditions  as  would 
safeguard  the  adjoining  properties. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variaiton  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  the  building  shall  be  constructed  fireproof  through¬ 
out  and  located  on  the  extreme  rear  of  the  property  abut¬ 
ting  the  railroad  right-of-way,  and  that  an  open  courtyard 
and  space  of  not  less  than  25  ft.  in  depth  for  the  entire 
frontage  of  the  garage  shall  be  maintained  open  and  un¬ 
encumbered  and  that  a  wall  of  approved  masonry  shall 
be  constructed,  enclosing  this  said  yard,  said  opening  to 
be  not  less  than  10  ft.  in  height  or  to  the  height  of  door¬ 
way  of  garage  above  curb  level ;  that  an  open  runway  shall 
be  maintained  from  the  open  yard  direct  to  the  street  for 
a  width  of  not  less  than  31  ft. ;  and  that  the  fence  wall 
of  approved  masonry  shall  be  continuous  through  the  run¬ 
way  direct  to  the  Broadway  street  front  on  both  sides  of 
the  driveway;  that  the  proposed  garage  building  shall  not 
exceed  a  height  of  15  ft.  above  the  curb  level;  that  there 
shall  be  no  advertising  signs  erected,  other  than  one  pro¬ 
jecting  sign  on  the  street  front  of  the  runway,  indicating 
the  title  of  the  business;  any  gasoline  storage  equipment 
installed  shall  be  located  at  the  extreme  southerly  end 
of  the  structure;  that  the  gable  walls  of  the  structure  shall 
be  unpierced  throughout  their  entire  height  and  length. 

Resolved,  further,  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  within  nine  (9) 
months  and  the  building  completed  within  eighteen  (18) 
months  from  the  date  of  this  action. 


724-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Celia  Aronofsky, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
change  of  occupancy  of  an  existing  building 
.  from  private  garage  to  store. 

PREMISES  AFFECTED— 1515  Bryant  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Joseph  Bourke,  Henry  French, 


Frank  Krevoruck  and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(724-25-BZ) 


Whereas,  William  F.  Doyle,  for  Celia  Aronofsky,  owner, 
filed,  July  9,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  change  of 
occupancy  of  an  existing  building  from  a  private  garage 
to  a  store;  premises  1515  Bryant  avenue,  Borough  of  The 
Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  17,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bryant  avenue  is  in  a  resi¬ 
dence  district  and  that  East  172nd  street  is  in  a  residence 
district  also;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  29,  1925,  reads : 

“Change  of  occupancy  from  private  garage  to  store 
(business  use)  in  a  residence  district  is  prohibited  by 
provisions  of  the  Building  Zone  Resolution.” ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  three  stories  in  height,  with  a  frontage  of  70 
ft.  and  a  depth  of  25  ft.;  to  be  occupied  as  a  store;  and 


Whereas,  the  board  deemed  that  the  basis  of  appeal 
under  section  21,  namely,  hardship,  has  not  been  substan¬ 
tiated,  in  that  the  owners  purchased  this  property  since 
the  adoption  of  the  zoning  resolution,  and  a  further  store 
invasion  would  adversely  affect  the  adjoining  properties. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


11-25-BZ. 

APPLICANT — Charles  Schaefer,  Jr.,  for  Daniel  Houli¬ 
han,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  the  extension,  from  a 
business  district  into  a  residence  district,  of  a 
proposed  building  to  be  used  as  a  motion  picture 
theatre. 

PREMISES  AFFECTED — Southeast  corner  of  White 
Plains  avenue  and  234th  street,  The  Bronx. 
APPEARANCES— 

For  Applicant:  Charles  Schaefer,  Jr.,  Jeremiah 
Houlihan  and  Daniel  Houlihan. 

For  Opposition:  None. 

AC  1  ION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  .  q 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION: 

(11-25-BZ) 

Whereas,  Charles  Schaefer,  Jr.,  for  Daniel  Houlihan, 
owner,  filed,  January  5,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  the  extension,  from  a  busi¬ 
ness  district  into  a  residence  district,  of  a  proposed  build¬ 
ing,  to  be  used  as  a  motion  picture  theatre;  premises  south¬ 
east  corner  of  White  Plains  avenue  and  234th  street,  Bor¬ 
ough  of  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet 
ing,  November  17,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  WEite  Plains  avenue  is  in 
a  business  district;  that  233rd  street  is  in  a  business  dis¬ 
trict,  and  that  234th  street  is  in  a  residence  district ;  and 
Whereas,  the  decision  of  the  superintendent  ol  buildin. 
rendered  December  15,  1924,  reads: 

2.  Obtain  permit  from  Board  of  Appeals  for  ex¬ 
tending  moving  picture  theatre  in  residence  district  on 
234th  Street.” ; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  19  ft.  on 
White  Plains  avenue  and  80  ft.  on  234th  street;  to  be  oc¬ 
cupied  as  a  motion  picture  theatre ;  and 
Whereas,  there  was  no  opposition  to  the  erecti^i  of  this 
theatre  on  the  part  of  neighboring  property  owners  and 
the  board  deemed  that  the  applicant  substantiated  the  basis 
of  his  application  under  section  7-c,  and  the  only  opening 
in  the  residence  district  will  be  the  required  legal  emergency 
exit. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  the  invasion  within  the  residence  area  of  the  street  front¬ 
age  on  234th  street  shall  not  exceed  a  depth  of  31  ft.  beyond 
the  business  use  district,  and  that  an  open  court  shall  be  incor¬ 
porated  and  maintained ;  that  any  openings  in  rear  gable  wall 
shall  be  restricted  to  emergency  exits  as  required  by  law ;  that 
there  shall  be  no  advertising  signs  of  any  nature  or  descrip¬ 
tion  erected  or  displayed  on  the  234th  street  frontage  of  the 
structure ;  that  the  easterly  wall,  court  and  gable  shall  be  fin- 
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ished  with  face  brick,  architectural  terra  cotta  or  stone  trim¬ 
mings;  that  the  street  front  on  234th  street  shall  be  finished 
with  face  brick,  architectural  terra  cotta  or  stone  trimmings ; 
that  the  use  and  occupancy  of  the  theatrical  structure  shall  be 
restricted  to  the  conduct  and  operation  of  a  moving  picture 
theatre  of  single  auditorium,  with  no  gallery  or  balcony; 
that  there  shall  be  no  roof  signs  erected  within  the  resi¬ 
dence  use  district  of  the  plot  and  that  the  property  imme¬ 
diately  adjoining  and  in  the  same  and  single  ownership, 
for  a  frontage  of  not  less  than  40  ft.,  shall  be  improved 
in  conjunction  and  at  the  same  time  with  this  proposed 
structure,  as  conforming  use  and  conducted  as  an  apart¬ 
ment  house  or  private  dwellings  immediately  to  the  rear  on 
the  233rd  street  side ; 

Resolved,  further,  all  permits  necessary  for  the  prosecution 
of  the  work  shall  be  obtained  within  nine  (9)  months 
and  the  building  completed  within  eighteen  (18)  months 
from  the  date  of  this  action. 


267-23-BZ. 

APPLICANT — John  De  Hart,  for  David  Levine,  owner. 
SUBJECT — Application  for  temporary  permit  (re: 

[order  of  fire  commissioner)  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  garage  for 
the  storage  of  four  pleasure  motor  vehicles,  four 
spaces  to  be  rented  to  persons  not  residing  on 
the  premises. 

PREMISES  AFFECTED— 1319  Purdy  street,  The 
Bronx. 


APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  None. 

ACTION  Oh  BOARD — Application  to  extend  permit 


denied. 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative .  o 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION: 

(267-23-BZ) 


Whereas,  under  date  of  November  13,  1923,  the  board 
granted  to  John  De  Hart,  representing  David  Levine, 
owner,  a  temporary  permit  for  a  period  not  to  extend  be¬ 
yond  two  years  by  agreement  of  applicant  for  the  conduct 
of  a  garage  for  the  storage  of  four  automobiles  of  the 
pleasure  car  type,  space  for  three  of  which  to  be  rented 
to  persons  not  residing  on  premises ;  premises  1319  Purdy 
street.  Borough  of  The  Bronx;  and 
Whereas,  applicant  now  requests  an  extension  of  the 
permit  for  a  further  period;  and 
Whereas,  the  board  deemed  that  in  view  of  the  agree¬ 
ment  of  the  applicant  that  the  occupancy  of  the  garage  for 
a  prohibited  use  should  not  extend  beyond  two  years,  a  fur¬ 
ther  extension  of  the  permit  should  not  be  granted. 
Resolved,  that  the  request  be  and  it  hereby  is  denied. 


Adjourned  7.30  p.  m. 

James  O’Connor,  Secretary. 


RULES 


SMOKING  IN  FACTORIES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
August  13,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
ighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
n  such  protected  portions  or  special  classes  of  occupancies 
is  are  specified  in  Rule  2  of  these  rules,  and  then  only 
ifter  the  issuance  of  a  permit  by  the  fire  commissioner. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
>f  the  lessee  or  lessees  of  the  building  containing  such  fac- 
ory  or  factories  to  cause  to  be  posted  in  each  and  every 
■ntrance  hall,  stairhall  or  room  throughout  the  building,  as 
veil  as  in  every  elevator-car,  in  English,  and  also  in  such 
»ther  language  or  languages  as  the  fire  commissioner  shall 
lirect,  a  notice  of  such  prohibition,  and  the  penalty  for  its 
'iolation, 

(b)  Application.  Application  for  such  permit  shall 
ie  made  only  by  the  owner  of  the  building  on  suitable 
lank  forms  to  be  furnished  by  the  fire  commLcioner. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
ieriod,  not  exceeding  one  year,  and  shall  not  be  renewed 
ipon  expiration  until  a  reinspection  of  the  premises  for 
vhich  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
ermining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
inder  which,  the  hours  between  which,  and  the  place  or 
daces  in  such  factory  where  smoking  may  be  permitted, 
nd  this  permit  shall  be  framed  and  kept  posted  in  a 
onspicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
pecified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
nies  as  are  prescribed  by  law,  shall  be  full  and  sufficient 

■  ause  for  the  revocation  of  such  permit  by  the  fire  com- 
nissioner,  and  he  shall  not  again  issue  a  permit  for  the 
ame  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that: 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprinkler 
system,  the  floor  and  ceiling  of  such  room  shall 
be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making  ; 

Brick,  terra  cotta  or  artificial  stone  works; 

Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops  ; 

Smelting ; 

Stone  or  monumental  works ; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE 

SPRINKLER  SYSTEMS. 


EXTINGUISHING  APPLIANCES— 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Tuesday,  December. 22,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  shoiv  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-t 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line)  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wF1'  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  S}rstems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  b}r  the  Bureau  of  Standards,  Washing¬ 
ton.  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Aooeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Autotnatic  Electric  Fire  Pump,  installed  as  required 
under  the  proznsions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall [  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  belozv  the  pent  house  roof, 
but  zvhere  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  separate  feed 
mains  from  the  basement  or  lozvest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflozu  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be¬ 
lozv  the  top  of  the  staves  in  zvooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
zvitliout  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflozv  pipes  shall  terminate  not  more 
than  tzventy-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
zvith  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  where  exposed 
to  the  zveather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  which  may  be  of  three  layers  of  one-inch 
(/")  hair  felt  interspersed  zvith  building  paper  zvell  zvrapped 
and  secured  and  covered  zvith  canvas  zvell  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  zvith  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12)4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  water  for  a  ivet  pipe  system 
where  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  5,000  gallons  of  it rater  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  has  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  ( 1 A)  inches  in  size  [with  a  one  and  one- 
quarter  (z)4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  ( 1 lA)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(l)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  i>ustall  a  control  valve  box 
at  the  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  id  thereof,  the  conti  ol  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (^) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  zvatcr  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Eire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Eire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  13  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  sburce  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  ()4)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  » hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  sprinklered  stories  in  such  section.  In 


1263 


PUBLIC  HEARING 


determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  from 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  (zoo)  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *he  building 
line  except  that  where-  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  ( 13 )  inches  from  either  side  of 
such  angle  in  accordance  until  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightivay  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  hazhng 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  ()4)  in ch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  atui  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceft  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girddrs  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  (l/2)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads.  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively  ✓ 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows : 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  sliaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  mn  be  used  in  lieu  of  heads  located  in  peak  of 
roof ' 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (l)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint1  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 

sprinkW  cUfljectors  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  tins  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (A)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

V4  inch .  1  head 

1  “  2  heads 

1%  “  3  “ 

114  “  5  “ 

2  “  .  10  “ 

2^4  “  20  “ 

3  “  36  “ 

3 y2  “  . ' .  55  “ 

4  '•  80 

5  “  140  “ 

6  “  .  200  “ 

7  “  300  “ 

8  "  420 

(b)  For  Conran*  one  (1)  inch  heads' — 


Size  of  Pipe 

1  inch 
1%  “ 
l'A  “ 

2 

2'A  “ 

3 

4 

5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 
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(c)  For  Conran*  one  and  one-quarter  (l>4)  inch  heads— 


Size  of  Pipe 
1%  inch 

154  “ 

2 


2>A 


3 

4 

5 

6 

7 

8 
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Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 


3 

4 

6 

12 

21 

40 

60 

84 


<< 


it 


it 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2 A)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (A)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  opcningt 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  (A)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  he 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser ”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser’', 
forty  ( 40 )  feet  beloiv  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pip*;  shall  be  full-weight 
standard  wrought  iron  or  steel  threade  1  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  w  thout  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall®  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
( 15( )  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  350  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  wall  and  exposed  to  the  weather,  they 
shall  be  fitted  with  hoods  or  doum-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  (J4)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection  ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 

and 

At  each  supply  main,  when  the  water  in  the  same  can- 
pot  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  nf  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1%)  inches  in  size]  shall  be  not  less  than  I  inch 
in  size  where  floor  valves  are  not  over  2]/2  inches  in  size 
and  il/[  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i}/2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down- fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  ivhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (%)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (]/2)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  f/4  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  11/4  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  ^2-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  ivhere  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  ^4-inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  a  ^4-inch  shut-off  valve 
stopped  ivith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4 l/2) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (%) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind- 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  ( y2 \  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  l  and  April  1 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  \7alVes.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows: 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  he  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

.  (a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  (y2)  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  . ioo 

(c)  For  Conran*  one  and  one-quarter  ( 1 %  inch  heads  04 

Where  equipped  with  an  approved  quick-opening  device 

the  following  number  of  heads  may  be  controlled  by  one 
“Type  A”  dry-pipe  valve: 

(a)  For  Standard  one-half  (y)  inch  heads . 8oo 

( b )  For  Conran *  one  (/)  inch  heads  . zoo 

(c)  For  Conran*  one  and  one-quarter  ( i% )  inch  heads. 128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (y2)  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads.  84 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (YF)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  th* 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (lj/2)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol.  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tia^  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  nezvly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  walls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherzvise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 
of  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  27.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  28.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [3/]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  tzvo  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  zvhere  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  i» 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  IVhcn  a  building 
fully  equipped  zvith  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  zvorking  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  zvith  the  rules  of  the  National  Board  of  Fire 
Undcrzvriters.  Plans  for  such  installation  to  be  filed  zinth 
the  Fire  Department  for  approval. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  r<  solution,  desire 
copies  of  Form  13 A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  tc 
be  supplied  hv  mail. 
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DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  November  18,  1925  ....  1194 

Restored  to  calendar  .  56 

Miscellaneous  Applications. 


DISPOSITION  OF  CASES. 

Withdrawn  .  122 

Dismissed  .  67 

Denied  .  162 

Granted  .  9 

Granted  on  condition  .  649 

Appliances  approved  .  17 

Appliances  dismissed,  disapproved  or  withdrawn .  5 

Rules  approved  . 0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  ActicIns. 


Requests  to  reopen  .  122 

Requests  to  amend  .  5 

Requests  for  modification  .  33 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  17 

Requests  for  extension  of  permit  .  27 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans .  13 

Administrative  requests  .  6 

Requests  for  interpretation  .  2 

Total  .  2075 

Disposed  of  . ' .  ^258 

Cases  pending  November  18,  1925  .  817 


Requests  to  reopen  granted  .  114 

Requests  to  reopen  denied  .  7 

Requests  to  amend  granted  .  5 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted .  31 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted .  17 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted .  27 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted  .  1 

Requests  to  install  denied .  0 

Plans  approved  .  13 

Plans  disapproved  .  0 

Administrative  requests  granted  .  5 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  2 

Requests  withdrawn  or  dismissed  .  3 


Total  .  ■  .  1258 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  ot 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 
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This  issue  of  the  Bulletin  contains,  in  the  order 
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Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Special  Meeting,  November  20,  1925,  at 
10  a.  m. 

Minutes  of  Special  Meeting,  November  20,  1925,  at 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 
Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 
All  hearings  are  held  in  Room  J0I3,  Municipal 

Manhattan. 


Building 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon— Saturdays  excepted. 


>-ALL  UK  CLERK’S  CALENDAR. 

n  TJV:  Cork’s  Calendar  consists  of  applications  under  th< 
building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any 

id,Wj!,be,  .cal,Ied  f  1013,  Tuesday ,  December  1 

1.125  at  2  o  clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  or 
luesday  December  8,  1925,  at  2  o’clock.  .  , 

le  Clerks  Calendar  is  not  to  be  confused  with  th 
calendar  of  cases  that  have  been  definitely  set  for  hearini 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

.  AnY  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET. 


New  Cases  Filed  Week  Ending  November  25,  1925. 

Cal.  No.  Department.  Premises  Affected. 

1226-25-BZ . B.B.B.  ...377-383  Dahill  rd.,  Bklyn. 

-  N.  B.  21562-1925. 

1225-25-BZ . B.B.B.  ...2636-2656  Ocean  ave.,  Bklyn. 

-  N.  B.  21570-1925. 

1224-25-A . F.D . 43-47  W.  16th  st.,  Man. 

-  LC-31355. 

1223-25-BZ . B.B.B.  ...174-184  Vanderbilt  ave.,  Bklyn. 

-  Alt.  16125-1925. 


1222-25- A. 


1221-25-S . 


1220-25-S . 


1219-25-A. 


1218-25-A. 


.F.D. 
.B.B.M 
.F.D. 
.F.D. 
.F.D. 


. .  490  Henry  st.,  Bklyn. 

Letter — Fire  Dept. 
..257-67  W.  39th  st.,  Man. 

N.  B.  131-1925. 
..42  W.  28th  st.,  Man. 

LD-86248. 

. . .  207  E.  51st  st.,  Man. 

C-28359. 

. .  56-78  2nd  ave.,  Bklyn. 

F-84098. 


1217-25-A . F.D. 


1216-25- A . F.D. 


1215-25-A . F.D. 


1214-25-S . F.D. 


. . .  456  Hamilton  ave.,  Bklyn. 

Alt.  1155-1925. 
.  . .  240-256  E.  139th  st.,  Bx. 

Alt.  1729-1925. 

. . .  237-241  Wallabout  st.,  Bklyn. 

Alt.  1444-1925. 
...228-238  E.  44th  st.,  Man. 

LD-70298. 


1213-25-BZ . B.B.B.  ...4001-4011  14th  ave.,  Bklyn. 

-  N.  B.  21188-1925. 

1212-25-A . F.D . 280  Broadway,  West  New 

Brighton,  Richmond. 

-  Alt.  1969-1925. 

1211-25-SA . F.D . Homer  Domestic  Fuel  Oil 

-  Burner.  Appliance. 

1210-25- A . F.D . W.  S.  Review  ave.,  260  ft.  N. 

of  Young  st.,  L.  I.  City,  Q. 


F-86104. 


1209-25-A . F.D . N.  S.  Young  st.,  274  ft.  E.  of 

Review  ave.,  L.  I.  City,  Q. 

-  F-86105. 

1208-25-S . F.D . 151-165  Kent  ave.,  Bklyn. 

-  LD-74983. 

1207-25-A . F.D . 166  N.  5th  st.,  Bklyn. 

-  F-83642. 

1206-25- A . F.D . 147  Lombardy  st.,  Bklyn. 

-  LC-97081 

1205-25-S . F.D . 52  W.  28th  st.,  Man. 

-  LD-78669. 

1204-25- A . F.D .  87-93  Columbia  st.,  Man. 

-  F-84064. 

1203-25-BZ . B.B.B.  ..  2221-33  59th  st.,  Bklyn. 

-  N.  B.  19940-1925. 

1202-25- A . F.D . 315-319  E.  47th  st.,  Man. 

-  N.  B.  2454-1925. 

1201-25-S . H.D .  649  Classon  ave.,  Bklyn. 

-  Cellar  bakery  certificate. 

1200-25-BZ . B.B.B.  ...588  Knickerbocker  ave.,  Bklyn. 

-  N.  B.  16775-1925. 


1199-25-A . F.D . S.  E.  cor.  of  Ditmas  ave.  & 

Coney  Island  ave.,  Bklyn. 

-  N.  B.  640-1925. 

1198-25-BZ . B.B.M.  ..398  Audubon  ave.,  Man. 

-  Alt.  2399-1925. 

1197-25- A. . F.D . 104-114  S.  4th  st.,  Bklyn. 

-  C-98566. 

1196-25-S . B.B.M.  ..778-780  6th  ave.,  Alan. 

-  N.  B.  283-1925. 

1195-25-S . F.D . 72-74  W.  125th  st.,  Man. 

-  LD-82085-82225. 

Restored  to  Calendar. 

1522-24-BZ . B.B.Q.  ...129-02  Newport  ave.,  Belle 

Harbor,  Q.  Decision,  i 


CODE. 


F.D.  . 

H.D.  . 

B.B.B. 

B.B.M. 

B.B.Q. 

B.B.R. 

B.B.Bx 

T.H.D. 


. Fire  Department  i 

. Health  Department 

..Bureau  of  Buildings,  Brooklyn 
Bureau  of  Buildings,  Manhattan 
....Bureau  of  Buildings,  Queens 
.Bureau  of  Buildings,  Richmond 

. Bureau  of  Buildings,  Bronx  i 

...Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 
Tuesday,  December  1,  1925,  at  2  p.  m. 


114-25-BZ. 

APPLICANT — Jenks  and  Rogers,  for  Kennor  Realty  Corp., 
owner. 

PREMISES — 342-352  Coney  Island  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  business  district,  extending  from  an  un-  ! 
restricted  district,  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles. 

599-25-BZ. 

APPLICANT — Eugene  De  Rosa,  for  Maxlan  Theatre 
Corp.,  owner. 

PREMISES — Southeast  corner  of  Sheridan  avenue  and  East 
167th  street,  The  Bronx. 

APPLICATION,  under  section  7c  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  residence  district,  extending  from  a  busi¬ 
ness  district,  the  erection  and  maintenance  of  a  build¬ 
ing  to  be  used  for  business  and  theatre  purposes. 

802-25-BZ. 

APPLICANT — Morris  Whinston,  for  Harry  Greenberg, 
owner. 

PREMISES — 823  Bedford  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  business  district  the  conversion  of  occu¬ 
pancy  from  a  paint  shop  to  a  motor  vehicle  repair 
shop. 

876-25-BZ. 

APPLICANT — Charles  Kuhner,  for  Henrietta  A.  Stoll, 
owner. 

PREMISES — 1665  Jerome  avenue,  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone  reso¬ 
lution, 


1272 


CALENDAR 


TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  motor  vehicle  repair  shop. 

901-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Hyman  Morgenstern, 
owner. 

PREMISES — 1305-1309  Gates  avenue,  Brooklyn. 
APPLICATION,  under  section  21  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

J  877-25-BZ. 

APPLICANT — George  and  Edward  Blum,  for  1412  Broad¬ 
way,  Inc.,  owner. 

PREMISES — 1410-12  Broadway  and  123  West  39th  street, 
Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  two-times  height  district  the  erection  and 

!  maintenance  of  the  street  wall  to  a  height  exceeding 

the  prescribed  limit  required  by  the  zone  resolution. 

879-25-BZ. 

APPLICANT — McIntyre  &  O’Leary,  for  Essex  &  Shep¬ 
pard  Co.,  Inc.,  owner. 

PREMISES — 137-51  East  98th  street,  Brooklyn. 
APPLICATION,  under  section  21  of  the  building  zone  reso¬ 
lution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  1,  1925,  at  10  a.  m. 


i 


230-25-A — 1377  Washington  avenue,  Bronx. 
267-25-A — 34-36  Pine  street,  Manhattan. 
674-25-A — 48  John  street,  Manhattan. 
686-25-A — 477  Clermont  avenue,  Brooklyn. 
783-25-A — 654  Broadway,  Manhattan. 

788- 25-A — 28  Buckingham  road,  Brooklyn. 

789- 25-A — 29-45  Rodney  street,  Brooklyn. 


BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  December 
1,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 

on  the  following  matters: 

cal.  no.  528-25-BZ — Application,  May  21,  1925,  under  the 
building  zone  resolution,  of  Alfred  J. 
Boulton,  applicant,  on  behalf  of  Harry 
Seldin,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
a  poultry  slaughter  house;  premises  east 
side  of  Bay  37th  street,  285  ft.  north 
of  Cropsey  avenue,  Brooklyn. 

cal.  no.  527-25-BZ — Application,  May  21,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  B.  Johnston,  applicant,  Esther 
Schwartzberg,  owner,  Israel  Farbman, 
lessee,  to  permit  in  a  business  district 
the  change  of  occupancy  from  a  ga¬ 
rage  of  five  (5)  motor  vehicles  to  a 
poultry  slaughter  house ;  premises  1073 
Willoughby  avenue,  Brooklyn. 
cal.  no.  630-25-BZ — Application,  June  17,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
p  of  William  A.  Lacerenza,  architect,  on 

behalf  of  Edward  H.  Litchfield,  owner, 
to  permit  in  a  business  district  the  erec¬ 


tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  305-311  3rd 
street,  Brooklyn. 

cal.  no.  75 1-25-BZ— -Application,  July  17,  1925,  under  sec¬ 
tion  21  of  tbe  building  zone  resolution, 
of  Robert  D.  Kohn,  applicant,  on  be¬ 
half  of  Mt.  Sinai  Hospital,  owner,  to 
permit  in  a  one  and  one-half  times 
height  district  the  erection  of  the  street 
walls  of  a  building  to  a  height  exceed¬ 
ing  the  limit  set  by  the  zone  resolu¬ 
tion;  premises  6-16  East  99th  street 
and  5-17  East  98th  street,  Manhattan. 

CAL.  NO.  828-25-BZ— Application,  August  13,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Alfred  H.  Eccles,  applicant,  on  be¬ 
half  of  Henry  Gerken,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
of  a  garage  for  more  than  five  (5) 
motor  vehicles;  premises  southeast  cor¬ 
ner  of  Second  avenue  and  Newtown 
avenue,  Long  Island  City,  Borough  of 
Queens. 

CAL.  NO.  845-25-BZ— Application,  August  19,  1925,  under  sec¬ 
tions  7c  and  21  of  the  building  zone 
resolution,  of  John  J.  Dunnigan,  appli¬ 
cant,  on  behalf  of  Walter  Eveleth, 
owner,  to  permit  in  a  business  district 
extending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  northeast 
corner  of  Inwood  avenue  and  Macombs 
road,  The  Bronx. 

cal.  no.  853-25-BZ — Application,  August  21,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  McCooey  and  Conroy',  applicants, 
on  behalf  of  Fogel-Hirsh  Building  Co., 
Inc.,  owner,  to  permit  in  a  residence 
district  the  erection  and  maintenance 
of  a  building  to  be  used  as  stores  on 
the  first  story  of  the  Fourth  avenue 
front  and  as  dwellings  above;  premises 
8501-8511  Fourth  avenue,  Brooklyn. 

cal.  no.  504-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  D.  Cop¬ 
persmith,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  128-144  East  98th  street, 
Brooklyn. 

William  E.  Walsh,  Chairman. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  1,  1925,  at  2  p.  m. 

801-25-A — 19-61  Clymer  street,  Brooklyn. 

803-25-A — 514-16  Broadway  through  to  60-66  Crosby  street, 
Manhattan. 

806-25-A — 133-135  Greene  street.  Manhattan. 

831-25-A — 3140  Kingsbridge  terrace,  Bronx. 

834-25-A — 390-96  Berry  street,  Brooklyn. 

841-25-A — 149-459  Seventh  avenue,  163-167  West  34th 
street,  160-166  West  35th  street,  Manhat¬ 
tan. 

850-25-A — West  39th  street,  Manhattan. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 
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969-24- A — >126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

736-25-A — Block  bounded  by  West  138th  street,  West 
139th  street,  Broadway  and  Hamilton  place, 
Manhattan. 

810-25-A — Foot  of  Greenpoint  avenue  and  Newtown  Creek, 
Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternooii,  Decem¬ 
ber  1,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  785-25-BZ — Application,  July  29,  1925,  under  the 
building  zone  resolution,  of  William 

Kampel,  applicant  and  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
of  a  building  to  be  occupied  for  a  busi¬ 
ness  use  (stores)  ;  premises  1893  Clinton 
avenue,  The  Bronx. 

cal.  NO.  436-25-BZ — Application,  April  22,  1925,  under  the 
building  zone  resolution,  of  John  J. 

Dunnigan,  applicant,  on  behalf  of 
Joseph  Puglieri,  owner,  to  permit  in 
a  residence  district  the  alteration  and 
extension  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  117-119  Carroll  street,  Bor- 

ough  of  Brooklyn. 

cal.  no.  596-25-BZ— Application  June  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 

Dunnigan,  on  behalf  of  Biograph  Com¬ 
pany,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  district  the  extension  of  an  ex¬ 
isting  business  building  (studio)  ;  prem¬ 
ises  807  East  175th  street,  The  Bronx. 

cal.  no.  405-25-BZ— -Application  April  15,  1925,  under  the 
building  zone  resolution,  of  Magnuson 
&  Kleinert,  architects,  for  the  15th 
Street  Amusement  Company,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes ; 
premises  187-8-9  Prospect  Park  West, 
southwest  corner  of  14th  street,  Brook¬ 
lyn. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  December  8,  1925,  at  2  p.  m. 

1531-24-BZ. 

APPLICANT — McCooey  and  Conroy,  for  Louis  Schwartz 
and  Estate  of  Harry  Zaslawsky,  owners. 

PREMISES — 116-118  Wilson  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  conversion  of  occu¬ 
pancy  from  a  machine  shop  to  a  poultry  slaughter 
house. 

795-25-BZ. 

APPLICANT — Joseph  S.  Amsel,  for  Anna  Cohen,  owner. 

PREMISES— 1952-1956  Eastern  Parkway,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  8,  1925,  at  10  a.  m. 

278-25-A — 280  Broadway,  Manhattan. 

699-25-A — 212-214  East  6th  street,  Manhattan. 

727-25-A — 28-30  Greene  street,  Manhattan. 

798-25-A — 241-255  Haven  avenue,  Manhattan. 

1061- 25- A — 441  West  End  avenue,  Manhattan. 

1062- 25-A — 451  West  End  avenue,  Manhattan. 

63-25-A — 109-21  West  56th  street,  Manhattan. 

587-25-A — 9  Radde  street,  L.  I.  City,  Borough  of  Queens. 

377-25-A — 18-32  Grand  avenue,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  8,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  903-25-BZ — Application,  September  4,  1925,  unde: 

the  building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
N.  &  H.  Building  Company,  Inc.,  owner, 
to  permit  in  a  business  district  the 
change  of  occupancy  of  the  2nd  story 
from  auto  accessories  to  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  823-829  Classon 
avenue,  Borough  of  Brooklyn. 

cal.  no.  271-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Ray 
Barnett,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  956  Forest  avenue,  The 
Bronx. 

cal.  no.  696-25-BZ — Application,  July  3,  1925,  under  section 
21  of  the  building  zone  resolution,  of 
William  F.  Doyle,  applicant,  on  behalf 
of  Osbruck  Realty  Co.,  Inc.,  owner,  to 
permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  northwest  corner  of 
Grandview  avenue  and  Ralph  street, 
Ridgewood,  Borough  of  Queens. 

cal.  no.  270-25-BZ — Application,  March  10,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  J.  Dunnigan,  applicant,  on  be¬ 
half  of  Schinasi  Commercial  Corpora¬ 
tion,  owner,  to  permit  in  a  business  dis¬ 
trict  and  within  200  feet  of  a  hospital 
the  use  and  occupancy  of  an  existing 
building  as  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  32-36  West  100th  street,  Man¬ 
hattan. 

cal.  no.  523-25-BZ — Application,  May  20,  1925,  under  sec¬ 
tion  7,  subdivisions  b  and  c,  of  the 
building  zone  resolution,  of  Park  Avenue 
Improvement  Co.,  Inc.,  applicant  and 
lessee,  New  York  State  Realty  and  Ter¬ 
minal  Co.,  Inc.,  owner  of  ground,  to 
permit  in  a  residence  district  extending 
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from  a  business  district  the  maintenance 
of  a  business  use;  premises  320-330 
Park  avenue,  Manhattan. 

cal.  no.  791-25-BZ — Application,  July  31,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  McCombs  and  Ryan,  applicants,  on 
behalf  of  George  C.  Schwalb,  owner, 
to  permit  in  a  residence  district  the  al¬ 
teration  and  enlargement  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  619-625  Han¬ 
cock  street,  Brooklyn. 

cal.  no.  824-25-BZ — Application,  August  12,  1925,  under  sec¬ 
tions  7e  and  21  of  the  building  zone 
resolution,  of  Charles  D.  Cords,  appli¬ 
cant,  on  behalf  of  Hedwiene  M.  Pope, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gar¬ 
age  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  also  a  gasoline 
service  station ;  premises  25-41  Jamaica 
avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  8,  1925,  at  2  p.  m. 

743-25-S — 125-129  Sherman  street,  L.  I.  City,  Borough  of 
Queens. 

749-25-S — 732  Broadway,  Manhattan. 

675-25-S — 48  John  street,  Manhattan. 

728-25-S — 48  West  22nd  street,  Manhattan. 

734-25-S — 87-9  Nassau  street,  130  Fulton  street,  Manhat¬ 
tan. 

774-25-S — 501  Seventh  avenue,  Manhattan. 

794-25-S — 79-87  Madison  avenue,  23-27  East  28th  street, 
Manhattan. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

693-25-S — 270-276  West  38th  street  and  554-558  Eighth 
avenue,  Manhattan. 

688-25-S — 114-116  West  56th  street,  Manhattan. 

706- 25-S — 512-520  Grand  street,  Manhattan. 

707- 25-S — 504-510  Grand  street  and  2-12  Sheriff  street, 

Manhattan. 

708- 25-S — 34-36  Sheriff  street  and  25-35  Columbia  street, 

Manhattan. 

709- 25-S — Block  bounded  by  Grand,  Sheriff,  Broome  and 

Columbia  streets,  Manhattan. 

710- 25-S — Block  bounded  by  Broome,  Sheriff,  Delancey 

and  Columbia  streets,  Manhattan. 

767-25-S — 114-116  East  13th  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

406-25-S — 178-182  Sullivan  street,  Brooklyn. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

813- 25-SA — Hardinge  Oil  Burner,  approval  of. 

814- 25-SA — Aetna  Automatic  Syphone  Breaker,  approval 

of. 

t  846-25-SA — K.F.C.  Fuel  Oil  Burner,  approval  ot.- 
683-25-SA — Billow  Fuel  Oil  Burner,  approval  of 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  15,  1925,  at  10  a.  m. 

152-25-A — 15-19  Amsterdam  avenue,  427-37  West  59th 
street  and  134-38  West  60th  street,  Man¬ 
hattan. 

780- 25-A — 148-172  West  12th  street,  Manhattan. 

781- 25-A — 187  Lafayette  street,  Manhattan. 

804-25-A — 149  Spring  street,  Manhattan. 

874-25-A — Bronx  River,  between  Lafayette  street  and 
Spofford  avenue,  The  Bronx. 

1099-25-A — 820  Roosevelt  avenue,  Jackson  Heights,  Bor¬ 
ough  of  Queens. 


BUILDING  ZONE  APPLICATION. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Decem¬ 
ber  15,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  829-25-BZ — Application,  August  13,  1925,  under 
section  7b  of  the  building  zone  resolu¬ 
tion,  of  Tobias  Goldstone,  architect,  on 
behalf  of  Estate  of  George  E.  Eddy, 
owner,  to  permit  the  erection  on  a  plot 
partly  in  an  unrestricted  and  partly  in 
a  business  district  of  a  proposed  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  345-355  Clas- 
son  avenue,  Brooklyn. 

cal.  no.  796-25-BZ — Application,  August  3,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Thomas  O’Rourke  Gallagher,  appli¬ 
cant  on  behalf  of  Esther  Wieser 
et  al.,  owners,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
five  (5)  attached  residence  buildings, 
the  first  story  to  be  used  for  store  pur¬ 
poses;  premises  7114-7124  Bay  Park¬ 
way,  Brooklyn. 

cal.  no.  818-25-BZ — Application,  August  10,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Edward  P.  Doyle,  applicant, 
on  behalf  of  Samuel  Kessler  and  Jacob 
Kavoit,  owners,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  Prospect  avenue 
77.79  feet  south  of  East  182nd  street. 
The  Bronx. 

cal.  no.  873-25-BZ — Application,  August  27,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  John  J.  McCormack,  applicant 
and  owner,  to  permit  in  a  business  dis¬ 
trict  a  gasoline  selling  station;  prem¬ 
ises  northeast  corner  of  113th  avenue 
and  Springfield  boulevard,  Springfield 
Heights,  Borough  of  Queens. 

cal.  no.  891-25-BZ — Application,  September  1,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  Bertha  A.  Wilkus,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to  be 
used  as  stores  on  the  1st  story  and 
dwellings  above ;  premises  northeast 
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corner  of  Beach  34th  street  and  Edge- 
mere  avenue,  Edgemere,  Borough  of 
Queens. 

cal.  no.  900-25-BZ — Application,  September  3,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  the  Dornhage  Realty  Corp. 
owner,  to  permit  the  extension  from  a 
business  district  into  a  residence  dis¬ 
trict  of  a  proposed  building  to  be  used 
as  a  theater  and  also  as  stores  ^prem¬ 
ises  southeast  corner  of  Jerome  avenue 
and  East  199th  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  .15,  1925,  at  2  p.  m. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

793-25-A — 138-140  Greene  street,  Manhattan. 

823-25-A — 1979  Metropolitan  avenue,  Ridgewood,  Borough 
of  Queens. 

827-25- A — 326-328  Third  avenue,  Manhattan. 

882-25-A — 360  Bowery,  Manhattan. 

889-25-A — South  side  of  Dry  Harbor  road  and  L.  I.  R.  R., 
Glendale,  Borough  of  Queens. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday  December  22,  1925,  at  10  a.  m. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

672-25-A — 1171  President  street,  Brooklyn. 

792-25-A — Southwest  corner  of  Avenue  U  and  East  56th 
street,  Brooklyn. 

BUILDING  ZONE  APPLICATION. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  22,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  375-23-BZ — Application,  October  20,  1925,  under 
section  7c  of  the  building  zone  resolu¬ 
tion,  of  Thomas  W.  Lamb,  architect, 
on  behalf  of  B.  F.  Keith  New  York 
Theatres  Company,  owner,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  for  theatre  pur¬ 
poses  (previously  withdrawn)  ;  prem¬ 
ises  109  East  Fordham  road,  The 
Bronx. 

William  E.  Walsh,  Chairman. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  22,  1925,  at  2  p.  m. 
800-25-S — 15-19  West  39th  street,  Manhattan. 
837-25-S — 184  Boerum  street,  Brooklyn. 

368-25-S — 582  Fifth  avenue,  Manhattan 
582-25-S — 113  Nassau  street,  Manhattan. 
747-25-S — 236-238  West  30tTi  street,  Manhattan. 
421-25-S — 136-40  West  23rd  street,  Manhattan. 


745- 25-S — 214-226  West  29th  street,  Manhattan. 

746- 25-S — 242-46  West  30th  street,  Manhattan. 

779-25-S  164-6  East  86th  street  and  1542  Third  avenue, 
Manhattan. 

797-25-S — 476-478  Broome  street,  Manhattan. 

819-25-S — 1104-1106  Fulton  street,  Brooklyn. 

840-25-S — 1239  Broadway,  Manhattan. 

854-25-S — 2148-50  Third  avenue,  Manhattan. 

859-25-S — 142  West  32nd  street,  Manhattan. 

869-25-S — 306-310  Penn  street,  Brooklyn. 

867-25-S — 174  Wooster  street,  Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

77-25-SR— Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BUILDING  ZONE  APPLICATION. 

Tuesday,  December  29,  1925,  at  2  p.  m. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Decem¬ 
ber  29,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter: 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
*  boulevard,  Rockaway  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 


APPEAL  FROM  ADMINISTRATIVE  ORDER. 

Tuesday,  January  5,  1926,  at  10  a.  m. 
1537-24-A — 1879-1883  Cedar  avenue,  rear,  The  Bronx. 
857-25-A — 520-524  West  41st  street,  Manhattan. 
584-25-A — 46-52  Columbia  street,  Brooklyn. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  January  5,  1926,  at  2  p.  m. 

365-25-S — 2139  Third  avenue,  Manhattan. 

456-25-S — 320-330  Van  Buren  street,  Brooklyn. 

489-25-S — 686-688  Lexington  avenue,  Manhattan. 

775-25-S — 501  Seventh  avenue,  Manhattan. 

856-25-S — 1968  Prospect  avenue,  rear,  The  Bronx. 

862-25-S — 197-199-201  Greene  street,  Manhattan. 

878-25-S — 1410-1412  Broadway,  Manhattan. 

885-25-S — 570-576  Seventh  avenue,  Manhattan. 

809-25-S— 29  West  50th  street,  Manhattan. 

521-25-  S — 46-52  Columbia  street,  Brooklyn. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

865-25- S  A — Kennan  High  Pressure  Brilliant  Gas  Oil 
Burner,  approval  of. 

887-25-SA — 'M’-xissette  Oil  Burner,  approval  of. 
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BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING. 

FRIDAY,  NOVEMBER  20,  1925. 

Present:  Chairman  Walsh,  Commissioners  Connell, 
Flanagan,  Guilfoyle  and  Fire  Chief  Kenlon. 


PETITIONS  FOR  VARIATION. 

650-25-S. 

PETITIONER — Louis  Sonnenberg,  for  Manhattan  Sta¬ 
tionery  Company,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 18  East  23rd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Francis  X.  Conlin. 

For  Administration:  Inspector  Mahei  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
22,  1925,  at  2  p.  m. 


198-25-S. 

PETITIONER— Thomas  B.  Leahy,  for  566-568  Seventh 
Avenue,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  letter  of 
superintendent  of  buildings. 

PREMISES  AFFECTED— 566-568  Seventh  avenue, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Thomas  B.  Leahy. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
8,  1925,  at  2  p.  m. 


406-25-S. 

PETITIONER — Cullen  &  Dykman,  for  Acorn  Insu¬ 
lated  Wire  Company,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 178-192  Sullivan  street, 
Brooklyn. 

APPEARANCES— 

For  Petitioner:  Edwrard  F.  Doyle. 

For  Administration:  Inspector  Mahei  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
8,  1925,  at  2  p.  m. 


115-25-S 

PETITIONER— Julius  Eckman,  for  Winco  Realty 
Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 54  West  57th  street  and 
59  West  56th  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Petition  laid  over  December 
8,  1925,  at  2  p.  m.,  on  request  of  petitioner’s 
representative. 

288-23-S 

PETITIONER— Samuel  Rosenblum,  for  Rialto  Build¬ 
ing  Corp.,  owner. 

SUBJECT — Application  for  reopening— variation  of 
labor  law  as  cited  in  decision  of  superintendent 
of  buildings. 

PREMISES  AFFECTED— 552-554  Seventh  avenue, 
Manhattan. 

•  APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 


ACTION  OF  BOARD — Petition  to  reopen  denied. 
THE  VOTE  TO  REOPEN— 

Affirmative:  Commissioner  Guilfoyle .  1 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Fire  Chief  Kenlon  4 
Absent .  0 


814-23-S. 

PETITIONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Live  Wire  Realty  Co.,  owner. 

SUBJECT — Application  for  reopening — variation  of  la¬ 
bor  law  as  cited  in  orders  of  fire  commissioner. 

PREMISES  AFFECTED — 14  Thames  street  and  105 
Duane  street,  Manhattan. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD — Petition  to  reopen  denied. 
THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent .  0 


543-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Catharine  R. 
Forbes,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner  and  decision  of  superintendent 
of  buildings. 

PREMISES  AFFECTED — 497  Sixth  avenue,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum  and  Cath¬ 
arine  R.  Forbes. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 


Kenlon  .  4 

Negative:  Commissioner  Guilfoyle .  1 

Absent .  0 

THE  RESOLUTION: 

(543-25-S) 


Whereas,  Samuel  Rosenblum,  for  Catharine  R.  Forbes, 
lessee,  filed,  May  27,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  order  of  the  fire  commissioner 
and  decision  of  superintendent  of  buildings,  affecting  prem¬ 
ises  497  Sixth  avenue,.  Manhattan;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  19,  1925,  reads : 

“1.  Interior  stairway  not  extended  to  roof. 

“2.  Second  means  of  exit  in  accordance  with  sec¬ 
tion  271  of  labor  law  not  provided.”; 

and 

Whereas,  the  order  of  the  fire  commissioner,  No.  76948- 
LD,  reads: 

“1.  Provide  an  outside  iron  balcony  fire  escape  on 
front  of  the  building  *  *  *. 

“2.  Extend  the  interior  stairway  at  the  north  side 
of  building  to  the  roof,  as  per  section  271  of  labor 
law.”; 

and  _  . 

Whereas,  the  building  is  of  non-fireproof  construction, 
three  stories  in  height,  23  ft.  by  51  ft.  V/2  in.  in  area  at 
the  1st  story  and  23  ft.  by  25  ft.  in  area  above.  OCCU- 
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PIED :  1st  story,  stores ;  2nd  story,  furriers,  8  persons ; 
3rd  story,  furriers,  7  persons.  EXITS  :  An  interior  wooden 
stairway,  extending  from  the  1st  story  to  3rd  story,  en¬ 
closed  in  wood  lath  and  plaster  partitions  with  wooden 
doors  at  openings,  a  stationary  iron  ladder  from  3rd  story 
to  a  movable  skylight  in  the  main  roof;  ROOFS  of  adjoin¬ 
ing  buildings  are  of  the  same  height;  and 

Whereas,  the  petitioner  claims  the  roof  of  the  1st  story 
extension  is  on  the  same  level  with  a  similar  extension 
adjoining  on  the  south  through  which  egress  may  be  had,  and 
has  filed  a  letter  of  consent  to  that  effect  signed  by  the  owner 
of  such  adjoining  building,  and  he  further  contends  the 
exits  would  then  be  adequate,  and  requests  the  board  to 
accept  the  same  in  lieu  of  complying  with  fire  department 
Order  No.  76948-LD  and  the  decision  of  the  superintendent 
of  buildings. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  as 
to  Item  No.  1  of  the  superintendent  of  building’s  order 
and  Item  No.  2  of  the  fire  commissioner’s  order  (being 
the  same  requirements),  on  condition  that  a  fixed  double 
rung  iron  ladder  shall  be  provided  from  the  top  story  stair 
hall  to  scuttle  in  roof ;  granted,  as  to  Item  No.  2  of  the 
superintendent  of  building’s  order  and  Item  No.  1  of  fire 
commissioner’s  order,  on  condition  that  a  gooseneck  iron 
ladder  shall  be  provided  from  the  main  roof  to  the  roof 
of  the  extension  at  2nd  story,  with  egress  therefrom  by 
means  of  a  balcony  at  roof  level  of  2nd  story  extension 
and  60  degree  iron  stair  to  the  roof  of  the  1st  story  exten¬ 
sion,  with  egress  therefrom  to  adjoining  properties  across 
extension  roof  at  the  same  level,  and  on  further  condition 
that  the  top  story  shall  be  unoccupied  other  than  for  non- 
hazardous  storage,  and  that  the  occupancy  of  the  2nd  story 
shall  not  exceed  eight  (8)  persons. 


544-25-S. 

PETITIONER  —  Samuel  Rosenblum,  for  Farragut 
Holding  Co.,  owner. 

SUBJECT— Variation  ol  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 32  East  28th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  WalshA  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(544-25-S) 

Whereas,  Samuel  Rosenblum,  for  Farragut  Holding  Co., 
owner,  filed,  May  27,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
°f  the  labor  law,  as  cited  in  decision  of  superintendent  of 
buildings,  affecting  premises  32  East  28th  street,  Manhat¬ 
tan;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  Alt.  App.  No.  947-1925,  reads: 

“2.  Roof  of  2  story  extension  must  be  fireproofed. 

“3.  Fireproof  passageway  from  foot  of  fire  escape 
to  street  must  be  provided.”; 
and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  20  ft.  10  in.  by  98  ft.  9  in.  in  area  at  the  1st  story 
and  20  ft.  10  in.  by  44  ft.  in  area  above.  OCCUPIED : 
1st  story,  stores;  2nd,  3rd  and  4th  stories,  manufacturing, 
30  persons  on  each  story.  EXITS:  An  interior  wooden 
stairway  extending  from  the  1st  story  to  roof,  enclosed 
in  fire-resisting  partitions  with  fireproof  doors  at  openings ; 
ROOFS  of  adjoining  buildings  are  about  the  same  height; 
and 


Whereas,  the  petitioner  proposes  to  provide  a  45  de¬ 
gree  fire  escape  on  the  rear  of  building  extending  from 
main  roof  to  roof  of  2nd  story  extension,  thence  to  fire¬ 
proof  roof  of  adjoining  one-story  extension  at  west,  to 
fire-retard  the  underside  of  2nd  story  extension  with  y2  in. 
plaster  boards  and,  26  gauge  metal;  and 

Whereas,  the  petitioner  claims  the  exits  would  then 
be  adequate  and,  also,  due  to  the  small  size  of  the  building, 
he  requests  the  board  to  accept  the  proposed  means  of  exit 
in  lieu  of  complying  with  the  requirements  of  the  deci¬ 
sion  of  the  superintendent  of  buildings. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  as 
to  Item  No.  2,  on  condition  that  the  ceiling  of  the  2nd  story, 
beyond  the  wall  of  the  main  building,  shall  be  fire-retarded 
in  accordance  with  the  rules  of  the  board  of  standards  and 
appeals;  granted,  as  to  Item  No.  3,  only  so  far  as  it  af¬ 
fects  the  egress  from  the  termination  of  the  rear  fire  escape, 
on  condition  that  a  balcony  fire  escape  on  the  rear  of  the 
2nd  story  extension  shall  be  connected  to  the  adjoining 
premises,  No.  30  East  28th  street,  with  balcony  fire  escapes 
and  stairs  therefrom  to  the  fireproof  roof  of  extension  at 
No.  30  East  28th  street,  with  egress  therefrom  through 
plain  glass  windows  direct  to  the  street,  and  on  condition 
that  the  fire  escape  shall  comply  with  the  requirements  of 
the  labor  law  in  all  other  respects,  and  granted  only  so 
long  as  conditions  as  to  use  and  occupancy  otherwise  re¬ 
main  substantially  unchanged. 


545-25-S 

PETITIONER — Samuel  Rosenblum,  for  Dr.  S.  K. 
Johnson,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 120  West  25th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  q 

Absent . 0 

THE  RESOLUTION: 

(545-25-S) 

Whereas,  Samuel  Rosenblum,  for  Dr.  S.  K.  Johnson, 
owner,  filed,  May  27,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  120  West  25th  street,  Manhat¬ 
tan;  and 

Whereas,  the  order  of  the  fire  commissioner  reads : 

Order  No.  76500-LD.  1.  Enclose  the  interior  stair¬ 
way  serving  as  a  required  means  of  exit  in  partitions 
of  fire  resisting  material  from  floor  of  1st  story  to  the 
underside  of  2nd  story,  including  any  exposed  stair  sof¬ 
fits,  landings  and  passageways. 

.  Openings  shall  be  provided  with  approved  self-clos¬ 
ing  doors,  as  per  rule  2  of  Board  of  Standards  and 
Appeals  adopted  July  29th,  1924.”; 
and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  82  ft.  3  in.  in  area  at  the  1st  story  and 
25  ft.  by  65  ft.  in  area  above.  OCCUPIED:  1st  story, 
restaurant ;  2nd  story,  offices,  3  persons ;  3rd  story,  hem¬ 
stitching  and  pleating,  13  persons ;  4th  story,  storage ;  5th 
story,  manufacturing  of  metal  wreaths,  3  persons.  EXITS : 
An  interior  wooden  stairway  extending  from  the  1st  story 
to  the  roof,  onen  on  the  3rd,  4th  and  5th  stories,  enclosed 

1278 


M1NUT 


on  the  1st  story  with  wood  studs  and  sheathing  metal  cov¬ 
ered  ;  on  the  2nd  story  with  wood  studs,  covered  with 
stamped  metal,  with  wooden  sash  doors  at  openings;  a  party 
wall  balcony  on  the  rear  of  the  building  at  the  2nd,  3rd, 
4th  and  5th  stories,  connecting  with  building  at  west,  hav¬ 
ing  non-fireproof  openings  along  the  course  thereof ;  ROOFS 
of  adjoining  buildings  are  about  the  same  height ;  and 
Whereas,  the  petitioner  claims  that  the  adjoining  build¬ 
ing  at  the  west  is  connected  by  party  wall  balconies  and 
is  similar  as  to  construction  and  exits ;  the  two  buildings 
are  under  one  ownership;  that  the  two  upper  stories  are 
used  by  the  tenants  in  the  building  adjoining  at  west,  there 
being  a  horizontal  exit  between  the  buildings  on  the  two 
stories  protected  by  fire  doors,  and  the  occupancy  is  small ; 
that  the  restaurant  side  of  partition  is  protected  with  plate 
glass  mirror,  which  it  would  be  a  hardship  to  remove. 
Resolved,  that  the  board  of  standards  and  appeals  does 

(hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  fire-retarding  of  the  stairway, 
on  condition  that  the  stair  hall  side  and  the  soffits  of  the  stair¬ 
way  shall  be  fire-retarded  in  accordance  with  the  rules  of  the 
board  of  standards  and  appeals ;  and  that  the  1st  story  store 
side  of  the  partition  where  exposed  shall  be  similarly  fire- 
retarded,  and  granted  so  long  as  conditions  as  to  use  and 
occupancy  otherwise  remain  unchanged,  and  that  the  re¬ 
quirements  of  the  labor  law  shall  be  complied  with  in  all 
other  respects. 


cellar  to  top  story,  iron  ladder  to  roof  scuttle..  No.  314, 
no  interior  stairs  but  a  doorway  opening  in  party  wall  from 
2nd  story  to  1st  story  of  No.  312;  No.  312,  a  fire  escape 
on  the  rear  of  the  building,  having  fireproof  openings  along 
the  course  thereof,  extending  from  the  top  story  to  the  yard 
level,  with  no  EGRESS  from  the  termination  of  the  same; 
a  gooseneck  ladder  from  roof  of  one-story  metal  extension 
to  the  roof ;  ROOFS  of  adjoining  buildings — 15  ft.  higher 
at  west,  25  ft.  higher  at  east;  and 

W hereas,  the  petitioner  claims  that  adequate  egress  may 
be  had  through  a  gate  in  the  fence  at  rear,  west  side,  to  the 
yard  of  a  tenement  house ;  he  has  filed  a  letter  of  consent, 
signed  by  the  owner  of  the  said  tenement  to  permit  the 
use  of  his  premises  as  an  exit. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted  on 
condition  that  a  balcony  fire  escape  shall  be  provided  on 
the  front  of  the  building  at  the  3rd  and  4th  story,  with 
60  degree  connecting  stairs  and  drop  ladder  in  guides  from 
balcony  at  3rd  story  to  stoop  level,  and  that  the  windows 
on  the  3rd  story  balcony  shall  be  made  fireproof,  and 
granted  only  so  long  as  conditions  as  to  occupancy  and 
use  remain  substantially  unchanged. 


548-25-S. 

PETITIONER — Rapid  Cleaners  &  Dyers,  Inc.,  lessee. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 312-314  East  125th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Harry  Gittleson  and  Mr.  Green¬ 
berg. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(548-25-S) 

Whereas,  Rapid  Cleaners  &  Dyers,  Inc.,  lessees,  filed, 
August  14,  1925,  a  petition,  with  the  board  of  standards 
and  appeals,  for  a  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  order  of  the  fire  commissioner,  af¬ 
fecting  premises  312-314  East  125th  street,  Borough  of 

Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  74119- 
LD,  dated  March  20,  1925,  reads : 

“1.  Provide  safe  and  unobstructed  egress  from  the 
lower  termination  of  the  fire  escape  at  rear  of  build¬ 
ing  by  constructing  a  fireproof  passageway  with  an 
unobstructed  width  of  at  least  3  ft.  throughout,  lead¬ 
ing  to  the  street,  adequately  lighted  at  all  times  dur¬ 
ing  working  hours,  or  by  means  of  providing  access 
to  an  open  area  having  communication  with  the  street 

*  *  *  » . 

•  9 

and 

Whereas,  the  premises  consists  of  two  attached  non- 
fireproof  buildings—  No.  312  is  three  stories  and  basement 
in  height,  19  ft.  by  45  ft.  in  area;  No.  314  is  two  stories 
in  height,  18  ft.  6  in.  by  45  ft.  in  area.  OCCUPIED:  No. 
312,  basement,  washing  and  dyeing.  2  persons ;  1st  story,  of¬ 
fice,  1  person ;  2nd  story,  examining  and  pressing  room,  8 
persons;  3rd  story,  pressing  room,  5  persons;  No.  314,  1st 
story,  garage;  2nd  story,  sorting  room,  1  person.  EXITS: 
No.  312,  an  interior  open  wooden  stairway,  extending  from 


546-25-S. 

PETITIONER — John  J.  Gilmartin,  for  Robert  Hoe 
Estate. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 683-685  Broadway,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  o 

Absent .  o 

THE  RESOLUTION: 

(546-25-S) 

Whereas,  John  J.  Gilmartin,  for  Robert  Hoe  Estate, 

owner,  filed,  May  27,  1925,  a  petition,  w'ith  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  decision  of  the  superintendent 
of  buildings  and  order  of  the  fire  commissioner,  affecting 
premises  683-685  Broadway,  Borough  of  Manhattan ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
dated  May  6,  1925,  reads : 

“Answering  your  letter  of  May  2,  1925,  with  refer¬ 
ence  to  Fire  Department  Order  No.  61658-LD,  we  beg  to 
state  that  the  stairway  leading  to  Broadway  does  not 
meet  the  requirements  of  the  Labor  Law,  in  that  the 
area  of  wire  glass  on  every  story  except  the  1st,  ex¬ 
ceeds  720  sq.  in.  and  the  panes  of  wire  glass  exceed 
360  sq.  in.”  ; 

and  the  order  of  the  fire  commissioner,  No.  61658-LD,  dated 
June  26,  1924: 

“Reduce  the  area  of  wire  glass  in  stairway  enclosure, 
each  story,  northeast  side  of  building,  to  not  more  than 
720  square  inches  *  *  ; 

and 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
50  ft.  by  90  ft.  in  area;  OCCUPIED  as  a  factory  build¬ 
ing,  about  10  persons  on  each  story;  equipped  with  a  sprin¬ 
kler  system.  EXITS:  Two  interior  fireproof  stairways, 
extending  from  the  1st  story  to  the  top  story,  enclosed 
in  fireproof  partitions  with  fireproof  doors  at  the  open¬ 
ings,  and  iron  winding  stairs  to  roof  from  northeast  stair- 
hall,  an  iron  ladder  to  roof  scuttle  from  southwest  stair- 
h»l  1 ;  a  sub-standard  fire  escape  on  the  3rd  street  front; 
and 
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Whereas,  the  petitioner  claims  the  amount  of  wire  glass 
in  the  stairhall  enclosure  on  each  story  above  the  1st 
story  is  120  sq.  ft. ;  that  the  maximum  size  light  on  each 
of  said  stories  is  2  ft.  by  4  ft.,  and  that  the  occupancy 
is  small  with  adequate  exit  facilities. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted  on 
condition  that  additional  wire  glass  panels  shall  be  provided 
in  all  openings  embraced  in  this  order,  with  an  air  space 
of  not  less  than  X1/  in.  between  the  glass,  secured  with 
kalamein  glass  beads;  granted  on  further  condition  that 
the  wire  glass  panels  shall  be  removed  from  the  doors  lead¬ 
ing  to  the  stairhall  and  kalamein  panels  substituted ;  granted 
only  so  long  as  conditions  as  to  occupancy  and  use  other¬ 
wise  remain  unchanged. 


604-25-S. 

PETITIONER — Albert  B.  Ashforth,  Inc.,  for  Estate 
of  William  Post,  owner;  E.  Hicks  Herrick,  trus¬ 
tee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 61  Fulton  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(604-25-S) 

Whereas,  Albert  B.  Ashforth,  Inc.,  for  Estate  of  Wil¬ 
liam  Post,  owner,  filed,  June  11,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  a  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  order  of  the  fire 
commissioner,  affecting  premises  61  Fulton  street,  Borough 
of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
12,  1925,  reads: 

“1.  Arrange  fire  escapes  on  rear  of  building  and 

the  opening  leading  thereto  and  the  windows  opening 
on  the  course  thereof  *  *  *. 

“NOTE:  Among  the  defects  noted  on  this  fire 

escape  are  the  following : 

“Windows  on  course  not  fireproof  nor  self-closing; 
no  stairway  from  the  lowest  balcony  to  ground ;  no 
safe  passageway  to  the  street  from  the  termination ; 
iron  shutters  on  openings  obstruct  passageway. 

“2.  Provide  suitable  means  of  reaching  the  roof,  as 
per  resolution  of  the  Board  of  Appeals  adopted  April 
10th,  1917.  This  resolution  provides  that  the  require¬ 
ments  for  extension  of  stairways  to  the  roof  will  be 
waived  in  cases  where  no  safe  egress  can  be  had 
from  the  roof  to  the  adjoining  building,  but  further 
required  that  there  shall  be  a  fixed  iron  ladder  through 
scuttle  to  the  roof,  a  gooseneck  ladder  from  an  out¬ 
side  stairway  or  fire  escape,  or  other  suitable  means 
of  reaching  the  roof.” ; 
and 

Whereas,  the  building  is  brick  and  frame,  four  stories  in 
height,  24  ft.  by  73  ft.  in  area  at  1st  story  and  24  ft.  by 
58  ft.  in  area  above.  OCCUPIED :  1st  story,  store ;  2nd 
story,  printing,  5  persons ;  3rd  story,  repair  work,  6  per¬ 
sons  ;  4th  story,  repairing  cameras,  4  persons.  EXITS :  An 
interior  wooden  stairway,  extending  from  the  1st  story  to 
top  story,  enclosed  in  wood  lath  and  plaster  partitions  with 
wooden,  glass-paneled  doors  at  openings;  a  fire  escape  on 


the  rear  of  the  building,  having  non-fireproof  openings  with 
iron  shutters  along  the  course  thereof,  extending  from  4th 
story  balcony  to  the  roof  of  the  one-story  extension;  with 
EGRESS  from  the  termination  of  the  fire  escape  by  means 
of  ladder  to  yard;  ROOFS  of  adjoining  buildings  are  same 
height  and  having  peaked  roofs,  similar  to  building  in  ques¬ 
tion  ;  and 

Whereas,  petitioner  contends  that  egress  from  the  ex¬ 
tension  roof  may  be  had  by  means  of  the  adjoining  exten¬ 
sion  roofs  to  the  east  and  to  the  west. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  as 
to  Item  No.  1,  on  condition  that  iron  stairs  of  not  less  than 
60  degrees  shall  be  provided  from  the  highest  to  the  lowest 
balcony  of  the  fire  escape;  with  45  degree  fixed  iron  stairs 
from  the  roof  of  extension  to  the  yard,  and  that  egress 
shall  be  provided  from  thg  roof  of  the  extension  over 
the  extension  roofs  of  three  (3)  premises  to  the  east  and 
west  to  be  maintained  open  and  accessible,  and  that  all 
openings  on  the  course  of  the  fire  escape  shall  be  made  fire¬ 
proof ;  granted,  as  to  Item  No.  2,  on  condition  that  a  scuttle 
shall  be  provided  in  the  roof,  with  iron  ladder  thereto  from 
the  top  story,  and  granted  only  so  long  as  conditions  as 
to  occupancy  and  use  otherwise  remain  unchanged. 


632-25-S. 

PETITIONER — Louis  Rosenhein,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 240-246  West  35th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Harry  Vigdor. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  o 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent .  0 

THE  RESOLUTION: 

(632-25-S) 

Whereas,  Louis  Rosenhein,  lessee,  filed  a  petition,  June 

18,  1925,  with  the  board  of  standards  and  appeals,  for  a 
variation  from  the  requirements  of  the  labor  law,  as  cited 
in  order  of  fire  commissioner,  affecting  premises  240-46 
West  35th  street,  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 

19,  1925,  reads : 

“1.  Remove  all  partitions  not  built  of  incombustible 
materials  as  per  Sections  263  and  270  of  the  Labor 
Law.” ; 

and 

Whereas,  the  building  is  fireproof,  16  stories  in  height, 
88  ft.  by  100  ft.  in  area;  OCCUPIED  as  a  factory  build¬ 
ing,  30  persons  on  each  story;  EQUIPPED  with  a  sprin¬ 
kler  system  and  a  fire  alarm  signal  system.  EXITS :  Two 
interior  fireproof  stairways,  extending  from  the  1st  story 
to  roof,  enclosed  in  fireproof  partitions  with  fireproof  doors 
at  openings ;  and 

Whereas,  the  petitioner  claims  he  occupies  the  rear  half 
of  6th  story ;  that  the  dwarf  wood  partitions  are  3  to  4 
ft.  below  the  ceiling,  permitting  the  proper  operation  of.  the 
sprinkler  heads;  that  the  said  partitions  are  used  only 
to  enclose  a  small  showroom  and  office. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


633-25-S. 

PETITIONER — George  Provot,  for  Jules  Weber, 
owner. 
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SUBJECT — Variation  of  labor  law  as  cited  in  decision 

Iof  superintendent  of  buildings. 

PREMISES  AFFECTED — 523-527  West  42nd  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  George  Provot. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


J( 633-25-S ) 

Whereas,  George  Provot,  for  Jules  Weber,  owner,  filed, 
June  18,  1925,  a  petition,  with  the  board  of  standards  and 
appeals,  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  a  decision  of  the  superintendent  of  build¬ 
ings,  affecting  premises  523-527  West  42nd  street,  Bor¬ 
ough  of  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  June  8,  1925,  reads: 

“16.  All  windows  should  be  fireproof,  having  panes 
of  plate  or  wire  glass  not  over  720  square  inches  in 
area,  to  conform  with  the  requirements  of  Section  264, 
Labor  Law.” ; 

and 

Whereas,  the  building  is  fireproof,  six  stories  in  height, 
75  ft.  by  100  ft.  5  in.  in  area  at  1st  story  and  75  ft.  by 
90  ft.  5  in.  in  area  above.  OCCUPIED:  1st  to  4th  story, 
storage,  12  persons  on  each  story;  5th  story,  manufactur¬ 
ing,  230  persons ;  6th  story,  office,  60  persons.  EXITS : 
Two  interior  fireproof  stairways,  extending  from  the  1st 
story  to  roof,  enclosed  in  fireproof  partitions  with  fireproof 
doors  at  openings ;  and 

Whereas,  the  petitioner  proposes  to  use  Y\  in.  plate  glass 
in  front  windows,  the  maximum  light  of  glass  on  2nd  story 
to  be  30  by  34  in.,  the  maximum  light  on  6th  story  to  be 
22  by  34  in. ;  and 

Whereas,  the  petitioner  claims  that  all  other  windows 
will  be  constructed  according  to  law ;  that  the  building  is 
entirely  fireproof ;  that  no  other  part  of  the  building  will 
be  used  for  factory  purposes  except  the  5th  story. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  2nd  story  windows  on  the  front 
of  the  building,  on  condition  that  they  shall  be  glazed  with 
polished  plate  glass,  not  less  than  Y  in.  in  thickness,  set 
in  metal  frames  and  sash,  and  granted,  as  to  the  6th  story, 
only  so  far  as  it  affects  the  size  of  the  glass,  and  granted 
on  condition  that  the  requirements  of  the  labor  law  shall 
be  complied  with  in  all  other  respects. 


637-25-S. 

PETITIONER— Charles  H.  Richter,  for  Estate  of 
Anna  E.  Tucker,  owner;  Frederick  J.  Lancaster, 
trustee. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 25-27  West  Third  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Charles  H.  Richter. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 


Kenlon . 4 

Negative:  Commissioner  Guilfoyle .  1 

Absent . 0 

THE  RESOLUTION: 

(637-25-S) 


Whereas,  Charles  H.  Richter,  for  Estate  of  Anna  E. 
Tucker,  owner  (Frederick  Lancaster,  trustee),  filed,  June 

1 


18,  1925,  a  petition,  with  the  board  of  standards  and  appeals, 
for  a  variation  from  the  requirements  of  the  labor  law,  as 
cited  in  decision  of  the  superintendent  of  buildings,  ren¬ 
dered  June  5,  1925,  affecting  premises  25-27  West  3rd 
street,  Borough  of  Manhattan;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 

“Provide  fireproof  passage  from  the  foot  of  stairs 
to  street.” ; 
and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  33  ft.  4  in.  by  50  ft.  in  area  at  1st  story  and  33  ft. 
4  in.  by  40  ft.  in  area  above.  OCCUPIED  as  a  factory 
building,  20  persons  on  each  story.  EXITS:  Two- (2)  in¬ 
terior  wooden  stairways  extending  from  the  1st  story  to 
top  story,  enclosed  in  non-fireproof  partitions  with  wooden 
doors  at  openings ;  a  standard  fire  escape  on /  the  front ; 
a  fire  escape  on  the  rear  of  the  building,  having  fireproof 
openings  along  the  course  thereof,  extending  from  main 
roof  to  the  2nd  story  balcony,  with  EGRESS  from  the 
termination  of  the  fire  escape  by  means  of  2nd  story  bal¬ 
cony  extended,  stairs  up  to  roof  of  an  adjoining  2nd  story 
extension  at  east,  thence  by  stairs  to  yard  level  of  said 
adjoining  building;  ROOFS  of  adjoining  buildings — same 
level  at  west,  10  ft.  higher  at  east;  and 
W hereas,  the  petitioner  proposes  to  provide  an  additional 
means  of  exit  from  foot  of  rear  fire  escapes  by  further 
extending  the  2nd  story  baldony  to  a  balcony  on  the  same 
level  at  rear  of  building  adjoining  at  north ;  and 
Whereas,  the  petitioner  claims  the  building  adjoining  at 
east  is  under  the  same  ownership. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  egress  frorq  termination  of  fire  escape 
at  2nd  story  level,  on  condition  that  the  entire  skylight  of 
1st  story  extension  shall  be  glazed  with  wire  glass  and  that 
the  fire  escape  shall  be  extended  by  an  iron  bridge  balcony 
on  the  2nd  story  to  the  two  houses  to  the  rear,  with  a 
45  degree  stairway  from  the  extension  bridge  to  the  yard 
through  the  Greene  street  property,  all  in  the  one  single 
ownership;  that  the  balcony  and  bridge  shall  be  provided 
with  flame  sheet,  under  said  bridge  and  lower  balcony,  and 
extending  up  the  side  not  less  than  18  in.;  and  granted 
only  so  long  as  the  property  shall  remain  in  single  owner¬ 
ship. 


652-25-S. 

PETITIONER — Necarsulmer  &  Lehlbach,  for  115-117 
West  45th  Street  Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 115-117  West  45th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  William  Schoem. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONSt-As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsffi  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon .  4 

Negative:  Commissioner  Connell .  1 

Absent .  0 

THE  RESOLUTION: 

(652-25-S) 


Whereas,  Necarsulmer  &  Lehlbach,  for  115-117  West 
45th  Street  Corporation,  owner,  filed,  June  24,  1925,  a  pe¬ 
tition,  with  the  board  of  standards  and  appeals,  for  varia¬ 
tion  from  the  requirements  of  the  labor  law,  as  efted  in  a 
decision  of  the  superintendent  of  buildings,  affecting  prem¬ 
ises  115-117  West  45th  street.  Borough  of  Manhattan :  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  June  6,  1925,  reads: 

“3.  All  fireproof  windows  must  be  sslf-cl.QSing.” ; 
and 
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Whereas,  the  building  is  fireproof,  12  stories  in  height, 
45  ft.  by  100  ft.  in  area.  OCCUPIED:  1st  story,  store; 
upper  stories,  offices,  showrooms  and  25  per  cent  manufac¬ 
turing,  70  persons  per  story;  and 

Whereas,  petitioner  proposes  to  omit  the  self-closing 
devices  on  the  windows  in  the  front  wall  of  the  building 
and  also  in  the  rear  wall  of  the  building,  on  the  9th  to  12th 
stories,  inclusive,  where  said  openings  are  more  than  30 
ft.  from  any  opening  in  other  buildings. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  the  petition  be  and  it  hereby  is  granted,  only  so 
far  as  it  affects  the  omission  of  self-closing  device  on  the 
windows  on  the  front  of  building  and  on  the  rear  of  build¬ 
ing  from  9th  to  12th  stories,  inclusive,  on  condition  that 
the  openings  shall  not  be  within  30  ft.  horizontally  and  50 
ft.  vertically  of  adjoining  exposures  and  not  on  the  course 
of  any  fire  escapes. 


660-25-S. 

PETITIONER— Wm.  F.  Doyle,  for  Shroder  &  Koppel, 
Inc.,  owner. 

SUBJECT — Variation  ol  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 59-61  West  39th  street  and 
680-688  Sixth  avenue,  Manhattan. 
APPEARANCES— 

For  Petitioner:  William  F.  Doyle. 

ACTION  OF  BOARD — Petition  granted  on  condition 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle  .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(660-25-S) 


Whereas,  William  F.  Doyle,  for  Shroder  &  Koppel,  Inc., 
owner,  filed,  June  25,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  a  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  decision  of  the  superintendent 
of  buildings,  affecting  premises  59-61  West  39th  street  and 
680-688  Sixth  avenue,  Borough  of  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  4,  1925,  reads : 

“11.  *  *  *  Windows  must  conform  to  Section  264 

of  the  Labor  Law.” ; 
and 

Whereas,  the  building  is  fireproof,  23  stories  in  height, 
having  a  frontage  of  100  ft.  on  West  39th  street  and  a 
frontage  of  99  ft.  on  Sixth  avenue.  OCCUPIED:  1st 
story,  stores;  upper  stories,  lofts  and  offices;  EQUIPPED 
with  a  sprinkler  system.  EXITS:  Two  interior  fireproof 
stairways,  extending  from  1st  story  to  the  roof,  enclosed 
in  fireproof  partitions  with  fire  doors  at  the  openings ;  and 

Whereas,  there  are  windows  on  the  1st,  2nd  and  3rd 
stories  in  the  walls  of  the  38th  street,  39th  street  and  Sixth 
avenue  fronts  of  the  building,  glaz,ed  with  plate  glass,  the 
area  of  glass  being  in  excess  of  the  limitations  prescribed 
by  the  labor  law ;  and 

Whereas,  petitioner  proposes  to  eliminate  the  self-closing 
devices  on  all  windows  which  are  not  within  30  ft.  from 
any  opening  in  another  building  and  also  where  they  are 
not  within  50  ft.  above  a  neighboring  roof ;  and  re  the 
area  of  the  glass,  contends  that  a  strict  compliance  with 
the  labor  law  as  to  the  area  of  the  glass  would  affect  the 
architectural  appearance  of  the  building  and  also  would 
destroy  the  intended  use  of  the  lowest  three  stories. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted , 
only  so  far  as  it  affects  omission  of  self-closing  device  on 
the  windows  below  the  12th  story,  inclusive,  and  on  windows 
other  than  within  30  ft.  horizontally  and  50  ft.  vertically  of 
any  other  exposure  or  on  the  course  of  any  fire  escape, 
and  granted,  so  far  as  it  affects  the  requirement  as  to  area 
pf  glass  in  the  windows  at  street  front  on  the  three  lower 


stories,  on  condition  that  all  openings  shall  be  equipped 
with  approved  metal  frames  and  sash,  glazed  with  polished 
plate  glass  not  less  than  in.  in  thickness;  that  the  build¬ 
ing  shall  be  equipped  with  a  two-source' sprinkler  system  and 
an  approved  standpipe  system ;  and  that  the  requirements 
of  the  labor  law  shall  be  complied  with  in  all  other  respects. 


668-25-S. 

PETITIONER — Richard  Shutkind,  for  Edwin  C.  Han, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 61  West  27th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Richard  Shutkind. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle  .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(668-25-S) 


Whereas,  Richard  Shutkind,  for  Edwin  C.  Han,  owner, 
filed,  June  29,  1925,  a  petition,  with  the  board  of  standards 
and  appeals,  for  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  an  order  of  the  fire  commissioner, 
affecting  premises  61  West  27th  street,  Borough  of  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
9,  1925,  reads  (Order  No.  79657-LD)  : 

“1.  Arrange  the  fire  escapes  on  the  east  side  of 
building,  and  the  openings  leading  thereto  and  the  win¬ 
dows  opening  on  the  course  thereof  so  that  same  are 
In  compliance  with  the  provisions  of  Section  273  and 
274  of  the  Labor  Law  and  the  rules  of  the  Board  of 
Standards  and  Appeals  or  carry  out  a  proper  alternative 
method  of  complying  with  the  requirements  of  Sec.  271 
of  Labor  Law  *  *  *. 

“1.  No  fireproof  passageway  from  termination  to 
street. 

“2.  No  balcony  on  2nd  story.”; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  24  ft.  8  in.  by  68  ft.  in  area  at  1st  story  and  24  ft.  8  in. 
by  50  ft.  in  area  above.  OCCUPIED :  1st  story,  restaurant, 
20  persons ;  upper  stories,  tenant  factory,  19  persons  above 
the  1st  story.  EXITS  :  An  interior  wooden  stairway,  ex¬ 
tending  from  the  1st  story  to  top  story,  enclosed  in  wood 
lath  and  plaster  partitions  with  wooden  doors  at  openings; 
a  fire  escape  balcony  at  the  3rd  and  4th  stories,  taking  in  one 
window  on  the  rear  of  building,  connecting  with  .the  fire 
escape  on  the  premises  to  the  north;  ROOF  of  adjoining 
building  is  15  ft.  higher ;  and 

Whereas,  petitioner  proposes  to  erect  a  fire  escape  bal¬ 
cony  with  flame  plate  on  the  2nd  story ;  to  extend  same 
over  the  extension  roof  to  a  platform  at  street  front  and 
to  provide  thereon  a  drop  ladder  in  guides  to  street ;  and 
proposes,  further,  to  provide  a  60  degree  ladder  from  the 
proposed  balcony  to  the  existing  2nd  story  balcony. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law.  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  installation  of  a  counterbalanced  stairs 
from  the  proposed  2nd  story  balcony,  on  condition  that  the 
fire  escape  as  proposed  shall  be  installed  with  a  balcony 
at  2nd  story,  embracing  all  openings  on  the  2nd  story  rear, 
with  a  balcony  extending  to  the  street  front  with  counter¬ 
balanced  drop  ladder  in  guides  to  27th  street;  that  the 
underside  of  the  lowest  balcony  shall  be  equipped  with 
flame  plates ;  and  that  the  fire  escapes  shall  conform  to 
the  requirements  of  the  labor  law  in  all  other  respects. 
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670-25-S. 

PETITIONER — Samuel  Cohen,  for  Charles  A.  Blatt  and 
Emory  Crowley,  owners. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — £82-284-286  Seventh  avenue, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Max  Siegel. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(670-25-S) 


Whereas,  Samuel  Cohen,  for  Chas.  A.  Platt  and  Emory 
Crowley,  owners,  filed,  June  29,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  froiji  the  re¬ 
quirements  of  the  labor  law,  as  cited  in  a  decision  of  the 
superintendent  of  buildings,  affecting  premises  282-84-86 
Seventh  avenue,  Borough  of  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  25,  1925,  reads: 

“11.  ‘Front  windows  on  1st  and  2nd  floors  should 
comply  with  Rule  503  of  the  Industrial  Code  and  Sec¬ 
tion  264  of  the  Labor  Law.’  Reconsideration  denied.” ; 

and 

Whereas,  the  building  is  fireproof,  nine  stories  and  pent 
house  in  height,  69  ft.  by  88  ft.  in  area;  OCCUPIED  as 
stores,  show  rooms  and  factory,  60  persons  on  each  story 
above  the  1st  story;  EQUIPPED  with  a  sprinkler  system; 

and 

Whereas,  there  are  openings  in  the  Seventh  avenue  and 
also  the  26th  street  front  walls  of  the  building,  on  the  1st 
and  2nd  stories,  glazed  with  14  >n-  plate  glass  in  metal 
frames ;  the  maximum  area  of  the  glass  on  the  1st  story 
being  8  ft.  by  9  ft.  6  in.,  and  on  the  2nd  story  being  5  ft. 

by  7  ft.;  and  . 

Whereas,  petitioner  contends  that  a  strict  compliance 
with  the  labor  law  as  to  the  area  of  the  glass  would  ma¬ 
terially  affect  the  architectural  treatment  of  the  building, 
and  also  the  intended  use  of  the  lower  two  stories. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  windows  on  the  street  front 
of  the  first  two  stories,  on  condition  that  all  openings  shall 
be  equipped  with  metal  frames  and  sash,  glazed  with  pol¬ 
ished  plate  glass,  not  less  than  %  in.  in  thickness,  and  that 
the  requirements  of  the  labor  law  shall  be  complied  with 
in  all  other  respects. 


lessee,  filed,  June  18,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner  and  a  decision  of  the  superintendent  of  buildings, 
affecting  premises  125-7  West  31st  street  and  126-8  West 
32nd  street,  Borough  of  Manhattan;  and 
W hereas,  the  order  of  the  fire  commissioner,  dated  April 
27,  1925,  and  the  decision  of  the  superintendent  of  buildings, 
dated  June  4,  1925,  read,  respectively,  as  follows: 

"Order  No.  76151-LD — 

“1.  Provide  a  second  means  of  exit  from  2  story 
building  at  second  story.” 

“Inspection  of  the  above  premises  shows  that  before 
a  Certificate  of  Occupancy  can  be  issued — second  means 
of  exit  provided  in  accordance  with  Section  271  of  La¬ 
bor  Law  from  2nd  floor  of  2  story  portion  of  build¬ 
ing-”  ; 

and 

Whereas,  the  building  on  1st  story  extends  through  the 
block  from  street  to  street,  is  non-fireproof,  2  and  3  stories 
in  height,  the  two-story  portion  on  31st  street  being  50  ft. 
by  98  ft.  9  in.  in  area.  OCCUPIED:  1st  story,  bakery, 
restaurant,  and  two-car  non-storage  garage;  2nd  story,  ot- 
fices,  storage  bakery,  15  persons.  EXITS :  An  interior 
wooden  stairway,  extending  from  the  1st  story  to  roof,  en¬ 
closed  in  fire-resisting  partitions  with  wooden  sash  doors 
at  openings;  ROOFS  of  adjoining  buildings  14  stories 
higher  at  east,  4  stories  higher  at  west;  and 

Whereas,  the  petitioner  proposes  to  provide  an  exit  door 
at  rear  of  2nd  story  to  the  roof  of  1st  story  extension 
where  an  existing  iron  stairway  leads  from  such  roof  to  fire 
escapes  at  rear  of  No.  130  West  32nd  street. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  egress  from  the  termination 
of  the  fire  escape  on  the  two-story  section  of  the  prem¬ 
ises,  on  condition  that  a  casement  door  shall  be  provided 
from  the  2nd  story  to  the  roof  of  the  1st  story  extension, 
with  egress  therefrom  to  a  fire  escape  on  the  adjoining 
premises,  and  granted  only  so  long  as  conditions  as  to  oc¬ 
cupancy  and  use  remain  substantially  unchanged  and  that 
the  labor  law  requirements  shall  be  complied  with  in  all 
other  respects. 


635-25-S. 

PETITIONER— Samuel  Rosenblum,  for  Stuart  H.  Pat¬ 
terson,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 797-799  Greenwich  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de- 


for  Hanover 


634-25-S. 

PETITIONER  — Samuel  Rosenblum, 

Lunch,  Inc.,  lessee.  . 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 125-127  West  31st  street, 
connects  with  126-128  West  32nd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment.  . 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  ,  .  _ 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(634-25-S) 

Whereas,  Samuel  Rosenblum,  for  Hanover  Lunch,  Inc., 


partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  .  . 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(635-25-S) 

Whereas,  Samuel  Rosenblum,  for  Stuart  H.  Patterson, 
owner,  filed,  June  18,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  797-9  Greenwich  street,  Borough 

of  Manhattan;  and  ,  .  . 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
15,  1925,  reads  (Order  No.  77468-LD : 

“2.  Extend  the  interior  stairway  at  the  Greenwich 
Street  side  of  building  to  the  roof,  as  per  Section  271 
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of  the  Labor  Law,  said  extension  and  the  landings  and 
passageways  connecting  therewith  to  be  enclosed  on  all 
sides  with  partitions  of  fire  resisting  material  extending 
at  least  3  ft.  above  the  roof,  as  per  Section  271  and 
272  of  the  Labor  Law  and  Rule  2  of  the  Industrial 
Code. 

“3.  #  Provide  safe  and  unobstructed  egress  from  the 
lower  termination  of  the  fire  escape  at  rear  of  build¬ 
ing  by  constructing  a  fireproof  passageway  with  an  un¬ 
obstructed  width  of  at  least  3  (eet  throughout,  leading 
to  the  street,  adequately  lighted  at  all  times  during  work¬ 
ing  hours,  or  by  means  of  providing  access  to  an  open 
area  having  communication  with  the  street,  as  per  Sec¬ 
tion  273  of  the  Labor  Law.”; 
and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  74  ft.  7  in.  by  74  ft.  6  in.,  and  22  ft.,  irregular,  in 
area.  OCCUPIED:  1st  story,  stores;  2nd  story,  manufac¬ 
turing  extracts,  2  persons ;  3rd  story,  manufacturing  radio 
parts,  shipping,  19  persons ;  4th  story,  bindery,  7  persons ; 
5th  story,  welding,  6  persons ;  6th  story,  cutters,  10  persons. 
EXITS  :  An  interior  wooden  stairway,  extending  from  the 
1st  story  to  top  story,  enclosed  in  fire-retarding  partitions 
with  fireproof  doors  at  openings ;  an  iron  ladder  from  top 
story  loft  to  roof  scuttle ;  a  standard  fire  escape  on  Green¬ 
wich  street  front;  a  fire  escape  on  the  rear  of  "the  build¬ 
ing,  having  fireproof  openings  along  the  course  thereof, 
extending  from  main  roof  to  yard  level ;  with  EGRESS 
from  the  termination  of  the  fire  escape  by  means  of  exit 
door  in  fence  to  yard  of  No.  323  West  13th  street;  ROOFS 
of  adjoining  buildings  at  same  level  at  west,  three  stories 
lower  at  east;  the  building  being  equipped  with  a  sprinkler 
system ;  and 

Whereas,  the  petitioner  claims  the  egress  from  foot  of 
rear  fire  escapes  is  adequate,  as  there  is  an  exit  door  in 
fence  at  east;  that  there  is  an  iron  ladder  from  the  top 
story  to  roof  scuttle,  and  that  the  rear  fire  escapes  extend 
to  the  roof. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  3,  only  so  far  as  it  affects  egress  from  the 
termination  of  the  fire  escape,  on  condition  that  a  door,  un¬ 
fastened,  shall  be  provided  at  the  termination  of  the  rear 
fire  escape  stairs  to  yard  of  adjoining  premises  to  the,east, 
with  egress  therefrom  to  the  premises  to  the  east  and 
south;  and  denied  as  to  Item  No.  2. 


703-25-S. 

PETITIONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Kielkap  Realty  Corp.,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 40-42  West  17th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(703-25-S) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Company,  for  Kielkap  Realty  Corporation,  owner,  filed,  July 
3,  1925,  a  petition,  with  the  board  of  standards  and  appeals, 
for  variation  from  the  requirements  of  the  labor  law,  as 
cited  in  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  40-42  West  17th  street,  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  April 
19,  1925,  reads  (Order  No.  34590-LD)  : 


“1.  Arrange  the  exterior  screened  stairway  on  the 
rear  of  building  and  the  openings  leading  thereto  so 
that  same  are  in  compliance  with  the  provisions  of 
Section  268  of  the  Labor  Law  or  carry  out  a  proper 
alternative  method  of  complying  with  the  requirements 
of  Section  271  of  the  Labor  Law.  SEE  NOTE. 

“NOTE::  Among  the  defects  noted  on  this  stair¬ 
way  are  the  following: 

“Treads  of  stairs  not  10  in.  wide.”; 
and 

Whereas,  the  building  is  fireproof,  12  stories  in  height, 
50  ft.  by  92  ft.  in  area  at  1st  story  and  50  ft.  by  82  ft. 
in  area  above;  OCCUPIED  as  a  tenant  factory,  mostly 
suits  and  dresses,  400  persons  above  the  1st  story;  EQUIP¬ 
PED  with  a  fire  alarm  signal  system  and  a  standpipe  sys¬ 
tem.  EXITS:  An  interior  fireproof  stairway,  extending 
from  the  1st  story  to  roof,  enclosed  in  fireproof  partitions 
with  fire  doors  at  openings ;  an  exterior  screened  stairway 
on  the  rear  of  the  building,  having  fireproof  openings  along 
the  course  thereof,  extending  from  the  roof  to  the  yard; 
with  EGRESS  from  the  termination  of  the  fire  escape  by 
means  of  a  fireproof  passageway  to  the  street;  ROOFS  of 
adjoining  buildings  are  seven  and  eight  stories  lower;  and 

Whereas,  petitioner  contends  that  the  exterior  screened 
stairway,  with  9  in.  instead  of  the  required  10  in.  treads,  was 
erected  in  1910  from  approved  plans  and  was  accepted  at 
that  time  by  all  departments  having  jurisdiction. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la- 
ibor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  treads  of  the  screened  stair¬ 
way,  on  condition  that  such  treads  shall  be  not  less  than  9 
in.  and  that  the  stairway  shall  comply  with  the  labor  law 
'  in  all  other  respects. 


718-25-S. 

PETITIONER — Henry  I.  Oser,  for  Millinery  Center 
Building  Corp.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 521-527  Seventh  avenue, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  J.  Lewis. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  o 

Absent  .  o 


THE  RESOLUTION: 

(718-25-S) 

Whereas,  Henry  I.  Oser,  for  Millinery  Center  Build¬ 
ing  Corp,  lessee,  filed,  July  7,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the  re¬ 
quirements  of  the  labor  law,  as  cited  in  decision  of  the  su¬ 
perintendent  of  buildings,  affecting  premises  521-527  Sev¬ 
enth  avenue,  Manhattan ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
No.  N.  B.  606-1924,  reads: 

“3.  Exterior  openings  at  1st,  2nd  and  3rd  stories 
should  comply  with  section  264  of  Labor  Law  and  rule 
503  of  Industrial  Code.” ; 
and 

Whereas,  the  building,  facing  on  two  (2)  street  fronts, 
is  fireproof,  22  stories  in  height,  99  ft.  by  200  ft.  in  area; 
OCCUPIED  as  stores,  show  rooms  and  25  per  cent  manu¬ 
facturing,  250  persons  per  story;  and 
Whereas,  there  are  openings  on  the  1st,  2nd  and  3rd 
stories  in  ffie  Seventh  avenue  front  wall  and  also  in  the 
38th  street  front  wall  of  the  premises,  glazed  with  plate 
glass;  the  maximum  area  of  the  glass  on  the  Seventh  ave¬ 
nue  front  being:  1st  story,  90  in.  by  120  in.;  2nd  story,  92 
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in.  by  92  in. ;  3rd  story,  39  in.  by  54  in. ;  and  on  the  38th 
street  front:  1st  story,  120  in.  by  136  in.;  2nd  story,  92 
in.  by  136  in. ;  3rd  story,  39  in.  by  54  in. ;  and 

Whereas,  petitioner  contends  that  a  strict  compliance 
with  the  labor  law  as  to  the  area  of  the  glass  would  de¬ 
stroy  the  intended  use  of  the  three  lower  stories  and  also 
would  interfere  with  the  architectural  effect  of  the  building. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  windows  in  the  street  front 
of  the  three  (3)  lower  stories,  on  condition  that  all  open¬ 
ings  shall  be  equipped  with  approved  metal  frames  and 
sash,  glazed  with  polished  plate  glass  not  less  than  J4  in. 
in  thickness,  and  that  the  requirements  of  the  labor  law  shall 
be  complied  with  in  all  other  respects. 

719-25-S. 

PETITIONER— Eugene  Bernard  Sullivan,  for  Print- 
craft  Press,  Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 260-262  West  41st  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Eugene  Bernard  Sullivan. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent  . .  0 

THE  RESOLUTION: 

(719-25-S) 

Whereas,  Eugene  B.  Sullivan,  for  Printcraft  Press,  Inc., 
lessee,  filed,  July  9,  1925,  a  petition,  with  the  board  of 
standards  and  appeals,  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  order  of  the  fire  commissioner, 
affecting  premises  260-262  West  41st  street,  Manhattan; 

and 

Whereas,  the  order  of  the  fire  commissioner,  No.  68520- 
LD,  reads : 

“1.  Remove  all  partitions  not  built  of  incombustible 
material  as  per  sections  267  and  270  of  the  labor  law.  ; 

and  .  . 

Whereas,  the  building  is  fireproof,  eight  stones  in  height, 
50  ft.  by  98  ft.  9  in.  in  area  at  the  1st  story  and  50  ft. 
by  87  ft.  in  area  above;  OCCUPIED  as  a  tenant  factory, 
mostly  printing,  90  persons  above  the  1st  story,  the  peti1 
tioner  occupying  the  4th  story  as  a  printing  establishment, 
15  persons ;  EQUIPPED  with  a  fire  alarm  signal  system. 
EXITS :  Two  interior  fireproof  stairways,  extending  from 
the  1st  story  to  the  roof,  enclosed  in  fireproof  partitions 
with  fire  doors  at  the  openings;  ROOFS  of  adjoining  build- 


444-25-S. 

PETITIONER — John  Freid,  for  27-35  West  24th  Street 
Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 27-35  West  24th  street, 

Manhattan. 

APPEARANCES— 

For  Petitioner:  Herman  S.  Freid. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent  .  0 

THE  RESOLUTION: 

(444-25-S) 

Whereas,  John  Freid,  for  27-35  West  24th  Street  Cor¬ 
poration,  owner,  filed,  April  24,  1925,  a  petition,  with  the 
board  of  standards  and  appeals,  for  variation  from  the  re¬ 
quirements  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  27-35  West  24th  street, 

Borough  of  Manhattan ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  April 
2,  1925,  reads  (Viol.  Order  No.  75103-LD)  : 

“1.  Remove  combustible  material  from  stairway  en¬ 
closure  at  east  and  west  side  of  building  on  1st  story, 
as  per  Rule  5  of  the  Board  of  Standards  and  Appeals, 
adopted  July  29th,  1924.  Note:  Lunch  stand  on  west 
side.  Cigar  stand  on  east  side.” ; 

and 

Whereas,  the  building  is  fireproof,  11  stories  in  height, 
100  ft.  by  90  ft.  in  area  at  1st  story  and  100  ft.  by  85  ft. 
in  area  above;  OCCUPIED  as  a  factory  building,  about 
41  persons  to  each  story;  also  maintaining  a  lunch  stand 
in  stair  enclosure  at  west  side,  a  cigar  stand  in  stair  en¬ 
closure  at  east  side  on  1st  story  near  the  street  entrance; 
EQUIPPED  with  a  sprinkler  system  and  a  fire  alarm  sig¬ 
nal  system.  EXITS:  Three  interior  fireproof  stairways, 
extending  from  the  1st  story  to  roof,  enclosed  in  fireproof 
partitions  with  fireproof  doors  at  openings;  a  sub-standard 
fire  escape  on  the  rear  of  the  building,  having  fireproof 
openings  along  the  course  thereof,  extending  from  roof  to 
the  yard  level ;  no  EGRESS  from  the  termination  of  the 
fire  escape  to  street;  ROOFS  of  adjoining  buildings  six 
stories  lower  at  west,  seven  stories  lower  at  east;  and 
Whereas,  the  petitioner  claims  the  premises  are  kept  free 
from  accumulations;  that  there  is  adequate  fire  protection 
provided;  he  further  contends  there  is  no  fire  hazard,  and 
requests  that  the  order  be  vacated  and  that  the  occupancy 
be  permitted  to  be  maintained  as  at  present  without  change. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


ings  are  five  stories  lower ;  and 

Whereas,  petitioner  contends  that  the  partitions  in  ques- 
tion,  hardwood  and  glass,  extending  to  the  ceiling,  enclose 
only  the  office  and  reception  space  and  that  the  actual  work¬ 
ing"  space  used  for  printing  is  open  and  unencumbered  by 
any  partitions. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  partitions  located  at  the  front 
of  the  building,  enclosing  the  executive  offices,  on  condition 
that  the  upper  portions  of  the  said  partition  shall  be  glazed 
with  thin  glass  for  a  distance  of  not  less  than  18  in.  below 
the  ceiling;  that  exits  shall  lead  from  the  factory  portion 
direct  to  the  street,  hall  or  exits  in  all  cases ;  that  all  open¬ 
ings  to  stair  halls  and  exits  shall  be  equipped  with  standard 
self-closing  fireproof  doors,  and  that  red  lights  shall  be 
placed  over  all  exits ;  and  granted  only  so  long  as  the  entire 
floor  remains  in  single  occupancy. 


380-25-S. 

PETITIONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Manhattan  Bed  Co.,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED  —  125  Nostrand  avenue, 
Brooklyn. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 
Chief  Kenlon  .  5 
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Negative  .  o 

Absent .  o 


THE  RESOLUTION: 

(380-25-S) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Manhattan  Bed  Co.,  owner,  filed,  April  8,  1925, 
a  petition  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  order  of  the  fire  commissioner,  affecting 
premises  125  Nostrand  avenue,  Brooklyn;  and 

W hereas,  the  order  of  the  fire  commissioner  reads : 

“Order  No.  71133-LD— 

“1.  Enclose  the  interior  stairway  at  south  side  of 
building  serving  as  a  required  means  of  exit,  and  the 
landings,  platforms  and  passageways  connecting  there¬ 
with  on  all  sides  with  partitions  of  fire-resisting  mate¬ 
rial  extending  from  cellar  to  bulkhead  on  the  roof.  *  *  *. 

“2.  Arrange  the  fire  escape  at  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  *  *  *. 

“Among  the  defects  noted  are  the  following:  No 
fireproof  passageway  from  termination  to  street. 

“3.  Provide  an  additional  means  of  exit  from  the 
cellar,  said  exit  to  be  located  at  the  front  of  building; 
in  accordance  with  the  provisions  of  Section  271  of  La¬ 
bor  Law.”; 
and 

Whereas,  the  building  is  non-fireproof,  three  stories  and 
cellar  in  height,  22  ft.  10  in.  by  85  ft.  in  area.  OCCUPIED : 
cellar,  storage  and  punching  angle  irons,  1  person;  the  rest 
of  the  premises  for  the  storage  and  manufacture  of  metal 
beds,  16  persons  employed  in  the  entire  building.  EXITS  : 
An  interior  non-fireproof  stairway  extending  from  the  cellar 
to  roof,  enclosed  in  partitions,  covered  both  sides  with  y2  in. 
plaster  board  and  26  gauge  metal,  with  wooden  doors  at 
the  openings ;  a  fire  escape  on  the  rear  of  the  building,  hav¬ 
ing  fireproof  openings  along  the  course  thereof,  extending 
from  the  roof  to  the  1st  story  balcony,  with  counter¬ 
balanced  stairs  to  yard,  with  egress  from  termination  of 
fire  escape  by  means  of  adjoining  yards  leading  to  Myrtle 
avenue;  and  ROOFS  of  adjoining  buildings  to  the  north 
one  story  lower,  to  the  south  same  level ;  and 

Whereas,  petitioner  contends  that  only  one  person  is 
employed  in  the  cellar,  and  proposes  to  provide  a  cement 
stairway  at  the  front  of  the  cellar,  leading  directly  to  the 
street,  and  requests,  in  view  of  the  light  occupancy  of  the 
premises,  the  acceptance  of  the  existing  means  of  egress. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted,  as 
to  Item  No.  1,  on  condition  that  the  partitions  enclosing  the 
stairway  shall  be  covered  with  y2  in.  plaster  board  and 
metal ;  any  openings  therein  to  be  provided  with  self-closing 
fireproof  doors;  granted,  as  to  Item  No.  2,  only  so  far  as 
it  affects  the  egress  from  the  termination  of  the  fire  escape, 
on  condition  that  a  gate  shall  be  provided  to  the  yard  of 
the  premises  directly  to  the  south  and  east,  with  egress 
therefrom  through  the  houses  at  the  1st  story  level  to 
Myrtle  avenue;  granted,  as  to  Item  No.  3,  on  condition  that 
permanent  steps  be  provided  from  the  cellar  to  sidewalk 
with  hinged  doors  at  the  sidewalk  level ;  granted  only  so 
long  as  conditions  as  to  occupancy  and  use  remain  substan¬ 
tially  unchanged. 


62-25-S. 

PETITIONER — Isaac  Menline,  for  Lane  Bryant,  Inc., 
and  Estate  of  Albert  Malsin,  lessees. 

SUBJECT' — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 24-30  West  39th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Isaac  Menline. 

ACTION  OF  BOARD — Petition  denied. 


THE  VOTE  TO  GRANT— 

Affirmative:  Commissioners  Flanagan  and 

Guilfoyle  and  Fire  Chief  Kenlon .  3 

Negative:  Chairman  Walsh  and  Commis¬ 
sioner  Connell  .  2 

Absent .  o 

THE  RESOLUTION: 

(62-25-S) 

Whereas,  Isaac  Menline,  for  Lane  Bryant,  Inc.,  lessee, 
filed,  January  15,  1925,  a  petition,  with  the  board  of  stand¬ 
ards  and  appeals,  for  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  a  decision  of  the  superintendent 
of  buildings,  affecting  premises  24-30  West  39th  street,  Bor¬ 
ough  of  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
dated  December  18,  1924,  reads: 

“2.  Stair  enclosure  of  No.  24  should  be  fire  retarded 
from  the  cellar  to  the  roof.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  and 
basement  in  height,  88  ft.  by  98  ft.  9  in.  in  area  at  1st 
story  and  88  ft.  by  87  ft.  3  in.  in  area  above.  OCCUPIED: 
Basement  and  1st  story,  stores  and  storage;  2nd  to  5th 
stories  (inclusive),  offices  and  factories,  60  persons  on  each 
story;  EQUIPPED  with  fire  alarm  signal  system.  EX¬ 
ITS  :  Two  interior  non-fireproof  stairways,  extending  from 
the  1st  story  to  roof,  the  westerly  stairway  enclosed  in  fire- 
resisting  partitions  with  fire  doors  at  openings ;  the  easterly 
stairway  enclosed  in  non-fireproof  partitions  with  wooden 
doors  at  openings ;  two  fire  escapes  on  the  rear  of  the  build¬ 
ing,  having  fireproof  openings  along  the  course  of  westerly 
stack;  non-fireproof  openings  along  the  course  of  easterly 
stack,  extending  from  main  roof  to  the  roof  of  1st  story 
extension,  with  EGRESS  from  the  termination  of  the  fire 
escape  by  means  of  a  connection  to  and  through  fireproof 
building,  Nos.  21  and  23  W.  38th  street;  ROOFS  of  ad¬ 
joining  buildings  same  height  at  east,  nine  (9)  stories  higher 
at  west;  and 

Whereas,  the  petitioner  claims  the  decision  of  the  su¬ 
perintendent  of  buildings,  requiring  the  easterly  stairway  to 
be  made  fire-resisting  from  cellar  to  roof,  was  based  on  sec¬ 
tion  2,  subdivision  10  (definition  of  a  factory  building)  ; 
that  the  easterly  section  of  the  building  has  only  12  per¬ 
sons  at  factory  work  on  the  2nd  story  and  is  separated 
from  the  westerly  section  by  an  unpierced  brick  wall  from 
the  1st  story  ceiling  to  the  roof ;  that  the  westerly  section 
is  used  for  factory  purposes  and  provided  with  a  fire-re¬ 
sisting  enclosure;  that  the  spirit  of  the  labor  law  is  not  vio¬ 
lated,  and  requests  the  board  to  relieve  him  of  the  require¬ 
ment  of  fire-retarding  the  easterly  stairway  which  leads  to 
the  non-factory  section  of  the  building. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  petition  be  and  it 
hereby  is  denied. 


592-25-S. 

PETITIONER — Westinghouse  Elec.  &  Mfg.  Co.,  les¬ 
see. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 461-467  10th  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  C.  A.  Reinwald  and  A.  G.  Cor- 
rell. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent .  0 
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THE  RESOLUTION: 

(592-25-S)  . 

Whereas,  Westinghouse  Electric  and  Manufacturing 
Company,  for  Crystal  Spring  Water  Company,  owner,  filed, 
June  10,  1925,  a  petition,  with  the  board  of  standards  and 
appeals,  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  461-467  Tenth  avenue,  Borough  of  Manhattan; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
April  29,  1925,  .reads  : 

“1.  Arrange  bars  on  windows  on  first  story  36th 
Street  side  of  building,  so  as  to  be  readily  movable  or 
removable  from  both  sides  in  such  a  manner  as  to 
afford  the  free  and  unobstructed  use  of  such  windows 
for  purposes  of  egress,  as  per  Section  272  of  the  La¬ 
bor  Law.” ; 

and 

Whereas,  the  building  is  fireproof,  six  stories  in  height, 
74  ft.  by  100  ft.  in  area;  OCCUPIED  as  a  factory  build¬ 
ing;  on  an  average  of  30  persons  on  each  story;  EQUIP¬ 
PED  with  a  fire  alarm  signal  system.  EXITS:  Two  in¬ 
terior  fireproof  stairways  extending  from  the  1st  story  to 
roof,  enclosed  in  fireproof  partitions  with  fire  doors  at  open¬ 
ings;  all  windows  on  the  1st  story  of  36th  street  front  are 
provided  with  fixed  iron  bars ;  and 

Whereas,  the  petitioner  claims  there  are  eleven  windows 
which  are  barred  as  a  protection  against  burglary;  that 
the  building  contains  radio  sets  and  electrical  equipment  to 
great  value;  that  the  exits  are  adequate,  not  considering 
these  barred  windows,  and  requests  the  board  to  permit  the 
windows  to  remain  barred  for  safety,  and  that  Order  No. 
76240-LD  be  rescinded. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


614-25-S. 

PETITIONER — Miller  &  Sacks,  owners. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 1166  Garrison  avenue  and  909- 
919  Faile  street,  The  Bronx. 

APPEARANCES— 

For  Petitioner:  M.  H.  Sacks. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  •  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent .  0 

THE  RESOLUTION: 

(614-25-S) 

Whereas,  Miller  &  Sacks,  owner,  filed,  June  13,  1925,  a 
petition,  with  the  board  of  standards  and  appeals,  for  a 
variation  of  the  requirements  of  the  labor  law,  as  cited  in 
order  of  the  fire  commissioner,  affecting  premises  909-919 
Faile  street  and  1166  Garrison  avenue,  Borough  of  The 
Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
13,  1925,  reads : 

“1.  Remove  the  substandard  fire  escape  on  the  west 
side  of  the  building  or  reconstruct  same  as  per  Section 
274  of  the  Labor  Law  and  Rule  3,  Board  of  Standards 
and  Appeals,  adopted  May  9th,  1924.  Among  the  de¬ 
fects  noted  are  the  following: 

“1.  Windows  on  course  not  fireproof,  self-closing. 
NOTE:  No  sign  of  any  character  shall  be  placed  at 
opening  leading  to  this  firp  escape.” ; 

and 


Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  144  ft.  6  in.  by  50  ft.  in  area.  OCCUPIED :  1st 
story,  store ;  2nd  story,  machine  shop,  4  persons ;  3rd  and 
4th  stories,  drapery  trimmings,  16  persons.  EXITS :  An 
interior  wooden  stairway,  extending  from  the  1st  story  to 
top  story,  enclosed  in  wooden  partitions  with  wooden  doors 
at  openings ;  a  sub-standard  fire  escape  on  the  Garrison  ave¬ 
nue  front  and  a  fire  escape  on  the  Faile  street  front  of  the 
building,  having  fireproof  openings  along  the  course  thereof, 
extending  from  the  top  story  to  the  1st  story  balcony,  with 
EGRESS  from  the  termination  of  the  fire  escape  by  means 
of  counterbalanced  stairway  to  street;  ROOFS  of  adjoin¬ 
ing  buildings  are  10  ft.  higher ;  and 

Whereas,  petitioner  contends,  in  view  of  the  low  height 
of  the  building  and  the  low  occupancy,  that  the  existing 
means  of  egress  are  adequate,  and  that  it  would  be  a  hard¬ 
ship  to  remove  the  fire  escape  in  question. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


207-22-S. 

PETITIONER — Frank  A.  Carr,  owner. 

SUBJECT — Application  for  reopening  (re:  petition  for 
variation  from  labor  law  as  cited  in  order  of  fire 
commissioner. 

PREMISES  AFFECTED — 277-279  Morris  avenue,  The 
Bronx. 

APPEARANCES— 

For  Petitioner:  Frank  A.  Carr. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  reopened  and  resolu¬ 
tion  modified. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  TO  MODIFY 
RESOLUTION— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(207-22-S) 

Whereas,  Frank  A.  Carr,  owner,  filed,  February  11,  1922, 
a  petition,  with  the  board  of  standards  and  appeals,  for 
variation  from  the  requirements  of  the  labor  law,  as  cited 
in  an  order  of  the  fire  commissioner,  affecting  premises 
277-279  Morris  avenue,  The  Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  30264- 
LD,  reads : 

“1.  Extend  the  interior  stairway  at  the  north  side 
of  building  from  the  4th  to  the  6th  story  as  per  Sec. 
271  of  the  Labor  Law.  *  * 

and  Order  No.  28525-LD,  dated  November  14,  1921,  reads : 

“1.  Enclose  the  interior  stairway  at  west  side  of 
building  serving  as  a  required  means  of  exit  and  the 
landing  platforms  and  passageways  connected  therewith 
on  all  sides  with  partitions  of  approved  fire-resisting 
material  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  50  ft.  by  38  ft.  in  area.  OCCUPIED:  1st  story, 
mineral  waters ;  2nd  story,  piano  felt,  10  persons ;  3rd  story, 
piano  felt,  6  persons ;  4th  story,  piano  felt,  6  persons ;  5th 
story,  storeroom ;  6th  story,  vacant ;  the  building  being 
equipped  with  a  sprinkler  system  and  a  fire  alarm  signal 
system,  the  means  of  egress  consisting  of  an  interior  stair¬ 
way  extending  from  the  1st  story  to  the  4th  story,  enclosed 
in  fireproof  partitions  with  fire  doors  at  the  openings ;  an 
interior  stairway  extending  from  the  2nd  story  to  the  6th 
story,  unenclosed;  the  roof  of  the  adjoining  building  being 
on  the  same  level  as  the  3rd  story ;  and 
Whereas,  petitioner  contends  that  there  is  no  safe  egress 
from  the  roof  and  that  the  building  is  of  small  area ;  and 
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Whereas,  the  board  deemed  that  the  action  of  the  board 
of  review  of  the  fire  department,  dated  June  3,  1920,  should 
be  ratified;  and 

Whereas,  this  action  of  the  board  of  review  of  the  fire 
department  included  action  of  Order  No.  28525-LD,  a  copy 
of  which  order  was  not  included  in  the  printed  resolution 
of  the  board  adopted  April  25,  1922,  and  the  board  deemed 
that  Order  No.  28525-LD  should  be  included. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition,  as  to  Orders  Nos.  30264-LD 
and  28525-LD,  be  and  it  hereby  is  granted  on  condition 
that  the  recommendations  stipulated  in  said  action  of  the 
board  of  review  of  the  fire  department  be  complied  with. 

548-19-S. 

PETITIONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Estate  of  Margaretta  Metzger, 
owner. 

SUBJECT — Application  for  reopening — variation  of  la- 
bor  law  as  cited  in  orders  of  fire  commissioner. 
PREMISES  AFFECTED — 238-244  Sixth  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  Qf  fire 

department. 

OF  BOARD— Petition  reopened  and  modified. 
CONDITIONS' — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  TO  MODIFY 

RESOLUTION. 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative .  q 

Absent .  0 

THE  RESOLUTION: 

(548-19-S) 

Whereas,  Frank  J.  Schefcik,  architect,  on  behalf  of 
Estate  of  Margaretta  Metzger,  owner,  filed,  July  18,  1919, 
a  petition,  with  the  board  of  standards  and  appeals,  for 
variation  of  the  requirements  of  section  79-b,  labor  law, 
as  cited  in  orders  of  the  fire  commissioner,  affecting  prem¬ 
ises  238-244  Sixth  avenue,  Manhattan;  and 
Whereas,  the  orders  of  the  fire  commissioner,  No.  73148- 
LD,  affecting  premises  242-244  Sixth  avenue,  and  No.  73151- 
LD,  affecting  premises  238-240  Sixth  avenue,  dated  Tanuarv 
16,  1919,  read : 

Item  1.  (No  copy  of  order  filed,  but  apparently  re¬ 
quires  enclosing  interior  stairway  in  fire-resisting  par¬ 
titions.) 

“Item  2.  (Apparently  requires  the  guard  rails  around 
the  well  holes  in  the  balconies  and  a  flame  plate  under 
the  second  story  balcony.)”; 
and 

Whereas,  the  building  is  of  non-fireproof  construction, 
five  stories  (63  ft.)  in  height,  39  ft.  5  in.  by  70  ft.  in 
area ;  OCCUPIED  as  a  tenant  factory,  with  not  more  than 
15  occupants  in  each  story;  having  one  interior  stairway 
enclosed  in  fireproof  partitions,  except  that  the  hall  parti¬ 
tions  in  the  1st  story  are  not  covered  on  the  store  side  with 
fire-resisting  material  and  the  partition  separating  the  1st 
flpor  hallway  from  the  stairs  to  the  cellar  is  not  fire-re¬ 
sisting;  having  one  exterior  fire  escape  on  the  rear  of  each 
building,  with  egress  through  the  yards  of  adjoining  build¬ 
ings,  complying,  with  the  requirements  of  law,  except  that 
the  1st  floor  windows  on  the  course  of  the  fire  escape  are 
not  fireproof  and  there  is  no  flame  plate  under  the  2nd  story 
balcony;  and 

Whereas,  this  petition  was  granted  by  the  board  at  its 
meeting  July  22,  1919,  on  certain  conditions,  and  it  appears 
that  these  conditions  conflict  with  the  conditions  imposed 
by  the  board  in  acting  on  Cal.  No.  1017-18- S  and  Cal.  No. 
549-19-S  and  the  representative  of  the  owner  requests  a 
reopening  of  the  case  so  that  the  conditions  as  to  occupancy 


should  be  uniform,  and  the  board  deemed  that  the  condi¬ 
tions  as  to  occupancy  applied  to  Cal.  No.  1017-18-S  548- 

affecting  Premises  comprising  buildings 
238-244  Sixth  avenue  as  stipulated  in  resolution  adopted  by 
the  board  March  10,  1925,  in  acting  on  Cal.  No.  549-19-S. 

Resolved  that  the  board  of  standards  and  appeals  does 
lereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  occupancy  shall  not  exceed  30  per¬ 
sons  per  story  in  each  building  and  that  an  open  circuit  fire 
alarm  signal  system  be  installed  on  the  upper  stories  of  the 
building  with  a  station  in  each  stair  landing  as  stipulated 
in  resolution  adopted  under  Cal.  No.  549-19-S. 


CASES  DISMISSED. 

PETITIONS  FOR  VARIATIONS. 

265-25-S 

PETITIONER— Abraham  J.  Halpern,  for  Dian  Build¬ 
ing  Corp.,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 233-235  West  26th  street 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Petition  dismissed  for  lack  of 
prosecution. 

THE  VOTE  T9  DISMISS— 

Affirmative:  Chairman  Walsh,  Commtssion- 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  * 

Negative  . n 

Absent .  „ 

THE  RESOLUTION: 

(265-25-S) 

Whereas,  the  foregoing  petitioner  has  filed  with  the 

ofathe°Uh  <iardS  aff d  apPCa!S  a  P6tition  for  the  variation 
the  labor  law,  affecting  the  premises  in  question ;  and 

Whereas,  the  petitioner  has  failed  to  complete  his  na- 
pers,  though  duly  notified  to  do  so.  P  ms  pa 

that  the.Petition  be  and  it  hereby  is  dismissed 
tor  lack  of  prosecution. 

1418-24-S. 

PETITIONER— Irving  Finklestein,  for  Beno  Realty 

Lo.,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 20  East  31st  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commlssion- 
ers_  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  . .  o 

Absent . 

THE  RESOLUTION: 

(1418-24-S) 

Whereas,  the  foregoing  petitioner  has  filed  with  the 
fro  1  standards  and  appeals  a  petition  for  the  variation 
the  ,abor  law,  affecting  the  premises  in  question;  and 

hTEA1’  ,thf  Petl^oner  has  failed  to  complete  his  pa- 
pcrs,  though  duly  notified  to  do  so. 

Resolved  that  the  petition  be  and  it  hereby  is  dismissed 
tor  lack  of  prosecution. 

Adjourned  5.15  p.  rn, 

James  O’Connor,  Secretary. 
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BOARD  OF  STANDARDS  AND  APPEALS 


SPECIAL  MEETING. 

FRIDAY  AFTERNOON,  NOVEMBER  20,  1925. 
Present:  Chairman  Walsh,  Commissioners  Connell,  Flan¬ 
agan,  Guilfoyle  and  Fire  Chief  Kenlon. 


77-25-SR. 

PETITIONER — National  Automatic  Sprinkler  Association. 
SUBJECT — Proposed  Amendments  to  Sprinkler  Rules. 
APPEARANCES— 

For  Petitioner :  Mr.  Hoagland. 


For  Administration :  Inspectors  Maher  and  Carroll 
of  fire  department;  Inspector  Burke  of  depart¬ 
ment  of  water  supply,  gas  and  electricity. 
ACTION  OF  BOARD — Laid  over  to  December  22,  at  2 
p.  m.,  for  further  discussion. 


Adjourned  5.30  p.  m. 

James  O’Connor,  Secretary. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  NOVEMBER  24,  1925. 

Present:  Chairman  Walsh,  Commissioners  Connell, 
Flanagan  and  Guilfoyle,  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board, 
held  on  Tuesday  morning,  November  17,  1925,  and  the 
minutes  of  the  regular  meeting  of  the  board,  held  on 
Tuesday  afternoon,  November  17,  1925,  were  approved 
as  printed  in  the  Bulletin,  No.  45,  Vol.  X. 


PREMISES  AFFECTED — Southwest  corner  of  Ave¬ 
nue  U  and  East  56th  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Martin  Keeley. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
22,  1925,  at  10  a.  m.,  for  inspection  by  a  com¬ 
mittee  of  board;  also  for  correction  of  draw¬ 
ings. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

785-24-A. 

APPELLANT — Philip  J.  Sinnott,  for  Harry  Schneider, 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 6118  Rockaway  Beach 
Boulevard,  Arverne,  Queens. 
APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
22,  1925,  at  10  a.  m.,  for  final  disposition;  no 
appearances. 

587-25-A. 

APPELLANT— Cornell  Vacuum  Burner  Co.,  for  Long 
Island  Star  Publishing  Co.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 9  Radde  street,  Long  Island 
City,  Queens. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration.  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD— Laid  over  to  December  8, 
1925,  at  10  a.  m.,  on  written  request. 


377-25- A 

APPELLANT — Kaye,  McDavitt  &  Scholer,  for  Pathe 
Phonograph  &  Radio  Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 18-32  Grand  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Harold  A.  Frerman. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
8,  1925,  at  10  a.  m.,  on  request  of  appellant’s 
representative. 


744-25-A. 

APPELLANT — Robert  Teichman,  for  Annin  &  Co., 
lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 144-150  William  street  and 
99-101  Fulton  street,  Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to 
withdraw;  appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 

Deputy  Fire  Chief  Martin .  5 

Negative  .  0 

Absent  .  0 


672-25-A. 

APPELLANT— Riker-J.  M.  Hoffman  Co.,  for  Ida  Ka- 
lik,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED— 1171  President  street, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Marshall  Schneider. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
22,  1925,  at  10  a.  m.,  on  request  of  appellant’s 
representative  on  condition  fuel  oil  operation 
shall  not  be  used  during  adjournment. 


792--25-A. 

APPELLANT— Joseph  L.  Burke,  for 


Standard 


Oil 


Company,  lessee. 

SUB TECT— Appeal  from  decision  of  fire  commissioner. 
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698-25-A. 


APPELLANT — Jno.  B.  Snook  Sons,  for  Estate  of 
Charles  F.  Hoffman,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 453-455  Broome  street, 

Manhattan. 

APPEARANCES— 

For  Appellant.  John  W.  Boylston. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 


Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and 

Fire  Chief  Kenlon  . 

Negative  . 

Absent  . 


5 

0 

0 
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THE  RESOLUTION: 

(698-25-A) 

Whereas,  J.  B.  Snook  Sons,  for  Estate  of  Charles  F. 
Hoffman,  Inc.,  owner,  filed,  July  3,  1925,  an  appeal,  from 
an  order  of  the  fire,  commissioner,  affecting  premises  453- 
455  Broome  street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  79435- 
F,  reads : 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
sq.  in.  extending  from  cellar  to  roof,  with  necessary 
check  valves  and  2 in.  regulation  Fire  Department 
outlets  on  each  story  (including  basements,  cellars  and 
roofs)  placed  within  main  stairway  enclosure  *  * 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  (88  ft. 
10  in.)  in  height,  50  ft.  by  95  ft.  6  in.  (4,775  sq.  ft.)  in 
area.  OCCUPIED:  1st  story,  store;  2nd  story,  office  and 
manufacturing,  20  persons;  3rd  story,  manufacturing,  30 
persons;  4th  story,  manufacturing,  40  persons;  5th  story, 
manufacturing,  12  persons;  6th  story,  manufacturing,  15 
persons.  EXITS:  An  interior  wooden  stairway  extending 
from  the  1st  story  to  the  roof,  enclosed  in  fire-retarding 
partitions,  with  fireproof  doors  at  openings;  a  fire  escape 
on  the  Mercer  street  front  of  the  building,  having  fireproof 
openings  along  the  course  thereof,  extending  from  the  street 
to  the  roof ;  and 

Whereas,  the  appellant  claims  the  building  is  equipped 
with  a  fire  alarm  system  and  a  sprinkler  system. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  conditio7i  that  a  one-source  sprinkler  system  shall 
be  maintained  with  central  office  connection;  and  granted 
so  long  as  conditions  as  to  occupancy  and  use  remain  sub¬ 
stantially  unchanged. 


714-25, -A. 

APPELLANT — Samuel  Rosenblum,  for  Anna  Ettner, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 319-321  Bedford  avenue, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE — 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(714-25-A) 

Whereas,  Samuel  Rosenblum,  for  Anna  Ettner,  owner, 
filed,  October  15,  1925,  an  appeal,  from  an  order  of  the 
fire  commissioner,  affecting  premises  319-21  Bedford  ave¬ 
nue,  Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner  reads 
(Order  No.  61577-F)  : 

“1.  Provide  a  separate  and  distinct  system  of  AU¬ 
TOMATIC  SPRINKLERS  throughout  building,  hav¬ 
ing  at  least  one  source  of  water  supply,  etc.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  38  ft.  by  75  ft.  in  area.  OCCUPIED :  Manufac¬ 
ture  of  willow  furniture,  3  persons  on  each  story.  EX¬ 
ITS:  An  interior  wooden  stairway  extending  from  1st 
story  to  top  story,  partly  enclosed  along  the  string  of  stairs 
with  board  partitions ;  a  standard  fire  escape  on  the  front 
of  the  building ;  a  sub-standard  fire  escape  on  the  rear  of 
the  building,  not  considered  as  an  exit ;  and 
Whereas,  the  appellant  claims  that  all  rear  exposure 


windows  above  1st  story  are  protected  with  iron  shutters ; 
that  tire  greater  part  of  willow  materials  are  stored  in  the 
cellar  and  1st  story ;  there  is  not  more  than  one  ton  on  a 
floor;  there  are  water  buckets  kept  on  all  floors;  he  re¬ 
quests  the  board  to  accept  the  installation  of  a  fire  alarm 
system  in  lieu  of  the  sprinkler  system  required  by  fire  de¬ 
partment  Order  No.  61577-F. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  structure  shall  be  equipped 
with  a  wet  sprinkler  system,  supplied  direct  from  the  city 
main ;  and  that  said  system  shall  be  maintained  at  a  pres¬ 
sure  of  not  less  than  15  lbs.  at  highest  line  of  sprinklers. 


181-25-A. 

APPELLANT — William  P.  Bannister,  for  Flintrock  Realty 
Company,  owner. 

SUBJECT — Appeal  from  orders  of  fire  commissioner. 
PREMISES  AFFECTED — '9-13  Maiden  lane,  Manhattan/ 
APPEARANCES— 

For  Appellant:  William  P.  Bannister. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  In  resolution. 

Affirmative :  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  .  5 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(181-25-A) 

Whereas,  Flintrock  Realty  Co.  (William  P.  Bannister), 
owners,  filed,  April  13,  1925,  an  appeal  from  orders  of  the 
fire  commissioner,  affecting  premises  9-11-13  Maiden  lane, 
Manhattan ;  and 

Whereas,  the  orders  of  the  fire  commissioner  read: 

Order  No.  68726-LF,  dated  November  26,  1924 — 

“2.  Replace  missing  hose  at  outlets  of  standpipe  on 
1st  story  and  balcony  floor  and  in  engine  room  in  cel¬ 
lar  with  50  ft.  of  2]/2  in.  approved  hose  in  one  length. 
Sec.  20,  Ch.  12,  Code  of  Ordinances.” 

Order  No.  68728-F,  dated  December  4,  1924 — 

“1.  Provide  an  approved  intermediate  tank  or  pres¬ 
sure  reducing  valve  for  standpipe  system  *  *  *.” 

Order  No.  68729-F,  dated  December  4,  1924 — 

“1.  Provide  iron  or  kalameined  shutters  at  all  open¬ 
ings  in  the  exterior  wall  above  the  1st  story  which  are 
distant  in  a  direct  line  not  less  than  30  ft.  from  any 
opening  in  any  other  building  and  not  in  the  same  plane 
with  said  openings  and  which  are  not  more  than  50 
ft.  above  a  neighboring  roof  at  north  and  west  sides 
of  building,  or  other  approved  protection,  as  per  Sec. 
375,  Article  18,  Chapter  5,  Code  of  Ordinances.” 

Order  No.  68730-F,  dated  December  4,  1924 — 

“1.  Provide  a  tank  on  roof  of  at  least  3500  gallon 
capacity  for  the  standpipe  system,  said  tank  to  be  so 
elevated  that  the  bottom  will  not  be  less  than  20  ft. 
above  the  roof  level.  Sec.  20,  Ch.  12,  Code  of  Ordi¬ 
nances.”; 
and 

Whereas,  the  building  is  fireproof,  15  stories  in  height, 
56.6  ft.  by  77  ft.  and  86.9  ft.,  irregular  in  area;  OCCUPIED 
as  a  factory  building;  engraving,  polishing  and  diamond 
setting;  about  23  persons  to  each  story;  and 

Whereas,  the  appellant  claims  in  re:  Order  No.  68726- 
LD,  Item  2,  by  placing  hose  at  balcony  floor  outlet  would 
create  a  hazard  due  to  blocking  the  passageway ;  re :  to 
Order  No.  68728-F,  that  the  present  installation  was  ap¬ 
proved  by  the  fire  department;  re:  to  Order  No.  68729-F, 
that  there  are  24  windows  on  the  west  side  and  14  windows 
on  the  north  side  of  the  building  which  are  affected ;  that 
there  would  be  no  serious  fire  hazard  removed  by  comply¬ 
ing  with  the  order;  re:  to  Order  No.  68730-F,  that  there 
are  two  tanks,  each  5,000  gallons  capacity,  the  bottoms 
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of  which  are  6  ft.  above  the  highest  outlet  and  approved 
by  the  fire  department. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
68726-LF,  Item  2,  be  and  it  hereby  is  affirmed,  and  the 
appeal  be  and  it  hereby  is  denied;  that  Order  No.  68728, 
Item  1,  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  pressure  reducing 
valve  shall  be  installed  at  outlets  where  pressure  exceeds 
80  lbs.;  that  Order  No.  68729,  Item  1,  be  and  it  hereby  is 
modified,  and  the  appeal  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  windows  on  the  west  wall,  over 
fireproof  roof  of  adjoining  premises;  that  Order  No.  68730. 
Item  1,  be  and  it  hereby  is  modified ,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  a  3,500-gallon  reserve 
shall  be  maintained  in  the  present  tank  for  standpipe  supply , 
and  that  an  approved  O.  S.  and  Y.  gate  valve  shall  be  pro¬ 
vided  on  the  down  side  of  upper  check;  and  granted  so 
long  as  conditions  as  to  occupancy  and  use  shall  remain  sub¬ 
stantially  unchanged. 


601-25-A. 

APPELLANT— May  E.  Smith,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  ot 

buildings. 

PREMISES  AFFECTED— 3052  Emmons  avenue,  Brook¬ 


lyn. 

APPEARANCES— 

For  Appellant:  Henry 
felder. 


H.  Klein  and  Julius  Hoch- 


For  Administration:  None. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  In  resolution. 


THE  VOTE—  .  ,  „ 

Affirmative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Negative  . 0 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION : 

(601-25-A) 

Whereas,  May  E.  Smith,  owner,  filed,  June  10,  1925, 
an  appeal,  from  a  decision  of  the  superintendent  of  build¬ 
ings,  affecting  premises  3052  Emmons  avenue,  Borough  of 

Brooklyn;  and  .  .... 

W^hereas,  the  decision  of  the  superintendent  ot  buildings, 

rendered  May  21,  1925,  reads: 

“2.  The  proposed  placing  of  a  one-story  structure 
on  the  westerly  line  of  this  plot  would  render  the  exit 
and  ingress  facilities  of  the  seven  dwellings  directly 
southeasterly  of  same  inadequate  for  the  safety  of  the 
occupants  therein,  and  constitutes  a  fire  hazard. 

“Proposition  denied.” ; 


Whereas,  the  premises  consists  of  a  plot  ot  ground 
fronting  on  Emmons  avenue  in  a  business  district  on  which 
there  is  a  one-story  bungalow  and  a  one-story  store  build¬ 
ing  the  frontage  of  the  plot  on  Emmons  avenue  being 
55  ’ft.  and  the  depth  at  the  westerly  end  36  ft. ;  the  one- 
story  store  building  was  erected  under  plans  approved  by 
the  superintendent  of  buildings  on  June  9,  1924;  on  No¬ 
vember  22,  1924,  the  superintendent  of  buildings  revoked 
the  plans  No.  8894-1924,  on  the  ground  of  misrepresenta¬ 
tion  •  on  May  21,  1925,  amended  plans  were  filed ;  and 
Whereas  appellant  contends  there  are  no  bungalows 
behind  her  store;  that  there  is  a  5-foot  passageway  on  one 
side  and  an  18  ft.  6  in.  passageway  on  the  other  side  lead¬ 
ing ’to  Emmons  avenue;  that  the  only  easement  of  egress 

is  a  3  ft.  private  walk ;  and 

Whereas,  it  is  the  opinion  of  the  board  that  one-story 
existing  building,  as  now  constructed  and  restricted  to  the 
dimensions  as  indicated  on  the  plans  filed  m  this  appe , 
presents  no  unusual  fire  hazard,  nor  does  it  expose  the 
occupants  of  the  bungalows  at  the  rear  to  any  extreme 

^Resolved,  that  the  decision  of  the  superintendent  of  build- 
ings  be  and  it  hereby  is  modified,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  the  structure  shall 


be  erected  in  accordance  with  the  requirements  of  the  build¬ 
ing  code,  restricted  to  the  figured  dimensions  as  indicated 
on  plans  on  file  in  this  appeal;  and  that  alb  necessary  per¬ 
mits  required  by  law  shall  be  obtained  within  60  days. 


975-25-A. 

APPELLANT — Albert  E.  Kleinert,  superintendent  of 
buildings,  Borough  of  Brooklyn. 

SUBJECT — Revocation  of  Certificate  of  Occupancy  No. 

5336,  issued  October  27,  1924. 

PREMISES  AFFECTED— 1597  Park  place,  Brooklyn. 


APPEARANCES— 

For  Appellant:  Joseph  P.  Smithers,  assistant  en¬ 
gineer,  and  Peter  P.  Murphy. 

For  Owner:  John  H.  McCooey,  Jr. 

For  Opposition:  Chas.  Philiphan. 

For  Administration:  Inspector  Peter  P.  Murphy 
of  bureau  of  buildings. 

ACTION  OF  BOARD— Appeal  granted;  certificate  of  oc¬ 


cupancy  revoked. 
THE  VOTE  'TO  GRANT 


and  REVOKE  CERTIFI¬ 


CATE— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Fire  Chief  Kenlon  4 

Negative:  Commissioner  Guilfoyle  .  1 

Absent  .  0 


THE  RESOLUTION: 

(975-25-A) 

Whereas,  Albert  E.  Kleinert,  superintendent  of  build¬ 
ings,  Borough  of  Brooklyn,  filed,  September  18,  1925,  an 
appeal  for  revocation  of  Certificate  of  Occupancy  No.  5336, 
issued  October  27,  1925;  premises  1597  Park  place,  Brook¬ 
lyn;  and  ...  . 

Whereas,  the  building  is  frame,  one  (1)  story  in  height, 
43  ft.  by  61  ft.  in  area,  located  in  a  residence  district  and 
occupied'  for  rags  and  paper  storage;  and 

Whereas,  Permit  No.  5961-1920  was  procured  to  con¬ 
vert  a  public  stable  into  a  junk  shop  by  removing  the  stalls, 
and  it  appears  that  in  April,  1923,  an  additional  permit  was 
issued  for  the  reconstruction  of  said  structure,  without  ref¬ 
erence  to  the  previous  permit;  and 

Whereas,  the  superintendent  of  buildings  contends  that 
this  was  a  misrepresentation  and  that  the  work  involved 
was  in  excess  of  50  per  cent  of  the  value  of  the  building, 
as  defined  by  section  6  of  the  building  zone  resolution;  and 
Whereas,  it  appears  from  the  facts  adduced  that  the 
superintendent  of  buildings  issued  the  permit  for  substituted 
use  without  authority  under  Sec.  6  of  the  Building  Zone 

Resolution.  , 

Resolved,  that  the  appeal  of  the  superintendent  of  build¬ 
ings  for  the  Borough  of  Brooklyn  be  and  it  hereby  is 
granted,  and  that  Certificate  of  Occupancy  No.  5336,  issued 
October  22,  1924,  for  premises  1597  Park  place,  Brooklyn, 
be  and  it  hereby  is  revoked. 


APPELLANT — William  Michaels,  Jr.,  for  Lotos  Oil 
&  Distributing  Corp.,  owner. 

SUBJECT — Request  for  modification — appeal  from  de¬ 
cision  of  fire  commissioner. 

PREMISES  AFFECTED— 218th  to  220th  streets  and 
Harlem  River,  Manhattan. 

APPEARANCES— 

For  Appellant:  J.  F.  McCarthy. 

ACTION  OF  BOA*lRD — Appeal  reopened;  modification 
granted. 

CONDITIONS— As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RESO¬ 
LUTION— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 

Deputy  Fire  Chief  Martin . 

Negative  . 

Absent . 
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THE  RESOLUTION: 

(431-25-A) 

Whereas,  O’Connor  &  Bain,  for  Lotos  Oil  &  Distribut¬ 
ing  Corp.,  owner,  filed,  April  21,  1925,  an  appeal,  with  the 
board  of  appeals,  from  an  order  of  the  fire  commissioner, 
affecting  premises  218th  to  220th  street  and  Harlem  River, 
Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
17,  1925,  reads : 

“5.  All  storage  tanks  comprising  or  forming  a  part 
of  an  oil  storage  plant  shall  be  buried  so  that  the  tops 
thereof  shall  be  at  least  two  feet  below  the  grade 
level.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground,  lying 
between  Ninth  avenue  and  Harlem  River,  320  ft.  by  110 
ft.  in  area,  upon  which  is  located  the  oil  storage  and  dis¬ 
tributing  plant  of  the  Lotos  Oil  and  Distributing  Corp., 
consisting  of  an  office,  a  pump  house  and  also  twelve  (12) 
31,500  gallon  storage  tanks,  each  11  ft.  in  diameter  and 
44  ft.  long,  used  for  the  storage  of  gasoline ;  the  tanks 
being  located  in  a  concrete  enclosure  of  sufficient  area  and 
height  to  accommodate  the  liquid  capacity  of  said  tanks, 
the  tops  of  tanks  are  located  approximately  6  ft.  above 
ground  level ;  and 

Whereas,  appellant  contends  that,  due  to  the  nature  of 
the  soil  and  the  height  of  the  water  table,  it  would  be  a 
hardship  to  comply  with  the  order  of  the  fire  commissioner. 
Cal.  No.  431-25-A.  June  8th,  1925. 

PREMISES  :  218th  to  220th  Street  & 

Harlem  River,  Manhattan. 

REPORT  OF  COMMITTEE: 

A  committee  of  the  Board  consisting  of  Chairman 
Walsh,  Fire  Chief  Kenlon,  Messrs.  Holland  and  Con¬ 
nell  visited  the  above  premises  on  June  8th,  1925. 

The  appeal  is  before  the  Board  on  an  order  of  the 
Fire  Commissioner  requiring  the  burial  of  oil  storage 
tanks.  The  appellant  seeks  relief  from  the  entire  burial 
of  the  tanks  for  the  reasons  that  the  ground  is  on  the 
banks  of  the  Harlem  River  and  if  compelled  to  bury 
same  they  would  be  below  tide  level.  The  property  is 
now  occupied  with  temporary  wooden  shacks  and  one 
story  frame  structures  set  on  discarded  scows. 

The  entire  west  side  of  9th  Avenue  (north  of  the 
3rd  Avenue  car  barns  on  217th  Street)  is  vacant,  so 
there  is  no  improvement  that  would  be  in  any  way 
impaired  or  adversely  affected  by  any  means  or  hazard. 

The  plans  before  us  on  this  appeal,  propose  the  in¬ 
stallation  of  twelve  steel  tanks,  installed  horizontally ; 
the  natural  grade  is  approximately  six  feet  above  tide 
water. 

The  committee  recommends  that  the  proposed  installa¬ 
tion  be  separated  into  batteries  of  not  more  than  three 
tanks  to  each  battery  and  that  the  tanks  be  set  approxi¬ 
mately  half-way  (diameter)  below  grade  and  that  the 
enclosure  walls  shall  be  built  of  reinforced  concrete, 
carried  to  the  top  of  the  tanks  and  all  enclosures  and 
tanks  to  be  filled  and  covered  over  with  earth ;  the  fill 
to  extend  not  less  than  three  feet  above  the  top  of  the 
tanks,  and  that  a  reinforced  concrete  wall  shall  be 
erected  outside  the  tank  installation  enclosure;  these 
outside  enclosure  walls  to  be  not  less  than  10  ft.  high, 
the  earth  fill  to  be  sloped  from  the  top  to  the  inside 
of  the  exterior  enclosure  walls  at  bottom;  the  tanks 
so  installed  to  be  equipped  in  accordance  with  the  rules 
of  the  Fire  Department  and  the  ordinances  in  all  other 
respects ;  a  yard  hydrant  with  anti-freezing  valves  and 
Siamese  connection  to  be  provided  at  the  end  of  the 
dock,  connected  to  and  supplied  from  approved  pumps 
hooked  up  to  the  city  water  mains,  and  that  a  revolv¬ 
ing  water  line  nozzle  shall  be  provided,  one  to  each 
battery  enclosure  of  three  (3)  tanks,  and  that  an  ap¬ 
proved  liquid  fire-fighting  medium  shall  be  provided 
and  maintained  operative  from  an  independent  pump 
house,  the  pump  house  to  be  isolated  from  the  tank 
enclosure  and  to  be  constructed  fireproof.  It  is  further 


recommended  that  the  sub-dividing  wall  between  each 
battery  of  tanks  shall  be  carried  up  at  least  6  ft.  above 
the  top  of  the  earth  fill  of  the  tank,  the  ends  of  these 
walls  to  be  returned  on  a  rack  of  45  degrees  at  oppo¬ 
site  ends  and  that  a  return  of  the  drawings  shall  be 
made  to  this  Board  for  approval,  in  compliance  with 
the  foregoing  report. 

(Signed)  WILLIAM  E.  WALSH, 

JOHN  KENLON, 

HENRY  L.  CONNELL, 
JAMES  P.  HOLLAND. 

Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  June  9,  1925,  on  certain  conditions,  and  appellant 
requested  a  modification  of  these  conditions. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  equipment  shall  be  installed 
in  accordance  with  the  recommendations  of  the  report  of 
the  committe  of  inspection,  except  that  the  entire  premises 
be  enclosed  in  a  wall  of  reinforced  concrete  or  approved 
masonry,  the  exterior  of  front  wall  facing  the  street  to  be 
finished  with  face  brick;  and  that  return  drawings  shall 
be  made  to  this  board  in  accordance  with  such  report  for 
approval  before  submitting  same  to  the  fire  department  for 
consideration.  The  necessary  permits  required  by  law  to  be 
obtained  and  work  executed  to  completion  without  suspen¬ 
sion  or  unnecessary  delay. 


1166-24-A. 

AP  PELLANT — Copp-Stratton,  Inc.,  owner. 

SUBJECT — Request  for  extension  of  time — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED— North  side  of  Bradford  ave¬ 
nue,  350  ft.  West  of  Lawrence  street,  Flushing, 
Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  L.  T.  Stratton. 

AC  I  ION  OF  BOARD — Extension  of  permit  for  one 
year  granted. 

CONDITIONS — As  specified  in  resolution. 
the^vote  TO  REOPEN  AND  EXTEND  PER- 

Affirmative:  Chairman  W^alsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 
uty  Fire  Chief  Martin  .  5 

Negative  .  q 

Absent .  ' 

THE  RESOLUTION: 

(1166-24-A) 

Whereas,  Copp-Stratton,  Inc.,  lessee,  filed,  September  25, 
1?2t’  rP  appea^’  the  board  of  appeals,  from  orders 

of  the  fire  commissioner,  affecting  premises  north  side  Brad- 
ord  avenue  (41st  street),  350  ft.  west  of  Lawrence  street, 
blushing,  Borough  of  Queens;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated  Au¬ 
gust  27,  1924,  read: 

“No.  61405-F : 

“1.  Provide  a  separate  and  distinct  system  of  Auto¬ 
matic  Sprinklers  throughout  building  having  at  least 
one  source  of  water  supply  *  *  *” 

“No.  61406-F : 

1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof  *  *  *”  '■ 
and  ‘  ’ 


whereas,  tne  building  is  non-fireproof,  two  stories  (24 
ft.)  in  height,  124  ft.  6  in.  by  100  ft.  (approximately  13,500 
sq.  ft.)  in  area;  OCCUPIED  as  a  lumber  mill,  22  persons 
per  story;  and 


Whereas,  appellant  contends  that  ample  exits  have  been 
provided;  that  the  building  is  only  two  stories  in  height 
and  proposes  to  demolish  this  structure  and  erect  a  new 
building  within  two  years,  and  that  great  hardship  would 
result  if  compelled  to  comply  with  the  orders;  and 
Whereas,  this  appeal  was  granted  by  the  board  at  its 
meeting  D-cember  2,  1924,  on  certain  conditions,  and  ap- 


1292 


MINUTES 


V 


■  >- 

i j* 


*, 


t 


l 


pellant  requested  a  modification  of  the  time  limit  set. 

Resolved,  that  the  orders  of  the  fire  commissioner  be  and 
they  hereby  are  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  holding  this  order  in  abeyance  for  a  period  of 
one  year  from  date  of  this  action,  subject  to  the  demolition 
of  the  present  building  and  the  erection  of  a  new  and 
permanent  structure,  so  long  as  surrounding  conditions 
with  respect  to  location  of  next  nearest  structure  shall  not 
be  changed,  on  condition  that  the  recommendations  of  the 
fire  department  of  June  20,  1924,  shall  be  complied  with  in 
all  respects. 


1S2-25-A. 

APPELLANT — The  Surface  Combustion  Company,  for 
Fidelity  Metal  Company,  owner. 

SUBJECT — Request  for  extension  of  time — appeal  from 
decision  of  fire  commissioner. 

PREMISES  AFFECTED — East  side  of  Ranton  street, 
corner  Newtown  creek,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Raymond  S.  Wile. 

ACTION  OF  BOARD — 90-day  permit  granted  for  fuel 
oil  burning,  at  appellant’s  own  risk. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  GRANT  90-DAY 
PERMIT—' ’ 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 


Deputy  Fire  Chief  Martin .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(182-25-A) 


Whereas,  the  Surface  Combustion  Company,  for  Fidelity 
Metal  Company,  owner,  filed,  February  13,  1925,  an  appeal, 
with  the  board  of  appeals,  from  a  decision  of  the  fire  com¬ 
missioner,  affecting  premises  east  side  of  Ranton  street,  cor¬ 
ner  Newtown  Creek,  Brooklyn ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
March  3,  1925,  in  acting  on  Alteration  Application  No.  2782- 
24,  reads : 

“1.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.” ; 
and 

Whereas,  the  premises  consist  of  a  plot  of  ground  upon 
which  is  located  the  plant  of  the  Fidelity  Metal  Company, 
consisting  of  a  one-story  fireproof  building,  97  ft.  by  288 
ft.  in  area;  OCCUPIED  for  smelting  metal;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  two  10,000-gallon  fuel  oil  storage  tanks,  located 
on  concrete  piers  at  a  distance  of  50  ft.  from  the  nearest 
building,  surface  combustion  burners  and  the  necessary 
valves,  pumps  and  piping  to  make  a  complete  installation; 
and 

Whereas,  appellant  requests  a  temporary  permit  pending 
an  inspection  of  the  burner ;  and 
Whereas,  this  appeal  was  granted  by  the  board  at  its 
meetings  April  21,  1925,  and  July  28,  1925,  for  a  temporary 
period,  and  appellant  requested  an  extension  of  the  time 
limit  set. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  for  a  period  of  90  days,  at  owner’s  risk,  pending 
determination  by  the  board  of  standards  and  appeals  on  pe¬ 
tition  now  before  it. 


APPEARANCES— None. 

AC  I  ION  OF  BOARD — Appeal  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative :  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Guilfoyle  and  De 

uty  Fire  Chief  Martin .  5 

Negative  .  o 

Absent  .  n 

THE  RESOLUTION: 

(277-25-A) 

Whereas,  the  foregoing  lessee  of  premises  102  East  15th 
street,  Manhattan,  filed  an  appeal  from  an  order  of  the  fire 
commissioner,  affecting  the  premises  in  question;  and 
Whereas,  applicant  has  failed  to  complete  his  papers, 
though  duly  notified  to  do  so. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


BUILDING  ZONE  CASES. 

903-25-BZ. 

APPLICANT — McCooey  &  Conroy,  for  N.  &  H.  Building 
Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
change  of  occupancy  of  the  2nd  story  from  auto 
accessories  to  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 823-829  Classon  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  John  H.  McCooey,  Jr. 

For  Opposition :  Agnes  M.  Stack. 

ACTION  OF  BOARD — Application  laid  over  to  December 
8,  1925,  at  10  a.  m.,  on  request  of  applicant  (for 
final  disposition). 


271-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Ray  Barnett,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 956  Forest  avenue,  The  Bronx. 
APPEARANCES— 

For  Applicant :  None. 

For  Opposition :  Herman  Albert. 

ACTION  OF  BOARD — Application  laid  over  to  December 
8,  1925,  at  10  a.  m.,  on  consent  of  both  sides. 


504-25-BZ. 

APPLICANT — William  F.  Doyle,  for  D.  Coppersmith, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 128-144  East  98th  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Walter  R.  Kohn,  Stanley  S.  Smith. 

ACTION,  OF  BOARD — Application  laid  over  to  December 
1,  1925,  at  10  a.  m.,  on  request  of  applicant,  to 
complete  consents. 


CASE  DISMISSED. 

APPEAL  FROM  ADMINISTRATIVE  ORDER. 

277-25-A. 

APPELLANT — LaClede  Hotel  Realty  Corp.,  lessee. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 102  East  15th  street,  Man¬ 
hattan. 


696-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Osbruck  Realty  Co., 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings),  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 


PREMISES  AFFECTED — Northwest  corner  of  Grand¬ 
view  avenue  and  Ralph  street,  Ridgewood,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  William  L.  McLain,  James  B. 

Emerick,  Michael  Kuntz. 

ACTION  OF  BOARD — Application  laid  over  to  Decem¬ 
ber  8,  1925,  at  10  a.  m.,  on  request  of  applicant 
(for  final  disposition). 


PREMISES  AFFECTED — 131  Starr  street,  Brooklyn. 
APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  withdrawal. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Negative  .  o 

Absent  .  o 


829-25-BZ 

APPLICANT — Tobias  Goldstone,  for  Estate  of  George 
E.  Eddy,  George  E.  Eddy,  executor,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings),  under  section  7b  of  the  building  zone 
resolution,  to  permit  the  erection  on  a  plot  partly 
in  an  unrestricted  and  partly  in  a  business  district 
of  a  proposed  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 345-55  Classon  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Tobias  Goldstone. 

For  Opposition:  A.  C.  Spooner. 

ACTION  OF  BOARD — Application  laid  over  to  December 
15,  1925,  at  10  a.  m.,  on  request  of  objector’s 
representative. 


375-25-BZ. 

APPLICANT — Thomas  W.  Lamb,  for  B.  F.  Keith  New 
York  Theatres  Company,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings),  under  section  7c  of  the  building  zone 
resolution,  to  permit  in  a  residence  district,  ex¬ 
tending  from  a  business  district,  the  erection  and 
maintenance  of  a  building  for  theatre  purposes  (pre¬ 
viously  withdrawn). 

PREMISES  AFFECTED— 109  East  Fordham  road,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Lawrence  Greene. 

For  Opposition:  Edward  E.  Bryde. 

ACTION  OF  BOARD — Application  laid  over  to  December 
22,  1925,  at  10  a.  m.,  on  consent  of  both  sides. 


1522-24-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Hugo  Seiden- 
berg,  owner. 

SUBJECT — Application  for  reopening  (re:  decision  of 
superintendent  of  buildings)  to  permit  in  a  resi¬ 
dence  district  the  maintenance  of  a  building 
used  for  store  purposes  on  the  first  story. 
PREMISES  AFFECTED— 129-02  Newport  avenue, 
Belle  Harbor,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Edward  P.  Doyle  and  John 
Glynn. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened;  to  be 
set  for  calendar  call  and  public  hearing. 

THE  VOTE  TO  REOPEN,  SUBJECT  TO  CALEN¬ 
DAR  CALL— 

Affirmative:  Chairman  Walsh,  Commission- 
Connell,  Flanagan  and  Guilfoyle  and 


Deputy  Fire  Chief  Martin .  5 

Negative  .  0 

Absent .  0 


622-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Simon  Brown, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district  the 
change  of  occupancy  of  a  building  used  as  a  resi¬ 
dence  to  a  business  use  on  the  1st  story. 


750-25-BZ. 

APPLICANT — John  De  Hart,  for  Louis  Oxfeld  &  Son, 
Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings),  under  sections  7b,  c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a  resi¬ 
dence  and  partly  in  a  business  district,  extending 
from  an  unrestricted  district,  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 229-239  East  29th  street, 
Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Deputy 


Fire  Chief  Martin  . i .  5 

Negative  .  0 

Absent  .  0 


37-25-BZ. 

APPLICANT — Daniel  Santoro,  for  Liborio  Maniscalco, 


owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings),  under  section  7f  of  the  building  zone 
resolution,  to  permit,  for  a  temporary  period  of 
two  years,  in  a  business  district,  the  erection  and 
maintenance  of  a  building  to  be  used  as  a  chicken 
slaughter  house. 

PREMISES  AFFECTED — West  side  of  Sand  lane,  105 
ft.  south  of  Old  Town  road,  South  Beach,  S.  I., 
Richmond. 

APPEARANCES— None. 

ACTION  OF  BOARD — Chairman  read  request  to  with¬ 
draw.  Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Depu, 

Fire  Chief  Martin  .  £ 

Negative  .  0 

Absent  .  0 


638-23-BZ. 

APPLICANT — Samuel  Rosenblum,  for  Max  Notess, 
owner. 

SUBJECT — Application  (re:  decision  of  fire  commissioner) 
to  permit  the  maintenance  of  a  garage  for  three 
cars,  two  spaces  to  be  rented  to  persons  not  resid¬ 
ing  on  the  premises  (previously  dismissed  for  lack 
of  prosecution). 

PREMISES  AFFECTED — 2963  Valentine  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant :  Samuel  Rosenblum. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE — _ 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  .  5 

Negative  .  0 

Absent  .  0 
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THE  RESOLUTION: 

(638-23-BZ) 

Whereas,  Samuel  Rosenblum,  for  Max  Notess,  owner, 
filed,  May  23,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  maintenance 
of  a  garage  for  the  storage  of  three  (3)  pleasure  motor 
vehicles,  two  spaces  rented  to  persons  not  residing  on  the 
premises;  premises  2965  Valentine  avenue,  Borough  of  The 
Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  24,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Valentine  avenue,  Bedford 
Park  boulevard  and  East  201st  street  are  in  residence  dis¬ 
tricts  ;  and 

Whereas,  the  order  of  the  fire  department,  dated  May 
4,  1923,  reads: 

“1.  Discontinue  the  maintenance  of  a  garage  which 
is  not  maintained  as  an  accessory  use  on  these  prem¬ 
ises.”  ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  25  ft. 
and  a  depth  of  19  ft.;  to  be  occupied  as  a  garage  for  the 
storage  of  three  (3)  pleasure  motor  vehicles,  two  spaces 
rented  to  persons  not  residing  on  the  premises;  and 
Whereas,  applicant  filed  the  duly  acknowledged  con¬ 
sents  of  owners  of  80  per  cent  of  the  property  frontage 
deemed  affected,  and  the  board  deemed  that  a  temporary 
permit  for  a  period  of  two  years  should  be  granted. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  for  a  temporary 
period  of  two  years  from  date  of  this  action ,  on  condition 
that  the  capacity  of  the  garage  be  limited  to  three  automo¬ 
biles  of  the  pleasure  car  type,  space  for  two  of  which  may  be 
rented  to  persons  not  residing  on  the  premises;  that  there 
shall  be  no  gasoline  storage  equipment  installed  on  prem¬ 
ises;  that  there  shall  be  no  signs  or  advertising  displayed 
on  the  premises. 

644-25-BZ. 

APPLICANT — H.  I.  Feldman,  for  Max  Ackerman,  owner. 
SUBJECT — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  business  district,  extend¬ 
ing  from  an  unrestricted  district,  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 301-305  East  97th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Sidney  R.  Diamond,  Samuel  Rosen¬ 
blum. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
CONDITIONS — As  specified  In  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION : 

(644-25-BZ) 

Whereas,  H.  I.  Feldman,  for  Max  Ackerman,  owner, 
filed,  June  22,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district,  extending  from 
an  unrestricted  district  the  erection  and  maintenance  of  a 
garage  for  the  storage  of  more  than  five  motor  vehicles , 

premises  301-5  East  97th  street,  Borough  of  Manhattan; 

and  . 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 


ing,  November  24,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  97th  street  is  in  a  busi¬ 
ness  and  unrestricted  district ;  that  Second  avenue  is  in  a 
business  district,  and  that  East  98th  street  is  in  a  business 
and  unrestricted  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  18,  1925,  reads: 

“The  location  of  a  garage  for  the  use  of  more  than 
five  cars  in  a  business  district  is  contrary  to  section 
4  of  the  Building  Zone  Resolution.” ; 
and 

Whereas,  the  proposed  building  is  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  75  ft. 
Sl/2  in.  and  a  depth  of  100  ft.  11  in.;  to  be  occupied  as 
a  garage  for  the  storage  of  more  than  five  motor  vehicles ; 
and 

Whereas,  applicant  supported  his  basis  of  appeal  under 
section  7-c  of  the  building  zone  resolution,  and  the  board 
deemed  it  would  be  an  unnecessary  hardship  in  this  circum 
stance  to  deprive  applicant  of  the  use  of  his  entire  premises. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  building  be  limited  in  height  to  two  stories  above  grade ; 
that  the  rear  and  gable  walls  shall  be  unpierced  through¬ 
out  their  entire  height  and  length;  that  a  rear  yard  of  not 
less  than  10  ft.  in  depth  for  full  width  of  premises  be 
provided  at  the  level  of  the  second  tier  of  beams ;  that  a 
skylight  be  provided  with  lower  wall  ventilator  over  1st 
story  at  rear,  glazed  with  wire  glass,  protected  with  wire 
guards  above;  that  any  skylight  installed  in  the  main  roof 
shall  be  glazed  with  plain  glass,  protected  with  wire  guards 
above  and  below;  that  there  shall  be  no  vehicular  entrance 
within  the  business  area  of  the  premises;  that  the  front 
elevation  shall  be  finished  with  face  brick  and  architectural 
terra  cotta  or  stone  trimmings;  that  no  roof  sign  shall  be 
erected  or  maintained;  that  any  signs  erected  shall  be  con¬ 
fined  to  within  the  unrestricted  use  area  of  the  building ; 
that  all  permits  necessary  for  the  prosecution  of  the  work 
shall  be  obtained  within  nine  months  and  the  building  com¬ 
pleted  within  eighteen  months  from  the  date  of  this  action. 

608-25-BZ. 

APPLICANT— McCooey  &  Conroy,  for  Lowlou  Corpora¬ 
tion,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1095-1117  Washington  avenue, 
southeast  corner  of  Sterling  street,  Brooklyn. 
APPEARANCES— 

For  Applicant:  John  H.  McCooey,  Jr. 

For  Opposition :  K.  K.  Klein,  George  H.  Burtis, 
Rose  Wiener. 

ACTION  OF  BOARD— Report  of  committee  adopted.  Ap¬ 
plication  denied. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 
TEE _ 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent  . .  •  •  •  •  0 

THE  VOTE  TO  GRANT  TWO-STORY  GARAGE— 

Affirmative:  Commissioner  Guilfoyle  .  1 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Fire  Chief  Kenlon  4 

Absent  .  0 

THE  VOTE  TO  RECONSIDER— 

Affirmative:  Chairman  Walsh,  Commissioner 
Connell  and  Fire  Chief  Kenlon  .  3 
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Negative:  Commissioners  Flanagan  and  Guil- 

foyle  .  2 

Absent  . .  0 

THE  VOTE  TO  GRANT  ONE-STORY'  GARAGE— 
Affirmative:  Commissioner  Guilfoyle  and  Fire 

Chief  Kenlon  .  2 

Negative:  Chairman  Walsh,  Commissioners 

Connell  and  Flanagan  .  3 

Absent  .  0 

THE  RESOLUTION: 

(608-25-BZ) 

Whereas,  McCooey  &  Conroy,  for  Lowlou  Corporation, 
owner,  filed,  June  11,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of  more  than  five  mo¬ 
tor  vehicles;  premises  1095-1117  Washington  avenue,  south¬ 
east  corner  of  Sterling  street,  Borough  of  Brooklyn ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  24,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the.  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Washington  avenue  is  in  a 
business  district;  that  Sterling  street  is  in  a  residence  dis¬ 
trict  and  that  Lefferts  avenue  is  in  a  residence  district; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  September  16,  1924,  reads: 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
II,  Secs.  3  &  4. 

A  garage  for  more  than  five  motor  vehicles  partly 
in  a  business  district  and  extending  into  a  residential 
district.”  ; 
and 

Whereas,  the  proposed  building  is  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  200 
ft.  and  a  depth  of  125  ft. ;  to  be  occupied  as  a  garage 
for  die  storage  of  more  than  five  motor  vehicles ;  and 
Whereas,  the  board  deemed  that  applicant  did  not  estab¬ 
lish  his  basis  of  appeal  under  section  21  of  the  zoning 
resolution,  namely,  practical  difficulty  or  unnecessary  hard¬ 
ship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


14-25-BZ. 


APPLICANT — I.  T.  Flatto,  for  Woodward  Brown  Realty 
Co.,  owner. 

SUBJECT-  Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — West  side  of  Goodrich  street, 
100  ft.  north  of  Potter  avenue,  L.  I.  City,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Irwin  Levine. 

For  Opposition:  Jabez  Dunningham,  Chas.  A. 

.  _  Woods,  John  P.  E.  Vanderveer  and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Absent  .  0 


THE  RESOLUTION: 

(14-25-BZ) 

Whereas,  I.  T.  Flatto,  for  Woodward  Brown  Realty 
Company,  owner,  filed,  January  6,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles;  premises  west 


side  Goodrich  street,  100  ft.  north  of  Potter  avenue,  Bor¬ 
ough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  24,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Goodrich  street  is  in  a  resi¬ 
dence  district,  and  that  Potter  avenue  is  in  a  business  dis¬ 
trict;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  18,  1924,  reads: 

“1.  The  erection  of  a  public  garage  in  a  residence 
district  is  prohibited  by  Zone  Law.”; 
and 

Whereas,  the  proposed  building  is  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  160  ft. 
and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles;  and 

Whereas,  there  was  overwhelming  and  vigorous  opposi¬ 
tion  by  property  owners  within  the  residence  use  area  af¬ 
fected  to  the  granting  of  this  application,  and  the  board 
deemed  that  applicant  did  not  establish  his  basis  of  appeal 
of  unnecessary  hardship  or  practical  difficulties,  under  sec¬ 
tion  21  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


15-25-BZ. 

APPLICANT — I.  T.  Flatto,  for  Woodward  Brown  Realty 
Co.,  owner. 

SUBJECT- — Application  (re:  decision  of  superintendent  of 
buildings)  to  permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — East  side  of  Goodrich  street, 
100  ft.  north  of  Potter  avenue,  L.  I.  City,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Mr.  Kaplan. 

For  Opposition:  Charles  A.  Woods,  Jabez  Dun¬ 
ningham,  John  P.  E.  Vanderveer  and  others. 

ACTION  OF  BOARD — Application  denied. 


THE  VOTE  TO  GRANT— 

Affirmative  . 0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Absent  .  0 

THE  RESOLUTION: 

(15-25-BZ) 


Whereas,  I.  T.  Flatto,  for  Woodward  Brown  Realty 
Company,  owner,  filed,  January  6,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  dis¬ 
trict  the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  premises  east 
side  of  Goodrich  street,  100  ft.  north  of  Potter  avenue, 
Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  24,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Goodrich  street  is  in  a  resi¬ 
dence  district,  and  that  Potter  avenue  is  in  a  business  dis¬ 
trict;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  18,  1924,  reads: 

“Erection  of  public  garage  in  a  residence  district  is 
prohibited.” ; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  140  ft. 
and  a  depth  of  100  ft. ;  to  be  ocupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles;  and 
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Whereas,  there  was  overwhelming  and  vigorous  oppo¬ 
sition  by  property  owners  within  the  residence  use  area  af¬ 
fected  to  the  granting  of  this  application,  and  the  board 
deemed  that  applicant  did  not  establish  his  basis  of  appeal 
of  unnecessary  hardship  or  practical  difficulties,  under  sec¬ 
tion  21  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


1268-22-BZ. 

APPLICANT — William  F.  Doyle,  for  Estate  of  John 
Cullen,  owner;  Florence  M.  Reilly,  executrix. 
SUBJECT— Application  for  reopening  (re:  decision  of  su¬ 
perintendent  of  buildings),  under  section  7e  of  the 
building  zone  resolution,  to  permit,  partly  in  an  un¬ 
restricted  district  and  partly  in  a  business  district, 
the  erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFhECTED — 331-335  East  107th  street,  324- 
328  East  108th  street  and  2099-2103  First  avenue, 
Manhattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  modified. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  MODIFY  RESOLUTION— 

Affirmative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Deputy 

Fire  Chief  Martin  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(1268-22-BZ) 

Whereas,  Philip  J.  Sinnott,  attorney  for  Estate  of  John 
Cullen,  Florence  M.  Reilly,  executrix,  owner,  filed,  October 
26,  1922,  an  application,  under  the  building  zone  resolution, 
to  permit  in  an  unrestricted  district  and  partly  in  a  busi¬ 
ness  district  the  erection  and  maintenance  of  a  garage  for 
more  than  five  motor  vehicles;  premises  331-35  East  107th 
street,  324-48  East  108th  street,  2099-2103  First  avenue, 
Manhattan;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  regular  meeting,  December 
19,  1922,  after  due  notice  by  publication  in  the  Bulletin 
of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  First  avenue  is  an  unre¬ 
stricted  district  and  107th  and  108th  streets  are  business 
districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  9,  1922,  in  acting  on  N.  B.  App.  No.  154-22, 

reads : 


“This  amendment  is  disapproved  with  objection  Nos. 
1  and  2  repeated: 

“1.  Inasmuch  as  the  premises  are  located  partly  in 
a  business  district,  the  erection  of  a  building  for  use 
or  occupancy  as  a  public  garage  is  prohibited  by  the 
Building  Zone  Resolution,  Art.  2,  Sec.  4.  A  public 
school  is  located  on  the  same  street  between  the  same 
intersecting  streets,  therefore  a  garage  is  also  pro¬ 
hibited  by  Section  20,  Rules,  and  Regulations  of  the 
Board  of  Standards  and  Appeals,  Art.  5,  Reconsidera¬ 
tion  denied.” ; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fire- 
proof  construction,  one  story  in  height,  with  a  frontage 
of  200  ft.  on  108th  street  and  75  ft.  on  107th  street,  100  ft. 
11  in.  on  First  avenue  and  a  depth  of  200  ft.;  to  be  oc¬ 
cupied  as  a  garage  for  more  than  five  motor  vehicles  with 
stores  on  First  avenue  front;  and 

Whereas,  there  existed  on  the  street  between  the  in¬ 
tersecting  streets  on  July  25,  1916,  a  stable  for  more  than 
five  horses  and  the  board  deemed  that  the  school  on  108th 
street  would  not  be  affected,  in  that  there  would  be  no 
entrance  or  exit  to  the  garage  on  108th  street;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  December  19,  1922,  on  certain  conditions,  which 
were  modified  as  to  time  October  2,  1923,  and  applicant’s 
representative  now  requests  a  modification  as  to  fireproofing 
and  area. 

Resolved,  that  the  board  of  appeals  does  hereby  make  a 
variation  in  the  application  of  the  use  district  regulations 
of  the  building  zone  resolution,  and  that  the  application 
be  and  it  hereby  is  granted  on  condition  that  the  garage 
structure  be  limited  to  a  one-story  building  not  exceeding 
a  frontage  of  75  ft.  on  107th  street  and  100  ft.  on  108th 
street ;  that  the  building  shall  be  equipped  with  an  ap¬ 
proved  one-source  sprinkler  system  with  4  in.  street  main 
connections ;  that  there  be  no  openings,  other  than  win¬ 
dows,  on  108th  street,  the  sills  to  be  not  less  than  6  ft. 
above  the  sidewalk  level ;  and  an  emergency  fire  exit  3 
ft.  8  in.  wide  by  7  ft.  in  height ;  that  the  rear  and  gable 
walls  shall  be  unpierced  throughout  their  entire  height  and 
length;  that  the  front  elevations  on  108th  street,  107th  street 
and  First  avenue  be  finished  in  face  brick,  with  archi¬ 
tectural  terra  cotta  or  stone  trimmings ;  that  there  shall 
be  not  more  than  two  vehicular  entrances  on  107th  street, 
not  to  exceed  11  ft.  in  width ; 

Resolved,  further,  that  any  permits  necessary  for  the 
prosecution  of  the  work  shall  be  obtained  within  nine  months 
and  the  work  completed  within  eighteen  months  from  the 
date  of  this  action. 


Adjourned,  3:45  p.  m. 

James  O’Connor,  Secretary. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  NOVEMBER  24,  1925. 

Present:  Chairman  Walsh,  Commissioners  Connell, 
Flanagan,  Guilfoyle  and  Deputy  Fire  Chief  Martin. 


PETITIONS  FOR  VARIATION. 

767-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Hup  Realty 
Co.,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 114-116  East  13th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 


For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  Decem¬ 
ber  8,  1925,  at  2  p.  m.,  on  request  of  petitioner. 


706-25-S. 

PETITIONER — R.  Hoe  &  Co.,  Inc.,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 512-520  Grand  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Claude  W.  Carlston  and  George 
Finckh. 

For  Administration:  Inspector  Maher  of  fire 
department. 
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ACTION  OF  BOARD— Petition  laid  over  to  Decem¬ 
ber  8,  1925,  at  2  p.  m. 


707-25-S. 

PETITIONER— R.  Hoe  &  Co.,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 504-510  Grand  street  and 
2-12  Sheriff  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Claude  W.  Carlston  and  George 
Finckh. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  Decem¬ 
ber  8,  1925,  at  2  p.  m. 


708-25-S. 

PETITIONER— R.  Hoe  &  Co.,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES’  AFFECTED— 34-36  Sheriff  street  and  25- 
35  Columbia  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Claude  W.  Carlston  and  George 
Finckh. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  Decem¬ 
ber  8,  1925,  at  2  p.  m. 


709-25-S. 

PETITIONER — R.  Hoe  &  Co.,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED — Block  bounded  by  Grand, 
Sheriff,  Broome  and  Columbia  streets,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Claude  W.  Carlston  and  George 
Finckh. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  Decem¬ 
ber  8,  1925,  at  2  p.  m. 


710-25-S. 

PETITIONER— R.  Hoe  &  Co.,  Inc.,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — Block  bounded  by  Broome, 
Sheriff,  Delancey  and  Columbia  streets,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Claude  W.  Carlston  and  George 
Finckh. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  Decem¬ 
ber  8,  1925,  at  2  p.  m. 


18-24-S. 

PETITIONER — Emery  Roth,  for  Greenwill  Construc¬ 
tion  Co.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 14-16  East  38th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Robert  Dain. 

ACTION  OF  BOARD — Petition  laid  over  to  Decem¬ 
ber  22,  1925,  at  2  p.  m.,  on  request  of  petitioner. 


1102-24-S. 

PETITIONER — Arthur  Greenbaum,  for  Abram  I.  Kap¬ 
lan,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES'  AFFECTED — 251  Fifth  avenue  and  1 
East  28th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Robert  Dain. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  Decem¬ 
ber  22,  1925,  at  2  p.  m.,  on  request  of  petitioner. 


761-25-S. 

PETITIONER — George  and  Edward  Blum,  for  49 
West  37th  Street  Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 49-57  West  37th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Charles  Muller. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 
uty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent .  q 


THE  RESOLUTION: 

(761-25-S) 

Whereas,  George  and  Edward  Blum,  for  49  West  37th 
Street  Corporation,  Inc.,  owner,  filed,  July  22,  1925,  a  pe¬ 
tition,  for  variation  from  the  requirements  of  the  labor  law, 
as  cited  in  a  decision  of  the  superintendent  of  buildings, 
affecting  premises  49-57  West  37th  street,  Borough  of  Man¬ 
hattan  ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  16,  1925,  reads: 

“1.  No  window  pane  should  exceed  720  square  inches 
in  area — Labor  Law,  Section  264-7.” ; 
and 

Whereas,  the  building  is  fireproof,  17  stories  in  height, 
103  ft.  by  98  ft.  9  in.  in  area  at  1st  story;  OCCUPIED  as 
a  factory  building,  using  25  per  cent  for  manufacturing 
purposes;  about  70  persons  on  each  story;  EQUIPPED 
with  a  sprinkler  system  and  a  fire  alarm  signal  system. 
EXITS:  Two  interior  fireproof  stairways,  extending  from 
the  1st  story  to  roof,  enclosed  in  fireproof  partitions  with 
fireproof  doors  at  openings ;  and 

Whereas,  the  petitioner  proposes  to  construct  the  front 
windows  from  1st  to  3rd  stories  of  in.  plate  glass,  the 
maximum  size  to  be  10  ft.  by  10  ft.  3  in.,  or  102.5  sq. 
ft. ;  he  claims  that  the  architectural  features  of  the  build¬ 
ing  would  be  lost  if  forced  to  comply  strictly  with  the  la¬ 
bor  law. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  windows  on  the  street  front 
of  the  three  (3)  lower  stories,  the  openings  to  be  equipped 
with  approved  metal  frames  and  sash,  glazed  with  polished 
plate  glass,  in.  in  thickness,  and  that  the  requirements 
of  the  labor  law  shall  be  complied  with  in  all  other  respects. 


770-25-S 

PETITIONER — Charles  H.  Richter,  for  Adlers  Monu¬ 
ment  &  Granite  Works,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 148  East  57th  street,  Man¬ 
hattan. 
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APPEARANCES— 

For  Petitioner:  Charles  H.  Richter. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 
uty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(770-25-S) 

Whereas,  Charles  H.  Richter,  for  Adlers  Monument 

and  Granite  Works,  lessee,  filed,  July  25,  1925,  a  petition 
for  variation  from  the  requirements  of  the  labor  law,  as 
cited  in  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  148  East  57th  street,  Borough  of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
20,  1925,  reads  (Order  No.  75781-LD)  : 

“Provide  an  outside  iron  balcony  fire  escape  on  the 
rear  of  the  building  conforming  to  Section  273  of  the 
Labor  Law.  Except  that  exit  door  shall  be  a  fire  door, 
with  substantial  steps  to  the  sills,  properly  secured, 

when  sill  is  more  than  8  in.  above  the  floor  level. 
Where  there  is  no  safe  egress  from  the  roof,  a  goose¬ 
neck  ladder  shall  be  provided  from  the  top  balcony  to 
the  roof.  Unobstructed  egress  from  the  foot  of  the  fire 
escape  shall  be  as  required  by  Sec.  273  of  the  Labor 
Law,  or  to  open  adjoining  yard,  with  egress  to  the 
street,  or  carry  out  a  proper  alternative  method  of 
complying  with  Rule  3  of  the  Board  of  Standards  and 
Appeals  adopted  July  29th,  1924.”; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  18  ft.  by  99  ft.  in  area  at  1st  story;  OCCUPIED 
as  a  factory,  15  persons  on  the  2nd  story.  EXITS:  An 
interior  wooden  stairway,  extending  from  the  1st  story  to 
2nd  story;  enclosed  in  lath  and  plaster  partitions  with 
wooden  doors  at  openings;  ROOFS' of  adjoining  buildings 
same  level ;  and 

Whereas,  the  petitioner  proposes  to  construct  a  party 
wall  balcony  at  front  on  2nd  story  connecting  with  fire 
escape  balcony  of  premises  adjoining  at  the  west,  which  is 
under  the  same  ownership;  furthermore,  he  claims  that  there 
are  practical  difficulties  in  providing  a  standard  fire  escape 
on  the  rear  with  egress  from  the  same;  that  the  front 
part  of  2nd  story  is  the  only  part  occupied,  and  requests 
the  board  to  accept  his  proposition  in  lieu  of  complying 
with  fire  escape  Order  No.  75781-LD. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  manufacturing  use  shall  be  confined 
to  a  space  within  35  ft.  of  the  street  front ;  that  a  party 
wall  fire  escape  with  steps  from  floor  to  balcony  and  case¬ 
ment  window  to  fire  escape  shall  be  provided,  connecting 
with  balcony  fire  escape  on  the  premises  to  the  west  (No. 
146),  and  granted  only  so  long  as  both  structures  remain 
in  single  ownership ;  and  only  so  long  as  conditions  as  to 
occupancy  and  use  remain  substantially  unchanged  and  this 
building  be  not  increased  in  height  or  area. 


649-25-S. 

PETITIONER— Philip  Blei,  for  Alliance  Fireproof 
Door  Company,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 

PREMISES  AFFECTED— 155  Freeman  street,  Brook¬ 
lyn. 

APPEARANCES’ — 

For  Petitioner:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire 
department. 


ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Deputy  Fire 


Chief  Martin  .  4 

Negative:  Commissioner  Guilfoyle .  1 

Absent .  o 

THE  RESOLUTION: 

.(649-25-S) 


Whereas,  Philip  Blei,  for  Alliance  Fireproof  Door  Com¬ 
pany,  owner,  filed,  June  23,  1925,  a  petition  for  variation 
from  the  requirements  of  the  labor  law,  as  cited  in  orders 
of  the  fire  commissioner,  affecting  premises  155  Freeman 
street,  Borough  of  Brooklyn;  and 
Whereas,  the  orders  of  the  fire  commissioner,  dated 
June  2,  1925,  read  as  follows  (Orders  Nos.  78965-LD  and 
78963-LD)  : 

“1.  Arrange  the  entrance  doors  at  street  so  as  to 
open  outwardly,  as  per  Section  271  of  the  Labor  Law.” 

“1.  Provide  an  outside  iron  balcony  fire  escape  on 
the  front  of  the  building  with  balconies  4  ft.  in  width 
connected  by  stairways  not  less  than  22  in.  wide,  placed 
at  an  incline  of  not  more  than  45  degrees,  extending 
from  the  ground  to  the  highest  story,  constructed  as 
per  Section  273  of  the  Labor  Law  and  the  rules  of  the 
Board  of  Standards  and  Appeals,  or  carry  out  a  proper 
alternative  method  of  complying  with  Sec.  271  of  the 
Labor  Law.” ; 
and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  25  ft.  by  100  ft.  in  area  at  1st  story,  25  ft.  by  95 
ft.  in  area  at  2nd  story  and  25  ft.  by  40  ft.  at  3rd  story; 
OCCUPIED  as  a  factory  building,  about  4  persons  to 
each  story.  EXITS :  An  open  interior  wooden  stairway, 
extending  from  the  1st  story  to  top  story;  ROOFS  of 
adjoining  buildings  same  level  at  west;  and 

Whereas,  the  petitioner  proposes  to  construct  a  60  de¬ 
gree  stairway  on  rear  of  2nd  story,  a  gooseneck  ladder  from 
roof  of  2nd  story  extension  to  main  roof,  and  a  drop  lad¬ 
der  in  guides  from  roof  of  1st  story  extension  to  the 
ground,  where  there  is  direct  egress  to  Eagle  street  through 
a  driveway  adjoining  property  at  north. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Order  No.  78965,  Item  No.  1,  on  condition  that  a 
wicket  door  shall  be  provided  in  a  single  leaf  of  the  exist¬ 
ing  vehicular  door;  granted,  as  to  Order  No.  78963,  Item 
No.  1,  on  condition  that  a  60  degree  iron  stairway  shall 
be  provided  on  the  rear  of  the  2nd  story,  with  a  gooseneck 
ladder  on  the  roof  of  the  2nd  story  extension  to  main  roof 
and  drop  ladder  in  guides  from  roof  of  1st  story  extension 
to  yard,  with  unobstructed  egress  through  open  courtway 
direct  to  Eagle  street ;  granted  so  long  as  conditions  as  to 
occupancy  and  use  remain  unchanged. 


684-25-S. 

PETITIONER — A.  H.  Howard,  for  Horoscope  Realty 
Company,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 22  Warren  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  John  J.  Gilmartin  and  A.  H. 
Howard. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD — Petition  denied.  . 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Deputy 

Fire  Chief  Martin  .  5 

Absent  .  0 
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THE  RESOLUTION: 

(684-25-S) 

Whereas,  A.  H.  Howard,  for  Horoscope  Realty  Com¬ 
pany,  owner,  filed,  June  30,  1925,  a  petition  for  variation 
from  the  requirements  of  the  labor  law,  as  cited  in  an  order 
of  the  fire  commissioner,  affecting  premises  at  22  Warren 
street,  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
2,  1925,  reads  (Order  No.  75148-LD)  : 

“1.  Extend  the  interior  stairway  on  the  east  side 
of  the  building  from  fifth  story  to  roof  and  also  en¬ 
close  said  stairway  with  partitions  of  fire  resisting 
material  extending  from  1st  story  to  and  including  the 
bulkhead  on  the  roof,  constructed  as  per  Sec.  271  of  the 
Labor  Law  and  Rule  1,  Board  of  Standards  and  Ap¬ 
peals,  adopted  July  29th,  1924. 

“2.  Arrange  the  fire  escape  on  the  front  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  com¬ 
pliance  with  the  provisions  of  Sections  273  and  274 
of  the  Labor  Law  and  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals,  or  carry  out  a  proper  alternative 
method  of  complying  with  the  requirements  of  the  La¬ 
bor  Law,  Section  271.  Among  the  defects  noted  are 
the  following : 

“(1)  Windows  on  course  not  fireproof,  self-closing. 

“(2)  No  counterbalanced  stairway  from  lowest  bal¬ 
cony  to  ground. 

“(3)  Rusted — requires  painting.”; 
and 

Whereas,  the  building  is  fireproof,  five  stories  in  height, 
25  ft.  by  100  ft.  in  area  at  1st  story  and  25  ft.  by  86  ft. 
in  area  above;  OCCUPIED  as  a  tenant  factory;  assem¬ 
bling  radio  parts,  offices ;  about  5  persons  on  each  story. 
EXITS:  An  interior  wooden  stairway,  extending  from  the 
1st  story  to  top  story;  enclosed  in  wooden  partitions  with 
wooden  doors  at  openings ;  a  60  degree  fire  escape  on  the 
front  of  the  building,  having  non-fireproof  openings  along 
the  course  thereof,  extending  from  top  story  to  the  2nd 
story;  with  drop  ladder  in  guides  to  sidewalk;  ROOFS 
of  adjoining  buildings  same  level;  and 

Whereas,  the  petitioner  proposes  to  relocate  the  double 
rung  iron  ladder  from  top  story  to  scuttle  in  roof ;  to 
provide  a  gooseneck  ladder  from  top  balcony  of  front  fire 
escape  to  the  roof ;  he  claims  that  the  building  is  of  small 
height  and  area. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


730-25-S 

PETITIONER — David  M.  Jones,  for  R-W  Realty  Co., 
Inc.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  •  AFFECTED — 80  Nassau  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  David  M.  Jones. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Deputy 

Fire  Chief  Martin  .  5 

Absent  .  0 

THE  RESOLUTION: 

(730-25-S) 


Whereas,  David  M.  Jones,  for  R-W  Realty  Company, 
Inc.,  lessee,  filed,  June  10,  1925,  a  petition  for  variation 
from  the  requirements  of  the  labor  law,  as  cited  in  an 
order  of  the  fire  commissioner,  affecting  premises  80  Nas¬ 
sau  street,  Borough  of  Manhattan,  and  9-11  Dutch  street, 
Borough  of  Manhattan;  and 


Whereas,  the  order  of  the  fire  commissioner,  dated  May 
15,  1925  (Order  No.  77313-LF),  reads: 

“1.  Install  an  adequate  interior  electric  fire  alarm 
system  in  accordance  with  the  Rules  of  Board  of 
Standards  and  Appeals  and  the  enclosed  approved  lay¬ 
out.” 

and  . 

Whereas,  the  premises  consists  of  two  non-fireproof 
buildings,  having  the  cellar  in  common,  five  stories  in  height 
on  Nassau  street  and  four  stories  on  Dutch  street;  35  ft. 
6  in.  by  102  ft.  and  35  ft.  9  in.  by  68  ft.  4  in.,  respectively, 
in  area  at  1st  story.  OCCUPIED:  No.  80  Nassau  street, 
restaurant,  30  persons ;  1st  story,  store ;  2nd  story,  res¬ 
taurant,  18  persons ;  3rd  story,  manufacturing,  10  persons ; 
4th  story,  manufacturing,  14  persons ;  5th  story,  manufac¬ 
turing,  15  persons.  Nos.  9-11  Dutch  street,  1st  story,  res¬ 
taurant,  8  persons ;  2nd  story,  club,  3  employees ;  3rd  and 
4th  stories,  vacant;  an  interior  wooden  stairway  in  each 
building,  extending  from  cellar  to  top  story.  No.  80  Nassau 
street,  enclosed  in  fire-retarded  partitions  with  kalamein 
doors  at  openings ;  a  fire  escape  on  the  rear  of  the  front 
wing  and  one  on  the  front  of  the  rear  wing  of  the  building, 
extending  from  the  main  roof  of  each  wing  to  the  roof 
of  1st  story,  having  fireproof  openings  on  the  course  there¬ 
of,  with  EGRESS  to  adjoining  building  at  south;  there 
is  a  fireproof  passageway  at  2nd  story  connecting  the  front 
and  rear  wings  of  the  building.  No.  9-11  Dutch  street, 
a  fire  escape  on  the  front  of  the  building,  extending  from 
top  story  to  2nd  story;  roof  of  adjoining  buildings  to  80 
Nassau  street,  one  story  lower  at  south,  one  story  higher 
at  north;  and 

Whereas,  the  petitioner  proposes  to  provide  fire  pails 
and  fire  extinguishers  as  the  board  may  deem  necessary, 
also  one  large  gong  on  the  exterior  of  the  building  prop¬ 
erly  located  for  the  purposes  of  notifying  tenants  on  upper 
floors;  he  requests  the  board  to  modify  fire  alarm  Order 
No.  77313-LF  accordingly. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


740-25-S. 

PETITIONER-*-Gronenberg  &  Leuchtag,  for  Lanabel 
Realty  Co.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 571-583  Eighth  avenue, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Harry  Aaronson. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh  and  Commis¬ 


sioner  Connell  .  2 

Negative:  Commissioners  Flanagan,  Guil¬ 
foyle  and  Deputy  Fire  Chief  Martin .  3 

Absent .  0 

THE  RESOLUTION: 

(740-25-S) 


Whereas,  Gronenberg  &  Leuchtag,  for  Lanabel  Realty 
Company,  owner,  filed,  July  15,  1925,  a  petition  for  varia¬ 
tion  from  the  requirements  of  the  labor  law,  as  cited  in 
a  decision  of  the  superintendent  of  buildings,  affecting  prem¬ 
ises  571-583  Eighth  avenue  and  303-5  West  38th  street, 
Borough  of  Manhattan ;  and 
Whereas,  the  decision  of  the'  superintendent  of  build¬ 
ings,  dated  July  9,  1925,  reads: 

“1.  Exterior  openings  at  1st,  2nd,  3rd  and  4th  floors 
facing  38th  Street  and  also  8th  Avenue  should  comply 
with  Section  264  of  Labor  Law  and  Rule  503  of  In¬ 
dustrial  Code.” ; 

and 

Whereas,  the  building  is  fireproof,  23  stories  in  height, 
98  ft.  9  in.  by  100  ft.  in  area  at  1st  story;  OCCUPIED 
as  a  tenant  factory,  about  175  persons  on  each  story; 
EQUIPPED  with  a  sprinkler  system  and  a  fire  alarm  sig- 
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nal  system.  EXITS:  Two  interior  fireproof  stairways,  ex¬ 
tending  from  the  1st  story  to  roof,  enclosed  in  fireproof 
partitions  with  fireproof  doors  at  openings ;  and 
Whereas,  the  petitioner  proposes  to  construct  the  front 
windows  opening  on  38th  street,  also  on  Eighth  avenue, 
from  1st  to  4th  story,  inclusive,  to  be  part  pivot  and  part 
stationary,  the  frames  fireproof  with  34  in.  plate  glass,  the 
maximum  size  on  1st  story  10  ft.  8  in.  by  18  ft.  6  in.,  or 
218  sq.  ft.,  on  2nd,  3rd  and  4th  stories  6  ft.  6  in.  by  14 
ft.  8  in.,  or  110  sq.  ft. ;  he  requests  the  board  to  permit 
the  arrangement  and  sizes  as  proposed,  otherwise  the  archi¬ 
tectural  features  would  be  lost,  if  forced  to  comply  strictly 
with  the  labor  law. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed ,  and  the  petition  be  and  it 
hereby  is  denied. 

777-25-S. 

PETITIONER— Charles  B.  Meyers,  for  250  West  35th 
Street  Corp.,  lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 248-252  West  35th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  George  L.  Wills. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 


uty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(777-25-S) 


Whereas,  Charles  B.  Meyers,  for  250  West  35th  Street 
Corporation,  lessee,  filed,  July  27,  1925,  a  petition  for  varia¬ 
tion  from  the  requirements  of  the  labor  law,  as  cited  in  de¬ 
cision  of  the  superintendent  of  buildings,  affecting  premises 
248-52  West  35th  street,  Borough  of  Manhattan ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 

April  18,  1925— 

“8.  Openings  referred  to  in  latest  amendment,  name¬ 
ly,  there  on  front  at  1,  2  and  3rd  floors,  should  comply 
with  Rule  503  of  Industrial  Code  and  Section  264  of 
Labor  Law.” 

June  20,  1925— 

“9.  Windows  should  be  self-closing  as  per  Section 
264  Labor  Law.” ; 

and 

Whereas,  the  building  is  fireproof,  16  stories  in  height, 

75  ft.  by  98  ft.  9  in.  in  area;  OCCUPIED  as  stores,  offices 
and  show  rooms,  25  per  cent  manufacturing,  averaging  75 
persons  per  story  from  the  2nd  to  16th  story;  EQUIPPED 
with  a  sprinkler  system  and  fire  alarm  signal  system.  Means 
of  EGRESS :  One  interior  fireproof  enclosed  stairway  and 
one  fire  tower ;  and 

Whereas,  the  petitioner  proposes  to  construct  show  win¬ 
dows  on  the  1st,  2nd  and  3rd  stories  on  the  front  of  the 
building  of  metal  frames,  glazed  with  34  in.  plate  glass 
in  excess  of  720  sq.  in.,  and  requests  permission  to  omit 
the  self-closing  device  on  the  front  windows  facing  the 
street,  and  contends  that  the  upper  stories  of  the  building 
are  set  back  8  ft.  8  in.  and  17  ft.  8  in.,  respectively,  from 
the  building  line. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Objection  No.  8,  so  far  as  it  affects  the  windows  on 
the  street  front  of  the  three  (3)  lower  stories,  on  condi¬ 
tion  that  all  openings  shall  be  equipped  with  approved  metal 
frames  and  sash,  glazed  with  polished  plate  glass,  not  less 
than  34  in.  in  thickness;  granted  as  to  Objection  No.  9, 
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only  so  far  as  it  affects  the  windows  on  the  street  front 
of  the  twelve  (12)  lower  stories  (inclusive). 


784-25-S. 

PETITIONER — Charles  B.  Meyers,  for  Clunagh  Realty 
Holding  Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 462-468  Seventh  avenue  and 
209-211  West  35th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  George  L.  Wills. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 


uty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(784-25-S) 


Whereas,  Charles  B.  Meyers,  for  Clunagh  Realty  Hold¬ 
ing  Corporation,  owner,  filed,  July  20,  1925,  a  petition  for 
variation  from  the  requirements  of  the  labor  law,  as  cited 
in  a  decision  of  the  superintendent  of  buildings,  affecting 
premises  462-68  Seventh  avenue  and  209-11  West  35th 
street,  Borough  of  Manhattan ;  and 
.  Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  13,  1925,  reads : 

“12.  All  windows  should  have  panes  not  more  than 
720  square  inches  in  area  and  not  over  48  in.  in  any 
dimension — Section  264  of  Labor  Law  and  Rule  503 
of  Industrial  Code.” ; 

and 

Whereas,  the  building  is  fireproof,  23  stories  in  height, 
82  ft.  9  in.  by  100  ft.  in  area ;  OCCUPIED  as  store,  show 
rooms,  office  and  25  per  cent  factory,  averaging  100  per¬ 
sons  per  story;  EQUIPPED  with  a  sprinkler  system  and 
fire  alarm  signal  system.  Means  of  EGRESS :  One  in¬ 
terior  enclosed  fireproof  stairway  and  fire  tower ;  and 

Whereas,  the  petitioner  proposes  to  construct  show  win¬ 
dows  on  the  1st,  2nd  and  3rd  stories,  facing  the  street, 
of  metal  frames,  glazed  with  34  in.  thick  plate  glass  in  ex¬ 
cess  of  720  sq.  in.,  and  contends  that  the  compliance  with 
the  requirements  of  the  labor  law  would  detract  from  the 
architectural  appearance  of  the  building  and  would  make 
the  use  of  these  rooms  for  show  rooms  impracticable. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  windows  on  the  three  (3)  lower 
stories  on  the  street  front,  on  condition  that  all  openings 
shall  be  equipped  with  approved  metal  frames  and  sash, 
glazed  with  polished  plate  glass,  not  less  than  34  in.  in  thick¬ 
ness,  and  that  the  labor  law  requirements  shall  be  complied 
with  in  all  other  respects. 


925-25-S. 

PETITIONER — 578  Madison  Avenue  Corp.,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 578  Madison  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  G.  M.  Rodger. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  as  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 


uty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent .  0 
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THE  RESOLUTION: 

(925-25-S) 

Whereas,  the  578  Madison  Avenue  Corporation,  owner, 
filed,  September  11,  1925,  a  petition  for  the  variation  of  the 
requirements  of  the  labor  law,  as  cited  in  decision  of  the 
superintendent  of  buildings,  affecting  premises  578  Madison 
avenue,  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
dated  September  3,  1925,  reads : 

“11.  All  windows  should  be  divided  into  panes  not 
exceeding  720  sq.  in.  in  area.” ; 
and 

Whereas,  the  building  is  fireproof,  20  stories  in  height, 
47  ft.  by  125  ft.  5  in.  in  area  at  1st  story.  OCCUPIED 
as  a  factory  building,  using  25  per  cent  for  manufacturing 
purposes ;  EQUIPPED  with  a  fire  alarm  signal  system. 
EXITS  :  Two  interior  fireproof  stairways,  extending  from 
the  1st  story  to  roof,  enclosed  in  fireproof  partitions  with 
fireproof  doors  at  openings ;  and 

Whereas,  the  petitioner  proposes  to  construct  the  front 
windows  on  both  street  fronts  at  1st  and  2nd  stories  of 
34-inch  plate  glass,  the  maximum  size  at  1st  story  6  ft.  10 
in.  by  9  ft.  4  in. ;  at  2nd  story  6  ft.  10  in.  by  5  ft.  6  in. ; 
he  requests  the  board  to  permit  sizes  as  proposed  for 
show  window  purposes. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
only  so  far  as  it  affects  the  windows  on  the  street  front 
of  the  two  (2)  lower  stories,  on  condition  that  all  open¬ 
ings  shall  be  equipped  with  approved  metal  frames  and 
sash,  glazed  with  polished  plate  glass  not  less  than  34  inch 
in  thickness  and  that  the  labor  law  requirements  shall 
be  complied  with  in  all  other  respects. 


625-25-S. 

PETITIONER — Philip  Markowitz,  for  Max  Seitelbach, 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner  and  decisions  of  superintendent 
of  buildings. 

PREMISES  AFFECTED — 148-150  East  28th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Philip  Markowitz  and  Max 
Seitelbach. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 


uty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(625-25-S) 


Whereas,  Philip  Markowitz,  for  Max  Seitelbach,  owner, 
filed  a  petition,  June  17,  1925,  with  the  board  of  standards 
and  appeals,  from  orders  of  fire  commissioner  and  decisions 
of  the  superintendent  of  buildings,  affecting  premises  148- 
150  East  28th  street,  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Aug¬ 
ust  6,  1925,  reads: 

“1.  Install  an  adequate  interior  electric  alarm  sys¬ 
tem  in  accordance  with  the  rules  of  the  board  of 
standards  and  appeals  and  the  enclosed  approved  lay¬ 
out.”.; 

and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
7,  1925,  reads : 

“1.  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 


ing  on  the  course  thereof  so  that  same  are  in  com¬ 
pliance  with  the  provisions  of  Sections  273  and  274 
of  the  labor  law  and  the  rules  of  the  board  of  stand¬ 
ards  and  appeals,  or  carry  out  a  proper  alternative 
method  of  complying  with  the  requirements  of  Sec¬ 
tion  271  of  the  labor  law. 

“NOTE: — Among  the  defects  noted  on  this  fire  es¬ 
cape  are  the  following:  Windows  on  course  not  fire¬ 
proof  nor  self-closing.  No  fireproof  passageway  lead¬ 
ing  to  the  street  from  the  termination.” ; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
dated  April  23,  1925,  reads': 

“You  are  hereby  directed  to  discontinue  the  said  use 
of  the  above  described  building  until  a  certificate  of 
occupancy  has  been  issued  by  the  superintendent  of 
buildings  for  such  use,  in  that  of  occupying  building 
for  factory  purposes  on  the  2nd,  3rd  and  4th  floors, 
contrary  to  certificate  of  occupancy  No.  8763,  which 
calls  for  offices  on  these  floors.” ; 

and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
dated  May  22,  1925,  reads : 

“1.  Fire  escape  erected  at  rear  of  building  does  not 
comply  with  the  labor  law,  Section  273. 

“2.  Rear  windows  of  1st  floor  barred. 

“3.  Cellar  ceiling  not  covered  with  fire  resisting  ma¬ 
terial  and  wooden  partitions  erected  in  same. 

“4.  Doors  leading  from  stair  hall  to  cellar  and  door 
to  furnace  room  not  self-closing. 

“5.  Wire  glass  panes  in  doors  of  stair  enclosure  ex¬ 
ceed  360  sq.  in.  and  incombustible  sills  not  provided. 

“6.  Floor  load  signs  not  posted  and  exit  signs  and 
red  lights  not  provided  at  all  exits.”; 
and 

Whereas,  the  building  is  non-fireproof,  4  stories  in 
height,  37  ft.  6  in.  by  45  ft.  in  area;  OCCUPIED:  as  a 
factory  building,  14  persons  on  each  story;  EXITS:  An 
interior  fireproof  stairway,  extending  from  the  1st  story 
to  roof,  enclosed  in  fire-retarding  partitions  with  fireproof 
doors  at  openings ;  a  fire  escape  on  the  rear  of  the  build¬ 
ing,  having  non-fireproof  openings  along  the  course  thereof, 
extending  from  the  roof  to  the  yard  level;  with  no  means 
of  EGRESS  from  the  termination  of  the  fire  escape  to 
the  street;  ROOFS  of  adjoining  buildings,  same  level  at 
west,  6  ft.  higher  at  east;  and 

Whereas,  the  petitioner  claims  that  originally  the  present 
building  was  two  buildings.  Under  Cal.  No.  685-21-S  the 
board  granted  on  September  27,  1921,  the  use  of  the  prem¬ 
ises  for  factory  purposes;  that  the  premises  has.  since 
been  made  into  one  building ;  conditions  improved  in  all 
respects  and  the  occupancy  decreased;  that  the  wire  glass 
panes  in  stair  hall  doors  are  25  in.  by  30  in.;  he  proposes 
to  comply  with  Items  3  and  6  of  the  decision  of  the  super¬ 
intendent  of  buildings,  relative  to  fireproofing  cellar  ceiling 
and  posting  floor  loads;  and  requests  the  board  to  set  aside 
Items  1,  2,  4  and  5  relative  to  rear  fire  escapes,  barred 
windows  at  rear,  doors  leading  from  stair  hall  and  to  fur¬ 
nace  room,  also  wire  glass  panes  in  stair  hall  doors  ex¬ 
ceeding  360  sq.  in.,  and  to  rescind  Order  No.  1806-1925  of 
superintendent  of  buildings,  relative  to  factory  occupancy 
on  2nd,  3rd  and  4th  stories;  the  fire  department  Order  No. 
75237-LF,  relative  to  interior  electric  fire  alarm  system; 
the  fire  department  Order  No.  75239-LD,  relative  to  arrange¬ 
ment  of  flie  fire  escape  on  rear  of  building;  and  also  to 
grant  the  issuance  of  a  certificate  of  occupancy  for  a  fac¬ 
tory  building. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted  as  to 
the  decision  of  the  superintendent  of  buildings,  dated  May 
22,  1925,  as  to  Item  No.  1,  only  so  far  as  it  affects  egress 
from  termination  of  the  rear  fire  escape,  on  condition  that 
a  doorway  shall  be  provided  in  fence  to  adjoining  premises 
to  the  south;  denied  as  to  Items  Nos.  2,  3,  4,  5  and  6. 
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533-25-S. 

PETITIONER — Frank  H.  Quinby,  for  Goodwill  In¬ 
dustries,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 269-271  State  street,  Brook¬ 
lyn. 

(APPEARANCES — 

For  Petitioner:  Carlton  Park  and  John  Koch. 
For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 
uty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(533-&5-S) 

Whereas,  Frank  H.  Quinby,  for  Goodwill  Industries, 

owner,  filed,  May  29,  1925,  a  petition  with  the  board  of 
standards  and  appeals  for  variation  from  the  require¬ 
ments  of  the  labor  law  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  269-271  State  street, 

Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Arrange  the  fire  escape  on  the  rear  of  the 
building  and  the  openings  leading  thereto  and  the 
windows  opening  on  the  course  thereof  so  that  same 
are  in  compliance  with  the  provisions  of  sections 
273  and  274  of  the  labor  law  and  the  rules  of  the 
board  of  standards  and  appeals. 

“Among  the  defects  noted  on  this  fire  escape  are 
the  following:  No  fireproof  passageway  leading  to 
the  street  from  the  termination.” ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  50  ft.  11  in.  by  100  ft.  in  area,  OCCUPIED: 
Easement,  salvage  department;  1st  story,  store;  2nd  to 
5th  stories  occupied  as  office  and  for  repairing  chairs, 
woodwork  and  clothing;  95  persons  above  the  1st  story; 
EXITS :  An  interior  fireproof  stairway,  extending  from 
the  1st  story  to  the  roof,  enclosed  in  fireproof  partitions 
with  kalameined  doors  at  the  openings,  a  standard  fire 
escape  in  the  front  of  the  building  and  also  a  fire  escape 
on  the  rear  of  the  building,  having  fireproof  openings 
along  the  course  thereof,  extending  from  the  top  story 
(with  gooseneck  ladder  to  roof)  to  the  rear  yard;  with 
EGRESS  from  the  termination  of  the  fire  escape  by 
means  of  a  gate  in  fence  leading  to  yards  of  premises 
to  the  rear;  and 

Whereas,  petitioner  filed  a  letter  giving  permission  to 
construct  a  gate  in  the  fence  leading  to  premises  to  the 
rear  and  proposes,  in  addition  to  this  means  of  egress, 
to  provide  on  the  1st  story  of  the  premises  in  question 
a  4-ft.  unobstructed  space  through  the  open  driveway 
*  to  State  street. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  egress  from  termination  of  the 
fire  escape,  on  condition  that  an  opening  in  the  fence  to 
adjoining  premises  in  the  rear  is  provided  and  maintained 
unobstructed. 


673-25-S. 

PETITIONER — James  W.  Byrnes,  for  Mirizusanna,  Inc., 
owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 


PREMISES  AFFECTED — 34-40  South  First  street, 
Brooklyn. 

APPEARANCES— 

For  Petitioner:  James  W.  Byrnes. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 


uty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(673-25-S) 


Whereas,  James  W.  Byrnesj  for  Mirizusanna,  Inc., 
owner,  filed,  June  30,  1925,  a  petition,  with  the  board 
of  standards  and  appeals,  for  variation  from  the  re¬ 
quirements  of  the  labor  law  as  cited  in  an  order  of  the 
fire  commissioner,  affecting  premises  34-40  South  1st 
street,  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  De¬ 
cember  16,  1924,  reads  (Order  No.  70137-LD) : 

“1.  Enclose  the  interior  stairway  at  west  side  of 
building  serving  as  a  required  means  of  exit,  and 
the  landings,  platforms  and  passageways  connecting 
therewith  on  all  sides  with  partitions  of  fire  resist¬ 
ing  material  extending  continuously  from  the  1st 
story  to  the  under  side  of  the  roof  boarding,  that 
portion  of  the  under  side  of  the  roof  beams  within 
the  stair  enclosure  shall  be  covered  with  fire  resist¬ 
ing  material  constructed  as,  per  Section  271  of  the 
labor  law  and  Rule  1  of  the  board  of  standards  and 
appeals  adopted  July  29,  1924,  or  carrv  out  a  proper 
alternative  method  of  complying  with  the  require¬ 
ments  of  Section  271  of  the  labor  law. 

“2.  Arrange  the  fire  escape  on  the  south  side  of 
the  4-story  portion  of  building  and  the  openings 
leading  thereto  and  the  windows  opening  on  the 
course  thereof  so  that  same  are  in  compliance  with 
the  provisions  of  Sections  273  and  274  of  the  labor 
law  and  the  rules  of  the  board  of  standards  and 
appeals,  or  carrv  out  a  proper  alternative  method 
of  complving  with  the  requirements  of  Section  271 
of  the  labor  law.  SEE  NOTE. 

“NOTE: — Among  the  defects  noted  on  this  fire 
escape  are  the  following:  No  stairway  from  lowest 
balcony  to  grotind.  No  safe  egress  to  street  from 
termination  of  fire  escape.  (Note)  There  is  an  iron 
stairway  24  inches  wide  leading  from  termination 
of  fire  escape  on  roof  of  1st  storv  extension  to  stable 
on  1st  story,  said  stairs  is  defective,  handrails  broken 
and  treads  loose. 

“3.  Remove  the  substandard  fire  escape  on  the 
south  side  of  five  story  portion  of  building  or  recon¬ 
struct  same  as  per  Section  274  of  the  labor  law  and 
rule  3-A  as  amended  by  the  board  of  standards  and 
appeals.  May  9,  1924. 

“NOTE: — Among  the  defects  noted  on  this  fire 
escape  are  the  following:  No  stairway  from  lowest 
balcony  to  ground.  No  safe  passageway  to  street 
from  termination.  No  sign  of  any  character  shall 
be  placed  at  openings  leading  to  same.”; 

and 

Whereas,  the  building  is  non-fireproof.  five  stories  in 
height,  97  feet  by  81  feet  in  area:  OCCUPIED  as  a 
tenant  factorv;  1st  storv,  manufacturing  paper  boxes.  10 
persons:  2nd  story,  laboratory,  6  persons:  3rd  story, 
manufacturing  shoes,  34  persons:  4th  story,  manufactur¬ 
ing  shoes.  27  persons:  5th  storv.  dressmaking.  25  per¬ 
sons:  EQUIPPED  with  a  sprinkler  svstem  and  a  fire 
alarm  signal  system;  EXITS:  An  interior  wooden  stair- 
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way,  extending  from  the  1st  story  to  top  story;  enclosed 
in  wood  metal  covered  partitions  with  wood  metal  cov¬ 
ered  doors  at  openings ;  a  wooden  ladder  to  roof  scuttle ; 
a  fire  escape  on  the  front  of  the  building,  and  two  sub¬ 
standard  fire  escapes  on  rear,  having  fireproof  openings 
along  the  course  thereof,  extending  from  the  main  roof 
to  the  1st  story;  no  EGRESS  from  the  termination  of 
the  rear  fire  escape  to  the  street;  ROOFS  of  adjoin¬ 
ing  buildings  30  feet  lower  at  east. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Items  Nos.  2  and  3,  only  so  far  as  it  affects  egress 
from  the  termination  of  the  fire  escape,  on  condition  that 
a  fire-retarded  enclosed  stairway  shall  be  provided  from 
the  lowest  balcony  to  a  fireproof  runway,  with  egress  there¬ 
from  direct  to  street,  any  openings  to  be  protected  with 
fireproof  self-closing  doors;  that  the  fire  escape  shall  con¬ 
form  to  the  requirements  of  the  labor  law  in  all  other 
respects ;  denied  as  to  Item  No.  1. 


99-22-S. 

PETITIONER — Maison  Hermelee,  lessee. 

SUBJECT — Request  for  reopening  in  re:  occupancy — 
variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 138  West  34th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — -Resolution  modified. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RES¬ 
OLUTION— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 


uty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent . 0 

THE  RESOLUTION: 

(9.9-22-S) 


Whereas,  Samuel  Rosenblum,  for  Albert  Levi,  owner, 
filed,  January  24,  1922,  a  petition  with  the  board  of 
standards  and  appeals  for  variation  from  the  require¬ 
ments  of  the  labor  law  as  cited  in  a  decision  of  the  super¬ 
intendent  of  buildings,  affecting  premises  138  West  34th 
street,  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
reads: 

“1.  Plan  of  vestibule  is  not  clear;  obstruction  by 
showcase  not  permitted.  (Also  egress  from  the  fire 
escapes  must  be  through  a  fireproof  passageway  and 
so  indicated  on  plans.”)  ; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  25  ft.  by  98  ft.  9  in.  in  area,  OCCUPIED,  1st 
story,  store;  2nd  story,  salesrooms,  8  persons;  3rd  story, 
men’s  tailor,  9  persons;  4th  story,  furrier,  20  persons; 
5th  story,  cloaks  and  suits,  20  persons;  the  means  of 
egress  consisting  of  an  interior  stairway  extending  from 
the  1st  story  to  the  roof,  enclosed  in  fire  resisting  parti¬ 
tions  with  kalameined  doors  at  the  openings,  a  fire 
escape  on.  the  rear  of  the  building  with  landing  on  roof 
of  extension  in  the  2nd  story,  with  counter-balanced 
stairway  to  adjoining  yard  and  with  fireproof  windows 
on  the  course  of  the  fire  escape,  one  on  each  story  being 
a  casement  sash;  and 

Whereas,  petitioner  contends  that  the  show  window  in 
the  entrance  hall  is  permanently  built  in  and  rigid  and 
that  there  is  a  fireproof  door  directly  from  the  entrance 
to  the  hallway  shutting  off  the  stairway  and  hallway 
from  this  show  window;  and 


Whereas,  the  petitioner,  in  view  of  the  light  occupancy 
requests  that  the  means  of  exit  be  considered  adequate ;  and 

Whereas,  this  petition  was  granted  by  the  board  at  its 
meeting  April  11,  1922,  on  certain  conditions  and  peti¬ 
tioner  requested  a  modification  of  the  conditions  as  to 
occupancy. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law  and  that  the  petition  be  and  it  hereby  is  granted,  as 
to  egress  from  the  rear  fire  escape  by  means  of  counter¬ 
balanced  stairway  from  the  2nd  story  extension  to  the  yard 
of  the  adjoining  premises,  on  condition  that  consent  of  the 
adjoining  owner  is  filed  with  the  bureau  of  buildings,  and 
that  the  occupancy  on  the  4th  and  5th  stories  shall  not  ex¬ 
ceed  20  persons,  and  that  the  manufacturing  occupancy  shall 
not  exceed  25  per  cent  of  the  floor  area  of  building ;  and 
that  the  decision  of  the  superintendent  of  buildings  as  to 
the  vestibule  and  extending  hall  partitions  to  the  street  be 
and  it  hereby  is  affirmed,  and  the  petition  as  to  this  item 
be  and  it  hereby  is  denied. 


1546-22-S. 

PETITIONER — Samuel  Rosenblum,  for  106-108  West 
32nd  Street  Corp.,  owner. 

SUBJECT— Request  for  reopening  in  re:  occupancy — 
variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED — 106-108  West  32nd  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Resolution  modified. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  MODIFY  RES¬ 

OLUTION— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 
uty  Fire  Chief  Martin  .  5 

Negative  .  q 

Absent .  q 

THE  RESOLUTION: 

(1546-22-S) 

Whereas,  Samuel  Rosenblum,  for  106-108  West  32nd 
Street  Corp.,  owner  of  building,  filed,  December  22,  1922, 
a  petition,  with  the  board  of  standards  and  appeals,  for 
variation  from  the  requirements  of  the  labor  law,  as 
cited  in  a  decision  of  the  superintendent  of  buildings 
affecting  premises  106-108  West  32nd  street,  Manhat¬ 
tan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 

“1.  Provide  fireproof  passage  to  street  from  foot 
of  fire  escapes.  Same  must  not  be  below  curb  level 
*  *  *  Sec.  273,  Labor  Law.”; 

and 

Whereas,  the.  building  is  non-fireproof,  six  stories  in 
height,  41  ft.  8  in.  by  98  ft.  9  in.  in  area  at  street  level 
and  41  ft.  8  in.  by  88  ft.  in  area  above;  OCCUPIED, 
1st  story,  stores;  2nd  story,  manufacturing;  3rd  story,' 
manufacturing;  4th  story,  manufacturing;  5th  story! 
manufacturing;  6th  story,  manufacturing;  the  means  of 
egress  consisting  of  an  interior  stairway^  extending  from 
1st  story  to  roof,,  to  be  enclosed  in  metal  lath  and  ce¬ 
ment.  plaster  partitions  with  fire  doors  at  openings;  an 
exterior  stairway  on  rear  of  building  with  fireproof  pas¬ 
sageway  to  street  from  termination  of  stairs  at  cellar 
level  through  cellar  and  1st  story  hall  to  street,  the  ex¬ 
terior  stairway  being  connected  by  steps  with  the  exten¬ 
sion  of  building  to  north;  the  building  being  equipped 
with  a  sprinkler  system;  and 
Whereas,  this  petition  was  granted  by  the  board  at  its 
meeting  April  3,  1923,  on  certain  conditions  and  petitioner 
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requested  a  modification  of  these  conditions  as  to  occu¬ 
pancy. 

Resolved,  that  the  board  of  standards  and  appeals  does 
,  hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  building  shall  be  equipped  with  an 
approved  sprinkler  system;  that  a  passageway  shall  be  pro¬ 
vided  in  the  cellar,  separated  from  remainder  of  the  cellar 
by  an  8  in.  brick  wall,  this  passageway  leading  to  the  1st 
story  hall  with  not  more  than  one  (1)  opening,  protected 
with  self-closing  fireproof  doors;  that  the  occupancy  shall 
not  exceed  the  legal  capacity  of  the  interior  stairway,  with 
|  allowance  for  automatic  sprinkler  and  interior  fire  alarm 
drills ; 

Resolved,  further,  that  the  petition  be  granted  so  long 
as  conditions  otherwise  remain  substantially  unchanged. 

_ 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 

752-25-SA. 


;  PETITIONER—  Fellinger  &  Hebard,  Inc. 

SUBJECT — Approval  of  Toro  Emergency  Gas  Shut- 


Off  Valve. 

APPEARANCES— 

For  Petitioner:  Tilman  White. 

ACTION  OF  BOARD — Petition  put  on  reserve  calen¬ 
dar,  subject  to  report  from  engineer  of  board. 


729-25-SA. 

PETITIONER — Hauck  Manufacturing  Co. 

SUBJECT — Approval  of  the  Hauck  Vention  Low  Pres¬ 
sure  Oil  Burner. 


APPEARANCES— 

For  Petitioner:  W.  C.  Elze  and  Henry  T. 
Gerdes. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  pending  inspection  and  report  of  com¬ 
mittee  of  board. 

— 


671-25-S A. 

PETITIONER— W.  D.  Allen  Mfg.  Co.,  owner. 
SUBJECT — Approval  of  2J^-inch  Angle  Hose  Valve. 

!  APPEARANCES— 

For  Petitioner:  Andrew  L.  Boerner. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  placed  on  reserve  cal¬ 
endar  pending  test  and  report  of  fire  department. 


717-25-SA. 

PETITIONER — Paradon  Engineering  Company. 
SUBJECT — Approval  of  Chlorinating  Apparatus. 
APPEARANCES— 

For  Petitioner:  Richard  Donnelly. 

,  ACTION  OF  BOARD — Petition  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 
uty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent .  0 


763-25-SA. 

PETITIONER— Milwaukee  Tank  Works. 
SUBJECT— Approval  of  Milwaukee  Piston  Rotating 
Port  Pump,  type  No.  705. 
APPEARANCES— 

For  Petitioner:  N.  R.  Bemm. 

ACTION  OF  BOARD— Petition  approved. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 
uty  Fire  Chief  Martin  .  5 


Negative  .  0 

Absent .  0 


THE  RESOLUTION: 

(763-25-SA) 

Whereas,  the  Milwaukee  Tank  Works,  Inc.,  filed,  July 
22,  1925,  a  petition  with  the  board  of  standards  and 
appeals  for  approval  of  their  device  known  as  the  Mil¬ 
waukee  Tank  Works,  Inc.,  Piston  Rotating  Port  Pump 
type  No.  705  for  use  with  fuel  oil  installations;  and 

Whereas,  this  pump  is  of  standard  mechanical  construc¬ 
tion. 

Resolved,  that  the  board  of  standards  and  anneals  does 
hereby  approve  the  device  known  as  the  Milwaukee  Tank 
Works,  Inc.,  Piston  Rotating  Port  Pump,  Type  No.  705, 
for  use  in  connection  with  fuel  oil  burning  equipment,  on 
condition  that  the  moving  parts  in  contact  with  oil  shall  be 
constructed  of  brass  or  bronze. 


638-25-SA. 

PETITIONER — American  Steam  Pump  Company. 
SUBJECT — Approval  of  American  Marsh  Duplex  Fuel 
Oil  Pump. 

APPEARANCES— 

For  Petitioner:  Hugh  D.  Riordan. 

ACTION  OF  BOARD — Petition  approved. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 
uty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(638-25-SA) 

Whereas,  the  American  Steam  Pump  Company,  filed, 
June  20,  1925,  a  petition  with  the  board  of  standards  and 
appeals  for  approval  of  their  device  known  as  the 

American  Marsh  Duplex  Fuel  Oil  Pump  for  use  in  fuel 
oil  installations ;  and 

Whereas,  this  pump  is  of  standard  mechanical  construc¬ 
tion. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  American  Marsh 
Duplex  Fuel  Oil  Pump,  for  use  in  connection  with  fuel 
oil  burning  equipment,  on  condition  that  the  moving  parts 
shall  be  constructed  of  brass  or  bronze. 


639-25-SA. 

PETITIONER — American  Steam  Pump  Company. 
SUBJECT — Approval  of  Marsh  Simplex  Fuel  Oil  Pump. 
APPEARANCES— 

For  Petitioner:  Hugh  D.  Riordan. 

ACTION  OF  BOARD — Petition  approved. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Dep¬ 


uty  Fire  Chief  Martin  .  5 

Negative  . .  0 

Absent .  0 

THE  RESOLUTION: 


(639-25-SA) 

Whereas,  the  American  Steam  Pump  Company  filed, 
June  20,  1925,  a  petition  with  the  board  of  standards 
and  appeals  for  approval  of  their  device  known  as  the 
Marsh  Simplex  Fuel  Oil  Pump;  and 

Whereas,  this  pump  is  of  standard  mechanical  construc¬ 
tion. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  Marsh  Simplex 
Fuel  Oil  Pump,  for  use  in  connection  with  fuel  oil  burning 
equipment,  on  condition  that  the  moving  parts  shall  be  con¬ 
structed  of  brass  or  bronze. 


Adjourned,  6:00  p.  m. 

James  O’Connor,  Secretary. 
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PUBLIC  HEARING 


PROPOSED  AMENDMENTS  TO  RULES  GOVER  NING  FIRE  EXTINGUISHING  APPLIANCES— 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Tuesday,  December  22,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  zvell  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis* 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  {fire  line)  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
zvorkmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wiiV»  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non- Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  until  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago:  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  AoDeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  proznsions  of  Rule  S,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks 'shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall,  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
zvill  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  water  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  proznded  that  there  are  separate  feed 
mains  from  the  basement  or  lozvest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  tzvo  ( 2 )  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  dia?neter  for  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  {3)  inches  be¬ 
low  the  top  of  the  staves  in  zvooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
zvithout  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  twenty-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbow.  • 

The  discharge,  heating  or  filling  pipes  where  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  which  may  be  of  three  layers  of  one-inch 
(/")  hair  felt  interspersed  zvith  building  paper  zvell  zvrapped 
and  secured  and  covered  with  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  not  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  af  the  Building  Code  and  supporting  struc- 
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tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

IV here  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  tluin  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12 l/i°/o)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  system 
where  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  5,000  gallons  of  water  for  a  dry -pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  has  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (1I/2)  inches  in  size  [with  a  one  and  one- 
quarter  (r)4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (/j'a)  in* 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the ' *  curb  because  of  a  vault  under  the  sidewalk  and  with¬ 
in  18  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (^i 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  winch  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  hire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Tire  Department. 

Rule  8.  hire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  ap proved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  13  pounds  water  pressure  at  the  highest  sprinkler 
below  mam  roof  and  in  pent  houses  over  2,300  sq.  ft.,  as 
provided  m  Rule  3 ■  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

1  he  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
.room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (J4)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  « hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  from 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  bi 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3^4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3^)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  ( 15 )  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  having 
a  one-half  04)  inch  pipe  connection  and  one-half  04)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  04)  inch  drip  connection,  zvith  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  uf  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  ef  the  automatic  sources  or  two 
pressure  tanks  hazhng  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  6  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  (J4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  '5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  inch 

heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  (J4)  inch  head  for  each  62J4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Conran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  (*4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11J4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11^4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2i)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  Standard  one-half  (J4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads.  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads. 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  \\  here  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows : 

(a)  One  standard  one-half  ()4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ( y2 )  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof.  rr.oV  be  used  in  lieu  of  heads  located  in  peak  of 
roof  • 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  afid  one-quarter  (1)4)  inch  heads 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint'  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 

sprinkW  'V-flectcus  shall  be  parallel  to  ceilings,  roof*  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  indies. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
raoks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (/)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

inch .  1  head 

1  “  2  heads 

1/  “  3  “ 

l/2  “  5  “ 

2  “  .  10  “ 

2  y2  “  .  20  “ 

3  “  36 

3  y2  “  55  “ 

4  "  80  “ 

5  “  140  “ 

6  “  .  200  “ 

7  “  300  “ 

8  "  420 

(b)  For  Conran*  one  (1)  inch  heads1 — 


Size  of  Pipe 

1  inch 
1/  “ 
1/  “ 

2 

“ 

3 

4 

5 

6 

7  “ 

8 


Maximum  No.  of 
Heads  Allowed 
1  head 
.  2  heads 


3 

4 
6 
9 

18 

34 

51 

75 

105 


44 


44 

44 

44 


(c)  For  Conran*  one  and 


Size  of  Pipe 
1%  inch 

1 X  “ 


2/ 


3 

4 
ft 
6 

7 

8 


<1 

44 

44 

44 

44 

44 

44 


one-quarter  (1/)  inch  heads — 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

.  2  heads 


3 

4 


(i 

44 


12 

21 

40 

60 

84 


44 

44 


44 

44 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2/)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (/)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  ivhich  the  openings 
are  pi'otected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  (/)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1/)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  until  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead. riser”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser”, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pip*;  shall  be  full-weight 
standard  wrought  iron  or  steel  threade  1  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  w  thout  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 


Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 


All  pipe  shall  be  secured  to  the  ceiling,  wall'  =>nd  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(15C)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 


Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  diain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflozv  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  t f 
carried  through  the  zvall  and  exposed  to  the  weather,  t  tey 
shall  be  fitted  with  hoods  or  dozvn-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  inch  in 

ten  (10)  feet,  shall  be  installed: 


At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 

d 

At  each  supply  main,  when  the  water  in  the  same  can- 
t  be  removed  through  any  of  the  above  drains.  Such 
ains  shall  be  installed  with  controlling  valves  so  that  flow- 
?  tests  mav  be  made  to  determine  if  the  water  supplies 
connections  from  yard  mains  to  the  inside  «f  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1J4)  inches  in  size]  shall  be  not  less  than  I  inch 
in  size  zvhere  floor  valves  are  not  over  2/2  inches  in  size 
and  /J4  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  l)/j  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipe* 
shall  be  pitched  not  less  than  one-quarter  (%)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (}4)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Ya  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iY\  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  Yi- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  in¬ 

spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  24-mc/»  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4^a) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  dozvn-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (%) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosiz'e  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi- 
ble]  non-corrosive  material 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

.  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies,  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (y2)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  2i.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati- 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows: 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  linea  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen- 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

.  (a)4When  Type  A  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  ( 1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
ihe  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dty  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 


(a)  For  standard  one-half  (y2)  inch  heads .  400 

(b)  For  Conran*  one  (1)  inch  heads  . ioo 

(c)  For  Conran*  one  and  one-quarter  (l%  inch  heads  64 

,,^iieT,e  e 9uiPPed  with  an  approved  quick -opening  device 
the  following  number  of  heads  may  be  controlled  by  one 

1  ype  A  dry-pipe  valve  : 

(a)  For  Standard  one-half  (y2)  inch  heads . 8oo 

(b)  Tor  Conran *  one  (/)  inch  heads . . 20o 

{c)  For  Conran*  one  and  one-quarter  (i%)  inch  heads. 128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con- 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris- 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent 
so  constructed  as  to.  be  normally  open  in  order  to  permit 
t  e  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  BM  dry-pipe  valve: 

(a)  For  Standard  one-half  (l/2)  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads . 125 

(c)  For  Conran*  one  and  one-quarter  (1^)  inch  heads.  84 
*  Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (y2)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 


Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  m  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

.  Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1^4)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

Irl  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  in  jurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  walls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 

cf  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  3Q.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  prozdded  for  in  Rule  12. 

Rule  [381  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules ;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  ivall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  ivorking  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  IVhcn  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  ruics  of  the  National  Board  of  Fire 
Undcnvriters.  Plans  for  such  installation  to  be  filed  zinth 
the  Fire  Department  for  approval. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  ulider  the  building  z6ne  n  solution,  desire 
copies  of  Form  13A,  for  nolices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 

13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  tc 
be  supplied  bv  mail. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924  . 

Cases  filed  up  to  and  including  November  25,  1925.  . . . 

Restored  to  calendar  . 

Miscellaneous  Applications. 

Requests  to  reopen  . 

Requests  to  amend  . 

Requests  for  modification  . 

Requests  to  rescind  . 

Requests  for  extension  of  time . 

Requests  for  extension  of  permit  . 

Requests  for  mechanical  installations  . 

Requests  for  approval  of  plans . 

Administrative  requests  . 

Requests  for  interpretation  . 


Total  . 2128 

Disposed  of  .  1334 

Cases  pending  November  25,  1925  .  794 


DISPOSITION  OF  CASES. 

598  Withdrawn  .  jgg 

Dismissed  .  70 

Denied .  173 

1226  Granted  .  jq 

Granted  on  condition  .  682 

Appliances  approved  .  20 

57  Appliances  dismissed,  disapproved  or  withdrawn .  6 

Rules  approved  .  q 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

133  Requests  to  reopen  granted  .  123 

Requests  to  reopen  denied .  9 

5  Requests  to  amend  granted  .  5 

Requests  to  amend  denied  .  0 

39  Requests  for  modification  granted  .  37 

Requests  for  modification  denied  .  0 

1  Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied  . 0 

*7  Requests  for  extension  of  time  granted .  17 

Requests  for  extension  of  time  denied  .  0 

29  Requests  for  extension  of  permit  granted . 29 

Requests  for  extension  of  permit  denied  .  0 

1  Requests  to  install  granted  .  1 

Requests  to  install  denied .  0 

13  Plans  approved  .  13 

Plans  disapproved .  0 

7  Administrative  requests  granted  . 6 

Administrative  requests  denied  or  withdrawn  .  1 

2  Interpretations  .  2 

Requests  withdrawn  or  dismissed  .  3 


Total  .  1334 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  ot 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . . 

Street  . 

P.  O . 

My  subscription  is  to  begin  with  the  issue  for . >  1926. 

1314  36-2000-M-O'C 
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This  issue  of  the  Bulletin  contains,  in  the  order 
given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Regular  Meeting,  December  1,  1925,  at 
10  a.  m. 

Minutes  of  Regular  Meeting,  December  1,  1925,  at 
2  p.  m. 

Rules. 

Notice  of  Public  Hearing. 

Reserve  Calendar. 


Progress  Report. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

All  hearings  are  held  in  Room  J0J3,  Municipal  Building 

Manhattan. 


HOURS  FOR  CONSULTATION. 
10  A.  M.  to  1  P.  M. 


Of 


Any  person  desiring  to  consult  the  chairftrau  pr^the  en¬ 
gineers,  pertaining  to  the  work  of  the  bo;it‘d;,7<lviH 
seen  only  between  the  hours  of  ten  in, the  morning  anc 
in  the  afternoon— Saturdays  excepted.  j i 

-  '  “■'■‘HOIS 

CALL  OF  CLERK’S  CALENDAR. 

Clerk’s  Calendar  consists  of  applications  under  the 
tsuilding  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  December  8, 
1J2.),  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
luesday,  December  15,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

.  Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

#  At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


DOCKET 

New  Cases  Filed  Week  Ending  December  2,  1925. 

Cal.  No.  Department.  Premises  Affected. 

1232-25-A . F.D .  1140-1142  Teller  ave.,  Bx. 

-  L.  C.  31258. 

1231-25-S . B.B.M.  ..323-327  W.  39th  st.,  Man. 

-  N.  B.  297-1925. 

1230-25-A. ..... .F.D .  424  Broome  st.,  Man. 

-  L.  D.  86838. 

1229H25-A . F.D .  549-561  Grand  ave.,  Bklyn. 

Decision. 

1228-25-S . F.D .  27-37  West  60th  st.,  Man. 

-  L.  D.  82927. 

1227-25-S . F.D .  47-53  South  5th  st.,  Bklyn. 

-  L.  D.  80002. 


CODE. 


F.D.  . 

H.D.  . 

B.B.B. 

B.B.M. 

B.B.Q. 

B.B.R. 

B.B.Bx 

T.H.D. 


. Fire  Department 

. Health  Department 

..Bureau  of  Buildings,  Brooklyn 
.Bureau  of  Buildings,  Manhattan 
....Bureau  of  Buildings,  Queens 
.Bureau  of  Buildings,  Richmond 

. Bureau  of  Buildings,  Bronx 

. . .  .Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  December  8,  1925,  at  2  p.  m. 

1531-24-BZ. 

APPLICANT — McCooey  and  Conroy,  for  Louis  Schwartz 
and  Estate  of  Harry  Zaslawsky,  owners. 

PREMISES — 116-118  Wilson  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  conversion  of  occu¬ 
pancy  from  a  machine  shop  to  a  poultry  slaughter 
house. 

795-25-BZ. 

APPLICANT  Joseph  S.  Amsel,  for  Anna  Cohen,  owner. 

PREMISES— 1952-1956  Eastern  Parkway,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution. 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  8,  1925,  at  10  a.  m. 

278-25-A — 280  Broadway,  Manhattan. 

699-25-A — 212-214  East  6th  street,  Manhattan. 

727-25-A — 28-30  Greene  street,  Manhattan. 

798-25-A — 241-255  Haven  avenue,  Manhattan. 

1061- 25- A — 441  West  End  avenue,  Manhattan. 

1062- 25-A — 451  West  End  avenue,  Manhattan. 

63-25-A — 109-21  West  56th  street,  Manhattan. 

587-25-A— 9  Radde  street,  L.  I.  City,  Borough  of  Queens. 
377-25-A — 18-32  Grand  avenue,  Brooklyn. 

267-25-A — 34-36  Pine  street,  Manhattan. 


BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  8,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

CAL.  NO.  903-25-BZ — Application,  September  4,  1925,  undei 
the  building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
N.  &  PI.  Building  Company,  Inc.,  owner, 
to  permit  in  a  business  district  the 
change  of  occupancy  of  the  2nd  story 
from  auto  accessories  to  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  823-829  Classon 
avenue,  Borough  of  Brooklyn. 

cal.  no.  271-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Ray 
Barnett,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  956  Forest  avenue,  The 
Bronx. 

cal.  no.  696-25-BZ — Application,  July  3,  1925,  under  section 
21  of  the  building  zone  resolution,  of 
William  F.  Doyle,  applicant,  on  behalf 
of  Osbruck  Realty  Co.,  Inc.,  owner,  to 
permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  northwest  corner  of 
Grandview  avenue  and  Ralph  street, 
Ridgewood,  Borough  of  Queens. 

cal.  no.  270-25-BZ — Application,  March  10,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  J.  Duhnigan,  applicant,  on  be¬ 
half  of  Schinasi  Commercial  Corpora¬ 
tion,  owner,  to  permit  in  -a  business  dis¬ 
trict  and  within  200  feet  of  a  hospital 
the  use  and  occupancy  of  an  existing 
building  as  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  32-36  West  100th  street,  Man¬ 
hattan. 

cal.  no.  523-25-BZ— Application,  May  20,  1925,  under  sec¬ 
tion  7,  subdivisions  b  and  c,  of  the 
building  zone  resolution,  of  Park  Avenue 
Improvement  Co.,  Inc.,  applicant  and 
lessee,  New  York  State  Realty  and  Ter¬ 
minal  Co.,  Inc.,  owner  of  ground,  to 
permit  in  a  residence  district  extending 
from  a  business  district  the  maintenance 
of  a  business  use;  premises  320-330 
Park  avenue,  Manhattan. 

cal.  no.  791-25-BZ — Application,  July  31,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  McCombs  and  Ryan,  applicants,  on 
behalf  of  George  C.  Schwalb,  owner, 
to  permit  in  a  residence  district  the  al¬ 
teration  and  enlargement  of  a  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles;  premises  619-625  Han¬ 
cock  street,  Brooklyn. 

CAL.  NO.  824-25-BZ— Application,  August  12,  1925,  under  sec¬ 
tions  7e  and  21  of  the  building  zone 
resolution,  of  Charles  D.  Cords,  appli¬ 
cant,  on  behalf  of  Hedwiene  M.  Pope, 
owner,  to  permit  in  a  business  district 
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the  erection  and  maintenance  of  a  gar¬ 
age  for  the  storage  of  more  than  five 
(5)  motor  vehicles,  also  a  gasoline 
service  station ;  premises  25-41  Jamaica 
avenue,  Brooklyn. 


CALL  OF  CLERK’S  CALENDAR. 
BUILDING  ZONE  CASES. 

Tuesday,  December  15,  1925,  at  2  p.  m. 
182-23-BZ. 


:al.  no.  630-25-BZ— Application,  June  17,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 

!of  William  A.  Lacerenza,  architect,  on 
behalf  of  Edward  H.  Litchfield,  owner, 
to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  305-311  3rd 
street,  Brooklyn. 

:al.  no.  504-25-BZ — Application,  May  13,  1925,  under  the 
building  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  D.  Cop¬ 
persmith,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  128-144  East  98th  street, 
Brooklyn. 


APPLICANT— George  A.  McWilliams,  for  McWilliams 
Realty  Co.,  Inc.,  owner. 

PREMISES — 1240  Castleton  avenue,  West  New  Brighton, 
Richmond. 

APPLICATION,  under  section  7b  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  five  (5)  pleasure  motor 
vehicles.  (Previously  dismissed  for  lack  of  pros¬ 
ecution.) 

1522-24-BZ. 

APPLICANT  Edward  P.  Doyle,  for  Hugo  Seidenberg, 
owner. 

PREMISES — 129-02  Newport  avenue,  Belle  Harbor,  Bor¬ 
ough  of  Queens. 


William  E.  Walsh,  Chairman. 
— 

PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  8,  1925,  at  2  p.  m. 

743-25-S — 125-129  Sherman  street,  L.  I.  City,  Borough  of 
Queens. 

749-25-S — 732  Broadway,  Manhattan. 

675-25-S — 48  John  street,  Manhattan. 

728-25-S — 48  West  22nd  street,  Manhattan. 

734-25-S— 87-9  Nassau  street,  130  Fulton  street,  Manhat¬ 
tan. 

774-25-S — 501  Seventh  avenue,  Manhattan. 

794-25-S — 79-87  Madison  avenue,  23-27  East  28th  street, 
Manhattan. 

:26-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

393-25-S— 270-276  West  38th  street  and  554-558  Eighth 
avenue,  Manhattan. 

588-25-S — 114-116  West  56th  street,  Manhattan. 

706-25-S — 512-520  Grand  street,  Manhattan. 

'07-25-S — 504-510  Grand  street  and  2-12  Sheriff  street, 
Manhattan. 


APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
building  used  for  store  purposes  on  the  first  story. 

67-25-BZ. 

APPLICANT — William  J.  Russell,  for  Thomas  C.  Corvan, 
owner. 

PREMISES— 127-129  West  53rd  street,  Manhattan. 

APPLICATION,  under  sections  7a  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  _  business  district  the  maintenance  of 
a  motor  vehicle  repair  shop  throughout  the  entire 
building. 

820-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Washington  Im¬ 
provement  Corp.,  owner. 

PREMISES — 1714-26  Kings  Highway,  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance  of 
a  building  to  be  used  for  store  and  theatre  purposes. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  15,  1925,  at  10  a.  m. 


'08-25-S — 34-36  Sheriff  street  and  25-35  Columbia  street, 
Manhattan. 

"09-25-S — Block  bounded  by  Grand,  Sheriff,  Broome  and 
Columbia  streets,  Manhattan. 

T0-25-S — Block  bounded  by  Broome,  Sheriff,  Delancey 
and  Columbia  streets,  Manhattan. 

'67-25-S — 114-116  East  13th  street,  Manhattan. 

T5-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

06-25-S — 178-182  Sullivan  street,  Brooklyn. 

98-25-S — 566-568  Seventh  avenue,  Manhattan. 


152-25-A — 15-19  Amsterdam  avenue,  427-37  West  59th 
street  and  134-38  West  60th  street,  Man¬ 
hattan. 

780- 25-A — 148-172  West  12th  street,  Manhattan. 

781- 25- A — 187  Lafayette  street,  Manhattan. 

804-25-A — 149  Spring  street,  Manhattan. 

874-25- A— Bronx  River,  between  Lafayette  street  and 
Spofford  avenue,  The  Bronx. 

1099-25-A — 820  Roosevelt  avenue,  Jackson  Heights,  Bor¬ 
ough  of  Queens. 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 

13-25-SA — Hardinge  Oil  Burner,  approval  of. 

114-25-SA — Aetna  Automatic  Syphone  Breaker,  approval 
f  -  of. 

46-25-SA — K.F.C.  Fuel  Oil  Burner,  approval  ot. 
•83-25-SA — Billow  Fuel  Oil  Burner,  approval  of 


BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  15,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 


CALENDAR 


cal.  no.  829-25-BZ— Application,  August  13,  1925,  under 
section  7b  of  the  building  zone  resolu¬ 
tion,  of  Tobias  Goldstone,  architect,  on 
behalf  of  Estate  of  George  E.  Eddy, 
owner,  to  permit  the  erection  on  a  plot 
partly  in  an  unrestricted  and  partly  in 
a  business  district  of  a  proposed  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  345-355  Clas- 
son  avenue,  Brooklyn. 

cal.  no.  796-25-BZ — Application,  August  3,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Thomas  O’Rourke  Gallagher,  appli¬ 
cant  on  behalf  of  Esther  Wieser 
et  ah,  owners,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
five  (5)  attached  residence  buildings, 
the  first  story  to  be  used  for  store  pur¬ 
poses  ;  premises  7114-7124  Bay  Park¬ 
way,  Brooklyn. 

cal.  no.  818-25-BZ — Application,  August  10,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Edward  P.  Doyle,  applicant, 
on  behalf  of  Samuel  Kessler  and  Jacob 
Kavoit,  owners,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  east  side  of  Prospect  avenue 
77.79  feet  south  of  East  182nd  street. 
The  Bronx. 

cal.  no.  873-25-BZ — Application,  August  27,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  John  J.  McCormack,  applicant 
and  owner,  to  permit  in  a  business  dis¬ 
trict  a  gasoline  selling  station;  prem¬ 
ises  northeast  corner  of  113th  avenue 
and  Springfield  boulevard,  Springfield 
Heights,  Borough  of  Queens. 

cal.  no.  891-25-BZ — Application,  September  1,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  Bertha  A.  Wilkus,  owner,  to 
permit  in  a. residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to  be 
used  as  stores  on  the  1st  story  and 
dwellings  above;  premises  northeast 
corner  of  Beach  34th  street  and  Edge- 
mere  avenue,  Edgemere,  Borough  of 
Queens. 


cal.  no.  114-25-BZ — Application,  January  26,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Jenks  &  Rogers,  on  behalf  of 
Kennor  Realty  Corp.,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  342-352  Coney  Island  avenue, 
Brooklyn. 

cal.  no.  599-25-BZ — Application,  June  10,  1925,  under  sec- 
•  tion  7c  of  the  building  zone  resolution, 

of  Eugene  De  Rosa,  architect,  on  behalf 
of  Maxlan  Theatre  Corp.,  owner,  to 
permit  in  a  residence  district  extending 
from  a  business  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  business  and  theatre  purposes ;  prem¬ 
ises  southeast  corner  of  Sheridan  ave¬ 
nue  and  East  167th  street,  The  Bronx. 
cal.  no.  877-25-BZ — Application,  August  28,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  1412  Broadway,  Inc.,  owner, 
to  permit  in  a  two-times  height  district 
the  erection  and  maintenance  of  the 
street  wall  to  a  height  exceeding  the 
prescribed  limit  required  by  the  zone 
resolution ;  premises  1410-12  Broadway 
and  123  West  39th  street,  Manhattan. 
cal.  no.  879-25-BZ — Application,  August  28,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  McIntyre  &  O’Leary,  appli¬ 
cants,  on  behalf  of  Essex  &  Sheppard 
Company,  Inc.,  owner,  to  permit  in  a 
business  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house; 
premises  137-51  East  98th  street,  south¬ 
east  corner  of  Blake  avenue,  Brooklyn. 
cal.  no.  901-25-BZ — Application,  September  3,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Edward  P.  Doyle,  applicant, 
on  behalf  of  Hyman  Morgenstern, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  1305-09 
Gates  avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 


cal.  no.  900-25-BZ — Application,  September  3,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  the  Dornhage  Realty  Corp. 
owner,  to  permit  the  extension  from  a 
business  district  into  a  residence  dis¬ 
trict  of  a  proposed  building  to  be  used 
as  a  theater  and  also  as  stores;  prem¬ 
ises  southeast  corner  of  Jerome  avenue 
and  East  199th  street,  The  Bronx. 

CAL.  NO.  828-25-BZ— Application,  August  13,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Alfred  H.  Eccles,  applicant,  on  be¬ 
half  of  Henry  Gerken,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
of  a  garage  for  more  than  five  (5) 
motor  vehicles ;  premises  southeast  cor¬ 
ner  of  Second  avenue  and  Newtown 
avenue,  Long  Island  Citv,  Borough  of 
Queens. 


Tuesday,  December  15,  1925,  at  2  p.  m. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
•  avenue,  Manhattan. 

793-25-A — 138-140  Greene  street,  Manhattan. 

823-25-A — 1979  Metropolitan  avenue,  Ridgewood,  Borough 
of  Queens. 

827-25-A — 326-328  Third  avenue,  Manhattan. 

882-25-A — 360  Bowery,  Manhattan. 

889-25-A — South  side  of  Dry  Harbor  road  and  L.  I.  R.  R., 
Glendale,  Borough  of  Queens. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 

230-25-A — 1377  Washington  avenue,  Bronx. 

BUILDING  ZONE  APPLICATION. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Decem¬ 
ber  15,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 
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cal.  no.  845-25-BZ — Application,  August  19,  1925,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  John  J.  Dunnigan,  appli¬ 
cant,  on  behalf  of  Walter  Eveleth, 
owner,  to  permit  in  a  business  district 
extending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  northeast 
corner  of  Inwood  avenue  and  Macombs 
road,  The  Bronx. 

William  E.  Walsh,  Chairman. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday  December  22,  1925,  at  10  a.  m. 

785-24- A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

672-25-A — 1171  President  street,  Brooklyn. 

792-25-A — Southwest  corner  of  Avenue  U  and  East  56th 
street,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning ,  Decem¬ 
ber  22,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 

CAL.  no.  375-23-BZ— Application,  October  20,  1925,  under 
section  7c  of  the  building  zone  resolu¬ 
tion,  of  Thomas  W.  Lamb,  architect, 
on  behalf  of  B.  F.  Keith  New  York 
Theatres  Company,  owner,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  for  theatre  pur¬ 
poses  (previously  withdrawn)  ;  prem¬ 
ises  109  East  Fordham  road,  The 
Bronx. 

cal.  no.  802-25-BZ — Application,  August  5,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Morris  Whinston,  architect,  on 
behalf  of  Harry  Greenberg,  owner,  to 
permit  in  a  business  district  the  conver¬ 
sion  of  occupancy  from  a  paint  shop  to 
a  motor  vehicle  repair  shop ;  premises 
823  Bedford  avenue,  Brooklyn. 
cal.  no.  876-25-BZ — Application,  August  28,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Charles  Kuhner,  applicant,  on 
behalf  of  Henrietta  A.  Stoll,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  motor  vehi¬ 
cle  repair  shop;  premises  1665  Jerome 
avenue,  The  Bronx. 

William  E.  Walsh,  Chairman. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  22,  1925,  at  2  p.  m. 
800-25-S — 15-19  West  39th  street,  Manhattan. 
837-25-S — 184  Boerum  street,  Brooklyn. 

368-25-S — 582  Fifth  avenue,  Manhattan 
582-25-S — 113  Nassau  street,  Manhattan. 
747-25-S — 236-238  West  30tTi  street,  Manhattan. 
421-25-S— 136-40  West  23rd  street,  Manhattan. 

745- 25-S— 214-226  West  29th  street,  Manhattan. 

746- 25-S— 242-46  West  30th  street,  Manhattan. 


779-25-S — 164-6  East  86th  street  and  1542  Third  avenue, 
Manhattan. 

797-25-S — 476-478  Broome  street,  Manhattan. 

819-25-S — 1104-1106  Fulton  street,  Brooklyn. 

840-25-S — 3239  Broadway,  Manhattan. 

854-25-S — 2148-50  Third  avenue,  Manhattan. 

859-25-S — 142  West  32nd  street,  Manhattan. 

869-25-S — 306-310  Penn  street,  Brooklyn. 

867-25-S — 174  Wooster  street,  Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

1049-25-S — South  side  of  Dry  Harbor  road,  80  ft.  east  of 
L.  I.  R.  R.,  Glendale,  Borough  of  Queens. 
1145-25-S — 8-10  West  37th  street,  Manhattan. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  29,  1925,  at  2  p.  m. 

297-25-A — 783  Elton  avenue,  The  Bronx. 

477-25- A — 35-10  Far  Rockaway  boulevard,  Edgemere,  Bor¬ 
ough  of  Queens. 

581-25-A — 514-516  West  57th  street,  Manhattan. 

BUILDING  ZONE  APPLICATION. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Decem¬ 
ber  29,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter : 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  January  5,  1926,  at  10  a.  m. 

1537-24- A — 1879-1883  Cedar  avenue,  rear,  The  Bronx. 
857-25-A — 520-524  West  41st  street,  Manhattan. 

584-25-A — 46-52  Columbia  street,  Brooklyn. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  January  5,  1926,  at  2  p.  m. 

365-25-S — 2139  Third  avenue,  Manhattan. 

456-25-S — 320-330  Van  Buren  street,  Brooklyn. 
489-25-S — 686-688  Lexington  avenue,  Manhattan. 
775-25-S — 501  Seventh  avenue,  Manhattan. 
856-25-S — 1968  Prospect  avenue,  rear,  The  Bronx. 
862-25-S — 197-199-201  Greene  street,  Manhattan. 
878-25-S— 1410-1412  Broadway,  Manhattan. 
885-25-S — 570-576  Seventh  avenue,  Manhattan. 
809-25- S— 29  West  50th  street,  Manhattan. 

521-25-  S — 46-52  Columbia  street,  Brooklyn. 
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CALENDAR 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 

865-25-SA — Kennan  High  Pressure  Brilliant  Gas  Oil 
Burner,  approval  of. 

887-25-SA — Moussette  Oil  Burner,  approval  of. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  January  12,  1926,  at  10  a.  m. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24-A — 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  January  19,  1926,  at  2  p.  m. 
576-25-S — 161  Bowery,  Manhattan. 

787-25-S — 6-8  East  46th  street,  Manhattan. 
821-25-S — 247-255  West  38th  street,  Manhattan. 
864-25-S — 236-242  West  26th  street,  Manhattan. 
946-25-S — 326-334  Fifth  avenue,  Manhattan. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  DECEMBER  1,  1925. 

Present:  Chairman  Walsh,  Commissioners  Connell, 
Flanagan,  Guilfoyle  and  Fire  Chief  Kenlon. 

The  minutes  of  the  special  meeting  of  the  board,  held 
Friday  morning,  November  20,  1925;  the  minutes  of  the 
special  meeting,  held  Friday  afternoon,  November  20, 
1925;  the  minutes  of  the  regular  meeting,  held  Tuesday 
morning,  November  24,  1925,  and  the  minutes  of  the 
regular  meeting,  held  Tuesday  afternoon,  November  24, 
1925,  were  approved  as  printed  in  the  Bulletin,  No.  46, 
Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

230-25-A. 

APPELLANT — Frederick  A.  Loew,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1377  Washington  avenue, 
The  Bronx. 

APPEARANCES— 

For  Appellant:  George  W.  Brewster. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
15,  1925,  at  2  p.  m.,  on  request  of  appellant’s 
representative. 


267-25-A. 

APPELLANT — The  Hanover  Fire  Insurance  Company, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 34-36  Pine  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Martin  Maher. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
8,  1925,  at  10  a.  m.,  on  request  of  appellant’s 
representative. 


674-25-A. 

APPELLANT — John  Street  M.  E.  Church  Trust  Fund 
Society,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 48  John  street,  Manhattan. 
For  Appellant:  Omar  Powell. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  denied. 


THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent .  o 

THE  RESOLUTION: 

(674-25-A) 


Whereas,  the  John  Street  M.  E.  Church  Trust  Fund  So¬ 
ciety,  owner,  filed,  June  30,  1925,  an  appeal  from  orders 
of  the  fire  commissioner,  affecting  premises  48  John  street, 
Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  74803- 
LF,  dated  March  30,  1925,  reads : 

“1.  Provide  chairt  with  fusible  links  attached  for  fire 
doors  on  hoistway  on  2nd  story  north  side.  Sec.  20, 
Ch.  12,  Code  of  Ordinances.”; 

and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
3,  1925,  reads : 

“1.  Provide  a  non-automatic  sprinkler  system  in 
cellar  and  sub-cellar,  arranged  and  equipped  as  provided 
in  the  rules  for  fire  extinguishing  appliances  adopted  by 
the  Board  of  Standards  and  Appeals,  May  24,  1917, 
as  amended  May  2,  1918,  and  January  21,  1919.  ef¬ 
fective  February  17,  1919,  and  in  the  rules  and  regu¬ 
lations  of  the  Fire  Department  and  in  connection  there¬ 
with  provide  an  automatic  fire  alarm  complete  with 
Central  Office  connection.”  ; 
and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  19  ft.  by  85  ft.  6  in.  in  area  from  1st  to  4th  stories 
and  15  ft.  6  in.  by  35  ft.  6  in.  in  area  above ;  OCCU¬ 
PIED  as  a  factory  building,  stationers  and  printers,  about 
13  persons  on  each  story,  except  the  5th  and  6th  stories, 
which  are  for  storage  only;  and 

Whereas,  the  appellant  claims  the  property  is  owned 
by  a  charitable  organization  which  would  be  financially  em¬ 
barrassed  if  forced  to  comply  with  the  fire  department  or¬ 
ders  ;  he  further  contends  the  occupancy  is  small  and  the 
business  is  not  a  hazardous  one. 

Resolved,  that  the  orders  of  the  fire  commissioner  be 
and  they  hereby  are  affirmed,  and  the  appeal  be  and  it 
hereby  is  denied. 


686-25-A. 

APPELLANT — A.  Schrader’s  Son,  Inc.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED  — 477  Clermont  avenue, 
Brooklyn. 

APPEARANCES— 

For  Appellant:  William  A.  C.  Schmidt. 

For  Administration:  Inspector  Lynch  of  fire 
department. 


ACTION  OF  BOARD — Appeal  denied. 
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MINUTES 


'HE  VOTE  TO  GRANT— 

Affirmative  . . .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent .  0 

THE  RESOLUTION: 

(686-25-A) 

Whereas,  A.  Schrader’s  Son,  Inc.,  owner,  filed,  July  1, 
1925,  an  appeal,  from  an  order  of  the  fire  commissioner, 
affecting  premises  477  Clermont  avenue,  Borough  of  Brook¬ 
lyn  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
10,  1925,  reads  (Order  No.  96876-LC)  : 

“1.  Remove  all  gasoline  other  than  in  fuel  tanks  of 
automobiles  or  provide  an  approved  underground  stor¬ 
age  system  for  storage  of  gasoline.”; 
and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  20  ft.  by  93  ft.  154  in.  at  1st  story  and  20  ft.  by 
34  ft.  2J4  in.  at  2nd  story.  OCCUPIED:  1st  story,  ga¬ 
rage  ;  2nd  story,  paint  shop ;  and 
Whereas,  the  appellant  contends  that  they  are  occupy¬ 
ing  these  premises  only  temporarily ;  that  their  new  buildings 
are  under  construction  and  will  be  completed  about  Sep¬ 
tember,  1925,  where  a  new  underground  storage  system 
will  be  installed  according  to  law. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 

783-25- A 

APPELLANT — Samuel  Rosenblum,  for  Solsieg  Realty 
Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 654  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 

department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 

Fire  Chief  Kenlon  .  a 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(783-25-A) 

Whereas,  Samuel  Rosenblum,  for  Solsieg  Realty  Corp., 
owner,  filed,  July  29,  1925,  an  appeal  from  an  order  of  the 
fire  commissioner,  affecting  premises  654  Broadway,  Borough 
of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  81195, 
dated  July  9,  1925,  reads : 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof.” ; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  (95 
ft.  6  in.)  in  height,  29  ft.  by  130  ft.  in  area  at  1st  story 
and  29  ft.  by  115  ft.  above;  OCCUPIED  as  a  tenant  fac¬ 
tory;  1st  story,  store;  2nd  story,  hats,  5  persons;  3rd 
story,  suits,  5  persons ;  4th  story,  cut  pants,  3  persons ;  5th 
story,  manufacturing  hats,  30  persons;  6th  story,  manufac¬ 
turing  pants,  5  persons ;  and 

Whereas,  the  appellant  claims  the  building  is  provided 
with  legal  exits ;  that  the  building  extends  through  the  block 
from  street  to  street,  enabling  the  firemen  to  fight  from 
two  fronts ;  that  the  occupancy  is  small  and  not  hazardous. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  building  shall  be  equipped 
with  an  approved  two-source  wet  sprinkler  system. 


788-25-A. 

APPELLANT — Samuel  Rosenblum,  for  Dorothy  W. 
Bernstein,  owner. 

SUBJECT- — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFEECTED  —  28  Buckingham  road, 

Brooklyn. 

APPEARANCES— 

For  Appellant:  Samuel  Rosenblum  and  Dorothy 
W.  Bernstein. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT- 
APPEARANCES— 

Affirmative  .  o 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent .  0 

THE  RESOLUTION: 

(788-25-A) 

Whereas,  Samuel  Rosenblum,  for  Dorothy  W.  Bern¬ 

stein,  owner,  filed,  July  30,  1925,  an  appeal,  from  a  deci¬ 
sion  of  the  superintendent  of  buildings,  affecting  premises 
28  Buckingham  road,  Borough  of  Brooklyn;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
dated  July  10,  1925,  reads : 

“1.  Application  denied.  Proposition  contrary  to  Sec. 
5,  Subdivision  4  of  the  Building  Code.  Dormitory  for 
children  not  permitted  in  frame  building  as  building  does 
not  comply  with  requirements  of  Sec.  72,  l-A  of  Code.”; 
and 

Whereas,  the  building  is  of  frame  construction,  three 
stories  in  height,  25  ft.  by  44  ft.  10  in.  in  area  at  1st 
story  and  25  ft.  by  37  ft.  6  in.  above.  OCCUPIED:  1st 
story,  dormitory,  12  children ;  2nd  and  3rd  stories,  living 
rooms ;  and 

Whereas,  the  appellant  contends  that  the  children  sleep 
only  on  the  1st  story ;  they  are  not  harbored  to  receive 
medical  care  or  treatment,  they  merely  reside  there ;  further¬ 
more,  the  1st  story  does  not  exceed  20  ft.  in  height;  in 
view  of  the  above  facts,  the  desired  occupancy  does  not 
come  within  the  purview  of  section  72,  subdivision  A  of 
building  code. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  appeal  be  and  it 
hereby  is  denied. 


789-25-A. 

APPELLANT — S.  Jackson  Tube  Co.,  Inc.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 29-45  Rodney  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Reginald  B.  Reed. 

For  Administration:  Inspector  Lynch  of  fire 

department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 

Fire  Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(789-25-A) 

Whereas,  S.  Jackson  Tube  Company,  Inc.,  owner,  filed, 
July  31,  1925,  an  appeal  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  29-45  Rodney  street,  Borough 
of  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
26,  1925,  reads  (Order  No.  972201-C)  : 

“You  are  hereby  notified  that  an  inspection  of  the 
above  premises,  used  for  the  storage  of  acetylene  and 
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oxygen,  shows  that  the  following  must  be  done  be¬ 
fore  the  permit  requested  by  you  can  be  issued: 
FORTHWITH 

“1.  Install  a  4  inch  standpipe  system  in  accordance 
with  the  requirements  of  Sec.  581,  Chapter  5,  C.  O. 
N.  Y. 

“2.  Plans  and  specifications  to  be  filed  with  and  ap¬ 
proved  by  the  Fire  Department  before  the'  work  of 
installing  the  standpipe  is  commenced.” ; 
and 

Whereas,  the  building  is  non-fireproof,  one  story  in 
height,  201  ft.  by  100  ft.  in  area;  OCCUPIED  for  manu¬ 
facturing  purposes ;  38  persons  in  all ;  and 

Whereas,  the  appellant  contends  that  the  plant  manu¬ 
factures  steel  tubing,  which  is  not  of  an  inflammable  na¬ 
ture  ;  that  the  demand  of  the  fire  department  is  a  techni¬ 
cal  one ;  that  the  profits  of  the  business  are  not  sufficient 
to  warrant  the  installation  of  a  standpipe  sysem. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  long  as  conditions  as  to  use,  occupancy  and 
industrial  operation  shall  remain  unchanged,  on  condition 
that  the  building  shall  not  be  increased  in  height  or  area. 


CASES  DISMISSED. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

408-25-A. 

APPELLANT — Carbondale  Sponge  Co.,  Inc.,  owner. 
SUBJECT — Appeal  from  order  of  superintendent  of 
buildings. 

PREMISES'  AFFECTED — 73  Warren  street,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  dismissed. 

THE  VOTE  TO  DISMISS  FOR  LACK  OF  PROS¬ 
ECUTION— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 


Fire  Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 


438-25-A. 

APPELLANT — Herbert  J.  Krapp,  for  Valentine  Thea¬ 
tre  Corp.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 237  East  Fordham  road, 
The  Bronx. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  dismissed. 

THE  VOTE  TO  DISMISS  FOR  LACK  OF  PROS¬ 
ECUTION— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 


Fire  Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 


499-25-A. 

APPELLANT — Shampan  &  Shampan,  for  David  Zuck- 
erman,  Inc.,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 236-242  West  26th  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  dismissed. 

THE  VOTE  TO  DISMISS  FOR  LACK  OF  PROS¬ 
ECUTION— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  and 


Fire  Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 


THE  RESOLUTION: 

(408-25-A) 

(438-25-A)  / 

(499-25-A) 

Whereas,  the  foregoing  appellants  have  filed  appeals  from 
orders  of  the  fire  commissioner  and  decision  of  the  super¬ 
intendent  of  buildings,  affecting  premises  stated;  and 

Whereas,  they  have  failed  to  complete  their  papers, 
though  duly  notified  to  do  so. 

Resolved,  that  the  appeals  be  and  hereby  are  dismissed 
for  lack  of  prosecution. 


BUILDING  ZONE  CASES. 

630-25-BZ. 

APPLICANT — David  J.  Stewart,  for  Edward  H. 
Litchfield,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 305-311  Third  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  David  J.  Stewart. 

For  Opposition:  Byron  Clark. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  8,  1925,  at  10  a.  m.,  on  request  of  appli¬ 
cant. 


828-25-BZ. 

APPLICANT — Alfred  H.  Eccles,  for  Henry  Gerken, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Southeast  corner  of  Second 
avenue  and  Newtown  avenue,  Astoria,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  H.  Eccles. 

For  Opposition:  Athelston  Vaughan. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  15,  1925,  at  10  a.  m.,  on  request  of  appli¬ 
cant. 


845-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Walter  Eveleth, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution  to  permit  in  a  business 
district  extending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Inwood  avenue,  northeast 
corner  of  Macombs  road,  The  Bronx. 
APPEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  15,  1925,  at  2  p.  m.,  on  request  of  appli¬ 
cant’s  representative,  to  obtain  consents. 


504-25-BZ. 

APPLICANT — William  F.  Doyle,  for  D.  Coppersmith, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 128-344  East  98th  street, 
Brooklyn. 
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APPEARANCES— 

For  Applicant:  Algernon  I.  Nova  and  William 
F.  Doyle. 

For  Opposition:  Stanley  S.  Smith  and  Walter 
R.  Kuhn. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  8,  1925,  at  10  a.  m.,  on  request  of  appli¬ 
cant’s  representative  (for  final  disposition). 


528-25-BZ. 

APPLICANT — Alfred  J.  Boulton,  for  Harry  Seldin, 


owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  poultry 
slaughter  house. 

PREMISES  AFFECTED— East  side  of  Bay  37th  street, 
285  feet  north  of  Cropsey  avenue,  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alfred  J.  Boulton  and  Harry 
Seldin. 

For  Opposition:  Timothy  J.  Ahearn  and 
Thomas  H.  Joyce. 

ACTION  OF  BOARD — Report  of  committee  adopted; 

application  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  ADOPT  REPORT;  TO  GRANT 
ON  CONDITION— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell  and  Flanagan  and  Fire 


Chief  Kenlon  . • .  4 

Negative:  Commissioner  Guilfoyle  .  1 

Absent .  0 


THE  RESOLUTION: 

(528-25-BZ) 

Whereas,  Alfred  J.  Boulton,  for  'Harry  Beldin,  owner, 
filed,  May  21,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  erection  and 
maintenance  of  a  poultry  slaughter  house:  premises  east 
side  of  Bay  37th  street,  285  ft.  north  of  Cropsey  avenue, 
Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  1,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bay  37th  street  is  in  a  resi¬ 
dence  district ;  that  Bay  38th  street  is  in  a  residence  district, 
and  that  Cropsey  avenue  is  in  a  business  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  1,  1925,  reads: 

“Proposition  contrary  to  the  Zone  Resolution,  Art.  11, 

See  3  * 

“A  poultry  slaughter  house  in  a  residential  district.”  ; 


Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
•onstruction,  one  story  in  height,  with  a  frontage  of  25  ft. 
md  a  depth  of  75  ft. ;  to  be  occupied  as  a  poultry  slaughter 

louse;  and  ,  . 

Whereas,  the  board  deemed  that  the  character  of  exist- 
ng  development  and  the  sparsely  settled  condition  of  the 
section  warranted  the  exercise  of  its  discretion  under  sec- 
ions  7-f  and  21  of  the  zoning  resolution,  to  permit  a  tem- 
lorary  variation  for  non-conforming  use. 

Resolved ,  that  the  board  of  standards  and  appeals  does 
nereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted,  for  a  tem¬ 
porary  period  of  two  years  from  the  date  of  issuance  o 
permit  by  the  health  department,  on  condition  that  the 
health  department  authorize  the  conduct  and  operation  o t 
i  chicken  slaughter  house  on  these  premises.  The  building 
shall  be  restricted  in  height  to  a  one-story  structure  above 
srade;  the  rear  and  gable  walls  shall  be  unpierced  through¬ 
out  their  entire  height  and  length  unless  opening  on  prop¬ 
erty  in  the  same  ownership  and  within  the  same  lot  area, 
md  that  all  permits  required  by  law  and  ordinances  sha 


be  obtained  within  three  months  and  the  building  completed 
within  six  months. 


527-25-BZ. 

APPLICANT — John  B.  Johnston,  for  Esther  Schwartz- 
berg,  owner;  Israel  Farbman,  lessee. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
the  change  of  occupancy  from  a  garage  for  the 
storage  of  five  (5)  motor  vehicles  to  a  poultry 
slaughter  house. 

PREMISES  AFFECTED — 1073  Willoughby  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Stanley  S.  Smith. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Guilfoyle  and 

Fire  Chief  Kenlon  .  5 

Absent .  0 

THE  RESOLUTION: 

(527-25-BZ) 


Whereas,  John  B.  Johnston,  for  Esther  Schwartzberg, 
owner,  filed,  May  21,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the 
change  of  occupancy  from  a  garage  for  the  storage  of 
five  (5)  motor  vehicles  to  a  poultry  slaughter  house; 
premises  1073  Willoughby  avenue,  Borough  of  Brooklyn ; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  1,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Willoughby  avenue,  Wilson 
avenue  and  Starr  street  are  all  in  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  2,  1925,  reads: 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
II,  Sec.  6-b-4 — 

“The  conversion  of  a  five-car  garage  in  a  business 
district  into  a  chicken  slaughter  house.”; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  21  ft.  4 
in.  and  a  depth  of  50  ft. ;  to  be  occupied  as  poultry  slaughter 
house;  and 

Whereas,  the  board  deemed  that  applicant  failed  to  estab¬ 
lish  his  basis  of  appeal  under  section  21,  on  the  ground 
of  practical  difficulties  and  unnecessary  hardship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  the  same  hereby  is  affirmed,  and  that  the  ap¬ 
plication  be  and  the  same  hereby  is  denied. 


r51-25-BZ.  . 

APPLICANT— Robert  D.  Kohn,  for  Mt.  Sinai  Hos¬ 
pital,  owner. 

5UBTECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  1J^  times  height 
district  the  erection  of  the  street  walls  of  a 
building  to  a  height  exceeding  the  limit  set  by 
the  zone  resolution. 

PREMISES  AFFECTED— 6-16  East  99th  street  and  5-17 
E.  98th  street,  Manhattan. 

APPEARANCES—  ^  __  .  „  _  . . 

For  Applicant:  Robert  D.  Kohn,  Dr.  Gold- 

water  and  C.  F.  Kingsley. 

ACTION  OF  BOARD— Application  granted  on  con¬ 
dition. 

CONDITIONS— As  specified  in  resolution.  _  . 
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THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(751-25-BZ) 

Whereas,  Robert  D.  Kohn,  for  Mount  Sinai  Hospital, 
owner,  filed,  July  17,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  1J4  times  height  district 
the  erection  and  maintenance  o.f  the  street  walls  to  a  height 
exceeding  the  prescribed  limit  required  by  the  zone  reso¬ 
lution  ;  premises  6-16  East  99th  street  and  5-17  East  98th 
street,  Borough  of  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  1,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  district  maps  accompanying  the  building 
zone  resolution  show  that  East  99th  street,  East  98th 
street  and  Madison  avenue  are  in  a  residence  use  and  1]4 
times  height  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  13,  1925,  reads : 

“1.  Building  is  of  unlawful  height  (Section  8  of 
the  Zoning  Resolution).”; 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof  con¬ 
struction,  14  stories  in  height,  with  a  frontage  of  150  ft. 
and  a  depth  of  114  ft.  10  in. ;  to  be  occupied  as  a  nurses’ 
home,  a  portion  of  front  walls  exceeding  the  height  limita¬ 
tion  imposed  by  the  building  zone  resolution ;  and 

Whereas,  the  board  deemed  that  applicant  established 
his  basis  of  appeal  on  the  ground  of  unnecessary  hardship 
under  section  21  of  the  building  zone  resolution. 

Resolved ,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  height 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  on  con¬ 
dition  that  an  open  street  court  of  not  less  than  fourteen 
(14)  ft.  in  depth  for  a  length  of  not  less  than  seventy-eight 
(78)  ft.,  above  the  3rd  story  tier,  be  maintained  on  Jhe 
front  of  the  building ;  that  the  requirements  of  the  build¬ 
ing  zone  resolution  be  complied  with  in  all  other  respects ; 
that  all  permits  necessary  for  the  prosecution  of  the  work 
shall  be  obtained  within  nine  months  from  the  date  of  this 
action  and  the  construction  of  the  building  carried  to  com¬ 
pletion  without  unnecessary  delay. 


853-25-BZ. 

APPLICANT— McCooey  &  Conroy,  for  Fogel-Hirsh 
Building  Company,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to 
be  used  as  stores  on  the  first  story  of  the  Fourth 
avenue  front  and  as  dwellings  above. 
PREMISES  AFFECTED— 8501-8511  Fourth  avenue, 
Brooklvn. 

APPEARANCES— 

For  Applicant:  John  H.  McCooey,  Jr.,  and  Mr. 
Fogel. 

For  Opposition:  A.  J.  Appell,  J.  H.  Schreiner, 
Clara  Jurek  and  Henry  F.  Horman. 
ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(853-25-BZ) 

Whereas,  McCooey  &  Conroy,  for  Fogel  Hirsh  Buildintr 
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Company,  Inc.,  owner,  filed,  August  21,  1925,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of  a  residence  building 
to  be  used  for  store  purposes  only  on  the  1st  story;  preim 
ises  8501-8511  Fourth  avenue,  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  1,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fourth  avenue  is  in  a  resi¬ 
dence  district ;  that  85th  street  is  in  a  residence  district, 
and  that  86th  street  is  in  a  business  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  July  17,  1925,  reads: 

“Proposed  occupancy  of  1st  floor  of  tenement  house 
to  be  located  in  a  residence  district  for  business  use 
is  contrary  to  Art.  II,  Sec.  3  of  the  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  five  stories  in  height,  with  a  frontage  of  132 
ft.  13/8  in.  and  a  depth  of  100  ft.  and  107  ft.  2j£  in.,  irregu¬ 
lar ;  to  be  occupied  as  stores  on  1st  story  only  and  apart¬ 
ments  above;  and 

Whereas,  the  board  deemed  that  applicant  established  his 
basis  of  appeal  under  section  21  of  the  building  zone  reso¬ 
lution  on  the  ground  of  unnecessary  hardship. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make ’  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  only  so  far  as 
it  affects  the  1st  story  grade  level  on  the  Fourth  avenue 
front,  on  condition  that  the  business  use  shall  be  restricted 
to  the  operation  and  conduct  of  retail  mercantile  stores, 
that  the  rear  wall  of  the  stores  shall  be  unpierced  through¬ 
out that  the  street  wall  of  the  85th  street  front  shall"  be 
carried  through  to  the  Fourth  avenue  frontage  with  a  brick 
return  not  less  than  12  in.  on  the  Fourth  avenue  elevation ; 
that  there  shall  be  no  commercial  exit  or  entrance  or  show 
window  permitted  on  the  85th  street  front;  that  the  sills 
of  any  openings  to  the  store  on  the  85th  street  corner 
shall  be  not  less  than  6  ft.  above  the  sidewalk  level,  and 
these  windows  if  installed  shall  be  of  the  double  hung  piv¬ 
oted  or  fixed  sash  type,  glazed  with  translucent  or  leaded 
glass ;  that  there  shall  be  no  advertising  signs  erected  or 
displayed  on  any  part  of  the  premises;  any  advertising  dis¬ 
played  shall  be  restricted  to  fixed  letters  planted  on  the 
store  front  show  windows;  that  there  shall  be  no  mer¬ 
chandise,  produce,  or  material  used,  stored,  sold  or  main¬ 
tained  in  the  conduct  of  the  business  use,  displayed  or  ex¬ 
posed  on  the  street;  that  a  return  drawing  of  the  finished 
design  shall  be  made  to  this  board  for  its  approval,  before 
submitting  same  to  the  superintendent  of  buildings ;  that  all 
permits  necessary  for  the  prosecution  of  the  work  shall  be 
obtained  within  nine  months  and  the  building  completed 
within  eighteen  months  from  the  date  of  this  action;  and 
that  the  remainder  of  the  structure  be  restricted  to  con¬ 
forming  residence  use  and  that  the  requirements  of  the 
building  zone  resolution  shall  be  complied  with  in  all  other 
respects. 


CASE  DISMISSED. 

BUILDING  ZONE  APPLICATION. 

1538-24-BZ. 

APPLICANT — Augustus  Bainbridge,  owner. 
SUBJECT — Application  (re:  order  of  fire  commissioner) 
to  permit  in  a  residence  district  the  maintenance 
of  four  (4)  individual  garages  for  the  storage  of 
four  (4)  pleasure  motor  vehicles;  all  spaces 
rented  to  persons  not  residing  on  the  premises. 
PREMISES  AFFECTED — 8  .  Irving  place  and  180 
Gates  avenue,  rear,  Brooklyn. 
APPEARANCES' — None. 

ACTION  OF  BOARD — Application  dismissed. 

THE  VOTE  TO  DISMISS  FOR  LACK  OF  PROS¬ 
ECUTION— 

Affirmative:  Chairman  Walsh,  Commission- 


MINUTES 


ers  Connell,  Flanagan  and  Guilfoyle  and  Whereas,  applicant  failed  to  complete  his  papers,  though 

Fire  Chief  Kenlon  .  5  duly  notified. 

Negative .  ®  Resolved,  that  the  application  be  and  it  hereby  is  dis- 

Absent  .  ®  missed  for  lack  of  prosecution. 

THE  RESOLUTION: 

(1538-24-BZ) 

Whereas,  the  foregoing  applicant  filed  an  application,  Adjourned  12.30  p.  m. 
under  the  building  zone  resolution  to  permit  in  a  residence  O'Connor,  Secretary. 

district  a  garage  with  space  rented  out;  and  _ _ _  .  - ' 

MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING. 

TUESDAY  AFTERNOON,  DECEMBER  1,  1925. 

Present:  Chairman  Walsh,  Commissioners  Connell, 

Flanagan,  Guilfoyle  and  Fire  Chief  Kenlon. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

1175-24-A.  .  ,  _  ,  ..  c. 

APPELLANT— William  R.  Heins,  for  Republic  Storage 

Co.,  Inc.,  owner.  .  . 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— C28-G42  West  45th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  William  R.  Heins. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  January  12, 
1926,  at  10  a.  m. 

APPELLANT— Crinnell  Co.,  Inc.,  for  Walter  Shuttle- 

worth,  owner.  .  . 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 126  Franklin  street  and 
200-224  West  Broadway,  Manhattan. 

APPEARANCES—  ^  tt  ,  . 

For  Appellant:  Ira  G.  Hoagland 


ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon . . .  1 

THE  RESOLUTION: 

(801-25-A) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  the  Brooklyn  Factory  &  Power  Co.,  owner,  filed 
an  appeal  from  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  49-61  Clymer  street,  Borough  of  Brooklyn ; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
March  26,  1925,  reads : 

“1.  Provide  iron  shutters  at  all  openings  in  the  ex¬ 
terior  wall  above  1st  story,  which  are  distant  in  a  di¬ 
rect  line  less  than  30  ft.  from  any  opening  in  any  other 
building  and  not  in  the  same  plane  with  said  openings 
and  which  are  not  more  than  50  ft.  above  a  neigh¬ 
boring  roof  at  north  side  of  building  or  other  ap¬ 
proved  protection  as  per  Sec.  375,  Art.  18,  Chap.  5, 
Code  of  Ordinances.”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  in 
height,  127  ft.  2  in.  by  102  ft.  5  in.  in  area  at  the  ground 


For  Appellant:  ira  vjr.  rioagiciiiu.  iiubiu»  w  *  •  ***  v  t> 

For  Administration:  Inspector  Carroll  of  fire  level;  OCCUPIED  as  a  factory  building,  about  40  persons 

rm  parli  ctnrv  •  unH 


department.  _ 

ACTION  OF  BOARD — Appeal  laid  over  to  January 
12,  1926,  at  10  a.  m. 


& 


736-25-A.  „  .  „  , 

APPELLANT— Herbert  J.  Krapp,  for  Broadway 
Hamilton  Place  Corp.,  owner  . 

SITBTECT _ Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED — 138th  street,  139th  street, 
Broadway  and  Hamilton  place,  Manhattan. 
APPEARANCES— 

For  Appellant:  None.  ,  - 

For  Administration:  Inspector  Carroll  ot  tire 

department. 

ACTION  OF  BOARD— Appeal  withdrawn  on  written 
request. 

THE  VOTE  TO  WITHDRAW —  .  . 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  ® 

Negative  . "  Q 

Absent  . 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Brooklyn  Factory  &  Power  Co., 

SUBTECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  ATEECTED-49-61  Clymer  street,  Brook¬ 
lyn. 

APPEARANCES—  , 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 


on  each  story;  and 

Whereas,  the  appellant  contends  that  the  only  exposure 
is  a  wdbden  shed,  one  story  high  at  the  north  side,  which 
is  used  to  protect  fireproof  blocks  from  the  weather ;  that 
there  are  60  windows  affected  by  this  order;  that  there 
would  be  no  additional  protection  obtained  in  complying 
with  the  order ;  furthermore,  he  claims  the  building  is  sprin- 
klered,  having  two  (2)  10,000  gallons  gravity  tanks  with 
4  in.  street  connections. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  and  only  so  long  as  the  occupancy  of 
the  adjoining  exposure  to  the  north,  namely,  manufactur¬ 
ing  and  storage  of  fireproof  blocks,  shall  remain  unchanged. 

803-25-A. 

APPELLANT — Jno.  B.  Snook  Sons,  for  Bank  of  New 
York  &  Trust  Co.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 514-516  Broadway  through 
to  60-66  Crosby  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Fred  C.  Lange. 

For  Administration:  Inspector  Maher  of  fire 

department. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative .  0 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(803-25-A) 

Whereas,  John  B.  Snook  Sons,  for  Barjk  of  New  York 
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and  Trust  Company,  owner,  filed,  August  5,  1925,  an  ap¬ 
peal  from  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  514-16  Broadway,  through  to  60-66  Crosby  street,  Bor¬ 
ough  of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  July 
22,  1925,  reads  (Order  No.  81937-F)  : 

“1.  Install  standpipe  system  with  risers  4  inches  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof.  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  fronting  103  ft.  7j4  in.  on  Crosby  street  and  37  ft. 
6  in.  on  Broadway,  about  12,000  sq.  ft.  in  area.  OCCU¬ 
PIED:  1st  story,  store;  2nd  story,  manufacturing  garters, 
60  persons ;  3rd  story,  manufacturing  underwear,  100  per¬ 
sons  ;  4th  story,  office  and  storage,  35  persons ;  5th  story, 
manufacturing  suitcases,  20  persons ;  6th  story,  manufactur¬ 
ing  slippers,  35  persons ;  and 

Whereas,  the  appellant  contends  that  the  occupancy  is 
non-hazardous ;  that  the  building  is  equipped  with  a  sprin¬ 
kler  system  and  a  fire  alarm  signal  system,  a  2^  in.  stand¬ 
pipe  riser  supplied  from  a  3,000  gallon  roof  tank ;  also 
with  legal  exit  facilities ;  in  consideration  of  the  above 
facts,  he  requests  the  board  to  modify  standpipe  Order  No. 
81937-F. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


806-25-A. 

APPELLANT — D.  P.  Morse,  Jr.,  for  Morshapa  Com¬ 
pany,  Inc.,  owner. 

SUBJECT— Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 133-135  Greene  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(806-25-A) 


Whereas,  D.  P.  Morse,  Jr.,  secretary,  for  Morshapa 
Company,  Inc.,  filed,  August  5,  1925,  an  appeal  from  an 
order  of  the  fire  commissioner,  affecting  premises  133-135 
Greene  street,  Borough  of  Manhattan ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  April 
20,  1925,  Order  No.  75514-F,  reads: 

“1.  Install  standpipe  system  with  risers  4  inches  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof.  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  37  ft.  by  85  ft.  in  area  at  1st  story  and  37  ft.  by 
78  ft.  above.  OCCUPIED:  1st  story,  store;  2nd  story, 
manufacturing  hats;  3rd  story,  manufacturing  dolls;  4th 
story,  ruling  paper;  5th  story,  manufacturing  hats;  6th 
story,  plating,  15  persons  on  each  story;  and 
Whereas,  the  appellant  contends  the  unusual  height  of 
each  story  is  the  cause  of  the  slight  excess  of  height  of 
the  building  over  85  ft.;  that  adequate  exit  facilities  are 
provided;  that  the  arrangements  of  stairs  and  exits  are 
such  to  aid  firemen  in  performance  of  their  work. 

Resolved,  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby 
is  denied. 


831-25-A 

APPELLANT — Patrick  J.  Cawley,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 3140  Kingsbridge  terrace, 
The  Bronx. 


APPEARANCES— 

For  Appellant:  Patrick  J.  Cawley. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(831-25-A) 

Whereas,  Patrick  J.  Cawley,  owner,  filed,  August  13, 
1925,  an  appeal  from  order  of  the  fire  commissioner,  affect- 
ting  premises  3140  Kingsbridge  terrace,  Borough  of  The 
Bronx ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  30508- 
LC,  dated  July  24,  1925,  reads: 

“Item  4.  Provide  an  automatic  shut-off  to  prevent 
abnormal  flow  of  the  fuel  oil  to  the  burner,  as  per 
Rule  22-a  of  the  Fuel  Oil  Rules. 

“Item  5.  Provide  a  hydrostatic  test  of  not  less  than 
100  lbs.  per  sq.  in.  for  all  Grade  B  Fuel  Oil,  carrying 
piping  as  per  Rule  25,  Sec.  2  of  the  Fuel  Oil  Rules. 

“Item  9.  Provide  a  remote  control  for  shutting  off 
the  supply  of  oil  to  the  burner  in  case  of  an  abnormal 
discharge,  as  per  Rule  26-c  of  the  Fuel  Oil  Rules.”; 
and 

Whereas,  the  building  is  of  frame  construction,  two 
stories  in  height,  20  ft.  by  40  ft.;  OCCUPIED  as  a  one- 
family  residence;  and 

Whereas,  the  appellant  claims  re:  Item  4  that  the  ap¬ 
proval  of  the  burner  under  Cal.  628-23-S  apparently  car¬ 
ried  with  it  the  approval  of  the  shut-off  valve  now  in¬ 
stalled  ;  as  to  Item  5,  all  piping,  except  the  vent  line,  is 
of  standard  weight;  re:  Item  9,  the  pump  used  can  only 
be  used  by  a  crank  handle  adjacent  to  the  pump;  he  fur¬ 
ther  contends  that  this  fuel  oil  heating  system  using  Grade 
“B”  oil  in  a  one-family  residence  is  not  a  hazard. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  as  to  Items  4  and  9,  on  condition  that  an  ap¬ 
proved  burner  shall  be  installed  with  automatic  trip;  as  to 
Item  5,  on  condition  that  standard  wrought-iron  pipe  shall 
be  used  throughout  equipment;  and  further  that  the  fuel 
oil  rules  shall  be  complied  with  in  all  other  respects. 


834-25-A. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
APPELLANT — William  F.  Doyle,  for  Everett  E. 
Wheeler,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 390-396  Berry  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  William  F.  Doyle. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent . 0 

THE  RESOLUTION: 


(834-25-A) 

Whereas,  Wm.  F.  Doyle,  for  Everett  E.  Wheeler,  owner, 
filed,  August  14,  1925,  an  appeal  from  an  order  of  the  fire 
commissioner,  affecting  premises  390-96  Berry  street,  Bor¬ 
ough  of  Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  70851- 
F,  reads : 

“Provide  a  separate  and  distinct  system  of  automatic 
sprinklers  throughout  your  building  having  at  least  one 
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■ 


source  of  water  supply,  arranged  and  equipped  as  pro¬ 
vided  in  the  rules  for  fire  extinguishing  appliances, 
adopted  by  the  Board  of  Standards  and  Appeals  May 
24,  1917,  as  amended  May  2,  1918,  and  Jan.  21,  1919, 
effective  February  17,  1919,  *  *  *•”; 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  80  ft.  by  94  ft.  in  area.  OCCUPIED:  Cellar  and 
1st  story,  dead  storage  of  motor  vehicles;  storage  warehouse 

Whereas,  the  appellant  claims  that  the  merchandise 
stored  does  not  bring  the  building  under  the  heading  of  in¬ 
flammable  or  combustible  materials;  that  the  building  com¬ 
prises  a  small  area  of  7,200  sq.  ft.;  and  ...  , 

W^herf.as,  the  building  does  not  exceed  a  height  ot  50 
ft  to  main  roof  from  sidewalk  and  is  located  on  a  corner. 

Resolved  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  use  and  occupancy  shall  be 
restricted  to  automobiles  in  dead  storage  on  1st  and  base¬ 
ment  floors  and  the  remainder  of  building  shall  be  limited 
to  storage  of  furniture  in  crates;  granted  only  so  long 
as  premises  shall  remain  in  single  ownership  and  tenancy ; 
and  that  a  watchman  shall  be  maintained  throughout  the 
twenty-four  hours. 

841-25-A  *  ’ 

APPELLANT — George  &  Edward  Blum,  for  Frederick 

Hussey  Realty  Co.,  owner.  .  . 

SUBTECT — Appeal  from  decision  of  fir*:  commissioner. 
PREMISES  AFFECTED— 449-459  Seventh  avenue, 
163-167  W.  34th  street  and  160-166  W  est  35th 
street,  Manhattan. 

APPEARANCES— 

For  Appellant:  Charles  Muller. 

For  Administration:  Inspector  Carroll  ot  tire 
department. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . . ;  * . 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Absent :  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(841-25-A)  . 

Whereas,  George  and  Edward  Blum,  Fredenck 

Hussey  Realty  Company,  owner,  filed,  August  18,  19„5,  an 
anneal  from  a  decision  of  the  fire  commissioner,  affecting 
premises  449-459  Seventh  avenue.  163-167  West  3ith  StrCe! 
and  160-166  West  35th  street,  Borough  of  Manhattan ;  and 
Whereas,  the  decision  of  the  fire  commissioner,  rendered 

June  12,  10j^urj^Sg  fronting  0n  more  than  one  street  shall 

have  at  least  one  riser  for  each  street  front  P^r 
Rule  No.  24,  of  the  Rules  of  the  Board  of  Standards 

and  Appeals,  adopted  June  27th  1923,  amended  J^- 

20th  1923.  and  Chapter  5,  Section  581,  Article  2! , 
paragraph  3,  of  the  Code  of  Ordinances.  ; 

“"whereas,  the  building  is  fireproof,  16  stories  in  height 
fronting  100  ft.  5  in.  on  Seventh  avenue,  66  ft.  on  We 
34th  street  and  72  ft.  on  West  35th  street;  about  19.279 
so  ft  in  area  OCCUPIED:  Offices;  25  per  cent  for  man¬ 
ufacturing  purposes;  about  160  persons  on  each  story ;  and 
Whereas  the  appellant  claims  the  building  ls  equippel 
with  a  sprinkler  system,  also  with  tw  •  %£ 


ioreratheentire  buildtagHe  further  contends  that  Siamese 


Sons “Te'ndU.reaeh  s^e^front.  and  requests  a  modi 

and  it  hereby  is  affirmed,  and  the  appeal  be  and 
is  denied.  _ 

APPELLANT— Julius  Tischman  &  Sons,  Inc.,  for  Jet¬ 
tison  Constr.  Co.,  owner 


SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED— 32-34  Wes't  39th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Benjamin  Stein. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent  .  0 

THE  RESOLUTION: 

(850-25-A) 

Whereas,  Julius  Tischman  &  Sons,  Inc.,  for  Jattison 
Construction  Company,  owner,  filed,  August  20,  1925,  an 
appeal  from  a  decision  of  the  fire  commissioner,  affecting 
premises  32-34  West  39th  street,  Borough  of  Manhattan; 
and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
July  11,  1925,  reads: 

“1.  Provide  a  heating  coil  in  gravity  tank.” ; 
and 

Whereas,  the  building  is  fireproof,  14  stories  in  height, 
50  ft.  by  98  ft.  9  in.  in  area  at  1st  story;  OCCUPIED 
as  a  factory  building,  25  per  cent  for  manufacturing  pur¬ 
poses  ;  about  95  persons  on  each  story ;  and 

Whereas,  the  appellant  claims  that  the  existing  gravity 
tank  is  10,000  gallons  capacity;  that  the  bottom  3,500  gal¬ 
lons  is  reserved  for  standpipe  system;  that  the  tank  is  lo¬ 
cated  close  to  the  roof  of  pent  house;  that  the  tank  con¬ 
struction  is  frostproof  and  there  is  little  chance  of  freezing 
due  to  the  water  being  in  continuous  motion  from  use. 

Resolved ,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


810-25-A. 

APPELLANT— William  F.  Doyle,  for  Chris.  Cunning¬ 
ham,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — Foot  of  Greenpoint  avenue 
and  Newtown  Creek,  Brooklyn. 
APPEARANCES— 

For  Appellant:  William  F.  Doyle  and  Christo¬ 
pher  Cunningham. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE  TO  ADOPT  REPORT  OF  COMMIT¬ 
TEE _ 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 
Chief  Kenlon 
Negative 
Absent 

VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh.  Commission¬ 
ers  Connell.  Flanagan,  Guilfoyle  and  Fire 
Chief  Kenlon 
Negative 
Absent  .. 


THE 


THE  RESOLUTION: 

(810-25-A) 

Whereas,  Wm.  F.  Doyle,  for  Chris.  Cunningham,  owner, 
filed,  August  7,  1925.  an  appeal,  with  the  board  of  stand- 
ards  and  appeals,  from  a  decision  of  the  superintendent  of 
buildings,  affecting  premises  foot  of  Greenpoint  avenue  and 
Newtown  Creek,  Borough  of  Brooklyn ,  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
re:  Applic.  No.  1253-1925,  reads: 
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“All  storage  tanks  comprising  or  forming  a  part  of 
an  oil  storage  plant  shall  be  buried  so  that  the  tops 
thereof  shall  be  at  least  two  feet  below  grade  level  as 
per  Sec.  Ill,  Sub.  Div.  5  of  Art.  8  of  Chap.  10  of 
the  Code  of  Ordinances.” ; 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground,  on 
Greenpoint  avenue  and  Newtown  Creek,  on  which  it  is  pro¬ 
posed  to  locate  eleven  (11)  gasoline  and  kerosene  stor¬ 
age  tanks  of  varying  capacity  from  17,200  gallons  to  100,- 
400  gallons,  and  three  (3)  4,200  gallons  filling  tanks;  the 
entire  storage  plant  being  enclosed  in  a  12  in.  concrete 
wall ;  and 

Whereas,  appellant  contends  that  it  is  impossible  to  bury 
the  tank  and  that  the  enclosure  surrounding  the  tank  will 
hold  the  entire  contents  of  a  group  of  tanks;  and 

Whereas,  a  committee  of  the  board  visited  the  premises 
and  recommended  the  granting  of  this  appeal  on  certain 
conditions. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  the  appeal  be  and  it 
hereby  is  granted  on  condition  that  the  total  gasoline  stor¬ 
age  permitted  on  these  premises  shall  not  exceed  450,000 
gallons,  subdivided  into  individual  tanks,  the  capacity  of 
which  shall  not  exceed  75,000  gallons  each;  that  each  gaso¬ 
line  storage  tank  shall  be  provided  with  a  reservoir  con¬ 
structed  of  reinforced  concrete,  with  a  capacity  of  not  less 
than  75  per  cent  of  the  capacity  of  the  tank  enclosed;  that 
the  gasoline  tanks  shall  be  separated  by  reinforced  concrete 
wall,  erected  to  the  height  of  the  top  of  the  tank,  with  re¬ 
turn  buttress  at  either  end  at  a  rake  of  45  degrees ;  that 
the  gasoline  storage  shall  be  set  back  from  the  Greenpoint 
avenue  front  at  least  25  ft. ;  that  a  reinforced  concrete 
wall  to  a  height  of  top  of  tanks  shall  be  erected  on  this 
line  throughout  the  length  of  the  gasoline  storage;  that 
the  space  of  25  ft.  running  parallel  with  Greenpoint  ave¬ 
nue  shall  be  restricted  to  the  occupancy  of  mechanical  equip¬ 
ment — office  and  building  structures  incidental  to  the  con¬ 
duct  of  the  plant  and  with  such  other  oil  storage  of  low 
flash  point;  that  the  concrete  wall  of  street  front  shall  be 
at  least  10  ft.  high  and  the  wall  running  parallel  with 
Greenpoint  avenue  on  rear  of  premises  shall  be  at  least 
10  ft.  high ;  if  enclosing  tank  storage,  this  wall  shall  be  to 
the  height  of  top  of  tanks ;  that  the  tanks  shall  be  equipped 
with  foamite  fire  extinguishing  system  for  which  adequate 
pumping  machinery  shall  be  provided ;  also  steam  system 
for  which  adequate  pumping  machinery  shall  be  provided; 
that  gate  valves  and  check  valves  and  fire  line  shall  be  pro¬ 
vided;  that  the  bulkhead  along  the  line  of  Newtown  Creek 
shall  be  raised  to  a  height  of  2  ft.  above  the  grade  to  prevent 
oil  from  running  into  creek;  that  return  drawings  of  the 
proposed  layout  in  accordance  with  the  foregoing  resolution 
shall  be  made  to  this  board  for  approval  before  submission 
to  the  fire  department  for  approval;  and  that  all  necessary 
permits  shall  be  obtained. 


BUILDING  ZONE  CASES. 

785-25-BZ. 

APPLICANT — William  Kampel,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  of  a  building  to  be  occupied  for  a 
business  use  (stores). 

PREMISES  AFFECTED — 1893  Clinton  avenue,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Thomas  I.  Sheridan. 

For  Opposition:  Mrs.  Conlon  and  Ida  Healley 


ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent  . . . 0 


THE  RESOLUTION: 

(785-25-BZ) 

Whereas,  William  Kampel,  owner,  filed,  July  29,  1925 
an  application,  under  the  building  zone  resolution,  to  permit 
'n  a  residence  district  the  erection  and  maintenance  of  a 
building  to  be  occupied  for  a  business  use  (stores)  ;  prem¬ 
ises  1893  Clinton  avenue,  Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet- 
rP^ce(nber  1>  1925,  after  due  notice  by  publication  in 
th<:  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Clinton  avenue  and  Fairmount 
place  are  both  in  residence  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  July  10,  1925,  reads: 

“Application,  N.  B.  1450-25,  is  disapproved  with  the 
following  objections,  viz.: 

“1.  The  erection  of  a  business  building  in  the  resi¬ 
dence  district  is  contrary  to  the  Building  Zone  Resolu¬ 
tion.”  ; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  98  ft. 
10J4  in.  and  a  depth  of  50  ft.  s/8  in. ;  to  be  occupied  as 
stores ;  and 

Whereas,  there  was  opposition  to  the  granting  of  this 
application  on  the  part  of  adjoining  property  owners  and 
the  board  deemed  that  there  was  no  basis  for  the  applica¬ 
tion  under  section  21. 

.  Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


436-25-BZ. 


AFFLiLAJN  1 — John  J.  Dunmgan,  for  Joseph  Puglesi, 
owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  alteration  and  extension  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED  — 117-119  Carroll  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION.  OF  BOARD — Application  granted  on  con¬ 
dition. 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent  . [  '  q 

THE  RESOLUTION: 

(436-25-BZ) 

Wheres  John  J.  Dunnigan,  for  Joseph  Puglesi,  owner, 
hied,  April  22,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  residence  district  the  alteration 
and  extension  of  a  garage  for  the  storage  of  more  than 
five  motor  vehicles;  premises  117-119  Carroll  street,  Brook¬ 
lyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet- 
December  1,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
.  Whereas,  the.  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Carroll  street  is  in  a  resi¬ 
dence  district ;  that  Hicks  street  is  in  a  business  district, 
and  that  President  street  is  in  a  residence  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  April  15,  1925,  reads: 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 

2,  Sec.  6a.  Altering  and  extending  a  public  garage  for 
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more  than  five  motor  vehicles  in  a  residential  district.”; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  25  ft. 
and  50  ft.,  irregular  and  a  depth  of  90  ft.  and  65  ft.,  ir¬ 
regular;  occupied  as  a  garage  for  the  storage  of  more  than 
five  motor  vehicles;  it  is  proposed  to  erect  a  one-story  rear 
extension  10  ft.  by  25  ft.  and  a  one-story  front  extension 
25  ft.  by  30  ft.;  and 

Whereas,  the  applicant  has  filed  92  per  cent  consents 
of  the  area  deemed  affected  and  fixed  by  the  board  under 
section  7-G. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  building  to  be  erected  shall  not  exceed  a  one-story  struc¬ 
ture  in  height  above  grade;  that  the  gable  walls  shall  be 
unpierced  throughout  their  entire  height  and  length ;  that 
the  front  elevation  shall  be  finished  in  the  same  material 
as  to  color,  texture  and  design  as  the  main  building ;  that 
all  permits  necessary  for  the  prosecution  of  the  work  shall 
be  obtained  within  six  (6)  months  and  the  building  com¬ 
pleted  within  twelve  (12)  months  from  the  date  of  this 
action. 


596-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Biograph  Com¬ 
pany,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  extension  of  an  existing  business  building 

(studio). 

PREMISES  AFFECTED — 807  East  175th  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(596-25-BZ) 

Whereas,  John  J.  Dunnigan,  for  Biograph  Company,  Inc., 
owner,  filed,  June  10,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  district  the 
erection  and  maintenance  of  a  business  building;  premises 
807  East  175th  street,  north  side  147  ft.  west  of  Marmion 
avenue,  Borough  of  The  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  1,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  175th  street,  Marmion 
avenue  and  East  176th  street  are  all  in  residence  districts; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  4,  1925,  reads: 

“2.  Proposed  erection  of  business  building  inside  res¬ 
idence  district  contrary  to  Sec.  3,  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  112  ft. 
and  a  depth  of  221  ft.  8  in. ;  to  be  occupied  as  a  motion 
picture  studio  and  business  building  as  an  extension  of 
the  existing  building  and  use  on  adjoining  lot;  and 


Whereas,  there  was  no  opposition  to  the  granting  of  this 
application  on  the  part  of  the  adjoining  property  owners, 
and  in  view  of  the  fact  the  proposed  building  is  merely  an 
extension  to  a  long  existing  use. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  height  of  the  proposed  addition  shall  not  be  erected 
higher  than  the  existing  structures  on  176th  street  and  175th 
street  of  the  same  plant ;  that  the  front  elevation  shall  be 
finished  in  the  same  design  and  with  the  same  material, 
both  as  to  color  and  texture  as  the  adjoining  premises,  which 
is  part  of  the  same  plant  on  175'th  street;  that  there  shall 
be  no  vehicular  exit  or  entrance  on  the  street  frontage  of 
this  proposed  extension ;  that  the  gable  wall  shall  be  finished 
with  light  color  face  brick  throughout  the  entire  height, 
and  shall  be  unpierced  other  than  one  exit  door  on  the 
ground  floor,  within  its  own  property  line,  with  egress  lo 
the  premises  to  the  rear  in  the  same  ownership;  that  there 
shall  be  no  signs  erected  or  displayed  on  any  part  of  this 
structure  on  the  175th  street  front;  all  permits  necessary 
for  the  prosecution  of  the  work  shall  be  obtained  within 
nine  (9)  months  and  the  building  completed  within  eighteen 
(18)  months  from  the  date  of  this  action. 


405-25-BZ. 

APPLICANT — Magnuson  &  Kleinert,  for  Fifteenth 
Street  Amusement  Co.,  owner. 

SLTBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to 
be  used  for  theatre  and  store  purposes. 
PREMISES  AFFECTED — 187-188-189  Prospect  Park 
West,  Brooklyn. 

APPEARANCES— 

For  Applicant:  Michael  F.  Dee  and  Hugo  Mag¬ 
nuson. 

For  Opposition:  Herman  E.  Fewerman,  David 
O.  Kuh,  Wm.  H.  Darrow,  Wm.  A.  Moore, 
Mabel  E.  Walsh,  Mrs.  H.  Hall,  Mrs.  Harriet 
O.  Adler  and  others. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh  and  Commis¬ 


sioner  Connell  .  2 

Negative:  Commissioners  Flanagan,  Guil¬ 
foyle  and  Fire  Chief  Kenlon .  3 

Absent  .  o 

THE  RESOLUTION: 

(405-25-BZ) 


Whereas,  Magnuson  &  Kleinert,  for  15th  Street  Amuse¬ 
ment  Company,  R.  Sanders,  president,  owner,  filed,  April 
15,  1925,  an  application,  under  the  building  zone  resolution, 
to  permit  in  a  residence  district  the  erection  and  mainte¬ 
nance  of  a  building  to  be  used  for  theatre  and  store  pur¬ 
poses;  premises  187-8-9  Prospect  Park  West,  Borough  of 
Brooklyn ;  and 

Whereas,  a  public  hearing  w?as  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  1,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Prospect  Park  West  is  in  a 
residence  district ;  that  14th  street  is  in  a  residence  district 
and  that  15th  street  is  in  a  business  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  31,  1925,  reads: 

“The  erection  of  stores  and  a  theatre  in  a  residential 
district  is  contrary  to  Article  II,  Section  3,  of  the 
Zone  Resolution.” ; 
and 

Whereas,  the  proposed  building  is  of  fireproof  construc¬ 
tion,  one  story  and  balcony  in  height,  with  a  frontage  of 
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60  ft.  Y\  in.  and  a  depth  of  140  ft.;  to  be  occupied  as  a 
theatre  and  stores,  replacing  an  existing  theatre  building; 
and 

Whereas,  there  was  vigorous  objection  to  the  granting 
of  this  extension  on  the  part  of  neighboring  property  owners. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 

AREA  FIXED. 

(979-25-BZ) 

The  chairman  presented  and  read  a  communication  from 
McCooey  &  Conroy,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents  for 
the  erection  and  maintenance  of  a  garage;  premises  144- 
18  Hillside  avenue,  Borough  of  Queens. 


The  following  area  was  approved  by  the  board : 

Both  sides  of  Hillside  avenue  from  a  point  100  ft. 
east  of  Colonial  avenue  (146th  street)  to  a  point  400 
ft.  west  of  proposed  garage ;  west  side  of  Colonial 
avenue  (146th  street)  from  Hillside  avenue  to  Willett 
avenue  (88th  avenue)  ;  the  north  side  of  Willett  ave¬ 
nue  (88th  avenue)  from  Colonial  avenue  (146th  street) 
to  a  point  306.76  ft.  west  of  Colonial  avenue  (146th 
street)  ;  also  the  east  side  of  Kaplan  avenue  (144th 
street)  from  Hillside  avenue  to  a  point  200  ft.  south 
of  Hillside  avenue. 


Adjourned  5.40  p.  m. 

James  O’Connor,  Secretary. 


MINUTES 


^CORRECTION. 


The  minutes  of  the  meeting  of  the  board  of  standards 
and  appeals,  held  Tuesday  afternoon,  November  10,  1925, 
as  they  appeared  in  Bulletin  No.  44,  Vol.  X,  are  hereby 
corrected  to  read  as  follows: 

494-25-S. 

PETITIONER— Schwartz  &  Gross,  for  Broadway  &  38th 
Street,  Inc.,  owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  decision  of 
superintendent  of  buildings. 

PREMISES  AFFECTED— 134-142  West  38th  street  and 
1385-1391  Broadway,  Manhattan. 


APPEARANCES- — Alfred  A.  Tearle. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connellj  Flanagan  and  Guilfoyle  .  4 

Negative  .  0 

Absent :  Fire  Chief  Kenlon  .  1 


*Correction — Words  “Alfred  A.  Tearle”  substituted  for 
word  “None”  in  line  7. 


^CORRECTION. 


The  minutes  of  the  meeting  of  the  board  of  standards 
and  appeals,  held  Tuesday  afternoon,  November  10,  1925, 
as  they  appeared  in  Bulletin  No.  44,  Vol.  X,  are  hereby 
corrected  to  read  as  follows : 

1477-24-S. 

PETITIONER— Samuel  Rosenblum,  for  132  West  36th 
Street  Corp.,  owner. 

SUBJECT — Application  for  modification  of  resolution — 
re:  order  of  fire  commissioner. 

PREMISES  AFFECTED— 132-8  West  36th  street  and  139- 
45  West  35th  street,  Manhattan. 
APPEARANCES— 

For  Petitioner :  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher  of  fire 

department. 

ACTION  OF  BOARD— Petition  reopened;  granted  on 
condition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  GRANT  ON  CONDI¬ 
TION— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle  .  4 

Negative  .  0 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION : 

(1477-24-S) 

Whereas,  Samuel  Rosenblum,  for  132  West  36th  Street 
Corp.,  owner,  filed,  December  16,  1924,  a  petition,  with 
the  board  of  standards  and  appeals,  for  variation  from  the 
requirements  of  the  labor  law,  as  cited  in  an  order  of  the 
fire  commissioner,  affecting  premises  132-138  West  36th 
street  and  139-45  West  35th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  59254- 
LD,  dated  May  8,  1924,  reads :  . 

“1.  Replace  all  wood  partitions  on  all  stories  with 
partitions  of  incombustible  material  as  per  Sections  ^63 
and  270  of  the  labor  law.”; 

and 


Whereas,  the  building  is  fireproof,  12  stories  in  height, 
facing  on  two  streets,  75  ft.  by  187  ft.  (irregular)  in  area; 
OCCUPIED  as  furniture  show  room,  offices  and  25  per  cent 
of  the  5th,  7th,  10th,  11th  and  12th  stories  (only)  for  the 
manufacture  of  clothing,  298  persons  above  the  1st  story; 
EQUIPPED  with  a  sprinkler  system.  EXITS:  An  interior 
fireproof  stairway  extending  from  1st  story  to  roof,  en¬ 
closed  in  fireproof  partitions  with  fireproof  doors  at  open¬ 
ings ;  ROOFS  of  adjoining  buildings  to  east  and  west  six 
stories  lower ;  and 

Whereas,  petitioner  contends  that  all  of  the  permanent 
partitions  on  the  premises  are  fireproof  and  that  the  par¬ 
titions  in  question  do  not  obstruct  any  means  of  egress 
and  are,  in  most  cases,  dwarf  partitions  enclosing  offices 
and  show  rooms ;  and 

Whereas,  this  petition  was  denied  by  the  board  at  its 
meeting  February  24,  1925,  and  petitioner  requested  a  re¬ 
opening  of  the  case,  proposing  to  provide  additional  means 
of  egress. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  an  exterior  screened  stairway  shall  be 
erected  on  easterly  wall  at  junction  of  two  sections,  ex¬ 
tending  from  rear  of  public  hall  on  1st  story  to  roof, 
screened  to  a  height  of  5  ft.,  standard  in  all  other  respects; 
all  doors  and  openings  to  be  made  fireproof  and  self¬ 
closing  ;  the  interior  wooden  partitions  other  than  those 
enclosing  showrooms  and  offices  to  be  removed ;  the  upper¬ 
most  18  in.  of  partitions  shall  be  of  plain  glass;  and  granted 
so  long  as  conditions  as  to  occupancy  and  use  remain  sub¬ 
stantially  unchanged. 


* Correction — Word  “westerly”  changed  to  “easterly”  in 
line  36  of  resolution. 
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^CORRECTION. 


The  minutes  of  the  meeting  of  the  board  of  standards 
and  appeals,  held  Tuesday  afternoon,  November  10,  1925, 
as  they  appeared  in  Bulletin  No.  44,  Vol.  X,  are  hereby 
corrected  to  read  as  follows : 

THE  RESOLUTION: 

(754-25-BZ) 

Whereas,  Robert  Tappan,  for  Cord  Meyer  Development 
Company,  owner,  filed,  July  20,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  group  of  26  one-car  at¬ 
tached  garages,  for  the  storage  of  pleasure  motor  vehicles, 
as  an  accessory  to  private  dwellings  located  within  the 
same  block;  PREMISES  north  side  of  Austin  street, 
bounded  by  Puritan  avenue  and  Atom  place,  Forest  Hills, 
Borough  of  Queens;  and  .... 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  November  10,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Austin  street,  Atom  place  and 
Puritan  avenue  are  in  residence  districts,  and  that  Queens 
boulevard  is  in  a  business  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  June  30,  1925,  reads: 

“Erection  of  these  buildings  is  contrary  to  the  zone 

law,  Art.  2,  Sec.  3. 

“Building  proposed  is  for  use  not  allowed  except  when 
same  is  accessory  to  dwelling  on  same  lot. 

“The  number  of  cars  to  be  provided  is  greater  than 
allowed  for  an  accessory  use.”; 

and  „  ..  , 

Whereas,  the  proposed  building  is  of  non-nreproof  con- 

struction,  one  story  in  height,  with  a  frontage  of  10  feet 
and  a  depth  of  20  feet,  to  be  occupied  as  a  group  of  26  one- 
car  attached  garages,  for  the  storage  of  pleasure  cars,  as 
an  accessory  to  private  dwellings  located  within  the  same 

block;  and 


Whereas,  applicant  filed  94.5  per  cent  of  consents  in  sup- 
part  of  his  basis  of  appeal  under  rules  of  exception,  section 
7-g  of  the  building  zone  resolution,  and  the  board  deemed 
it  would  be  an  unnecessary  hardship,  within  the  meaning 
of  section  21,  to  deprive  applicant  of  the  privilege  of  devel¬ 
oping  his  property  as  proposed  for  the  accommodation  of 
the  fee  owners  and  as  accessory  use  thereto,  under  condi¬ 
tions  which  would  safeguard  and  protect  adjacent  or  ef¬ 
fected  properties. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  garage  use  shall  be  limited  to  twenty-six  (26)  individ¬ 
ual  garages,  not  exceeding  a  width  of  8  ft.  4  in.  each, 
interior  dimensions,  and  a  depth  of  20  ft.,  subdivided  by 
walls  of  approved  masonry,  the  use  and  occupancy  to  be 
maintained  as  accessory  to  private  residences  in  fee  owner¬ 
ship,  located  within  the  block  bounded  by  Austin  street, 
Atom  place,  Puritan  avenue  and  Queens  boulevard ;  that 
there  shall  be  no  signs  of  any  nature  or  description  ex¬ 
posed  or  maintained  on  the  premises ;  that  there  shall  be 
no  gasoline  storage  equipment  installed  on  any  part  of 
the  square  block  within  the  residence  area;  that  the  garage 
use  be  restricted  to  storage  of  automobiles  of  the  pleasure 
car  type,  the  property  of  owners  or  occupants  of  the  resi¬ 
dences  within  the  block  above  described  and  accessory  there¬ 
to;  that  the  exterior  of  the  buildings  shall  be  finished  in 
face  brick  in  general  harmony  with  the  exterior  of  the  pri¬ 
vate  residences  on  the  street  frontages  within  the  square 
block  aforesaid;  that  all  permits  necessary  for  the  prosecu¬ 
tion  of  the  work  shall  be  obtained  within  nine  months  and 
the  buildings  completed  within  eighteen  months  from  the 
date  of  this  action. 


*Correction — Word  ‘‘united”  omitted  in  line  47  of  resolu¬ 
tion  and  word  “that”  added  in  line  56. 


CONCRETE  RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Bond  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  maybe 
used  shall  conform  with  the  following  table,  all  weig 
given  being  the  amount  c  if  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement. 


I-IF2-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 


NOTICE 


-  "  „  electrical  code  on  sale. 

BUILDING  CODE  ON  SALE.  Cooies  of  the  Electrical  Code  are  now  on  sale  at  the 

Copies  of  the  Building  Code  are  now  on  sak  at  h_  DfsJ,bulme  Division  of  the  City  Record  Ofl.ce,  12a 
Distributing  Division  of  the  City  Reco  ’  street.  Price,  30c;  by  mail,  35c. 

Worth  street.  Price,  $1.25;  by  mail,  $1.35. 
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PUBLIC  HEARING 


» 

PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPTTAMPP* 

SPRINKLER  SYSTEMS.  4 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Tuesday,  December  22,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectioml  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  foists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis 4 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line)  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicmt  zvill  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wF*'  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  with  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Anneals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank 
the  Pressure .  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump ,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Ride  5.  Gravity  lank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  belozv  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (-2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup. 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  separate  feed 
mains  from  the  basement  or  lozvest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

.  The  overflozv  pipe  shall  be  not  less  than  two  (2)  inches 
m  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (j)  inches  in  diameter  for  larger  tanks . 
The  top  of  the  overflow  pipe  shall  be  three  (j)  inches  be¬ 
low  the  top  of  the  staves  in  zvooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
zmthout  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  twenty-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbow. 

The  discharge ,  heating  or  filling  pipes  zvhere  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost- 
proof  covering  which  may  be  of  three  layers  of  one-inch 
(1  )  hair  felt  interspersed  zvith  building  paper  zvell  wrapped 
and  secured  and  covered  zvith  canvas  zvell  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  no t  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  beloiv  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(1254%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  ivater  for  a  zvet  pipe  system 
where  supplemented  by  an  auxiliary  ivater  supply,  and  not 
less  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  lias  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  beloiv  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[ 25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (j}4)  inches  in  size  [with  a  one  and  one- 
quarter  (r)4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (/]4)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  "at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two- thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 

under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk  The  cover  shall  be  bolted  to  the  casing  and 

shall  be  so  marked  as  to  be  quickly  located  and  to 

indicate  the  purpose  of  the  valve.  The  valve  shall  be 

of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the ,  curb  because  of  a  vault  under  the  sidezvalk  and  with- 
in  iS  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (7) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  ivater  meter  is  required  in  the  water  supply 
connection  to  an  autotnatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  al)ows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  a>id  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  1  n  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  ivater  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca' 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (J4)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  *  hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  (200)  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  ivhere  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3)4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  zvith  the  prozrisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  betzveen  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  haznng 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (J4)  inch  drip  connection,  zvith  plugged  valve  attached, 
and  zvhen  necessary  arranged  to  drain  to  a  sezver.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  uf  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  (between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  graznty  tank  and  pressure  tank,  or  a  grervity  tank  or 
pressure  tank  and  one  ef  the  automatic  sources  or  two 
pressure  tanks  haznng  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  zvith 
Rules  38,  J9  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  6  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Conran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center,  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  th* 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows : 

(a)  One  standard  one-half  ( J4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (l)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  ()4)  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  wv  be  used  in  lieu  of  heads  located  in  peak  of 
roof  • 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6*4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  (J4)  inch  heads  are  installed 

sprinkler  Aeflectois  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  indies. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  ()4)  inch  heads — 

Maximum  No.  of 
Heads  Allowed 


Size  of  Pipe 
inch 

1 

i*4  “ 
1*4  “ 

2 

2)4  “ 

3 

3  j4  “ 


1 

2 
3 
5 

10 

20 

36 

55 


head 

heads 


5  “  . 

.  140  “ 

6  “  . 

.  200  “ 

7  “  . 

.  300  “ 

8  “  . 

.  420 

(b)  For  Conran* 

one  (1)  inch  heads — 

Size  of  Pipe 

1  inch  . 

1)4  “  . 

Maximum  No.  of 
Heads  Allowed 

i  y2  “  . 

.  3  “ 

2  “  . 

:: .  4  « 

2)4  “ 

.  6 

3  “  . 

.  9  “ 

4  “  . 

.  18  “ 

5  ••  . . 

.  34  “ 

6  “  . 

.  51  “ 

7  “  . 

.  75  “ 

8  “  . 

.  105  “ 

(c)  For  Conran* 

Size  of  Pipe 

1)4  inch . 

1)4  “  . 

one  and  one-quarter  (1)4)  inch  heads — 

Maximum  No.  of 
Heads  Allowed 

.  2  heads 

2  “  . 

3  “ 

a  u  “  . 

.  4  “ 

3  “  . 

.  6  “ 

4  “  ..  ... 

.  12  “ 

5  "  ..  ... 

.  21  “ 

6  “  . 

.  40  “ 

7  “  . 

.  60  “ 

8  “  . 

.  84 

When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (J4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

heed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
Center  Central  or  Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
at  e  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor: 

(a)  For  standard  one-half  (y2)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

A' o  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  ivith  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  dead  riser1  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser’’, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threadel  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  vv  ihout  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall0  ^nd  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(15C)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained, _  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  wall  and  exposed  to  the  weather,  they 
shall  be  fitted  with  hoods  or  down-turned  clbotvs. 

Drains,  pitched  not  less  than  one-quarter  04)  >nch  >n 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection  ; 

On  each  flom-,  if  independent  floor  control  valves  are  used; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  nf  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1J4)  inches  in  size]  shall  be  not  less  than  /  inch 
in  size  where  floor  valves  are  not  over  z/2  inches  in  size 
and  i %  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  I}/ 2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 

system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  04)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  04)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  1} 4  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  l/2- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  ivith  a  J4- inch  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (V/2) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve ; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (J4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi- 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (y2)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 


Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve : 

(a)  For  standard  one-half  (y2)  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  . ioo 

(c)  For  Conran*  one  and  one-quarter  (iy  inch  heads  64 

Where  equipped  with  an  approved  quick-opening  device 

the  following  member  of  heads  may  be  controlled  by  one 
' Type  A”  dry -pipe  valve  : 

(a)  For  Standard  one-half  ( y2 )  inch  heads . 8oo 

( b )  For  Conran *  one  (/)  inch  heads . 200 

(c)  For  Conran*  one  and  one-quarter  (i%)  inch  heads. 128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 


iNot  more  tnan  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  (y2)  inch  heads  . 500 

(b)  For  Conran*  one  (l)  inch  heads . 125 

(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads.  84 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 

systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (J4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 


Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  tlian  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1^2)  times  the  w'orking  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by.  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty- four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  in  jurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

A Jo  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  walls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business. buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 

of  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1931. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  zvhere  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  IV hen  a  building 
fully  equipped  with  sprinklers  communicates  zvith  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  wall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  ozvner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  zvith  the  rides  of  the  Rational  Board  of  hire 
Underwriters.  Plans  for  such  installation  to  be  filed  zvith 
the  Fire  Department  for  approval. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  ipplicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  horm 

I3A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O'Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  bv  mail. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

The  forty-eight  pier  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

PIER  CASES. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19- A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19-A — Pier  15,  North  River,  Manhattan. 

880- 19- A — Pier  28,  East  River,  Manhattan. 

881- 19- A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19-A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A— Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19-A— .Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A— Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 
981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20- A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20- A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A  'Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20- A  Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

208-20-A  Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A  Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A— Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A  Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A  Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20-A  Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A— Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A  'Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A  Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20- A — Pier  20,  East  River  Manhattan. 

420- 20-A— Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue,  Brooklyn. 

422- 20  A — Pier  29,  foot  of  Harrison  street,  ^"ooklyn. 


423-20  A  Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A— Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 

90 i  -21-A — East  side  South  street,  foot  of  Dover  street, 
Manhattan. 

1205-21-A  Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A— Pier  3,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1542- 21-A— Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1544- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1545- 21-A— Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 
53-21-S — Angle  Hose  Valve. 

1372-21-S— Ford  Fire  Line  Reducing  Valve,  approval  of. 
1636-21-SA — Gilbert  &  Barker  Oil  Burner. 

337-22-S  Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S— Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S— Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S  Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S  Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S  Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S  Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA— Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

124- 23-SA  Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA  Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA  S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA — -  Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — ‘Cornell  Falat  Oil  Burner,  approval  of. 
392-23-SA —  Billow”  Class  G.  R.  Oil  Burner,  aoproval  of. 
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393-23-SA — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 

of. 

397-23-S A — Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 

525-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA — Domestic  Fuel  Oil  Burner,  approval  of. 

888-23-S A — Lewis  Oil  Burner,  approval  of. 

898-23-SA — Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

952-23-SA — Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

960-23-S A — Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1046-23-SA — Frankfort  Type  “P”  Low  Pressure  Oil  Burner, 
approval  of. 

1050-23-SA — .Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of- 

1 14G-23-S A — Pennsylvania  Globe  Oil  Burner,  approval  of. 

1 169-23-SA — Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

1176-23-SA — Ziegler  Oil  Burner,  approval  of. 

1246-23-SA — Ludlow  Gas  Cut-Off  Valve,  approval  of. 

1339-23-SA — National  Light  Service  Oil  Pump,  approval  of. 

1346-23-SA — Heatiator  Oil  burner,  approval  of. 

1358-23-SA — Worthington  Oil  Burner,  approval  of. 

1361-23-SA — Todd  Residence  Fuel  Oil  Burner,  approval  of. 

1364-23-SA — Staples  &  Pfeiffer  Oil  Burner,  app-'wal  of. 

1415-23-SA — Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

1429-23-S A — Kerrihard  Oil  Burner,  approval  of. 

1444-23-S A — Tate-Jones  No.  6  Oil  Burner,  approval  of. 

1484-23-SA — Universal  G.  P.  O.  Burner,  approval  of. 

1493-23-SA — Newport  Rotary  Oil  Burner,  approval  of. 

1538-23-SA — Lillibridge  Oil  Vapor  Burner,  approval  of. 

1550-23-SA — Apex  Gas  Cut-Off  Valve,  approval  of. 

2.r>4-24-SA — Sherman  Oil  Burner,  approval  of. 

269-24-SA — Universe  Oil  Burner,  approval  of. 

365-24-SA — Koaless  Oil  Burner,  approval  of. 

379-24-S A — Sure  Heat  Automatic  Oil  Burner,  approval  of. 

492- 24-SA — Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 

approval  of. 

493- 24-SA — Faultless  Oil  Burner,  approval  of. 

501-24-S A — Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

503-24-SA — Kinney  Rotating  Plunger  Pump,  approval  of. 

536-24-S A — Climax  Oil  Burner,  approval  of. 

654-24-S A — Marvel  Oil  Burner,  approval  of. 

702-24-SA— -Simplex  Mechanical  Oil  Burner,  approval  of. 

735-24- S A — Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

755-24-SA— Wills  Automatic  Gas  Shut-Off  Vaive,  ap¬ 
proval  of. 


803-24-SA — Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of.  / 

826-24-SA — Heymsfield  Low  Pressure  Burner,  approval  of. 
860-24-SA — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

907-24-SA — Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

939-24-SA — Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

10 16-24-S A — Milnes  Oil  Burner,  approval  of. 

1 108-24-S A — Simplicity  Fuel  Oil  Burner,  approval  of. 

1 134-24-SA— Peerless  Automatic  Oil  Burner,  approval  of 
1142-24-SA — Decker  Oxohydrogen  Oil  Burner,  approval  of. 
1146-24-SA — Salvo  Fire  Extinguisher,  approval  of. 
1162-24-SA — Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

1 191- 24-SA — Socony  Arrow  Oil  Burner,  approval  of. 

1192- 24-SA — Kemp  Oil  Burner,  approval  of. 

1197-24-SA — Yankee  Oil  Burner,  approval  of. 

1254-24-SA — Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

1295- 24-SA — A.-B.-C.  Oil  Burner,  approval  of. 

1296- 24-SA — Chalmers  Oil  Burner,  approval  of. 

1305-24-SA — International  Furnace  Burner,  approval  of. 
1337-24-SA — Sure  Heat  Gravity  Oil  Burner,  approval  of. 
1359-24-SA — Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 
1372-24-SA — Adga  High  Pressure  Burner,  approval  of. 

1395-24-SA — Denning  Power  Rotary  Force  Pump,  approval 

of. 

1 500-24-S A — Smolensky  Check  Valve,  approval  o(. 

19-25-SA — Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

26-25-SA — Keenan  Brilliant  Burner,  approval  of. 

228-25-S A — Silent  Glow  Oil  Burner,  approval  of. 

259-25-S A — Electrol  Automatic  Oil  Burner.  I 

340-25-SA — McCann-Harrison  Low  Pressure  Oil 

Burner,  approval  of. 

513-25-SA— Rotary  Vacuum  Pumps,  approval  of. 
535-25-SA— Universe  Automatic  Oil  Burner,  approval  of. 
558-25-SA — Globe  Dry  Pipe  Valve  Accelerator,  ap¬ 
proval  of. 

603-25-SA — Cook  Automatic  Electric  Fuel  Oil  Pump,  ap¬ 
proval  of. 

671-25-SA — Allen  2]/2  in.  Angle  Hose  Valve,  approval  of. 
729-25-SA — The  Hauck  Vention  Low  Pressure  Oil  Burner, 
approval  of. 

752-25-SA — Toro  Emergency  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

815-25-SA — New  Way  Gas  Generator  Burner,,  approval  of. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  unll  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  W hereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  ivill  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at'  the 
f  Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  $1.25;  by  mail,  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  30c;  by  mail,  35c. 
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DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  December  2,  1925....  1232 


Restored  to  calendar  .  57 

Miscellaneous  Applications. 

Requests  to  reopen  .  133 

Requests  to  amend  . .i .  5 

Requests  for  modification  .  39 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  17 

Requests  for  extension  of  permit  .  29 

Requests  for  mechanical  installations  .  l 

Requests  for  approval  of  plans .  13 

Administrative  requests  .  7 

Requests  for  interpretation  .  2 


DISPOSITION  OF  CASES. 

Withdrawn  .  127 

Dismissed  .  74 

Denied  .  183 

Granted  . 10 

Granted  on  condition  .  693 

Appliances  approved  .  20 

Appliances  dismissed,  disapproved  or  withdrawn .  6 

Rules  approved  .  0 

Rules  disapproved  or  rescinded .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  123 

Requests  to  reopen  denied .  9 

Requests  to  amend  granted  .  5 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  37 

Requests  for  modification  denied  .  0 

Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted .  17 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted .  29 

Requests  for  extension  of  permit  denied .  0 

Requests  to  install  granted  .  1 

Requests  to  install  denied  .  0 

Plans  approved . 13 

Plans  disapproved  .  0 

Administrative  requests  granted  .  6 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  2 

Requests  withdrawn  or  dismissed  .  3 


Total  .  2134  Total  .  1360 

Disposed  of  . - .  1360 


Cases  pending  December  2,  1925  . . .  774 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

l'irst,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
bearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  ifl  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  ot 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  tc 

Name  . . . . 

Street  . . . 

P.  O . 


My  subscription  is  to  begin  with  the  issue  for . ,  1926. 

1342  36-2000-JL5-O’C 
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the  board 


CONTENTS 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

All  hearings  are  held  in  Room  J013,  Municipal  Building 
Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 

n 


CALL  OFfCp^RK’S  CALENDAR. 

The  Clerk's  Calendar  consistsv'‘of  applications  under  the 


1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  December  22,  1925,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


This  issue  of  the  Bulletin  contains,  in  the  order 
given — 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Regular  Meeting,  December  8,  1925,  at 
10  a.  m. 

Minutes  of  Regular  Meeting,  December  8,  1925,  at 
2  p.  m. 

Rules.  . 

Notice  of  Public  Hearing. 

Reserve  Calendar. 

Progress  Report. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  be  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  an4 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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CALENDAR 


1265-25-BZ . B.B.B 


1264-25-SA . F.D 

1263-25-SA . F.D 


DOCKET 

New  Cases  Filed  Week  Ending  December  9,  1925. 

Cal.  A  o.  Department.  Premises  Affected. 

1268-25-BZ . B.B.B.  ..376-378  Throop  ave.,  Bklyn. 

-  Applic.  20730-1925. 

1267-25-BZ .  .  . .  ..B.B.M.  .308  West  124th  st.,  Man. 

-  Alt.  1760-1925. 

1266-25-BZ . B.B.B.  ..668-672  New  Lots  ave., 

-  Bklyn.  App.  18573-1925. 

.  458  Utica  ave.,  Bklyn. 

Applic.  18528-1925. 
.  Koerting  Gear  Pump 

Appliance. 

.  Phister  Carbon  Tetra-chlor- 
ide  Fire  Extinguisher. 

Appliance. 

•  •F.D . 2-4  Nevins  st.,  Bklyn. 

F-86922-86924:-86925. 

.B.B.M.  ..341-343  West  38th  st.,  Man. 

N.  B.  438-1925. 

.B.B.M.  ..335-337  West  38th  st.,  Man. 

N.  B.  437-1925. 

■•F.D . 188  South  1st  st.,  Bklyn. 

L.  D.  72025. 

.B.B.M.  ..571-583  8th  ave.,  Man. 

N.  B.  146-1925. 

•F.D . 57  Johnson  ave.,  Tottenville, 

S.  I.,  Rich.  L.  D.  86835. 

•F.D . 53  West  19th  st.,  Man. 

L.  D.  85888. 

•  F.D .  309-311  Bedford  ave,  Bklyn. 

L.  C.  99232. 

•  •  F.D . Combustible  Mixture — Flit. 

Certificate  of  Approval. 

..B.B.Bx.  .2131-2149  White  Plains  ave., 
Bx.  N.  B.  2456-1925. 

.B.B.M.  ..359-361-363  W.  36th  st.,  Man. 

N.  B.  321-1925. 
.B.B.M.  ..  356-358  W^est  36th  st.,  Man. 

N.  B.  342-1925. 

1250-25-BZ . B.B.B.  ..8165-67  New  Utrecht  ave., 

Bklyn.  Applic.  16147-1925. 
Universal  Anti-Syphon  Valve 
Appliance. 
Southeast  cor.  Lombardy  st. 
&  Scott  ave.,  Bklyn. 

L.  C.  96171  (System  No.  2). 
Southeast  cor.  Lombardy  st. 
&  Scott  ave.,  Bklyn. 

L.  C.  96170  (System  No.  l). 
134-140  West  26th  st.,  Man. 

L.  D.  86831. 
131-137  W.  44th  st.,  Man. 

F-85055. 

West  side  5th  ave.,  100  ft. 

south  of  Washington  ave., 
L.  I.  City,  Q. 

N.  B.  2263-1925. 
1180  Randall  ave.,  Bx. 

Alt.  2597-1925. 


1262-25-A. 


1261-25-S. 


1260-25-S. 


1259-25-S. 


1258-25-S . 


1257-25-S . 


1256-25-S . 


1255-25-A . 


1254-25-A . 


1253-25-BZ . 


1252-25-S . 


1251-25-S 


1249-25-SA . F.D. 

...F.D. 


1248-25-A , 


1247-25-A. 


1246-25-S. 


1245-25-A . 


1244-25-A , 


1243-25-A. 


..F.D. 

..F.D. 

..F.D. 

..F.D. 

..F.D. 


1242-25-SA . F.D . Wayne  Fuel  Oil  Burner  & 

-  Pump,  Type  A.  Appliance. 

1241-25-BZ . B.B.B.  ..East  side  Utica  ave.,  262  ft. 

5  in.  south  of  Farragut  rd., 

-  Bklyn.  Applic.  15190-1925. 

1240-25-SA . F.D . Crane  Angle  Hose  Valve 

-  Appliance. 

1239-25-BZ . B.B.M.  ..110-130  West  51st  st.,  Man. 

-  N.  B.  734-1925. 

1238J25-S .......  B.B.M.  ..744f754  Washington  st.,  Man. 

-  Viol.  No.  5148. 

1237-25-S . F.D .  153-159  West  27th  st.,  Man. 

- -  L.  D.  87186. 

1236-25-A . F.D .  829  East  134th  st.,  Bx. 

-  L.  C.  31335. 

1235-25-S . B.B.M.  ..697  Fifth  ave.,  Man. 

-  N.  B.  538-1925. 

1234-25-S . B.B.M.  ..2082  Third  ave.,  Man. 

-  Alt.  1533-1925. 

1233-25-BZ . F.D.  ,...224  Brighton  ave.,  Totten¬ 

ville,  Rich. 

-  Alt.  2240-1925. 


CODE. 

. Fire  Department 

. Health  Department 

..Bureau  of  Buildings,  Brooklyn 
.Bureau  of  Buildings,  Manhattan 


B.B.Q . Bureau  of  Buildings,  Queens 

B-B.R . Bureau  of  Buildings,  Richmond 

B.B.Bx . . Bureau  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  December  15,  1925,  at  2  p.  m. 

182-23-BZ. 

APPLICANT — George  A.  McWilliams,  for  McWilliams 
Realty  Co.,  Inc.,  owner. 

PREMISES — 1240  Castleton  avenue,  West  New  Brighton, 
Richmond. 

APPLICATION,  under  section  7b  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  five  (5)  pleasure  motor 
vehicles.  (Previously  dismissed  for  lack  of  pros¬ 
ecution.) 

1522-24-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Hugo  Seidenberg, 
owner. 

PREMISES — 129-02  Newport  avenue,  Belle  Harbor,  Bor¬ 
ough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  maintenance  of  a 
building  used  for  store  purposes  on  the  first  story. 

67-25-BZ. 

APPLICANT — William  J.  Russell,  for  Thomas  C.  Corvan, 
owner. 
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PREMISES — 127-129  West  53rd  street,  Manhattan. 

APPLICATION,  under  sections  7a  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  maintenance  of 
a  motor  vehicle  repair  shop  throughout  the  entire 
building. 

820-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Washington  Im¬ 
provement  Corp.,  owner. 

PREMISES — 1714-26  Kings  Highway,  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance  of 
a  building  to  be  used  for  store  and  theatre  purposes. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  15,  1925,  at  10  a.  m. 

152-25-A — 15-19  Amsterdam  avenue,  427-37  West  59th 
street  and  134-38  West  60th  street,  Man¬ 
hattan. 

780- 25-A — 148-172  West  12th  street,  Manhattan. 

781- 25-A — 187  Lafayette  street,  Manhattan. 

804-25-A — 149  Spring  street,  Manhattan. 

874-25-A — Bronx  River,  between  Lafayette  street  and 
Spofford  avenue,  The  Bronx. 

1099-25-A — 820  Roosevelt  avenue,  Jackson  Heights,  Bor¬ 
ough  of  Queens. 


BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  15,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  829-25-BZ — Application,  August  13,  1925,  under 
section  7b  of  the  building  zone  resolu¬ 
tion,  of  Tobias  Goldstone,  architect,  on 
behalf  of  Estate  of  George  E.  Eddy, 
owner,  to  permit  the  erection  on  a  plot 
partly  in  an  unrestricted  and  partly  in 
a  business  district  of  a  proposed  garage 
for  the  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  345-355  Clas- 
son  avenue,  Brooklyn. 

cal.  no.  796-25-BZ — Application,  August  3,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Thomas  O’Rourke  Gallagher,  appli¬ 
cant  on  behalf  of  Esther  Wieser 
et  ah,  owners,  to  permit  in  a  residence 
district  the  erection  and  maintenance  of 
five  (5)  attached  residence  buildings, 
the  first  story  to  be  used  for  store  pur¬ 
poses:  premises  7114-7124  Bay  Park¬ 
way,  Brooklyn. 

cal.  no.  818-25-BZ — Application,  August  10,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Edward  P.  Doyle,  applicant, 
on  behalf  of  Samuel  Kessler  and  Jacob 
Kavoit,  owners,  to  permit  partly  in  a 
business  district  and  partly  in  a  resi¬ 
dence  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles: 
premises  east  side  of  Prospect  avenue 
77.79  feet  south  of  East  182nd  street 
The  Bronx. 


cal.  no.  873-25-BZ — Application,  August  27,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  John  J.  McCormack,  applicant 
and  owner,  to  permit  in  a  business  dis¬ 
trict  a  gasoline  selling  station;  prem¬ 
ises  northeast  corner  of  113th  avenue 
and  Springfield  boulevard,  Springfield 
Heights,  Borough  of  Queens. 

cal.  no.  891-25-BZ — Application,  September  1,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  Bertha  A.  Wilkus,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to  be 
used  as  stores  on  the  1st  story  and 
dwellings  above;  premises  northeast 
corner  of  Beach  34th  street  and  Edge- 
mere  avenue,  Edgemere,  Borough  of 
Queens. 

cal.  no.  900-25-BZ — Application,  September  3,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  the  Dornhage  Realty  Corp. 
owner,  to  permit  the  extension  from  a 
business  district  into  a  residence  dis¬ 
trict  of  a  proposed  building  to  be  used 
as  a  theater  and  also  as  stores;  prem¬ 
ises  southeast  corner  of  Jerome  avenue 
and  East  199th  street,  The  Bronx. 

cal.  no.  828-25-BZ — Application,  August  13,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Alfred  H.  Eccles,  applicant,  on  be¬ 
half  of  Henry  Gerken,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
of  a  garage  for  more  than  five  (5) 
motor  vehicles ;  premises  southeast  cor¬ 
ner  of  Second  avenue  and  Newtown 
avenue,  Long  Island  City,  Borough  of 
Queens. 

cal.  no.  114-25-BZ — Application,  January  26,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Jenks  &  Rogers,  on  behalf  of 
Kennor  Realty  Corp.,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  342-352  Coney  Island  avenue, 
Brooklyn. 

cal.  no.  599-25-BZ — Application,  June  10,  1925,  under  sec¬ 
tion  7c  of  the  building  zone  resolution, 
of  Eugene  De  Rosa,  architect,  on  behalf 
of  Maxlan  Theatre  Corp.,  owner,  to 
permit  in  a  residence  district  extending 
from  a  business  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  business  and  theatre  purposes  ;  prem¬ 
ises  southeast  corner  of  Sheridan  ave¬ 
nue  and  East  167th  street,  The  Bronx. 

cal.  no.  877-25-BZ — Application,  August  28,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  1412  Broadway,  Inc.,  owner, 
to  permit  in  a  two-times  height  district 
the  erection  and  maintenance  of  the 
street  wall  to  a  height  exceeding  the 
prescribed  limit  required  by  the  zone 
resolution;  premises  1410-12  Broadway 
and  123  West  39th  street,  Manhattan. 

cal.  no.  879-25-BZ — Application,  August  28,  1925,  under 
section  21  of  the  buildine  zone  resolu¬ 
tion,  of  McIntyre  &  O’Leary,  appli¬ 
cants,  on  behalf  of  Essex  &  Sheppard 
Company,  Inc.,  owner,  to  permit  in  a 
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business  district  the  erection  and  main¬ 
tenance  of  a  poultry  slaughter  house; 
premises  137-51  East  98th  street,  south¬ 
east  corner  of  Blake  avenue,  Brooklyn. 
cal.  no.  901-25-BZ — Application,  September  3,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Edward  P.  Doyle,  applicant, 
on  behalf  of  Hyman  Morgenstern, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  1305-09 
Gates  avenue,  Brooklyn. 

William  E.  Walsh,  Chairman. 


APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  V/z  times  height  district  the  erection 
of  the  street  walls  of  a  building  to  a  height  ex-  ; 
ceeding  the  limit  set  by  the  building  zone  resolution. 


950-25-BZ. 

APPLICANT — C.  A.  Sandblom,  for  Weingarten  Construe-  1 
tion  Co.,  owner. 

PREMISES— 464-486  New  Lots  avenue,  Brooklyn. 

APPLICATION,  under  section  7b  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  extending  from  a  i 
business  district  the  erection  and  maintenance  of  a 
motion  picture  theatre. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  15,  1925,  at  2  p.  m. 

764-25-A— 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

793-25-A — 138-140  Greene  street,  Manhattan. 

823-25-A — 1979  Metropolitan  avenue,  Ridgewood,  Borough 
of  Queens. 

827-25-A — '326-328  Third  avenue,  Manhattan. 

882-25-A — 360  Bowery,  Manhattan. 

889-25-A — South  side  of  Dry  Harbor  road  and  L.  I.  R.  R., 
Glendale,  Borough  of  Queens. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 

230-25-A — 1377  Washington  avenue,  Bronx. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Decem¬ 
ber  15,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  845-25-BZ — Application,  August  19,  1925,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  John  J.  Dunnigan,  appli¬ 
cant,  on  behalf  of  Walter  Eveleth, 
owner,  to  permit  in  a  business  district 
extending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  northeast 
corner  of  Inwood  avenue  and  Macombs 
road,  The  Bronx. 

cal.  no.  270-25-BZ — Application,  March  10,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  J.  Dunnigan,  applicant,  on  be¬ 
half  of  Schinasi  Commercial  Corpora¬ 
tion,  owner,  to  permit  in  a  business  dis¬ 
trict  and  within  200  feet  of  a  hospital 
the  use  and  occupancy  of  an  existing 
building  as  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  32-36  West  100th  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 
BUILDING  ZONE  CASES. 

Tuesday,  December  22,  1925,  at  2  p.  m. 

948-25-BZ. 

APPLICANT — William  F.  Doyle,  for  David  Tichman, 
owner. 

PREMISES — 101-15  East  83rd  street  and  981-983  Park 
avenue,  Manhattan. 


974-25-BZ. 

APPLICANT — Eric  O.  Holmgren,  for  Cuipple  Bush  : 
Realty  Corp.,  owner. 

PREMISES — South  side  of  Broadway,  203  ft.  west  of  For-  i 
rest  avenue,  Little  Neck,  Borough  of  Queens. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution, 

TO  PERMIT  the  extension  of  a  proposed  building  to  be 
used  for  stores  and  also  as  a  moving  picture  the¬ 
atre,  from  a  business  district  into  a  residence  dis¬ 
trict. 

976-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Harry  Strolowitz, 
owner. 

PREMISES — 2094-2104  Union  street,  Brooklyn. 

APPLICATION,  under  sections  7a,  7b  and  7e  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  residence  district  the  erection  of  an  ad¬ 
ditional  story  to  an  existing  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

1017- 25-BZ. 

APPLICANT — Hyman  Kaplan,  for  Wolcott  Holding 
Corp.,  owner. 

PREMISES — 725-733  McDougal  street,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  of  a  ga¬ 
rage  for  more  than  five  (5)  motor  vehicles. 

1018- 25-BZ. 

APPLICANT — William  F.  Doyle,  for  George  Potts, 
owner. 

PREMISES — 120-30  Terrace  place,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  P’ERMIT  in  a  residence  district  the  erection  of  a  ga¬ 
rage  for  more  than  five  (5)  motor  vehicles. 

1021-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Daniel  P.  Devaney, 
owner. 

PREMISES — East  side  of  Coney  Island  avenue,  315  ft. 
south  of  Avenue  N,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  installation  and 
maintenance  of  a  gasoline  selling  station. 

1051-25-BZ. 

APPLICANT — Henry  S.  Churchill  and  Charles  B.  Meyers, 
for  Leo  H.  Wise,  owner. 

PREMISES — 28-32  East  63rd  street,  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 
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I  TO  PERMIT  in  a  1^4  times  height  district  the  erection 
of  the  street  wall  of  a  portion  of  a  building  to  a 
height  in  excess  of  the  limitation  imposed  by  the 
building  zone  resolution. 

— 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  22,  1925,  at  10  a.  m.  ■ 

785-24-A — 6118  Rockaway  Beach  boulevard,  Arverne, 
Queens. 

*  k,  672-25-A — 1171  President  street,  Brooklyn. 

792-25-A — Southwest  corner  of  Avenue  U  and  East  56th 
street,  Brooklyn. 

377-25-A — 18-32  Grand  avenue,  Brooklyn. 

278-25-A — 280  Broadway,  Manhattan. 

145-25- A — 417  East  22nd  street,  Manhattan. 

825-25-A — 177-185  Marcy  avenue,  Brooklyn. 

843-25-A — 4568-4570-4572  White  Plains  road,  The  Bronx. 
912-25-A — 1015  Walton  avenue,  The  Bronx. 

920-25-A — 546-548  West  52nd  street,  Manhattan. 

937-25-A — 16-26  Northern  avenue  and  840-846  West  178th 
street,  Manhattan. 

944-25-A — 352-360  East  62nd  street  and  1125-1131  First 
avenue,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  22,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  375-23-BZ — Application,  October  20,  1925,  under 
section  7c  of  the  building  zone  resolu¬ 
tion,  of  Thomas  W.  Lamb,  architect, 
on  behalf  of  B.  F.  Keith  New  York 
Theatres  Company,  owner,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  for  theatre  pur¬ 
poses  (previously  withdrawn)  ;  prem¬ 
ises  109  East  Fordham  road,  The 
Bronx. 

cal.  no.  802-25-BZ — Application,  August  5,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Morris  Whinston,  architect,  on 
behalf  of  Harry  Greenberg,  owner,  to 
permit  in  a  business  district  the  conver¬ 
sion  of  occupancy  from  a  paint  shop  to 
a  motor  vehicle  repair  shop ;  premises 
823  Bedford  avenue,  Brooklyn. 

CAL.  no.  876-25-BZ— Application,  August  28,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Charles  Kuhner,  applicant,  on 
behalf  of  Henrietta  A.  Stoll,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  motor  vehi¬ 
cle  repair  shop;  premises  1665  Jerome 
avenue,  The  Bronx. 

cal.  no.  271-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Ray 
Barnett,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  956  Forest  avenue,  The 
V  Bronx. 

cal.  no.  1534-24-BZ — Application,  December  29,  1924,  under 
l  section  21  of  the  building  zone  resolu¬ 


tion,  of  McCooey  and.  Conroy,  appli¬ 
cants,  on  behalf  of  Louis  Schwartz  and 
Estate  of  Harry  Zaslawsky,  owners,  to 
permit  in  a  business  district  the  con¬ 
version  of  occupancy  from  a  machine 
shop  to  a  poultry  slaughter  house; 
premises  116-118  Wilson  avenue, 
Brooklyn. 

cal.  no.  795-25-BZ — Application,  August  3,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Joseph  S.  Amsel,  architect,  on  be¬ 
half  of  Anna  Cohen,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  1952-1956  Eastern  park¬ 
way,  Brooklyn. 

William  E.  Walsh,  Chairman. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  22,  1925,  at  2  p.  m. 

800-25-S — 15-19  West  39th  street,  Manhattan. 

837-25-S — 184  Boerum  street,  Brooklyn. 

368-25-S — 582  Fifth  avenue,  Manhattan 
582-25-S — 113  Nassau  street,  Manhattan. 

747-25-S— 236-238  West  30tfi  street,  Manhattan. 

421-25-S — 136-40  West  23rd  street,  Manhattan. 

745- 25-S — 214-226  West  29th  street,  Manhattan. 

746- 25-S — 242-46  West  30th  street,  Manhattan. 

779-25-S — 164-6  East  86th  street  and  1542  Third  avenue, 

Manhattan. 

797-25-S — 476-478  Broome  street,  Manhattan. 

819-25-S — 1104-1106  Fulton  street,  Brooklyn. 

840-25-S — 1239  Broadway,  Manhattan. 

854-25-S — 2148-50  Third  avenue,  Manhattan. 

859-25-S — 142  West  32nd  street,  Manhattan. 

869-25-S — 306-310  Penn  street,  Brooklyn. 

867-25-S — 174  Wooster  street,  Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

1049-25-S — South  side  of  Dry  Harbor  road,  80  ft.  east  of 
L.  I.  R.  R.,  Glendale,  Borough  of  Queens. 
1145-25-S — 8-10  West  37th  street,  Manhattan. 

406-25-S — 178-182  Sullivan  street,  Brooklyn. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

743-25-S — 125-129  Sherman  street,  L.  I.  City,  Borough  of 
Queens. 

749-25-S — 732  Broadway,  Manhattan. 

675-25-S — 48  John  street,  Manhattan. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  29,  1925,  at  10  a.  m. 

728-25-S — 48  West  22nd  street,  Manhattan. 

734-25-S — 87-9  Nassau  street,  130  Fulton  street,  Manhat¬ 
tan. 

774-25-S — 501  Seventh  avenue,  Manhattan. 

794-25-S — 79-87  Madison  avenue,  23-27  East  28th  street. 
Manhattan. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 


1347 


CALENDAR 


557-25-S — 464  Liberty  avenue,  Brooklyn. 

637-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

693-25-S— 270-276  West  38th  street  and  554-558  Eighth 
avenue,  Manhattan. 

688-25-S — 114-116  West  56th  street,  Manhattan. 

706- 25-S — 512-520  Grand  street,  Manhattan. 

707- 25-S — 504-510  Grand  street  and  2-12  Sheriff  street, 

Manhattan. 

708- 25-S — 34-36  Sheriff  street  and  25-35  Columbia  street, 

Manhattan. 

709- 25-S — Block  bounded  by  Grand,  Sheriff,  Broome  and 

Columbia  streets,  Manhattan. 

710- 25-S — Block  bounded  by  Broome,  Sheriff,  Delancey 

and  Columbia  streets,  Manhattan. 
767-25-S— 114-116  East  13th  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

813- 25-SA — Hardinge  Oil  Burner,  approval  of. 

814- 25-SA — Aetna  Automatic  Syphone  Breaker,  approval 

of. 

846-25-SA — K.F.C.  Fuel  Oil  Burner,  approval  ot. 
683-25-SA — Billow  Fuel  Oil  Burner,  approval  of- 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  29,  1925,  at  2  p.  m. 

297-25-A — 783  Elton  avenue,  The  Bronx. 

477-25-A — 35-10  Far  Rockaway  boulevard,  Edgemere,  Bor¬ 
ough  of  Queens. 

581-25-A — 514-516  West  57th  street,  Manhattan. 

968- 25- A — Southwest  corner  of  Second  avenue  (14th  road  I 

and  9th  street  (118th  street),  College 
Point,  Borough  of  Queens. 

969- 25-A — 24  Myrtle  avenue,  Brooklyn. 

986-25-A — Foot  of  Beach  80th  street,  Rockaway  Beach, 
Borough  of  Queens. 

989-25-A — 280-284  Park  avenue,  Brooklyn. 

995-25-A — 785  East  135th  street,  The  Bronx. 

1010-25-A — 56  Greenpoint  avenue,  Brooklyn. 

1014-25-A — 87-97  Van  Dyke  street,  Brooklyn. 

1016-25-A — 164  William  street,  Manhattan. 

1166-25-A — 374-386  Winthrop  street,  Brooklyn. 

BUILDING  ZONE  APPLICATION. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Decem¬ 
ber  29,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter: 

cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

William  E.  Walsh,  Chairman. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  January  5,  1926,  at  10  a.  m. 
1537-24-A— 1879-1883  Cedar  avenue,  rear,  The  Bronx. 


857-25-A— 520-524  West  41st  street,  Manhattan. 
584-25-A — 46-52  Columbia  street,  Brooklyn. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  January  5,  1926,  at  2  p.  m. 

365-25-S — 2139  Third  avenue,  Manhattan. 

456-25-S — 320-330  Van  Buren  street,  Brooklyn. 

489-25-S — 686-688  Lexington  avenue,  Manhattan. 

775-25-S — 501  Seventh  avenue,  Manhattan. 

856-25-S — 1968  Prospect  avenue,  rear,  The  Bronx. 

862-25-S — 197-199-201  Greene  street,  Manhattan. 

878-25-S — 1410-1412  Broadway,  Manhattan. 

885-25-S — 570-576  Seventh  avenue,  Manhattan. 

809-25-S — 29  West  50th  street,  Manhattan. 

521-25-  S — 46-52  Columbia  street,  Brooklyn. 

460-25-S — 3291  Third  avenue,  The  Bronx. 

659-25-S — 135-139  West  36th  street  and  122-126  West  37th 
street,  Manhattan. 

860-25-S — 13-19  University  place  and  32-34  East  8th  street, 
Manhattan. 

899-25-S — 121-123  Greene  street,  Manhattan. 

911-25-S — 232  Madison  avenue  and  15-17  East  37th  street, 
Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

865-25-SA — Kennan  High  Pressure  Brilliant  Gas  Oil 
Burner,  approval  of. 

887-25-SA — Moussette  Oil  Burner,  approval  of. 
940-25-SA — Dogerty  Gas  Oil  Burner,  approval  of. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  January  12,  1926,  at  10  a.  m. 

1175-24-A — 628-642  West  45th  street,  Manhattan. 

969-24- A — 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 


BUILDING  ZONE  APPLICATION. 

Tuesday,  January  19,  1926,  at  10  a.  m. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
19,  1926,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  903-25-BZ — Application,  September  4,  1925,  unde* 
the  building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
N.  &  H.  Building  Company,  Inc.,  owner, 
to  permit  in  a  business  district  the 
change  of  occupancy  of  the  2nd  story 
from  auto  accessories  to  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  823-829  Classon 
avenue,  Borough  of  Brooklyn. 

William  E.  Walsh,  Chairman. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  January  19,  1926,  at  2  p.  m. 
576-25-S — 161  Bowery,  Manhattan. 

787-25-S — 6-8  East  46th  street,  Manhattan. 
821-25-S — 247-255  West  38th  street,  Manhattan. 
864-25-S — 93tf-°42  West  26th  street,  Manhattan. 
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946-25-S — 326-334  Fifth  avenue,  Manhattan. 

913-25-S — 1424-1444  Broadway,  Manhattan. 

916- 25-S — 36-48  Flatbush  avenue  extension,  Brooklyn. 

917- 25-S — 36-48  Flatbush  avenue  extension,  Brooklyn. 

918- 25-S — 30-32  East  21st  street,  Manhattan. 

919- 25-S — 531  West  51st  street,  Manhattan. 


921-25-S — 546-548  West  52nd  street,  Manhattan. 

947-25-S — 422-424  East  4th  street,  Manhattan. 

967-25-S — 35  Wilbur  avenue,  Long  Island  City,  Borough 
of  Queens. 

990-25-S — 280-284  Park  avenue,  Brooklyn. 

1029-25-S — 20-24  North  Moore  street,  Manhattan. 

664-25-S — 240-246  West  35th  street,  Manhattan. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  DECEMBER  8,  1925. 

Present:  Chairman  Walsh,  Commissioners  Connell, 
Flanagan  and  Guilfoyle  and  Fire  Chief  Kenlon  (also 
Fire  Chief  Martin  substituting). 

The  minutes  of  the  regular  meeting  of  the  board,  held 
on  Tuesday  morning,  December  1,  1925,  and  the  min¬ 
utes  of  the  regular  meeting,  held  on  Tuesday  afternoon, 
December  1,  1925,  were  approved  as  printed  in  the 
Bulletin,  No.  47,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 


278-25-A. 

APPELLANT — The  Frank  A.  Munsey  Co.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 280  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  James  F.  Conway,  Jr. 
ACTION  OF  BOARD — Appeal  laid  over  to  December 
22,  1925,  at  10  a.  m.,  on  request  of  appellant’s 
representative. 

— 

377-25-A. 

APPELLANT — Kays,  McDavitt  &  Scholer,  for  Pathe 
Phonograph  &  Radio  Corp.,  owner, 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED  — 18-32  Grand  avenue, 


Brooklyn. 

APPEARANCES— 

For  Appellant:  J.  S.  Hays. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
22,  1925,  at  10  a.  m.,  on  request  of  appellant’s 
representative. 

i  - 

658-25-A. 

APPELLANT— M.  M.  Belding,  owner. 

SUBJECT — Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED— 116  East  88th  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Request  to  reopen  appeal  laid 

[over  to  December  29,  1925,  at  2  p.  m.,  on  writ¬ 
ten  request. 

883-25-A. 

APPELLANT — Henora  Building  Corporation,  owner. 
SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED— 2082  Third  avenue,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD— Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Martin  .  5 

Negative  .  0 

Absent  .  ® 


63-25-A. 

APPELLANT — G.  A.  &  H.  Boehm,  for  Great  Northern 
Hotel  Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 109-121  West  56th  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  withdrawn  on  written 
request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 


699-25-A. 

APPELLANT — McCooey  &  Conroy,  for  212  Sixth 
Street,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 212-214  East  Sixth  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  John  H.  McCooey,  Jr. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(699-25-A) 

Whereas,  McCooey  &  Conroy,  for  212  6th  Street,  Inc., 
owner,  filed,  July  3,  1925,  an  appeal,  from  an  order  of 
the  fire  commissioner,  affecting  premises  212-214  East  6th 
street,  Borough  of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
5,  1925,  No.  29377-LC,  reads : 

“1.  Separate  the  garage  from  the  remainder  of  the 
building  in  the  manner  prescribed  by  Section  73-3, 
Chapter  5,  Code  of  Ordinances,  by  approved  fire  re¬ 
tarding  material  as  prescribed  by  the  Rules  of  the 
Board  of  Standards  and  Appeals.  (See  Vol.  2,  No.  36, 
Page  620,  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals,  September  6th,  1917,  and  Vol.  2,  No.  45,  Page 
795,  November  8,  1917.)”; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  50  ft.  by  97  ft.  in  area  at  1st  story  and  50  ft.  by 
50  ft.  above.  OCCUPIED:  1st  story,  stores,  office  and 
garage  for  the  storage  of  two  motor  trucks;  2nd  story, 
billiard  parlor ;  and 

Whereas,  the  appellant  claims  that  the  driveway  on  1st 
story  at  east  side  is  used  as  a  garage  for  the  storage  of 
two  trucks  used  in  connection  with  his  business;  that  said 
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garage  is  enclosed  on  both  sides  with  brick  walls,  the  ceil¬ 
ing  is  covered  with  plaster  board  and  No.  26  gauge  metal ; 
that  the  inner  end  is  the  only  part  open  to  the  other  parts 
of  the  building;  that  there  is  a  platform  about  3  ft.  higher 
than  the  floor  of  the  garage  at  the  inner  end  of  the  garage, 
for  the  purposes  of  loading  trucks;  that  no  gasoline  stor¬ 
age  is  on  the  premises. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  stairhall  of  1st  story  shall  be 
fire  retarded  in  accordance  with  the  rules  of  the  board  of 
standards  and  appeals,  with  egress  directly  to  street ;  no 
opening  to  be  permitted  from  said  hallway  at  1st  floor  level ; 
that  not  more  than  two  (2)  automobiles,  the  property  of 
the  owner  of  the  premises,  used  in  the  conduct  of  his  busi¬ 
ness,  shall  be  stored  on  the  premises  at  any  time;  there 
shall  be  no  gasoline  storage  equipment  permitted  on  the 
premises ;  that  the  floor  space  occupied  for  garage  run¬ 
way  shall  be  finished  with  cement  concrete;  that  the  bulk¬ 
head  of  automobile  runway  end  and  sides  shall  be  built 
up,  with  not  more  than  one  opening  at  end  of  runway, 
equipped  with  an  approved  self-closing  metal  door;  and  on 
further  condition  that  the  1st  story  and  cellar  use  shall  be 
restricted  to  the  storage  and  conduct  of  plumbing  supplies 
and  fixture  business. 


727-25-A. 

APPELLANT — Jno.  B.  Snook  Sons,  for  Bernhard  Ull- 
man  Co.,  Inc.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 28-30  Greene  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  John  W.  Boylston. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent  .  U 

THE  RESOLUTION: 

(727-25-A) 


Whereas,  Jno.  B.  Snook  Sons,  for  Bernhard  Ullman, 
Inc.,  lessee,  filed,  July  9,  1925,  an  appeal  from  an  order 
of  the  fire  commissioner,  affecting  premises  28-30  Greene 
street,  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
17,  1925,  No.  80157-F,  reads: 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  *  *  *,  placed  within  main  stairway  en¬ 
closure.”  ; 
and 

Whereas,  the  building  is  non-fireproof,  six  stories  (93 
ft.)  in  height,  49  ft.  1  in.  by  95  ft.  in  area  at  1st  story 
and  49  ft.  1  in.  by  87  ft.  above.  OCCUPIED :  1st  story, 
shipping,  12  persons ;  2nd  story,  stock,  6  persons ;  3rd  story, 
packing,  25  persons ;  4th  story,  manufacturing  embroidery, 
15  persons ;  5th  story,  sewing,  50  persons ;  6th  story,  cut¬ 
ting,  8  persons;  and 

Whereas,  the  appellant  claims  that  the  building  is  now 
being  equipped  with  a  two-source  sprinkler  system;  that 
it  is  equipped  with  a  fire  alarm  signal  system;  that  it  is 
provided  with  a  fire  line  on  outside  of  the  building  extending 
from  sidewalk  to  roof  with  outlets  at  each  story;  that  it 
is  also  provided  with  legal  exit  facilities. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


798-25-A 

APPELLANT — Rudolph  P.  Miller,  for  Ibhal  Realty 
Co.,  Inc.,  owner. 


SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AbbECTED — 241-255  Haven  avenue  and 
737-741  West  177th  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Rudolph  P.  Miller. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

AC  1  ION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(798-25-A) 

Whereas,  Rudolph  P.  Miller,  for  Ibhal  Realty  Co.,  Inc., 
owner  (Harry  A.  Lanzer,  treasurer),  filed,  August  3,  1925, 
an  appeal  from  an  order  of  the  fire  commissioner,  affecting 
premises  241-255  Haven  avenue  and  737-741  West  177th 
street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  82189- 
F,  dated  July  17,  1925,  reads: 

“1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  sq.  in.  extending  from  cellar  to  roof,  with  neces¬ 
sary  check  valves  and  2)4  inch  regulation  Fire  Depart¬ 
ment  outlets  on  each  story  *  *  *.”; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  (62 
ft.  1  in.)  in  height,  175  ft.  4  in.  by  103  ft.  in  area;  OCCU¬ 
PIED  as  an  apartment  house;  12  families  on  each  story; 
and 

Whereas,  the  appellant  contends  that  in  the  adoption 

of  section  581  of  the  code  requiring  standpipes  in  buildings 
over  10,000  sq.  ft.  in  area,  the  framers  of  the  law  had 

no  intention  of  applying  such  requirement  to  residence 

buildings,  that  there  was  no  need  of  making  a  specific 
exemption  at  that  time  as  apartment  houses  were  not  be¬ 
ing  erected  of  such  large  areas;  and 

Whereas,  it  appears  that  the  building  faces  on  two  streets, 
that  the  rear  is  accessible  from  rear  yard,  and  that  by 

means  of  8  in.  interior  walls  the  building  is  subdivided 
into  sections,  each  less  than  10,000  sq.  ft.  in  area,  and  that 
other  enclosing  walls  within  the  building  provide  a  sub¬ 
stantial  barrier  against  spread  of  fire. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  no  single  fire  area  shall  exceed 
5,000  sq.  ft. ;  that  a  public  corridor  shall  be  provisioned 
and  maintained  on  each  story  throughout  building  and 
from  the  apartments  at  either  end  of  building  with  8  in. 
walls  of  approved  masonry;  that  all  openings  in  and  to 
corridors  shall  be  provided  with  self-closing  fireproof  doors; 
and  that  the  building  shall  hot  exceed  a  height  of  63  ft. 
from  curb  level.  . 


1061-25-A. 


APPELLANT — George  Fred  Pelham,  for  Marcus 
Brown  Construction  Co.,  owner. 

SUBJECT— Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 441  West  End  avenue, 
Manhattan. 

APPEARANCES— 

For  Appellant:  James  Kearney  and  James  Mc- 
Vicker. 


ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 

Kenlon  .  4 

Negative:  Commissioner  Guilfoyle .  1 

Absent  .  0 
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THE  RESOLUTION: 

(1061-25-A) 

Whereas,  George  Fred  Pelham,  for  Marcus  Brown  Con¬ 
struction  Company,  owner,  filed,  October  19,  1925,  an 
appeal  from  a  decision  of  the  superintendent  of  buildings, 
affecting  premises  441  West  End  avenue,  Borough  of  Man¬ 
hattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  October  15,  1925,  reads: 

“Fuel  oil  storage  tank  should  be  buried  below  floor 
of  lowest  story  (Rule  3a).”; 

and 

Whereas,  the  building  is  fireproof,  15  stories  in  height, 
102  ft.  2  in.  by  92  ft.  2  in.  in  area;  OCCUPIED  as  a 
tenement  house,  three  apartments  on  each  story ;  and 

Whereas,  the  appellant  proposes  to  install  a  fuel  oil 
burning  system  .  for  heating  purposes  in  strict  accordance 
with  the  fuel  oil  rules,  with  the  exception  of  the  storage 
tank  of  7500  gallons  capacity,  which  is  proposed  to  set  4 
ft.  2j£  in.  above  the  boiler  room  floor,  enclosed  in  brick 
walls,  12  in.  in  thickness,  and  provided  with  a  reinforced 
concrete  cover  8  in.  thick,  using  grade  “A”  oil. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  modified ,  and  the  appeal  be  and  it 
hereby  is  granted  on  condition  that  the  fuel  oil  storage 
tanks  shall  be  installed  in  accordance  with  rule  3  of  the 
fuel  oil  rules;  that  a  clear  space  of  not  less  than  12  in. 
shall  be  maintained  between  tank  enclosure  walls  and  the 
exterior  of  the  boiler  or  heating  apparatus ;  that  the  ca¬ 
pacity  of  any  individual  tank  shall  not  exceed  7500  gallons ; 
that  the  fuel  oil  installation  shall  comply  with  the  rules 
of  the  board  of  standards  and  appeals  in  all  other  respects. 


1 062-25-A. 

APPELLANT — George  Fred  Pelham,  for  Marcus 
Brown  Construction  Co.,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 451  West  End  avenue, 
Manhattan. 

APPEARANCES— 

For  Appellant:  James  Kearney  and  James  Mc- 
Vicker. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 


Kenlon  .  4 

Negative:  Commissioner  Guilfoyle  .  1 

Absent  .  0 

THE  RESOLUTION: 

(1062-25-A) 


Whereas,  George  Fred  Pelham,  for  Marcus  Brown  Con¬ 
struction  Company,  owner,  filed,  October  19,  1925,  an  ap¬ 
peal  from  a  decision  of  the  superintendent  of  buildings,  af¬ 
fecting  premises  451  West  End  avenue,  Borough  of  Man¬ 
hattan  ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 

“Tank  must  be  buried  below  the  floor  level  of  the 
boiler  room.  Rule  3  of  the  Fuel  Oil  Rules.”; 
and 

Whereas,  the  building  is  fireproof,  15  stories  in  height, 
102  ft.  2  in.  by  92  ft.  2  in.  in  area;  OCCUPIED  as  a  tene¬ 
ment  house;  three  apartments  on  each  story;  and 

Whereas,  the  appellant  proposes  to  install  a  fuel  oil 
burning  system  for  heating  purposes  in  strict  accordance 
with  the  fuel  oil  rules,  with  the  exception  of  the  storage 
tank  of  7500  gallons  capacity,  which  it  is  proposed  to  set 
8  ft.  9  in.  above  the  boiler  room  floor,  enclosed  in  brick 
walls  12  in.  in  thickness,  and  provided  with  a  reinforced 
concrete  cover  8  in.  thick,  using  grade  “A”  oil. 

Resolved,  that  the  decision  of  the  superintendent  of  build 
i*gs  be  and  it  hereby  is  modified,  and  the  aopeal  be  and 


it  hereby  is  granted  on  condition  that  the  fuel  oil  storage 
tanks  shall  be  installed  in  accordance  with  rule  3  of  the 
fuel  oil  rules;  that  a  clear  space  of  not  less  than  12  in. 
shall  be  maintained  between  tank  enclosure  walls  and  the 
exterior  of  the  boiler  or  heating  apparatus ;  that  the  ca¬ 
pacity  of  any  individual  tank  shall  not  exceed  7500  gallons; 
that  the  fuel  oil  installation  shall  comply  with  the  rules 
of  the  board  of  standards  and  appeals  in  all  other  respects. 


587-25-A. 

APPELLANT — Cornell  Vacuum  Burner  Co.,  for  Long 
Island  Star  Publishing  C$.,  owner. 
SUBJECT— Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 9  Radde  street,  Long  Island 
City,  Borough  of  Queens. 

APPEARANCES— 

For  Appellant:  H.  A.  Kuntz. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

AC  riON  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers^  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(587-25-A) 

Whereas,  Han.  A.  Kunitz,  for  Cornell  Vacuum  Burner 
Co.,  for  Long  Island  Star  Publishing  Co.,  owner,  filed, 
June  8,  1925,  an  appeal  from  a  decision  of  the  fire  commis¬ 
sioner,  affecting  premises  9  Radde  street,  Long  Island  City, 
Borough  of  Queens;  and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
June  3,  1925,  reads: 

“1.  Tank  must  be  tested  in  presence  of  Fire  Depart¬ 
ment  representative. 

“2.  Burners  must  be  of  a  type  approved  by  the 
Board  of  Standards  and  Appeals.”; 

and 

Whereas,  the  building  is  fireproof,  five  stories  in  height, 
68  ft.  by  .100  ft.  in  area;  OCCUPIED  as  a  publishing 
house ;  about  25  persons  on  each  story ;  and 

Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  fuel  oil  storage  tank  of  approximately  2500 
gallons,  located  in  the  boiler  room,  connected  with  a  Cor¬ 
nell  oil  burner,  using  grade  “A”  oil;  and 

.Whereas,  the  appellant  claims  the  system  has  been  oper¬ 
ating  satisfactorily  for  three  years ;  that  the  storage  tank 
is  inaccessible;  that  similar  objections  have  been  previously 
passed  by  the  board,  permitting  the  use  of  this  particular 
burner,  he  requests  the  board  to  permit  the  operation  of 
this  fuel  oil  system  to  continue. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  as  to  Item  1,  on  condition  that  a  certificate 
of  factory  test  shall  be  filed  with  the  fire  commissioner ; 
as  to  Item  2,  on  condition  that  the  fire-box  of  the  boiler 
shall  be  equipped  with  self-closing  device;  and  that  the 
installation  of  the  fuel  oil  burning  equipment  shall  comply 
with  the  fuel  oil  rules  in  all  other  respects. 


267-25-A. 

APPELLANT — Fox  &  Weller,  for  the  Hanover  Fire 
Insurance  Company,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 34-38  Pine  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Robert  B.  Schur. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  denied. 
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THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent  .  0 

THE  RESOLUTION: 

(267-25-A) 


Whereas,  Fox  and  Weller,  for  The  Hanover  Fire  In¬ 
surance  Company,  owner,  filed,  March  9,  1925,  an  appeal 
from  an  order  of  the  fire  commissioner,  affecting  premises 
34-38  Pine  street,  Borough  of  Manhattan ;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  Jan¬ 
uary  27,  1925,  reads  (Order  No.  71072-F)  : 

“1.  PROVIDE  approved  fireproof  windows,  with 
metal  or  kalameined  frames,  glazed  with  wired  glass 
for  all  openings  in  the  exterior  wall  above  the  1st 
story,  which  are  distant  in  a  direct  line  less  than  30 
ft.  from  any  opening  in  any  other  building  and  not  in 
the  same  plane  with  said  openings  and  which  are  not 
more  than  50  ft.  above  a  neighboring  roof  at  east  and 
north  sides  of  building,  or  other  approved  protection 
as  per  Section  375,  Article  18,  Chapter  5  of  the  Code 
of  Ordinances.” ; 

and 

Whereas,  the  building  is  fireproof,  14  stories  in  height, 
68  ft.  1  in.  by  63  ft.  6  in.  in  area  at  the  1st  story;  OCCU¬ 
PIED  as  an  office  building;  about  30  persons  on  each  story; 
and 

Whereas,  the  appellant  claims  there  are  68  windows  in 
the  nyrth  side  of  the  building  and  32  windows  on  the 
east  side  which  are  affected ;  that  most  of  the  windows 
are  J4  in.  plate  glass  in  hollow  metal  frames ;  he  further 
contends  that  no  hazard  would  be  incurred  if  the  order 
were  reversed. 

Resolved ,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 

CASE  DISMISSED. 

APPEAL  FROM  ADMINISTRATIVE  ORDER. 

The  chairman  called  attention  to  the  following  case 
where  notice  of  intention  to  appeal  was  offered  for 
filing,  but  where,  despite  notice  from  this  office,  papers 
have  not  been  completed,  thus  tying  the  hands  of  the 
administrative  official  in  the  performance  of  his  duty: 
585-25-A. 

APPELLANT — Malborne  Lucas,  owner. 

SUBJECT — Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — Southwest  corner  of  Ave¬ 
nue  R  and  East  24th  street,  Brooklyn. 
APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  dismissed. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Martin  .  5 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(585-25-A) 

Whereas,  the  foregoing  appellant  has  filed  an  appeal  with 
the  board  of  standards  and  appeals  from  a  decision  of  the 
superintendent  of  buildings,  affecting  the  premises  in  ques¬ 
tion  ;  and 

Whereas,  the  appellant  has  failed  to  complete  his  papers, 
though  duly  notified  to  do  so. 

Resolved,  that  the  foregoing  appeal  be  and  it  hereby  is 
dismissed  for  lack  of  prosecution. 

BUILDING  ZONE  CASES. 

903-25-BZ. 

APPLICANT — McCooey  &  Conroy,  for  N.  &  H. 
Building  Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  7-e  of  the  building 
zone  resolution  to  permit  in  a  business  district 


the  change  of  occupancy  of  the  second  sto 
from  auto  accessories  to  a  garage  for  the  stora: 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 823-829  Classon  avent 
Brooklyn. 

APPEARANCES— 

For  Applicant:  John  H.  McCooey,  Jr. 

For  Opposition:  Joseph  Koppelman,  Agn 
Stack,  A.  C.  McKenzie  and  others. 

ACTION  OF  BOARD — Application  laid  over  to  Ja 
uary  19,  1926,  at  10  a.  m.,  on  request  of  app 
cant,  pending  court  determination. 


271-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Ray  Barne 
owner. 

SUBJECT — Application  (re:  decision  of  superintende 
of  buildings)  under  section  7-e  of  the  buildii 
zone  resolution  to  permit  in  a  business  distr 
the  erection  and  maintenance  of  a  garage  for  t 
storage  of  more  than  five  (5)  motor  vehich 

PREMISES  AFFECTED— 956  Forest  avenue,  TJ 
Bronx. 

APPEARANCES— 

For  Applicant:  Walter  A.  Dunnigan. 

For  Opposition:  Herman  M.  Albert. 

ACTION  OF  BOARD — Application  laid  over  to  D 
cember  22,  1925,  at  10  a.  m.,  on  consent  of  bo 
sides,  for  final  disposition. 


270-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Schinasi  Cor 
mercial  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendel 
of  buildings)  under  section  21  of  the  buildir 
zone  resolution  to  permit  in  a  business  distri 
and  also  within  200  feet  of  a  hospital  the  u 
of  an  existing  building  as  a  garage  for  the  sto 
age  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 32-36  W^est  100th  stre< 
Manhattan. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Paul  Braune,  Mrs.  Roth,  Mu 
ray  Landes,  Mrs.  Ruth  Strunsky,  Henry  1 
Sheldon  and  Charles  Schmidt. 

ACTION  OF  BOARD — Application  laid  over  to  D 
cember  15,  1925,  at  2  p.  m.,  for  inspection  ai 
report  by  a  committee  of  the  board;  no  furth 
argument  to  be  made. 


367-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Greenspec  Horn 
Corp.,  owner. 

SUBJECT — Application  to  accept  (re:  decision  of  supe 
intendent  of  buildings)  to  permit  in  a  busine 
district  the  erection  and  maintenance  of  a  g 
rage  for  the  storage  of  more  than  five  (5)  mot 
vehicles. 

PREMISES  AFFECTED — 1486-1496  Coney  Islai 
avenue,  Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

AC  I  ION  OF  BOARD — Request  to  accept  applicatil 
granted. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief  i 

Martin  . 

Negative:  Commissioner  Guilfoyle . 

Absent  . ' 


696-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Osbruck  Real 
Co.,  owner. 

1352 


MINUTES 


SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — Northwest  corner  of  Grand¬ 
view  avenue  and  Ralph  street,  Ridgewood,  Bor¬ 
ough  of  Queens. 

APPEARANCES — 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  James  B.  Emerick,  William 

M.  McLean,  Joseph  Sauerwein  and  others. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  . . .  4 

Negative:  Commissioner  Connell .  1 

Absent  .  0 

THE  RESOLUTION: 

(696-25-BZ) 

Whereas,  William  F.  Doyle,  for  Osbruck  Realty  Com- 
jany,  owner,  filed,  July  3,  1925,  an  application,  under  the 
milding  zone  resolution,  to  permit  in  a  business  district  the 
section  and  maintenance  of  a  garage  for  the  storage  of 
uore  than  five  motor  vehicles;  premises  northwest  corner 
)f  Grandview  avenue  and  Ralph  street,  Ridgewood,  Bor- 
High  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
)y  the  board  of  standards  and  appeals,  at  its  regular  meet- 
ng,  December  8,  1925,  after  due  notice  by  publication  in 
he  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build- 
ng  zone  resolution  show  that  Grandview  avenue  is  in  a 
msiness  district;  that  Ralph  street  is  in  a  business  district, 
ind  that  Bleecker  street  is  in  a  residence  district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
•endered  June  29,  1925,  reads: 

“1.  Erection  of  a  public  garage  for  more  than  five 
cars  is  forbidden  in  business  district.  Not  examined 
further.” ; 
ind 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
:onstruction,  one  story  in  height,  with  a  frontage  of  150.13 
It.  and  a  depth  of  99.45  ft.  and  101.89  ft.,  irregular;  to 
>e  occupied  as  a  garage  for  the  storage  of  more  than  five 
notor  vehicles;  and 

Whereas,  there  are  other  prohibited  uses  in  the  street, 
ind  applicant  has  made  reasonable  effort  to  secure  80  per 
:ent  of  consents  as  provided  in  section  7-g  of  the  zone 

!  esolution ;  and 

Whereas,  the  board  concluded  that  there  would  be  prac- 
ical  difficulties  and  unnecessary  hardship  in  the  way  of  ear¬ 
ning  out  the  strict  letter  of  the  zoning  resolution,  and  ap- 
)licant  should  be  granted  relief  under  section  21. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  cl  variation  in  the  application  of  the  use  dis- 
rict  regulations  of  the  building  zone  resolution,  and  that 
he  application  be  and  it  hereby  is  granted  on  condition 
hat  the  building  be  restricted  in  height  to  a  one-story  struc- 
ure;  that  there  shall  be  no  vehicular  entrance  on  Grand- 
dew  avenue;  that  any  gasoline  storage  equipment  installed 
;hall  be  located  to  the  northerly  end  of  the  building  at  the 
*alph  street  front;  that  there  shall  be  no  signs  or  adver- 
ising  permitted  on  the  Grandview  avenue  front,  other  than 
>ne  projecting  electric  sign  indicating  the  title  of  the  ga- 
"age ;  that  the  rear  and  gable  walls  shall  be  unpierccd 
hroughout  their  entire  height  and  length ;  that  the  street 
tront  elevations  shall  be  finished  in  face  brick,  with  arclii- 
ectural  terra  cotta  or  stone  trimmings ;  and  that  all  permits 
lecessarv  for  the  prosecution  of  the  work  shall  be  obtained 
.vithin  nine  months  and  the  building  completed  within  eigh- 
;een  months  from  the  date  of  this  action. 


523-25-BZ. 

APPLICANT — Albert  Wal<4  for  Park  Avenue  Im¬ 
provement  Co.,  Inc.,  lessee. 

SUBJECT — Application  (re:  order  of  tenement  house 
commissioner)  under  section  7,  subdivisions  b 
and  c,  of  the  building  zone  resolution  to  permit 
in  a  residence  district  extending  from  a  busi¬ 
ness  district  the  maintenance  of  a  business  use. 
PREMISES  AFFECTED — 320-330  Park  avenue,  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Albert  Wald. 

For  Qualified  Opposition:  Walter  W.  Malone 
and  James  A.  McCarthy,  representing  Fifth 
Avenue  Association. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Martin  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(523-25-BZ) 

W hereas,  Albert  Wald,  for  Park  Avenue  Improvement 
Company,  Inc.,  lessee,  filed,  May  20,  1925,  an  application, 
under  the  building  zone  resolution,  to  permit  in  a  residence 
district,  extending  from  a  business  district,  the  maintenance 
of  a  business  use;  premises  320-330  Park  avenue,  Borough 
of  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  8,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Park  avenue  is  in  a  residence 
and  business  district;  that  East  51st  street  is  in  a  residence 
district,  and  that  East  50th  street  is  in  a  business  district ; 
and 

Whereas,  the  order  of  the  tenement  house  commissioner, 
dated  December  27,  1924,  reads : 

“The  2  rooms  at  south  of  2nd  entrance  door  from 
north  on  Park  Ave.  side  of  building  are  used  and  oc¬ 
cupied  for  business.  The  use  of  said  apartment  for 
business  purposes  must  be  discontinued  forthwith  and 
the  building  permanently  used  for  residential  purposes 
only.” ; 
and 

Whereas,  the  existing  building  is  of  fireproof  construc¬ 
tion,  12  stories  in  height,  with  a  frontage  of  200  ft.  3)4 
in.  and  a  depth  of  79  ft.  and  75  ft.  V%  in.,  irregular;  to 
be  occupied  as  office  and  residence ;  applicant  proposes  to 
use  two  rooms  on  ground  floor,  south  of  2nd  entrance  door 
from  north  for  office  purposes  in  connection  with  jewelry 
business ;  and 

Whereas,  the  board  deemed  that  the  applicant  was  en¬ 
titled  to  relief  under  section  7-c  of  the  building  zone  reso¬ 
lution  and  also  that  there  would  be  practical  difficulties  and 
unnecessary  hardship  in  the  way  of  carrying  out  the  strict 
letter  of  the  zoning  resolution. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  .is  granted,  only  so  far  as 
it  affects  the  single  suite  of  two  rooms,  occupied  by  one 
Moubassin,  the  present  tenant,  for  a  temporary  period  not 
to  extend  beyond  September  30,  1927,  on  condition  that  there 
shall  be  no  structural  alteration  or  change  of  any  descrip¬ 
tion  on  the  exterior  or  interior  of  this  suite;  that  there 
shall  be  no  commercial,  store  or  business  fixtures  installed 
or  maintained  in  the  portion  of  the  premises  under  appeal ; 
equipment  to  be  restricted  to  desks,  chairs  and  such  furni¬ 
ture  as  is  appurtenant  to  the  equipment,  use  and  occupancy 
of  executive  offices;  that  there  shall  be  no  outward  display 
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other  than  a  single  brass  or  bronze  flat  sign,  limited  in 
area  to  14  inches  square,  erected  immediately  outside  of 
the  street  door  entrance  to  this  suite ;  that  there  shall  be 
no  other  sign  or  advertising  of  any  nature  or  description 
permitted  within  this  area. 


791-25-BZ. 

APPLICANT — McCombs  &  Ryan,  for  George  C. 
Schwalb,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  residence  district 
the  alteration  and  enlargement  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 619-625  Hancock  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Frederick  R.  Ryan. 

For  Opposition:  William  P.  Dunn,  Rose  Rhine 
heimer,  John  Muller,  Margaret  M.  Klas  and 
Mrs.  K.  Smith. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Martin  .  5 

Negative  . o 

Absent  .  0 

THE  RESOLUTION: 


(791-25-BZ) 

Whereas,  McCombs  &  Ryan,  for  George  C.  Schwalb, 
owner,  filed,  July  31,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  residence  district  thq 
alteration  and  enlargement  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles;  premises  619-625  Hancock 
street,  Borough  of  Brooklyn ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular' meeU 
ing,  December  8,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Hancock  street  is  in  a  resi¬ 
dence  district;  that  Reid  avenue  is  in  a  business  district,  and 
that  Jefferson  avenue  is  in  a  residence  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  13,  1925,  reads: 

“2.  Extension  of  business  building  prohibited  within 
residential  district.  Art.  II,  Sec.  3,  Sec.  6  (a)  of  Zone 
Resolution.” ; 
and 

Whereas,  the  existing  building  is  of  fireproof  construc¬ 
tion,  two  stories  in  height,  with  a  frontage  of  75  ft.  and 
a  depth  at  1st  story  of  100  ft.  and  at  2nd  story  of  31  ft. 
8  in.;  to  be  occupied  as  a  garage  for  the  storage  of  more 
than  five  motor  vehicles;  applicant  proposes  to  extend  the 
2nd  story  over  the  entire  lot  area,  the  size  of  proposed 
new  portion  is  75  ft.  by  68  ft.  4  in.;  the  entire  building 
to  be  used  for  garage  purposes ;  and 
Whereas,  a  permit  was  issued  by  bureau  of  buildings 
and  building  erected  with  the  exception  of  rear  portion, 
2nd  story,  prior  to  the  enactment  of  the  building  zone  reso¬ 
lution,  and  the  board  deemed  that  applicant  established  his 
basis  of  appeal  under  section  21  and  that  there  would  be 
practical  difficulties  and  unnecessary  hardship  in  the  way  of 
carrying  out  the  strict  letter  of  the  zoning  resolution. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  only  so  far  as 
it  affects  the  completion  of  the  rear  portion  of  the  2nd  story 
in  accordance  with  the  original  plan  submitted  and  permit 


issued  by  the  superintendent  of  buildings,  on'  condition  that 
the  rear  and  gable  walls  of  the  addition  shall  be  unpierced 
throughout  their  entire  height  and  length;  that  no  skylight 
shall  be  installed  within  20  ft.  of  the  rear  or  gable  walls, 
any  skylights  installed  to  be  glazed  with  plain  glass  and 
protected  above  and  below  with  wire  guards ;  that  there 
shall  be  no  advertising  signs  erected  or  maintained  on  the 
building,  any  advertising  display  shall  be  restricted  to  the 
plate  glass  office  windows  of  the  1st  story;  that  there  shall 
be  no  portable  gasoline  tanks  permitted  outside  the  struc¬ 
ture;  that  any  existing  gasoline  storage  equipment  shall  not 
be  increased ;  that  there  shall  be  no  machine  shop  conducted 
on  the  premises ;  any  repair  work  shall  be  limited  to  that 
incidental  to  the  conduct  of  a  public  garage;  that  there 
shall  be  no  motor-driven  machinery  permitted  on  the  prem¬ 
ises,  other  than  a  one-half  horsepower  electric  drill;  that  the 
front  of  the  building  as  it  now  exists  shall  not  be  changed 
or  altered  in  any  manner;  that  all  permits  necessary  for 
the  prosecution  of  the  work  shall  be  obtained  within  nine 
months  and  the  alteration  completed  within  twelve  months 
from  the  date  of  this  action. 


824-25-BZ. 

APPLICANT — Charles  D.  Cords,  for  Hedwiene  M. 
Pope,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  sections  7-e  and  21  of  the 
building  zone  resolution  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED  — 25-41  Jamaica  avenue, 
Brooklyn,  N.  Y. 

APPEARANCES— 

For  Applicant:  Charles  D.  Cords. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Martin  .  5 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION: 

(824-25-BZ) 

Whereas,  Charles  D.  Cords,  for  Hedwiene  M.  Pope, 
owner,  filed,  August  12,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the  storage 
of  more  than  five  motor  vehicles  and  a  gasoline  selling  sta¬ 
tion;  premises  25-41  Jamaica  avenue,  Borough  of  Brooklyn; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  8,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Fanchon  place  is  in  an  un¬ 
restricted  and  business  district ;  that  Bushwick  avenue  and 
Jamaica  avenue  are  in  business  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rendered  November  23,  1925,  reads: 

“Proposed  one-story  public  garage  for  more  than 
five  motor  vehicles  and  gasoline  station,  to  be  located 
in  a  business  district  is  contrary  to  Art.  II,  Sec.  4 
of  the  Zone  Resolution.”; 
and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  and  basement  in  height,  with  a 
frontage  of  134  ft.  10  in.  on  Fanchon  place  and  172  ft. 
on  Jamaica  avenue;  to  be  occupied  as  a  garage  for  the 
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storage  of  more  than  five  motor  vehicles  and  also  a  gaso¬ 
line  selling  station  with  pumps  at  curb  line;  and 

Whereas,  the  board  deemed  that  the  applicant  was  en¬ 
titled  to  relief  under  section  7-c  of  the  building  zone  reso¬ 
lution  and  also  that  there  would  be  practical  difficulties  and 
unnecessary  hardship  in  the  way  of  carrying  out  the  strict 
letter  of  the  zoning  resolution. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  the  building  be  restricted  in  height  to  a  one-story 
structure  above  grade;  that  the  rear  and  gable  walls  shall 
be  unpierced  throughout  their  entire  height  and  length ;  that 
the  exterior  of  the  street  elevation  shall  be  finished  with 
face  brick  and  architectural  terra  cotta  or  stone  trimmings ; 
that  there  shall  be  no  skylight  within  10  ft.  of  the  Fanchon 
place  gable  wall,  and  any  skylight  installed  shall  be  glazed 
with  plain  glass  and  equipped  with  wire  guards  above  and 
below;  that  all  permits  necessary  for  the  prosecution  of  the 
work  shall  be  obtained  within  nine  months  and  the  building 
completed  within  eighteen  months  from  the  date  of  this 
action. 


630-25-BZ. 

APPLICANT— David  J.  Stewart,  for  Edward  H.  Litch¬ 
field,  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  4iiore  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 305-311  Third  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  David  J.  Stewart. 

For  Opposition:  Byron  Clark  and  Veito  Gallo. 
ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Martin  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 

(630-25-BZ) 

Whereas,  David  J.  Stewart,  for  Edward  H.  Litchfield, 
owner,  filed,  June  17,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles;  premises  305-11  3rd  street,  Bor¬ 
ough  of  Brooklyn;  and  ... 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  8,  1925,  after  due  notice  by  publication  in 
the’  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  3rd  street  is  in  a.  business 
district  on  the  north  side  and  in  a  residence  district  on 
the  south  side;  that  2nd  street  is  in  a  business  district, 
and  that  4th  avenue  is  in  a  business  district  on  the  east 
side  and  in  an  unrestricted  district  on  the  west  side;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  4,  1925,  reads :  . 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 

II,  Sec.  4  a,  15.  ,  '  c 

“The  erection  of  a  garage  for  more  than  hve  mo¬ 
tor  vehicles  in  a  business  district.”; 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  80  ft. 
and  a  depth  of  100  ft. ;  to  be  occupied  as  a  garage  for  the 
storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  applicant  has  filed  82  per  cent  of  consents 
of  affected  property  owners,  as  provided  under  section  7-g 
of  the  zoning  resolution;  and 


Whereas,  the  board  concluded  that  there  would  be  prac¬ 
tical  difficulties  and  unnecessary  hardship  in  the  way  of 
carrying  out  the  strict  letter  of  the  zoning  resolution. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  the  building  be  restricted  to  a  one-story  structure  in 
height,  above  grade;  that  the  rear  and  gable  walls  shall 
be  unpierced  throughout  their  entire  height  and  length ; 
that  a  fixed  double-rung  iron  ladder  shall  be  provided  at 
the  rear  of  the  building  to  a  scuttle  in  the  roof ;  that  the 
front  elevation  shall  be  finished  in  face  brick,  with  archi¬ 
tectural  terra  cotta  or  stone  trimmings;  that  there  shall  be 
no  signs  erected  or  maintained  on  the  premises,  any  ad¬ 
vertising  display  to  be  restricted  to  the  frieze  between  the 
door-heads  and  the  coping,  on  the  front  of  the  building; 
that  the  facade  shall  be  erected  substantially  in  accordance 
with  the  design  of  the  elevation  as  filed  in  this  appeal ;  that 
any  gasoline  storage  equipment  installed  shall  be  located 
approximately  at  the  center  of  the  building  at  the  street 
front;  that  all  permits  necessary  for  the  prosecution  of  the 
work  shall  be  obtained  within  nine  months  and  the  build¬ 
ing  completed  within  eighteen  months  from  the  date  of 
this  action. 


504-25-BZ. 

APPLICANT — William  F.  Doyle,  for  D.  Coppersmith, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  sections  7-g  and  21  of  the 
building  zone  resolution  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 128-144  East  98th  street, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle  and  A.  I. 
Nova. 

For  Opposition:  Walter  R.  Kuhn,  Stanley  S. 
Smith  and  A.  Forman. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Commissioners  Connell,  Flan¬ 
agan,  Guilfoyle  and  Fire  Chief  Martin..  4 


Negative:  Chairman  Walsh  .  1 

Absent  .  0 

THE  RESOLUTION: 

(504-25-BZ) 


Whereas,  William  F.  Doyle,  for  D.  Coppersmith,  owner, 
filed,  May  13,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  garage  for  the  storage  of  more  than  five 
motor  vehicles ;  premises  west  side  of  East  98th  street,  100 
ft.  north  of  Winthrop  street,  Borough  of  Brooklyn ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  8,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  98th  street  is  in  a  busi¬ 
ness  district  and  that  Rockaway  parkway  is  in  a  residence 
district ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  May  4,  1925,  reads : 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
2,  Sec.  4a,  15. 

“The  erection  of  a  public  garage  for  more  than  five 
motor  vehicles  in  a  business  district.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  15a 
ft.  and  a  depth  of  120  ft. ;  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles ;  and 
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Whereas,  the  applicant  has  made  a  reasonable  effort  to 
secure  the  80  per  cent  of  consents  as  provided  in  section 
7-g  of  the  zone  resolution,  and  the  board  concluded  that 
there  would  be  practical  difficulties  and  unnecessary  hard¬ 
ship  in  the  way  of  carrying  out  the  strict  letter  of  the  zon¬ 
ing  resolution. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone'  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  the  building  shall  be  restricted  to  a  one-story  structure 
above  grade;  that  the  rear  and  gable  walls  shall  be  un¬ 
pierced  throughout  their  entire  height  and  length ;  that  a 
fixed  double-rung  iron  ladder  shall  be  provided  at  the  rear 
wall  of  the  building  to  a  scuttle  in  the  roof ;  that  the  front 
elevation  shall  be  finished  in  face  brick,  with  architectural 
terra  cotta  or  stone  trimmings ;  that  there  shall  be  no  signs 
erected  on  the  premises,  other  than  one  electric,  projecting 
sign  on  the  front  of  the  building,  and  any  other  adver¬ 
tising  to  be  restricted  to  the  show  window  store  fronts ; 
that  all  permits  necessary  for  the  prosecution  of  the  work 
shall  be  obtained  within  nine  months  and  the  building  com¬ 
pleted  within  eighteen  months  from  the  date  of  this  action. 


1514-23-BZ. 

APPLICANT — John  De  Hart,  for  Morris  Saskowitz, 
owner. 

SUBJECT — Application  for  modification  of  resolution 
adopted  by  board  October  3,  1924,  to  permit  a 
non-fireproof  garage  occupancy  tnroughout  the 
entire  premises. 

PREMISES  AFFECTED — 75  First  avenue,  Manhattan. 
APPEARANCES— 

For  Applicant:  John  De  Hart. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  to  modify  resolu¬ 
tion  denied. 

THE  VOTE  TO  GRANT  MODIFICATION— 

Affirmative:  Commissioner  Guilfoyle  .  1 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Fire  Chief  Martin  4 
Absent  .  0 

THE  RESOLUTION: 

(1514-23-BZ) 

Whereas,  Morris  Saskowitz,  owner,  filed,  December  23, 

1923,  an  application,  under  the  building  zone  resolution,  to 
permit  in  a  business  district  the  extension  and  change  of 
occupancy  of  the  2nd,  3rd  and  4th  stories  of  a  building 
from  storage  to  a  garage  for  the  storage  of  more  than 
five  motor  vehicles;  premises  75  First  avenue,  Manhattan; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  appeals,  at  its  special  meeting,  October  3, 

1924,  after  due  notice  by  publication  in  the  Bulletin  of 
the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  First  avenue,  East  4th  street 
and  East  5th  street  are  business  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  19,  1923,  reads : 

“Your  application  for  certificate  of  occupancy  filed 
December  6,  1923,  for  garage  in  entire  building  is  here¬ 
by  denied  for  the  following  reasons : 

“Garage  in  basement  and  1st  floor  was  granted  by 
the  Board  of  Appeals,  Cal.  7-21-BZ  and  extension  of 
the  garage  occupancy  is  prohibited  by  the  Building  Zone 
Resolution,  the  building  being  in  a  business  district.” ; 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
four  stories  in  height,  with  a  frontage  of  24  ft.  y2  in.  and 
a  depth  of  100  ft.;  occupied  as  garage  in  the  basement  and 
1st  story  and  furniture  storage  above;  it  is  proposed  to 
occupy  the  entire  structure  as  a  garage;  and 


Whereas,  the  applicant  has  filed  the  duly  acknowledged 
consents  of  the  owners  of  83  per  cent  of  the  property  front¬ 
age  deemed  by  the  board  to  be  affected ;  and 
Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  October  3,  1924,  on  certain  conditions,  and  pres¬ 
ent  owner,  through  his  architect,  John  De  Hart,  request* 
a  modification  of  these  conditions;  and 

Whereas,  the  following  brief  summary  of  the  action  of 
the  board  on  these  premises  was  submitted  to  the  board : 

Under  Cal.  No.  7-21-BZ,  it  was  brought  out  that 
the  premises  wrere  then  occupied  as  a  stable  on  the  first 
and  basement  stories,  the  second  to  fourth  stories,  in¬ 
clusive,  being  occupied  for  storage,  and  the  Board 
granted  a  permit  to  convert  the  first  story  and  base¬ 
ment  from  a  stable  to  a  garage  for  more  than  five 
motor  vehicles. 

There  exists  a  public  school  within  200  ft.  in  the 
rear  extending  from  4th  to  5th  Streets. 

Under  Cal.  368-21-BZ  (June  7,  1921)  a  new  appli¬ 
cation  was  presented  to  the  Board  for  permission  to 
convert  from  warehouse  to  garage  from  the  second 
to  the  fourth  stories,  and  this  new  application  the  Board 
unanimously  denied. 

Under  date  of  May  31,  1922,  this  application  was 
again  renewed  to  permit  the  extension  of  the  public 
garage  existing  in  the  basement  and  1st  story  through¬ 
out  the  entire  building,  and  the  Board  again  unani¬ 
mously  denied  that  extension  of  use. 

Under  Cal.  1514-23-BZ,  a  new  application  was  filed 
under  section  7-g,  supported  by  83  per  cent  of  consents 
within  the  area  fixed  by  the  Board,  to  permit  the  change 
of  occupancy  from  storage  to  garage  for  the  entire 
premises,  and  that  was  granted  on  condition  that  the 
entire  premises  be  made  fireproof. 

That  the  fireproof  requirement  was  known  to  and 
consented  to  by  the  attorney  of  record  for  the  appli¬ 
cant  is  proved  by  the  quotations  from  the  stenographer’s 
minutes  of  the  hearing : 

“The  fireproof  conditions  adopted  by  the  Board  was, 
in  its  judgment,  important  and  even  imperative  for  the 
safeguarding  of  the  adjoining  tenement  houses  in  this 
highly  congested  district,  and  those  adjoining  tenement 
houses  are  old  law  tenements,  and  there  is  a  motion 
picture  theatre  within  24  feet  on  the  same  street  front.” 

The  Board  had  the  most  intimate  knowledge  of  the 
situation  at  the  time  that  resolution  was  adopted,  be¬ 
cause  it  had  already  considered  several  appeals  affect¬ 
ing  this  same  premises. 

and 

Whereas,  the  board  deemed  that  no  modification  of  the 
original  resolution  should  be  granted. 

Resolved,  that  the  original  resolution  of  the  board,  read¬ 
ing,  that  the  board  of  appeals  does  hereby  make  a  varia¬ 
tion  in  the  application  of  the  use  district  regulations  of  the 
building  zone  resolution,  and  that  the  application  be  and 
it  hereby  is  granted  on  condition  that  the  structure  be  erected 
fireproof  throughout;  that  the  building  zone  requirements  as 
to  rear  yard  and  area  restrictions  shall  be  complied  with 
in  all  respects ;  that  the  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length;  that  any  gaso¬ 
line  storage  equipment  plant  shall  be  installed  at  the  ex¬ 
treme  front  of  the  building  and  confined  to  the  1st  story; 
that  the  front  elevation  should  be  finished  in  light  col¬ 
ored  face  brick ;  that  there  shall  be  not  more  than  one  pro¬ 
jecting  electric  sign  not  over  10  ft.  in  height  on  the  prem¬ 
ises;  that  the  structure  shall  not  exceed  four  stories  in 
height  above  grade ;  that  there.  shall  be  no  ramps  installed, 
maintained  or  used  in  this  building;  and  that  all  permits 
necessary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  building  completed  within  eigh¬ 
teen  months,  from  the  date  of  this  action,”  be  reaffirmed  and 
the  application  for  modification  be  denied. 
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CASES  DISMISSED. 

BUILDING  ZONE  APPLICATIONS. 

The  chairman  called  attention  to  the  following  cases', 
where  notice  of  intention  to  appeal  was  offered  for  filing, 
but  where,  despite  notices  from  this  office,  papers  have 
not  been  completed,  thus  tying  the  hands  of  the  admin¬ 
istrative  official  in  the  performance  of  his  duty: 
183-25-BZ. 

APPLICANT — Everett  M.  Clark,  lessee. 

SUBJECT — Application  (re:  order  of  fire  commis¬ 
sioner)  to  permit  in  a  business  district  the  use 
of  the  premises  as  a  parking  place  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 15-19  Lafayette  avenue, 
Brooklyn. 

APPEARANCES— None. 

ACTION  OF  BOARD — Application  dismissed. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Martin  .  5 

Negative  .  0 

Absent  .  0 


643-25-BZ. 

li  ^APPLICANT — Wilbur  F.  Earp,  for  Estate  of  Lambert 
S.  Quackenbush,  owner. 


SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  the  erection  and  main¬ 
tenance  of  a  public  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 1762  Park  avenue  and  75 
East  122nd  street,  Manhattan. 
APPEARANCES— None. 

ACTION  OF  BOARD — Application  dismissed. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Martin  .  5 

Negative  . ’  0 

Absent  .  *  *  0 

THE  RESOLUTION: 

(183-25-BZ) 

(643-25-BZ) 

Whereas,  the  foregoing  applicants  have  filed  with  the 
board  of  standards  and  appeals  application,  under  the  build¬ 
ing  zone  resolution,  affecting  the  premises  in  question ;  and 

Whereas,  the  applicants  have  failed  to  complete  their 
papers,  though  duly  notified  to  do  so. 

Resolved,  that  the  applications  be  and  they  hereby  are 
dismissed  for  lack  of  prosecution. 

Adjourned  5.50  p.  m. 

James  O’Connor,  Secretary. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  DECEMBER  8,  1925. 
Present:  Chairman  Walsh,  Commissioners  Connell, 
Flanagan,  Guilfoyle  and  Deputy  Fire  Chief  Martin. 


PETITIONS  FOR  VARIATIONS. 

743-25-S. 

PETITIONER — Deiches,  Goldwater  &  Flynn,  for  Du¬ 
plex  Motion  Picture  Industries,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 125-129  Sherman  street, 
Long  Island  City,  Borough  of  Queens. 

APPEARANCES— 

For  Petitioner:  Maurice  Deiches. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
22,  1925,  at  2  p.  m.,  on  request  of  petitioner. 


749-25-S. 

PETITIONER — Margaret  Murphy  Drew,  for  Helen  A. 
Wissmann,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 732  Broadway,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Margaret  Murphy  Drew. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
22,  1925,  at  2  p.  m.,  on  request  of  petitioner. 


APPEAPLAN CES<ECTED — 48  John  street,  Manhattan. 

For  Petitioner:  O.  Powell. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
22,  1925,  at  2  p.  m.,  on  request  of  petitioner. 

406-25-S. 

PETITIONER — Cullen  &  Dykman,  for  Acorn  Insu¬ 
lated  Wire  Company,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 178-192  Sullivan  street, 
Brooklyn. 

APPEARANCES— 

For  Petitioner:  Mr.  Cullen. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
22,  1925,  at  2  p.  m.,  on  request  of  petitioner. 

198-25-S. 

PETITIONER — Thomas  B.  Leahy,  for  566-568  Seventh 
Avenue,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  letter  of 
superintendent  of  buildings. 

PREMISES'  AFFECTED — 566-568  Seventh  avenue, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  Thomas  B.  Leahy. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
22,  1925,  at  2  p.  m.,  on  request  of  petitioner. 


675-25-S'. 

PETITIONER — John  Street  M.  E.  Church  Trust  Fund 
Society,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders  of 
fire  commissioner. 


On  motion,  the  following  cases  were  laid  over  to  De¬ 
cember  29,  1925,  at  the  session  beginning  at  10  a.  m. : 
728-25-S — 48  West  22nd  street,  Manhattan. 

734-25-S — 87-9  Nassau  street,  130  Fulton  street,  Manhat¬ 
tan. 

774-25-^ — 501  Seventh  avenue,  Manhattan. 
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794-25-S — 79-87  Madison  avenue,  23-27  East  28th  street, 
Manhattan. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

693-25-S — 270-276  West  38th  street  and  554-558  Eighth 
avenue,  Manhattan. 

688-25-S — 114-116  West  56th  street,  Manhattan. 

706- 25-S — 512-520  Grand  street,  Manhattan. 

707- 25-S — 504-510  Grand  street  and  2-12  Sheriff  street, 

Manhattan. 

708- 25-S — 34-36  Sheriff  street  and  25-35  Columbia  street, 

Manhattan. 


709- 25-S — Block  bounded  by  Grand,  Sheriff,  Broome  and 

Columbia  streets,  Manhattan. 

710- 25-S — Block  bounded  by  Broome,  Sheriff,  Delancey 

and  Columbia  streets,  Manhattan. 

767-25-S — 114-116  East  13th  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

813- 25-SA — Hardinge  Oil  Burner,  approval  of. 

814- 25-SA — Aetna  Automatic  Syphone  Breaker,  approval 

of 

846-25-S A — K.F.C.  Fuel  Oil  Burner,  approval  of. 
683-25-SA — Billow  Fuel  Oil  Burner,  approval  of. 


Adjourned  6  p.  m. 

James  O’Connor,  Secretary. 


RULES 


SMOKING  IN  FACTORIES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
August  13,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then,  only 
after  the  issuance  of  a  permit  by  the  fire  commissioner. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stairhall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  fire  commissioner  shall 
direct,  a  notice  of  such  prohibition,  and  the  penalty  for  its 
violation. 

(b)  Application.  Application  for  such  permit  shall 
be  made  only  by  the  owner  of  the  building  on  suitable 
blank  forms  to  be  furnished  by  the  fire  commissioner. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a 
conspicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  fire  com¬ 
missioner,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that: 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  *of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprinkler 
system,  the  floor  and  ceiling  of  such  room  shall 
be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed. 

(4)  All  .waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works; 

Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works ; 

Machine  shops ; 

Smelting ; 

Stone  or  monumental  works ; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2) .  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125 
Worth  street.  Price,  $1.25;  by  mail,  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125 
street.  Price,  30c;  by  mail,  35c. 
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FIRE  RETARDING  RULES 


Adopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga¬ 
rages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed 
fire-retarding  within  the  meaning  of  §73,  subdivision  3, 
of  the  building  code,  that  resists  the  action  of  flame 
and  heat  when  subjected  to  a  continuous  fire  for  one 
hour  at  an  average  temperature  of  seventeen  hundred 
(1700)  degrees  Fahrenheit  without  the  passage  of  flame, 
and  with  a  maximum  temperature  rise  to  four  hundred 
(400)  degrees  Fahrenheit  on  the  side  away  from  the 
fire.  The  point  at  which  the  temperature  of  transmitted 
heat  is  measured  shall  be  protected  from  external  air 
and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition 
construction,  the  area  under  test  shall  be  not  less  than 
one  hundred  (100)  square  feet  and  least  dimension 
shall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
of  floor  construction,  the  area  under  test  shall  be  not 
less  than  two  hundred  (200)  square  feet  and  the  least 
dimension  shall  be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support 
the  live  load  for  which  it  is  designed,  and  after  the  fire 
shall  safely  sustain  twice  the  designed  live  load  with  a 
maximum  deflection  of  not  more  than  one  two-hun¬ 
dredth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
joisted  floor  construction  shall  be  accepted  as  fire-re¬ 
tarding  construction  in  non-fireproof  buildings  ilsed  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  sta¬ 
tions  when  the  beams  are  protected  on  the  upper  and 
under  sides  with  the  fire-retarding  materials  specified 
in  rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  upper  sides  of  wood  floor  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations: 

(a)  Seven-eighths  (24)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not  less  than  two  and  one-half 
(2)4)  inches  of  1:2)4  :5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  ()4)  of  one  (l)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  (2)4  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  undersides  of  wood  floor  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations: 

(a)  One-half  (J4)  inch  plaster  boards,  or  three- 
eighths  04)  inch  gypsum  wall  boards  weighing  not 
less  than  16  pounds  per  squard  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 

i  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  ()4)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  furring 


strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 

(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  (24)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  (24)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (24)  inch  wood  sheathing, 
one-half  ()4)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  no-t  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (24)  inch  wood  sheathing, 
two  thicknesses  of  one-quarter  ()4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  "'•eta!  with  one-inch  lapped  seams. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES— 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Tuesday,  December  22,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  zvater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis-i 
sioner  may  require,  not  exceeding  three  (3),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  proznded  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  appliccmt  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wPv>  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 
27  of  these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  zvith  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  zvith  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton,  D.  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;  by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  ADDeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  proznsions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty- five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons ;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  30,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  zvater  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  proznded  that  there  are  separate  feed 
mains  from  the  basement  or  lozvest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2)  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  ( 3 )  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be¬ 
low  the  top  of  the  staves  in  zvooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
zvithout  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  twenty-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  zvhere  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  which  may  be  of  three  layers  of  one-inch 
(/")  hair  felt  interspersed  zvith  building  paper  zvell  wrapped 
and  secured  and  covered  with  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  zvhich  shall  not  tip  outzvard 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable *  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above’ 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12J4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  zvater  for  a  wet  pipe  system 
where  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  5,000  gallons  of  zvater  for  a  dry -pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  Iras  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  belozv  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (D/i)  inches  in  size  [with  a  one  and  one- 
quarter  ( 1 )4)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (/)4)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the ?  curb  because  of  a  vault  under  the  sidewalk  and  zvith- 
in  18"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  tzvo  (2' 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  allows  free  flow  of  zvater  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  zvater  supply  con 
ditions  and  pressures  are  as  tnay  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pumt 
as  an  automatic  source  of  zvater  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  zvhich  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  zvater  pressure  at  the  highest  sprinkler 
belozv  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  5.  And  shall  receive  zvater  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  zvater  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  oity  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  ( 50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca' 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (]4)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  ’hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  b« 
the  number  <->*  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  ( 200 )  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  ( 3 )4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  ( 15 )  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  Siamese  coupling  by  either  a  ball  drip  hairing 
a  one-half  04)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (54)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  and  pressure  tank,  or  a  gravity  tank  or 
Pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  sg  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Cor.ran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

/ 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 

I  girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows : 

(a)  For  standard  one-half  (l/2)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head, 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  ex.ceed  the  following: 
i 


(a)  For  standard  one-half  ( H )  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  (]/,)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  ( 1 %)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof.sloping  more  steeply 
thmi  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  (l/2)  inch  heads,  3 y2  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (lW)  inch  heads 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  w«*v  be  used  in  lieu  of  heads  located  in  peak  of 
roof ' 

(a)  For  standard  one-half  (y2)  inch  heads,  2 )4  feet. 

(b)  For  Conran*  one  (l)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint1  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2 y2  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (114)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  ot 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 

sprinkVr  'Vfl^ois  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule ,  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 


Rule  1 5.  Pipe  Sizes.  The  number 
size  pipe  in  one  fire  area  in  any  story 
following : 

of  heads  on  a  given 
shall  not  exceed  the 

(a)  For  standard  one 

Size  of  Pipe 

-half 

( y2 )  inch  heads — 

Maximum  No.  of 
Heads  Allowed 
.  1  head 

1  “ 

2  heads 

11 :Z  “ 

3 

1  /4  . 

1  iZ  “ 

5  “ 

0  u 

10 

olZ  “ 

20  “ 

*  /2  . 

9  u 

36 

QlZ  “ 

55  “ 

/  ••  .  80  “ 

*  “ 

.  .  140 

A  “ 

. .  200  “ 

T  “ 

. .  300  “ 

0  •«  .  420 

(b)  For  Conran*  one 

(1) 

inch  heads — 

Size  of  Pipe 

Maximum  No.  of 
Heads  Allowed 

1  head 

1 1 A  “ 

2  heads 

1 A  . 

3 

1  /2  . 

9  “  .... 

4 

9  iZ  “ 

6 

*  72  . 

9  44 

9 

i  “ 

18 

*  “ 

34 

fi  “ 

51 

7  “ 

75  “ 

«  “  . 

.  105 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads— 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 


1  lA 

<4 

.  2  heads 

1/2 

0 

<4 

.  3 

44 

44 

.  4 

44 

0/2 

9 

44 

.  6 

44 

A 

44 

.  12 

44 

K 

44 

.  21 

44 

A 

44 

.  40 

44 

7 

44 

.  60 

44 

44 

.  84 

44 

When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  ( 2)4 )  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (J4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  un  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

IV here  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  '‘dead  riser”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  zuith  the  discharge  pipe,  or  “ dead  riser”, 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipe  shall  be  full-weight 
standard  wrought  iron  or  steel  threade  1  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  w  thout  reducing  the 
waterway.  Fittings  shall  he  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall®  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
( 15(  )  pounds  per  square  inch,  and  shall  be  designed  for  a 
worKing  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overfloiv  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  zvall  and  exposed  to  the  zveatlier,  they 
shall  be  fitted  with  hoods  or  dozvn-turned  elbozvs. 

Drains,  pitched  not  less  than  one-quarter  (J4)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  tests  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  /  inch 
in  size  where  floor  valves  are  not  over  2'/2  inches  in  size 
and  1%  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i)/2  inches  in  size. 
I  he  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvherc 
a  tank  is  on  a  separate  structure  altogether  independent  of 

buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (%)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (l/2)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Y  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iYa  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  ^2-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  zvhere  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  zvater  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  Y^-inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  Yt-inch  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4*4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank ; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only- 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  vahe  located 
at  the  top  of  a  riser  in  a  dozvn-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (Y) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 

be  of  galvanized  cast  iron  or  other  approved  [non-corrodi- 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  oi  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (^4)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows: 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve : 

(a)  For  standard  one-half  ( )4 )  inch  heads  . 400 

(b)  For  Conran*  one  (1)  inch  heads  . 100 

(c)  For  Conran*  one  and  one-quarter  ( 1 %  inch  heads  64 

Where  equipped  with  an  approved  quick-opening  device 

the  following  number  of  heads  may  be  controlled  by  one 
“Type  A”  dry-pipe  valve : 

(a)  For  Standard  one-half  (J4)  inch  heads . 8oo 

( b )  For  Conran*  one  (i)  inch  heads . 200 

(c)  For  Conran *  one  and  one-quarter  (ij4)  inch  heads. 128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 

system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  ()4)  inch  heads  . 500 

(b)  For  Conran*  one  (1)  inch  heads . 125 

(c)  For  Conran*  one  and  one-quarter  (lf4)  inch  heads.  84 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 

systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (]4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1)4)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

.  S 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  neivly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  ivriting,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  walls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 

cf  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  ‘Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-ccllulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  coiisist  of  a  two  source 
system  as  proinded  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  •conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  ivliere  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Ride  42.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings'  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Undcnoriters.  Plans  for  such  installation  to  be  filed  with 
the  Fire  Department  for  approval. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


L  .  , 

If  applicants,  under  the  building  zone  n  solution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  sucli 
forms  are  not  to  he  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 
13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O'Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  he  added  if  the  forms  are  to 
be  supplied  hv  mail. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

The  forty-eight  piei  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

\ 

PIER  CASES. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A— Pier  15,  North  River,  Manhattan. 

879- 19- A — Pier  15,  North  River,  Manhattan. 

880- 19- A — Pier  28,  East  River,  Manhattan. 

881- 19-A— Pier  1  (Old),  North  River,  Manhattan. 

882- 19-A — Pier  27,  North  River,  Manhattan. 

883- 19-A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19-A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 
98 1-19- A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20- A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20-A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20- A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20-A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20-A — Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  f  streets,  Brooklyn. 

383-20- A — Pier  20,  East  River  Manhattan. 

420- 20-A — Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A— Pier  22,  foot  of  Atlantic  avenue.  Brooklyn. 

422- 20-A — Pier  29,  foot  of  Harrison  street  ^-ooklyn. 


423-20-A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A — Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 

907-21-A — East  side  South  street,  foot  of  Dover  street, 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A — Pier  3,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1542- 21-A — Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1544- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1545- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 
53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 
1636-21-SA — Gilbert  &  Barker  Oil  Burner. 

337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 

approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 

297-23-S A — “Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 
392-23-S A — “Billow”  Class  G.  R.  Oil  Burner,  aoproval  of. 
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393-23-SA —  Billow  ’  Class  C.  R.  F.  Oil  Burner,  approval 
of. 

397-23-SA— Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA— Automatic  Gas  Shut-Off,  approval  of. 

525-23-SA — Tilman- White  Gas  Cut-Off  Valve,  approval 
of. 

544-23-SA — Domestic  I'uel  Oil  Burner,  approval  of. 
888-23-SA — Lewis  Oil  Burner,  approval  of. 

S98-23-SA — hnco  1  ype  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

-Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

Frankfort  Type  “P”  Low  Pressure  Oil  Burner 
approval  of. 

■Marsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

Pennsylvania  Globe  Oil  Burner,  approval  of 

Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

Ziegler  Oil  Burner,  approval  of. 

Ludlow  Gas  Cut-Off  Valve,  approval  of. 
National  Light  Service  Oil  Pump,  approval  of 
He2tiator  Oil  burner,  approval  of. 
Worthington  Oil  Burner,  approval  of. 

Todd  Residence  Fuel  Oil  Burner,  approval  of 
-Staples  &  Pfeiffer  Oil  Burner,  apr-^val  of 
-Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

-Kerrihard  Oil  Burner,  approval  of. 
-Tate-Jones  No.  6  Oil  Burner,  approval  of. 
Universal  G.  P.  O.  Burner,  approval  of. 
-Newport  Rotary  Oil  Burner,  approval  of. 
-Lillibridge  Oil  Vapor  Burner,  approval  of. 
-Apex  Gas  Cut-Off  Valve,  approval  of 
-Sherman  Oil  Burner,  approval  of. 

Universe  Oil  Burner,  approval  of. 

-Koaless  Oil  Burner,  approval  of. 

-Sure  Heat  Automatic  Oil  Burner,  approval  of. 

-Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 
approval  of. 

-Faultless  Oil  Burner,  approval  of. 

Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

Kinney  Rotating  Plunger  Pump,  approval  of. 
Climax  Oil  Burner,  approval  of. 

Marvel  Oil  Burner,  approval  of. 

Simplex  Mechanical  Oil  Burner,  approval  of. 
Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 


952-23-S  A — 

960-23-S A — 

1046-23-S A — 

1050-23-SA  — 

5  146-23-SA— 

I  I6f»  23-SA  — 

I  70  23-SA 
1 246-23-SA 
1339  23-SA  — 
3  JO  23-SA 
l.r>s  23  SA 
1301  -23-SA 

1364-23-S A 
1 4 1 5-23-S A- 

1 429-23- S A 
1444-23-S A- 
1484-23-SA 
1 493 -23-SA 
1538-23-S  A- 
1550-23-SA 
254-24-SA 
269-24-S A- 
365-24-SA- 
379-24-.S  A- 

492- 24-S A 

493- 24-S  A- 
501-24-SA- 


503-24-SA  — 
’  536-24-S A  — 

654-24-S A 
’  702-24-S  A — 

735-24-S A — 

755-24-S A — 


803-24-S A 

826-24-SA 

860-24-SA 

907-24-S A 


939-24-SA — 


1016-24-SA 
1 108-24  -S A 
1 1 34-24-S A 
1 142-24-SA 
1 146-24-SA- 
1 162-24-SA 

1191- 24-SA- 

1 192- 24-S A- 

1 197-24-SA- 
1254-24-SA- 

1 295- 24-S A- 

1 296- 24-SA- 
1305-24-SA- 
I 337-24-S A- 
1359-24-SA- 
I 372-24-S A- 
l395-24-SA- 

ir,no-24-SA- 

19-25-SA- 

26-25-S A — 
228-25-SA- 
2.r>  9-25-SA- 
340-25-SA 

513-25-SA- 
535-25-S A- 
558-25-SA — 

603-25-SA- 

671-25-SA- 

729-25-SA- 

752-25-SA- 

815-25-SA — 


Holmes- Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

Heymsfield  Low  Pressure  Burner,  approval  of. 

. — Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

— Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

-Milnes  Oil  Burner,  approval  of. 

-Simplicity  Fuel  Oil  Burner,  approval  of. 
-Peerless  Automatic  Oil  Burner,  approval  of 
-Decker  Oxohydrogen  Oil  Burner,  approval  of 
-Salvo  Fire  Extinguisher,  approval  of. 

-Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

-Socony  Arrow  Oil  Burner,  approval  of. 
-Kemp  Oil  Burner,  approval  of. 

-Yankee  Oil  Burner,  approval  of. 

-Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

-A.-B.-C.  Oil  Burner,  approval  of. 

-Chalmers  Oil  Burner,  approval  of. 
-International  Furnace  Burner,  approval  of. 
-Sure  Heat  Gravity  Oil  Burner,  approval  of. 
-Oliver  Oil  Gas  Burner  No.  30-A,  approval  of 
-Adga  High  Pressure  Burner,  approval  of. 

-Deming  Power  Rotary  Force  Pump,  approval 

of. 

Smolensky  Check  Valve,  approval  of. 

Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

Keenan  Brilliant  Burner,  approval  of. 

-Silent  Glow  Oil  Burner,  approval  of. 

-Electrol  Automatic  Oil  Burner. 
-McCann-Harrison  Low  Pressure  Oil 
Burner,  approval  of. 

Rotary  Vacuum  Pumps,  approval  of. 

-Universe  Automatic  Oil  Burner,  approval  of. 
Globe  Dry  Pipe  Valve  Accelerator,  ap¬ 
proval  of. 

-Cook  Automatic  Electric  Fuel  Oil  Pump,  ap¬ 
proval  of. 

-Allen  2/  in.  Angle  Hose  Valve,  approval  of. 
•The  Hauck  Vention  Low  Pressure  Oil  Burner, 
approval  of. 

■Toro  Emergency  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

New  Way  Gas  Generator  Burner, _  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  zinll  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  IV hereupon  the 
case  or  cases  zvill  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  zvill  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 

street.  Price,  $1.25;  by  mail,  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  30c;  by  mail,  35c. 
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PROGRESS  REPORT 


DOCKET. 

Cases  pending  December  31,  1924 


598 


Cases  filed  up  to  and  including  December  9,  1925 ....  1268 

Restored  to  calendar  .  57 

Miscellaneous  Applications. 

Requests  to  reopen  . 134 

Requests  to  amend  .  5 

Requests  for  modification  .  40 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  17 

Requests  for  extension  of  permit  .  29 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans  . 13 

Administrative  requests  .  7 

Requests  for  interpretation  .  3 

Total  .  2173 

Disposed  of  .  !381 

Cases  pending  December  9,  1925  .  792 


DISPOSITION  OF  CASES. 

Withdrawn  .  129 

Dismissed  .  77 

Denied  .  185 

Granted  .  10 

Granted  on  condition  .  704 

Appliances  approved  .  20 

Appliances  dismissed,  disapproved  or  withdrawn  ....  6 

Rules  approved  .  0 

Rules  disapproved  or  rescinded  .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  123 

Requests  to  reopen  denied  .  10 

Requests  to  amend  granted  .  5 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  37 

Requests  for  modification  denied  .  1 

Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  17 

Requests  for  extension  of  time  denied .  0 

Requests  for  extension  of  permit  granted .  29 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted .  1 

Requests  to  install  denied  .  0 

Plans  approved  .  .  13 

Plans  disapproved  .  0 

Administrative  requests  granted  . . . .  6 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  3 

Requests  withdrawn  or  dismissed  .  3 

Total  .  1381 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  ot 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  tc 

Name  . 

Street  .  ... 

P.  O . 


My  subscription  is  to  begin  with  the  issue  for . .  1926. 

1370  36-2000-45-O’C 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order 

given — 

Docket. 

Call  of  Clerk's  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Regular  Meeting,  December  15,  1925  at 
10  a.  m. 

Minutes  of  Regular  Meeting,  December  15,  1925  at 
2  p.  m. 

Rules. 

Notice  of  Public  Hearing. 

Reserve  Calendar. 

Progress  Report. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerks  Calendar,  Tuesdays,  at  2  p.  m. 

Manhattan*"^  ^  ^  Room  1()l3’  Ml,,liciPal  Building. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or-  the  en¬ 
gineers  pertaining  to  the  work  of  the  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon— Saturdays  excepted. 


James  O’Connor,  Secretary 
Edward  V.  Barton,  Chief  Clerk 
Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — Worth  0184. 

m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 


All  communications  should  be  addressed  to  the  chairman  of 

the  board 


CALL  OF  CLERK'S  CALENDAR. 

BuTldirWn^  ialet\daJ  COnsijts.  of  apP«cations  under  the 
uilrling  Zone  Resolution,  and  its  object  is  to  give  inter- 

andduP;iI)Phrty  HCrS  0PP°rtun'ty  to  file  objections,  if  any. 

1925  *  2  Z  Tuesday,  December  22 

on  a  definite'day  A'  ‘h'S  'ach  CaSe  is  f°r 

"T  snb?quem  CaM  of  Calendar  will  be  on 
Tuesday  December  29,  1925,  at  2  o’clock. 

Lts  Cal™dar  is  not  to  be  confused  with  the 
on ^  fixed  trs  '  bet"  defil,i"'y  S"  for 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of- 

Any  communication  purporting  to  be  an  appeal,  apnlica- 

°r  pet,t'°n  sI?.aIJ  be  .yarded  as  a  mere  notice  of  in- 
tent  on  to  seek  relief  until  ,t  is  filed  on  the  form  required 
by  the  rules  of  this  board.  1 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution.  • 

..  At  thlti!nr  of  fi,iTg  application,  the  appellant  or  peti- 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build- 
ings  or  fire  commissioner)  and  file  with  this  board  a  dupli¬ 
cate  of  said  notice.  v 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal 

Appeals  apphcations  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 
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1273-25-A . F.D . 83,^87  Broome  st.,  Man. 

L.  C.  40901. 


DOCKET 

New  Cases  Filed  Week  Ending  December  16,  1925. 

Cal.  No.  Department.  Premises  Affected. 

1300-25-A . F.D . Southeast  cor.  Skillman  ave. 

&  Rawson  st.,  L.  I.  City, 

— - — -  Q.  F-85980. 

1299-25-S . F.D .  67-77  West  44th  st.,  Man. 

—  -  N.  B.  283-1925. 

1298-25-S . F.D .  599-603  Fifth  ave.,  Bklyn. 

- -  L.  D.  75720. 

1297-25-BZ . B.B.Bx.  .911  Longfellow  ave.,  Bx. 

-  Alt.  697-1925. 

1296-25-A . F.D . North  side  Pierce  ave.,  from 

6th  to  7th  ave.,  L.  I.  City, 

—  -  Q.  C-97964. 

1295-25-A . F.D.  ....910  East  138th  st.,  Bx. 

—  -  L.  C.  31599. 

1294-25-A . F.D . 412-414  Flushing  ave.,  Bklyn. 

— * -  F-82567. 

1293-25-S . B.B.M.  ..625-7  Sixth  ave.,  Man. 

—  -  N.  B.  650-1925. 

1292-25-BZ . B.B.M.,  ..307-317  West  38th  st.,  Man. 

— -  - —  __  N.  B.  751-1925. 

1291-25-BZ.' _ B.B.M.  ..20-28  East  76th  st.,  Man.‘~ 

-  N.  B.  665-1925. 

1290-25-A . F.D.  ....  780  Madison  st.,  Bklyn. 

-  F-82586. 

1289-25-S . F.D .  780  Madison  st.,  Bklyn. 

-  L.  D.  82584. 

1288-25-BZ . B.B.Q.  ..  Northwest  cor.  Newtown  ave. 

&  2nd  ave.,  Astoria,  Q. 

-  N.  B.  14687-1925. 

1287-25-S . F.D . 74  St.  Edwards  st.,  Bklyn. 

-  L.  D.  80042. 

1286-25-S . F.D.  ....736  Broadway,  Man. 

-  L.  D.  87176. 

1285-25-S . B.B.M.  ..26Q-268  West  39th  st.,  Man. 

-  N.  B.  524-1925. 

1284-25-A . F.D . 100  Bergen  ave.,  Jamaica,  Q. 

-  L.  C.  98761. 

1283-25-A . F.D . Southwest  cor.  Unique  sq.  & 

132nd  st.,  Richmond  Hill, 

-  Q-  L.  C.  99213. 

1282-25-BZ . B.B.M.  ..307-9  Seventh  ave.,  Man. 

-  N.  B.  738-1925. 

1281-25U3Z - .  .  B.B.B.  ..668-672  Howard  ave.,  Bklyn. 

-  Appl.  16930-1925. 

1280-25-SA . F.D . Queens  Gas  Cut-Off  Valve 

- -  Appliance. 

1279-25-SA . F.D . Teesdale  Automatic  Booster 

-  Fuel  Oil  Pump.  Appliance. 

1278-25-SA . F.D . Empire  Gas  Shut-Off  Valve 

Appliance. 

1277-25-A . F.D . 21-23  Columbia  st.,  Man. 

-  L.  C.  40901. 

1276-25-BZ . B.B.B.  ..675-679  Rockaway  ave., 

-  Bklyn.  Applic.  2062-1925. 

1275-25-BZ . B.B.Bx.  .  2334-2342  Jerome  ave.,  Bx. 

-  N.  B.  2363-1925. 

1274-25-S . F.D . 2-8  West  141st  st.,  Man. 

\  ariation  of  the  Labor  Law. 


1272-25-S . B.B.M.  ..66  West  47th  st.,  Man. 

-  N.  B.  268-1925. 

1271-25-S . F.D.  ....209  West  48th  st.,  Man. 

- = —  Decision. 

1270-25-A . F.D . 27  Wilbur  ave.,  L.  I.  City,  Q. 

-  L.  C.  99341. 

1269J25-S . B.B.M.  ..594-8  Eighth  ave.,  Man. 

-  N.  B.  424-1925. 

Restored  to  Calendar. 

189-24-A . F.D.  ....  680  Morgan  ave.,  Bklyn. 

-  F-53118. 

584-22-A . F.D . 46  E.  14th  st.  and  49  E.  13th 

-  st.,  Man.  F-67986. 


CODE. 


F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

B.B.Bx . Bureau  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  December  22,  1925,  at  2  p.  m. 

948-25-BZ. 

APPLICANT — William  F.  Doyle,  for  David  Tichman, 
owner. 

PREMISES— 101-15  East  83rd  street  and  981-983  Park 
avenue,  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  1 times  height  district  the  erection 
of  the  street  walls  of  a  building  to  a  height  ex¬ 
ceeding  the  limit  set  by  the  building  zone  resolution. 

950-25-BZ. 

APPLICANT — C.  A.  Sandblom,  for  Weingarten  Construc¬ 
tion  Co.,  owner. 

PREMISES — 464-486  New  Lots  avenue,  Brooklyn. 

APPLICATION,  under  section  7b  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  extending  from  a 
business  district  the  erection  and  maintenance  of  a 
motion  picture  theatre. 

974-25-BZ. 

APPLICANT — Eric  O.  Holmgren,  for  Cuipple  Bush 
Realty  Corp.,  owner. 

PREMISES — South  side  of  Broadway,  203  ft.  west  of  For¬ 
rest  avenue,  Little  Neck,  Borough  of  Queens. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution, 

TO  PERMIT  the  extension  of  a  proposed  building  to  be 
used  for  stores  and  also  as  a  moving  picture  the¬ 
atre,  from  a  business  district  into  a  residence  dis¬ 
trict. 

976-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Harry  Strolowitz, 
owner. 
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CALENDAR 


PREMISES — 2094-2104  Union  street,  Brooklyn. 

APPLICATION,  under  sections  7a,  7b  and  7e  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  residence  district  the  erection  of  an  ad¬ 
ditional  story  to  an  existing  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

1017- 25-BZ. 

APPLICANT — Hyman  Kaplan,  for  Wolcott  Holding 
Corp.,  owner. 

PREMISES — 725-733  McDougal  street,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  of  a  ga¬ 
rage  for  more  than  five  (5)  motor  vehicles. 

1018- 25-BZ. 

APPLICANT — William  F.  Doyle,  for  George  Potts, 
owner. 

PREMISES — 120-30  Terrace  place,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  P’ERMIT  in  a  residence  district  the  erection  of  a  ga¬ 
rage  for  more  than  five  (5)  motor  vehicles. 

1021-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Daniel  P.  Devaney, 
owner. 

PREMISES — East  side  of  Coney  Island  avenue,  315  ft. 
south  of  Avenue  N,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  installation  and 
maintenance  of  a  gasoline  selling  station. 

1051-25-BZ. 

APPLICANT — Henry  S.  Churchill  and  Charles  B.  Meyers, 
for  Leo  H.  Wise,  owner. 

PREMISES — 28-32  East  63rd  street,  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  1J4  times  height  district  the  erection 
of  the  street  wall  of  a  portion  of  a  building  to  a 
height  in  excess  of  the  limitation  imposed  by  the 
building  zone  resolution. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  22,  1925,  at  10  a.  m. 

785-24- A — 6118  Rockavvay  Beach  boulevard,  Arverne, 
Queens. 

672-25-A — 1171  President  street,  Brooklyn. 

792-25-A — Southwest  corner  of  Avenue  U  and  East  56th 
street,  Brooklyn. 

377-25-A — 18-32  Grand  avenue,  Brooklyn. 

278-25- A — 280  Broadway,  Manhattan. 

145-25- A — 417  East  22nd  street,  Manhattan. 

825-25-A — 177-185  Marcy  avenue,  Brooklyn. 

843-25-A — 4568-4570-4572  White  Plains  road,  The  Bronx. 
912-25- A — 1015  Walton  avenue,  The  Bronx. 

920-25-A — 546-548  West  52nd  street,  Manhattan. 

937-25-A — 16-26  Northern  avenue  and  840-846  West  178th 
street,  Manhattan. 

944-25-A — 352-360  East  62nd  street  and  1125-1131  First 
avenue.  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 


of  the  building  zone  resolution,  Tuesday  morning,  Decem¬ 
ber  22,  1925,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  375-23-BZ — Application,  October  20,  1925,  under 
section  7c  of  the  building  zone  resolu¬ 
tion,  of  Thomas  W.  Lamb,  architect, 
on  behalf  of  B.  F.  Keith  New  York 
Theatres  Company,  owner,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  for  theatre  pur¬ 
poses  (previously  withdrawn)  ;  prem¬ 
ises  109  East  Fordham  road,  The 
Bronx. 

cal.  no.  802-25-BZ — Application,  August  5,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Morris  Whinston,  architect,  on 
behalf  of  Harry  Greenberg,  owner,  to 
permit  in  a  business  district  the  conver¬ 
sion  of  occupancy  from  a  paint  shop  to 
a  motor  vehicle  repair  shop;  premises 
823  Bedford  avenue,  Brooklyn. 

CAL.  NO.  876-25-BZ— Application,  August  28,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Charles  Kuhner,  applicant,  on 
behalf  of  Henrietta  A.  Stoll,  owner,  to 
permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  motor  vehi¬ 
cle  repair  shop;  premises  1665  Jerome 
avenue,  The  Bronx. 

CAL.  NO.  271-25-BZ — Application,  March  10,  1925,  under  the 
building  zone  resolution,  of  John  J. 
Dunnigan,  applicant,  on  behalf  of  Ray 
Barnett,  owner,  to  permit  in  a  busi¬ 
ness  district  the  erection  and  mainte¬ 
nance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  956  Forest  avenue,  The 
Bronx. 

cal.  no.  1531-24-BZ— Application,  December  29,  1924,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  McCooey  and  Conroy,  appli¬ 
cants,  on  behalf  of  Louis  Schwartz  and 
Estate  of  Harry  Zaslawsky,  owners,  to 
permit  in  a  business  district  the  con¬ 
version  of  occupancy  from  a  machine 
shop  to  a  poultry  slaughter  house; 
premises  116-118  Wilson  avenue, 
Brooklyn. 

cal.  no.  795-25-BZ — Application,  August  3,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Joseph  S.  Amsel,  architect,  on  be¬ 
half  of  Anna  Cohen,  owner,  to  permit 
in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  1952-1956  Eastern  park¬ 
way,  Brooklyn. 

cal.  no.  891-25-BZ — Application,  September  1,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  Bertha  A.  Wilkus,  owner,  to 
permit  in  a  residence  district  the  erec¬ 
tion  and  maintenance  of  a  building  to  be 
used  as  stores  on  the  1st  story  and 
dwellings  above;  premises  northeast 
corner  of  Beach  34th  street  and  Edge- 
mere  avenue,  Edgemere,  Borough  of 
Queens. 

cal.  no.  900-25-BZ — Application,  September  3,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
_  _  behalf  of  the  Dornhage  Realty  Corp. 
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owner,  to  permit  the  extension  from  a 
business  district  into  a  residence  dis¬ 
trict  of  a  proposed  building  to  be  used 
as  a  theater  and  also  as  stores;  prem¬ 
ises  southeast  corner  of  Jerome  avenue 
and  East  199th  street,  The  Bronx. 

cal.  no.  828-25-BZ — Application,  August  13,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Alfred  H.  Eccles,  applicant,  on  be¬ 
half  of  Henry  Gerken,  owner,  to  per¬ 
mit  in  a  business  district  the  erection 
of  a  garage  for  more  than  five  (5) 
motor  vehicles ;  premises  southeast  cor¬ 
ner  of  Second  avenue  and  Newtown 
avenue,  Long  Island.  City,  Borough  of 
Queens. 

cal.  no.  901-25-BZ — Application,  September  3,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Edward  P.  Doyle,  applicant, 
on  behalf  of  Hyman  Morgenstern, 
owner,  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  1305-09 
Gates  avenue,  Brooklyn. 

cal.  no.  845-25-BZ — Application,  August  19,  1925,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  John  J.  Dunnigan,  appli¬ 
cant,  on  behalf  of  Walter  Eveleth, 
owner,  to  permit  in  a  business  district 
extending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  northeast 
corner  of  Inwood  avenue  and  Macombs 
road,  The  Bronx. 

cal.  no.  270-25-BZ— Application,  March  10,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  J.  Dunnigan,  applicant,  on  be¬ 
half  of  Schinasi  Commercial  Corpora¬ 
tion,  owner,  to  permit  in  a  business  dis¬ 
trict  and  within  200  feet  of  a  hospital 
the  use  and  occupancy  of  an  existing 
building  as  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles; 
premises  32-36  West  100th  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  22,  1925,  at  2  p.  m. 

800-25-S — 15-19  West  39th  street,  Manhattan. 

837-25-S — 184  Boerum  street,  Brooklyn. 

368-25-S— 582  Fifth  avenue,  Manhattan 
582-25-S — 113  Nassau  street,  Manhattan. 

747-25-S — 236-238  West  30th  street,  Manhattan. 

421-25-S — 136-40  West  23rd  street,  Manhattan.  ‘ 

745- 25-S — 214-226  West  29th  street,  Manhattan. 

746- 25-S — 242-46  West  30th  street,  Manhattan. 

779-25-S — 164-6  East  86th  street  and  1542  Third  avenue, 

Manhattan. 

797-25-S — 476-478  Broome  street,  Manhattan. 

819-25-S — 1104-1106  Fulton  street,  Brooklyn. 

840-25-S — 1239  Broadway,  Manhattan. 

854-25-S — 2148-50  Third  avenue,  Manhattan. 

859-25-S — 142  West  32nd  street,  Manhattan. 

869-25-S — 306-310  Penn  street,  Brooklyn. 

867-25-S — 174  Wooster  street,  Manhattan. 


18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

1049-25-S — South  side  of  Dry  Harbor  road,  80  ft.  east  of 
L.  I.  R.  R.,  Glendale,  Borough  of  Queens. 

1145-25-S — 8-10  West  37th  street,  Manhattan. 

406-25-S — 178-182  Sullivan  street,  Brooklyn. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

743-25-S — 125-129  Sherman  street,  L.  I.  City,  Borough  of 
Queens. 

749-25-S — 732  Broadway,  Manhattan. 

675-25-S — 48  John  street,  Manhattan. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


CALL  OF  CLERK’S  CALENDAR. 
BUILDING  ZONE  CASES. 

Tuesday,  December  29,  1925,  at  2  p.  m. 

367-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Greenspec  Homes 
Corp.,  owner. 

PREMISES — 1486-96  Coney  Island  avenue,  Brooklyn. 

APPLICATION,  under  section  7e  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

782-25-BZ 

APPLICANT — Henry  J.  Nurick,  for  Ella  Seiderman, 
owner. 

PREMISES — 487-493  Utica  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

816-25-BZ. 

APPLICANT — Jacob  Lubroth,  for  Edward  Waldman, 
owner. 

PREMISES — 1551-1561  Coney  Island  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  selling  station. 

838-25-BZ 

APPLICANT — Jacob  Lubroth,  for  Bath  Beach  Garage  & 
Machine  Co.,  owner. 

PREMISES — 1901-11  Cropsey  avenue,  Brooklyn. 

APPLICATION,  under  sections  21  and  7e  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  extension  of  an  ex¬ 
isting  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

855-25-BZ. 

APPLICANT— Max  Geidel  and  Ernest  Henke,  for  Ernest 
Henke  and  Henrietta  Geidel,  owners. 

PREMISES — Southeast  corner  of  Page  street  and  Hylan 
boulevard,  Tottenville,  Richmond. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles  and  also  a  gasoline  selling 
station. 

065-25-BZ. 

APPLICANT — Angelo  Justo,  owner. 
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PREMISES— 758  East  213th  street,  The  Bronx. 

APPLICA1ION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  business  pur¬ 
poses. 


693-25-S— 270-270  West  38th  street  and  554-558  Eighth 
avenue,  Manhattan. 

688-25-S — 114-116  West  56th  street,  Manhattan. 

706- 25-S — 512-520  Grand  street,  Manhattan. 

707- 25-S — 504-510  Grand  street  and  2-12  Sheriff 

Manhattan. 


street, 


1004-25-BZ. 

APPLICANT — C.  N.  Whinston  &  Bros.,  for  Mah  Realty 
Holding  Corp.,  owner. 

PREMISES — 2399  Grand  concourse,  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  the  1st  story  of  an  existing  apartment 
building  from  dwelling  use  to  stores. 


1042-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Morris  Lassinsky, 
owner. 

PREMISES — Northeast  corner  of  Pennsylvania  avenue  and 
Pitkin  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution,  — 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  a  factory. 


1044-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Carmine  Dargenio, 
owner. 

PREMISES — 975-977  Second  avenue,  Astoria,  Borough  of 

Queens. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 


1052-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Herman  Lieberman, 

(owner. 

PREMISES — 56-58  Kosciusko  street,  Brooklyn. 
APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

67-25-BZ. 

APPLICANT — William  J.  Russell,  for  Thomas  C.  Corvan, 

owner. 

PREMISES — 127-129  West  53rd  street,  Manhattan. 
APPLICATION,  under  sections  7a  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
motor  vehicle  repair  shop  throughout  the  entire 

building. 


708- 25-S— 34-36  Sheriff  street  and  25-35  Columbia  street, 

Manhattan. 

709- 25-S — Block  bounded  by  Grand,  Sheriff,  Broome  and 

Columbia  streets,  Manhattan. 

710- 25-S — Block  bounded  by  Broome,  Sheriff,  Delancey 

.  and  Columbia  streets,  Manhattan. 

767-25-S — 114-116  East  13th  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

813- 25-SA — Hardinge  Oil  Burner,  approval  of. 

814- 25-SA — Aetna  Automatic  Syphone  Breaker,  approval 

of. 

846-25-SA — K.F.C.  Fuel  Oil  Burner,  approval  ot. 
683-25-SA — Billow  Fuel  Oil  Burner,  approval  of. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  29,  1925,  at  2  p.  m. 

297-25-A — 783  Elton  avenue,  The  Bronx. 

477-25-A — 35-10  Far  Rockaway  boulevard,  Edgemere,  Bor¬ 
ough  of  Queens. 

581-25-A — 514-516  West  57th  street,  Manhattan. 

968- 25-A — Southwest  corner  of  Second  avenue  (14th  road) 

and  9th  street  (118th  street),  College 
Point,  Borough  of  Queens. 

969- 25-A — 24  Myrtle  avenue,  Brooklyn. 

986-25-A — Foot  of  Beach  80th  street,  Rockaway  Beach, 
Borough  of  Queens. 

989-25-A — 280-284  Park  avenue,  Brooklyn. 

995-25-A — 785  East  135th'  street,  The  Bronx. 

1010-25-A — 56  Greenpoint  avenue,  Brooklyn. 

1014-25- A — 87-97  Van  Dyke  street,  Brooklyn. 

1016-25-A — 164  William  street,  Manhattan. 

1166-25-A — 374-386  Winthrop  street,  Brooklyn. 

874-25-A — Bronx  River,  between  Lafayette  street  and 
Spofford  avenue,  The  Bronx. 

793-25-A — 138-140  Greene  street,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Decem¬ 
ber  29,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  29,  1925,  at  10  a.  m. 

728-25-S — 48  West  22nd  street,  Manhattan. 

734-25-S — 87-9  Nassau  street,  130  Fulton  street,  Manhat¬ 
tan. 

774-25-S — 501  Seventh  avenue,  Manhattan. 

794-25-S— 79-87  Madison  avenue,  23-27  East  28th  street. 
Manhattan. 

426-25-S— 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

557-25-S — 164  Liberty  avenue,  Brooklyn. 

537-25-S— 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 


cal.  no.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 
Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F” 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

cal.  no.  796-25-BZ — Application,  August  3,  1925,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Thomas  O’Rourke  Gallagher,  appli¬ 
cant  on  behalf  of  Esther  Wieser 
et  ah,  owners,  to  permit  in  a  residence 
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district  the  erection  and  maintenance  of 
five  (5)  attached  residence  buildings, 
the  first  story  to  be  used  for  store  pur¬ 
poses;  premises  7114-7124  Bay  Park¬ 
way,  Brooklyn. 

cal  no.  114-25-BZ — Application,  January  26,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Jenks  &  Rogers,  on  behalf  of 
Kennor  Realty  Corp.,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  342-352  Coney  Island  avenue, 
Brooklyn. 

cal.  no.  599-25-BZ — Application,  June  10,  1925,  under  sec¬ 
tion  7c  of  the  building  zone  resolution, 
of  Eugene  De  Rosa,  architect,  on  behalf 
of  Maxi  an  Theatre  Corp.,  owner,  to 
permit  in  a  residence  district  extending 
from  a  business  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  business  and  theatre  purposes ;  prem¬ 
ises  southeast  corner  of  Sheridan  ave¬ 
nue  and  East  167th  street,  The  Bronx. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  January  5,  1926,  at  2  p.  m. 

365-25-S — 2139  Third  avenue,  Manhattan. 

456-25-S — 320-330  Van  Buren  street,  Brooklyn. 

489-25-S — 686-688  Lexington  avenue,  Manhattan. 

775-25-S — 501  Seventh  avenue,  Manhattan. 

856-25-S — 1968  Prospect  avenue,  rear,  The  Bronx. 

862-25-S — 197-199-201  Greene  street,  Manhattan. 

878-25-S — 1410-1412  Broadway,  Manhattan. 

885-25-S— 570-576  Seventh  avenue,  Manhattan. 

809-25-S — 29  West  50th  street,  Manhattan. 

521-25-S — 46-52  Columbia  street,  Brooklyn. 

460-25-S — 3291  Third  avenue,  The  Bronx. 

659-25-S— 135-139  West  36th  street  and  122-126  West  37th 
street,  Manhattan. 

860-25-S— 13-19  University  place  and  32-34  East  8th  street, 
Manhattan. 

899-25-S — 121-123  Greene  street,  Manhattan. 

911-25-S — 232  Madison  avenue  and  15-17  East  37th  street, 
Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 


William  E.  Walsh,  Chairman. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  January  5,  1926,  at  10  a.  m. 

1537-24-A — 1879-1883  Cedar,  avenue,  rear,  The  Bronx. 
857-25-A— 520-524  West  41st  street,  Manhattan. 

584-25-A — 46-52  Columbia  street,  Brooklyn. 

889-25-A— South  side  of  Dry  Harbor  road  and  L.  I.  R.  R-, 
Glendale,  Borough  of  Queens. 

583-25-A — 151-65  Kent  avenue,  Brooklyn. 

5  84-22- A — 46  East  14th  street  and  49  East  13th  street, 
Manhattan. 

189-24-A— 680  Morgan  avenue,  Brooklyn. 

158-25-A— 150  Beach  116th  street,  Rockaway  Park,  Bor¬ 
ough  of  Queens. 

169-25- A— 533-537  West  48th  street,  Manhattan. 

280- 25-A — 163  Sixth  avenue,  Manhattan. 

281- 25-A — 165  Sixth  avenue,  Manhattan. 

282- 25-A — 167  Sixth  avenue,  Manhattan. 

283- 25-A— 171-173  Sixth  avenue,  Manhattan. 

295-25- A — 533-537  West  48th  street,  Manhattan. 

300-25- A — 543  Broadway  and  114  Mercer  street,  Manhat¬ 
tan. 


BUILDING  ZONE  APPLICATION. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu 
ary  l  1926,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter: 

pal  no  1522-24-BZ— Application,  November  24,  1925,  under 
CAL.  NO.  uaa  section  21  of  the  building  zone  resolu¬ 

tion  of  Edward  P.  Doyle,  applicant,  on 
behalf  of  Hugo  Seidenberg,  owner,  to 
permit  in  a  residence  district  the  main¬ 
tenance  of  a  building  used  for  _  store 
purposes  on  the  1st  story  (previously 
withdrawn)  ;  premises  129-02  Newport 
avenue,  Belle  Harbor,  Borough  of 
Queens. 

w„ttav  E.  Walsh,  Chairman. 


865-25-SA — Kennan  High  Pressure  Brilliant  Gas  Oil 
Burner,  approval  of. 

887-25-SA — Moussette  Oil  Burner,  approval  of. 
940-25-SA — Dogerty  Gas  Oil  Burner,  approval  of. 
1032-25-SA — Melco  Automatic  Oil  Burner,  Type  A,  ap¬ 
proval  of. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  January  12,  1926,  at  10  a.  m. 

1175-24- A — 628-642  West  45th  street,  Manhattan. 

969-24-A — 126  Franklin  street  and  220-224  West  Broadway, 
Manhattan. 

764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

435-25-A — 151  West  21st  street,  Manhattan. 

600-25-A — 2094  Second  avenue,  Manhattan. 

616-25-A — 656  Montrose  avenue,  Brooklyn. 

735-25-A — Northwest  corner  of  84th  street  and  102nd  ave¬ 
nue,  Woodhaven,  Borough  of  Queens, 

922-25-A — 36-48  Flatbush  avenue  extension,  Brooklyn. 
i007-25-A — 72-78  Walworth  street,  Brooklyn. 

1009-25- A — 2146  Hughes  avenue,  The  Bronx. 

1031-25- A — Sheepshead  Bay,  opposite  Dooley  street,  125  ft. 

from  shore,  Manhattan  Beach,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
5,  1926,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  NO.  182-23-BZ — Application,  July  28,  1925,  under  sec¬ 
tion  7b  of  the  building  zone  resolution, 
of  George  A.  McWilliams,  applicant, 
on  behalf  of  McWilliams  Realty  Co., 
Inc.,  owner,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles  (previously 
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dismissed  for  lack  of  prosecution)  ; 
premises  1240  Castleton  avenue,  West 
New  Brighton,  Richmond. 

cal.  no.  820-25-BZ — Application,  August  10,  1925,  under  sec¬ 
tions  7c  and  21  of  the  building  zone  res¬ 
olution,  of  William  F.  Doyle,  applicant, 
on  behalf  of  Washington  Improvement 
Corp.,  owner,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a 
building  to  be  used  for  store  and  the¬ 
atre  purposes ;  premises  1714-26  Kings 
highway,  southwest  corner  of  East  18th 
street,  Brooklyn. 

William  E.  Walsh,  Chairman. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  J antiary  12,  1926,  at  2  />.  m. 

573- 25-S — 249-251  Plymouth  street,  Brooklyn. 

574- 25-S — '249-251  Plymouth  street,  Brooklyn. 

591-25-S — 205-207  East  117th  street,  Manhattan. 
712-25-S — North  side  of  East  29th  street,  240  ft.  east  of 

Madison  avenue,  Manhattan. 

1002-25-S — 630  Sixth  avenue,  Manhattan. 

1019- 25-S— 257-267  West  39th  street,  Manhattan. 

1020- 25-S — 87-97  Van  Dyke  street,  Brooklyn. 

1043-25-S — 131  West  21st  street,  Manhattan. 

1055- 25-S — 40-42  Elizabeth  street,  Manhattan. 

1056- 25-S — 237  DeKalb  avenue,  Brooklyn. 

1065-25-S — 39-41  Eldridge  street,  Manhattan. 

1078-25-S — 62-72  West  47th  street,  Manhattan. 

1082-25-S — 64-70  West  48th  street,  Manhattan. 

1084- 25-S — 109-115  West  End  avenue,  Manhattan. 

1085- 25-S — 404-408  East  49th  street,  Manhattan. 

1091-25-S — 9  North  Moore  street,  Manhattan. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  January  19,  1926.  at  10  a.  m. 

1034-25- A — 404  West  43rd  street,  Manhattan. 

1063-25-A— 1462-1470  Broadway,  Manhattan. 

1080-25-A— 149-63  Pioneer  street  and  144-158  King  street, 
Brooklyn. 


1081-25-A — 111-19  North  3rd  street,  Brooklyn. 

1087-25-A — 10  East  21st  street,  Manhattan. 

1092-25-A — 1261  76th  street,  Brooklyn. 

BUILDING  ZONE  APPLICATION. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
19,  1926,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter: 

cal.  no.  903-25-BZ — Application,  September  4,  1925,  unde* 
the  building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
N.  &  H.  Building  Company,  Inc.,  owner, 
to  permit  in  a  business  district  the 
change  of  occupancy  of  the  2nd  story 
from  auto  accessories  to  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  823-829  Classon 
avenue,  Borough  of  Brooklyn. 

William  E.  Walsh,  Chairman. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  January  19,  1926,  at  2  p.  m. 

576-25-S — 161  Bowery,  Manhattan. 

787-25-S — 6-8  East  46th  street,  Manhattan. 

821-25-S — 247-255  West  38th  street,  Manhattan. 

864-25-S — °42  West  26th  street,  Manhattan. 

946- 25-S — 326-334  Fifth  avenue,  Manhattan. 

913-25-S — 1424-1444  Broadway,  Manhattan. 

916- 25-S — 36-48  Flatbush  avenue  extension,  Brooklyn. 

917- 25-S — 36-48  Flatbush  avenue  extension,  Brooklyn. 

918- 25-S — 30-32  East  21st  street,  Manhattan. 

919- 25-S — 531  West  51st  street,  Manhattan. 

921-25-S — 546-548  West  52nd  street,  Manhattan. 

947- 25-S — 422-424  East  4th  street,  Manhattan. 

967-25-S — 35  Wilbur  avenue,  Long  Island  City,  Borough 

of  Queens. 

990-25-S — 280-284  Park  avenue,  Brooklyn. 

1029-25-S — 20-24  North  Moore  street,  Manhattan. 

664-25-S — 240-246  West  35th  street,  Manhattan. 


CONCRETE  RULES 


USE  OF  HYDRATED  LIME  IN  CONCRETE 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  ci i  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement. 


1-1J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2j/2-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  DECEMBER  15,  1925. 

Present:  Chairman  Walsh,  Commissioners  Connell, 
Flanagan  and  Guilfoyle  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board,  held 
Tuesday  morning,  December  8,  1925,  and  the  minutes 
of  the  regular  meeting  of  the  board  held  Tuesday  after¬ 
noon,  December  8,  1925,  were  approved  as  printed  in 
the  Bulletin,  No.  48,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

874-25-A. 

APPELLANT — James  Kearney,  for  Brusstar  Construc¬ 
tion  Co.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 

PREMISES  AFFECTED — Bronx  River  between  La¬ 
fayette  street  and  Spofford  avenue,  The  Bronx. 

APPEARANCES— 

For  Appellant:  James  Kearney. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
29,  1925,  at  2  p.  m.,  on  request  of  appellant. 


584-22- A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Brill  Brothers,  lessee. 

SUBJECT — Application  for  reopening — appeal  from 
order  of  fire  commissioner. 

PREMISES  AFFECTED — 46  East  14th  street  and  49 
East  13th  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

ACTION  OF  BOARD — Appeal  reopened  and  set  for 
hearing  January  5,  1926,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


189-24-A. 

APPELLANT — Taylor  &  Company,  Inc.,  owner. 
SUBJECT — Request  for  reopening — appeal  from  order 
of  fire  commissioner. 

PREMISES  AFFECTED — 680  Morgan  avenue,  Brooklyn. 
APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  reopened  and  set  for 
hearing  January  5,  1926,  at  2  p.  m. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 


485-25-A. 

APPELLANT — Victor  X-Ray  Corporation,  lessee,  for 
Charles  Kaye  Renting  Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AFFECTED — 131  East  23rd  street,  Man¬ 
hattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  withdrawn  on  written 
request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  .  o 

Absent:  Fire  Chief  Kenlon .  1 


310-25-A. 

APPELLANT — Frederick  H.  Tims,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 


PREMISES  AFFECTED— 3202  Perry  avenue,  The 
Bronx. 

APPEARANCES— None. 

AC  I  ION  OF  BOARD — Appeal  withdrawn  on  written 
request. 

THE  VOTE  Tp  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  . . .  o 

Absent:  Fire  Chief  Kenlon .  1 


342-25-A. 

APPELLANT — Abraham  Sobel,  for  United  States  Hat 
Co.,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES'  AFFECTED — 588-590  Broadway,  Manhat¬ 
tan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  withdrawn  on  written 
request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  o 

Absent:  Fire  Chief  Kenlon .  i 


152-25-A. 

APPELLANT — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Columbia  University,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AT  FECTED — 15-19  Amsterdam  avenue, 
427-437  West  59th  street,  and  134-168  West  60th 
street,  Manhattan. 

APPEARANCES— 

For  Appellant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Fire  Chief 


Kenlon  .  4 

Negative  .  g 

Not  Voting:  Commissioner  Connell .  1 

Absent  .  g 

THE  RESOLUTION: 

(152-25-A) 


Whereas,  Croker  National  Fire  Prev.  Eng.  Co.,  for  Co¬ 
lumbia  University,  filed,  February  3,  1925,  an  appeal  with 
the  board  of  standards  and  appeals,  from  an  order  of  the 
fire  commissioner,  affecting  premises  15-17-19  Amsterdam 
avenue,  427-437  West  59th  street  and  134-168  West  60th 
street,  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  June 
26,  1924,  reads : 

“Order  No.  61352-F— 

(IN  CLINIC) 

“Install  a  standpipe  system  with  risers  4  in.  in  diam¬ 
eter  tested  to  withstand  a  pressure  of  300  lbs.  per  square 
inch,  extending  from  cellar  to  roof,  with  necessary 
check  valves  and  2  l/z  in.  regulation  Fire  Department 
outlets  on  each  story  *  *  ; 

and 

Whereas,  the  premises  consists  of  two  fireproof  atached 
buildings,  three  and  five  stories  (45  ft.  and  56  ft.)  in  height, 
201  ft.  5  in.  by  60  ft.  7  in.,  about  11,500  sq.  ft.  in  combined 
floor  area  at  1st,  2nd  and  3rd  stories;  OCCUPIED  and 
known  as  the  Vanderbilt  Clinic,  no  patients  kept  over 
night;  about  80  persons  on  each  story;  and 

Whereas,  the  appellant  claims  the  two  attached  build¬ 
ings  are  separated  by  heavy  brick  walls  with  connecting 
doorway  openings,  some  of  which  are  provided  with  fire- 
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proof  self-closing  doors;  that  the  floor  area  of  each  build¬ 
ing  is  less  than  6,000  sq.  ft. ;  he  further  contends  that  the 
premises  will  be  vacated  in  1928  for  a  new  structure ;  and 

Whereas,  the  appellant  proposes  to  provide  fireproof 
self-closing  doors  in  all  doorway  openings  in  the  separat¬ 
ing  wall  which  are  not  now  so  provided. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  building  as  now  sub-divided, 
approximately  in  half  by  a  wall  of  approved  masonry,  shall 
not  be  extended  or  altered ;  that  there  shall  be  no  patients 
housed  or  maintained  in  the  premises  during  the  night ; 
and  that  the  use  and  occupancy  shall  be  restricted  to  the 
conduct  and  maintenance  of  an  outdoor  clinic. 


780-25-A 

APPELLANT — Ditmars  &  Reilly,  for  St.  Vincent’s 
Hospital,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 148-172  West  12th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  Richard  D.  Fine. 

For  Administration:  Inspector  Carroll,  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(780-25-A) 

Whereas,  Ditmars  &  Reilly,  for  St.  Vincent’s  Hospital, 
filed,  July  24,  1925,  an  appeal,  with  the  board  of  standards 
and  appeals,  from  an  order  of  the  fire  commissioner,  affect¬ 
ing  premises  148-172  West  12th  street,  Borough  of  Man¬ 
hattan  ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  July 
10,  1925,  reads : 

“Bottom  of  gravity  tank  must  be  20  ft.  above  roof.” ; 

and 

Whereas,  the  building  is  fireproof,  13  stories  in  height, 
121  ft.  10J4  in.  by  95  ft.  9  in.  in  area;  OCCUPIED  as  a 
residence  for  student  nurses ;  about  16  persons  on  each 
story;  EQUIPPED  with  two  gravity  tanks,  the  bottoms 
of  which  are  set  3  ft.  above  the  roof ;  the  said  tanks  are 
used  in  common  for  house  service  and  standpipe  supply ; 
and 

Whereas,  the  appellant  proposes  to  install  in  the  top  of 
each  existing  tank  an  additional  tank,  1,750  gallons  capacity, 
the  bottom  of  which  shall  be  16  ft.  above  the  highest  out¬ 
let  exclusively  for  standpipe  supply. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  two  auxiliary  tanks  as  pro¬ 
posed,  with  a  capacity  of  not  less  than  1,750  gallons  each, 
cross-connected,  shall  be  set  not  less  than  16  ft.  3  in.  above 
the  height  of  the  highest  outlet  on  top  story;  and  that 
the  standpipe  installation  shall  comply  with  the  rules  in  all 
other  respects. 


781-25-A. 

APPELLANT— Benjamin  Ascher,  for  Thrift  Buttons 
Works,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 187  Lafayette  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  Benjamin  Ascher. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  .  . 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan,  Guilfoyle  and  Fire 
Chief  Kenlon  . 


Negative  .  o 

Absent  .  o 


THE  RESOLUTION: 

(781-25-A) 

Whereas,  Benjamin  Ascher,  for  Thrift  Button  Works, 
lessee,  filed,  July  28,  1925,  an  appeal,  with  the  board  of 
standards  and  appeals  from  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  187  Lafayette  street,  Manhattan; 
and 

Whereas,  the  order  of  the  fire  commissioner,  No.  30247- 
C,  reads : 

“1.  Discontinue  the  use  of  premises  for  the  storage 
and  use  of  nitro-cellulose  products. 

“REASON :  Resolution  of  Board  of  Appeals  of 
April  8,  1924,  printed  in  Bulletin  No.  16,  Vol.  9.  Vol. 
9  requires  that  the  celluloid  occupancy  of  the  3rd  and 
4th  stories  be  vacated  on  or  before  Feb.  21,  1925.” 

“Order  No.  19597-LC,  reads: 

“1.  Enclose  with  fireproof  material  the  interior  stair¬ 
way  leading  to  3rd  and  4th  stories. 

“7.  Protect  all  steam  pipes  or  risers  that  are  within 
6  ft.  0  in.  of  floor  with  wire  guards  or  non-combustible 
pipe  covering.  Sec.  235-9,  chapter  10,  code  of  ordi¬ 
nances. 

“8.  Provide  suitable  guards  around  radiators  and 
steam  pipes  to  prevent  combustible  material  from  com¬ 
ing  in  contact  therewith. 

“NOTE:  Top  shall  be  sloping  so  as  to  prevent  same 
from  being  used  as  shelves. 

“9.  Bottom  of  guard  shall  be  arranged  so  as  to  lift 
up  for  cleaning.  Sec.  235-9,  Chap.  10,  Code  of  Ordi¬ 
nances. 

“14.  Discontinue  the  storage  of  finished  stock  any¬ 
where  on  your  premises,  except  in  approved  vaults  or 
cabinets  or  in  a  special  finished  stock  storeroom.” ; 

and 

Whereas,  the  building  is  fireproof,  eight  stories  in  height, 
30  ft.  by  120  ft.  in  area;  OCCUPIED  as  a  tenant  factory, 
128  persons  above  the  1st  story,  the  appellant  occupying 
the  3rd  story  for  the  manufacture  of  celluloid  buttons 
and  novelties ;  and 

Whereas,  appellant  contends  having  given  up  the  use  of 
the  4th  story  and  proposes  to  vacate  the  building  on  Febru¬ 
ary  21,  1926,  and  requests  meanwhile  to  store  in  an  ap¬ 
proved  vault  2,500  pounds  of  celluloid,  not  more  than  500 
pounds  in  work,  and  proposes  to  provide  boards  on  the 
tables  nearest  the  steam  coils  which  will  prevent  material 
from  falling  therefrom. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  tnodified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  far  as  it  affects  the  celluloid  occupancy  on 
3rd  story,  on  condition  that  the  resolution  adopted  by  the 
board  under  Cal.  No.  83-24-A  shall  be  complied  with  in 
all  other  respects;  and  that  the  celluloid  occupancy  shall 
be  discontinued  throughout  the  entire  premises  on  or  about 
February  1,  1926. 


804-25-A.  ,  . 

APPELLANT— William  F.  Doyle,  for  Louvain  Holding 
Co.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 149  Spring  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  William  F.  Doyle. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE—  .  . 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent  . 0 
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THE  RESOLUTION: 

(804-25-A) 

Whereas,  William  F.  Doyle,  for  Louvain  Holding  Com¬ 
pany,  owner,  filed,  August  5,  1925,  an  appeal  from  an  order 
of  the  fire  commissioner,  affecting  premises  149  Spring 
street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No. 
80163-F,  Item  1,  reads : 

“Install  a  standpipe  system  with  risers  4  inches  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
sq.  in.  extending  from  cellar  to  roof  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof,  eight  stories  and 
cellar  (96  ft.)  in  height,  25  ft.  by  100  ft.  in  area  at  the 
1st  story  and  25  ft.  by  96  ft.  in  area  above;  OCCUPIED 
as  a  tenant  factory,  129  persons  above  the  1st  story ;  and 

Whereas,  the  appellant  contends  that  the  occupancy  of 
the  building  is  not  hazardous ;  that  the  means  of  egress 
are  ample  and  comply  in  all  respects  with  the  labor  law, 
and  contends,  further,  that  it  is  doubtful  if  the  present  roof 
could  support  the  tanks  necessary  for  the  standpipe  sys¬ 
tem. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  far  as  it  affects  the  installation  of  roof 
tank,  on  condition  that  the  standpipe  system  shall  be  installed 
in  accordance  with  the  regulations  in  all  other  respects. 


1099-25-A. 

APPELLANT — Wm.  V.  McDevit,  for  Willandmac 
Corp.,  owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — -8020  Roosevelt  avenue, 
Jackson  Heights,  Borough  of  Queens. 
APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Carroll  of  fire 
department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(1099-25-A) 

Whereas,  Wm.  V.  McDevit,  for  Willandmac  Corp., 
owner,  filed,  October  26,  1925,  an  appeal  from  a  decision 
of  the  fire  commissioner,  affecting  premises  8020  Roose¬ 
velt  avenue,  Jackson  Heights,  Borough  of  Queens ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  Appli¬ 
cation  No.  2223-25,  reads: 

“1.  Burner  and  pumps  must  be  of  a  type  approved 
by  the  Board  of  Standards  and  Appeals.” ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  60  ft.  by  100  ft.  in  area.  OCCUPIED :  1st  story, 
auto  sales  store ;  2nd  story,  vacant ;  and 

Whereas,  the  applicant  proposes  to  install  a  fuel  oil 
burning  system,  using  grade  “A”  oil,  the  Wayne  Fuel  Oil 
Burner,  type  “N”  and  pumps  will  be  installed  for  the  pur¬ 
pose  of  test  and  approval  by  the  board  of  standards  and 
appeals ;  the  said  burner  and  pumps  have  been  submitted 
to  the  board  under  Cal.  No.  1155-25-SA. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  herebv 
is  granted,  for  a  period  of  ninety  (90)  days,  at  owner’s 
risk,  only  so  far  as  it  affects  the  burner,  pending  deter¬ 
mination  of  approval  of  said  burner  by  the  board,  on  condi¬ 
tion  that  the  equipment  shall  comply  with  the  fuel  oil  rules 
of  the  board  of  standards  and  appeals  in  all  other  respects. 


141-25-A. 

APPELLANT — Runkel  Brothers,  Inc.,  lessee. 


SUBJECT — Application  for  extension  of  permit — appeal 
from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 445-451  West  30th  street, 
Manhattan. 

APPEARANCES— 

For  Appellant:  George  P.  Knight. 

ACTION  OF  BOARD — Extension  of  permit  granted. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle _  4 

Negative  .  q 

Absent:  Fire  Chief  Kenlon .  i 

THE  RESOLUTION: 

(141-25-A) 

Whereas,  Runkel  Brothers,  Inc.,  lessee  (Ernest  D.  Fieux, 
secretary),  filed,  February  2,  1925,  an  appeal,  with  the 
board  of  appeals,  from  a  decision  of  the  fire  commissioner, 
affecting  premises  445-451  West  30th  street,  Manhattan; 

and 

Whereas,  the  decision  of  the  fire  commissioner  reads: 

“Burners  must  be  of  a  type  approved  by  the  >  Board 
of  Standards  and  Appeals.” ; 
and 

Whereas,  the  building  is  fireproof,  ten  (10)  stories  in 
height,  100  ft.  by  197  ft.  6  in.  in  area;  OCCUPIED  as  a 
factory  and  office  building;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed 
consisting  of  a  13,700  gallon  and  also  a  16,000  gallon  fuel 
oil  tank,  a  “Petro”  burner  and  the  necessary  pumps,  valves, 
piping,  etc.,  to  make  a  complete  installation;  and 
Whereas,  appellant  _  contends  that  the  installation  con¬ 
forms  with  the  fuel  oil  rules  excepting  that  the  burner  is 
not  an  approved  burner;  and  that  the  burner  has  be$n  sub¬ 
mitted  to  the  board  for  approval ;  and  requests  a  temporary 
permit  pending  the  approval  of  the  burner;  and 

Whereas,  this  appeal  was  granted  by  the  board  for  a 
temporary  period  of  ninety  days,  May  5,  1925,  and  Octo¬ 
ber  6,  1925,  and  appellant  requests  a  continuation  of  the 
permit. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  for  a  temporary  period  of  ninety  days,  at  owner’s 
risk,  on  condition  that  the  installation  shall  comply  with 
the  fuel  oil  rules  in  all  other  respects. 


BUILDING  ZONE  CASES. 

796-25-BZ. 

APPLICANT — Thomas  O’Rourke  Gallagher,  for  Wie- 
ser,  et  al.,  owners. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  five  (5)  attached 
residence  buildings,  the  first  story  to  be  used 
for  store  purposes. 

PREMISES  AFFECTED— 7116-7124  Bay  Parkway, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Thomas  O’Rourke  Gallagher. 
For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  29,  1925,  at  2  p.  m.,  to  submit  docu¬ 
mentary  evidence. 


891-25-BBZ. 

APPLICANT — William  F.  Doyle,  for  Bertha  A.  Wil- 
kus,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to 
be  used  as  stores  on  the  first  story  and  dwellings 
above. 

PREMISES  AFFECTED — Northeast  corner  of  Beach 
34th  street  and  Edgemere  avenue,  Edgemere, 
Borough  of  Queens. 
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APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  Benjamin  Kroneberg,  Nathan 
R.  Sachs  and  John  J.  Curtin. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  22,  1925,  at  10  a.  m.,  on  request  of  appli¬ 
cant. 


900-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Dornhage  Realty 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  the  extension  from  a 
business  district  into  a  residence  district  of  a 
proposed  building  to  be  used  as  a  theatre  and 
also  as  stores. 

PREMISES  AFFECTED — Southeast  corner  of  Jerome 
avenue  and  East  199th  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  22,  1925,  at  10  a.  m.,  for  inspection  and 
report  by  a  committee  of  the  board. 


828-25-BZ. 

APPLICANT — Alfred  H.  Eccles,  for  Henry  Gerken, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
the  erection  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Southeast  corner  of  Second 
avenue  and  Newtown  creek,  Astoria,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  H.  Eccles. 

For  Opposition:  A.  Vaughan,  Michael  P.  Mur¬ 
phy,  R.  F.  Adams,  Mrs.  Keegan,  A.  C. 
Gottlieb. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  22,  1925,  at  10  a.  m.,  to  secure  additional 
consents. 


APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  Oh  BOARD — Application  laid  over  to  De¬ 
cember  29,  1925,  at  2  p.  m.,  to  secure  and  file 
additional  consents. 


901-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Hyman  Mor- 
genstern,  owner. 

SUBJEC1  Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1305-1309  Gates  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Lester  C.  Ringe  and  others. 

ACTION  Oh  BOARD — Application  laid  over  to  De¬ 
cember  22,  1925,  at  10  a.  m. 

818-25-BZ. 

APPLICANT— Edward  P.  Doyle,  for  S.  Kessler  and 
J.  Karovit,  owners. 

SUBJECT.  Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone,  resolution  to  permit  partly  in  a  business 
district  and  partly  in  a  residence  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles 
PREMISES  AFFECTED-East  side  of  Prospect  ave¬ 
nue,  77.79  feet  south  of  East  182nd  street,  The 
Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  William  Lyman. 

ACTION  OF  BOARD — Application  withdrawn 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  . ’’  q 

Absent  . 1 ...  1 .  0 


829-25-BZ. 


114-25-BZ. 

APPLICANT — Jenks  &  Rogers,  for  Kennor  Realty 
Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
extending  from  an  unrestricted  district  the 
erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 342-352  Coney  Island  ave¬ 
nue,  Brooklyn. 

APPEARANCES— 

For  Applicant:  Murray  Riskin. 

For  Opposition:  Philip  Scharf. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  29,  1925,  at  2  p.  m.,  on  consent  of  both 
sides. 


599-25-BZ. 

APPLICANT — Eugene  De  Rosa,  for  Maxlan  Theatre 
Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  7c  of  the  building 
zone  resolution,  to  permit  in  a  residence  district 
extending  from  a  business  district  the  erection 
and  maintenance  of  a  building  to  be  used  for 
business  and  theatre  purposes. 

PREMISES  AFFECTED — Southeast  corner  of  Sher¬ 
idan  avenue  and  East  167th  street,  The  Bronx. 


nrri.iLAi\  1  —  iomas  Goldstone,  for  Estate  of  Georg 

CTTT3TT7^  Efdy,’- Ge-°-  E-  Eddy,.  Executor,  owner. 

oUoJrLLi  Application  (re:  decision  of  superintenden 
of  buildings)  under  section  7-b  of  the  buildinj 
zone  resolution  to  permit  the  erection  on  a  plo 
partly  in  an  unrestricted  and  partly  in  a  busi 
ness  district  of  a  proposed  garage  for  the  storag 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFbECTED — 345-355  Classon  avenue 
Brooklyn. 

APPEARANCES— 


For  Applicant:  Tobias  Goldstone. 

For  Opposition:  A.  C.  Spooner. 

ACTION  OF  BOARD — Application  granted  on  con 
dition. 


CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Fire  Chief 

Kenlon  .  a 

Negative:  Commissioner  Guilfoyle . i 

Absent .  n 

THE  RESOLUTION:  . 

(829-25-BZ) 

Whereas,  Tobias  Goldstone,  for  Estate  of  George  E 
Eddy,  owner,  filed,  August  13,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  the  erection,  under 
section  7b,  on  a  plot  partly  in  an  unrestricted  district  and 
partly  in  a  residence  district,  of  a  proposed  garage,  for  the 
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storage  of  more  than  five  (5)  motor  vehicles;  premises 
345-355  Classon  avenue,  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet- 
ting,  December  15,  1925,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Lafayette  avenue  is  in  a  resi¬ 
dence  district;  that  Classon  avenue  is  in  an  unrestricted 
district,  and  that  Taaffe  place  is  in  an  unrestricted  district; 
and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  14,  1925,  reads: 

“Proposition  contrary  to  zone  resolution,  Art.  II,  Sec. 
3.  (The  erection  of  a  public  garage  partly  in  a  resi¬ 
dential  district.)”; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  125 
ft.  and  a  depth  of  183  ft.  10  in.;  to  be  occupied  as  a  ga¬ 
rage  for  the  storage  of  more  than  five  motor  vehicles ;  and 

Whereas,  the  entire  plot  has  been  in  the  same  owner¬ 
ship  for  many  years  prior  to  the  adoption  of  the  zone  reso¬ 
lution  ;  and 

Whereas,  there  exist  on  this  same  plot  non-conforming 
uses ;  and  the  surrounding  buildings  are  mostly  dilapidated 
frame  structures,  and  the  board  deemed  the  applicant  was 
entitled  to  relief  under  section  7  (b  and  c). 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  the  building  shall  be  restricted  to  a  one-story  struc¬ 
ture  in  height  above  grade ;  that  the  rear  and  gable  walls 
shall  be  unpierced  throughout  their  entire  height  and  length ; 
that  the  southerly  portion  on  Classon  avenue  frontage  for 
not  less  than  20  ft.  shall  be  maintained  and  reserved  to  of¬ 
fice  use  and  conduct  in  conjunction  with  the  proposed  ga¬ 
rage  ;  that  no  vehicular  entrance  on  Classon  avenue  front¬ 
age  shall  be  located  within  130  ft.  northerly  from  the 
Lafayette  avenue  corner ;  that  there  shall  be  not  more  than 
one  vehicular  entrance  on  the  Taaffe  place  front,  located 
directly  in  the  centre  of  the  Taaffe  place  elevation;  that 
no  skylight  shall  be  installed  within  25  ft.  of  the  southerly 
gable  wall ;  that  all  skylights  shall  be  glazed  with  plain 
glass,  protected  with  wire  guards  above  and  below;  that 
the  street  fronts  of  building  shall  be  finished  with  face 
brick  and  architectural  terra  cotta  or  stone  trim,  other 
than  the  office  show  window,  which  shall  be  finished  with 
polished  plate  glass;  that  the  exterior  of  the  southerly 
gable  wall  shall  be  finished  with  light-color  face  brick 
throughout,  above  grade;  that  any  gasoline  storage  equip¬ 
ment  installed  shall  be  located  at  the  Classon  avenue  front, 
at  the  extreme  northerly  end  of  the  structure;  that  there 
shall  be  no  advertising  signs  erected  or  maintained  within 
the  residence  use  area  of  the  structure;  that  any  advertis¬ 
ing  within  the  residence  area  on  Classon  avenue  shall  be 
restricted  to  the  plate  glass  office  show  window;  and  that 
all  permits  necessary  for  the  prosecution  of  the  work  shall 
be  obtained  within  nine  months  and  the  work  completed 
within  eighteen  months  from  the  date  of  this  action. 


873-25-BZ. 

APPLICANT — John  J.  McCormack,  owner. 

SUBJECT — Application  (re:  decision  of  fire  commis¬ 
sioner)  under  section  21  of  the  building  zone 
resolution  to  permit  in  a  business  district  a 
gasoline  filling  station. 

PREMISES  AFFECTED— Northeast  corner  of  113th 
avenue  and  Springfield  boulevard,  Springfield 
Heights,  Queens. 

APPEARANCES— 

For  Applicant:  John  J.  McCormack. 

For  Opposition:  Richard  Kerwick. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 


CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION: 


(873-25-BZ) 

Whereas,  John  McCormack,  owner,  filed,  August  27, 
1925,  an  application,  under  the  building  zone  resolution,  to 
permit  in  a  business  district  a  gasoline  selling  station ; 
premises  northeast  corner  of  Springfield  boulevard  and  113th 
avenue,  Springfield  Heights,  Borough  of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  reguiar  meet- 
ting,  December  15,  1925,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Springfield  boulevard  is  in  a 
business  district,  and  that  113th  avenue  is  in  a  residence 
district ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
July  31,  1925,  reads: 

“1.  A  gasoline  service  station  may  not  be  permitted 
in  a  business  district.  Appeal  may  be  taken  to  the 
Board  of  Appeals.”; 

and 

Whereas,  the  premises  consists  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  122  ft.  on  113th  avenue  and  61  ft.  on 
Springfield  boulevard  upon  which  it  is  proposed  to  erect 
a  gasoline  selling  station;  and 

Whereas,  the  applicant  owns  the  property  under  appeal, 
as  well  as  two  lots  adjoining,  on  which  is  located  his  home; 
and 

Whereas,  applicant  contends  that  the  plans  for  structure 
were  filed  in  fire  prevention  bureau  on  June  11,  1925,  and 
that  the  amendment  to  the  zoning  resolution  prohibiting  gas¬ 
oline  selling  stations  in  business  districts  became  effective 
on  June  12,  1925 ;  the  board  deemed  that  there  would  be 
unnecessary  hardship  in  the  way  of  carrying  out  the  strict 
letter  of  the  law. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  mak%  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition  that 
the  gasoline  selling  station  shall  be  restricted  to  the  plot 
of  61  ft.  frontage  on  Springfield  boulevard  and  122  ft.  depth 
on  113th  avenue,  the  property  of  the  applicant  and  occupant 
of  the  premises ;  and  that  all  permits  required  shall  be  ob¬ 
tained  within  ninety  (90)  days  and  any  work  involved 
shall  be  completed  within  four  months. 


877-25-BZ. 

APPLICANT — George  &  Edward  Blum,  for  1412 
Broadway,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  two  times  height 
district  the  erection  and  maintenance  of  the 
street  wall  to  a  height  exceeding  the  prescribed 
limit  required  by  the  zone  resolution. 

PREMISES  AFFECTED — 1410-1412  Broadway  and 
123  West  39th  street,  Manhattan. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  . 5 

Negative  .  0 

Absent  .  0 
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THE  RESOLUTION: 

(877-25-BZ) 

Whereas,  William  F.  Doyle,  for  1412  Broadway,  Inc., 
owner,  filed,  August  28,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  two-times  height 
district  the  erection  and  maintenance  of  the  street  wall  to 
a  height  exceeding  the  prescribed  limit  required  by  the 
zone  resolution;  premises  1410-12  Broadway  and  123  West 
39th  street,  Borough  of  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  15,  1925,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  40th  street,  Broadway 
and  West  39th  street  are  all  in  two-times  height  and  busi¬ 
ness  use  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  August  27,  1925,  reads : 

“1.  Height  of  easterly  11  ft.  8)4  of  the  West 
39th  Street  frontage  of  building  is  excessive.  Section 
9B  of  the  Building  Zone  Resolution.  Dormers  along 
39th  Street  frontage  are  of  excessive  lengths.  Section 
9C  of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  of  fireproof  construc¬ 
tion,  24  stories  in  height,  with  a  frontage  of  161  ft.  8)4 
in.  and  a  depth  of  98  ft.  9  in. ;  to  be  occupied  as  lofts,  of¬ 
fices  and  showrooms;  it  is  proposed  to  erect  the  street  wall 
for  a  distance  of  11  ft.  8)4  in.  on  39th  street  200  ft.  in 
height  without  a  setback,  instead  of  120  ft.,  the  limiting 
height  as  prescribed  by  the  zone  resolution ;  and 

Whereas,  the  board  deemed  that  there  would  be  unnec¬ 
essary  hardship  in  the  way  of  carrying  out  the  strict  letter 
of  the  zoning  resolution. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  moke  o  variation  in  the  application  of  the  height 
district  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  only  so  far  as 
it  affects  the  easterly  end  of  the  building,  not  exceeding  a 
frontage  of  eleven  (11)  ft.  eight  and  one-quarter  (8)4)  in-> 
on  condition  that  the  requirements  of  the  building  zone  res¬ 
olution  be  complied  with  in  all  other  respects. 


879-25-BZ. 

APPLICANT— McIntyre  &  O’Leary,  for  Essex  & 
Shepard  Co.,  Inc.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  poultry 
slaughter  house. 

PREMISES  AFFECTED— 137-151  East  98th  street, 

Brooklyn. 

APPEARANCES—  ^)T 

For  Applicant:  Joseph  V.  O  Leary. 

For  Opposition:  K.  Karl  Klein  and  John  M. 

Dumproff. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh  and  Lommis- 

sioner  Guilfoyle  . 2 

Negative:  Commissioners  Flanagan  and 

Connell  .  2 

Absent :  Fire  Chief  Kenlon  .  1 

THE  RESOLUTION: 

(879-25-BZ) 

Whereas,  McIntyre  &  O’Leary,  for  Essex  &  Shepard 
Co.,  Inc.,  owner,  filed,  August  28,  1925,  an  application,  under 
the  building  zone  resolution,  to  permit  in  a  business  dis- 
trict  the  erection  and  maintenance  of  a  poultry  slaughtei 
house;  premises  137-151  East  98th  street,  Borough  of  Brook- 

^  Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet- 
ting,  December  15,  1925,  after  due  notice  by  publication 


in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  98th  street  is  in  a  busi¬ 
ness  district,  and  that  Union  street  and  Blake  street  are 
in  business  and  residence  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  building^, 
rendered  July  21,  1925,  reads: 

“Proposition  contrary  to  the  Zone  Resolution,  Art. 
11,  Sec.  4a.  (The  erection  of  a  chicken  slaughter  house 
in  a  business  district.)”; 
and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  76  ft. 

in.  and  a  depth  of  139  ft.  10  in.  (triangle  shape)  ;  to 
be  occupied  as  a  poultry  slaughter  house;  and 

Whereas,  the  board  deemed  that  applicant  did  not  estab¬ 
lish  his  basis  of  appeal  on  the  ground  of  practical  diffi¬ 
culties  and  unnecessary  hardship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


402-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Emma  A.  Jus¬ 
tice,  owner. 

SUBJECT — Request  . for  modification  of  resolution  (re: 

decision  of  superintendent  of  buildings)  to  per¬ 
mit  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — Southeast  corner  of  East 
182nd  street  and  Folin  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  reopened  and  modified. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  MODIFY— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle....  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(402-25-BZ) 


Whereas,  William  F.  Doyle,  for  Emma  A.  Justice, 
owner,  filed,  April  14,  1925,  an  application,  under  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  premises  southeast  corner  of 
East  182nd  street  and  Folin  street,  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  special  meet¬ 
ing,  October  9,  1925,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  182nd  street  and  Webster 
avenue  are  in  the  business  district ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  April  4,  1925,  reads : 

“Erection  of  proposed  garage  for  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.”; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  two  stories  in  height,  with  a  frontage  of  37.95 
ft.  and  a  depth  of  122.10  ft.  (irregular)  ;  to  be  occupied 
as  a  garage  for  the  storage  of  more  than  five  motor  ve¬ 
hicles  ;  and 

Whereas,  the  board  deemed  the  basis  of  appeal  under 
section  21  of  the  building  zone  resolution  was  substantiated ; 
and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting,  October  9,  1925,  on  certain  conditions,  and  ap¬ 
plicant  requested  a  modification  of  these  conditions  as  to 
the  vehicular  entrance  on  182nd  street  and  as  to  the  color 
of  brick  on  front. 
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Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  on  condition 
that  the  building  be  restricted  in  height  to  a  two-story  struc¬ 
ture;  that  there  shall  be  not  more  than  one  vehicular  exit 
or  entrance  on  the  182nd  street  frontage;  that  the  street 
elevations  shall  be  finished  in  face  brick  with  architectural 
terra  cotta  or  stone  trimmings;  that  the  182nd  street  front 
shall  be  of  panel  design ;  that  the  rear  wall  and  southerly 
gable  wall  shall  be  unpierced  throughout  their  entire  height 
and  length ;  that  there  shall  be  no  advertising  signs  of  any 
nature  or  description  displayed  on  the  182nd  street  front¬ 
age  ;  that  no  roof  signs  shall  be  erected  or  maintained  and 
no  advertising  sign  other  than  one  projecting  sign  be  erected 
on  the  Folin  street  front ;  that  there  shall  be  no  vehicular 
exit  or  entrance  on  Folin  street  within  25  ft.  of  the  corner 
formed  by  the  intersection  of  182nd  street;  that  all  permits 
necessary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  building  completed  within  eigh¬ 
teen  months  from  the  date  of  this  action. 


CASES  DISMISSED. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

The  chairman  called  attention  to  the  following  cases, 
where  notices  of  intention  to  appeal  were  offered  for  filing ; 
but  where,  despite  notices  from  this  office,  papers  have  not 
been  completed,  thus  tying  the  hands  of  the  administrative 
official  in  the  performance  of  his  duty: 

(127-25-A) 

Filed  January  28,  1925 — Premises  644-648  Eighth  avenue, 
Manhattan.  Order  of  the  fire  commissioner. 
Appellant,  Thomas  W.  Lamb.  Dismissed 
for  lack  of  prosecution. 

(293-25-A) 

Filed  March  16,  1925 — Premises  506  West  Broadway,  Man¬ 
hattan.  Order  of  the  fire  commissioner. 
Appellant,  Maria  Moriggia.  Dismissed  for 
lack  of  prosecution. 

(348-25-A) 

Filed  April  1,  1925 — Premises  260  West  88th  street,  Man¬ 
hattan.  Order  of  the  superintendent  of 
buildings.  Appellant,  Howard  S.  Beidle- 
man.  Dismissed  for  lack  of  prosecution. 

(375-25-A) 

Filed  April  6,  1925 — Premises  86-88  Meserole  street,  Brook¬ 
lyn.  Order  of  the  fire  commissioner.  Ap¬ 
pellant,  Abwer  Realty  Corp.  Dismissed  for 
lack  of  prosecution. 

(420-25- A) 

Filed  April  20,  1925 — Transportation  of  oil  in  tank  trucks. 

Order  of  the  fire  commissioner.  Appellant, 
The  Barrett  Company.  Dismissed  for  lack 
of  prosecution. 

(466-25-A) 

Filed  May  4,  1925 — Premises  9815-101st  avenue,  Ozone 
Park,  Borough  of  Queens.  Decision  of  the 
fire  commissioner.  Appellant,  Cornell  Util¬ 
ities  Co.,  Inc.  Dismissed  for  lack  of  pros¬ 
ecution. 

(467-25-A) 

Filed  May  4,  1925 — Premises  1238-98th  street,  Ozone  Park, 
Borough  of  Queens.  Decision  of  the  fire 
commissioner.  Appellant,  Cornell  Utilities 
Co.,  Inc.  Dismissed  for  lack  of  prosecu¬ 
tion. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commissioners 


Connell,  Flanagan  and  Guilfoyle  .  4 

Negative  .  0 

Absent :  Fire  Chief  Kenlon  .  1 


THE  RESOLUTION: 

Whereas,  the  foregoing  appellants  have  filed  appeals 
with  the  board  of  standards  and  appeals  from  orders  affect¬ 
ing  the  premises  in  question;  and 

Whereas,  the  appellants  have  failed  to  complete  the 
papers,  though  duly  notified  to  do  so. 

Resolved,  that  the  foregoing  appeals  be  and  they  hereby 
are  dismissed  for  lack  of  prosecution. 


CASES  DISMISSED. 

BUILDING  ZONE  APPLICATIONS. 

The  chairman  called  attention  to  the  following  cases, 
where  notices  of  intention  to  appeal  were  offered  for  filing; 
but  where,  despite  notices  from  this  office,  papers  have  not 
been  completed,  thus  tying  the  hands  of  the  administrative 
official  in  the  performance  of  his  duty: 

(207-25-BZ) 

Filed  February  20,  1925— Premises  1638-42  Eighth  avenue, 
Brooklyn.  Decision  of  the  superintendent 
of  buildings.  Applicant,  Irving  Seelig. 
Dismissed  for  lack  of  prosecution. 

(248-25-BZ) 

Filed  March  4,  1925 — Premises  10  Mount  Hope  place,  The 
Bronx.  Decision  of  the  superintendent  of 
buildings.  Applicant,  A.  Mugler.  Dis¬ 
missed  for  lack  of  prosecution. 

(260-25-BZ) 

Filed  March  6,  1925 — Premises  617-625  New  York  avenue, 
Brooklyn.  Decision  of  the  superintendent 
of  buildings.  Applicants,  McCooey  &  Con¬ 
roy.  Dismissed  for  lack  of  prosecution. 

(287-25-BZ) 

Filed  March  12,  1925— Premises  9116-9118  191st  street,  Hol¬ 
lis,  Borough  of  Queens.  Decision  of  hte 
superintendent  of  buildings.  Applicant, 
Henry  J.  Nurick.  Dismissed  for  lack  of 
prosecution. 

(288-25-BZ) 

Filed  March  13,  1925 — Premises  184-190  Dyckman  street, 
Manhattan.  Decision  of  the  superintendent 
of  buildings.  Applicant,  Wm.  F.  Conran. 
Dismissed  for  lack  of  prosecution. 

(382-25-BZ) 

Filed  April  8,  1925 — Premises  314-324  79th  street,  Brooklyn. 

Decision  of  the  superintendent  of  buildings. 
Applicant,  John  C.  Wandell.  Dismissed  for 
lack  of  prosecution. 

(383-25-BZ) 

Filed  April  8,  1925 — Premises  656-62  Bay  Ridge  avenue, 
Brooklyn.  Decision  of  the  superintendent  of 
buildings.  Applicant,  John  C.  Wandell. 
Dismissed  for  lack  of  prosecution. 

(403-25-BZ) 

Filed  April  15,  1925 — Premises  southeast  corner  of  Jerome 
and  Van  Cortlandt  avenues,  The  Bronx. 
Decision  of  the  superintendent  of  buildings. 
Applicant,  Charles  Schaefer,  Jr.  Dismissed 
for  lack  of  prosecution. 

(410-25-BZ) 

Filed  April  16,  1925 — Premises  1602-1610  Bath  avenue, 
Brooklyn.  Decision  of  the  superintendent 
of  buildings.  Applicant,  Joseph  A.  Walsh. 
Dismissed  for  lack  of  prosecution. 

(457-25-BZ) 

Filed  April  29.  1925 — Premises  341-349  Herzl  street,  Brook- 
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rdca,s ,r°m °rdcrs af- 

_TTT,  '  WHEREAS,  the  applicants  have  failed  to  complete  their 

THE  VOTE  TO  DISMISS—  papers,  though  duly  notified  to  do  so. 

Affirmative;  Chairman  Walsh,  Commissioners  .  Resolved,  that  the  foregoing  applications  be  and  they  here- 

Connell,  Flanagan  and  Guilfoylc  _  4  are  dismissed  for  lack  of  prosecution 

Negative  .  0 

Absent:  Fire  Chief  Kcnlon  . . .  i  ~ 

THE  RESOLUTION :  .  Adjourned  1.30  p.  m. 

jy„TO:AS.  the  foregoing  applicants  ^  filed  appeals _  _ James  O'Connor.  Secretary 

MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  AFTERNOON,  DECEMBER  15,  1925. 

_  Present:  Chairman  Walsh,  Commissioners  Connell, 
Flanagan,  Guilfoyle  and  Fire  Chief  Martin. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

764-25-A.  , 

APPELLANT— George  Keister,  for  Earl  Carroll  Realty 
Corp.,  owner. 

SUBJECT— -Appeal  from  decision  of  superintendent  of 
buildings. 

PREMISES-  AFFECTED — 158-166  West  50th  street 
and  753-759  Seventh  avenue,  Manhattan. 

APPEARANCES— None. 

AC1ION  OF  BOARD — Appeal  laid  over  to  January 
12,  1926,  at  10  a.  m. 


793-25-A. 

APPELLANT — John  J.  Gilmartin,  for  D.  C.  Dominick, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AITECTED — 138-140  Greene  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Appellant:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  December 
29,  1925,  at  2  p.  m.,  on  request  of  appellant. 


889-25-A. 

APPELLANT — Hemmerdinger  Estate  Corp.,  owner. 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — South  side  of  Dry  Harbor 
road,  80  feet  from  L.  I.  R.  R.,  Glendale,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  January 
5,  1926,  at  10  a.  m.,  on  request  of  appellant. 


583-25-A. 

APPELLANT — Ferdinand  Tannenbaum,  for  General 
Box  Company,  lessee. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 

PREMISES  AT  T  ECTED — 151-165  Kent  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Thomas  J.  Donovan. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Appeal  laid  over  to  January 
5.  1926,  at  10  a.  m.,  on  request  of  appellant’s 
representative. 


882-25-A. 

APPELLAN  T— Samuel  Rosenblum,  for  National  Photo 
Novelty  Co.,  lessee. 

PREJMISF'TAAPrFa|rrr?'?r,0''dcr  °l  fire  commissioner. 
APPEARANCES-^  rED-360  Bowery,  Manhattan. 

For  Appellant:  Samuel  Rosenblum. 

For  Administration:  Inspector  Lynch  of  fire 
department. 

ACTION  OT  BOARD — Appeal  withdrawn 
THE  VOTE  TO  WITHDRAW- 

Affirmative:  Chairman  Walsh,  Commission- 

nx-  w  e11,  Flana&an.  Guilfoyle  and  Fire 
Chief  Martin  .  ^ 

Negative  . . .  n 

Absent  . ’  ’  ’ . 

823-25-A. 

SU B  T^CT^ NAT~Hi  f'  Bohack  Company,  Inc.,  owner. 

PR  EJ\nSFT'lPI?KK r  ,Tn °r  der  °f  fire  commissioner. 
REMISES  AFFECTED— 1979-1981  Metropolitan  ave- 

appearances-’  ffh  of  Queens> 

F°r  HP Goode’  FrCd  W'  MeyCf  and  WilIiam 
For  Administration:  Inspector  Maher  of  fire 
department. 

?L°/  BOARD-Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Commissioner  Guilfoyle .  i 

egative.  Chairman  Walsh,  Commissioners 
Connell,  Hanagan  and  Fire  Chief  Mar- 

tm  . 

Absent  .  * 

THE  RESOLUTION: .  0 

„r  (823-25-A) 

Whereas,  H.  C  Bohack  Co.,  Inc.,  owner,  filed,  August 
10,  192a,  an  appeal,  with  the  board  of  standards  and  ap¬ 
peal  s  ^  from  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  19,9-1981  Metropolitan  avenue,  Maspeth,  Queens^  and 

22  l^Treadsf  ^  commissio"er  dated’  July 

“Order  No.  82832 — 

“Install  a  standpipe  system  with  risers  4  in.  in  diam¬ 
eter,  tested  to  withstand  a  pressure  of  300  lbs  per 
square  inch,  extending  from  cellar  to  roof  *  *  *”• 
and  •  • 

Whe^as  the  building  is  non- fireproof,  one  storv  (15 
tt.)  in  height,  112  ft.  by  204  ft.  in  area;  OCCUPIED  as 
a  factory,  95  persons;  and  U  as 

Whereas  the  appellant  contends  the  building  is  equipped 
vith  a  sprinkler  system,  supplied  by  a  tank  of  50,000  sal¬ 
ons  capacity,  100  ft.  above  ground ;  that  a  watchman  makes 
hourly  rounds;  that  there  are  two  fire  hydrants,  and  a  50 
gallon  Foamite  tank  within  50  ft.  pf  the  building. 

Resolved',  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied .  1 
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827-25-A.  .  ,  , 

APPELLANT— Charles  T.  E.  Dieterlen,  for  Charles 
S.  Brown  owner. 

SUBJECT — Appeal  from  order  of  superintendent  of 
buildings. 

PREMISES  AFFECTED— 326-328  Third  avenue,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant:  Charles  T.  E.  Dieterlen. 
ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Martin  .  5 

Absent  .  ® 

THE  RESOLUTION: 

(827-25-A) 

Whereas,  Charles  T.  E.  Dieterlen,  for  the  82nd  Street 
Corporation,  sub-lessee,  filed,  August  13,  1925,  an  appeal 
from  an  order  of  the  superintendent  of  buildings,  affecting 
premises  326-328  Third  avenue,  Borough  of  Manhattan; 

and 

Whereas,  the  order  of  the  superintendent  of  buildings, 
dated  July  27,  1925,  reads: 

“Viol.  2767-1925— 

“Altering  the  southerly  store  into  two  stores  at  first 
floor,  cutting  show  window,  creating  a  new  entrance 
to  each  store,  and  failing  to  set  show  window  back 
to  building  line,  as  called  for  in  amended  application 
of  June  2,  1925.”; 

Whereas,  the  building  is  non-fireproof,  five  stories  in 

height,  45  ft.  by  84  ft.  in  area.  OCCUPIED :  1st  story, 
stores,  apartments  above;  and 
Whereas,  the  appellant  has  altered  the  southerly  store 
into  two  stores,  which  necessitated  cutting  through  the  show 
window  erected  one  foot  beyond  the  building  line,  so  as 
to  form  entrances  for  the  two  stores,  and  failed  to  set  such 
show  window  back  to  the  building  line ;  and 

Whereas,  the  appellant  contends  the  show  windows  of 
properties  on  either  side  of  the  premises  under  appeal  pro¬ 
ject  one  foot  beyond  the  building  line;  that  if  his  show 
window  was  set  back  to  the  building  line  it  would  show 
a  marked  irregularity  and  mar  the  architectural  design  of 

the  buildings.  .  ^  ,  ,  ... 

Resolved,  that  the  order  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  appeal  be  and 
it  hereby  is  denied. 

230-25-A.  . 

APPELLANT — Frederick  A.  Lowe,  owner.  _  _ 
SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 1377  Washington  avenue, 
The  Bronx. 

APPEARANCES—  xx7  _ 

For  Appellant:  George  W.  Brewster. 

For  Administration:  Inspector  Lynch  of  fire 
department.  . 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE—  .  xx7  ,  ,  _ 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Martin  .  5 

Negative  .  ® 

Absent  .  u 

THE  RESOLUTION: 

(230-25-A) 

Whereas  Frederick  A.  Lowe,  owner,  filed,  May  13,  1925, 
an  appeal  from  an  order  of  the  fire  commissioner,  affecting 
premises  1377  Washington  avenue,  Borough  of  The  Bronx; 
cind 

Whereas,  the  order  of  the  fire  commissioner,  dated  July 
12,  1924,  reads  (Order  No.  24982-LC)  :  , 

“1  Remove  all  motor  vehicles,  the  fuel  tanks  of 
which  are  not  empty  and  to  discontinue  the  use  of 
premises  as  a  motor  vehicle  repair  shop.”;  ; 

and 


Whereas,  the  building  is  of  frame  construction,  located 
in  an  unrestricted  district,  two  stories  in  height,  20  ft.  by 
17  ft.  OCCUPIED:  1st  story,  motor  vehicle  repair  shop; 
2nd  story,  storage ;  2  persons  in  the  building ;  and 

Whereas,  the  appellant  proposes  to  build  brick  sidewalk 
12  in.  in  thickness,  cover  1st  story  ceiling  with  Yz  in.  plaster 
board  and  26  in.  W.  S.  gauge  metal ;  he  claims  the  building 
has  been  used  as  a  motor  vehicle  repair  shop  for  a  number 
of  years. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted,  only  so  far  as  it  affects  the  single  structure  on 
the  rear  of  the  premises  with  a  depth  of  17  ft.  and  a  front¬ 
age  of  28  ft.,  on  condition  that  the  motor  vehicle  repair 
shop  occupancy  of  the  building  shall  be  restricted  to  the 
1st  story,  the  walls  of  which  shall  be  built  of  approved  ma¬ 
sonry  and  the  ceiling  fire  retarded  with  cement  mortar  on 
expanded  metal  lath;  and  that  there  shall  be  no  vertical 
openings  between  the  1st  and  2nd  stories )  that  there  shall 
be  no  gasoline  storage  equipments  maintained  on  the  prem¬ 
ises ;  that  the  floors  shall  be  finished  in  cement  mortar. 


BUILDING  ZONE  CASES. 

845-25-BZ.  _  ,  , 

APPLICANT— John  J.  Dunnigan,  for  Walter  Eveleth, 


owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  sections  7-c  and  21  of  the 
building  zone  resolution  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  garage 
for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — Inwood  avenue,  northeast 
corner  of  Macombs  road,  The  Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  22,  1925,  at  10  a.  m.,  for  inspection  and 
report  by  a  committee  of  the  board. 


270-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Schinasi  Com¬ 
mercial  Corp.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
and  also  within  200  feet  of  a  hospital  the  use 
of  an  existing  building  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 32-36  West  100th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  De¬ 
cember  22,  1925,  at  10  a.  m.,  pending  Chief 
Kenlon’s  report. 


AREA  FIXED. 

(828-25-BZ.) 

The  chairman  presented  and  read  a  communication 
from  Alfred  H.  Eccles,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage; 
premises  southeast  corner  of  Second  and  Newtown  ave¬ 
nues,  Borough  of  Queens. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Second  avenue  from  a  point  100 
feet  south  of  Grand  avenue  to  the  northerly  side 
of  Winslow  place;  both  sides  of  Newtown  avenue 
from  Fourth  avenue  to  Carver  street  and  Mark 
place ;  the  northerly  side  of  Grand  avenue  from 
Second  avenue  to  Third  avenue;  the  west  side  of 
Third  avenue  from  Grand  avenue  to  Newtown  ave¬ 
nue. 


Adjourned,  5:00  p.  m. 

James  O’Connor,  Secretary. 
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RULES 


FIRE  RETARDING  RULES 


Adopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga¬ 
rages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed 
fire-retarding  within  the  meaning  of  §73,  subdivision  3, 
of  the  building  code,  that  resists  the  action  of  flame 
and  heat  when  subjected  to  a  continuous  fire  for  one 
hour  at  an  average  temperature  of  seventeen  hundred 
(1700)  degrees  Fahrenheit  without  the  passage  of  flame, 
and  with  a  maximum  temperature  rise  to  four  hundred 
(400)  degrees  Fahrenheit  on  the  side  away  from  the 
fire.  The  point  at  which  the  temperature  of  transmitted 
heat  is  measured  shall  be  protected  from  external  air 
and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition 
construction,  the  area  under  test  shall  be  not  less  than 
one  hundred  (100)  square  feet  and  least  dimension 
shall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
of  floor  construction,  the  area  under  test  shall  be  not 
less  than  two  hundred  (200)  square  feet  and  the  least 
dimension  shall  be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support 
the  live  load  for  which  it  is  designed,  and  after  the  fire 
shall  safely  sustain  twice  the  designed  live  load  with  a 
maximum  deflection  of  not  more  than  one  two-hun¬ 
dredth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
joisted  floor  construction  shall  be  accepted  as  fire-re¬ 
tarding  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  sta¬ 
tions  when  the  beams  are  protected  on  the  upper  and 
under  sides  with  the  fire-retarding  materials  specified 
in  rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  upper  sides  of  wood  floor  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations: 

(a)  Seven-eighths  (%)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not  less  than  two  and  one-half 
(214)  inches  of  l:2j4:5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  (14)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  (2}4  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  undersides  of  wood  floor  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations: 

(a)  One-half  04)  inch  plaster  boards,  or  three- 
eighths  (H)  inch  gypsum  wall  boards  weighing  not 
less  than  16  pounds  per  squard  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (14)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  furring 
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strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 

(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  04)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doqrs  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  ( Y \)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (V%)  inch  wood  sheathing, 
one-half  (54)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (V%)  inch  wood  sheathing, 
two  thicknesses  of  one-quarter  (14)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  ">etal  with  one-inch  lapped  seams. 


PUBLIC  HEARING 


PROPOSED  AMENDMENTS  TO  RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES— 


SPRINKLER 

[77i25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Tuesday,  December  22,  at  2  p.  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department.  . 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building;  and  the  essential  features  of  the 
construction,  viz.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  size  of  ivater  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis * 
sioner  may  require,  not  exceeding  three  (j),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line )  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  applicant  will  be  so  ad- 
tnsed  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wPv'  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  in  Rule 

27  of  these  Rules.  .  ,  .  ,  „  .  , 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply. 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  with  all  non-automatic  sprinkler  systems. 

Rules  3  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton  D  C.;  by  the  Underwriters’  Laboratories,  Inc., 
of  Chicago;’ by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  by  the  Board  of  Standards  and  Anneals. 


SYSTEMS. 

Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  where  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  50,000  gal¬ 
lons  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  50,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  water  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  separate  feed 
mains  from  the  basement  or  lowest  story  and  a  control 
valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  ( 2 )  inches 
in  diameter  for  tanks  up  to  50,000  gallons  capacity  and  not 
less  than  three  (5)  inches  in  diameter  for /  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  (5)  inches  be¬ 
low  the  top  of  the  staves  in  zvooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
zvithout  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  twenty-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
with  a  90  degree  elbow. 

The  discharge,  heating  or  filling  pipes  where  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  which  may  be  of  three  layers  of  one-inch 
( 1 ")  hair  felt  interspersed  with  building  paper  well  wrapped 
and  secured  and  covered  with  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  not  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  zveather  shall  be 
covered  zvith  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca¬ 
pacity  and  located  on  a  structure  altogether  independent  of 
buildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12)4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  system 
where  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres¬ 
sure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  has  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  one-half  (iVj)  inches  in  size  [with  a  one  and  one- 
quarter  ( 1 %)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (ij/2)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air' pressure  at  the  average  rate  of  one 
(l)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 
under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  'Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk.  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity 


Where  it  is  impractical  to  vustall  a  control  valve  box 
Qt  the  curb  because  of  a  vault  under  the  sidezvalk  and  with¬ 
in  18"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (2j 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  zvater  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  type  which  al)ows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  tyye  of  fire  line  meter  zvhich  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  Fire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  approved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  deznce,  zvhich  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
belozv  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
proznded  in  Rule  5.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

The  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Loca1 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (T/2)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  « hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  sprinklered  stories  in  such  section.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barns. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  (^oo)  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  where 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3 )4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  building  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  *he  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  siamese  coupling  by  either  a  ball  drip  having 
a  one-half  (]/2)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (?4)  inch  drip  connection,  zvith  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  any  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 
sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 
pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  graznty  tank  and  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  hairing  a  total  water  capacity  for  a  one- 
source  supply  may  be  considered  as  a  two-source  supply 
where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  39  and  40  hereinafter  proz/ided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  ($4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  4n  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Conran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  feet  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


♦Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  I*or  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  Where 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  hich  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows: 

(a)  For  standard  one-half  ()4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  ghall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  ()4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1)4)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()/,)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (l)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1)4)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis¬ 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection : 

(a)  For  standard  one-half  ( )4 )  inch  heads,  3)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
8)4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof,  m-v  be  used  in  lieu  of  heads  located  in  peak  of 
roof ' 

(a)  For  standard  one-half  (J4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads 
6)4  leet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  ()4)  inch  heads,  2)4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 
sprinklw  'Uflectois  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joists  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  inches  nor  more  than  ten  (10)  inches. 

Ia  fireproof  buildings,  the  distance  between  deflectors  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
shall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
sipecified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  (54)  inch  heads — 

Maximum  No.  of 
Heads  Allowed 

.  1  head 

.  2  heads 

' .  3 

. .  5 

.  10 

.  20 

.  36 

.  55 

. .  80 

“  140 

«  .  .  200 

«  300 

«  ”■■■"'* .  420 

For  Conran*  one  (1)  inch  heads — 


Size  of  Pipe 
inch 

1 

154  “ 
154  “ 

2 

2'/2  “ 

3 

3J4  “ 

4 


5 

6 

7 

8 

(b) 


Size  of  Pipe 

1  inch 

U4  “ 
154  “ 

2 

854  “ 

3 


5 

6 

7 

8 


it 


I « 
41 


Maximum  No.  of 
Heads  Allowed 

1  head 

2  heads 

3  “ 

4  “  * 

6  “ 

9  “ 

18  “ 

.  34  “ 

51 

75  “ 

.  105  “ 


(c)  For  Conran*  one  and  one-quarter  (154)  inch  heads— 

Maximum  No.  of 


Size  of  Pipe 
154  inch 

154 

2 

2>54 

3 

4 

5 

6 

7 

8 


Heads  Allowed 


1 

2 

3 

4 
6 

12 

21 

40 

60 

84 


head 

heads 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-half  (J4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  size  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

i 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  which  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (154)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  with  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser ”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “ dead  riser’', 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pipr:  shall  be  full-weight 
standard  wrought  iron  or  steel  threade  1  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  w  thout  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall®  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  other 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below'  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  w'ood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating. 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  or 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  zvall  and  exposed  to  the  iveather,  they 
shall  be  fitted  with  hoods  or  dozxm-turned  elboivs. 

Drains,  pitched  not  less  than  one-quarter  ()4)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 

drains  shall  be  installed  with  controlling  valves  so  that  flow¬ 
ing  test*  may  be  made  to  determine  if  the  water  supplies 
or  connections  from  yard  mains  to  the  inside  of  the  build¬ 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1)4)  inches  in  size]  shall  be  not  less  than  i  inch 
in  size  where  floor  valves  are  not  over  a)4  inches  in  size 
and  /) 4  inches  where  floor  valves  are  larger,  and  connected 
to  a  main  drain  riser  of  not  less  than  i]/2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down- fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  pressure  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  so 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 

buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 
shall  be  pitched  not  less  than  one-quarter  (%)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (]/2)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  zvet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  y  inch  in  diameter 
shall  be  connected  directly  with  each  [riser]  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  iy  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  )4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (l)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  of 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  y-inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  zvith  a  y-inch  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4)4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank; 

At  the  air  compressor ; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down- fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  ()4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodF 
ble]  non-corrosive  material. 


’  II 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  ot  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valvfe. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position ;  except  that  when  the  sprinkler  system  is  fed  f  rom 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (j^)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 


The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  ( y2 )  inch  heads  . 400 

(b)  For  Conran*  one  (l)  inch  heads  . 100 

(c)  For  Conran*  one  and  one-quarter  (1)4  inch  heads  64 
Where  equipped  zvith  an  approved  quick-opening  device 

the  following  member  of  heads  may  be  controlled  by  one 
“ Type  A”  dry-pipe  valve : 


(a)  For  Standard  one-half  {]/2)  inch  heads . 8oo 

(b)  For  Conran*  one  (/)  inch  heads . ....200 


{c)  For  Conran*  one  and  one-quarter  ( / %)  inch  heads. 128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in;  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B’’  dry-pipe  valve: 


(a)  For  Standard  one-half  ()4)  inch  heads  . 500 

(b)  For  Conrani*  one  (1)  inch  heads  . 125 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads.  84 
Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 
systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  ()4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer’s 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30.  Pleating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  prior  to  concealment.  When  installed  in  thf 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (D/F)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 
small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  newly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  writing,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  walls,  partitions  or  beams. 

i 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 

of  Ordinances  and  the  Labor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  3 7.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

ft 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  ivhere  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  wnth  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  zvall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys- 
tem  are  in  perfect  ivorking  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  ( 6 ),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed  in  ac¬ 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  with 
the  Fire  Department  for  approval. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  applicants,  under  the  building  zone  resolution,  desire 
copies  of  Form  13A,  for  notices  to  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 

13A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  own  convenience 
in  notifying  property  owmers,  he  can  obtain  such  copies 
from  The  O’Connell  Press,  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  to 
be  supplied  hv  mail. 
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BOARD  OF  STANDARDS  AND  APPEALS. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

The  forty-eight  piei  cases  listed  herewith  were  laid  over, 
pending  decision  by  the  Supreme  Court  on  a  test  case. 

PIER  CASES. 

480- 19-A — Piers  4  and  5,  North  River,  Manhattan. 

481- 19-A — Old  Pier  3,  North  River,  Manhattan. 

594- 19-A — Pier  8,  North  River,  Manhattan. 

595- 19-A — Pier  44,  East  River,  Manhattan. 

877- 19-A — Pier  14,  North  River,  Manhattan. 

878- 19-A — Pier  15,  North  River,  Manhattan. 

879- 19- A — Pier  15,  North  River,  Manhattan. 

880- 19-A — Pier  28,  East  River,  Manhattan. 

881- 19-A — Pier  1  (Old),  North  River,  Manhattan. 

882- 19- A — Pier  27,  North  River,  Manhattan. 

883- 19- A — Pier  29,  North  River,  Manhattan. 

884- 19-A — Pier  30,  North  River,  Manhattan. 

885- 19- A — Pier  78,  North  River,  Manhattan. 

886- 19-A — Pier  42,  North  River,  Manhattan. 

890-19-A — Pier  70,  East  River,  Manhattan. 

937-19-A — Piers  37  and  38,  East  River,  Manhattan. 

948- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95587-F.) 

949- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95586-F.) 

950- 19-A — Pier  121,  foot  of  West  131st  street,  North 

River,  Manhattan.  (Order  No.  95585-F.) 
981-19-A — Piers  22-25,  East  River,  Manhattan. 

1003-19-A — Pier  28,  North  River,  Manhattan. 

31-20-A — Pier  13,  East  River,  foot  of  Wall  street,  Man¬ 
hattan. 

265- 20-A — Pier  46,  East  River,  foot  of  Van  Brunt  street, 

Brooklyn. 

266- 20-A — Pier  39,  East  River,  foot  of  Van  Dyke  street, 

Brooklyn. 

267- 20-A — Pier  31,  East  River,  s.  w.  s.  Atlantic  Basin, 

Brooklyn. 

268- 20-A — Pier  36,  East  River,  foot  of  Pioneer  street, 

Brooklyn. 

269- 20- A — Pier  35,  East  River,  n.  e.  s.  Atlantic  Basin, 

Brooklyn. 

270- 20-A — Pier  34,  East  River,  foot  of  Hamilton  street, 

Brooklyn. 

271- 20-A — Pier  27,  East  River,  foot  of  Baltic  street, 

Brooklyn. 

272- 20-A — Pier  17,  East  River,  foot  of  Joralemon  street, 

Brooklyn. 

273- 20-A — Pier  19,  East  River,  foot  of  Clark  street, 

Brooklyn. 

318-20-A — Pier  between  North  4th  and  5th  streets,  East 
River,  Brooklyn. 

352- 20- A — Pier  3,  Wallabout  basin,  foot  of  Washington 

and  E  streets,  Brooklyn. 

353- 20-A — Pier  2,  Wallabout  basin,  foot  of  Washington 

and  F  streets,  Brooklyn. 

383-20-A — Pier  20,  East  River  Manhattan. 

420- 20-A — Pier  5,  between  Poplar  and  Middagh  streets, 

Brooklyn. 

421- 20-A — Pier  22,  foot  of  Atlantic  avenue.  Brooklyn. 

422- 20  A — Pier  29,  foot  of  Harrison  street  ^-ooklyn. 


423-20- A — Pier  32,  foot  of  Degraw  street,  Brooklyn. 

471-20-A — Pier  between  North  4th  and  5th  streets,  Brook¬ 
lyn. 

907-21-A — East  side  South  street,  foot  of  Dover  street, 
Manhattan. 

1205-21-A — Pier  No.  21,  East  River,  east  side  South  street, 
foot  of  Dover  street,  Manhattan. 

1302-21-A — Pier  15,  East  River,  Manhattan. 

1541- 21-A — Pier  3,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1542- 21-A — Pier  3,  between  Main  and  Dock  Streets,  Brook¬ 

lyn. 

1543- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1544- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 

1545- 21-A — Pier  2,  between  Main  and  Dock  streets,  Brook¬ 

lyn. 


BOARD  OF  STANDARDS  AND  APPEALS. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 
53-21-S — Angle  Hose  Valve. 

1372-21-S — Ford  Fire  Line  Reducing  Valve,  approval  of. 
1636-21-SA — Gilbert  &  Barker  Oil  Burner. 

337-22-S — Elkhard  Brass  Company,  Siamese  Connection, 
approval  of. 

357-22-S — Quinn  Acme  Crude  Oil  Burner,  approval  of. 
392-22-S — The  Surface-Combustion  Company  Low  Pres¬ 
sure  Gas  and  Oil  Burner,  approval  of. 
447-22-S — Howard  Water  Pressure  Reducing  Devices,  ap¬ 
proval  of. 

610-22-S — Crocker  Gas  Valve,  approval  of. 

799-22-S — Kennell  Gas  Cut-Off  Valve,  approval  of. 
957-22-S — Burnwell  Mechanical  Burner,  approval  of. 

1104- 22-S — Dean  Fuel  Oil  Pump,  approval  of. 

1105- 22-S — Combustion  Fuel  Oil  Burner,  approval  of. 
1173-22-S — Anti-Syphon  Valve,  approval  of. 

1230-22-S — Thermostats  for  Automatic  Fire  Alarm  Systems, 
approval  of. 

1249-22-S — Coen  Oil  Burner,  approval  of. 

1274-22-S — Rodriguez  Oil  Burner,  approval  of. 

1391-22-S — Dempsey  High  &  Low  Pressure  Fuel  Oil  Burner, 
approval  of. 

1395-22-S — Caloroil  Burner,  approval  of. 

1526-22-S — Delaney  Fuel  Oil  Burner,  approval  of. 
57-23-SA — Collin  Patent  Automatic  Gas  Cut-Off  Valve, 
approval  of. 

92-23-SA — Surface  Combustion  Low  Pressure  Fuel  Oil 
Burner,  approval  of. 

124- 23-SA — Master  Gas  Shut-Off  Valve,  approval  of. 

125- 23-SA — Packless  Gas  Shut-Off  Valve,  approval  of. 
127-23-SA — S.  &  K.  Gas  Shut-Off  Valve,  approval  of. 
232-23-SA — Manual  and  Thermal  Gas  Cut-Off  Valve. 
275-23-SA — Wm.  E.  Toelle  Manual  &  Automatic  Gas 

Shut-Off  Valve,  approval  of. 

279-23-SA — Heil  Standard  200  Gal.  Truck  Tank. 
297-23-SA — “Automatic”  Deluge  Valve,  approval  of. 
345-23-SA — Cornell  Falat  Oil  Burner,  approval  of. 
392-23-SA — “Billow”  Class  G.  R.  Oil  Burner,  aoproval  of. 
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393-23-SA — “Billow”  Class  C.  R.  F.  Oil  Burner,  approval 
of. 

397-23-SA — Cornell  No.  1  Type  “A”  Oil  Burner,  ap¬ 
proval  of. 

443-23-SA — Automatic  Gas  Shut-Off,  approval  of. 

525-23-SA — Tilman-White  Gas  Cut-Off  Valve,  approval 
of. 


544-23-SA- 
888-23-S A- 
898-23-SA- 

952-23-SA — 

960-23-S  A — 1 

1046-23-S A — 

1050-23-SA- 

1146-23-SA- 
1169-23-SA- 

1176-23-SA- 
1246-23-SA- 
1339-23-S A- 
1346-23-SA- 
1358-23-SA- 
1361-23-SA- 
1364-23-SA- 
1415-23-SA — 

1429-23-SA- 
1444-23-S A- 
1484-23-SA- 
1493-23-SA- 
1538-23-SA- 
1550-23-SA- 
254-24-S A- 
269-24-SA- 
365-24-SA- 
379-24-SA- 

492- 24-SA- 

493- 24-SA- 
501-24-S A- 

503-24-S  A- 
536-24-SA- 
654-24-SA- 
702-24-S  A- 
735-24-S A- 

755-24-SA — 


Domestic  Fuel  Oil  Burner,  approval  of. 
Lewis  Oil  Burner,  approval  of. 

Enco  Type  700  Steam  Atomizing  Burner,  ap¬ 
proval  of. 

Automatic  Gas  Cut-Off,  approval  of  (Brook¬ 
lyn  Co.). 

Crescent  Combustion  Fuel  Oil  Burner,  ap¬ 
proval  of. 

Frankfort  Type  “P”  Low  Pressure  Oil  Burner, 
approval  of. 

iMarsh  Fuel  Oil  Burner  and  Pump,  approval 
of. 

Pennsylvania  Globe  Oil  Burner,  approval  of. 

Warren  Fuel  Oil  Pumps  &  Heater  Sets,  ap¬ 
proval  of. 

Ziegler  Oil  Burner,  approval  of. 

Ludlow  Gas  Cut-Off  Valve,  approval  of. 
National  Light  Service  Oil  Pump,  approval  of. 
Heatiator  Oil  Burner,  approval  of. 
■Worthington  Oil  Burner,  approval  of. 

Todd  Residence  Fuel  Oil  Burner,  approval  of. 
■Staples  &  Pfeiffer  Oil  Burner,  apr'^val  of. 
Enco  Mechanical  Atomizing  Fuel  Oil  Burner, 
approval  of. 

Kerrihard  Oil  Burner,  approval  of. 
Tate-Jones  No.  6  Oil  Burner,  approval  of. 
Universal  G.  P.  O.  Burner,  approval  of. 
Newport  Rotary  Oil  Burner,  approval  of. 
Lillibridge  Oil  Vapor  Burner,  approval  of. 
■Apex  Gas  Cut-Off  Valve,  approval  of. 
•Sherman  Oil  Burner,  approval  of. 

Universe  Oil  Burner,  approval  of. 

Koaless  Oil  Burner,  approval  of. 

■Sure  Heat  Automatic  Oil  Burner,  approval  of. 

Holtzer-Cabot  Type  “C”  Fire  Alarm  Box, 
approval  of. 

-Faultless  Oil  Burner,  approval  of. 

Hagan  Swivel  Type  Burner  for  Fuel  Oil,  ap¬ 
proval  of. 

Kinney  Rotating  Plunger  Pump,  approval  of. 
Climax  Oil  Burner,  approval  of. 

Marvel  Oil  Burner,  approval  of. 

Simplex  Mechanical  Oil  Burner,  approval  of. 
Petro  Mechanical  Burner  and  Air  Register, 
approval  of. 

Wills  Automatic  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 


803-24-SA — 

826-24-SA— 

860-24-SA- 

907-24-SA- 

939-24-SA- 

1016-24-SA- 

1108-24-SA- 

1134-24-SA- 

1142-24-SA- 

1146-24-SA- 

1162-24-SA- 

1191- 24-SA- 

1192- 24-SA- 

1197-24-SA- 

1254-24-SA- 
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-24-SA- 

-24-SA- 

24-SA- 

■24-SA- 

-24JSA- 

24-SA- 

-24-SA- 


1500-24-SA- 

19-25-SA— 

26-25-SA— 
228-25-SA- 
259-25-SA- 
340-25-S  A- 

513-25-SA- 

535-25-SA- 

558-25-SA— 

603-25-SA — 

671-25-SA- 

729-25-SA- 

752-25-SA- 

815-25-SA- 


Holmes-Williams  Domestic  Oil  Burner,  ap¬ 
proval  of. 

■Heymsfield  Low  Pressure  Burner,  approval  of. 

-Monarch  Domestic  Fuel  Oil  Burner,  ap¬ 
proval  of. 

-Dempsey  Domestic  Burner  and  Fuel  Oil 
Pump,  approval  of. 

-Ballard  Super  Domestic  Oil  Burner,  ap¬ 
proval  of. 

-Milnes  Oil  Burner,  approval  of. 

-Simplicity  Fuel  Oil  Burner,  approval  of. 

-Peerless  Automatic  Oil  Burner,  approval  of 

-Decker  Oxohydrogen  Oil  Burner,  approval  of. 

-Salvo  Fire  Extinguisher,  approval  of. 

-Hart  Automatic  Fuel  Oil  Burner,  approval 
of. 

-Socony  Arrow  Oil  Burner,  approval  of. 

-Kemp  Oil  Burner,  approval  of. 

-Yankee  Oil  Burner,  approval  of. 

-Tate-Jones  “L”  Type  Fuel  Oil  Burner,  ap¬ 
proval  of. 

-A.-B.-C.  Oil  Burner,  approval  of. 

-Chalmers  Oil  Burner,  approval  of. 

-International  Furnace  Burner,  approval  of. 

■Sure  Heat  Gravity  Oil  Burner,  approval  of. 

-Oliver  Oil  Gas  Burner  No.  30-A,  approval  of. 

■Adga  High  Pressure  Burner,  approval  of. 

-Deming  Power  Rotary  Force  Pump,  approval 

of. 

-Smolensky  Check  Valve,  approval  of. 

Winslow  Industrial  Burner  and  Pump  Unit,  ap¬ 
proval  of. 

Keenan  Brilliant  Burner,  approval  of. 

-Silent  Glow  Oil  Burner,  approval  of. 

-Electrol  Automatic  Oil  Burner. 

-McCann-Harrison  Low  Pressure  Oil 
Burner,  approval  of. 

•Rotary  Vacuum  Pumps,  approval  of. 

-Universe  Automatic  Oil  Burner,  approval  of. 

Globe  Dry  Pipe  Valve  Accelerator,  ap¬ 
proval  of. 

Cook  Automatic  Electric  Fuel  Oil  Pump,  ap¬ 
proval  of. 

-Allen  2l/2  in.  Angle  Hose  Valve,  approval  of. 

-The  Hauck  Vention  Low  Pressure  Oil  Burner, 
approval  of. 

-Toro  Emergency  Gas  Shut-Off  Valve,  ap¬ 
proval  of. 

-New  Way  Gas  Generator  Burner,  approval  of. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
ivhich  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports,  of  this  board,  court  or  department  actions, 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  ivill  be  mailed  to  the 
appellant,  applicant  or  petitioner  of  record. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street  Price,  $1.25;  by  mail,  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street  Price,  30c;  by  mail,  35c. 
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DOCKET. 

Cases  pending  December  31,  1924  . . .  i .  598 

Cases  filed  up  to  and  including  December  16,  1925  ....  1300 


Restored  to  calendar  . 59 

Miscellaneous  Applications. 

Requests  to  reopen  .  138 

Requests  to  amend  .  5 

Requests  for  modification  .  41 

Requests  to  rescind  .  1 

Requests  for  extension  of  time .  17 

Requests  for  extension  of  permit  .  30 

Requests  for  mechanical  installations  .  1 

Requests  for  approval  of  plans  .  13 

Administrative  requests  .  7 

Requests  for  interpretation  .  3 

Total  .  2213 

Disposed  of  .  1421 

Cases  pending  December  16,  1925  .  792 


DISPOSITION  OF  CASES. 

Withdrawn  .  134 

Dismissed  .  94 

Denied  .  188 

Granted  .  10 

Granted  on  condition  .  713 

Appliances  approved  .  20 

Appliances  dismissed,  disapproved  or  withdrawn  ...  6 

Rules  approved  .  0 

Rules  disapproved  or  rescinded  .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  127 

Requests  to  reopen  denied  .  10 

Requests  to  amend  granted  .  5 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  38 

Requests  for  modification  denied  .  1 

Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  17 

Requests  for  extension  of  time  denied .  0 

Requests  for  extension  of  permit  granted .  30 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted .  1 

Requests  to  install  denfed  . •  0 

Plans  approved  .  13 

Plans  disapproved  .  0 

Administrative  requests  granted  .  6 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  v  3 

Requests  withdrawn  or  dismissed  .  3 

Total  .  1421 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellants 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  ot 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  by 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL¬ 
LETIN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name  . 

Street  . * . 

P.  O . 


My  subscription  is  to  begin  with  the  issue  for . .  1926. 

1398  36-2000-25-O’C 


BOARD  OF  STANDARDS  AND  APPEALS 

CITY  OF  NEW  YORK 

Issued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  Chap.  503,  Laws  of  1918,  and  the 

Municipal  Assembly,  Local  Law  No.  13,  of  1925. 

Published  weekly  by  the  Board  of  Standards  and  Appeals  at  its  office,  Rooms  1001  to  1015,  Municipal  Building, 

New  York  City. 


Vol.  X 


Subscription 
$2.50  a  year 


DIRECTORY 


DECEMBER  29,  1925 


OK  Th£ 


BOARD  OF  STANDARDS  AND  APPEALS 

Miv£Rsinr  of 

WILLIAM  E.  WALSH,  Chairman  r 

Commissioners 
Henry  L.  Connell 
Joseph  Flanagan 
John  Guilfoyle 
Fire  Chief  John  Kenlon 


Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Tuesdays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION. 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be 
seen  only  between  the  hours  of  ten  in  the  morning  and  one 
in  the  afternoon — Saturdays  excepted. 


James  O’Connor,  Secretary 
Edward  V.  Barton,  Chief  Clerk 
Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — Worth  0184. 

'Office  Hours — 9  a.  m.  to  5  p.  m.  Saturdays,  9  a.  m.  to 
12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


CALL  OF  CLERK’S  CALENDAR. 

The  Clerk’s  Calendar  consists  of  ’applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  December  29, 
1925,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  January  5,  1926,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  he  confused  with  the 
calendar  of  cases  that  have  betn  definitely  set  for  hearing 
on  fixed  days. 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  ths  order 
given —  * 

Docket. 

Call  of  Clerk’s  Calendar. 

The  Trial  Calendar. 

Notices  in  Building  Zone  Cases. 

Minutes  of  Regular  Meeting,  December  22,  1925,  at 
10  a.  m. 

Minutes  of  Regular  Meeting,  December  22,  1925,  at 
2  p.  m. 

Rules. 

Notice  of  Public  Hearing. 

Progress  Report. 


NOTICE  TO  APPELLANTS  AND  PETITIONERS 

No  appeal,  application  or  petition  will  be  entertained  in 
connection  with  which  court  proceedings  are  pending  or  in 
progress,  nor  accepted  that  are  not  filed  within  twenty 
days  from  the  date  of  the  action  of  the  Administrative  Of¬ 
ficial. 

Any  communication  purporting  to  he  an  appeal,  applica¬ 
tion  or  petition  shall  be  regarded  as  a  mere  notice  of  in¬ 
tention  to  seek  relief  until  it  is  filed  on  the  form  required 
by  the  rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal,  application  or  petition,  and  if  he  fails  to  supply  the 
data  required  thereon,  within  twenty  days,  his  case  may  be 
dismissed  for  lack  of  prosecution. 

At  the  time  of  filing  an  application,  the  appellant  or  peti¬ 
tioner  shall  forward  a  signed  notice  of  appeal  addressed 
to  the  administrative  official  (either  superintendent  of  build¬ 
ing*  or  fire  commissioner)  and  file  with  this  board  u  dupli¬ 
cate  of  said  notice. 

Petitioners  are  advised  that  their  plans  must  indicate  the 
points  of  the  compass  so  as  to  establish  the  true  location  and 
position  of  the  property,  the  subject  of  the  appeal. 

Appeals,  applications  and  petitions  will  be  simplified  and 
expedited  by  conforming  to  these  directions. 

William  E.  Walsh,  Chairman. 


1399 


CALENDAR 


DOCKET 


New  Cases 

Filed  Week 

Ending  December  23,  1925. 

Cal.  No.  Department. 

Premises  Affected. 

1330-25-A - 

...B.B.B.  . 

.  1420  50th  st.,  Bklyn. 

Applic.  10440-1925. 

1329-25-A . 

...B.B.M.  . 

.23-29  Bond  st.,  Man. 

N.  B.  452-1925. 

1328-25-BZ . .  . 

..B.B.M.  - 

.324-328  E.  108th  st.,  Man. 

Viol.  12. 

1327-25-A - 

...F.D.  ... 

.2227  Webster  ave.,  Bx. 

LC-31949. 

1326-25-BZ .  .  . 

.  ..B.B.M. 

.  2849^-2855  Broadway,  Man. 

N.  B.  197-1925. 

1325-25-S . 

..F.D.  ... 

.  240-244  W.  41st  st.,  Man. 

LD-86624. 

1324-25-BZ. . . 

...B.B.Q. 

.  North  side  Central  ave.,  96 
ft.  east  of  Merrick  rd.,  St. 
Albans,  Q. 

N.  B.  23037-1925. 

1323^25-BZ . .  . 

..F.D.  ... 

.  4621  Proctor  st.,  Q. 

Alt.  2279-1925. 

1322-25-BZ.  .  . 

...B.B.B.  . 

.394  So.  2nd  st.,  Bklyn. 

Applic.  19601-1925. 

1321-25- A - 

...F.D.  ... 

.402  E.  49th  st.,  Man.  • 

LC-31907. 

1320)-25- A - 

...F.D.  ... 

• 

.  South  side  Grand  st.,  460  ft. 
west  of  Garrison  ave.  (rear) 
Maspeth,  Q.  LF-78888. 

1319-25-BZ . .  . 

...B.B.B.  . 

..47-49  Kingsland  ave.,  Bklyn. 

Applic.  17163-1925. 

1318-25-BZ .  .  . 

.  .T.H.  ... 

.  330-340  W.  140th  st.,  Man. 

Decision. 

1317-25-BZ.  .  . 

..F.D.  ... 

.  Southwest  cor.  Riverdale  ave. 
&  259th  st.,  Bx. 

Alt.  2733-1925. 

1316-25-BZ .  .  . 

..B.B.B.  . 

..2101-2121  Church  ave.,  Bklyn. 

Applic.  22977. 

1315-25-BZ.  . . 

.  .B.B.Bx. 

.  1938  Boston  rd.,  Bx. 

N.  B.  2432-1925. 

1314-25-S _ 

...F.D.  ... 

.  Northwest  cor.  Sunswick  st. 
&  Paynter  ave.,  L.  I.  City, 
Q.  LD-77540. 

1313-25-BZ . .  . 

.  .B.B.Bx. 

..1564  Bryant  ave.,  Bx. 

Alt.  724-1925. 

,1312-25-A - 

...F.D.  ... 

.416-432  E.  47th  st.,  Man. 

LC-31926. 

1311-25-A _ 

...F.D.  ... 

.  542  E.  19th  st.,  Man. 

F-86797. 

1310-25-SA. . 

...F.D.  ... 

.  Wrestinghouse  Voltmeter  & 
Williammeter  Type  BA¬ 
CA.  Appliance. 

1309«25-S  _ 

.  ..B.B.M. 

..348  Wr.  36th  st.,  Man. 

N.  B.  565-1925. 

1308-25-S _ 

.  ..B.B.M. 

..338-340  W.  39th  st.,  Man 

N  B.  566-1925. 

1307-25-S _ 

...F.D.  ... 

.222-224  W.  37th  st.,  Man. 

N.  B.  2497-1925. 

1306-25-S _ 

...F.D.  ... 

.  108  Grand  st.,  Man. 

LD-87132. 

1305-25-BZ . B.B.B.  ...46-50  Love  Lane,  Bklyn. 

-  Applic.  22256-1925. 

1304-25-BZ . B.B.B.  ..2447-2449  Coney  Island  ave., 

-  Bklyn.  Applic.  2300C-1925. 

1303-25-BZ . B.B.Bx.  ..West  side  Hoffman  s'lj.,  171 

ft.  north  of  E.  184th  st., 

-  Bx.  N.  B.  2918-1925. 

1302-25-BZ . B.B.B.  ...1751-1765  67th  st.,  Bklyn. 

-  Applic.  23164-1925. 

1301-25-S . B.B.M.  ..131-133  W.  55th  st.,  Man. 

-  N.  B.  222-1923. 


CODE. 


F.D . Fire  Department 

H.D . Health  Department 

B.B.B . Bureau  of  Buildings,  Brooklyn 

B.B.M . Bureau  of  Buildings,  Manhattan 

B.B.Q . Bureau  of  Buildings,  Queens 

B.B.R . Bureau  of  Buildings,  Richmond 

B.B.Bx . Bureau  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 


CALL  OF  CLERK’S  CALENDAR. 
BUILDING  ZONE  CASES. 

Tuesday,  December  29,  1925,  at  2  p.  'm. 

367-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Greenspec  Homes 
Corp.,  owner. 

PREMISES — 1486-96  Coney  Island  avenue,  Brooklyn. 

APPLICATION,  under  section  7e  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

782-25-BZ. 

APPLICANT — Henry  J.  Nurick,  for  Ella  Seiderman, 
owner. 

PREMISES — 487-493  Utica  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

816-25-BZ. 

APPLICANT — Jacob  Lubroth,  for  Edward  Waldman, 
owner. 

PREMISES — 1551-1561  Coney  Island  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  selling  »station. 

838-25-BZ. 

APPLICANT — Jacob  Lubroth,  for  Bath  Beach  Garage  & 
Machine  Co.,  owner. 

PREMISES — 1901-11  Cropsey  avenue,  Brooklyn. 

APPLICATION,  under  sections  21  and  7e  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  extension  of  an  ex¬ 
isting  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

855-25-BZ. 

APPLICANT — Max  Geidel  and  Ernest  Henke,  for  Ernest 
Henke  and  Henrietta  Geidel,  owners. 

PREMISES — Southeast  corner  of  Page  street  and  Hylan 
boulevard,  Tottenville,  Richmond. 
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APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles  and  also  a  gasoline  selling 

station. 

965-25-BZ. 

APPLICANT — Angelo  Justo,  owner. 

PREMISES — 758  East  213th  street,  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  for  business  pur¬ 
poses. 

1004-25-BZ. 

APPLICANT — C.  N.  Whinston  &  Bros.,  for  Mah  Realty 
Holding  Corp.,  owner. 

PREMISES — 2399  Grand  concourse,  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  residence  district  the  change  of  occu¬ 
pancy  of  the  1st  story  of  an  existing  apartment 
building  from  dwelling  use  to  stores. 

1042-25-BZ. 

APPLICANT — Edward  P.  Doyle,  for  Morris  Lassinsky, 
owner. 

PREMISES — Northeast  corner  of  Pennsylvania  avenue  and 
Pitkin  avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  a  factory. 

1044-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Carmine  Dargenio, 
owner. 

PREMISES — 975-977  Second  avenue,  Astoria,  Borough  of 

Queens. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  partly  in  a  business  district  and  partly  in  a 
residence  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

1052-25-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Herman  Lieberman, 
owner. 

PREMISES— 56-58  Kosciusko  street,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone  res¬ 
olution, 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

67-25-BZ. 

APPLICANT— William  J.  Russell,  for  Thomas  C.  Corvan, 

owner. 

PREMISES— 127-129  West  53rd  street.  Manhattan. 

APPLICATION,  under  sections  7a  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  district  the  maintenance  of  a 
motor  vehicle  repair  shop  throughout  the  entire 
building. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  December  29,  1925,  at  10  a.  m. 

728-25-S — 48  West  22nd  street,  Manhattan. 

734-25-S — 87-9  Nassau  street,  130  Fulton  street,  Manhat¬ 
tan. 


774-25-S — 501  Seventh  avenue,  Manhattan. 

794-25-S — 79-87  Madison  avenue,  23-27  East  28th  street. 
Manhattan. 

426-25-S — 22-26  Howard  street  and  5-7  Crosby  street,  Man¬ 
hattan. 

557-25-S — 464  Liberty  avenue,  Brooklyn. 

537-25-S — 105-107  Fulton  street,  Manhattan. 

550-25-S — 225  Mercer  street,  Manhattan. 

693-25-S — 270-276  West  38th  street  and  554-558  Eighth 
avenue,  Manhattan. 

688-25-S — 114-116  West  56th  street,  Manhattan. 

706- 25-S — 512-520  Grand  street,  Manhattan. 

707- 25-S — 504-510  Grand  street  and  2-12  Sheriff  street, 

Manhattan. 

708- 25-S — 34-36  Sheriff  street  and  25-35  Columbia  street, 

Manhattan. 

709- 25-S — Block  bounded  by  Grand,  Sheriff,  Broome  and 

Columbia  streets,  Manhattan. 

710- 25-S — Block  bounded  by  Broome,  Sheriff,  Delancey 

and  Columbia  streets,  Manhattan. 

767-25-S — 114-116  East  13th  street,  Manhattan. 

115-25-S — 54  West  57th  street  and  59  West  56th  street, 
Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

813- 25-SA — Hardinge  Oil  Burher,  approval  of. 

814- 25-SA — Aetna  Automatic  Syphone  Breaker,  approval 

of. 

846-25-SA — K.F.C.  Fuel  Oil  Burner,  approval  ot. 
683-25-SA — Billow  Fuel  Oil  Burner,  approval  of. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  December  29,  1925,  at  2  p.  m. 

297-25-A — 783  Elton  avenue,  The  Bronx. 

477-25-A — 35-10  Far  Rockaway  boulevard,  Edgemere,  Bor¬ 
ough  of  Queens. 

581-25-A — 514-516  West  57th  street,  Manhattan. 

968- 25-A — Southwest  corner  of  Second  avenue  (14th  road! 

and  9th  street  (118th  street),  College 
Point,  Borough  of  Queens. 

969- 25-A — 24  Myrtle  avenue,  Brooklyn. 

986-25-A — Foot  of  Beach  80th  street,  Rockaway  Beach, 
Borough  of  Queens. 

989-23-A — 280-284  Park  avenue,  Brooklyn. 

995-25-A — 785  East  135th  street,  The  Bronx. 

1010-25-A — 56  Greenpoint  avenue,  Brooklyn. 

1014-25-A — 87-97  Van  Dyke  street,  Brooklyn. 

1016-25-A — 164  William  street,  Manhattan. 

1166-25-A — 374-386  Winthrop  street,  Brooklyn. 

874-25-A — Bronx  River,  between  Lafayette  street  and 
Spofford  avenue,  The  Bronx. 

793-25-A — 138-140  Greene  street,  Manhattan. 

145-25-A — 417  East  22nd  street,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Decem¬ 
ber  29,  1925,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

ZAL.  NO.  423-25-BZ — Application,  April  20,  1925,  under  the 
building  zone  resolution,  of  Samuel 


CALENDAR 


Schlau,  applicant,  on  behalf  of  Isabel 
Burger,  owner,  to  permit  in  an  “F" 
area  district  the  erection  of  a  build¬ 
ing,  the  area  of  which  is  in  excess 
of  that  permitted  in  such  district;  prem¬ 
ises  123-02  and  123-08  Rockaway  Beach 
boulevard,  Rockaway  Park,  Borough  of 
Queens. 

cal.  no.  796-25-BZ— Application,  August  3,  1925,  under  sec- 
•  tion  21  of  the  building  rone  resolution, 
of  Thomas  O’Rourke  Gallagher,  appli¬ 
cant  on  behalf  of  Esther  Wieser 
et  ah,  owners,  to  permit  in  a  residcnc# 
district  the  erection  and  maintenance  of 
five  (5)  attached  residence  buildings, 
the  first  story  to  be  used  for  store  pur¬ 
poses;  premises  7114-7124  Bay  Park¬ 
way,  Brooklyn. 

cal.  no.  114-25-BZ — Application,  January  26,  1925,  under 
section  21  of  the  building  rone  resolu¬ 
tion,  of  Jenks  &  Rogers,  on  behalf  of 
Kennor  Realty  Corp.,  owner,  to  permit 
in  a  business  district  extending  from  an 
unrestricted  district  the  erection  and 
maintenance  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  342-352  Coney  Island  avenue, 
Brooklyn. 

cai..  no.  599-35-BZ — Application,  June  10,  1925,  under  sec¬ 
tion  7c  of  the  building  zone  resolution, 
of  Eugene  De  Rosa,  architect,  on  behalf 
of  Maxlan  Theatre  Corp.,  owner,  to 
permit  in  a  residence  district  extending 
from  a  business  district  the  erection  and 
maintenance  of  a  building  to  be  used 
for  business  and  theatre  purposes ;  prem¬ 
ises  southeast  corner  of  Sheridan  ave¬ 
nue  and  East  167th  street,  The  Bronx. 

cal.  no.  900-25-BZ — Application,  September  3,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  the  Dornhage  Realty  Corp. 
owner,  to  permit  the  extension  from  a 
business  district  into  a  residence  dis¬ 
trict  of  a  proposed  building  to  be  used 
as  a  theater  and  also  as  stores;  prem¬ 
ises  southeast  corner  of  Jerome  avenue 
and  East  199th  street,  The  Bronx. 

William  E.  Walsh,  Chairman. 


CALL  OF  CLERK’S  CALENDAR. 

BUILDING  ZONE  CASES. 

Tuesday,  January  5,  1926,  at  2  p.  m. 

«05-25-BZ. 

APPLICANT— Alfred  J.  Boulton,  for  Hyman  Kornreich, 
owner. 

PREMISES — Southeast  corner  of  Dahill  road  and  Ditmas 
avenue,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  stores  on  the 
first  story  and  as  dwellings  above. 

852-25-BZ. 

APPLICANT — Magnuson  &  Kleinert,  for  J.  Michaels,  Inc., 
owner. 

PREMISES — 322  Warren  street,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 


TO  PERMIT  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  building  for  business  purposes. 

.  970-25-BZ. 

APPLICANT — Henry  J.  Nurick,  for  Herman  Weinberg, 
owner. 

PREMISES — 803-811  DeKalb  avenue,  Brooklyn. 

APPLICATION,  under  section  7-e  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  addition  of  a  second 
story  to  an  existing  one-story  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

1011-25-BZ. 

APPLICANT — Henry  J.  Nyrick,  for  Cobrink  Furniture 
Co.,  lessee. 

PREMISES — 339  Eighth  street,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  conversion  of  oc¬ 
cupancy  of  a  building  used  as  a  church  to  a  ware¬ 
house. 

1015-25-BZ. 

APPLICANT — Robert  Teichman,  for  The  138  West  99th 
Street  Corp.,  owner. 

PREMISES — 136-142  West  99th  street,  Manhattan. 

APPLICATION,  under  section  7-e  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1022-25-BZ. 

APPLICANT — Daniel  Luftman,  owner. 

PREMISES — 72  East  108th  street,  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  district  the  use  as  a  restaurant 
of  the  basement  floor  of  a  building. 

991-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Fordham  Triangle 
Realty  Company,  owner. 

PREMISES — East  side  Jerome  avenue,  50  feet  north  of 
200th  street,  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles. 

1041-25-BZ. 

APPLICANT— William  F.  Doyle,  for  Dr.  Morris  J.  Le¬ 
vine,  owner. 

PREMISES — 178-184  Scholes  street,  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  district  the  change  of  occupancy 
of  warehouse  to  a  garage  for  the  storage  of  more 
than  five  (5)  motor  vehicles. 

1094-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Joseph  Golding, 
owner. 

PREMISES — 1178-1188  Madison  avenue  and  16-18  East 
87th  street,  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  ll/2  times  height  district  the  erection  of 
the  street  walls  of  a  building  to  a  height  exceeding 
the  limit  set  by  the  zone  resolution. 
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APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  January  5,  1926,  at  10  a.  tn. 

1537-24-A — 1879-1883  Cedar  avenue,  rear,  The  Bronx. 
857-25-A — 520-524  West  41st  street,  Manhattan. 

584-25-A — 16-52  Columbia  street,  Brooklyn. 

889-25- A — South  side  of  Dry  Harbor  road  and  L.  I.  R.  R., 
Glendale,  Borough  of  Queens. 

583- 25-A — 151-65  Kent  avenue,  Brooklyn. 

5 84- 22- A — 46  Ed’st  14th  street  and  49  East  13th  street, 
Manhattan. 

189-24- A — 680  Morgan  avenue,  Brooklyn. 

158-25-A — 150  Beach  116th  street,  Rockaway  Park,  Bor¬ 
ough  of  Queens. 

169-25-A — 533-537  West  48th  street,  Manhattan. 

280- 25-A — 163  Sixth  avenue,  Manhattan. 

281- 25- A — 165  Sixth  avenue,  Manhattan. 

282- 25-A — 167  Sixth  avenue,  Manhattan. 

283- 25-A — 171-173  Sixth  avenue,  Manhattan. 

295-25-A — 533-537  West  48th  street,  Manhattan. 

300-25-A — 543  Broadway  and  114  Mercer  street,  Manhat¬ 
tan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  5,  1926,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  1522-24-BZ — Application,  November  24,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Edward  P.  Doyle,  applicant,  on 
behalf  of  Hugo  Seidenberg,  owner,  to 
n  permit  in  a  residence  district  the  main¬ 

tenance  of  a  building  used  for  store 
purposes  on  the  1st  story  (previously 
withdrawn)  ;  premises  129-02  Newport 
avenue,  Belle  Harbor,  Borough  of 
Queens. 

CAL.  NO.  948-25-BZ — Application,  September  15,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  David  Tishman,  owner,  to 
permit  in  a  \y2  times  height  district  the 
erection  of  the  street  walls  of  a  build¬ 
ing  to  a  height  exceeding  the  limit  set 
by  the  building  zone  resolution ;  prem¬ 
ises  101-105  East  83rd  street  and  981- 
983  Park  avenue,  Manhattan. 

cal.  no.  950-25-BZ — Application,  September  15,  1925,  under 
section  7-b  of  the  building  zone  resolu¬ 
tion,  of  C.  A.  Sandblom,  architect,  on 
behalf  of  Weingarten  Construction 
Company,  owner,  to  permit  in  a  resi¬ 
dence  district  extending  from  a  business 
district  the  erection  and  maintenance  of 
a  motion  picture  theatre ;  premises  464- 
486  New  Lots  avenue,  Brooklyn. 
cal.  no.  974-25-BZ — Application,  September  19,  1925,  under 
section  7-c  of  the  building  zone  resolu¬ 
tion,  of  Eric  O.  Holmgren,  applicant, 
on  behalf  of  Cripple  Bush  Realty  Cor¬ 
poration,  owner,  to  permit  the  extension 
of  a  proposed  building  to  be  used  for 
stores  and  also  as  a  moving  picture  the¬ 
atre  from  a  business  district  into  a 
residence  district;  premises  south  side 
of  Broadway,  203  feet  west  of  Forrest 
avenue,  Little  Neck,  Borough  of 
Queens. 

Cal.  no.  976-25-BZ — Application,  September  21,  1925,  under 
sections  7-a,  7-b  and  7-e  of  the  build¬ 


ing  zone  resolution,  of  William  F. 
Doyle,  applicant,  on  behalf  of  Harry 
Strolowitz,  owner,  to  permit  in  a  resi¬ 
dence  district  the  erection  of  an  addi¬ 
tional  story  to  an  existing  garage  for 
the  storage  of  more  than  five  (5)  motor 
vehicles;  premises  2094-2104  Union 
street,  Brooklyn. 

cal.  no.  1017-25-BZ — Application,  October  3,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Hyman  Kaplan,  applicant,  on 
behalf  of  Wolcott  Holding  Corporation, 
owner,  to  permit  in  a  business  district 
the  erection  of  a  garage  for  the  storage 
of  more  than  five  (5)  motor  vehicles; 
premises  725-733  McDougal  street, 
Brooklyn. 

cal.  no.  1051-25-BZ — Application,  October  15,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Henry  S.  Churchill  and  Charles 
B.  Meyers,  architects,  on  behalf  of  Leo 
H.  Wise,  owner,  to  permit  in  a  V/j 
times  height  district  the  erection  of  the 
street  wall  of  a  portion  of  a  building 
to  a  height  in  excess  of  the  limitation 
imposed  by  the  building  zone  resolution ; 
premises  28-32  East  63rd  street,  Man¬ 
hattan. 

William  E.  Walsh,  Chairman. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  January  5,  1926,  at  2  p.  m. 

365-25-S — 2139  Third  avenue,  Manhattan. 

456-25-S — 320-330  Van  Buren  street,  Brooklyn. 

489-25-S — 686-688  Lexington  avenue,  Manhattan. 

775-25-S — 501  Seventh  avenue,  Manhattan. 

856-25-S — 1968  Prospect  avenue,  rear,  The  Bronx. 

862-25-S — 197-199-201  Greene  street,  Manhattan. 

878-25-S — 1410-1412  Broadway,  Manhattan. 

885-25-S — 570-576  Seventh  avenue,  Manhattan. 

809-25-S — 29  West  50th  street,  Manhattan. 

521-25  S — 46-52  Columbia  street,  Brooklyn. 

460-25-S — 3291  Third  avenue,  The  Bronx. 

659-25-S — 135-139  West  36th  street  and  122-126  West  37th 
street,  Manhattan. 

860-25-S — 13-19  University  place  and  32-34  East  8th  street, 
Manhattan. 

899-25-S — 121-123  Greene  street,  Manhattan. 

911-25-S — 232  Madison  avenue  and  15-17  East  37th  street, 
Manhattan. 

APPLIANCES  SUBMITTED  FOR  APPROVAL. 

865-25-SA — Kennan  High  Pressure  Brilliant  Gas  Oil 
Burner,  approval  of. 

887-25-SA — Moussette  Oil  Burner,  approval  of. 
940-25-SA — Dogerty  Gas  Oil  'Burner,  approval  of. 
1032-25-SA — Melco  Automatic  Oil  Burner,  Type  A,  ap¬ 
proval  of. 

1060-25-SA — Rotary  Pressure  Pump,  approval  of. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  January  12,  1926,  at  10  a.  m. 
1175-24-A— 628-642  West  45th  street,  Manhattan. 

969-24-A — 126  Franklin  street  and  220-224  West  Broadway, 


Manhattan. 
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764-25-A — 158-166  West  50th  street  and  753-759  Seventh 
avenue,  Manhattan. 

435-25-A — 151  West  21st  street,  Manhattan. 

600-25-A — 2094  Second  avenue,  Manhattan. 

616-25-A — 656  Montrose  avenue,  Brooklyn. 

735-25- A — Northwest  corner  of  84th  street  and  102nd  ave¬ 
nue,  Woodhaven,  Borough  of  Queens. 

922-25-A — 36-48  Flatbush  avenue  extension,  Brooklyn. 
1007-25-A — 72-78  Walworth  street,  Brooklyn. 

1009-25-A — 2146  Hughes  avenue,  The  Bronx. 

1031-25-A — Sheepshead  Bay,  opposite  Dooley  street,  125  ft. 

from  shore,  Manhattan  Beach,  Brooklyn. 

792-25-A — Southwest  corner  of  Avenue  U  and  East  56th 
street,  Brooklyn. 

377-25-A — 18-32  Grand  avenue,  Brooklyn. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
12,  1926,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  182-23-BZ — Application,  July  28,  1925,  under  sec¬ 
tion  7b  of  the  building  zone  resolution, 
of  George  A.  McWilliams,  applicant, 
on  behalf  of  McWilliams  Realty  Co., 
Inc.,  owner,  to  permit  partly  in  a  busi¬ 
ness  district  and  partly  in  a  residence 
district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  five  (5) 
pleasure  motor  vehicles  (previously 
dismissed  for  lack  of  prosecution)  ; 
premises  1240  Castleton  avenue,  West 
New  Brighton,  Richmond. 

cal.  no.  820-25-BZ — Application,  August  10,  1925,  under  sec¬ 
tions  7c  and  21  of  the  building  zone  res¬ 
olution,  of  William  F.  Doyle,  applicant, 
on  behalf  of  Washington  Improvement 
Corp.,  owner,  to  permit  in  a  residence 
district  extending  from  a  business  dis¬ 
trict  the  erection  and  maintenance  of  a 
building  to  be  used  for  store  and  the¬ 
atre  purposes;  premises  1714-26  Kings 
highway,  southwest  corner  of  East  18th 
street,  Brooklyn. 

cal.  no.  1021-25-BZ — Application,  October  5,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  Daniel  F.  Devaney,  owner,  to 
permit  in  a  business  district  the  installa¬ 
tion  and  maintenance  of  a  gasoline  sell¬ 
ing  station;  premises  east  side  of  Coney 
Island  avenue,  315  feet  south  of  Avenue 
N,  Brooklyn. 

William  E.  Walsh,  Chairman. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  January  12,  1926,  at  2  p.  m. 

573- 25-S — 249-251  Plymouth  street,  Brooklyn. 

574- 25-S — '249-251  Plymouth  street,  Brooklyn. 

591-25-S — 205-207  East  117th  street,  Manhattan. 
712-25-S — North  side  of  East  29th  street,  240  ft.  east  of 

Madison  avenue,  Manhattan. 

1002-25-S — 630  Sixth  avenue,  Manhattan. 

1019- 25- S — 257-267  West  39th  street,  Manhattan. 

1020- 25-S — 87-97  Van  Dyke  street,  Brooklyn. 

1043-25-S — 131  West  21st  street,  Manhattan. 


1055- 25-S — 40-42  Elizabeth  street,  Manhattan. 

1056- 25-S — 237  DeKalb  avenue,  Brooklyn. 

1065-25-S — 39-41  Eldridge  street,  Manhattan. 

1078-25-S — 62-72  West  47th  street,  Manhattan. 

1082-25-S — 64-70  West  48th  street,  Manhattan. 

1084- 25-S — 109-115  West  End  avenue,  Manhattan. 

1085- 25-S — 404-408  East  49th  street,  Manhattan. 

1091- 25-S — 9  North  Moore  street,  Manhattan. 

198-25-S — 566-568  Seventh  avenue,  Manhattan. 

18-24-S — 14-16  East  38th  street,  Manhattan. 

1102-24-S — 251  Fifth  avenue  and  1  East  28th  street,  Man¬ 
hattan. 

650-25-S — 18  East  23rd  street,  Manhattan. 

870-25-S — 495  West  Broadway,  Manhattan. 

880-25-S — 254-258  West  35th  street,  Manhattan. 

914-25-S — 33  Keap  street,  Brooklyn. 

1069-25-S — 255-259  West  26th  street  and  322-326  Eighth 
avenue,  Manhattan. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  January  19,  1926.  at  10  o.  m. 

1034-25-A — 404  West  43rd  street,  Manhattan. 

1063-25-A — 1462-1470  Broadway,  Manhattan. 

1080- 25-A — 149-63  Pioneer  street  and  144-158  King  street, 

Brooklyn. 

1081- 25-A — 111-19  North  3rd  street,  Brooklyn. 

1087-25-A — 40  East  21st  street,  Manhattan. 

1092- 25-A — 1261  76th  street,  Brooklyn. 

350-25-A — 637  Broadway,  Manhattan. 

388-25-A — 641  Broadway,  Manhattan. 

619-25-A — 1470  Pitkin  avenue,  Brooklyn. 

894-25-A — 192  Flatbush  avenue  extension  and  137  Duf- 
field  street,  Brooklyn. 

843-25-A— 4568-4570-4572  White  Plains  ,  road,  The  Bronx. 
278-25-A — 280  Broadway,  Manhattan. 

BUILDING  ZONE  APPLICATIONS. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  January 
19,  1926,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

CAL.  no.  903-25-BZ— Application,  September  4,  1925,  undei 
the  building  zone  resolution,  of  McCooey 
and  Conroy,  applicants,  on  behalf  of 
N.  &  H.  Building  Company,  Inc.,  owner, 
to  permit  in  a  business  district  the 
change  of  occupancy  of  the  2nd  story 
from  auto  accessories  to  a  garage  for 
the  storage  of  more  than  five  (5)  mo¬ 
tor  vehicles ;  premises  823-829  Classon 
avenue,  Borough  of  Brooklyn. 
cal.  no.  375-23-BZ — Application,  October  20,  1925,  under 
section  7c  of  the  building  zone  resolu¬ 
tion,  of  Thomas  W.  Lamb,  architect, 
on  behalf  of  B.  F.  Keith  New  York 
Theatres  Company,  owner,  to  permit  in 
a  residence  district  extending  from  a 
business  district  the  erection  and  main¬ 
tenance  of  a  building  for  theatre  pur¬ 
poses  (previously  withdrawn)  ;  prem¬ 
ises  109  East  Fordham  road,  The 
Bronx. 

cal.  no.  1018-25-BZ— Application,  October  5,  1925,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  F.  Doyle,  applicant,  on 
behalf  of  George  Potts,  owner,  to  per¬ 
mit  in  a  residence  district  the  erection 
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of  a  garage  for  more  than  five  (5)  mo¬ 
tor  vehicles;  premises  120-130  Terrace 
place,  Brooklyn. 

William  E.  Walsh,  Chairman. 


PETITIONS  FOR  VARIATIONS. 

Tuesday,  January  19,  1926,  at  2  p.  m. 

576-25-S — 161  Bowery,  Manhattan. 

787-25-S — 6-8  East  46th  street,  Manhattan. 

821-25-S — 247-255  West  38th  street,  Manhattan. 

864-25-S — 236-242  West  26th  street,  Manhattan. 

946- 25-S — 326-334  Fifth  avenue,  Manhattan. 

913-25-S — 1424-1444  Broadway,  Manhattan. 

916-25-S — 36-48  Flatbush  avenue  extension,  Brooklyn. 
927-25-S — 36-48  Flatbush  avenue  extension,  Brooklyn. 

918- 25-S — 30-32  East  21st  street,  Manhattan. 

919- 25-S — 531  West  51st  street,  Manhattan. 

921-25-S — 546-548  West  52nd  street,  Manhattan. 

947- 25-S — 422-424  East  4th  street,  Manhattan. 

967-25-S — 35  Wilbur  avenue,  Long  Island  City,  Borough 

of  Queens. 

990-25-S — 280-284  Park  avenue,  Brooklyn. 

1029-25-S — 20-24  North  Moore  street,  Manhattan. 

664-25-S — 240-246  West  35th  street,  Manhattan. 

476-25-S — 4077-4085  Park  avenue,  The  Bronx. 

498-25-S — 533-537  West  48th  street,  Manhattan. 

902-25-S — 355  Adams  street,  Brooklyn. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

Tuesday,  January  26,  1926,  at  10  a.  m. 

1033-25-A — 177-183  East  123rd  street,  Manhattan. 


1047-25-A — 150  Broadway,  Manhattan. 

1112-25-A — 83-101  North  Third  street,  Brooklyn. 

424-25-A — Northwest  corner  of  Garrison  street  and  Flush¬ 
ing  avenue,  Maspeth,  Queens. 

941-25-A — 422-430  East  53rd  street,  Manhattan. 

524- 25-A — 134  West  23rd  street,  Manhattan. 

525- 25-A — 146  West  23rd  street,  Manhattan. 

526- 25- A — 153  West  21st  street,  Manhattan. 

692-25- A — 2152  Metropolitan  avenue,  Middle  Village,  Bor¬ 
ough  of  Queens. 

PETITION  FOR  VARIATION. 

Tuesday,  February  2,  1926,  at  2  p.  m. 

77-25-SR — Proposed  Amendments  to  Sprinkler  Rules, 
adoption  of. 


BUILDING  ZONE  APPLICATION. 

Tuesday,  February  16,  1926,  at  10  a.  m. 

NOTICE  IS  HEREBY  GIVEN  by  the  board  of  stand¬ 
ards  and  appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Feb¬ 
ruary  16,  1926,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter : 

cal.  no.  845-25-BZ — Application,  August  19,  1925,  under 
sections  7-c  and  21  of  the  building  zone 
resolution,  of  John  J.  Dunnigan,  appli¬ 
cant,  on  behalf  of  Walter  Eveleth, 
owner,  to  permit  in  a  business  district 
extending  from  an  unrestricted  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five 
(5)  motor  vehicles;  premises  northeast 
corner  of  Inwood  avenue  and  Macombs 
road,  The  Bronx. 


CONCRETE  RULES 

\  


USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Bond  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard 
specifications  for  this  material  which  have  been  adopted 
by  the  American  Society  for  lesting  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  c  i  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement. 


1-1J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

1-214-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
itrcet.  Price,  $1.25;  by  mail,  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the 
Distributing  Division  of  the  City  Record  Office,  125  Worth 
street.  Price,  30c;  by  mail,  35c. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING. 

TUESDAY  MORNING,  DECEMBER  22,  1925. 

Present:  Chairman  Walsh,  Commissioners  Connell,  Flan¬ 
agan  and  Guilfoyle,  and  Fire  Chief  Kenlon. 

The  minutes  of  the  regular  meeting  of  the  board,  held 
on  Tuesday  morning,  December  15,  1925,  and  the  minutes 
of  the  regular  meeting,  held  on  Tuesday  afternoon,  Decem¬ 
ber  15,  1925,  were  approved  as  printed  in  the  Bulletin,  No. 
49,  Vol.  X. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

792-25-A 

APPELLANT — Joseph  L.  Burke,  for  Standard  Oil  Com- 
\  pany,  lessee. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — Southwest  corner  of  Avenue 
U  and  East  50th  street,  Brooklyn. 
APPEARANCES— 

For  Appellant:  John  J.  Qjjmartin. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  laid  over  to  January  12, 
1926,  at  10  a.  ra.,  to  amend  plans. 


377-25-A 

APPELLANT- — Kays,  McDavity,  for  Pathe  Phonograph 
&  Radio  Corp.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 18-32  Grand  avenue,  Brooklyn. 
APPEARANCES— 

For  Appellant:  Herman  B.  Pfeffer. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  laid  over  to  January  12, 
1926,  at  10  a.  m.,  for  final  disposition. 


278-25-A. 

APPELLANT — Frank  A.  Munjsey,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 280  Broadway,  Manhattan. 
APPEARANCES— 

For  Appellant:  James  F.  Conway,  Jr. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  laid  over  to  January  1ft, 
1926,  at  10  a.  m.,  on  request  of  appellant's  repre¬ 
sentative. 


145-25-A. 

APPELLANT — Joseph  Tino. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 117  East  22nd  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Appellant :  None. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  laid  over  to  December  29, 
1925,  at  2  p.  m.,  to  complete  papers,  on  written 
request. 


843-25-A. 

APPELLANT — Frank  Amiano,  for  Chauncey  O.  Middle- 
brock,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 4568-4572  White  Plains  road, 
The  Bronx. 

APPEARANCES— 

For  Appellant :  William  W.  Pennfield. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  laid  over  to  January  19, 
1926,  at  10  a.  m.,  on  request. 


785-24- A. 

APPELLANT — Philip  J.  Sinnott,  for  Harry  Schneider, 
owner. 

SUBJECT — Appeal  from  decision  of  fire  commissioner. 
PREMISES  AFFECTED — 6118  Rockaway  Beach  boule¬ 
vard,  Arverne,  Borough  of  Queens. 
APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  dismissed. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  q 


THE  RESOLUTION: 

(785-24-A) 

Whereas,  Philip  J.  Sinnott,  for  Harry  Schneider,  owner, 
filed,  June  10,  1924,  an  appeal,  with  the  board  of  appeals, 
from  a  decision  of  the  fire  commissioner,  affecting  premises 
6118  Rockaway  Beach  boulevard,  Arverne,  Borough  of 
Queens ;  and 

Whereas,  the  decision  of  the  fire  commissioner,  N.  B. 

App.  No.  582-22,  dated  May  13,  1924,  reads: 

“1-  A  gravity  tank  of  3,500  gallon  capacity  must  be 
provided.  *  *  *. 

“2.  Provide  an  approved  electric  pump  having  a  ca¬ 
pacity  of  at  least  250  gallons  per  minute.  *  * 
and 

Whereas,  the  building  is  fireproof,  one  story’  and  roof 
garden,  28  ft.  in  height,  76  ft.  by  165  ft.  (irregular)  in  area; 
OCCUPIED  as  a  moving  picture  theatre  and  stores;  and 

Whereas,  this  appeal  was  granted  by  the  board  at  the 
meeting  held  on  January  6,  1925,  on  condition  that  a  stand¬ 
pipe  system  with  not  less  than  two  four-inch  connections  to 
city  mains  shall  be  provided;  and  that  the  auditorium  and 
roof  garden  shall  not  Fe  used  or  operated  at  the  one  time; 
and  reopened  by  the  vote  of  the  board  at  the  meeting  held 
on  April  21,  1925 ;  and 

Whereas,  appellant  contends  that  the  city  water  mains 
have  not  yet  been  installed;  that  the  building  is  fireproof, 
and  contends,  further  that  the  city  mains  will  be  laid  early 
in  this  summer ;  and 

Whereas,  the  board  acted  on  the  case,  modifying  the 
order  of  the  fire  commissioner  under  date  of  January  6, 
1925,  and  now  deems  that  as  the  city  water  mains  have  been 
laid  the  conditions  set  forth  in  the  resolution  of  January 
6,  1925. 

Resolved,  that  the  request  for  modification  of  this  resolu¬ 
tion  be  dismissed  and  the  action  of  the  board  of  January  6, 
1925,  be  affirmed. 


672-25-A. 

APPELLANT — Riker-J.  M.  Hoffman  Co.,  for  Ida  Kalik, 
owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 1171  President  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  None. 

For  Administration:  Inspector  Lynch,  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  dismissed. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent  .  0 
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THE  RESOLUTION: 

(672-25-A) 

Whereas,  Riker-J.  M.  Hoffman  Co.,  for  Ida  Kalik, 
owner,  filed,  June  30,  1925,  an  appeal  from  an  order  of  the 
fire  commissioner,  affecting  premises  1171  President  street, 
Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner  No.  96737- 
LC,  dated  June  8,  1925,  reads: 

“4.  Isolate  the  boiler  room  from  rest  of  building 
with  fireproof  material  in  accordance  with  the  require¬ 
ments  of  F.  D.  Plan  1595-23  (ceiling  of  boiler  room 
must  be  of  approved  fireproof  construction.  Doors  to 
the  boiler  room  to  be  fireproof  and  self-closing).” ; 

and 

Whereas,  the  building  is  non-fireproof,  4  stories  in  height, 
about  100  ft.  by  100  ft.  in  area;  OCCUPIED  as  tenement 
house,  10  families  on  each  story ;  and 

Whereas,  the  appellant  proposes  to  comply  with  that  part 
of  item  4  of  order  96737-LC  in  re:  to  “doors  to  the  boiler 
room  to  be  fireproof  and  self-closing,”  and  he  claims  the 
rest  of  the  item,  in  re:  to  “isolate  the  boiler  room  from 
the  rest  of  the  building  with  fireproof  material,”  etc.,  is  not 
necessary,  in  that  the  existing  boiler  room  is  enclosed  with 
fireproof  blocks  4  inches  in  thickness;  that  part  of  the  ceil¬ 
ing  is  covered  with  }4-inch  plaster  boards  and  the  other 
part  is  constructed  of  fireproof  arches ;  and 

Whereas,  no  one  appeared  when  this  case  was  called. 

Resolved,  that  the  appeal  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


825-25-A. 

APPELLANT— Pendleton  &  Pendleton,  for  Y.  M.  C.  As¬ 
sociation,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 177-185  Marcy  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Appellant:  Frederick  W.  Mayes. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(825-25-A) 

Whereas,  Pendleton  &  Pendleton,  for  Young  Men’s 
Christian  Association,  owner,  filed,  August  12,  1925, 
an  appeal  from  an  order  of  the  fire  commissioner,  affecting 
premises  177-185  Marcy  avenue,  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  No. 
70564-F,  reads: 

“1.  Provide  a  tank  on  roof  of  at  least  3,500  gallon 
capacitv  for  the  standpipe  system,  said  tank  to  be  so 
elevated  that  the  bottom  will  be  not  less  than  20  ft. 
above  the  roof  level.  .  .  .”; 

and 

Whereas,  the  building  is  fireproof,  6  stories  and  base¬ 
ment,  79  ft.  10  in.  in  height,  117  ft.  by  98  ft.  irregular  in 
depth ;  OCCUPIED :  basement,  power  plant  and  pool ;  1st 
story,  auditorium  and  offices;  2nd  story,  social  rooms;  3rd 
story,  auditorium,  class  rooms ;  4th,  5th  and  6th  stories, 
dormitories,  43  rooms  on  each  story ;  and 

Whereas,  the  appellant  claims  the  building  is  now  pro¬ 
vided  with  a  gravity  tank  of  5,000  gallons  capacity,  located 
seven  (7)  feet  above  the  roof,  for  the  combined  use  of 
standpipe  and  house  service ;  a  600-gallon  Dean  Duplex 
steam  pump;  two  Siamese  connections,  one  on  each  street 
front,  properly  checked;  and  that  the  premises  are  under 
constant  supervision  night  and  day. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 


it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  existing  5,000-gallon  tank 
serving  house  service  and  standpipe  equipment  shall  be  ar¬ 
ranged  to  maintain  a  reserve  of  not  less  than  3,500  gallons 
for  standpipe  supply;  that  not  less  than  four  (4)  approved 
2J/2-gallon  fire  extinguishers  shall  be  provided  in  the  cor¬ 
ridor  on  top  story,  located  as  directed  by  fire  commissioner ; 
that  approved  Siamese  connections  shall  be  provided  on 
both  street  fronts ;  that  the  standpipe  system  shall  comply 
with  the  regulations  in  all  other  respects;  and  granted  so 
long  as  the  existing  occupancy  of  top  floor  remains  sub¬ 
stantially  unchanged. 


912-25-A. 

APPELLANT — Peter  Stumpf,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED— 1015  Walton  avenue,  The 
Bronx. 

APPEARANCES— 

For  Appellant:  Peter  Stumpf. 

For  Administration :  Inspector  Lynch  of  fire  de¬ 


partment. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire  Chief 

Kenlon  .  5 

Absent .  0 

THE  RESOLUTION: 

(912-25-A) 


Whereas,  Peter  Stumpf,  owner,  filed,  September  9,  1925, 
an  appeal  with  the  board  of  standards  and  appeals  from 
an  order  of  the  fire  commissioner,  affecting  premises  1015 
Walton  avenue,  Borough  of  The  Bronx;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  30495- 
LC,  dated  July  24,  1925,  reads : 

“Item  1.  Encase  the  inside  storage  tank  with  four 
inch  terra  cotta  or  eight  inches  of  approved  masonry, 
as  per  Rule  19,  Section  1-a  of  the  Fuel  Oil  Rules. 

“2.  Provide  a  hydrostatic  test  of  fuel  oil  storage 
tank  or  tanks  of  at  least  25  lbs.  per  square  inch,  for  all 
riveted  tanks,  Rule  7,  Sec.  1-b  'of  the  Fuel  Oil  Rules. 

“4.  Provide  a  hydrostatic  test  of  not  less  than  one 
hundred  pounds  per  square  inch  for  all  Grade  B  fuel 
oil  carrying  piping,  per  Rule  25,  Sec.  2  of  the  Fuel 
Oil  Rules. 

“6.  Provide  a  remote  control  for  shutting  off  the 
supply  of  oil  to  the  burner  in  case  of  an  abnormal  dis¬ 
charge,  per  Rule  26-c  of  Fuel  Oil  Rules. 

“13.  Discontinue  the  use  of  fuel  oil  storage  tank  or 
tanks  of  the  gravity  or  pressure  type,  as  per  Rule  34 
of  Fuel  Oil  Rules.”; 

and 

Whereas,  the  building  is  non-fireproof,  2  stories  in  height, 
22  ft.  by  60  ft.  in  area;  OCCUPIED  as  a  dwelling;  and 
Whereas,  a  fuel  oil  burning  system  has  been  installed, 
consisting  of  a  200-gallon  oil  storage  tank,  a  60-gallon  aux¬ 
iliary  tank,  a  Powerlight  Oil  Heat  Burner  and  the  neces¬ 
sary  valves  and  piping  to  make  a  complete  installation;  and 
Whereas,  appellant  contends  that  the  tank  will  be  prop¬ 
erly  encased  after  test  bv  the  fire  department;  re:  Item  4, 
contends  that  all  piping  is  standard,  wrought  iron,  and  re¬ 
quests  that  this  test  be  waived ;  re :  Item  6,  contends  that 
the  tank  is  filled  by  a  rotary  hand  pump,  adjacent  to  tank; 
re:  Item  13,  contends  that  the  installation  burning  Grade 
B  fuel  oil  in  a  dwelling  is  not  a  hazard  if  installed  in  con¬ 
formity  with  the  fuel  oil  rules;  and  further  contends  that 
the  burner  has  been  approved  by  this  board. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  appeal  be  and  it  hereby  is 
denied. 


920-25- A. 

APPELLANT — Samuel  Rosenblum,  for  Hardman  Peck 
Co.,  owner. 


MINUTES 


SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 546-548  West  52nd  street, 
Manhattan. 

APPEARANCES— 

For  Appellant :  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS— As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(920-25-A) 

Whereas,  Samuel  Rosenblum,  for  Hardman  Peck  &  Co., 
owner,  filed,  September  9,  1925,  an  appeal  with  the  board 
of  standards  and  appeals  from  an  order  of  the  fire  com¬ 
missioner,  affecting  premises  546-8  West  52nd  street, 

Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  July 
31,  1925,  reads: 

“Order  No.  82095-F. 

“1.  Provide  iron  shutters  at  all  openings  in  the  ex¬ 
terior  wall  above  the  1st  story  which  are  distant  in  a 
direct  line  less  than  30  ft.  from  any  opening  in  any 
other  building  and  not  in  the  same  plane  with  said 
openings  and  which  are  not  more  than  50  ft.  above  a 
neighboring  roof  at  south  side  of  building.” ; 

and 

Whereas,  the  building  is  non-fireproof,  4  stories  in  height, 
50  ft.  by  100  ft.  5  in.  in  area  at  1st  story  and  50  ft.  by  70 
ft.  in  area  above;  OCCUPIED  for  the  manufacture  of 
pianos ;  23  persons  above  the  1st  story ;  and 

Whereas,  there  are  five  windows  on  each  story  above 
the  1st  story  within  30  ft.  of  openings  in  a  building  to  the 
east;  and 

Whereas,  appellant  contends  that  the  building  forming 
the  exposure  is  under  the  same  ownership  and  management 
as  the  building  in  question;  that  both  buildings  are  equipped 
with  sprinkler  systems  and  that  the  openings  forming  the 
exposure  are  protected  with  iron  shutters. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  so  far  as  it  affects  all  windows  other  than  those 
opening  on  course  of  fire  escapes  on  condition  that  the 
building  shall  be  provided  with  an  approved  sprinkler  sys¬ 
tem;  and  granted  so  long  as  the  premises  constituting  the 
exposure  and  this  property  remain  in  same  ownership  and 
operation. 


937-25-A 

APPELLANT — Rudolph  P.  Miller,  for  Ibhal  Realty  Co., 
Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 16-26  Northern  avenue  and 
840-846  West  178th  street,  Manhattan. 
APPEARANCES— 

For  Appellant:  Rudolph  P.  Miller. 

For  Administration :  Inspector  Carroll  of  fire  de¬ 
partment. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 

(937-25-A) 

Whereas,  Rudolph  P.  Miller,  for  the  Ibhal  Realty  Co., 


Inc.,  owner,  filed,  September  12,  1925,  an  appeal  with  the 
board  of  standards  and  appeals  from  an  order  of  the  fire- 
commissioner,  affecting  premises  16-26  Northern  avenue  and 
840-846  West  178th  street,  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Aug¬ 
ust  25,  1925,  reads :  ° 

“Order  No.  83785-F. 

1.  Install  a  standpipe  system  with  risers  4  inches 
in  diameter,  tested  to  withstand  a  pressure  of  300  lbs 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2J4  in.  regulation  fire  de- 
partment  outlets  on  each  story  (including  basements, 
cellars  and  roofs),  placed  within  main  stairway  enclo- 
sure.  Each  outlet  to  be  provided  with  sufficient  feet 
of  2 y2  in.  standard  hose  attached  thereto  ”  • 
and  .  , 

Whereas,  the  building  is  non-fireproof,  6  stories  (63  ft.) 
in  height,  105  it.  by  135  ft.  (approximately  11,000  sq.  ft.) 
in  area;  sub-divided  into  five  sections  by  8-inch  walls:  and 
Wh?®^as>  appellant  contends  that  the  8-inch  walls  divide 
the  building  into  five  sections,  none  exceeding  3,000  sq.  ft  • 
that  these  walls  are  constructed  in  accordance  with  the 
enement  House  Law  and  that  the  openings  therein  are 
protected  by  fireproof  self-closing  doors;  and 
Whereas,  the  building  faces  in  two'  street  fronts  and 
*  V-V6"  1S.  accessible  from  rear  yard;  that  by  means 
of  8-mch  interior  walls  the  building  is  sub-divided  into 
several  sections  and  that  the  entire  structure  exceeds  the 
area  requirement  by  but  approximately  500  sq.  ft.,  and  that 
other  enclosing  walls  within  the  building  provide  a  sub¬ 
stantial  barrier  against  the  spread  of  fire. 

..  Resotved>  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  no  single  fire  area  shall  exceed 
o,000  sq.  ft  ;  that  a  public  corridor  shall  be  maintained  on 
each  story  throughout  the  building  from  the  apartments  at 
either  end  of  building  with  8-inch  walls  of  approved  ma¬ 
sonry;  that  all  openings  in  and  to  the  corridor  shall  be 
provided  with  self-closing,  fireproof  doors,  and  that  the 
building  shall  not  exceed  a  height  of  65  ft. 


944-25-A. 

APPELLANT— John  J.  Gilmartin,  for  New  York  Linen 
QTTr»TTr^PPA  &  Hundfy  Company,  owner. 

order  of  fire  commissioner. 

PREMISES  AFFECTED— 352-360  East  62nd  street  and 
„  ^  1125-1131  First  avenue,  Manhattan. 

APPEARANCES— 

For  Appellant:  John  J.  Gilmartin. 

For  Administration:  Inspector  Maher  of  fire  de¬ 
partment. 

rON^llTTnMQ8 OARD  -Appeal  granted  on  condition. 
,~2^^TIONS  As  specified  in  resolution. 

THE  VOTE — 

Affirmative:  Chairman  Walsh,  Commission- 
ers.  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  . .  .  .  .  .  .  .  .  .  "  0 

Absent .  .  q 

THE  RESOLUTION: 

(944-25-A) 

Whereas  John  J.  Gilmartin,  for  the  New  York  Linen 
SuppIy  &  Laundry  Company,  owner,  filed,  September  15, 
1925,  an  appeal  with  the  board  of  standards  and  appeals 

the  fire  commissioner,  affecting  premises 
352-360  East  62nd  street  and  1125-1131  First  avenue,  Bor¬ 
ough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  July 
3,  1925,  reads: 

“Order  No.  81430-F. 

“Install  a  standpipe  system  with  risers  4  in.  in  diam¬ 
eter,  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof.  . 
and 


”  . 
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\\  hereas,  the  building  is  fireproof,  4  stories  and  pent¬ 
house  (48  it.)  in  height,  having  a  frontage  of  76  ft.  on 
birst  avenue  and  146  ft.  on  East  62nd  street,  approximately 
10,600  sq.  ft.  in  area;  OCCUPIED  as  a  laundry,  175  per¬ 
sons  above  the  1st  story ;  and 
W  hereas,  appellant  contends  that  the  building  faces  on 
two  streets ;  is  equipped  with  a  sprinkler  and  telegraph  sys¬ 
tem  and  is  approximately  but  600  sq.  ft.  in  excess  of  the 
10,000  sq.  ft.  limit. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  the  appeal  be  and  it  hereby  is 
granted  on  condition  that  the  building  shall  not  be  increased 
tn  height,  area  or  dimension ;  and  that  same  shall  be  equipped 
i  throughout  with  approved  sprinkler  system  with  central  of- 
See  connection. 

_ 

i  J33-24-A. 

A.P  P  ELEAN 1 — Robert  E.  Moss,  for  Ullman  Mfg. 
Co.,  lessee. 

j  SUBJECT — Request  for  modification  of  resolution — 
appeal  from  decision  of  superintendent  of  build- 
[\  ings. 

PREMISES  AFFECTED— 338-342  East  59th  street, 
Manhattan. 

APPEARANCES— 

||  For  Appellant:  Robert  E.  Moss. 

AC  I  ION  OP  BOARD — Appeal  reopened  and  resolu¬ 
tion  modified. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  REOPEN  AND  MODIFY — 

Affirmative :  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(933-24-A) 


Whereas,  Philip  J.  Sinnott,  for  Ullman  Mfg.  Co.,  lessee, 
filed,  July  15,  1924,  an  appeal,  with  the  board  of  appeals, 
from  a  decision  of  the  superintendent  of  buildings,  affect- 
ng  premises  338-342  East  59th  street,  Manhattan ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
[  Alt.  App.  No.  1404-1924,  dated  July  8,  1924,  reads: 

“1.  Inasmuch  as  this  building  is  more  than  50  ft. 
high  and  it  is  of  non-fireproof  construction,  the  proposed 
use  for  garage  purposes  is  unlawful — Section  5  and  72 
Building  Code.”; 

I  ind 

Whereas,  the  building  is  non-fireproof,  six  stories  (73 
jit.)  in  height,  75  ft.  by  92  ft.  4  in.  in  area;  OCCUPIED 
'  it  present  as  a  tenant  factory  and  proposed  OCCUPANCY 
>f  entire  building  is  a  public  garage;  and 
r  Whereas,  appellant  proposes  to  fire  retard  the  interior 
»f  the  premises  in  accordance  with  the  rules  of  the  board 
>f  standards  and  appeals ;  and 
Whereas,  this  appeal  was  granted  by  the  board  at  its 
neeting  September  30,  1924,  on  certain  conditions,  and  ap- 
lellant  requested  a  modification  of  these  conditions  as  to 
ocation  of  gasoline  storage  equipment. 

Resolved,  that  the  decision  of  the  superintendent  of  build- 
ngs  be  and  it  hereby  is  modified,  and  the  appeal  be  and  it 
lereby  is  granted  on  condition  that  all  openings  in  the 
1  ear  walls  be  equipped  with  fireproof  windows ;  that  the 
•uilding  throughout  be  fire  retarded  in  accordance  with  the 
ules  of  the  board  of  standards  and  appeals ;  that  the  build- 
ng  be  equipped  with  an  approved  sprinkler  system ;  the 
Dcation  of  any  gasoline  storage  equipment  shall  be  in  ac- 
ordance  with  the  law  and  with  the  approval  of  the  fire 
ommissioner ;  and  that  all  necessary  permits  shall  be  ob- 
!  ained  within  six  months  and  the  work  in  accordance  with 
!  his  resolution  completed  within  one  year  from  the  date  of 
his  action. 

w 

— 

75-25-A. 

■  lPPELLANT — Ferdinand  Tannenbaum,  for  Brooklyn 
Cooperage  Company,  owner. 


SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED  — 151-165  Kent  avenue, 
Brooklyn. 

APPEARANCES— None. 

AC  I  ION  OF  BOARD — Appeal  withdrawn  on  written 
request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  o 

Absent:  Fire  Chief  Kenlon .  l 


822-25-A. 

APPELLANT — C.  N.  Whinston  &  Bro.,  for  Alumor 
Garage,  Inc.,  owner. 

SUBJECT — Appeal  from  order  of  fire  commissioner. 
PREMISES  AFFECTED — 195  Washington  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Appeal  withdrawn  on  written 
request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  o 

Absent:  Fire  Chief  Kenlon .  i 


1030-25-A. 

APPELLANT — Universal  Pictures  Corp.,  lessee. 

SUBJECT— Appeal  from  order  of  superintendent  of 
buildings. 

PREMISES  AFFECTED — 1531-1537  Broadway,  Man¬ 
hattan. 

APPEARANCES— None. 

AC  I  ION  OF  BOARD — Appeal  withdrawn  on  written 
request. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle....  4 


Negative  .  o 

Absent:  Fire  Chief  Kenlon .  i 


CASES  DISMISSED. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS. 

The  chairman  called  attention  to  the  following  cases, 
where  notices  of  intention  to  appeal  were  offered  for 
filing,  but  where,  despite  notices  from  this  office,  papers 
have  not  been  completed,  thus  tying  the  hands  of  the 
administrative  official  in  the  performance  of  his  duty: 

(330-25-A) 

Filed  March  26,  1925 — Premises  66-70  Wyckoff  avenue, 
and  368-386  Suydam  street,  Brooklyn.  Order  of 
fire  commissioner.  Appellant,  Tobias  Goldstone. 
Dismissed  for  lack  of  prosecution. 

(529-25-A) 

Filed  May  21,  1925 — Premises  245  83rd  street,  Brooklyn. 
Decision  of  fire  commissioner.  Appellant,  Wil¬ 
liam  Porter.  Dismissed  for  lack  of  prosecution. 

(538-25-A) 

Filed  May  26,  1925 — Premises  693-697  Broadway,  Man¬ 
hattan.  Order  of  superintendent  of  buildings. 
Appellant,  S.  Gladstone  &  Son.  Dismissed  for 
lack  of  prosecution. 

(567-25-A) 

Filed  June  2,  1925 — Premises  41  Bleecker  street,  Man¬ 
hattan.  Order  of  fire  commissioner.  Appellant, 
Aaron  Dermansky.  Dismissed  for  lack  of  pros¬ 
ecution. 

(597-25-A) 

Filed  June  10,  1925 — Premises  south  side  of  Harris  ave¬ 
nue,  extending  over  entire  block  between  Wil¬ 
liams  street  and  Crescent  street,  Long  Island 
City,  Queens.  Decision  of  fire  commissioner. 
Appellants,  McCooey  &  Conroy.  Dismissed  for 
lack  of  prosecution. 
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(648-25-A) 

Filed  June  23,  1925 — Premises  1519  Fulton  street,  Brook¬ 
lyn.  Order  of  fire  commissioner.  Appellant, 
Monroe  J.  Zimmerman.  Dismissed  for  lack  ot 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 

Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 


Whereas,  the  foregoing  appellants  have  filed  appeals 
with  the  board  of  standards  and  appeals  from  orders  affect¬ 
ing  the  premises  in  question ;  and 

Whereas,  the  appellants  have  failed  to  complete  the 
papers,  though  duly  notified  to  do  so. 

Resolved,  that  the  foregoing  appeals  be  and  they  hereby 
are  dismissed  for  lack  of  prosecution. 

BUILDING  ZONE  CASES. 

375-23-BZ. 

APPLICANT— Thomas  W.  Lamb,  for  B.  F.  Keith’s 
New  York  Theatre  Co.,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings  to  permit  in  a  residence  district 
extending  from  the  business  district  the  erection 
and  maintenance  of  a  building  for  theatre  pur¬ 
poses  (previously  withdrawn).. 

PREMISES  AFFECTED— 109  East  Fordham  road, 
The  Bronx. 

APPEARANCES— 

For  Applicant:  Lawrence  Green. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  laid  over  to  Jan¬ 
uary  19,  1926,  at  10  a.  m. 


POO-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Dornhage  Realty 
Corp.,  owner. 

SLTBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  building  zcne 
resolution  to  permit  the  extension  from  a  busi¬ 
ness  district  into  a  residence  district  of  a  pro¬ 
posed  building  to  be  used  as  a  theatre  and  also 
as  stores. 

PREMISES  AFFECTED — Southeast  corner  of  Jerome 
avenue  and  East  199th  street,  The  Bronx. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  None. 

ACTION  OF  BOARD — Report  of  committee  of  the 
board  adopted:  application  laid  over  to  Decem¬ 
ber  29,  1925,  at  2  p.  m.,  for  further  presentation. 

THE  VOTE  TO  APPROVE  REPORT— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell  and  Flanagan .  3 

Negative:  Commissioner  Guilfoyle . .  1 

Absent:  Fire  Chief  Kenlon .  l 


845-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Walter  Eveleth, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  sections  7-c  and  21  of  the 
building  zone  resolution  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  ga¬ 
rage  for  the  storage  of  more  than  five  (5)  motor 
vehicles. 

.PREMISES  AFFECTED — Inwood  avenue,  northeast 
corner  of  Macombs  road,  The  Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Report  of  committee  adopted; 

application  laid  over  to  February  16,  1926,  at 


10  a.  m.,  to  amend  application  and  bring  it 
under  7-g. 

THE  VOTE  TO  ADOPT  REPORT— 

Affirmative:  Chairman  Walsh,  Commission¬ 


ers  Connell  and  Flanagan  .  3 

Negative:  Commissioner  Guilfoyle .  1 

Absent:  Fire  Chief  Kenlon .  1 


802-25-BZ. 

APPLICANT — Morris  Whinston,  for  Harry  Greenberg, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
the  conversion  of  occupancy  from  a  paint  shop 
to  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 823  Bedford  avenue,  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Morris  Whinfcton  and  Irving 

Levine. 

For  Opposition:  Cl  erles  Basner. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Absent .  o 

THE  RESOLUTION: 

(802-25-BZ) 

Whereas,  Morris  Whinston,  for  Harry  Greenberg,  owner, 
filed,  August  5,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  conversion 
of  occupancy  from  a  paint  shop  to  a  motor  vehicle  repair 
shop;  premises  823  Bedford  avenue,  Borough  of  Brooklyn; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  22,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maos  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bedford  avenue  is  in  busi¬ 
ness  district  and  that  both  Spencer  street  and  Park  avenue 
are  unrestricted  districts ;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 

“Occupancy  is  contrary  to  zone  resolution,  and  appli¬ 
cation  is  hereby  denied.  (Repair  shop  in  a  business  dis¬ 
trict),  zone  resolution,  art.  2,  sec.  6.”;  ; 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  25  ft.  and 
a  depth  of  100  ft.;  to  be  converted  from  a  paint  shop  to  a 
motor  vehicle  repair  shop ;  and 

Whereas,  the  premises  under  appeal  is  located  in  a  street 
occupied  by  dwelling  houses  and  inoffensive  business  use. 
and  the  board  concluded  that  applicant  had  not  established 
his  basis  of  appeal  under  section  21  on  the  ground  of  prac¬ 
tical  difficulties  and  unnecessary  hardship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


876-25-BZ. 

APPLICANT— Charles  Kuhner,  for  Henrietta  A.  Stoll, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  motor  vehi¬ 
cle  repair  shop. 

PREMISES  AFFECTED— 1665  Jerome  avenue,  The 
Bronx. 
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APPEARANCES— 

For  Applicant:  T.  J.  McIntyre  and  Henrietta 
A.  Stoll. 

For  Opposition:  Christian  Doenecke. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Guilfoyle  and 

Fire  Chief  Kenlon  . 5 

Absent .  0 

THE  RESOLUTION: 

(876-25-BZ) 

Whereas,  Charles  Kulmer,  for  Henrietta  A.  Stoll,  owner, 
filed,  August  28,  1925,  an  application,  under  the  building  zone 
resolution,  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop;  premises  west 
side  of  Jerome  avenue,  150  ft.  north  of  Featherbed  lane, 
No.  1665  Jerome  avenue,  Borough  of  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  22,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  in  the  busi¬ 
ness  district  and  that  both  Featherbed  lane  and  Davidson 
avenue  are  in  the  residential  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 

“1.  Erection  of  a  building  in  a  business  district  as 
an  automobile  repair  shop  is  contrary  to  the  provisions 
of  the  zone  resolution.”; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  25  ft.  and 
a  depth  of  100  ft.;  to  be  occupied  as  motor  vehicle  repair 

shop ;  and 

Whereas,  the  board  concluded  that  applicant  did  not  sub¬ 
stantiate  his  basis  of  appeal  under  section  21  of  the  zoning 
resolution  on  the  ground  of  unnecessary  hardship  or  practical 

difficulty. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


Dunnigan,  for  Ray  Barnett, 


the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Forest  avenue,  East  163rd 
street  and  T inton  avenue  are  all  in  business  districts;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  March  6,  1925,  reads : 

‘‘Erection  of  proposed  garage  for  the  storage  of  more 
than  five  motor  vehicles  in  business  district  is  contrary 
to  provisions  of  Building  Zone  Resolution.” ; 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  one  story  in  height,  with  a  frontage  of  72  ft. 
4^4  in.  and  a  depth  of  135  ft. ;  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  five  (5)  motor  vehicles;  and 
Whereas,  the  board  has  heretofore  denied  applications 
for  garage  use  on  the  same  street  between  intersecting  streets 
on  the  basis  of  section  7-e,  and  there  would  be  no  unneces¬ 
sary  hardship  caused  by  the  denial  of  this  application  and 
the  compliance  with  the  zoning  resolution  requirements. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


271-25-BZ. 

APPLICANT— John  J. 
owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  under  section  7-e  of  the  building 
zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 956  Forest  avenue,  The 

Bronx. 

APPEARANCES— 

For  Applicant:  John  J.  Dunnigan. 

For  Opposition:  Herman  M.  Albert,  Mrs.  Tool 
and  Mrs.  Tynan. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Commissioner  Guilfoyle .  1 

Negative:  Chairman  Walsh,  Commissioners 

Connell  and  Flanagan  .  3 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(271-25-BZ) 

Whereas,  John  J.  Dunnigan,  for  Ray  Barnett,  owner, 
filed,  March  10,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles;  premises  956  Forest  avenue,  east 
side,  110.37  ft.  north  of  163rd  street,  Borough  of  The  Bronx; 


and  ..... 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet- 
ing,  December  22,  1925,  after  due  notice  by  publication  in  ness  street  occupied  by  dwelling  houses  and  inoffensive  busi 


1531-24-BZ. 

APPLICANT — McCooey  &  Conroy,  for  Louis  Schwartz 
and  Estate  of  Harry  Zaslansky.  owners. 
SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
.  zone  resolution  to  permit  in  a  business  district 
the  conversion  of  occupancy  from  a  machine 
shop  to  a  poultry  slaughter  house.  • 
PREMISES  AFFECTED— 116-118  Wilson  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  John  H.  McCooey,  Jr. 

For  Opposition:  Francis  H.  Giaccone. 
ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Commissioner  Guilfoyle .  1 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Fire  Chief  Ken¬ 
lon  .  4 

Absent .  0 

THE  RESOLUTION: 

(1531-24-BZ) 

Whereas,  McCooey  &  Conroy,  for  Estate  of  Harry  Zas¬ 
lansky  and  Louis  Schwartz,  owner,  filed  December  29,  1924, 
an  application,  under  the  building  zone  resolution,  to  permit 
in  a  business  district  the  conversion  of  occupancy  from  a 
machine  shop  to  a  poultry  slaughter  house,  premises  116-118 
Wilson  avenue,  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  22,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Wilson  avenue,  Starr  street 
and  Willoughby  avenue  are  all  in  business  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  December  4,  1925,  reads : 

“1.  Proposed  change  of  occupancy  of  building  to 
slaughter  house  not  permitted  in  business  district,  art. 
11,  sec.  4,  2  (33),  p.  6,  of  Zone  Resolution.  Applica¬ 
tion  is  therefore  denied.”  ; ;  ; 

and 

Whereas,  the  existing  building  is  of  fireproof  construc¬ 
tion,  one  story  in  height,  with  a  frontage  of  44  ft.  and  a 
depth  of  80  ft.;  to  be  occupied  as  poultry  slaughter  house; 
and 

Whereas,  there  was  substantial  opposition  by  the  peo¬ 
ple  in  the  immediate  vicinity,  including  those  of  churches 
and  schools,  refuting  the  claim  of  appellant  that  a  petition 
had  been  signed  by  the  people  in  the  neighborhood  in  sup¬ 
port  of  a  chicken  slaughter-house  on  the  premises  under  ap¬ 
peal  ;  and 

Whereas,  the  premises  under  appeal  is  located  in  a  busi- 
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ness  use,  and  the  board  concluded  that  applicant  had  not 
established  his  basis  of  appeal  under  section  21  on  the 
ground  of  practical  difficulties  and  unnecessary  hardship. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


795-25-BZ. 

APPLICANT— Joseph  S.  Amsel,  for  Anna  Cohen, 
owner. 


SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  serv¬ 
ice  station. 

PREMISES  AFFECTED— 1952-1956  Eastern  Parkway, 
Brooklyn. 

APPEARANCES— 


For  Applicant:  Walter  R.  Kuhn. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Commissioner  Guilfoyle .  l 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Fire  Chief  Kenlon  4 
Absent .  0 


THE  RESOLUTION: 

(795-25-BZ) 

Whereas,  Joseph  S.  Amsel,  for  Anna  Cohen,  owner, 
hied,  August  3,  1925,  an  application,  under  the  building  zone 
i  esolution,  *to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station;  premises  1952- 
1956  Eastern  Parkway,  Borough  of  Brooklyn, ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet- 
TP^ce(nber  22,  1925,  after  due  notice  by  publication  in 
*  U  e^in  ®oar<^  Standards  and  Appeals;  and 

.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Eastern  parkway,  Truxton 
street  and  Sackman  street  are  all  in  business  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 


“Application  N.  B.  12514-1925  is  denied  as  same  is 
contrary  to  Art.  II,  Sec.  4,  Zone  Resolution,  as  amended 
June  12,  1925.”; 

and 

Whereas,  the  proposed  building  is  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  26  ft.  4 
in.  and  a  depth  of  9  ft.,  irregular ;  to  be  occupied  as  a  gaso¬ 
line  station;  and 

Whereas,  there  is  sufficient  existing  accommodation  for 
general  service  in  the  immediate  vicinity  along  the  course 
of  the  highway,  in  the  matter  of  gasoline  service  stations- 
and  ’ 

Whereas,  two  street  fronts  or  sidewalks  would  be  in¬ 
volved  and  further  encumbered  by  erection  of  gasoline  sta¬ 
tion  on  this  site;  and 

Whereas,  there,  was  an  amendment  adopted  by  the  board 
of  estimate  prohibiting  the  further  invasion  of  business  dis¬ 
tricts  with  public  gasoline  selling  stations;  and,  further, 
applicant  did  not  establish  his  basis  of  appeal  under  section 
21  on  the  ground  of  hardship  or  practical  difficulty. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


•  be  used  as  stores  on  the  first  storj'’  and  dwell¬ 
ings  above. 

PREMISES  AFFECTED — Northeast  corner  of  Beach 
34th  street  and  Edgemere  avenue,  Edgemere, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  William  F.  Doyle. 

For  Opposition:  John  J.  Curtin,  Benjamin  Kro- 
nenberg  and  Nathan  I.  Sachs. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Chairman  Walsh  and  Commis¬ 
sioner  Connell  .  2 

Negative:  Commissioners  Flanagan  and 

Guilfoyle  and  Fire  Chief  Kenlon .  3 

Absent .  q 

THE  RESOLUTION: 

(891-25-BZ) 

Whereas,  William  F.  Doyle,  for  Bertha  Wilkus,  owner, 
filed,  September  1,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  residence  district  the  erection 
of  a  building  to  be  used  -as  stores  on  the  1st  story  and  as 
dwellings  above;  premises  northeast  corner  of  Beach  34th 
street  and  Edgemere  avenue,  Edgemere,  Borough  of  Queens  • 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet- 
December  22,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  west  side  of  Beach  34th  street 
is  in  business  district  and  that  both  Edgemere  avenue  and 
east  side  of  Beach  34th  street  to  a  point  100  ft.  north  of 
Edgemere  avenue  are  in  residential  districts ;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 

“You  will  please  take  notice  that  I  have  this  day  re¬ 
voked  the  approval  given  to  you  on  Plans  895-986-1925, 
filed  on  the  5th  day  of  February,  1925,  and  approved 
February  7th,  for  the  reason  that  I  have  been  notified 
by  the  Chief  Engineer  of  the  Board  of  Estimate  and 
Apportionment  that  although  the  maps  show  this  par¬ 
ticular  location  to  be  in  a  business  district,  nevertheless 
it  is.  not  in  fact  a  business  district,  but  a  residential 
district  and  that  the  zoning  map  is  in  error. 

“You  are  therefore  ordered  and  directed  by  me  to  stop 
all  further  work  in  connection  with  the  said  operation  ”  • 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  two  stories  in  height,  with  a  frontage  of  100 
ft.  on  Edgemere  avenue  and  64  ft.  on  Beach  34th  street ;’  to 
be  occupied  as  stores  on  the  1st  story  and  as  dwellings 
above ;  and 

Whereas,  there  was  opposition  to  the  granting  of  this 
application  on  the  part  of  neighboring  property  owners. 

Resolved,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


828-25-BZ. 

APPLICANT— Alfred  H,  Eccles,  for  Henry  Gerken, 
owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  business  district 
the  erection  of  a  garage  for  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — Southeast  corner  of  Second 


891-25-BZ. 

APPLICANT — William  F.  Doyle,  for  Bertha  A.  Wil¬ 
kus,  owner. 

SUBJECT  Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 
zone  resolution  to  permit  in  a  residence  district 
the  erection  and  maintenance  of  a  building  to 


avenue  and  Newtown  avenue  Astoria,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  H.  Eccles. 

For  Opposition:  A.  Vaughn,  Mr.  Murphy  and 
others. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 


MINUTES 


THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 


Negative  .  0 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 

(828-25-BZ) 


Whereas,  Alfred  H.  Eccles,  for  Henry  Gerken,  owner, 
filed,  August  13,  1925,  an  application,  under  the  building 
zone  resolution,  to  permit  in  a  business  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  the  storage  of  more 
than  five  motor  vehicles ;  premises  southeast  corner  of  Sec¬ 
ond  avenue  and  Newtown  avenue,  Astoria,  Borough  of 
Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  22,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Second  avenue  and  Newtown 
avenue  are  both  in  business  districts;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings 
rends  * 

“Re  N.  B.  8889-1925— 

“1.  Erection  of  garage  for  more  than  five  (5)  motor 
vehicles  is  prohibited  in  a  business  district  by  the  Zone 
Law.” ; 

and 

Whereas,  the  building  is  to  be  of  non- fireproof  construc¬ 
tion,  one  story  and  basement  in  height,  with  a  frontage  of 
132  ft.  and  a  depth  of  88  ft.;  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  five  motor  vehicles  and  as  a 
showroom  and  service  station  with  minor  alterations  and 
repairs  of  automobiles ;  and 

Whereas,  the  board  concluded  that  applicant  had  com¬ 
plied  with  the  provisions  of  section  7-g  by  filing  more  than 
80  per  cent  of  consents  of  property  deemed  affected  of 
area  fixed  by  board  in  accordance  with  rules  and  that  it 
would  be  an  unnecessary  hardship  in  the  way  of  carrying 
out  the  strict  letter  of  the  zoning  resolution. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution,  and  that  the 
application  be  and  it  hereby  is  granted  on  condition  that  the 
building  be  erected  fireproof,  not  exceeding  a  one-story 
structure  in  height  above  grade;  that  the  rear  and  gable 
walls  shall  be  unpierced  throughout  their  entire  height  and 
length;  that  there  shall  be  no  vehicular  entrance  on  the 
Newtown  avenue  front;  that  any  window's,  other  than  the 
return  of  the  show  window,  shall  be  restricted  to  double 
hung  windows,  the  sills  of  which  shall  be  not  less  than 
6  ft.  above  the  sidewalk  level ;  that  the  front  elevations  pn 
Newtown  avenue  and  Second  avenue  shall  be  finished  with 
face  brick  and  architectural  terra  cotta  or  stone  trimmings, 
other  than  the  plate  glass  windows  of  the  store  front ;  that 
a  store  or  office  shall  be  incorporated  as  indicated  on  the 
plans  at  the  corner  of  the  building  at  the  intersection  of 
Newtown  avenue  and  Second  avenue;  that  any  gasoline 
storage  equipment  installed  shall  be  located  at  the  Second 
avenue  front;  that  the  exterior  surface  of  the  rear 
and  gable  walls  shall  be  finished  with  light-colored  face 
brick:  that  there  shall  be  no  roof  signs  erected  or  main¬ 
tained,  and  no  wall  signs  or  advertising  permitted  on  the 
rear  or  gable  walls;  that  a  return  of  the  proposed  eleva¬ 
tions  shall  be  made  to  this  board  for  approval  before  sub¬ 
mitting  same  to  the  superintendent  of  buildings:  that  all 
permits  necessary  for  the  prosecution  of  the  work  shall  be 
obtained  within  nine  months  and  the  building  completed 
within  eighteen  months  from  the  date  of  this  action. 


901-25-BZ. 

APPLICANT— Edward  P.  Doyle,  for  Hyman  Morgen- 
stern.  owner. 

SUBJECT— Application  (re:  decision  of  superintendent 
of  buildings)  under  section  21  of  the  building 


zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — -1305-1309  Gates  avenue, 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  P.  Doyle. 

For  Opposition:  Lester  C.  Ringe  and  others. 


ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  o 

Negative:  Chairman  Walsh,  Commissioners 

Connell,  Flanagan  and  Guilfoyle .  4 

Absent:  Fire  Chief  Kenlon .  l 

THE  RESOLUTION: 

(901-25-BZ) 


Whereas,  Edward  P.  Doyle,  for  Hyman  Morgenstern, 
owner,  filed,  September  3,  1925,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  motor  vehicles;  premises  1305-7-9  Gates  ave¬ 
nue,  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  22,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  both  Gates  avenue  and  Cen¬ 
tral  avenue  are  in  business  districts  and  that  Linden  street 
is  in  a  residential  district;  and 
Whereas,  the  decision  of  the  superintendent  of  buildings 
reads : 

“1.  Application  denied.  Proposed  erection  of  a  pub¬ 
lic  garage  for  more  than  five  cars  in  a  business  dis¬ 
trict,  contrary  to  Art.  2,  Sec.  4  of  Zoning  Resolution.”; 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  and  basement  (23  ft.)  in  height,  with  a  front¬ 
age  of  75  ft.  and  a  depth  of  100  ft. ;  to  be  occupied  as  a 
garage  for  the  storage  of  more  than  five  motor  vehicles  ; 

and 

Whereas,  the  board  concluded  there  was  no  practical  dif¬ 
ficulties  and  unnecessary  hardship  in  complying  with  the 
strict  letter  of  the  zoning  resolution  requirements. 

Resolved ,  that  the  decision  of  the  superintendent  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be  and 
it  hereby  is  denied. 


270-25-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Schinasi  Com¬ 
mercial  Corporation,  owner. 

SUBJECT — Application  (re:  decision  of  superintendent 
of  buildings)  to  permit  in  a  business  district  and 
within  200  feet  of  a  hospital  the  use  and  occu¬ 
pancy  of  an  existing  building  as  a  garage  for  the 
storage  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 32-36  West  100th  street, 
Manhattan. 

APPEARANCES— 

For  Applicant:  John  T.  Dunnigan. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  con¬ 
dition. 

CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh.  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(270-25-BZ) 

Whereas,  John  J.  Dunnigan,  for  Schinasi  Commercial 
Company,  owner,  filed,  March  10,  1925,  an  application,  under 
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the  building  zone  resolution,  to  permit  in  a  business  district 
and  also  within  200  ft.  of  a  hospital,  the  use  of  an  existing 
building  as  a  garage  for  the  storage  of  more  than  five  f 5 ) 
motor  vehicles;  premises  32-30  West  100th  street,  Manhat¬ 
tan  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  board  of  standards  and  appeals,  at  its  regular  meet¬ 
ing,  December  22,  1925,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  100th  street  is  in  a 
business  district,  and  that  Central  Park  West  is  in  a  resi¬ 
dence  district;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  20,  1925,  reads: 

“Sec.  4,  Art.  2  of  Building  Zone  Resolution  prohibits 
a  public  garage  for  more  than  five  cars  in  a  business 
district.  Sec.  20,  Art.  5,  also  prohibits  a  garage  with¬ 
in  200  ft.  of  a  hospital.  There  is  a  hospital  at  the 
southwest  corner  of  Central  Park  West  and  100th  St., 
which  is  within  200  ft.  of  the  proposed  garage.” ; 

and 

Whereas,  the  existing  building  is  of  fireproof  construc¬ 
tion,  three  and  seven  stories  in  height,  with  a  frontage  of  75 
ft.  and  a  depth  of  100.11  ft.;  to  be  occupied  as  a  garage 
for  the  storage  of  more  than  five  (5)  motor  vehicles;  and 

Whereas,  the  applicant  filed  a  substantial  number  of  con¬ 
sents  of  affected  property  owners  and  the  board  concluded 
there  would  be  practical  difficulties  and  unnecessary  hard¬ 
ship  in  the  way  of  carrying  out  the  strict  letter  of  the  law. 

Resolved ,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  district 
regulations  of  the  building  zone  resolution,  and  that  the 
application  be  and  it  hereby  is  granted  on  condition  that  the 
structure  be  not  increased  in  area,  height  or  dimensions ; 
that  the  garage  use  shall  be  limited  to  the  four  lower  stories ; 
that  the  use  of  the  three  upper  floors  shall  be  limited  to 
dead  storage  occupancy  or  other  conforming  use;  that  the 
structure  throughout  shall  be  equipped  with  an  approved 
sprinkler  system;  that  the  windows  on  the  easterly  gable 
wall,  other  than  the  windows  of  the  top  story,  shall  be 
built  up  with  approved  masonry,  and  that  any  existing  iron 
shutters  on  these  window  openings  shall  be  removed;  that 
any  gasoline  storage  equipment  installed  shall  be  located  in 
the  easterly  25-foot  four-story  section  at  the  street  front; 
that  a  standard  approved  fire  escape  shall  be  erected  on  the 
rear  of  the  building,  with  egress  from  the  termination  at 
the  yard  level  to  any  yard  of  adjoining  premises,  with 
egress  therefrom  to  street;  that  the  existing  rear  staircase 
shall  be  enclosed  in  approved  masonry  walls,  and  existing 
frames  of  exterior  windows  shall  be  removed,  and  this  rear 
staircase  maintained  as  a  fire  tower,  with  egress  from  the 
termination  on  the  level  of  the  1st  story  platform  to  the 
westerly  25-ft.  section,  protected  with  a  self-closing  fireproof 
door,  in  addition  to  a  fireproof  enclosed  stairway  at  front 
of  building  leading  directly  to  street;  that  there  shall  be 
no  signs  erected  or  advertising  permitted  on  the  front  of 
the  building,  other  than  one  electric  projecting  sign  erected 
approximately  at  the  center  of  the  building;  that  there  shall 
be  not  less  than  two  interior  vertical  exits,  one  of  which 
shall  be  the  tower  hereinabove  described,  enclosed  in  ap¬ 
proved  masonry  construction,  and  that  an  approved  horizon¬ 
tal  exit  shall  be  provided  between  the  25-ft.  and  50-ft.  sec¬ 
tions  on  each  of  the  four  lower  stories;  that  all  permits 
necessary  for  the  prosecution  of  the  work  shall  be  obtained 
within  nine  months  and  the  work  completed  within  one  year 
from  the  date  of  this  action. 


CASES  DISMISSED. 

BUILDING  ZONE  APPLICATIONS. 

The  chairman  called  attention  to  the  following  cases, 
where  notices  of  intention  to  appeal  were  offered  for 


filing,  but  where,  despite  notices  from  this  office,  papers 

have  not  been  completed,  thus  tying  the  hands  of  the 

administrative  official  in  the  performance  of  his  duty: 

(437-25-BZ) 

Filed  April  22,  1925 — Premises  southeast  corner  of  219th 
street  and  Bronx  Park  boulevard,  The  Bronx. 
Decision  of  superintendent  of  buildings.  Appli¬ 
cant,  Richard  Morrison.  Dismissed  for  lack  of 
prosecution. 

(534-25-BZ) 

Filed  May  22,  1925 — Premises  208-214  Greenpoint  ave¬ 
nue,  Brooklyn.  Decision  of  superintendent  of 
buildings.  Applicant,  Mac  L.  Reiser.  Dis¬ 
missed  for  lack  of  prosecution. 

(666-25-BZ) 

Filed  June  26,  1925 — Premises  east  side  of  Jerome  ave¬ 
nue,  165.02  feet  north  of  East  174th  street,  The 
Bronx.  Decision  of  superintendent  of  buildings. 
Applicant,  Chas.  T<rreymborg  &  Son.  Dismissed 
for  lack  of  prosecution. 

(695-25-BZ) 

Filed  July  3,  1925 — Premises  southeast  corner  of  Roose¬ 
velt  avenue  and  Stone  street,  Woodside,  Queens. 
Decision  of  superintendent  of  buildings.  .Appli¬ 
cant,  Frank  Leslie  Remey.  Dismissed  for  lack 
of  prosecution. 

(844-25-BZ) 

Filed  August  19,  1925 — Premises  967  Aldus  street,  The 
Bronx.  Decision  of  superintendent  of  buildings. 
Applicant,  Thomas  B.  Leahy.  Dismissed  for 
lack  of  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan  and  Guilfoyle. . . .  4 


Negative  .  o 

Absent:  Fire  Chief  Kenlon .  1 

THE  RESOLUTION: 


Whereas,  the  foregoing  applicants  have  filed  applications 
with  the  board  of  standards  and  appeals  from  orders  af¬ 
fecting  the  premises  in  question;  and 
Whereas,  the  applicants  have  failed  to  complete  their 
papers,  though  duly  notified  to  do  so. 

Resolved,  that  the  foregoing  applications  be  and  they  here¬ 
by  are  dismissed  for  lack  of  prosecution. 


AREAS  FIXED. 

( 1057-25-BZ) 

The  chairman  presented  and  read  a  communication 
from  Gardiner  Conroy,  requesting  the  board  to  fix  the  area 
deemed  affected  and  within  which  to  obtain  consents 
for  the  erection  and  maintenance  of  a  garage;  premises 
885-905  Lefferts  avenue,  Brooklyn. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  East  New  York  avenue  and  Lefferts 
avenue  from  Montgomery  street  to  a  point  400  feet 
west  of  the  premises  in  question;  both  sides  of  Utica 
avenue  from  a  point  100  feet  south  of  East  New 
York  avenue  to  a  point  400  feet  north  of  the  pro¬ 
posed  garage;  also  the  south  side  of  Montgomery 
street  from  Utica  avenue  to  a  point  150  feet  east 
of  Utica  avenue. 


(1113-25-BZ) 

The  chairman  presented  and  read  a  communication 
from  George  S.  Clarke,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  con¬ 
sents  for  the  erection  and  maintenance  of  a  garage; 
premises  north  east  corner  Rogers  place  and  East  163rd 
street,  The  Bronx. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Rogers  place  from  a  point  200  feet 
south  of  East  163rd  street  to  a  point  400  feet  north 
of  the  premises  in  question;  both  sides  of  East 
163rd  street  from  Kelly  street  to  Stebbins  avenue; 
both  sides  of  Westchester  avenue  from  Kelly  street 
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to  Stebbins  avenue;  and  also  the  westerly  side  of 
Intervale  avenue  from  Westchester  avenue  to  East 
163rd  street. 

(1066-25-BZ) 

The  chairman  presented  and  read  a  communication 
from  Roland  Lievendag,  requesting  the  board  to  fix  the 
area  deemed  affected  and  within  which  to  obtain  consents 
for  the  erection  and  maintenance  of  a  garage;  premises 
northwest  corner  of  Queens  avenue  and  24th  street, 
Queens. 

The  following  area  was  approved  by  the  board: 

Both  sides  of  Queens  avenue  from  162nd  street 
to  a  point  200  feet  east  of  164th  street;  both  sides 
of  164th  street  from  Queens  avenue  to  a  point  400 
feet  north  of  the  premises  in  question,  and  also  the 
easterly  side  of  163rd  street  from  Queens  avenue 
to  a  point  157  feet  north  of  Queens  avenue. 

Adjourned,  4:00  p.  m. 

James  O’Connor,  Secretary. 

MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING.  ACTION  OF  BOARD — Petition  laid  over  to  January 

TUESDAY  AFTERNOON,  DECEMBER  22,  1925.  12,  1926,  at  2  p.  m. 

Present:  Chairman  Walsh,  Commissioners  Connell,  - 

Flanagan  and  Guilfoyle  and  Fire  Chief  Kenlon  and  Deputy  ios-25-S. 

Fire  Chief  Martin,  substituting.  PETITIONER— Thomas  B.  Leahy,  for  the  566-568 

- -  Seventh  Avenue,  Incorporated,  owner. 

PETITIONS  FOR  VARIATIONS.  SUBJECT — Variation  of  labor  law  as  cited  in  letter  of 

18-24-S.  .  superintendent  of  buildings. 

PETITIONER— Emery  Roth,  for  Greenwill  Construe-  PREMISES  AFFECTED— 566-568  Seventh  avenue, 
tion  Co.,  owner.  .  .  Manhattan. 

SUBJECT— Variation  of  labor  law  as  cited  in  decision  APPEARANCES— 

of  superintendent  of  buildings.  For  Petitioner:  Thomas  B.  Leahy. 

PREMISES  AFFECTED—  14-16  East  38th  street,  ACTION  OF  BOARD— Petition  laid  over  to  January 
Manhattan.  12,  1926,  at  2  p.  m. 

APPEARANCES—  .  _ 

For  Petitioner:  John  F.  Keating. 

ACTION  OF  BOARD— Petition  laid  over  to  January  800-25-S. 

12,  1926,  at  2  p.  m.  PETITIONER — Buchman  &  Kahn,  for  15  West  39th 

-  Street  Corp.,  lessee. 

1102-24-S.  SUBJECT — Variation  of  labor  law  as  cited  in  decision 

PETITIONER — Arthur  Greenbaum,  for  Abram  I.  Kap-  Gf  superintendent  of  buildings. 

Ian,  lessee.  PREMISES  AFFECTED— 15-19  West  39th  street, 

SUBJECT— Variation  of  labor  law  as  cited  in  order  of  Manhattan. 

fire  commissioner.  APPEARANCES — 

PREMISES  AFFECTED — 251  Fifth  avenue  and  1  East  por  Petitioner:  James  J.  Kearney. 

28th  street,  Manhattan.  ACTION  OF  BOARD — Petition  granted  on  condition. 

APPEARANCES —  CONDITIONS — As  specified  in  resolution. 

For  Petitioner:  John  F.  Keating.  THE  VOTE — 

For  Administration:  Inspector  Maher  of  fire  Affirmative:  Chairman  Walsh,  Commission- 

department.  ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

ACTION  OF  BOARD— Petition  laid  over  to  January  Chief  Kenlon  .  5 

12,  1926,  at  2  p.  m.  Negative  .  0 

-  Absent .  0 

650-25-S.  •  ,  „  THE  RESOLUTION: 

PETITIONER— Louis  Sonnenberg,  for  Manhattan  r800-25-S! 

Stationery  Company,  Inc.,  owner.  ^  .  .  T  a  t  r  i 

cTTBTFfT- Variation  of  labor  law  as  cited  in  order  of  Whereas,  Buchman  &  Kahn,  for  J.  Ackerman  Coles, 
^  J  fire  commissioner.  owner,  filed,  August  4,  1925,  a  petition  with  the  board  of 

PREMISES  AFFECTED _ 18  East  23rd  street,  Man-  standards  and  appeals  for  variation  from  the  requirements 

^attan  of  the  labor  law  as  cited  in  a  decision  of  the  superintendent 

APPEARANCES _  of  buildings,  affecting  premises  15-19  West  39th  street,  Man- 

For  Petitioner:  Louis  Sonnenberg  Mir"’  and  .  .  .  .  .  4  e.  .... 

For  Administration:  Inspector  Maher  of  fire  Whereas,  the  decision  of  the  superintendent  of  buildings, 
department  Application  No.  217,  reads: 

ACTION  OF  BOARD— Petition  laid  over  to  January  “11.  Lights  in  windows  should  comply  with  section 

12  1926  at  2  D  m.  264  of  the  labor  law. 

i„,  i»*o,  at  *  y-  •  “Lights  should  not  exceed  720  sq.  in."; 

1145  25  S  and 

_ Geo  E  Strehan  for  8-10  West  37th  Whereas,  the  building  is  fireproof,  16  stories  in  height, 

Street  Corp  owner  62  ft.  6  in.  by  89  ft.  9  in.  in  area;  OCCUPIED  on  the  1st 

SUB TECT— Variation  of  labor  law  as  cited  in  decision  and  2nd  stories  for  stores  and  showrooms,  upper  stories  as 

of  superintendent  of  buildings.  show  rooms,  office  and  25  per  cent  of  area  used  for  manu- 

PP PAUSES  AFFECTED— 8-10  West  37th  street,  Man-  facturmg,  approximately  80  persons  per  story;  and 

hattan  Whereas,  there  are  openings  on  the  1st  and  2nd  stories 

APPEARANCES _  in  ^ie  street  walls  of  the  building,  glazed  with  plate  glass 

For  Petitioner-  George  E  Strehan.  in  metal  frames,  the  maximum  area  of  the  glass  on  the  1st 

For  Administration:  Inspector  Maher  of  fire  story  being  10  ft.  6  in.  by  13  ft.  and  on  the  2nd  story  being 
department.  ft.  by  7  ft.  6  in. ;  and 
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Whereas,  the  petitioner  contends  that  a  strict  compliance 
with  the  labor  law  as  to  the  area  of  the  glass  would  detract 
from  the  architectural  appearance  of  the  building  and  also 
would  destroy  the  proposed  use  of  these  two  stories. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  moke  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  windows  on  street  front  on  the. two 
lower  stories,  on  condition  that  all  openings  shall  be  equipped 
with  approved  metal  frames  and  sash,  glazed  with  polished 
plate  glass  not  less  than  one-quarter  inch  in  thickness,  and 
that  the  requirements  of  the  labor  law  shall  be  complied 
with  in  all  other  respects. 


in  view  of  the  small  building  and  light  occupancy,  petitioner 
requests  the  board  to  accept  the  existing  exits  without  fur¬ 
ther  change. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  egress  from  the  termination  of  the 
fire  escape  of  the  building  at  the  rear  of  the  premises,  on 
condition  that  an  opening  shall  be  provided  in  the  fence 
to  the  adjoining  property  to  the  east,  and  an  open  and 
unobstructed  passageway  on  the  ground  floor  of  the  tene¬ 
ment  building  at  the  front  of  the  building  to  the  street  shall 
be  maintained  free  and  unobstructed. 


837-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Julius  Bern¬ 
stein,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 184  Boerum  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Petitioner:  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(837-25-S) 

Whereas,  Samuel  Rosenblum,  for  Julius  Bernstein,  owner, 
filed,  August  17,  1925,  a  petition  with  the  board  of  stand¬ 
ards  and  appeals  for  a  variation  from  the  requirements  of 
the  labor  law,  as  cited  in  order*  of  the  fire  commissioner, 
affecting  premises  184  Boerum  street,  Borough  of  Brooklyn ; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Au¬ 
gust  17,  1925,  reads: 

“Order  48777-LD : 

“1.  Provide  safe  and  unobstructed  egress  from  the 
lower  termination  of  the  fire  escape  at  the  north  side 
of  building  by  constructing  a  fireproof  passageway  with 
an  unobstructed  width  of  at  least  3  ft.  throughout,  lead¬ 
ing  to  the  street,  adequately  lighted  at  all  times  during 
working  hours,  or  by  means  of  providing  access  to  an 
open  area  having  communication  with  the  street,  as  per 
Sec.  273  of  Labor  Law.”; 

Whereas,  the  building  is  located  on  the  rear  of  lot  and 
is  non-fireproof,  five  stories  in  height,  25  ft.  by  35  ft.  in 
area.  OCCUPIED:  1st  story,  storage  of  rags,  2  persons; 
2nd  story,  manufacturing  shoes,  5  persons ;  3rd  story,  manu¬ 
facturing  coats,  4  persons;  4th  story,  manufacturing  shoes, 
2  persons;  5th  story,  vacant;  EQUIPPED  with  a  sprinkler 
system  and  a  fire  alarm  signal  system.  EXITS :  An  in¬ 
terior  wooden  stairway,  extending  from  the  1st  story  to 
top  story,  enclosed  in  wood  (board)  partitions  with  wood 
metal-covered  doors  at  openings ;  a  wooden  ladder  to  roof 
scuttle;  a  fire  escape  on  the  front  of  the  building,  having 
fireproof  openings  along  the. course  thereof,  extending  from 
top  story  to  the  ground;  a  gooseneck  ladder  to  roof;  with 
EGRESS  from  the  termination  of  the  fire  escape  by  means 
of  gate  in  fence  to  yard  at  east,  also  through  1st  story 
hall  of  non-fireproof  building  on  front  of  lot;  no  adjoining 
buildings ;  and 

Whereas,  the  petitioner  claims  the  existing  exits  from 
foot  of  front  fire  escape  through  1st  story  hall  of  front 
building  and  gate  in  fence  to  yard  at  east  are  adequate ; 


368-25-S. 

PE  III  IONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Estate  of  Paul  J.  Byck,  lessee. 

SUBJEC1  Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 582  Fifth  avenue,  Manhat¬ 
tan. 


APPEARANCES— 

For  Petitioner:  Herman  E.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

■Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution 
THE  VOTE— 

Affirmative:  Chairman  W^alsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 

Chief  Kenlon  .  5 

Negative  . *  q 

Absent .  '  n 

THE  RESOLUTION: 

(368-25-S) 

Whereas,  Croker  Natl.  Fire  Prev.  Eng.  Co.,  for  Estate 

of.  ,Pa.ul  /•  B,yck’  lessee’  filed>  April  4,  1925,  a  petition 
with  the  board  of  standards  and  appeals  from  an  order  of 
the  fire  commissioner,  affecting  premises  582  Fifth  avenue 
Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  11,  1924,  reads: 


“Order  No.  67732-LD  : 

“1.  Arrange  the  fire  escape  on  the  rear  of  the  build¬ 
ing  and  the  openings  leading  thereto  and  the  windows 
opening  on  the  course  thereof,  so  that  same  are  in 
compliance  with  the  provisions  of  Sections  273  and  274 
of  the  Labor  Law.  *  *  * 

“NOTE:— Among  the  defects  noted  on  this  fire  escape 
ai  e  the  following  : 


No  safe  passageway  to  street  from  termination.  No 
60  degree  stairways  connecting  balconies.  No  openings 
2  ft.  by  6  ft.  provided.  No  steps  provided  from  floor 
to  sills  of  openings. 

“2.  Provide  additional  means  of  exit  from  the 
front  portion  of  the  2nd  story,  and  from  the  front  and 
rear  portion  of  the  cellar,  remote  from  the  existing 
exit,  in  accordance  with  the  requirements  of  Section 
271  of  the  Labor  Law.”; 


Whereas,  the  building  is  non-fireproof,  six  stories  and 
basement  in  height,  25  ft.  by  100  ft.  in  area  at  1st  and 
2nd  stories;  25  ft.  by  90  ft.  in  area  at  3rd  story;  and  25 
it.  by  65  ft.  6  in.  in  area  above.  OCCUPIED:  Cellar, 
ront,  stock  room;  rear,  locker  room;  1st  floor,  front  store 
7  persons;  rear,  bank,  15  persons;  2nd  floor,  front,  jeweler! 
4  persons ;  rear,  bank,  7  persons ;  3rd  floor,  gowns  and  hats, 
4  persons;  4th  floor,  shoes,  8  persons;  5th  floor,  tailor, 
4  persons;  6th  floor,  photographer,  3  persons.  EXITS: 
An  interior  non-fireproof  stairway,  extending  from  the  1st 
story  to  roof,,  enclosed  in  fire  retarded  partitions,  with  fire 
doors  at  openings;  horizontal  openings  in  the  basement,  1st 
and  2nd  stories,  leading  to  the  bank  building  to  the  south; 
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a  fire  escape  on  the  rear  of  the  building  having  fireproof 
openings  along  the  course  thereof,  extending  from  the  main 
roof  to  the  roof  of  the  1st  story  extension;  with  EGRESS 
from  the  terminaiton  of  the  fire  escape  by  means  of  fire 
escape  balcony  of  the  building  to  the  north;  ROOFS  of 
adjoining  buildings  to  north  7  ft.  higher;  to  south  4  stories 
higher;  and 

Whereas,  petitioner  contends  that  it  would  be  a  hard¬ 
ship  to  remove  the  existing  fireproof  double-hung  windows 
and  to  provide  the  2  ft.  by  6  ft.  openings  leading  to  the 

fire  escape ;  that  the  existing  means  of  egress  from  the 

termination  of  the  fire  escapes  are  adequate;  that  owing 
to  the  bank  occupancy  at  the  rear  of  basement  and  1st  and 

2nd  stories,  it  is  not  possible  to  provide  additional  exits 

from  these  stories  through  those  portions,  but  proposes 
to  provide  in  the  front  of  basement  an  engineer’s  ladder, 
leading  to  the  sidewalk. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  egress  from  the  termination,  on 
condition  that  the  existing  fire  escape  shall  be  connected 
with  the  second  story  balcony  of  the  adjoining  fire  escape 
to  the  north,  all  openings  on  the  course  to  be  made  fire¬ 
proof  and  self-closing;  granted,  as  to  Item  No.  2,  on  con¬ 
dition  that  not  less  than  two  approved  horizontal  exits 
shall  be  provided  to  the  adjoining  property  to  the  north  at  the 
second  story  level,  and  granted  on  condition  that  all  fac¬ 
tory  use  and  occupancy  shall  be  vacated  and  discontinued  on 
or  about  February  1,  1927,  and  granted  only  so  long  as  the 
existing  conditions,  until  that  date,  remain  unchanged. 


582-25-S. 

PETITIONER — The  Fire  Hazard  Bureau,  for  Coding- 
ton  Co.,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  orders 
of  fire  commissioner. 

PREMISES  AFFECTED — 113  Nassau  street,  Manhat¬ 
tan. 

APPEARANCES— 

For  Petitioner:  George  M.  Wood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative:  Commissioner  Guilfoyle .  1 

Negative:  Chairman  Walsh,  Commissioners 
Connell,  Flanagan  and  Fire  Chief  Kenlon  4 
Absent  . 0 

THE  RESOLUTION: 

(582-25-S) 

Whereas,  The  Fire  Hazard  Bureau,  for  Kleins  Rapid 
Shoe  Repair  Co.,  Inc.,  lessee,  filed,  June  5,  1925,  a  peti¬ 
tion  for  variation  from  the  requirements  of  the  labor  law, 
as  cited  in  an  order  of  the  fire  commissioner,  affecting  prem¬ 
ises  No.  113  Nassau  street,  Borough  of  Manhattan;  and 
Whereas,  the  orders  dated  March  18,  1925,  read: 
(73899-LD)  — 

“1.  Remove  the  substandard  fire  escape  on  the  front 
of  building  or  reconstruct  same  as  per  Section  274  of 
the  Labor  Law  and  Rule  3  of  the  Board  of  Standards 
and  Appeals  amended  May  9th,  1924. 

“Among  the  defects  noted  are  the  following :  Win¬ 
dows  on  course  not  fireproof,  self-closing.  No  60  de¬ 
gree  connecting  stairway.” 

(73900-LD)  — 

“1.  Provide  approved  self-closing  fire  doors  at  open¬ 
ings  leading  to  stairway  on  2nd  story,  opening  outward¬ 
ly  so  as  not  to  obstruct  the  stairway,  as  per  Section 
271  of  the  Labor  Law  and  Rule  507  of  the  Industrial 
Code.” ; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 


height,  25  ft.  by  85  ft.  in  area.  OCCUPIED:  1st  story, 
shoe  repairing;  2nd  story,  restaurant,  5  persons;  3rd  story, 
rubber  stamps,  7  persons ;  4th  story,  printing,  3  persons ; 
5th  and  6th  stories,  vacant.  EXITS:  An  interior  wooden 
stairway,  extending  from  the  1st  story  to  top  story;  en¬ 
closed  in  metal  covered  partitions  with  metal  covered  doors 
at  openings ;  a  substandard  fire  escape  on  the  rear  of  the 
building,  having  fireproof  openings  along  the  course  there¬ 
of,  extending  from  roof  to  the  ground;  with  no  means  of 
EGRESS  from  the  termination  of  the  rear  fire  escape ; 
ROOFS  of  adjoining  buildings  10  ft.  higher  at  north  and 
south ;  and 

Whereas,  the  petitioner  claims  that  there  are  double 
swinging  glass  panel  doors  opening  from  the  restaurant 
to  main  stairway ;  that  there  is  also  a  stairway  from  rear 
of  restaurant  leading  to  1st  story,  then  to  adjoining  build¬ 
ing  at  north  through  opening  in  party  wall,  which  is  pro¬ 
vided  with  a  self-closing  fire  door;  that  all  cooking  is  done 
in  the  adjoining  building ;  that  to  remove  the  substandard 
fire  escape  would  cause  an  expense  uncalled  for ;  that  such 
fire  escape  may  be  of  passable  service. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


747-25-S. 

PETITIONER — George  &  Edward  Blum,  for  Grokosh 
Realty  Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 236-238  West  30th  street, 
Manhattan. 

APPEARANCES— None. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  o 

Absent .  o 


THE  RESOLUTION: 

(747-25-S) 

Whereas,  George  and  Edward  Blum,  for  Grokosh  Realty 
Corp.,  owner,  filed,  July  17,  1925,  a  petition  with  the  board 
of  standards  and  appeals  from  an  order  of  the  superintend¬ 
ent  of  buildings,  affecting  premises  236-238  West  30th  street, 
Manhattan ;  and 

Whereas,  the  order  of  the  superintendent  of  buildings, 
N.  B.  219-25,  dated  July  13,  1925,  reads: 

“No  window  panes  may  exceed  720  sq.  in.  in  area, 
section  264-7  of  Labor  Law.”; 

and 

Whereas,  the  building  is  fireproof,  14  stories  in  height, 
52  ft.  10  in.  by  98  ft.  9  in.  in  area;  OCCUPIED  as  offices 
and  25  per  cent  manufacturing ;  about  70  persons  on  each 
story;  EQUIPPED  with  a  sprinkler  system  and  a  fire  alarm 
signal  system.  EXITS:  Two  interior  fireproof  stairways, 
extending  from  the  1st  story  to  the  roof ;  enclosed  in  fire¬ 
proof  partitions  with  fireproof  doors  at  the  openings ;  and 

Whereas,  the  petitioner  proposes  to  install  in.  plate 
glass  windows  on  the  street  front;  the  maximum  size  at 
the  1st  story  9  ft.  10  in.  by  5  ft.  4^4  in.;  at  2nd  story  6  ft. 
11  in.  by  5  ft.;  at  3rd  story  7  ft.  2  in.  by  5  ft.;  he  claims 
by  complying  with  the  strict  letter  of  the  labor  law  would 
mar  the  architectural  effect  of  the  building. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  windows  on  the  three  lower 
stories  at  the  street  front,  on  condition  that  these  openings 
shall  be  equipped  with  approved  metal  frames  and  sash  and 
glazed  with  polished  plate  glass  not  less  than  *4  in.  in 
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thickness,  and  that  the  requirements  of  the  labor  law  shall 
be  complied  with  in  all  other  respects. 


421-25-S'. 

PETITIONER— S.  J.  Roth,  for  The  140  West  23rd 
Street  Corporation,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 136-140  West  23rd  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Flanagan,  Guilfoyle,  Connell  and  Fire 

Chief  Kenlon  .  5 

Absent . 0 

THE  RESOLUTION: 

(421-25-S) 


Whereas,  S.  J.  Roth,  for  the  140  West  23rd  St.  Corp., 
owner,  filed,  April  20,  1925,  a  petition  with  the  board  of 
standards  and  appeals  for  variation  from  the  requirements 
of  the  labor  law,  as  cited  in  an  order  of  the  fire  commis¬ 
sioner,  affecting  premises  136-140  West  23rd  street,  Bor¬ 
ough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Sep¬ 
tember  30,  1924,  reads : 

“L.  D.  65263 — 1.  Provide  an  additional  means  of  exit 
from  the  cellar,  said  exit  to  be  located  at  the  rear 
of  building  in  accordance  with  the  provisions  of  Sec. 
271  of  the  Labor  Law.”; 

and 

Whereas,  the  building  is  non-fireproof,  five  stories  and 
basement  in  height,  62  ft.  6  in.  by  98  ft.  9  in.  in  area  at 
1st  story  and  62  ft.  6  in.  by  88  ft.  in  area  above.  OCCU¬ 
PIED  :  Basement,  carpenter  shop,  4  persons ;  1st  story,  stores, 
20  persons ;  upper  stories,  tenant  factory,  240  persons  above 
1st  story;  EQUIPPED  with  a  sprinkler  system  and  a  fire 
alarm  signal  system.  EXITS:  An  interior  iron  stairway, 
extending  from  the  1st  story  to  roof ;  enclosed  in  fireproof 
partitions  with  fire  doors  at  openings ;  a  fire  escape  on  the 
rear  of  the  building,  having  fireproof  openings  along  the 
course  thereof,  extending  from  roof  to  the  rear  yard;  with 
EGRESS  from  the  termination  of  the  fire  escape  by  means 
of  property  at  rear;  ROOFS  of  adjoining  buildings  20  ft. 
lower ;  and 

Whereas,  petitioner  proposes  to  provide  an  engineer’s 
ladder  at  the  front  of  the  basement,  leading  to  sidewalk, 
and  to  provide  also  at  the  rear  of  the  basement  a  double¬ 
rung  iron  ladder  leading  to  the  yard. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


745-25-S. 

PETITIONER — Henry  I.  Oser,  for  220  West  29th 
Street  Corporation,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED— 214-226  West  29th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  J.  Lewis. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 


THE  RESOLUTION: 

(745-25-S) 

Whereas,  Henry  I.  Oser,  for  220  West  29th  Street  Cor¬ 
poration,  owner,  filed,  July  17,  1925,  a  petition  for  varia¬ 
tion  from  the  requirements  of  the  labor  law,  as  cited  in  a 
decision  of  the  superintendent  of  buildings,  affecting  prem¬ 
ises  214-226  West  29th  street,  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  July  13,  1925,  reads: 

“3.  No  panes  should  exceed  720  square  inches  in  area. 

Section  264-7  of  Labor  Law.” ; 
and 

Whereas,  the  building  is  fireproof,  16  stories  in  height, 
149  ft.  3J4  in-  by  98  ft.  9  in.  in  area;  OCCUPIED  as  a 
factory  building ;  about  120  persons  on  each  story ; 
EQUIPPED  with  a  sprinkler  system.  EXITS:  Three  in¬ 
terior  fireproof  stairways,  extending  from  the  1st  story  to 
roof,  enclosed  in  fireproof  partitions  with  fireproof  doors 
at  openings ;  and 

Whereas,  the  petitioner  proposes  to  install  plate  glass 
windows  on  the  street  front,  the  maximum  sizes,  1st  story, 
40  sq.  ft. ;  2nd  story,  30.5  sq.  ft. ;  3rd  story,  13  sq.  ft. ; 
that  the  front  windows  of  the  first  three  stories  are  to 
be  used  for  the  display  of  merchandise ;  to  subdivide  them 
into  small  sections  would  defeat  this  purpose. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  windows  on  the  three  lower 
stories  at  the  street  front,  on  condition  that  all  openings 
shall  be  equipped  with  approved  metal  frames  and  sash  and 
glazed  with  polished  plate  glass  not  less  than  in-  in  thick¬ 
ness,  and  that  the  requirements  of  the  labor  law  shall  be 
complied  with  in  all  other  respects. 


746-25-S. 

PETITIONER — Henry  I.  Oser,  for  Furcraft  Realty 
Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  decision 
of  superintendent  of  buildings. 

PREMISES  AFFECTED — 242-246  West  30th  street, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  J.  Lewis. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  WalshA  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(746-25-S) 

Whereas,  Henry  I.  Oser,  for  Furcraft  Realty  Corp., 
owner,  filed,  July  17,  1925,  a  petition  for  variation  from 
the  requirements  of  the  labor  law  as  cited  in  a  decision 
of  the  superintendent  of  buildings,  affecting  premises 
No.  242-46  W.  30th  street,  Borough  of  Manhattan;  and 

Whereas,  the  decision,  dated  July  7,  1925,  reads: 

“3.  Panes  of  glass  exceeding  five  square  feet  are 
unlawful. — Sect.  264-7C.”; 

and 

Whereas,  the  building  is  fireproof,  14  stories  in  height, 
75  feet  by  98  feet  9  inches  in  area;  OCCUPIED:  as  a 
factory  building,  about  100'  persons  on  each  story; 
EQUIPPED  with  a  sprinkler  system;  EXITS:  two  in¬ 
terior  fireproof  stairways,  extending  from  the  1st  story 
to  roof;  enclosed  in  fireproof  partitions  with  fireproof 
doors  at  openings;  and 

Whereas,  the  petitioner  proposes  to  install  plate  glass 
windows  on  the  street  front,  the  maximum  sizes,  1st 
story,  94 square  feet;  2nd  story,  70  square  feet;  that 
the  front  windows  on  the  first  two  stories  are  to  be 
used  for  the  display  of  merchandise,  to  sub-divide  them 
into  small  sections  would  defeat  this  purpose. 


MINUTES 


Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  moke  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  windows  on  the  two  lower 
stories  at  the  street  front,  on  condition  that  all  openings 
shall  be  equipped  with  approved  metal  frames  and  sash 
and  glazed  with  polished  plate  glass  not  less  than  one- 
quarter  inch  in  thickness,  and  that  the  requirements  of 
the  labor  law  shall  be  complied  with  in  all  other  re¬ 
spects. 


779-25-S 

PETITIONER — 86th  Street  &  Third  Avenue  Corp., 
lessee. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES'  AFFECTED — 164  East  86th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  J.  J.  Raphael. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Fire 


Chief  Kenlon  .  3 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(779-25-S) 

Whereas,  86th  Street  and  Third  Avenue  Corporation,  les¬ 
see,  filed,  July  27,  1925,  a  petition  for  variation  from 
the  requirements  of  the  labor  law  as  cited  in  an  order 
of  the  fire  commissioner,  affecting  premises  164-6  East 
86th  street  and  1542  Third  avenue,  Borough  of  Man¬ 
hattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  July 
3,  1925,  reads  (Order  No.  81863-LD)  : 

“1.  Reduce  the  area  of  wire  glass  in  doors  lead¬ 
ing  to  stair  halls,  southeast  end  of  building  on  4th 
story  and  northwest  end  of  building  at  2nd  and  3rd 
stories  so  that  same  does  not  exceed  720  square 
inches  and  no  one  pane  to  exceed  360  square  inches 
as  per  Rule  505  of  the  Industrial  Code. 

“2.  Remove  the  substandard  fire  escape  on  the 
north  side  of  the  building  or  reconstruct  same  as 
per  Section  274  of  the  Labor  Law  and  Rule  3  of 
the  Board  of  Standards  and  Appeals  adopted  May 
9,  1924. 

“Among  the  defects  noted  are  the  following: 
Windows  on  course  not  fireproof,  self-closing.”; 

and 

Whereas,  the  building  is  non-fireproof,  four  and  five 
stories  in  height,  100  feet  3  inches  by  51  feet  4  inches  in 
area.  OCCUPIED:  1st  story,  stores;  2nd  story,  re- 
taurant,  100  persons;  3rd  story,  billiard  room,  75  per¬ 
sons;  4th  and  5th  stories,  manufacturing,  15  persons, 
each  story.  EQUIPPED  with  a  fire  alarm  signal  sys¬ 
tem.  EXITS:  Two  interior  wooden  stairways,  extend¬ 
ing  from  the  1st  story  to  roof  of  4-story  section  and  to 
top  story  of  5-story  section,  enclosed  in  terra  cotta  block 
partitions  with  metal  covered  sash  doors  at  openings; 
a  fire  escape  on  the  86th  street  front  of  the  building, 
having  non-fireproof  openings  along  the  course  thereof, 
extending  from  top  story  to  2nd  story;  counterbalanced 
stairs  to  sidewalk;  ROOFS  of  adoining  buildings  22 
feet  lower  at  west;  10  feet  higher  at  south;  and 

Whereas,  the  petitioner  proposes  to  comply  with  that 
part  of  order  affecting  the  southeast  stair  hall  at  4th 
story;  he  clairfts,  with  regard  to  the  northwest  stair  hall, 
that  there  are  17  1-3  square  feet  of  glass  at  2nd  story 


and  11  square  feet  at  3rd  story,  the  maximum  size  of 
glass  being  890  square  inches  and  832  square  inches,  re¬ 
spectively;  he  further  contends  that  there  is  no  fire 
hazard  existing. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  only 
so  far  as  it  affects  the  glass  panel  in  the  door  in  the  north¬ 
west  stairhall,  on  condition  that  the  area  of  glass  shall  not 
exceed  720  square  inches;  granted,  as  to  Item  No.  2,  only 
so  far  as  it  affects  windows  on  the  top  story  on  the  course 
of  the  fire  escape. 


797-25-S. 

PETITIONER— Charles  H.  Bellows,  for  Bel-For 
Realty  Corp.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 476-478  Broome  street  and 
62  Wooster  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Charles  H.  Bellows. 

For  Administration:  Inspector  Maher  of  fire 


department. 

ACTION  OF  BOARD— Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Walsh,  Commissioners 
Flanagan,  Guilfoyle,  Connell  and  Deputy 

Fire  Chief  Martin  .  5 

Absent .  ° 

THE  RESOLUTION: 

(797-25-S) 


Whereas,  Charles  H.  Bellows,  for  Bel-For  Realty  Corp., 
owner,  filed,  August  3,  1925,  a  petition  with  the  board 
of  standards  and  appeals  for  a  variation  of  the  require¬ 
ments  of  the  labor  law  as  cited  in  order  of  fire  com¬ 
missioner,  affecting  premises  476-478  Broome  street  and 
62  Wooster  street,  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  81516- 
LD,  dated  June  30,  1925,  reads: 

“1.  Remove  the  sub-standard  fire  escapes  on  the 
Wooster  street  side  of  building  or  reconstruct  same 
as  per  Sec.  274  of  the  Labor  Law  and  Rule  3  of  the 
Board  of  Standards  and  Appeals,  adopted  May  9, 
1924.  Defects  are  as  follows: 

“Windows  on  course  not  fireproof,  self-closing; 
not  60  degree  connecting  stairs;  no  drop  ladder  in 
guides.”; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories  in 
height,  50  ft.  by  76  ft.  in  area  on  Broome  street  and  25 
ft.  by  76  ft.  in  area  on  Wooster  street.  OCCUPIED: 
1st  story,  stores;  2nd  story,  manufacturing  leather  goods, 
34  persons;  3rd  story,  metal  and  stamping  works,  12 
persons;  4th  story,  manufacturing  ink  pads,  5  persons; 
5th  story,  manufacturing  novelties,  10  persons;  6th  story, 
dyeing  works,  10  persons.  EQUIPPED  with  a  sprinkler 
system  and  a  fire  alarm  signal  system.  EXITS:  Two 
interior  wooden  stairways,  extending  from  the  1st  story 
to  roof,  enclosed  in  fireproof  partitions  with  fireproof 
doors  at  openings;  a  sub-standard  fire  escape  on  the 
Wooster  street  front  of  the  building,  having  non-fireproof 
openings  along  the  course  thereof,  extending  from  top 
story  to  the  2nd  story;  ROOFS  of  adjoining  buildings, 
18  ft.  lower  at  east,  8  ft.  lower  at  west;  and 

Whereas,  the  petitioner  contends  that  the  sub-standard 
fire  escape  on  Wooster  street  front  may  be  of  some  value 
in  case  of  an  emergency;  that  the  occupancy  is  small; 
and  requests  the  board  to  permit  the  said  fire  escape 
to  remain  without  change. 

Resolved,  that  the  order  of  the  fire  commissioner  be  and 
it  hereby  is  affirmed,  and  the  petition  be  and  it  hereby  is 
denied. 


MINUTES 


819-25-S.  ^  Resolved,  that  the  board  of  standards  and  appeals  does 

PETIl  IONER— -Claire  I.  Hall,  owner.  hereby  make  a  variation  from  the  requirements  of  the  labor 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of  law,  and  that  the  petition  be  and  it  hereby  is 


nre  commissioner. 

PREMISES  AFFECTED — 1104-1106  Fulton  street, 
Brooklyn. 

APPEARANCES— 

For  Petitioner:  Wm.  H.  Goode. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Depu¬ 


ty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent .  o 


THE  RESOLUTION 

(819-25-S) 

Whereas,  Claire  I.  Hall,  owner,  filed  a  petition  with  the 
board  of  standards  and  appeals,  August  10,  1925,  for  a 
variation  of  the  labor  law  as  cited  in  order  of  the  fire 
commissioner,  affecting  premises  1104-1106  Fulton  street, 
Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
1,  1925,  reads: 

“Order  No.  75002-LD. 

“1.  Arrange  the  fire  escape  on  the  south  side  of 
building  and  the  openings  leading  thereto  and  the 
windows  opening  on  the  course  thereof,  so  that 
same  are  in  compliance  with  the  provisions  of  Sec. 
273  and  274  of  the  Labor  Law.  *  *  *  NOTE:  Among 
defects  is  the  following: 

“No  fireproof  passageway  from  termination  to 
street. 

“2.  Arrange  the  fire  escape  on  the  north  side 
(front  building)  and  the  openings  leading  thereto 
and  the  windows  opening  on  the  course  thereof  so 
that  same  are  in  compliance  with  the  provisions  of 
Sec.  273  and  274  of  Labor  Law.  *  *  *  NOTE: 
Among  defects  noted  is  the  following: 

“No  counter-balanced  stairway  from  lowest  bal¬ 
cony  to  street.”; 

and 

Whereas,  the  building  is  non-fireproof,  three  and  four 
stories  in  height,  44  ft.  by  105  ft.  in  area,  the  1st  story 
and  basement  open  throughout.  OCCUPIED:  Base¬ 
ment  and  2nd,  3rd  and  4th  stories  of  rear  section,  laun¬ 
dry;  1st  story,  stores;  upper  stories  of  front  section, 
dwelling;  21  persons  above  the  1st  story  in  rear  section 
and  in  the  front  section  6  persons  above  the  1st  story. 
EXITS:  Two  interior  wooden  stairways  extending  from 
the  1st  story  to  top  story,  enclosed  on  1st  story  only 
with  wood  stud  and  plaster  partitions  with  wooden 
doors  at  openings;  a  fire  escape  on  the  front  of  the 
building  having  fireproof  openings  along  the  course 
thereof,  extending  from  top  story  to  the  2nd  story,  with 
drop  ladder  to  street;  a  45  degree  fire  escape  on  the 
rear  of  the  building,  having  fireproof  openings  along  the 
course  thereof,  extending  from  the  roof  to  the  rear  yard; 
with  EGRESS  from  the  termination  of  the  fire  escape  by 
means  of  adjoining  yard  and  building  to  street.  ROOFS 
of  adjoining  buildings,  same  elevation;  and 

Whereas,  petitioner  contends,  having  secured  the  con¬ 
sent  of  owner  of  adjoining  building  to  west  (No.  1102 
Fulton  street)  to  use  said  yard  and  building  as  a  mode 
of  egress  from  the  termination  of  the  fire  escape  in 
question  to  street;  and  re:  fire  escape  on  front  of  build¬ 
ing,  petitioner  contends  that  it  is  an  adequate  means  of 
egress  for  the  occupants  of  the  dwelling  portion  of  the 
premises. 


Item  1,  only  so  far  as  it  affects  the  egress  from  the  ter¬ 
mination  of  the  fire  escape,  on  condition  that  a  36  inch  wide 
balcony  be  provided  at  the  first  story  level  extended  to  em¬ 
brace  the  entire  rear  of  the  building  with  egress  therefrom 
to  adjoining  premises  to  the  west,  and  that  a  45  degree  stairs 
shall  be  provided  from  the  basement  level  up  to  the  first 
story  balcony,  all  skylights  under  the  balcony  at 
the  first  story  to  be  glazed  with  wire  glass ;  granted  as 
to  Item  No.  2,  on  condition  that  a  counterbalanced  drop 
ladder  in  guides  shall  be  provided  at  second  story  balcony  of 
front  fire  escape  and  that  the  underside  of  the  lowest  bal¬ 
cony  shall  be  provided  with  flame  shield  and  that  the  win¬ 
dows  opening  on  the  second  story  balcony  of  front  fire  escape 
shall  be  fire  proofed,  and  granted  only  so  long  as  the  present 
occupancy  remains  unchanged. 


840-25-S. 

PETITIONER — Samuel  Rosenblum,  for  Liberty  Place 
Bldg.  Co.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 1239  Broadway,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Thomas  Sheridan. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Depu¬ 


ty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent .  0 


THE  RESOLUTION: 

(840-25-S) 

Whereas,  Samuel  Rosenblum,  for  Liberty  Place  Hldg. 
Co.,  owner,  filed,  August  18,  1925,  a  petition  for  variation 
from  the  requirements  of  the  labor  law  as  cited  in  an 
order  of  the  fire  commissioner,  affecting  premises  No. 
1239  Broadway,  Borough  of  Manhattan;  and 

Whereas,  the  order,  dated  July  8,  1925,  reads  (82031- 
LD )  : 

“2.  Remove  all  combustible  articles  from  hallway, 
east  side  (candy  and  cigar  stand),  as  per  Rule  5 
of  the  Board  of  Standards  and  Appeals,  adopted 
July  29,  1924.” 

and 

Whereas, ,  the  building  is  fireproof,  16  stories  in  height, 
39  feet  8)4  inches  by  249  feet.  3  inches,  irregular  in  area. 
OCCUPIED:  As  a  tenant  factory,  about  30  persons  on 
each  story.  EQUIPPED  with  a  sprinkler  system  and 
a  fire  alarm  signal  system.  EXITS:  Three  interior 
fireproof  stairways,  extending  from  the  1st  story  to  roof; 
enclosed  in  fireproof  partitions  with  fireproof  doors  at 
openings;  and 

Whereas,  the  petitioner  claims  the  cigar  stand  was  in¬ 
stalled  shortly  after  the  erection  of  the  building  in  1915; 
that  it  does  not  obstruct  the  exit  capacity;  that  the 
building  extends  from  street  to  street  and  is  provided 
with  exceptionally  good  exit  facilities;  he  requests  the 
board  to  permit  the  candy  and  cigar  stand  to  remain  in 
entrance  hall  without  change. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
for  a  temporary  period  of  one  year  from  the  date  of  this 
action,  on  condition  that  there  shall  be  no  open  flame  main¬ 
tained  on  the  stand  and  that  a  plain  polished  plate  glass 
shield,  not  less  than  2  ft.  6  in.  in  height,  shall  be  pro- 


MINUTES 


vided  on  the  south  end  of  the  counter,  thereby  restrict¬ 
ing  service  to  the  front  of  the  counter,  and  on  further  con¬ 
dition  that  merchandise  use  shall  be  restricted  to  retail  to¬ 
bacco  and  candies  service. 


854-25-S. 

PEIITIONER — Mrs.  Florence  C.  Degelman,  for  Elede 
Co.,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 2148-2150  Third  avenue, 
Manhattan. 

APPEARANCES— 

For  Petitioner:  J.  S.  King  and  Mrs.  Florence 
C.  Degelman. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Connell,  Flanagan,  Guilfoyle  and  Depu¬ 


ty  Fire  Chief  Martin  .  5 

Negative  .  0 

Absent .  0 

THE  RESOLUTION: 


(854-25-S) 

Whereas,  Mrs.  Florence  C.  Degelman,  for  Elede  Com¬ 
pany,  Inc.,  owner,  filed,  August  21,  1925,  a  petition  for 
variation  from  the  requirements  of  the  labor  law,  as  cited 
in  an  order  of  the  fire  commissioner,  affecting  premises 
2148-50  Third  avenue,  Borough  of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  July 
10,  1925,  reads  (Order  No.  82220-LD)  : 

“1.  Arrange  the  fire  escape  on  the  rear  ot  building 
so  that  same  conforms  to  Section  273  of  the  Labor 
Law  and  Rule  3  of  the  Board  of  Standards  and  Ap¬ 
peals  adopted  July  29th,  1924. 

“Among  the  defects  noted  are  the  following : 

“No  stairway  from  balcony  2nd  story  to  roof.  Win¬ 
dows  of  course  not  fireproof,  self-closing.”; 
and 

Whereas,  the  building  is  non-fireproof,  two  stories  in 
height,  50  ft.  by  130  ft.  (irregular)  in  area.  OCCUPIED: 
1st  story,  stores;  2nd  story,  dress  manufacturer,  24  per¬ 
sons.  EXITS :  An  interior  fireproof  stairway,  extending 
from  the  1st  story  to  top  story ;  enclosed  in  fire  retarded 
partitions  with  fireproof  doors  at  openings ;  a  fire  escape 
on  the  rear  of  the  building,  having  fireproof  openings  along 
the  course  thereof,  extending  from  2nd  story  (having  goose¬ 
neck  ladder  to  roof)  to  the  yard;  with  EGRESS  from  the 
termination  of  the  fire  escape  by  means  of  passageway  in 
building  to  street;  ROOFS  of  adjoining  buildings,  to  north 
15  ft.  higher,  to  south  8  ft.  higher ;  and 

Whereas,  petitioner  contends  that  the  roofs  of  the  ad¬ 
joining  buildings  are  more  than  8  ft.  above  the  roof  of 
the  building  in  question  and  do  not  afford  an  adequate 
means  of  egress,  and  that  the  existing  gooseneck  ladder  lead¬ 
ing  to  the  roof  is  adequate. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  extension  of  fire  escape  to  the 
roof,  on  condition  that  a  gooseneck  ladder  shall  be  provided 
from  the  2nd  story  extension  roof  to  the  main  roof,  and 
that  egress  from  the  termination  shall  be  maintained  to  the 
open  yards  of  the  property  to  the  rear  on  118th  street,  and 
that  the  partition  leading  from  the  fire  escape  to  the  2nd 
story  shall  be  removed,  this  exit  to  be  maintained  open  and 
unobstructed. 


859-25-S 

PETITIONER — Samuel  Rothbard,  for  John  J.  Cava- 
nagh,  owner. 


SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 142  West  32nd  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Samuel  Rothbard. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 


Chief  Martin  .  4 

Negative  .  0 

Absent:  Commissioner  Connell, .  1 

THE  RESOLUTION: 

(859-25-S) 


Whereas,  Samuel  Rothbard,  for  John  J.  Cavanagh, 
owner,  filed,  August  24,  1925,  a  petition  from  an  order  of 
the  fire  commissioner,  affecting  premises  142  West  32nd 
street,  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  73343- 
dated  March  7,  1925,  reads : 

“1.  Provide  an  outside  iron  balcony  fire  escape  on 
the  front  of  building  with  balconies  4  ft.  in  width,  con¬ 
nected  by  stairways  not  less  than  22  in.  wide,  placed 
at  an  incline  of  not  more  than  45  degrees,  extending 
from  the  ground  to  the  highest  story  *  *  ; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  20  ft.  by  49  ft.  in  area.  OCCUPIED:  1st  story, 
stores ;  2nd  story,  printing,  4  persons ;  3rd  story,  embroidery 
shop,  8  persons.  EXITS  :  An  interior  non-fireproof  stair¬ 
way,  extending  from  the  1st  story  to  the  roof ;  enclosed  in 
non-fireprof  partitions  with  wooden  doors  at  the  openings ; 
ROOFS  of  adjoining  buildings  one  story  lower;  and 

Whereas,  petitioner  contends  that  the  width  of  the  build¬ 
ing  is  too  small  to  construct  a  45  degree  fire  escape  and 
proposes  to  erect  a  60  degree  fire  escape  with  a  drop  ladder 
in  guides  to  street  and  to  provide,  also,  fireproof  self-clos¬ 
ing  doors  leading  to  the  proposed  fire  escape. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  connecting  stairs,  on  condition 
that  they  shall  be  of  not  less  than  60  degrees  angle  and  that 
a  counterbalanced  drop  ladder  in  guides  shall  be  provided 
from  the  lowest  balcony  to  the  street,  and  that  the'  win¬ 
dows  on  the  2nd  story  shall  be  made  fireproof,  glazed  with 
polished  plate  glass,  and  granted  only  so  long  as  conditions 
as  to  occupancy  and  use  remain  substantially  unchanged. 


869-25-S. 

PETITIONER — Messrs.  Levy  &  Berger,  for  Diamond 
Laundry,  Inc.,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 306-310  Penn  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Petitioner:  Joseph  Levy,  Jr. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 


Chief  Martin  .  4 

Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(869-25-S) 


Whereas,  Levy  &  Berger,  for  Diamond  Laundry,  Inc., 
owner,  filed,  August  27,  1925,  a  petition  with  the  board  of 


1421 


MINUTES 


standards  and  appeals  for  variation  of  the  requirements  of 
the  labor  law,  as  cited  in  order  of  the  fire  commissioner, 
affecting  premises  306-310  Penn  street,  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  73969- 
LD,  dated  March  19,  1925,  reads : 

“Item  2 — Provide  an  additional  means  of  exit  from  the 
1st  story,  said  exit  to  be  located  at  the  rear  of  the 
building  in  accordance  with  the  provisions  of  Sec.  271 
of  the  Labor  Law. 

“NOTE: — All  plans  for  structural  changes  should 
be  filed  with  the  Bureau  of  Buildings,  as  required  by 
Chap.  503,  Laws  of  1916.”; 

and 

Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  60  ft.  by  100  ft.  in  area  at  1st  story  and  60  ft.  by 
40  ft.  in  area  above.  OCCUPIED:  1st  story,  laundry,  20 
persons;  2nd  and  3rd  stories,  manufacturing,  15  persons  on 
each  story.  EXITS:  An  interior  wooden  stairway,  extend¬ 
ing  from  1st  story  to  top  story;  enclosed  in  fire-retarding 
partitions  with  fireproof  self-closing  doors  at  openings;  a 
fire  escape  on  the  front  of  the  building,  having  fireproof 
openings  along  the  course  thereof,  extending  from  top  story 
to  the  2nd  story;  a  counterbalanced  ladder  to  sidewalk; 
and 

Whereas,  the  petitioner  contends  the  building  occupies  the 
entire  lot  area;  that  it  is  entirely  surrounded  by  other  build¬ 
ings  on  all  sides  except  the  street  front ;  that  there  is  an 
existing  exit  opening  8  ft.  in  width  leading  from  the  rear 
portion  of  building  on  1st  story  direct  to  the  street ;  he  pro¬ 
poses  to  provide  an  additional  exit  and  fireproof  self-clos¬ 
ing  door  from  rear  portion  of  the  building  on  1st  story 
leading  into  the  entrance  hall,  thence  to  the  street. 

1  Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  a  fire-resisting  passageway  shall  be  pro¬ 
vided  at  the  south  end  between  the  front  and  rear  sections 
to  the  entrance  hall,  with  egress  therefrom  direct  to  street, 
and  that  a  doorway  opening  shall  be  provided  connecting 
the  front  and  rear  portions  at  the  north  end  of  the  cross 
partition  on  the  1st  story,  and  that  a  doorway,  unobstructed 
and  unfastened,  shall  be  provided  to  the  shipping  room,  with 
egress  therefrom  direct  to  street,  and  that  such  openings 
shall  be  equipped  with  self-closing  fireproof  doors,  and 
granted  only  so  long  as  conditions  as  to  occupancy  and  use 
and  the  size  and  dimension  and  area  of  the  building  remain 
unchanged. 


867-25-S. 

PETITIONER— Charles  B.  Walker,  for  A.  E.  and  I.  W. 
Hayes,  owners. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 174  Wooster  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  Walter  J.  Murtagh. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 


Chief  Martin  . 4 

Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(867-25-S) 


Whereas,  Charles  B.  Walker,  for  A.  E.  and  I.  W.  Hayes, 
owners,  filed,  August  26,  1925,  a  petition  for  variation 
from  the  requirements  of  the  labor  law  as  cited  in  an 
order  of  the  fire  commissioner,  affecting  premises  174 
Wooster  street,  Borough  of  Manhattan;  and 


Whereas,  the  order  of  the  fire  commissioner,  dated  July 
18,  1925,  reads: 

“1.  Provide  safe  and  unobstructed  egress  from 
the  lower  termination  of  the  fire  escape  at  the  rear 
of  building  by  constructing  a  fireproof  passageway 
with  an  unobstructed  width  of  at  least  three  feet 
throughout  leading  to  the  street,  adequately  light 
at  all  times  during  working  hours,  or  by  means  of 
providing  access  to  an  open  area  having  communi¬ 
cation  with  the  street,  as  per  section  273  of  the 
labor  law.”; 

and 

Whereas,  the  building  is  fireproof,  eight  stories  in  height, 
18  feet  6  inches  by  96  feet  9  inches  in  area.  OCCU¬ 
PIED  as  a  tenant  factory,  not  more  than  10  persons  on 
each  story.  EQUIPPED  with  a  fire  alarm  signal  sys¬ 
tem.  EXITS:  An  interior  fireproof  stairway,  extending 
from  1st  story  to  roof;  enclosed  in  fireproof  partitions, 
with  fireproof  doors  at  openings;  a  fire  escape  on  the 
rear  of  the  building,  having  fireproof  openings  along 
the  course  thereof,  extending  from  roof  to  2nd  story; 
with  EGRESS  from  the'  termination  of  fire  escape  by 
means  of  extended  2nd  story  balcony  to  premises  ad¬ 
joining  a t  the  south;  and 

Whereas,  the  petitioner  contends  that  the  extended  2nd 
story  rear  fire  escape  balcony  is  connected  by  iron  stair¬ 
way  to  a  platform  which  leads  directly  to  hallway  of 
the  fireproof  building  adjoining  at  the  south;  and  has 
filed  a  copy  of  a  letter  permitting  the  use  of  the  prem¬ 
ises  as  an  exit,  signed  by  the  superintendent;  and  re¬ 
quests  the  board  to  accept  this  means  of  egress  in  lieu 
of  complying  with  the  fire  department  order  No.  83005. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  ^nd  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  egress  from  the  termination 
of  the  fire  escape,  on  condition  that  fixed  45-degree  iron 
stairs  shall  be  provided  from  the  balcony  at  the  second 
story  level  to  the  balcony  at  the  first  story  level  of  the 
building  to  the  south  with  egress  therefrom  to  open 
corridor,  and  exit  direct  to  West  Houston  street,  and 
on  further  condition,  that  the  doorway  of  the  first  story 
balcony  shall  be  maintained  without  lock  or  other  fas¬ 
tening. 


1049-25-S'. 

PETITIONER — Hemmerdinger  Estate  Corp.,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — South  side  of  Dry  Harbor 
road,  80  feet  east  of  L.  I.  R.  R.,  Glendale,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Petitioner:  I.  L.  Weiser. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 


Chief  Martin  .  4 

Negative  .  o 

Absent:  Commissioner  Connell, .  1 

THE  RESOLUTION: 

(1049-25-S) 


Whereas,  Hemmerindinger  Estate  Corp.,  owner,  filed, 
October  15,  1925,  a  petition  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  order  of  fire  commis¬ 
sioner,  affecting  premises  south  side  of  Dry  Harbor  road, 
80  ft.  east  of  Long  Island  Railroad,  Glendale,  Borough 
of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  80045- 
LD,  dated  July  12,  1925,  reads: 
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“1.  Remove  the  sub-standard  fire  escapes  on  the  east 
and  west  sides  of  the  building,  or  reconstruct  same 
as  per  section  274  of  the  labor  law  and  rule  3,  Board 
of  Standards  &  Appeals,  adopted  May  9th,  1924. 
Among  defects  noted  are  the  following: 

“1.  No  stairway  to  roof  of  fire  escape  on  the  east 
side. 

“2.  No  60  degree  connecting  stairways — fire  escape 
on  the  west  side. 

“3.  Windows  on  course  not  fireproof,  self-closing  on 
west  side. 

“4.  No  drop  ladder  in  guides  from  lowest  balcony 
to  ground.” ; 
and 

Whereas,  petitioner  contends  that  the  removal  of  the 
fire  escape  is  entirely  unnecessary ;  that  the  building  is  sprin- 
klered;  that  he  proposes  to  install  sprinkler  heads  over  the 
inside  of  each  window  on  the  course  of  fire  escape  and 
to  extend  the  present  fire  escape  to  the  ground. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  stairway  from  the  top  story 
balcony  to  the  roof,  on  condition  that  a  gooseneck  iron 
ladder  shall  be  provided  from  the  top  story  balcony;  granted, 
as  to  Item  No.  2,  on  condition  that  connecting  stairways 
shall  be  provided  of  not  less  than  60  degrees ;  granted,  as 
to  Item  No.  3,  on  condition  that  the  fire  escape  shall  be 
provided  with  drop  ladder  in  guides  from  the  lowest  bal¬ 
cony  and  that  the  other  required  legal  exits  shall  be  pro¬ 
vided  and  maintained. 


406-25-S. 

PETITIONER — The  Acorn  Insulated  Wire  Co.,  lessee. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 178-192  Sullivan  street,  Brook¬ 
lyn. 

APPEARANCES— 

For  Petitioner:  Edward  P.  Doyle. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 


Chief  Martin  .  4 

Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(406-25-S) 


Whereas,  Acorn  Insulated  Wire  Company,  lessee,  filed 
May  5,  1925,  a  petition  with  the  board  of  standards  and 
appeals  for  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  order  of  fire  commissioner,  affecting 
premises  178-192  Sullivan  street,  Brooklyn;  and 
Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Extend  the  interior  stairway  at  center  of 
building  from  2nd  to  3rd  story  as  per  sec.  271  of 
labor  law. 

“2.  Remove  the  sub-standard  fire  escapes  (3)  on 
the  north  side  (3)  on  the  south  side  and  (l)  on  the 
east  side  or  reconstruct  same  as  per  section  274 
of  labor  lato.  Note:  Among  defects  noted  are  fol¬ 
lowing:  Windows  on  course  not  fireproof  self  clos¬ 
ing.  Rusted,  requires  painting. 

“3.  Arrange  fire  escape  on  west  side  of  building 
and  openings  leading  thereto  and  the  windows  open¬ 
ing  on  course  thereof  so  that  same  are  in  compliance 
with  sec.  273  and  274  of  labor  law.  *  *  * 

“Note:  Among  defects  noted  are  the  following: 
Windows  on  course  not  fireproof,  self  closing.  Fire 
escape  needs  painting.”; 


Whereas,  the  building  is  non-fireproof,  three  stories  in 
height,  158  ft.  4  in.  by  197  ft.  2  in.  in  area,  divided  into 
two  sections  by  brick  wall.  OCCUPIED:  Manufactur¬ 
ing  wire,  1st  story,  10  persons;  2nd  story,  100  persons; 
3rd  story,  3  persons.  EQUIPPED  with  a  sprinkler 
system  and  a  fire  alarm  signal  system.  EXITS-:  An 
interior  non-fireproof  (open)  stairway  (at  center  of  build¬ 
ing),  extending  from  the  1st  story  to  the  2nd  story, 
a  similar  stairway  at  northwest  corner  of  building  from 
2nd  story  to  3rd  story;  a  fire  escape  on  the  west  side  of 
the  building,  having  non-fireproof  openings  along  the 
course  thereof,  extending  from  the  ground  to  the  3rd 
story,  with  EGRESS  from  the  termination  of  the  fire 
escape  by  means  of  open  yard  to  street;  seven  sub¬ 
standard  fire  escapes  located  on  the  three  street  fronts; 
there  are  no  adjoining  buildings;  and 

Whereas,  the  petitioner  claims  that  it  is  impracticable, 
also  dangerous  to  comply  with  the  fire  department  or¬ 
ders;  that  the  windows  are  provided  with  iron  shutters; 
that  the  present  means  of  exits  are  adequate  and  request 
the  board  to  rescind  orders  No.  6889-LD  and  No.  6881- 
LD,  requiring  interiror  extended,  removable  or  sub¬ 
standard  fire  escapes,  arrangement  of  fire  escape  at  west 
to  conform  to  law  and  a  continuous,  safe  and  unob¬ 
structed  passageway  leading  from  interior  stairway  to 
the  street. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
as  to  Item  No.  1,  on  condition  that  a  fixed  double-rung  iron 
ladder  shall  be  provided  to  the  scuttle  in  the  roof ;  granted, 
as  to  Item  No.  2,  on  condition  that  the  windows  shall  be 
equipped  with  iron  shutters;  and  connecting  stairs  of  not 
less  than  60  degrees  shall  be  provided;  granted,  as  to  Item 
No.  3,  on  condition  that  the  windows  shall  be  equipped 
with  movable  iron  shutters  and  that  fire  escape  shall 
be  properly  painted  and  maintained  structurally  safe, 
and  on  further  condition  that  all  required  legal  exits  shall 
be  maintained. 


743-25-S 

PETITIONER — Deiches,  Goldwater  &  Flynn,  for  Du¬ 
plex  Motion  Picture  Industries,  Inc.,  owner. 
SUBJECT — Variation  of  labor  law7  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 74-78  Sherman  place,  Long 
Island  City,  Borough  of  Queens. 
APPEARANCES— 

For  Petitioner:  Maurice  Deiches  and  Samuel 
Rosenblum. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 


Chief  Martin  .  4 

Negative  .  0 

Absent:  Commissioner  Connell, .  1 

THE  RESOLUTION: 

(743-25-S) 


Whereas,  Deiches,  Goldwater  &  Flynn,  for  Duplex  Mo¬ 
tion  Picture  Industries,  Inc.,  owner,  filed,  July  14,  1925, 
a  petition  for  variation  from  the  requirements  of  the 
labor  law  as  cited  in  an  order  of  the  fire  commissioner, 
affecting  premises  74-78  Sherman  place,  Long  Island  City, 
Borough  of  Queens ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Oc¬ 
tober  7,  1924,  reads  (Order  No.  65901-LD) : 

“1.  Provide  an  exterior  enclosed  fireproof  stairway 
at  the  east  side  of  building,  not  less  than  44  inches 
in  width  extending  from  1st  story  to  roof,  to  serve 
as  a  required  means  of  exit,  constructed  as  per  Sec- 
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tion  266  or  carry  out  a  proper  alternative  method  of 
complying  with  the  Section  271  of  the  Labor  Law.”; 

and 

Whereas,  the  building  is  fireproof,  five  stories,  mezza¬ 
nine  and  basement  (81  feet)  in  height,  75  feet  1  %  inches, 
by  100  feet  in  area  at  1st  story,  and  75  feet  1 %  inches 
by  90  feet  in  area  above.  OCCUPIED:  Basement,  de¬ 
veloping;  1st  story,  printing,  2  persons;  mezzanine,  pho¬ 
tographing,  2  persons;  2nd  story,  offices,  25  persons;  3rd 
story  and  4th  story,  rug  cleaning,  10  persons;  5th  story, 
manufacturing  machines,  15  persons.  EQUIPPED  with 
a  sprinkler  system.  EXITS:  An  interior  fireproof  stair¬ 
way,  extending  from  the  1st  story  to  roof,  enclosed  in 
fireproof  partitions  with  fire  doors  at  openings,  and  ex¬ 
terior  stairs  on  the  rear  of  the  building,  having  fireproof 
openings  along  the  course  thereof,  extending  from  roof 
to  the  2nd  story;  with  EGRESS  from  the  termination 
of  the  fire  escape  by  means  of  long  platform  to  a  stair¬ 
way  and  drop  ladder  to  yard  of  adjoining  premises  at 
south;  ROOFS  of  adjoining  buildings,  4  stories  lower 
at  west;  open  yard  at  east;  and 

Whereas,  the  petitioner  claims  that  the  building  is  fire¬ 
proof  with  adequate  means  of  exit  facilities;  that  the 
exterior  stairs  on  rear  of  building  has  its  termination  in 
the  yard  of  adjoining  premises  at  south  which  is  under 
the  same  control  as  the  owners  of  the  premises  in  ques¬ 
tion;  in  consideration  of  the  small  occupancy,  he  re¬ 
quests  the  board  to  accept  the  existing  exits  without 
change. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted 
on  condition  that  the  building  shall  be  not  increased  in 
height,  area  or  dimension,  and  shall  be  equipped  with  a 
two-source  sprinkler  system;  that  an  approved  exterior 
stairway  shall  be  provided  on  the  rear  of  the  building 
with  egress  at  the  termination  to  the  property  at  the 
rear  in  the  same  ownership,  egress  therefrom  to  be 
maintained  open  and  unobstructed  direct  to  the  street 
to  the  south. 


749-25-S. 

PETITIONER — Margaret  Murphy  Drew,  for  Helen  A. 
Wissman,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 732  Broadway,  Manhattan. 
APPEARANCES— 

For  Petitioner:  None. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 

Chief  Martin  .  4 

Negative  .  0 

Absent:  Commissioner  Connell, .  1 

THE  RESOLUTION: 


(749-25-S) 

Whereas,  Margaret  Murphy  Drew,  for  Helen  A.  Wiss¬ 
man,  owner,  filed,  July  17,  1925,  a  petition  for  variation 
from  the  requirements  of  the  labor  law,  as  cited  in  an 
order  of  the  fire  commissioner,  affecting  premises  732  Broad¬ 
way,  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated  July 
8,  1925,  reads  (Order  No.  76550-LD)  : 

“1.  Enclose  the  interior  stairway  serving  as  a  re¬ 
quired  means  of  exit  with  partitions  of  fire  resisting 
material  from  floor  of  1st  story  to  the  underside  of 
the  2nd  story,  including  any  exposed  soffits,  landings  and 
passageways.  Openings  shall  be  provided  with  approved 
self-closing  firedoors  as  per  Rule  2  of  the  Board  of 
Standards  and  Appeals  adopted  July  29,  1924.” ; 
and 


W hereas,  the  building  is  non-fireproof,  four  stories  in 
height,  24  ft.  by  126  ft.  in  area  at  1st  story,  24  ft.  by  96 
ft.  in  area  above  at  2nd  story,  and  24  ft.  by  56  ft.  in  area 
above.  OCCUPIED:  1st  story,  restaurant;  2nd  story,  of¬ 
fices  and  stock,  9  persons;  3rd  story,  manufacturing  suits, 
9  persons;  4th  story,  manufacturing  caps,  5  persons; 
EQUIPPED  with  a  fire  alarm  signal  system.  EXITS: 
An  interior  wooden  stairway,  extending  from  the  1st  story 
to  top  story;  enclosed  in  lath  and  plaster  partitions  with 
wooden  doors  at  openings;  a  fire  escape  on  the  rear  of  the 
building,  having  fireproof  openings  along  the  course  there¬ 
of,  extending  from  roof  to  the  roof  of  the  2nd  story  ex¬ 
tension,  thence  to  roof  of  1st  story  extension;  with  EGRESS 
from  the  roof  of  1st  story  extension  to  the  2nd  story  party 
wall  fire  escape  on  the  rear  of  building  adjoining  at  north; 
ROOFS  of  adjoining  buildings  16  ft.  higher  at  north,  40 
ft.  higher  at  south ;  and 

Whereas,  the  petitioner  contends  that  the  stair  enclo¬ 
sure  at  1st  story  is  covered  with  hard  wood  frames  and 
plate  glass  mirrors,  and  that  to  comply  with  the  order  would 
mean  the  suspension  of  business;  in  consideration  of  the 
small  occupancy  he  requests  that  the  board  accept  the  ex¬ 
isting  exits  without  change. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted, 
only  so  far  as  it  affects  the  stairs  on  the  1st  story,  on  con¬ 
dition  that  the  soffit  of  the  stairs  and  stair  side  of  the 
stairway  enclosing  partition  in  the  first  story  shall  be  made 
fire-resisting  in  accordance  with  the  rules  of  the  board  of 
standards  and  appeals.  * 


675-25-S. 

PETITIONER — John  Street  M.  E.  Church  Trust  Fund 
Society,  owner. 

SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED— 48  John  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Homer  Powell. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative:  Chairman  Walsh,  Commissioners 
Flanagan,  Guilfoyle  and  Deputy  Fire  Chief 

Martin  .  4 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(675-25-S) 

.  Whereas,  John  Street  M.  E.  Church  Trust  Fund  So¬ 
ciety,  owner,  filed,  June  30,  1925,  a  petition  for  variation 
from  the  requirements  of  the  labor  law,  as  cited  in  orders 
of  the  fire  commissioner,  affecting  premises  48  John  street 
Borough  of  Manhattan;  and 

Whereas,  the  orders  of  the  fire  commissioner,  dated 

March  30,  1925,  reads: 

“Order  No.  74802-LD— 

“.}■  Enclose  the  interior  stairway  at  east  side  of 
building  serving  as  a  required  means  of  exit,  and  the 
landing’s,  platforms  and  passageways  connecting  there- 
with  on  all  sides  with  partitions  of  fire  resisting  ma¬ 
terial  extending  continuously  from  the  sub-cellar  to  3 
feet  above  the  roof,  constructed  as  per  Sec.  271  of  the 
Labor  Law  (and  Rule  2  of  the  Industrial  Code)  or 
carry  out  a  proper  alternative  method  of  complying 
with  the  requirements  of  Sec.  271  of  the  Labor  Law. 

“2  Arrange  the  fire  escape  on  the  rear  of  building 
and  the  openings  leading  thereto  and  the  windows  open¬ 
ing  on  the  course  thereof  so  that  same  are  in  compli¬ 
ance  with  the  provisions  of  Sec.  273  &  274  of  the  La- 
bor  Law,  and  the  rules  of  the  Board  of  Standards 
and  Appeals,  or  carry  out  a  proper  alternative  method 
of  complying  with  the  requirements  of  Sec.  271  of  the 

Labor  Law.  Among  the  defects  noted  are  the  follow¬ 
ing: 
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“(l)  No  balcony  on  5th  and  6th  stories.  (2)  No 
fireproof  passageway  from  termination  to  street.  (3) 
Rusted — requires  painting.  (4)  Not  screened  to  height 
of  4  ft.  6  in.” 

Order  No.  74804-LF — 

“1.  Install  an  adequate  interior  electric  fire  alarm 
system  in  accordance  with  the  Rules  of  the  Board  of 
Standards  and  Appeals  and  the  enclosed  approved  lay¬ 
out.” 

Order  No.  74805-LF — 

“An  inspection  of  the  premises  48  John  Street,  Bor¬ 
ough  of  Manhattan,  shows  that  a  fire  drill  should  be 
established  and  maintained  therein  according  to  the  re¬ 
quirements  of  Section  279  of  the  Labor  Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  six  stories,  cellar 
and  sub-cellar  in  height,  19  ft.  by  85  ft.  6  in.  in  area  from 
1st  story  to  4th  story  and  15  ft.  6  in.  by  35  ft.  6  in.  in 
area  above;  OCCUPIED  as  a  factory  building,  stationers 
and  printers ;  about  13  persons  on  each  story,  except  the  5th 
and  6th  stories,  which  are  for  storage  only.  EXITS :  An 
open  interior  wooden  stairway,  extending  from  the  1st  story 
to  top  story;  ladder  to  roof  scuttle;  a  fire  escape  on  the 
rear  of  the  building,  having  fireproof  openings  along  the 
course  thereof,  extending  from  1st  story  to  the  4th  story 
only,  no  balcony  at  5th  and  6th  stories ;  drop  ladder  to 
yard;  with  EGRESS  through  church  to  street;  ROOFS 
of  adjoining  buildings  same  height;  and 

Whereas,  the  petitioner  claims  that  the  property  is  owned 
by  a  charitable  organization  which  would  be  financially  em¬ 
barrassed  if  forced  to  comply  with  the  fire  department 
orders;  and  he  further  contends  that  the  building  is  small 
and  within  the  strict  sense  of  the  word  should  not  be  classed 
as  a  “factory.” 

Resolved,  that  the  orders  of  the  fire  commissioner  be  and 
they  hereby  are  affirmed,  and  the  petition  be  and  it  hereby 
is  denied. 


1205-25-S. 

PETITIONER — Croker  National  Fire  Prevention  Engi¬ 
neering  Co.,  for  Charles  Schnabel,  owner. 
SUBJECT — Variation  of  labor  law  as  cited  in  order  of 
fire  commissioner. 

PREMISES  AFFECTED — 52  West  28th  street,  Man¬ 
hattan. 

APPEARANCES— 

For  Petitioner:  H.  Horwood. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Petition  granted  on  condition. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 


Chief  Martin  .  4 

Negative  .  0 

Absent:  Commissioner  Connell, .  1 

THE  RESOLUTION: 

(1205-25-S) 


Whereas,  the  Croker  National  Fire  Prevention  Engineer¬ 
ing  Company,  for  Charles  Schnabel,  owner,  filed,  November 
20,  1925,  a  petition  for  variation  of  the  requirements  of  the 
labor  law,  as  cited  in  order  of  fire  commissioner,  affecting 
premises  52  West  28th  street,  Manhattan ;  and 
Whereas,  the  order  of  the  fire  commissioner,  No.  78669- 
LD,  dated  May  29,  1925,  reads : 

“1.  Provide  outside  iron  balcony  fire  escape  *  *  *. 

“2.  Extend  interior  stairway  at  the  east  side  of  build¬ 
ing  to  the  roof.” ; 
and 

Whereas,  the  building  is  non-fireprof,  four  stories  in 
height,  20  ft.  by  50  ft.  in  area  in  the  1st  story  and  20  ft. 
by  40  ft.  in  area  above.  OCCUPIED :  1st  story,  stores, 
upper  stories,  tenant  factory,  furriers  and  ladies’  coats,  10 


persons  above  the  1st  story;  the  means  of  EGRESS  con¬ 
sisting  of  an  interior  stairway  extending  from  1st  story  to 
topi  story,  enclosed  in  lath  and  plaster  partitions  with  wood 
apd  metal  covered  doors  at  openings  and  scuttle  and  iron 
ladder  to  roof  from  stairhall  enclosure;  and 

Whereas,  the  petitioner  proposes  to  provide  a  fire  escape 
on  the  rear  of  the  building  with  60  degree  connecting  stairs 
and  a  landing  on  extension  roof,  with  egress  from  extension 
roof  across  the  adjoining  extension,  and  requests  the  ac¬ 
ceptance  of  the  proposed  fire  escape  and  the  existing  scuttle 
^  iron  ladder  to  roof  because  of  the  small  occupancy;  and 
.  Whereas,  this  petition  was  placed  on  the  calendar  for 
immediate  hearing  on  request  of  the  chief  of  the  bureau 
of  fire  prevention. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  la¬ 
bor  law,  and  that  the  petition  be  and  it  hereby  is  granted. 
as  to  Item  No.  1,  on  condition  that  a  60  degree  fire  escape 
shall  be  provided  on  the  front  of  the  building  with  coun¬ 
terbalanced  drop  ladder  in  guides  from  the  lowest  balcony 
to  the  ground,  all  openings  to  be  made  fireproof  with  case¬ 
ment  doors  and  steps  to  sills;  granted,  as  to  Item  No.  2. 
on  condition  that  a  fixed  double-rung  iron  ladder  shall  be 
provided  in  the  stairhall  to  the  scuttle  in  roof,  and  that  the 
total  occupancy  shall  not  exceed  ten  persons  above  the  1st 
story. 


73-25-S. 

PETITIONER — International  Coffee  Company,  Inc., 
owner. 

SUBJECT — Application  for  reopening — variation  of 
labor  law  as  cited  in  order  of  fire  commissioner. 
PREMISES  AFFECTED— --533  Greenwich  street  and 
99-101  Vandam  street,  Manhattan. 
APPEARANCES— 

For  Petitioner:  Andrew  S.  Rubin. 

For  Administration:  Inspector  Maher  of  fire 
department. 

ACTION  OF  BOARD — Resolution  modified. 
CONDITIONS — As  specified  in  resolution. 

THE  VOTE  TO  MODIFY— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 

Chief  Martin  . 4 

Negative  .  0 

Absent:  Commissioner  Connell, .  1 

THE  RESOLUTION: 

(73-25-S) 

Whereas,  International  Coffee  Co.,  owner,  filed,  January 
19,  1925,  a  petition  with  the  board  of  standards  and  appeals 
for  variation  from  the  requirements  of  the  labor  law.  as 
cited  in  orders  of  the  fire  commissioner,  affecting  premises 
533  Greenwich  street  and  99-101  Van  Dam  street,  Man¬ 
hattan;  and 


Whereas,  the  orders  of  the  fire  commissioner,  dated  Oc¬ 
tober  8,  1924,  read : 

“Order  No.  65916-LD: 

“1.  Arrange  the  fire  escape  on  the  south  side  of 
building  and  the  openings  leading  thereto  and  the  win¬ 
dows  opening  on  the  course  thereof  so  that  same  are 
in  compliance  with  the  provisions  of  Section  273  and 
274  of  the  Labor  Law  and  the  rules  of  the  Board  of 
Standards  and  Appeals,  or  carry  out  a  proper  alterna¬ 
tive  method  of  complying  with  the  requirements  of 
Section  271  of  the  Labor  Law. 

“Among  the  defects  noted  on  this  fire  escape  are 
the  following:  Windows  on  course  not  fireproof,  self¬ 
closing.  Not  screened  to  height  of  4  ft.  6  in.  No 
steps  to  window  sills  provided.  No  counterbalanced 
stairway  from  lowest  balcony  to  ground.  Connecting 
stairs  are  not  placed  at  angle  of  45  degrees.  No  con¬ 
nection  of  top  balcony  to  roof. 

“2.  Enclose  the  interior  stairway  at  center  of  build¬ 
ing  serving  as  a  required  means  of  exit,  and  the  land- 
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ings,  platforms  and  passageways  connecting  therewith 
on  all  sides  with  partitions  of  fire-resisting  material 
extending  continuously  from  the  1st  story  to  3  ft.  above 
the  roof,  constructed  as  per  Section  271  of  the  Labor 
Law  or  carry  out  a  proper  alternative  method  of  com¬ 
plying  with  the  requirements  of  Section  271  of  the 
Labor  Law.” 

“Order  No.  65918-LD : 

“1.  Arrange  the  entrance  doors  at  street  so  as  to 
open  outwardly,  as  per  Section  271  of  the  Labor 
Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  seven  stories  in 
height,  25  ft.  by  100  ft.  in  area;  OCCUPIED  for  roast¬ 
ing,  packing  and,  storing  of  coffee;  the  means  of  egress 
consisting  of  an  interior  stairway  at  the  center  of  the  build¬ 
ing,  extending  from  the  1st  story  to  the  roof,  enclosed  in 
wood  studs  covered  both  sides  with  26  gauge  metal ;  an 
interior  stairway  at  the  Van  Dam  street  front  extending 
from  the  1st  story  to  the  2nd  story,  with  fire  escape  on 
the  Van  Dam  street  front  of  building,  with  balcony  con¬ 
nected  by  60  degree  stairs,  with  gooseneck  ladder  to  roof 
and  drop  ladder  to  street;  ROOFS  of  adjoining  buildings 
are  at  same  level;  and 

Whereas,  petitioner  contends  that  the  main  occupancy  is 
on  the  2nd  story  from  which  there  are  three  means  of  exit; 
that  in  the  1st  story  there  are  three  exit  doorways  giving 
direct  access  to  the  street;  that  the  upper  portion  of  the 
building  is  used  for  storage  only,  with  two  persons  working 
on  the  top  story,  and  that  the  means  of  egress  are  adequate 
for  the  small  occupancy;  and 

Whereas,  this  petition  was  granted  by  the  board  at  its 
meeting  March  24,  1925,  on  certain  conditions  and  petitioner 
requested  a  modification  of  the  conditions  as  to  occupancy. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  as  to 
Order  No.  65916,  Item  1,  on  condition  that  the  fire  escape 
be  maintained  with  60  degree  connecting  stairs,  and  that  the 
casement  doors  thereto  shall  not  be  less  than  5  ft.  high, 
with  gooseneck  to  roof  and  counterbalanced  drop  ladder 
in  guides  to  street;  denied  in  all  other  respects;  and  granted, 
as  to  Item  2,  on  condition  that  the  occupancy  above  the  4th 
story  shall  not  exceed  two  persons  and  that  the  occupancy 
above  the  1st  story  shall  not  exceed  twenty  persons ;  and 
that  the  petition  be  and  it  hereby  is  denied  as  to  Order  No. 
65918-LD,  Item  No.  1. 


APPLIANCES  SUBMITTED  FOR  APPROVAL. 

77-25-SR. 

PETITIONER — National  Automatic  Sprinkler  Associ¬ 
ation. 

SUBJECT — Proposed  amendments  to  sprinkler  rules. 
APPEARANCES— None. 

ACTION  OF  BOARD — Petition  laid  over  to  February 

2,  1926. 


1391-22-S. 

PETITIONER — Dempsey  Furnace  Co. 

SUBJECT — Approval  of  Dempsey  High  and  Low  Pres¬ 
sure  Fuel  Oil  Burner. 

APPEARANCES— 

For  Petitioner:  Wm.  J.  O’Gorman. 

For  Administration:  None. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
29,  1925,  at  10  a.  m.,  on  request  of  petitioner. 


815-25-SA. 

PETITIONER — New  Way  Hydrogen  Gas  Generator 
Company,  Inc.;  Thomas  Van  Brunt,  President. 
SUBJECT — Approval  of  New  Way  Hydrogen  Gas  Gen¬ 
erator  Burner. 

APPEARANCES— 

For  Petitioner:  William  J.  O’ Gorman. 
ACTION  OF  BOARD — Petition  laid  over  to  January 
5,  1926,  at  2  p.  m.,  on  request  of  petitioner. 


907-24-SA. 

PETITIONER — Dempsey  Furnace  Company. 
SUBJECT — Approval  of  Dempsey  Domestic  Burner  & 
Fuel  Oil  Pump. 

APPEARANCES— 

*  For  Petitioner:  Wm.  J.  O’Gorman. 

For  Administration:  None. 

ACTION  OF  BOARD — Petition  laid  over  to  December 
29,  1925,  at  10  a.  m.,  on  request  of  petitioner. 


1305-24-SA. 

PETITIONER — International  Heating  Co. 

SUBJECT — Approval  of  International  Furnace  Burner. 
APPEARANCES— None. 

ACTION  OF  BOARD — Petition  approved. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 


Chief  Martin  .  4 

Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(1305-24-SA) 


Whereas,  The  International  Heating  Company,  filed, 
December  29,  1924,  a  petition  for  approval  of  their  device 
known  as  the  International  Fuel  Oil  Burner ;  and 
Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  at  premises  2506  Gilmore  street,  East  Elm¬ 
hurst,  Long  Island,  and  recommended  the  approval  of  the 
device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  International  Fuel 
Oil  Burner  for  use  with  Grade  B  fuel  oil  in  domestic  in¬ 
stallations  in  conjunction  with  fuel  oil  burning  equipment 
when  installed  and  operated  in  accordance  with  the  fuel 
oil  rules  of  the  board  of  standards  and  appeals. 


1155-25-SA 

PETITIONER — Wayne  Tank  &  Pump  Co. 

SUBJECT — Approval  of  Wayne  Fuel  Oil  Burner  and 
Pumps,  Type  “N.” 

APPEARANCES— None. 

ACTION  OF  BOARD — Petition  approved. 

THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 


Chief  Martin  .  4 

Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(1155-25-SA) 


Whereas,  the  Wayne  Tank  &  Pump  Company  filed,  No¬ 
vember  9,  1925,  a  petition  for  approval  of  their  device  known 
as  Wayne  Oil  Burner  Pump  and  Fan  Set,  Type  “N”;  and 
Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  at  8020  Roosevelt  avenue,  Jackson  Heights, 
Borough  of  Queens,  and  recommended  the  approval  of  the 
device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  Wayne  Oil  Burner, 
Pump  and  Fan  Set,  Type  “N,”  for  use  with  Grade  B  fuel 
oil  in  domestic  installations  in  conjunction  with  fuel  oil 
burning  equipments,  when  installed  and  operated  in  accord¬ 
ance  with  the  fuel  oil  rules  of  the  board  of  standards  and 
appeals. 


493-24-SA. 

PETITIONER— Alfred  R.  Haase. 

SUBJECT — Approval  of  Faultless  Oil  Burner. 
APPEARANCES— None. 

ACTION  OF  BOARD — Petition  approved. 

THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 
Chief  Martin  .  4 
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Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(493-24-SA) 


Whereas,  Alfred  R.  Haase  filed,  April  7,  1924,  a  peti¬ 
tion  for  approval  of  his  device  known  as  the  Faultless  Oil 
Burner ;  and 

Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  at  premises  137  Corona  Avenue,  Corona,  Long 
Island,  and  recommended  the  approval  of  the  device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  Faultless  Oil  Burner 
for  use  with  Grade  B  fuel  oil  in  domestic  installations,  in 
conjunction  with  fuel  oil  burning  equipment,  when  installed 
and  operated  in  accordance  with  the  fuel  oil  rules  of  the 
board  of  standards  and  appeals. 


1191-24-SA. 

PETITIONER — Socony  Burner  Corporation. 
SUBJECT— Approval  of  the  Socony  Arrow  Oil  Burner. 
APPEARANCES— None. 

ACTION  OF  BOARD— Petition  approved. 

THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 


Chief  Martin  .  4 

Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

(1191-24-SA) 


Whereas,  Socony  Burner  Corporation  filed,  October  2, 
1924,  a  petition  for  approval  of  their  device  known  as 
the  Socony  Arrow  Oil  Burner  in  operation;  and 
Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  at  premises  552  Fourth  street,  Brooklyn,  and 
recommended  the  approval  of  the  device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  Socony  Arrow  Oil 
Burner  for  use  with  Grade  B  fuel  oil  in  domestic  installa¬ 
tions  in  conjunction  with  fuel  oil  burning  equipments,  when 
installed  and  operated  in  accordance  with  the  fuel  oil  rules 
of  the  board  of  standards  and  appeals. 


1254-24-SA. 

PETITIONER— Tate-Jones  Company,  Inc. 

SUBJECT— Approval  of  the  Tate  Jones  Burner. 
APPEARANCES— None. 

ACTION  OF  BOARD— Petition  approved. 

THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 

Chief  Martin  .  4 

Negative  .  0 

Absent:  Commissioner  Connell .  1 

THE  RESOLUTION: 

.  (1254-24-SA) 

Whereas,  Tate-Jones  Company,  Inc.,  filed,  October  27, 
1924,  a  petition  for  approval  of  their  device  known  as  Tate- 
Jones  Fuel  Oil  Burner,  “L”  Type;  and 

Whereas,  a  committee  of  the  board  inspected  this  device 
in  operation  at  310  Vernon  avenue,  Long  Island  City,  and 
recommended  approval  of  the  device. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  Tate-Jones  &  Com¬ 
pany,  Inc.,  Oil  Burner  for  use  with  Grade  “A”  fuel  oil  in 
industrial  operations  such  as  annealing,  hardening,  temper¬ 
ing,  japanning  and  similar  furnaces  and  industrial  operations, 
and  for  use  with  steam  boilers  when  the  fire  box  is  properly 
lined,  with  high  temperature  resisting  blocks  for  protec¬ 
tion  of  boiler  plates  and  tubes  and  when  the  burner  is  used 
in  conjunction  with  fuel  oil  burning  equipments  when  in¬ 
stalled  and  operated  in  accordance  with  the  fuel  oil  rules  of 
the  board  of  standards  and  appeals. 


1323-22-SA. 

PETITIONER— Baker  Oil  Burner  Corporation. 


SUBJECT — Application  for  modification,  re:  approval 
of  the  Baker  Automatic  House  Heating  Burner. 
APPEARANCES— 

For  Petitioner:  George  C.  LeBlanc. 

ACTION  OF  BOARD — Petition  to  modify  resolution 
granted. 

THE  VOTE— 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 


Chief  Martin  .  4 

Negative  .  0 

Absent:  Commissioner  Connell, .  1 

THE  RESOLUTION: 

(1323-22-SA) 


Whereas,  Baker  Steam  Products,  Inc.,  filed,  November 
6,  1922,  a  petition,  with  the  board  of  standards  and  appeals, 
for  approval  of  their  device  known  as  the  Baker  Automatic 
House  Heating  Burner  Pump  and  Fan  Set;  and 
Whereas,  a  committee  of  the  board  inspected  this  de¬ 
vice  in  operation  at  1721  Gates  avenue,  and  recommended 
the  device  for  approval ;  and 

Whereas,  the  device  was  approved  by  the  board  at  its 
meeting  July  29,  1924,  for  use  with  Grade  B  fuel  oil  and 
petitioner  requested  its  approval  for  use  with  Grade  A  oil. 

Resolved,  that  the  board  of  standards  and  appeals  does 
hereby  approve  the  device  known  as  the  Baker  Automatic 
House  Heating  Burner,  Pump  and  Fan  Set,  for  use  with 
Grade  B  fuel  oil  in  domestic  installations  and  for  use  with 
Grade  A  oil  in  domestic  and  industrial  installations  when 
installed  in  accordance  with  the  fuel  oil  rules. 


CASES  DISMISSED. 

VARIATIONS  OF  THE  LABOR  LAW. 

The  chairman  called  attention  to  the  following  cases, 
where  notices  of  intention  to  appeal  were  offered  for 
filing,  but  where,  despite  notices  from  this  office,  papers 
have  not  been  completed,  thus  tying  the  hands  of  the 
administrative  official  in  the  performance  of  his  duty: 

(341-25-S) 

Filed  March  30,  1925 — Premises  86-88  Meserole  street, 
Brooklyn.  Order  of  the  fire  commissioner, 
labor  law.  Petitioner,  Abwer  Realty  Corpora¬ 
tion.  Dismissed  for  lack  of  prosecution. 

(522-25-S) 

Filed  May  20,  1925 — Premises  317-323  East  34th  street. 

Manhattan.  Decision  of  fire  commissioner, 
labor  law.  Petitioner,  Carroll  Dunham  Smith 
Pharmacal  Company.  Dismissed  for  lack  of 
prosecution. 

(559-25-S) 

Filed  May  25,  1925 — Premises  675  Fifth  avenue,  Man¬ 
hattan.  Orders  of  fire  commissioner,  labor  law. 
Petitioner,  Hicks-Downs  Realty  Company. 
Dismissed  for  lack  of  prosecution. 

(631-25-S) 

Filed  June  17.  1925 — Premises  1  Hunter  avenue.  Long 
Island  City,  Queens.  Order  of  fire  commis¬ 
sioner,  labor  law.  Petitioner,  Louis  Becker. 
Dismissed  for  lack  of  prosecution. 

(642-25-S) 

Filed  June  22,  1925 — Premises  28  Franklin  street,  Asto¬ 
ria,  Queens.  Order  of  fire  commissioner,  labor 
law.  Petitioner.  Wm.  Krai  &  K.  Kubelle.  Dis¬ 
missed  for  lack  of  prosecution. 

(654-25-S) 

Filed  June  24,  1925 — Premises  539  Schenck  avenue, 
Brooklyn.  Order  of  fire  commissioner,  labor 
law.  Petitioner,  Criterion  Construction  Com¬ 
pany.  Dismissed  for  lack  of  prosecution. 

THE  VOTE  TO  DISMISS — 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 


Chief  Martin  .  4 

Negative  . ... .  0 

Absent:  Commissioner  Connell  .  1 
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THE  RESOLUTION: 

Whereas,  the  foregoing  petitioners  have  filed  with  the 
board  of  standards  and  appeals  petitions  for  variations 
from  the  requirements  of  the  labor  law  affecting  the 
premises  in  question;  and 

Whereas,  the  petitioners  have  failed  to  complete  the  pa¬ 
pers,  though  duly  notified  to  do  so. 

Resolved,  that  the  petitions  be  and  they  hereby  are  dis¬ 
missed  for  lack  of  prosecution. 


CASE  DISMISSED. 

APPLIANCE. 

The  chairman  called  attention  to  the  following  case, 
where  notice  of  intention  to  petition  the  board  for  ap¬ 
proval  of  appliance  was  offered  for  filing,  but  where, 
despite  notice  from  this  office,  papers  have  not  been 
completed,  thus  tying  the  hands  of  the  administrative 
official  in  the  performance  of  his  duty: 

(134-25-SA) 

Filed  January  30,  1925 — Approval  of  Duplex  Urinal 


Stall.  Petitioner,  Wheeling  Sanitary  Manufac¬ 
turing  Company.  Dismissed  for  lack  of  pros¬ 
ecution. 

THE  VOTE  TO  DISMISS' — 

Affirmative:  Chairman  Walsh,  Commission¬ 
ers  Flanagan,  Guilfoyle  and  Deputy  Fire 

Chief  Martin  .  4 

Negative .  q 

Absent:  Commissioner  Connell  .  1 

THE  RESOLUTION: 

Whereas,  the  petitioner  has  filed  with  the  board  of  stand¬ 
ards  and  appeals  a  petition  for  approval  of  appliance ;  and 

W hereas,  the  petitioner  has  failed  to  complete  his  papers, 
though  duly  notified  to  do  so. 

Resolved,  that  the  petition  be  and  it  hereby  is  dismissed 
for  lack  of  prosecution. 


Adjourned,  7:00  p.  m. 


James  O’Connor,  Secretary. 


RULES 


SMOKING  IN  FACTORIES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
August  13,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  fire  commissioner. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stairhall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  fire  commissioner  shall 
direct,  a  notice  of  such  prohibition,  and  the  penalty  for  its 
violation. 

(b)  Application.  Application  for  such  permit  shall 
be  made  only  by  the  owner  of  the  building  on  suitable 
blank  forms  to  be  furnished  by  the  fire  commissioner. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a 
conspicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  fire  com¬ 
missioner,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in: — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that : 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprinkler 
system,  the  floor  and  ceiling  of  such  room  shall 
be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works ; 

Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works ; 

Machine  shops ; 

Smelting ; 

Stone  or  monumental  works ; 
provided  that  in  any  case: 

.  (1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the  fire 
commissioner  may  direct  are  installed; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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FIRE  RETARDING  RULES 


Adopted  by  the  Board  of  Standards  and  Appeals  August 
30,  1917;  Amended  November  1,  1917. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In  ga¬ 
rages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed 
fire-retarding  within  the  meaning  of  §73,  subdivision  3, 
of  the  building  code,  that  resists  the  action  of  flame 
and  heat  when  subjected  to  a  continuous  fire  for  one 
hour  at  an  average  temperature  of  seventeen  hundred 
(1700)  degrees  Fahrenheit  without  the  passage  of  flame, 
and  with  a  maximum  temperature  rise  to  four  hundred 
(400)  degrees  Fahrenheit  on  the  side  away  from  the 
fire.  The  point  at  which  the  temperature  of  transmitted 
heat  is  measured  shall  be  protected  from  external  air 
and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition 
construction,  the  area  under  test  shall  be  not  less  than 
one  hundred  (100)  square  feet  and  least  dimension 
shall  be  not  less  than  nine  (9)  feet.  When  in  the  form 
of  floor  construction,  the  area  under  test  shall  be  not 
less  than  two  hundred  (200)  square  feet  and  the  least 
dimension  shall  be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support 
the  live  load  for  which  it  is  designed,  and  after  the  fire 
shall  safely  sustain  twice  the  designed  live  load  with  a 
maximum  deflection  of  not  more  than  one  two-hun¬ 
dredth  (1/200)  part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
joisted  floor  construction  shall  be  accepted  as  fire-re¬ 
tarding  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  sta¬ 
tions  when  the  beams  are  protected  on  the  upper  and 
under  sides  with  the  fire-retarding  materials  specified 
in  rules  for  floor  and  ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  upper  sides  of  wood  floor  beams 
in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell¬ 
ing  stations: 

(a)  Seven-eighths  (?4)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproof¬ 
ing  covered  with  not  less  than  two  and  one-half 
(2)4)  inches  of  1:2)4 :5  concrete  or  better,  reinforced 
with  not  less  than  one-fourth  ()4)  of  one  (1)  per 
cent  of  steel  mesh. 

(b)  Two  and  one-half  ( 2)4  inches  of  1:2:4  con¬ 
crete  applied  directly  to  the  top  of  the  joists,  with  or 
without  temporary  support,  reinforced  with  not  less 
than  one-fourth  of  one  per  cent  steel  rods,  mesh  or 
steel  lath,  and  having  the  tops  of  the  joists  coated 
with  approved  waterproof  paint  or  protected  by  tar 
paper  on  the  top  and  on  the  sides  for  a  distance  of 
three  inches  from  the  top.  (Amendment,  Nov.  1, 
1917.) 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding 
for  the  covering  of  the  undersides  of  wood  floor  beams 
;  in  joisted  floor  construction  in  non-fireproof  buildings 
used  as  garages,  motor  vehicle  repair  shops  or  oil  sell- 
I  ing  stations: 

(a)  One-half  ()4)  inch  plaster  boards,  or  three- 
eighths  (H)  inch  gypsum  wall  boards  weighing  not 
less  than  16  pounds  per  squard  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge  sheet  metal 
with  one  (1)  inch  lapped  seams  nailed  to  the  wood 
beams  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when 
the  floor  beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  04)  inch 
asbestos  board  laid  with  tight  staggered  joints  and 
nailed  to  the  beams,  when  spaced  not  more  than 
sixteen  (16)  inches  on  centers,  or  nailed  to  furring 


strips  when  the  floor  beams  are  more  than  sixteen 
(16)  inches  on  centers. 

(c)  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring  strips 
and  plastered  with  Portland  cement  mortar  at  least 
three-quarters  (J4)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor 
vehicle  repair  shops  or  oil  selling  stations  shall  be  at¬ 
tached  to  wood  floor  beams  and  girders  in  such  manner 
as  to  maintain  an  air  space  between  the  wood  beams, 
and  all  wood  beams  shall  be  seasoned  before  applying 
the  protective  coat. 

Rule  6.  Openings  in  Fire-Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted 
with  metal  thimbles  and  made  watertight  for  a  height 
of  three  (3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded 
shall  be  protected  with  the  fire-retarding  materials  speci¬ 
fied  for  ceiling  coverings  in  these  rules,  or  with  any  of 
the  materials  accepted  in  fireproof  construction;  except 
that  an  air  space  shall  not  be  required  around  steel  or 
cast  iron  columns. 

Where  necessary  for  protection  against  mechanical 
injury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground 
with  No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with 
the  fire-retarding  materials  specified  for  ceiling  coverings 
in  these  rules,  or  with  any  of  the  materials  acceptable 
in  fireproof  construction;  except  that  an  air  space  need 
not  be  provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  here¬ 
after  converted  to  be  used  as  garages,  motor  vehicle 
repair  shops  or  oil  selling  stations  shall  be  enclosed  in 
fire-retarding  partitions  continued  through  the  non-fire¬ 
proof  floor  construction,  and  when  unfilled  wood  stud 
partitions  are  used,  the  space  between  the  floor  beams 
shall  be  fire-stopped  with  incombustible  materials.  All 
openings  in  such  partitions  shall  be  protected  with  ac¬ 
cepted  metal-covered  fire  doors  or  windows.  Wherever 
necessary  for  protection  against  mechanical  injury,  the 
partition  shall  be  jacketed  to  a  height  of  five  (5)  feet 
on  the  garage  side  with  No.  4  U.  S.  gauge  metal.  Any 
one  of  the  following  forms  of  partitions  shall  be  accepted 
for  the  enclosure: 

(a)  Two  by  four  inch  wood  studs,  spaced  not 
more  than  sixteen  (16)  inches  on  centers,  covered 
both  sides  with  metal  lath  weighing  not  less  than 
three  pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement  mortar 
at  least  three-quarters  ()4)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (%)  inch  wood  sheathing, 
one-half  (24)  inch  plaster  boards  with  pointed  joints 
and  No.  26  U.  S.  gauge  sheet  metal  with  one-inch 
lapped  seams; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both 
sides  with  seven-eighths  (Ji)  inch  wood  sheathing, 
two  thicknesses  of  one-quarter  ()4)  inch  asbestos 
boards  laid  with  tight  staggered  joints  and  jacketed 
with  No.  16  U.  S.  gauge  metal  on  the  garage  side 
to  a  height  of  five  (5)  feet. 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No. 
26  U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  "ietal  with  one-inch  lapped  seams. 
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PROPOSED  AMENDMENTS  TO  RULES  GOVER  NING  FIRE  EXTINGUISHING  APPLIANCES— 

SPRINKLER  SYSTEMS. 


[77-25-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hear¬ 
ing  will  be  held  by  the  Board  of  Standards  and  Appeals 

on  Tuesday,  February  2,  at  2  p,  m.,  Room  1013,  Municipal 
Building,  on  proposed  amendments  to  Rules  for  Fire  Ex¬ 
tinguishing  Appliances,  Sprinkler  Rules. 

General  Requirements.  The  rules  contained  herein  cover 
the  general  details  of  a  sprinkler  equipment  only.  Before 
an  equipment  is  installed  or  before  a  present  equipment  is 
remodeled,  complete  working  plans  should  be  submitted  for 
approval  to  Fire  Department. 

These  plans  shall  be  drawn  to  an  indicated  scale;  give 
correct  address  and  points  of  compass;  show  sectional  ele¬ 
vations  of  the  building ;  and  the  essential  features  of  the 
construction,  vis.,  size,  location  and  direction  of  joists,  tim¬ 
bers  or  other  structural  members.  They  shall  also  indicate 
the  location  and  sise  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers. 

Upon  approval  of  preliminary  plans  such  number  of  sets 
of  clean,  corrected  plans  on  cloth  as  the  Fire  Commis n 
siotier  may  require,  not  exceeding  three  ( 3 ),  shall  be  filed 
for  final  approval  of  the  Fire  Commissioner.  A  certified 
copy  of  the  approved  plans  shall  be  forwarded  to  the  Bu¬ 
reau  of  Buildings  by  the  Bureau  of  Fire  Prevention.  Such 
application  and  specification  forms  as  may  be  prescribed 
by  the  Fire  Commissioner  shall  accompany  preliminary 
plans.  If  a  standpipe  ( fire  line)  equipment  is  provided 
throughout  the  building,  the  plans  shall  include  a  note  to 
that  effect. 

When  entirely  completed  in  accordance  wtih  the  ap¬ 
proved  plans  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  sprin¬ 
kler  equipment  is  approved  the  ap plicant  will  be  so  ad¬ 
vised  in  writing  by  the  Bureau  of  Fire  Prevention. 

All  sprinkler  equipments  shall  be  installed  in  a  thoroughly 
workmanlike  manner. 


Rule  1.  Definition  of  Automatic  Extinguisher  Sys¬ 
tems.  Automatic  extinguisher  systems  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  acceptable 
sources  of  water  supply,  or  other  extinguishing  medium, 
provided  with  distributing  devices  so  arranged  and  lo¬ 
cated  as  to  discharge  and  diffuse  automatically  under 
the  action  of  heat  an  effective  stream  or  spray  over  every 
part  of  the  interior  of  the  building  area  in  which  a  fire 
may  start  or  to  which  it  may  be  communicated. 

Rule  2.  Classification  of  Sprinkler  Systems.  For 
the  purpose  of  these  rules,  sprinkler  systems  shall  be 
classified  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  wF1'  water; 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  com¬ 
pressed  or  at  atmospheric  pressure,  and  the.  water  sup¬ 
ply  is  operated  by  a  Dry  Pipe  Valve  as  defined  m  Rule 

27  of  these  Rules.  .  . 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 

sprinkler ‘heads  are  maintained  dry  with  a  fire  depart¬ 
ment  connection  for  water  supply.  . 

Thermostatic  fire  alarm  with  direct  connection  to  Cen¬ 
tral  Office  or  Fire  Department  Headquarters  shall  be  pro¬ 
vided  in  connection  with  all  non-automatic  sprinkler  systems. 

Rules  3.  Approved  Devices.  Automatic  Sprinklers 
and  accessory  appliances  shall  include  all  devices  ap¬ 
proved  as  such  by  the  Bureau  of  Standards,  Washing¬ 
ton  D  C.;  by  the  Underwriters’  Laboratories,  Inc.. 
of  Chicago;' by  the  Associated  Factory  Mutual  Labora¬ 
tories  of  Boston;  and  all  devices  which  meet  the  tests 
prescribed  bv  the  Board  of  Standards  and  ADDeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  [and]  the  Public  Water  System,  and 
the  Automatic  Electric  Fire  Pump,  installed  as  required 
under  the  provisions  of  Rule  8,  hereinafter  provided  for. 

b)  Auxiliary  Sources  shall  include  the  non-automatic  Fire 
Pump  and  the  Fire  Department  Connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty-five 
per  cent  (25%)  of  the  number  of  sprinkler  heads  in  the 
average  protected  fire  area  for  twenty  (20)  minutes,  but  not 
less  than  5,000  gallons;  and  the  bottom  of  the  tank  shall 
have  an  elevation  of  not  less  than  twenty  (20)  feet  above 
the  highest  line  of  sprinklers  below  the  main  roof.  When 
the  area  of  a  pent  house  exceeds  2,500  sq.  ft.  the  bottom  of 
the  tank  shall  be  required  to  be  not  less  than  20  feet  above 
the  highest  line  of  sprinklers  below  the  pent  house  roof, 
but  zvhere  a  pent  house  contains  only  pressure  tanks  this  rule 
will  not  apply. 

Where  a  tank  capacity  in  excess  of  [25,000]  50,000  gal¬ 
lon?  is  required  by  this  rule,  the  amount  of  water  to  be 
provided  in  excess  of  [25,000]  30,000  gallons  shall  be  speci¬ 
fied  by  the  Board  of  Standards  and  Appeals,  except  when 
tanks  of  unlimited  capacities  are  supported  on  structures  al¬ 
together  independent  of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank,  or 
through  a  by-pass  not  less  than  two  (2)  inches  in  size 
around  the  check  valve  in  the  discharge  pipe,  provided 
the  supply  is  of  sufficient  pressure  to  fill  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  water  level.  The  portion  of  pipe 
inside  tank  must  be  of  brass  or  copper  or  other  non-cor¬ 
rosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  serv¬ 
ice  main  connection,  provided  that  there  are  separate  feed 
mains  from  the  basement  or  lowest  story  and  a  control 
valve'  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  ( 2 )  inches 
in  diameter  for  tanks  up  to  30,000  gallons  capacity  and  not 
less  than  three  (3)  inches  in  diameter  for  larger  tanks. 
The  top  of  the  overflow  pipe  shall  be  three  (3)  inches  be¬ 
low  the  top  of  the  staves  in  wooden  tanks  and  one  (/) 
inch  from  the  top  in  steel  tanks.  The  pipe  may  extend 
through  the  bottom  of  tank  provided  the  portion  inside  tank 
is  of  brass  or  copper  or  other  non-corrosive  metal  and 
without  joints  or  it  may  extend  through  side  of  tank.  For 
tanks  over  roofs  overflow  pipes  shall  terminate  not  more 
than  twenty-four  ( 24 )  inches  above  roof  and  shall  be  fitted 
with  a  go  degree  elbow. 

The  discharge,  heating  or  filling  pipes  where  exposed 
to  the  weather  shall  be  protected  from  freezing  by  a  frost¬ 
proof  covering  which  may  be  of  three  layers  of  one-inch 
(/")  hair  felt  interspersed  until  building  paper  well  wrapped 
and  secured  and  covered  with  canvas  well  painted  or  by 
frost-proof  boxing  as  specified  by  the  National  Board  of 
Fire  Underwriters. 

Easy  access  to  top  of  each  tank  shall  be  provided  by 
means  of  a  steel  gooseneck  ladder  substantially  constructed 
and  rigidly  braced,  the  top  of  which  shall  not  tip  outward 
from  the  vertical  at  any  point. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc- 
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tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  may  supply  both  sprinklers  and 
yard  hydrants  it  shall  not  be  of  less  than  30,000  gallons  ca- 

acity  and  located  on  a  structure  altogether  independent  of 

uildings  and  the  bottom  shall  not  be  less  than  75  feet  above 
the  ground  level,  and  not  less  than  20  feet  above  the  high¬ 
est  line  of  sprinklers  below  the  main  roof  of  the  highest 
building  in  a  group  of  buildings. 

Rule  6.  Pressure  Tank.  Pressure  tanks  shall  contain 
sufficient  water  to  supply  twelve  and  one  half  per  cent 
(12J4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  [5,000]  3,000  gallons  of  water  for  a  wet  pipe  system 
where  supplemented  by  an  auxiliary  water  supply,  and  not 
less  than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
•ingle  tank  shall  have  a  capacity  greater  than  9,000  gallons. 
The  tank  shall  be  kept  two-thirds  (2/3)  full  of  water 
under  a  pressure  of  seventy-five  (75)  pounds  per  square 
inch,  and  shall  be  so  proportioned  and  located  that  a  pres- 
•ure  of  not  less  than  fifteen  (15)  pounds  per  square  inch 
will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof  when  all  the  water  has  been  discharged  from 
the  tank. 

[The  tank  shall  be  placed  either  on  the  roof  or  in  the 
highest  sprinklered  story.] 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  supplied  by  tank  or  tanks. 

Where  [a  tank]  the  total  capacity  of  the  pressure  tank 
supply  is  in  excess  of  [25,000]  30,000  gallons  as  required  by 
this  rule,  the  amount  of  water  to  be  provided  in  excess  of 
[25,000]  30,000  gallons  shall  be  specified  by  the  Board  of 
Standards  and  Appeals. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  [two]  one 
and  otte-half  ( / %)  inches  in  size  [with  a  one  and  one- 
quarter  ( 1 Yt)  inch  connection  to  the  tank],  or  through  a 
by-pass  not  less  than  [two  (2)]  one  and  one-half  (itf)  in¬ 
ches  in  size  around  the  check  valve  in  the  discharge  pipe 
provided  the  supply  is  of  sufficient  pressure  to  fill  the  tank. 
The  water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air*  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one 
(1)  pound  in  two  minutes  in  each  pressure  tank. 

Rule  7.  Public  Water  System.  Direct  connection 
to  the  city  water  supply  shall  be  capable  of  furnishing 
water  at  not  less  than  fifteen  (15)  pounds  per  square 
inch  static  pressure  at  the  highest  line  of  sprinklers 

under  the  main  roof. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  con¬ 
nection  shall  be  as  large  as  that  of  the  main  riser  and 
not  less  than  four  (4)  inches,  and  shall  have  a  conven¬ 
iently  accessible  control  valve  fixed  to  it  at,  or  near,  the 
curb,  or,  when  possible,  still  further  away  from  the 
building.  The  control  valve  shall  be  fitted  with  a  frost 
and  waterproof  box,  not  less  than  four  (4)  feet  nor  more 
than  six  (6)  feet  below  the  curb,  with  a  fixed  stem 
extending  to  a  compartment  at  the  level  of  the  side¬ 
walk'  The  cover  shall  be  bolted  to  the  casing  and 
shall  be  so  marked  as  to  be  quickly  located  and  to 
indicate  the  purpose  of  the  valve.  The  valve  shall  be 
of  indicating  pattern,  operated  by  a  special  socket 
wrench  approved  by  the  department  of  water  supply, 
gas  and  electricity. 


Where  it  is  impractical  to  install  a  control  valve  box 
at  the ^  curb  because  of  a  vault  under  the  sidewalk  and  with - 
in  18"  thereof,  the  control  valve  may  be  located  in  the  wa¬ 
ter  supply  connection  at  a  point  not  more  than  two  (2) 
feet  from  the  point  of  entry  into  a  vault. 

Where  a  water  meter  is  required  in  the  water  supply 
connection  to  an  automatic  sprinkler  equipment,  it  shall  be 
of  a  {yPe  which  allows  free  flow  of  water  and  approved 
by  the  Department  of  Water  Supply,  Gas  and  Electricity, 
or  a  type  of  fire  line  meter  which  has  been  specifically  ap¬ 
proved  by  the  Fire  Commissioner  for  use  in  connection 
with  fire  extinguishing  equipment. 

Evidence  establishing  the  fact  that  water  supply  con 
ditions  and  pressures  are  as  may  be  required  shall  be  sub¬ 
mitted  to  the  Fire  Department. 

Rule  8.  hire  Pump.  An  automatic  electric  fire  pump 
as  an  automatic  source  of  water  supply  is  one  irf proved 
for  such  use  and  controlled  by  an  approved  automatic  con¬ 
trolling  device,  which  shall  be  adjusted  to  maintain  not 
less  than  15  pounds  water  pressure  at  the  highest  sprinkler 
below  main  roof  and  in  pent  houses  over  2,500  sq.  ft.,  as 
provided  in  Rule  3.  And  shall  receive  water  supply  only 
from  a  direct  connection  to  the  city  water  main. 

As  auxiliary  sources  of  water  supply  steam  or  electric 
standard  fire  pumps  shall  receive  water  supply  from  a  suc¬ 
tion  tank,  a  direct  connection  to  the  city  water  main  or 
other  approved  sources  capable  of  supplying  the  pump 
at  its  rated  capacity  for  sixty  (60)  minutes.  The  rated 
capacity  of  the  pump  shall  be  not  less  than  five  hundred 
(500)  gallons  per  minute,  and  shall  be  sufficient  to  sup¬ 
ply  twenty-five  per  cent  (25%)  of  the  number  of  sprin¬ 
klers  in  the  average  protected  fire  area. 

1  he  pump  shall  be  located  in  a  room  of  fireproof 
construction,  properly  ventilated,  lighted  and  drained, 
enclosed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  foundation 
not  less  than  one  (1)  foot  in  height.  The  pump  room 
shall  be  readily  accessible  with  safe  egress  for  the  at¬ 
tendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipe* 
and  valves  shall  be  so  arranged  to  permit  the  cutting 
out  of  any  one  boiler  without  interrupting  the  steam 
supply  to  the  pump  from  the  other  boilers.  The  boiler 
room  shall  be  cut  off  from  the  remainder  of  the  build¬ 
ing  by  fireproof  floor  and  wall  construction  with  ap¬ 
proved  fire  doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall 
be  acceptable  as  a  source  of  energy  for  driving  electric 
fire  pumps.  When  local  power  plants  supply  the  en¬ 
ergy  for  operating  electric  pumps,  two  motor  generator 
units  shall  be  provided,  or  one  generator  unit  supple¬ 
mented  by  a  public  service  break-down  switch.  Local 
electric  power  plants  shall  be  located  in  rooms  of 
fireproof  construction  with  approved  fire  doors  at 
openings. 

Rule  9.  Sprinkler  Discharge.  For  the  purpose  of 
computing  the  capacity  of  water  supplies,  standard 
one-half  (l/2)  inch  sprinkler  heads  shall  be  assumed  to 
have  an  average  discharge  of  twenty  (20)  gallons  per 
minute,  and  the  discharge  of  larger  heads  « hall  be  com¬ 
puted  proportionately  in  the  ratio  of  the  areas  of  their 
respective  orifices. 

Rule  10.  Fire  Area.  A  fire  area  is  any  floor  space 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or 
a  combination  of  both.  The  number  of  sprinklers  in 
the  average  protected  fire  area  shall  be  determined  by 
the  number  sprinklered  stories  in  such  nction.  In 
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determining  the  required  capacity  of  water  supplies,  the 
number  of  sprinklers  in  the  average  protected  fire  area 
need  not  include  those  located  in  low  positions,  such 
as  under  benches,  low  shelves,  closets  and  platforms 
and  between  cars  in  car  barn6. 

Rule  11.  Fire  Department  Connection.  All  auto¬ 
matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department 
hose.  Buildings  fronting  on  only  one  street  shall  be 
provided  with  at  least  two  Siamese  connections  when 
the  street  frontage  of  building  exceeds  [one  hundred  and 
fifty  (150)]  two  hundred  (200)  feet  [in  width.]. 

Where  buildings  have  frontages  on  more  than  one  street 
there  shall  be  a  fire  department  connection  on  each  street 
front  where  frontage  is  not  continuous  but  in  all  cases  zvhere 
more  than  one  fire  department  connection  is  required  they 
shall  be  located  as  the  Fire  Commissioner  may  direct  and 
shall  not  be  grouped. 

All  Siamese  hose  connections  hereafter  installed,  except 
those  on  piers  or  warehouses  intended  for  fire  boat  use, 
shall  be  three  (3)  inches  in  size.  Fire  boat  connections 
shall  be  three  and  one-half  (3 )4)  inches  in  size.  All  hose 
connections  shall  be  female,  with  standard  fire  department 
threads. 

The  inlets  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  two  (2)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment,  and  shall  be  provided  with  a  four  (4)  inch 
discharge  connecting  with  a  four  (4)  inch  pipe  to  the 
sprinkler  system  for  three  (3)  inch  fire  department 
connection  and  with  a  six  (6)  inch  discharge  outlet  and 
Six  (6)  inch  pipe  for  three  and  one-half  (3)4)  inch  fire 
boat  connection.  Each  inlet  shall  be  provided  with  a 
clapper  valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by 
raised  letters  at  least  one  (1)  inch  in  size,  cast  in  the 
fitting  in  a  clear  and  prominent  manner  and  reading  for 
the  service  designated,  viz.:  “Base.  Spkr.,”  etc.,  as  the 
case  may  be.  If  the  entire  buiWing  is  sprinklered,  the 
fitting  shall  be  marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  ( 12 )  inches  beyond  tUe  building 
line  except  that  where  there  is  an  angle  formed  by  the  street 
wall  and  a  check  piece  or  the  base  of  a  column,  pilaster  or 
ornamental  projection,  they  may  be  so  located  that  no  part 
extends  more  than  fifteen  (15)  inches  from  either  side  of 
such  angle  in  accordance  with  the  provisions  of  the  Build¬ 
ing  Code. 

In  each  fire  department  connection  there  shall  be  an  ap¬ 
proved  straightway  check  valve  installed  in  a  horizontal  po¬ 
sition,  unless  suitably  designed  for  vertical  position,  and  the 
piping  shall  be  arranged  to  drain  between  the  check  valve 
and  the  outside  siamese  coupling  by  either  a  ball  drip  having 
a  one-half  ()4)  inch  pipe  connection  and  one-half  ()4)  inch 
orifice  and  a  bronze  ball  of  proper  size,  or  by  a  three-quar¬ 
ter  (34)  inch  drip  connection,  with  plugged  valve  attached, 
and  when  necessary  arranged  to  drain  to  a  sewer.  A  drain 
connection  may  be  tapped  into  the  body  of  check  valve  only 
when  located  in  a  horizontal  position. 

Rule  12.  Automatic  Sprinkler  Systems.  Automatic 
sprinkler  systems  shall  be  classified  as: 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources;  and 

(b)  Two  Source  Systems,  supplied  with  water  from 
a  combination  of  ally  two  of  the  automatic  sources;  two 
pressure  tanks  with  a  total  water  capacity  twice  that 
required  for  a  one  source  supply;  direct  connection  to 
the  city  water  supply  on  two  different  streets,  so  located 
that  the  closing  of  the  controlling  valve  on  one  main 
will  not  eliminate  the  main  on  the  other  street;  or  a 
direct  connection  to  the  city  water  supply  and  one  of 
the  auxiliary  sources  provided  the  water .  supply  main 
is  at  least  six  (6)  inches  in  size,  the  main  is  fed  both 


ways  and  a  two  (2)  inch  test  pipe  at  the  top  of  the 

sprinkler  riser  shows  a  flowing  pressure  of  fifteen  (15) 

pounds  per  square  inch  between  the  hours  of  six  a.  m. 
to  six  p.  m. 

A  gravity  tank  arid  pressure  tank,  or  a  gravity  tank  or 
pressure  tank  and  one  of  the  automatic  sources  or  two 
pressure  tanks  having  a  total  water  capacity  for  a  one- 

source  supply  may  be  considered  as  a  tivo-source  supply 

where  the  occupancy  of  the  building  does  not  conflict  with 
Rules  38,  39  and  40  hereinafter  provided  for. 

Rule  13.  Sprinkler  Spacing.  Sprinkler  heads  and 
lines  shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  ()4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch 

heads — • 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  nitro-cellculose 
products  and  vaults  used  for  the  storage  of  in¬ 
flammable  motion  picture  films  shall  have  one 
standard  one-half  ()4)  inch  head  for  each  62)4 
cubic  feet  of  available  storage  space,  or  one  (1) 
inch  Conran*  head  for  each  250  cubic  feet  of  avail¬ 
able  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays 
less  than  three  (3)  feet  wide  shall  be  treated  as  open 
joist  construction  and  sprinkler  heads  and  lines  spaced 
accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  cen¬ 
ters,  but  less  than  five  (5)  feet  on  centers,  will  require 
special  ruling  by  the  administrative  official  having  juris¬ 
diction. 

Joisted  Construction.  Under  open  finish  joisted  con¬ 
struction  ceilings,  floor,  decks  and  roofs,  the  sprinkler 
lines  shall  be  run  at  right  angles  to  the  joists  and  the 
heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  half  way  between  heads  on  adjacent 
lines. 

(a)  For  Standard  one-half  ()4)  inch  heads  the  distance 
between  lines  of  sprinklers  shall  not  exceed  ten  (10)  feet, 
and  the  distance  between  heads  on  each  line  shall  not  exceed 
eight  (8)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  two  (2)  feet  from  wall  or  partition.  Permis¬ 
sion  may  be  given  by  the  administrative  official  having  juris¬ 
diction  to  install  but  one  line  of  sprinklers,  in  each  bay  where 
girders  project  below  the  under  side  of  joists  and  divide  the 
ceiling  into  bays  ten  (10)  to  eleven  and  one-half  (11)4) 
feet  wide  from  center  to  center  of  girders,  and  the  heads 
shall  then  be  spaced  on  each  line  so  that  the  area  covered 
by  a  single  head  does  not  exceed  eighty  (80)  square  feet. 
In  all  cases  where  such  bays  are  over  eleven  and  one-half 
(11)4)  Ret  wide,  two  or  more  lines  of  sprinklers  shall  be 
installed  in  each  bay  as  required  by  the  rules  for  spacing. 


*Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran 
head  of  the  type  tested  and  approved  by  the  Fire  De¬ 
partment,  or  one  that  has  passed  similar  tests  by  the 
Fire  Department. 
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Where  girders  and  joists  are  flush  at  the  bottom,  heads 
shall  be  spaced  according  to  the  general  rule. 

(b)  For  Conran*  one  (1)  inch  heads  the  distance  between 
adjacent  lines  shall  not  exceed  twenty  (20)  feet  and  the 
distance  between  the  heads  on  each  line  shall  not  exceed  six¬ 
teen  (16)  feet,  the  end  heads  on  alternate  lines  being  spaced 
not  more  than  four  (4)  feet  from  wall  or  partition.  YVhere 
girders  project  below  the  under  side  of  joists  and  divide 
the  ceiling  into  bays  not  exceeding  twenty  (20)  feet  in 
width,  measured  from  center  to  center  of  girders,  one  line 
shall  be  placed  in  the  center  of  each  bay.  In  bays  exceed¬ 
ing  twenty  (20)  feet  in  width  at  least  two  (2)  lines  shall 
be  installed  in  each  bay  and  in  no  case  shall  the  distance 
between  adjacent  lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1%)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty- 
five  (25)  feet  and  the  distance  between  the  head  on  each  line 
shall  not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  under  side 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding  twen¬ 
ty-five  (25)  feet  in  width,  measured  from  center  to  center 
of  girders,  one  line  shall  be  placed  in  the  center  of  each  bay. 
In  bays  exceeding  twenty-five  (25)  feet  in  width  at  least  two 
(2)  lines  shall  be  installed  in  each  bay,  and  in  no  case  shall 
the  distance  between  adjacent  lines  exceed  twenty-five  (25) 
feet. 

Smooth  Finish,  Sheathed  or  Plastered  Ceilings.  Under 
smooth  finish,  sheathed  or  plastered  ceilings,  in  bays  six  (6) 
feet  wide  and  over  (measurements  to  be  taken  from  center 
to  center  of  timber,  girder  or  other  projection  or  support 
forming  the  bay),  sprinkler  heads  and  lines  shall  be  spaced 
as  follows  : 

(a)  For  standard  one-half  ()A)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Fireproof  Construction.  The  rules  of  slow-burning 
mill  construction  shall  apply  as  far  as  practicable.  The 
rule  may  be  modified,  however,  the  intent  being  to  ar¬ 
range  the  spacing  of  heads  to  protect  the  contents  rather 
than  the  ceilings;  but  in  no  case  shall  the  distance  be¬ 
tween  a  head  on  one  line  and  a  head  on  an  adjacent 
line  exceed  the  following: 


(a)  For  standard  one-half  (A)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  For  Conran  one  and  one-quarter  (1  \A)  inch  heads, 
25  feet. 

Distance  From  Walls.  The  distance  from  wall  or 
partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and 
wall.  Where  beams,  girders,  columns,  walls,  partitions 
or  other  obstructions '  prevent  the  effective  discharge  of 
water,  additional  heads  shall  be  installed  to  effectively 
sprinkle  the  area. 

Vertical  Shafts.  In  vertical  shafts  having  inflammable 
sides,  heads  shall  be  provided  within  the  shaft  in  addition 
to  the  head  or  heads  at  the  tops  of  shafts,  as  follows: 

(a)  One  standard  one-half  ()A)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 

(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1%)  inch  head  for 
each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where  prac¬ 
ticable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Pitched  Roofs.  Under  a  pitched  roof  sloping  more  steeply 
than  one  (1)  foot  in  three  (3)  feet,  heads  shall  be  located 
in  peak  of  roof,  and  those  on  either  side  of  the  peak  shall 
be  spaced  according  to  the  foregoing  requirements.  The  dis* 
tance  between  heads  shall  be  measured  on  a  line  parallel  with 
the  roof.  Where  the  roof  meets  the  side  wall  or  the  floor 
line,  the  heads  shall  be  placed  not  more  than  the  following 
distance  from  such  intersection: 

(a)  For  standard  one-half  (j/2)  inch  heads,  3 A  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  ( 1 yA)  inch  heads 
8  lA  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  of  roof,  measured  on  a  line  parallel  with 
the  roof.  be  used  in  lieu  of  heads  located  in  peak  of 
roof  • 

(a)  For  standard  one-half  (J4)  inch  heads,  2lA  feet. 

(b)  For  Conran*  one  (l)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 
6*4  1  eet 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  lint'  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth: 

(a)  For  standard  one-half  (J4)  inch  heads,  2 lA  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(c)  For  Conran*  one  and  one-quarter  (llA)  inch 
heads,  6)4  feet. 

Special  Locations  and  Variations.  In  special  locations, 
such  as  over  electric  generating,  power  and  transforming 
apparatus,  over  their  controlling  devices  and  switchboards, 
where  water  from  the  fire  extinguishing  equipment  would  be 
detrimental,  the  sprinkler  lines  and  heads  may  be  omitted  at 
the  discretion  of  the  administrative  official  having  jurisdic¬ 
tion,  and  when  in  his  judgment  a  slight  variation  of  this  rule 
of  spacing  is  desirable  to  effect  a  more  efficient  distribution 
of  water  for  fire  extinguishing  purposes,  the  sprinkler  lines 
and  heads  shall  be  spaced  as  he  may  direct. 

Rule  14.  Sprinkler  Position.  All  sprinkler  heads  shall  be 
located,  wherever  possible,  in  an  upright  position  on  top  of 
the  pipes,  except  that  sprinkler  heads  on  automatic  wet  pipe 
systems  may  be  pendant  on  concealed  piping  and  when  con¬ 
struction  or  occupancy  of  a  room  or  enclosure  makes  it 
preferable. 

(a)  Where  standard  one-half  ()4)  inch  heads  are  installed 

sprinkJUr  shall  be  parallel  to  ceilings,  roofs  or  the 
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incline  of  stairs,  but  when  installed  in  the  peak  of  a  pitched 
roof  they  shall  be  horizontal.  Distance  of  deflectors  from 
ceilings  of  mill  or  other  smooth  construction,  or  bottom  of 
joist*  of  open  joist  construction,  shall  be  not  less  than  three 
(3)  incises  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflector*  and 
panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

Not  less  than  eighteen  (18)  inches  effective  clear  space 
•hall  be  left  below  the  sprinkler  heads,  so  that  they  may  dis¬ 
charge  an  unbroken  spray  blanket  from  sprinkler  to  sprin¬ 
kler  and  sides  of  room  when  in  operation.  Any  stock  piles, 
racks  or  other  obstructions  interfering  with  such  action  shall 
not  be  permitted.  Sprinkler  system  piping  shall  not  be  used 
for  the  support  of  stock ,  clothing,  etc. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling  as 
specified  for  deflectors  in  paragraph  (a)  of  this  rule;  except 
that  when  heads  are  located  under  pitched  roofs  of  piers  or 
similar  structures,  they  shall  in  general  be  installed  in  the 
upright  position  (not  normal  to  slope  of  roof)  and  three  (3) 
feet  vertically  below  the  underside  of  roof.  When  the  ad¬ 
ministrative  official  having  jurisdiction  deems  a  variation  of 
this  rule  advisable  to  obtain  a  more  efficient  distribution  of 
water,  the  heads  shall  be  located  with  respect  to  joists  or 
ceiling,  as  he  may  direct. 

Rule  1 5.  Pipe  Sizes.  The  number  of  heads  on  a  given 
size  pipe  in  one  fire  area  in  any  story  shall  not  exceed  the 
following : 


(a)  For  standard  one-half  ()4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

y  inch .  1  head 

1  “  2  heads 

1  “  3  “ 

v/2  “  &  “ 

2  “  .  10 

%y2  “  so  “ 

3  “  36  “ 

3)4  “  55  " 

4  “  80  “ 

0  “  140  “ 

6  “  .  200  “ 

7  “  300  " 

g  “  420  “ 

(b)  For  Conran*  one  (1)  inch  heads — 


Size  of  Pipe 

1  inch 

m  “ 

154  “ 

2 

B  54  “ 

3 

4 

5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

.  2  heads 

3  “ 


9 

18 

34 

51 

75 

105 


II 

14 


44 

44 


(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads — 


Size  of  Pipe 
1)4  inch 

154  “ 

2  " 


*54 

3 

4 

5 

6 

7 

8 


44 

44 

44 

44 

44 

14 

44 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

.  2  heads 


3 

4 

6 

12 

21 

40 

60 

84 


44 


14 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping  so 
that  the  number  of  heads  on  a  branch  line  will  not  exceed 
eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 

Where  feed  mains  supply  branch  lines  of  only  two  head* 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  supply 
more  than  sixteen  (16)  standard  one-hajf  ()4)  inch  heads, 
in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one  room 
with  reference  to  the  pipe  sizes,  and  the  feed  main  shall  be 
of  sufficient  size  to  accommodate  the  number  of  heads  called 
for.  Larger  pipe  sizes  than  are  allowed  in  the  schedule  for 
a  given  number  of  heads  may  be  required  wherever  the  con¬ 
struction  or  conditions  introduce  unusually  long  runs  of  feed 
mains  or  many  angles.  Buildings  with  blind  attics  with  small 
unprotected  openings  to  floor  below,  may  be  piped  from  the 
system  on  the  ceiling  of  floor  below,  provided  pipe  size  sched¬ 
ule  is  not  overloaded  on  sizes  three  (3)  inches  or  under. 

Rule  16.  Feed  Mains.  The  siw  of  feed  mains  shall  not 
be  less  than  the  size  of  riser  and  shall  be  arranged  to  run  as 
direct  as  possible  from  source  of  water  supply  to  riser. 

Feed  mains  for  stair  or  other  towers  without  approved 
stops  between  floors,  when  piped  on  independent  riser,  shall 
be  of  sufficient  size  to  accommodate  the  total  number  of 
sprinklers  in  such  tower. 

Rule  17.  Risers.  There  shall  be  one  or  more  separate 
risers  in  each  building  and  in  each  section  of  the  building 
divided  by  fire  walls.  Risers  shall  be  arranged  to  provide 
“Center  Central”  or  “Side  Central”  supply  to  feed  main. 
Each  riser  shall  be  of  sufficient  size  to  supply  all  the  heads 
on  said  riser  in  one  story,  according  to  the  schedule  of  pipe 
sizes  in  Rule  15. 

In  buildings  of  fireproof  construction,  and  for  the  pur¬ 
poses  of  this  rule,  a  blank  wall,  or  one  in  ivhich  the  openings 
are  protected  by  standard  fire  doors,  may  be  considered  as 
a  fire  wall,  if  of  equivalent  construction. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area  to 
be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads,  8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates,  clamps, 
couplings  or  hangers. 

No  connections,  such  as  for  sill  cocks,  house  service  or 
hose  outlets,  shall  be  made  zvith  a  sprinkler  system  riser 
or  any  part  thereof. 

Where  gravity  and  pressure  tanks  feed  through  a  common 
discharge  pipe  or  “dead  riser ”  to  the  foot  of  a  riser  and  an 
air  lock  is  likely  to  develop  the  discharge  pipe  of  the  gravity 
tank  shall  connect  with  the  discharge  pipe,  or  “dead  riser", 
forty  ( 40 )  feet  below  the  bottom  of  the  pressure  tank. 
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Rule  18.  Pipes  and  Fittings.  All  pip*:  shall  be  full-weight 
standard  wrought  iron  or  steel  threade  1  pipe,  well  reamed 
and  screwed  up  tight  into  fittings  w  thout  reducing  the 
waterway.  Fittings  shall  be  standard  cast  iron  fittings,  and 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a  work¬ 
ing  pressure  of  150  pounds  per  square  inch  and  must  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  750 
pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  wall*  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 

Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for  a 
working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  19.  Protection  of  Pipes  and  Sprinklers.  When  ex¬ 
posed  to  moisture,  sprinkler  pipes  and  hangers  shall  be  pro¬ 
tected  against  corrosion  whenever  found  necessary  by  thor¬ 
oughly  cleaning  the  pipe  of  all  scale  and  grease  and  paint¬ 
ing  with  a  coat  of  red  lead  and  linseed  oil  paint  or  otfyer 
acceptable  moisture  resistive  paint.  When  exposed  to  chemi¬ 
cal  fumes,  the  pipe  and  fittings  shall  be  coated  with  graphite 
or  other  approved  chemical  resistive  paint.  Care  shall  be 
taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly  pro¬ 
tected  by  a  masonry  or  wood  enclosure,  properly  heated,  or 
filled  with  mineral  wool,  sawdust  or  tar  mixed  with  granu¬ 
lated  cork,  extending  below  bottom  of  pipe  and  through  the 
top  flooring  of  ground  floor,  or  the  pipe  shall  be  protected 
with  three  alternate  layers  of  one-inch  hair  felt  and  build¬ 
ing  paper  or  by  other  approved  method.  When  of  wood, 
such  enclosure  shall  be  constructed  double  with  a  layer  of 
tar  paper  between  the  two  thicknesses  of  wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  cin¬ 
der  concrete  floors  or  partitions,  they  shall  be  protected 
with  a  metal  sleeve  or  be  grouted  with  cement  mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed  cover, 
or  with  an  approved  wax  coating.  _  . 

Rule  20.  Drainage.  All  sprinkler  pipe  and  fittings  shall 
be  so  installed  that  they  can  be  thoroughly  drained,  and 
where  practicable,  all  piping  shall  be  arranged  to  drain  at 
the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  [overthrow]  overflow  domestic  service  01- 
other  connections  to  the  same  sewer  or  house  drain,  or  if 
carried  through  the  wall  and  exposed  to  the  weather,  they 
shall  be  fitted  with  hoods  or  down-turned  clbozvs. 

Drains,  pitched  not  less  than  one-quarter  04)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve; 

At  each  gravtiy  tank; 

At  each  pressure  tank. 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are  used  ; 

and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains^  a'ir‘’ 
drains  shall  be  installed  with  controlling  valves  so  that  tlow- 
ing  tests  may  be  made  to  determine  if  the  water  supp  ies 
or  connections  from  yard  mains  to  the  inside  of  the  bun 


ing  are  in  order  without  causing  water  damage  or  overflow¬ 
ing  service  connections  to  the  same  house  drain.  Any  such 
drain  shall  be  not  less  than  two  (2)  inches  in  size  except 
that  drains  at  independent  floor  valves  [may  be  one  and 
one-quarter  (1J4)  inches  in  size]  shall  be  not  less  than  1  inch 
in  size  zvhere  floor  valves  are  not  over  2!/3  inches  in  size 
and  1 1 4  inches  where  floor  valves  are  larger,  and  eonnected 
to  a  main  drain  riser  of  not  less  than  I}/ 2  inches  in  size. 
The  drain  at  the  main  riser  shall  discharge  into  a  cone  or 
sight  drain,  or  if  carried  through  the  wall  and  exposed  to 
the  weather,  it  shall  be  fitted  with  a  hood  or  down-turned 
elbow. 

At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

At  each  gravity  or  firessitre  tank  erected  above  roof  of  a 
building  there  shall  be  a  4-inch  valved  drain  connection  se 
arranged  as  to  discharge  on  roof  of  building.  And  zvhere 
a  tank  is  on  a  separate  structure  altogether  independent  of 
buildings  drain  connection  to  be  arranged  to  discharge  at 
ground  level. 

On  automatic  wet  pipe  systems,  the  horizontal  branch  pipes 

shall  be  pitched  not  less  than  one-quarter  04)  inch  in  ten 
(10)  feet  to  drain  towards  the  sources  of  supply  with  drip 
valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  04)  inch  in  ten  (10)  feet. 

Rule  21.  Test  Pipe.  [On]  In  all  wet-pipe  automatic  sprin¬ 
kler  systems  a  test  pipe  of  not  less  than  Y  inch  in  diameter 
shall  be  connected  directly  with  each  [riser |  system  but 
shall  be  connected  to  a  pipe  of  not  less  than  1} 4  inches  in 
diameter  in  upper  story  and  arranged  to  discharge,  through 
a  Fa-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  [shall]  should  be  increased  to  one  (1)  inch  or 
larger.  Controlling  valve  should  be  located  at  a  sufficient 
distance  from  where  the  test  pipe  passes  through  the  wall 
of  the  building  so  as  to  reduce  to  a  minimum  the  chance  0 ] 
freezing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  Y^-inch  in¬ 
spector's  test  pipe  shall  be  installed  at  the  end  of  the  moil 
distant  branch  line  and  fitted  zvith  a  J4-ntc7»  shut-off  valve 
stopped  zvith  a  brass  plug. 

Rule  22.  Pressure  Gauges.  A  four  and  one-half  (4*4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry -pipe  valves; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor ; 

Above  the  alarm  valve; 

Below  the  alarm  valve ;  and 

In  the  connections  from  city  water  supply. 

Provision  mav  be  made  for  taking  the  pressure  both  above 
and  below  the  alarm  valve  and  the  dry-pipe  valve  with  only 
one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected  from 
freezing  and  be  controlled  by  a  valve  with  arrangements  for 
draining.  A  plugged  outlet,  not  less  than  one-quarter  (J4) 
inch  in  size,  shall  be  located  between  each  valve  and  gauge 
for  purpose  of  installing  the  inspector’s  gauge. 

Rule  23.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
[non-corrodible]  non-corrosive  material.  Valves  over  two 
(2)  inches  in  diameter  shall  be  of  brass,  or  bronze  or  iron 
body,  brass  mounted,  or  of  other  approved  [non-corrodible] 
non-corrosive  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  [non-corrodi¬ 
ble]  non-corrosive  material. 
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All  gate  valves  shall  be  solid  or  double  wedge  disc,  suf- 
fing  box  pattern  with  hand  wheel,  outside  screw  and  yoke, 
or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straight  way  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  24.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 

Rule  25.  Water  Supply  Check  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler  sys¬ 
tem,  including  fire  department  connections,  shall  be  provided 
with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  26.  Control  Valves.  All  automatic  sprinkler  sys¬ 
tems  shall  be  provided  with  a  main  control  or  shutoff  valve 
arranged  to  be  readily  accessible  and  sealed  in  the  open 
position ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent  and 
readily  accessible  floor  control  valves,  sealed  in  the  open 
position,  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  ()4)  inch 
sprinkler  heads  or  three  (3)  Conran*  heads  in  any  automatic 
wet  pipe  system  are  exposed  to  cold  and  subject  to  freezing, 
shutoff  valves  may  be  provided  to  discontinue  the  water 
supply  to  such  heads  between  November  1  and  April  1. 
A  greater  number  of  heads  than  specified  above,  located  in 
places  which  cannot  be  properly  heated,  shall  be  controlled 
by  an  automatic  dry-pipe  valve. 

Rule  27.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

When  anti-columning  pipes  are  used,  they  shall  be  either 
lead  lined  or  of  brass. 

Automatic  wet-pipe  sprinkler  systems  in  which  only  twen¬ 
ty-five  (25)  per  cent  of  the  heads  are  required  to  be  main¬ 
tained  dry  for  protection  from  freezing,  shall  have  only  such 
heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  containing 
dry  air,  or  it  shall  be  passed  through  a  drying  chamber  con¬ 
taining  calcium  chloride,  in  order  to  avoid  the  introduction 
of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be  main¬ 
tained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(a)  For  standard  one-half  ()4)  inch  heads  . 400 

(b)  For  Conran*  one  (l)  inch  heads  . 100 

(c)  For  Conran*  one  and  one-quarter  (1)4  inch  heads  64 

Where  equipped  with  an  approved  quick-opening  device 

the  follounng  number  of  heads  may  be  controlled  by  one 
“Type  A”  dry-pipe  valve: 

(a)  For  Standard  one-half  ()4)  inch  heads  . 8oo 

(b)  For  Conran*  one  (i)  inch  heads . 200 

(c)  For  Conran*  one  and  one-quarter  (if4)  inch  heads. 128 

(b)  When  “Type  B”  valve  is  installed  the  actuating  alarm 

system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  t6  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(a)  For  Standard  one-half  ()4)  inch  heads  . 500 

(b)  For  Conran*  one  (l)  inch  heads . 125 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads.  84 

Rule  28.  Alarm  Valve.  All  automatic  wet  pipe  sprinkler 

systems  shall  be  equipped  with  an  alarm  valve  so  constructed 
that  a  flow  of  water  through  a  one-half  (J4)  inch  orifice 
will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 


Rule  29.  High  and  Low  Water  and  Pressure  Alarm.  All 
gravity  tanks  shall  be  equipped  with  a  device  to  indicate  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  tank,  with  an  indicator  or  alarm  located  in  the  engineer's 
room  near  the  pump. 

All  pressure  tanks  shall  be  equipped  with  a  device  to  in¬ 
dicate  when  the  pressure  in  the  tank  falls  below  seventy 
(70)  or  rises  above  eighty  (80)  pounds  per  square  inch 
with  an  indicator  or  alarm  located  in  the  engineer’s  room 
[near  the  compressor.]. 

Rule  30.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frost-proof 
house  properly  heated  and  lighted. 

Rule  31.  Concealed  Pipe  Systems.  All  pipe  in  concealed 
pipe  systems  shall  be  of  standard  full-weight  wrought  iron 
or  steel,  painted  with  two  coats  of  protective  paint,  one 
before  and  one  after  installation.  Such  pipe  shall  be  in¬ 
stalled  in  ducts  or  be  encased  in  cement  mortar  and  shall 
be  inspected  pnior  to  concealment.  When  installed  in  the 
concealed  space  between  floor  arches  and  ceiling,  such  pipe 
shall  be  supported  by  hangers  and  all  pipe,  fittings  and 
hangers  be  protected  with  two  coats  of  paint. 

Rule  32.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of  sprin¬ 
kler  heads  shall  be  provided  with  the  necessary  curtain 
boards  and  draft  stops  to  permit  specific  control  of  the  fire 
by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 
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Rule  33.  Approval  of  Sprinkler  System  [Tests].  Before 
acceptance  all  automatic  sprinkler  systems,  excluding  the  wa¬ 
ter  supply  tanks,  shall  be  subjected  after  installation  to  a 
hydrostatic  pressure  of  a  test  of  at  least  fifty  (50)  pounds 
per  square  inch  in  excess  of  that  which  will  be  normally 
carried  and  observed  in  the  sprinkler  system,  such  test 
pressure,  however,  never  to  be  less  than  one  hundred  and 
fifty  (150)  pounds  per  square  inch  in  any  part  of  the  sys¬ 
tem. 

All  pressure  tanks  shall  be  tested  after  erection  to  a  test 
pressure  of  one  and  one-half  (1)4)  times  the  working  pres¬ 
sure.  To  prevent  the  possibility  of  serious  water  damage 
in  case  of  a  break,  the  pressure  shall  be  maintained  by  a 

small  pump,  the  main  controlling  gate  being  meanwhile 
kept  shut.  Brine  or  other  corrosive  chemicals  shall  not  be 
used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of  over 
two  (2)  pounds  per  square  inch  for  the  twenty-four  (24) 
hdtrrs. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injurying  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of  sprin¬ 
klers. 

All  ttsts  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 

No  piping,  devices  nor  any  portion  of  a  neivly  constructed 
sprinkler  system  shall  be  covered  up  or  permanently  con¬ 
cealed  until  tested  by  the  Bureau  of  Fire  Prevention  and 
approved  of  in  limiting,  except  piping  passing  through  floors, 
walls,  partitions  or  beams  for  distances  equal  to  the  thick¬ 
ness  of  such  floors,  walls,  partitions  or  beams. 

Rule  34.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings  under 
the  provisions  of  Chapter  5,  Article  4,  Section  72,  Code  of 
Ordinances,  unless  otherwise  specifically  provided  in  these 
rules,  shall  consist  of  at  least  a  One  Source  System. 

Rule  35.  Dangerous  or  Hazardous  Buildings.  Automatic 
sprinklers  required  in  buildings  having  occupancies  consid¬ 
ered  to  be  dangerous  or  hazardous  by  the  Fire  Commis¬ 
sioner  shall  consist  of  at  least  a  one-source  system  unless 
otherwise  specifically  provided  for  in  these  rules. 

Rule  36.  Factories  and  other  Buildings.  Automatic  sprin¬ 
klers  required  in  buildings  under  the  provisions  of  the  Code 

cf  Ordinances  and  the  I^abor  Law  shall  consist  of  at  least 
a  one-source  system. 

Rule  [35]  37.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall  con¬ 
sist  of  at  least  a  One  Source  System. 

Rule  [36]  38.  Firework  Storage.  Automatic  sprinklers 
required  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10.  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  a  Two  Source  System. 


Rule  [37]  39.  Nitro-Cellulose  Products.  Automatic  sprin¬ 
klers  as  required  in  buildings  in  which  nitro-cellulose  prod¬ 
ucts  are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a  sys¬ 
tem  supplied  from  both  approved  gravity  tank  supply  and 
an  approved  pressure  tank  supply,  except  that  no  change 
shall  be  required  in  supplies  to  automatic  sprinkler  equip¬ 
ments  previously  approved  by  the  Fire  Commissioner  as 
two  source  systems,  in  conformity  with  the  provisions  of  this 
rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  a  two  source 
system  as  provided  for  in  Rule  12. 

Rule  [38]  40.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflammable 
motion-picture  films  are  stored  under  the  provisions  of  Chap¬ 
ter  10,  Article  20,  Section  241,  Code  of  Ordinances,  shall 
consist  of  a  system  supplied  from  both  an  approved  gravity 
tank  supply  and  an  approved  pressure  tank  supply  except 
that  no  change  shall  be  required  in  supplies  to  automatic 
sprinkler  equipments  previously  approved  by  the  Fire  Com¬ 
missioner  as  two  source  systems  in  conformity  with  the  pro¬ 
visions  of  this  rule  as  in  force  up  to  December  1st,  1921. 

Rule  [39]  41.  Existing  Installations  and  Approvals.  Au¬ 
tomatic  extinguisher  systems  and  devices  heretofore  ap¬ 
proved  and  accepted  by  the  authorities  having  jurisdiction 
shall  not  be  required  to  conform  to  the  provisions  of  these 
rules;  and  all  such  systems  heretofore  installed  shall  not 
be  required  to  be  altered  to  conform  to  these  rules  so  long 
as  the  fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions  or 
extensions  in  height  or  area  is  made  to  the  building  when 
these  rules  shall  apply  if  deemed  advisable  or  necessary  by 
the  Fire  Commissioner  and  the  system  after  inspection  is 
found  to  be  in  good  working  order. 

Rule  42.  Communicating  Openings.  When  a  building 
fully  equipped  unth  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  approved 
fire  doors  on  both  sides  of  the  ivall,  one  of  which  must  be 
automatic. 

Rule  43.  Maintenance  Inspections.  Automatic  sprinkler 
systems  shall  be  ins pectcd  at  least  once  a  month  by  the  per¬ 
son  in  charge  of  the  building,  or  by  other  competent  per¬ 
son  employed  by  the  owner,  to  see  that  all  parts  of  the  sys¬ 
tem  are  in  perfect  working  order,  and  the  fire  department 
connection  or  connections,  if  any,  ready  for  immediate  use 
by  the  Fire  Department.  A  detailed  record  of  each  inspec¬ 
tion  shall  be  kept  for  examination  by  a  representative  of  the 
Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (d),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And  there 
shall  be  one  or  more  employes  instructed  in  the  maintenance 
of  sprinkler  system. 

Rule  44.  Open  Sprinklers.  When  open  sprinklers  are  re¬ 
quired  for  exposure  protection  by  the  Fire  Department  as 
specified  in  the  Building  Code  they  shall  be  installed 
cordance  with  the  rules  of  the  National  Board  of  Fire 
Underwriters.  Plans  for  such  installation  to  be  filed  unth 
the  Fire  Department  for  approval. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


If  ipplicants,  under  the  building  zone  n  solution,  desire 
copies  of  Form  13A,  for  notices  lo  property  owners,  such 
forms  are  not  to  be  supplied  by  this  office. 

The  applicant  is  entitled  only  to  one  copy  of  Form 

t3A,  properly  filled  out. 


If  he  desires  additional  copies  for  his  ovvn  convenience 
in  notifying  property  owners,  he  can  obtain  such  copies 
from  The  O’Connell  Press.  176  Park  Row,  Manhattan,  at 
three  cents  each,  postage  to  be  added  if  the  forms  are  K 
be  supplied  hv  mail. 
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DISPOSITION  OF  CASES. 


DOCKET. 

Cases  pending  December  31,  1924  .  598 

Cases  filed  up  to  and  including  December  23,  1925..  1330 

Restored  to  calendar  .  59 

Miscellaneous  Applications. 

Repuests  to  reopen  .  141 

Requests  to  amend  .  6 

Repuests  for  modification  .  43 

Requests  to  rescind  . 1 

Requests  for  extension  of  time  .  17 

Requests  for  extension  of  permit  .  30 

•  ' 

Requests  for  mechanical  installations  .  l 

Requests  for  approval  of  plans  . . .  13 

Administrative  requests  .  7 

Requests  for  interpretation  . 3 

Total  . 3849 

Disposed  of  . .  .. .  1491 

Cases  pending  December  23,  1925  .  758 


Dismissed  .  ji  t 

Denied  .  200 

Granted  .  10 

Granted  on  condition  .  737 

Appliances  approved  .  25 

Appliances  dismissed,  disapproved  or  withdrawn  ....  6 

Rules  approved  .  0 

Rules  disapproved  or  rescinded  .  0 

Miscellaneous  Actions. 

Requests  to  reopen  granted  .  130 

Requests  to  reopen  denied  .  10 

Repuests  to  amend  granted  .  6 

Requests  to  amend  denied  .  0 

Requests  for  modification  granted  .  40 

Requests  for  modification  denied  .  1 

Requests  to  rescind  granted  .  1 

Requests  to  rescind  denied . 0 

Requests  for  extension  of  time  granted  .  17 

Requests  for  extension  of  time  denied .  0 

Requests  for  extension  of  permit  granted .  30 

Requests  for  extension  of  permit  denied  .  0 

Requests  to  install  granted .  1 

Requests  to  install  denied  . 0 

Plans  approved  .  13 

Plans,  disapproved  .  0 

Administrative  requests  granted  .  6 

Administrative  requests  denied  or  withdrawn  .  1 

Interpretations  .  3 

Requests  withdrawn  or  dismissed  .  3 

Total  .  1491 


WARNING. 


Notice  is  hereby  given  to  all  petitioners,  appellant* 
and  applicants  for  relief  at  the  hands  of  the  Board  of 
Standards  and  Appeals,  and  to  all  lawyers,  architects  and 
engineers  representing  owners  or  lessees  in  proceedings  be¬ 
fore  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  on  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 


of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 
offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of 
failure  to  receive  such  notice  is  no  excuse  for  neglect  to 
appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  ot 
all  cases  promptly,  for  the  reason  that  the  pendency  of  an 
appeal  or  petition  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or 
petition  will  be  allowed  to  be  hung  up  by  reason  of  failure 
of  the  appellant  or  petitioner  to  file  necessary  data,  or  b 
any  other  method  of  delay. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BUL 
LEI  IN  OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  t 

Name  . 

Street  . 

P.  O . 

My  subscription  is  to  begin  with  the  issue  for . ?  1926 
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